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TELEPHONE  ENGINEERING  AROUND  THE  GOLDEN  GATE' 
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The  requirements  to  be   considered   in   designing  i._    A  system   which   shall  give  satisfactory  tele- 
a    telephone    system    for    this    region    may    be    briefly  phone' transmission  between   all   points   in   the   whole 
stated  as  follows:  territory. 
2.     A  system  which  provides  satisfactory  p.ccessory 

'Abstract  of  paper  presented  at  the  27th  Annual  Convention  conditions  SUch  HS  ease,  rapidity  and  aCCUracy  of  COm- 

of    the    American    Institute    of    Electrical    Engineers.    .leffer.son  .^^j^      ^^^^  controlling  connections,  methods  of  charg- 
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ine  for  service  and   means   for   discrimination    in   the  recovering  from  the  effects  of  the  disaster  the  attention 

^  1^         "                                                                            .  ^  of  constructionists    was   diverted   to   Oakland,   where 

The  consideration  of  these  general   requirements  an  automatic  system   was  installed  and  completed  in 

as  applied  to  the  case  in  hand  causes  their  expansion  May,  1907.  It  is  of  the  three-wire  trunk  release  common 
into  ten  conditions,  viz. : 


1.  Ouiet,  clear,  transmission  over  all  talking  cir- 
cuits. 

2.  Easy,  quick  and  accurate  completion  of  local 
connections  within  each  exchange  district. 

3.  Provision  for  the  cosmopolitan  nature 
of  the  population  especially  regarding  the 
diversity  of  languages. 

4.  Measure  service. 

5.  Free  service  on  calls  to  certain  classes 
of  stations. 

6.  Private  branch  exchange  business. 
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battery  type,  with  Keith  type  line  switches.'  Three 
offices  are  in  service,  Main,  East  and  Berkeley,  with 
two  district  stations  connected  to  the  Main  office. 

Work  was  again  taken  up  in  San  Francisco,  with 
the  result  that  a  svstcm  was  installed  in  i()0').     Ry  the 


Fig. 


One    Hundred    IndividunI    Line    Switches. 


Fie.  3.    Grouping  ot  Line  Switches  in  San  Francisco  Offices. 


charging  the   accoimts   of  credit 


7.  Quick  and  accurate  completeion  of  calls  be- 
tween exchange  districts,  especially  between  San  Fran- 
cisco and  Oakland. 

8.  Accuracv 
toll  users. 

9.  Credit  and  cash  toll  work  between  exchanges. 
ID.     Provision  for  the  harmonious  mutual  working 

of  different  types  of  apparatus  used  in  the  several  ex- 
changes. 

In  the  Spring  of  1905  the  interest  of  San  Francisco 
citizens  was  aroused  by  a  small  exhibit  of  the  auto- 
matic system.  This  exhibit  was,  however,  destroyed 
by  the  fire  in  the  Spring  of  1906.     While  the  city  was 


time  the  San  Francisco  order  was  placed  the  two-wire 
automatic  equipment  had  been  perfected  and  was 
accordingly  used.  Four  offices  are  at  present  operating 
and  are  designated  as  Main,  Howard,  South  and'West. 

Local  Exchange  Apparatus. 
Each  Oakland  subscriber's  line  in  any  office  ter- 
minates in  a  line  switch.  These  line  switches  are 
grouped  in  units  (see  Figs.  2  and  3)  of  from  50  to  100 
each.  All  the  line  switches  in  a  unit  have  access  to  a 
group  of  ten  trunk  lines.  The  general  arrangement 
of  switches  is  shown  in  Fig.  4.  W^hen  any  subscriber 
initiates  a  call,  his  line  is  automatically  connected  to  an 
idle  trunk  line,  a.     This  trunk  is  preselected,  so  that 
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tliere  is  no  loss  of  time,  the  connection  being  practi- 
cally instantaneous.  The  various  groups  of  ten  trunks 
each,  which  come  from  the  banks  of  the  line  switch 
units,  terminate  in  first  selector  switches. 

To  the  first  or  bottom  level  of  bank  contacts  in 
all  first  selectors  in  Oakland  are  attached  trunk  lines 
leading  to  the  Main  office.  The  second  level  has  the 
trunks  leading  to  the  East  office  and  the  third  level 
those  to  the  Berkeley  office.  Taking  the  East 
effice  for  example,  the  trunks  from  the  second  level 
are  termed  local  trunks,  b,  since  they  run  to  second 
selectors  in  the  same  office.  Those  from  the  first  and 
third  levels,  however,  are  outgoing  trunks,  c,  for  they 
run  to  the  other  offices,  Main  and  Berkeley.  These 
outgoing  trunks  go  through  repeaters,  which  serve 
the  chief  purpose  of  supplying  talking  current  to  the 
calling  subscriber  from  his  own  office,  while  still  en- 
abling him  to  send  impulses  to  the  distant  office  to 
control  the  switches. 


lif;     i       .Map   of   San    Francisco   and   Oakland. 

The  second  selectors  in  each  office  have  the  duty 
cif  picking  out  the  desired  thousand  group  and  of 
selecting  an  idle  third  selector  in  that  thousand.  The 
third  selector  chooses  the  hundred  group  and  the  con- 
nector makes  the  final  connection  to  the  line  of  the 
called  subscriber.  In  practice  the  connector  switches 
are  mounted  on  the  same  frame  with  the  line  switches 
with  whose  lines  they  connect.  Incoming  trunks,  d, 
from  other  offices  are  wired  to  second  selectors  whose 
banks  connect  with  trunks  common  to  the  local  ap- 
paratus.    - 

The  two  line  wires  which  extend  from  any  Oak- 
land office  to  a  subscriber's  station  are  termed  "ver- 
tical" and  "rotary"  respectively.  In  the  office  each  is 
connected  to  a  relay  which  has  its  other  terminal 
attached  to  a  battery  of  storage  cells.  The  other 
(positive)  terminal  of  the  battery  is  grounded.  The 
dial  or  calling  device  at  the  sub-station,  when  operated, 
grounds  each  wire  in  a  definite  way,  operating  the 
relays,  and  through  them  the  switches. 

The  vertical  wire  is  the  impulse  transmitting  mem- 
ber, for  over  it  are  sent  at  various  times  the  exact 
number  of  impulses  required  to  set  the  switches  accord- 
ing to  the  digit  called.    The  rotary  wire  '«  the  switch- 


ing or  circuit-changing  member.  It  determines  upon 
what  switch  or  magnet  the  vertical  impulses  shall  act. 
At  the  close  of  any  series  of  impulses  over  the  vertical 
wire,  one  impulse  is  always  sent  over  the  rotary  wire 
to  shift  the  connections  in  the  switches  so  that  the 
next  series  over  the  vertical  line  will  be  effective  on  the 
ne»xt  operation  to  be  performed. 

When  the  called  subscriber  answers,  a  relay  in  the 
connector  is  operated  which  switches  the  rotary  wire 
from  negative  to  positive  battery,  thus  supplying  talk- 
ing current  to  the  calling  subscriber. 

The  simultaneous  grounding  and  clearing  of  both 
vertical  and  rotary  lines  causes  the  switches  to  be  re- 
leased and  restored  to  normal  position. 

The  grouping  of  switches  in  San  Francisco  is 
somewhat  tlifferent  from  that  of  Oakland  owing  to  the 
introduction  of  secondary  line  switches.  A  typical 
arrangement  is  shown  in  Fig.  5. 

Each  sul)scribcr's  line  terminates  in  a  primary  line 
>\vitch.     These   switches   are   grouped   in   units  of  50 
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h'iy:.    i.     Trunking    in   Oakland. 

each,  and  have  access  to  ten  trunks,  as  described  for 
Oakland.  Hut  here  the  difference  begins.  The  trunks 
from  the  primary  line  switches  are  carried  to  second- 
ary line-switch  units,  where  each  trunk  terminates  in 
a  secondary  line  switch.  Each  unit  group  of  second- 
ary line  switches  has  access  to  a  group  of  ten  trunks, 
d,  each  of  which  ends  in  a  first  selector.  These  second- 
ary line  switches  are  exactly  like  the  primary  switches 
in  function,  for  they  pre-select  the  idle  trunks  in 
exactly  the  same  way. 

The  purpose  of  using  primary  and  secondary  line 
switches  is  to  enable  any  subscriber's  line  to  use  any 
first  selector  switch.  This  is  in  the  interest  of  econ- 
omy. Where  only  a  small  number  of  trunks  are 
available  for  selection,  the  efficiency  is  relatively  low. 
For  instance,  it  has  been  found  in  automatic  telephone 
work  that  ten  trunks  in  one  group  can  be  depended 
upon  to  handle  about  225  busy-hour  calls,  or  22.5  calls 
per  trunlc.  Twenty  trunks  in  one  group  will  handle 
about  575  busy-hour  calls  or  28.75  calls  per  trunk.  By 
arranging  one  hundred  first  selectors  in  one  group 
4000  busy-hour  calls  may  be  successfully  handled. 
If  arranged  in  groups  of  ten  each  it  would  take  about 
180  first  selectors  to  carry  the  same  load. 
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'llu-  intonnediate  distributing  frame  placed  be- 
tween tbe  primary  and  secondary  line  switches  is  to 
render  more  easy  the  interconnections  by  means  of 
which  the  traffic 'is  equalized  on  all  the  first  selectors. 

Since  the  first  selectors  select  the  oft'ice  in  which 
the  called  number  is  located,  all  levels  but  one  will  be 
connected  to  trunks  to  other  offices.  These  outgoing- 
trunks,  c,  are  led  through  secondary  line  switches  so 
that   any  inter-office  trunk   is  made  available   to  any 


re- 


released  when  the  impulses  cease  to  come,  'llie 
lease  is  accomplished  by  simply  opening  the  Line  circuit 
by  hanging  up  the  receiver.  This  momentarily  brings 
into  action  the  release  magnets  which  restore  all 
switches  to  normal. 

Telephone  Transmission.  The  nature  of  the  com- 
pleted circuit  between  two  subscribers  has  a  vital  efifect 
on  the  quality  and  loudness  of  transmission.  Freedom 
from  external  disturbances  is  to  be  secured  by  properly 


first  selector.     For  instance,  if  we  consider  a  call  from      transposed  wires  and  perfect  electrical  balance.     The 


Main  to  South,  every  trunk  leading  to  the  South  office 
from  Alain  will  be'  available  for  use  by  every  first 
selector  in  the  latter  oft'ice.  By  arranging  all  the 
trunks  in  a  commor  group,  considerable  saving  in 
trunk  cable  is  secured.  Though  varying  with  the  local 
conditions,  the  saving  has  in  certain  cases  been  as  high 
as  40  per  cent. 
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Fig.    r,,      TruiikiiiK    in    San    Francisco. 

The  incoming  trunks,  d,  from  other  oft'ices  ter- 
minate in  s'^cond  selectors  which  have  access,  in  com- 
mon with  local  second  selectors,  to  third  selectors. 
The  grouping  from  here  on  is  identical,  in  general, 
with  that  of  the  Oakland  Exchange,  and  the  connectors 
are  ixiounted  on  the  same  frames  with  the  primary  line 
switches,  whose  lines  they  are  designed  to  reach. 

The  exact  method  of  operation  dift'ers  radically 
from  that  us^d  in  Oakland,  for  the  San  Francisco 
apparatus  is  controlled  by  the  subscriber  over  two 
wires  with  no  earth  return.  This  greatly  simplifies 
the  subscriber's  telephone  and  gives  many  structural 
and  operating  -idvantages. 

The  two  subscriljer's  line  wires  are  known  as  i)osi- 
ti\e  and  negative,  indicating  the  terminal  of  the  battery 
to  which  each  is  attached  through  the  windings  of  the 
line  relay.  The  series  of  impulses  for  stepping  up  the 
wipers  of  the  switches  is  caused  by  the  dial  or  calling 
device,  which  opens  and  closes  a  normally  closed  pair 
of  contacts.  The  line  relay  follows  these  impulses  and 
repeats  them  to  the  magnets  which  move  the  wiper 
shaft. 

The  switching  of  the  circuit  to  the  next  switch  or 
operation  depends  upon  the  time  interval  between  one 
series  of  impulses  and  the  next.  During  a  series,  the 
circuit-changing  member  is  held  by  a  catch,  which  is 


former  is  secured  by  a  large  use  of  telephone  cable, 
the  latter  by  high  insulation  and  properly  designed 
apparatus.  In  the  telephone  switchboards  installed  in 
San  h'rancisco  and  Oakland  every  talking  circuit  is 
balanced  from  one  end  to  the  other.  Fig.  6  gives  in 
simplified  form  the  transmission  circuit  between  two 
subscribers  in  separate  offices.  From  the  calling  tele- 
phone to  the  called  telephone  there  are  four  "bridges" 
or  shunt  paths.  Each  of  these  is  a  relay  or  a  pair  of 
relays,  all  of  which  arc  highly  inductive,  so  that  little 
loss  is  occasioned  to  telei)hone  current.  The  impedance 
of  each  path  from  line  to  earth  is  made  as  nearly  as 
possible  e(|ual  to  that  of  the  mate.  No  extra  coils  are 
bridged  to  one  side  of  the  line,  and  none  are  inserted^ 


:allinq  T 

-HONE      l,^ 


T 


H 


1 


CALLED" 
PHONE 


CONNECTOR  L' 

Inter-offlce. 


Fig.    C.     Simplifiea    Talking    Circuit 

in  series.  All  auxiliary  circuits  are  handled  by  a  third 
wire  within  each  office,  leaving  the  talking  circuit  clear 
for  its  proper  functions.  The  trunks  are  two-wire  with 
no  earth  return  circuits  during  conversation.  Each 
subscriber  is  supplied  with  talking  current  from  a  bat- 
tery in  his  own  oft'ice.  No  repeating  coils  are  used  in 
any  portion  of  the  circuits. 

Method  of  Calling.    The  method  of  calling  a  num- 
lier  on  the  automatic  system  briefly  consists  in  rotating 
a  small  dial  by  the  finger,  making  one  motion  for  each 
digit  in  the  call  number.     The  dial  used  in  San  h'ran- 
cisco  is  shown  in  Fig.  7.     To  assist  the  memory,  the 
oft'ices    are   designated    by    letters   instead    of   figures. 
The  code  is  as  follows : 
C    Main  office. 
J     Howard  oft'ice. 
M   South  oft'ice. 
S     \\'est  oft'ice. 

Thus,  a  telephone  whose  number  is  22785.  appears 
in  the  directory  as  J-2785.  It  is  served  by  the  Howard 
office,  though  this  is  of  little  importance  to  the  sub- 
scriber. 

The  manipulation  of  the  dial  for  an  average  call 
number  takes  about  five  seconds,  after  which  the  bell 
of  the  called  .station  begins  to  ring  without  further 
action  on  the  part  of  the  calling  subscriber.  The  ring 
is  intermittent  and  ceases  when  the  called  subscriber 
answers. 

Instantaneous  release  of  the  switches  is  effected 
by  hanging  the  receiver  on  the  hook.  This  is  of  in- 
terest chiefly  to  those  who  have  two  or  more  calls  to 
make  in  succession. 
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Diversity  of  Languages.  The  method  of  calling 
abo\  c  described  is  of  special  convenience  to  the  many 
people  who  speak  only  foreign  languages.  The  Arabic 
numerals  are  common  to  practically  all  nationalities 
represented  in  San  Francisco  except  the  Chinese.  For 
the  latter  a  special  lettering  has  been  made  which  is 
shown  in  Fig.  8. 


Fiw. 


Fig.    S.      Chiin-s.-    Dial. 


Measured  Service.  One  of  the  conditions  met  in 
managing  a  telephone  system  in  a  large  city  is  the 
desirability  of  charging  for  the  service  in  proportion 
to  the  amount  of  service  rendered.  This  is  ordinarily 
done  by  attaching  a  meter  to  each  subscriber's  line. 
The  requirements  of  a  meter  are  as  follows : 

1.  It  must  register  only  once  for  each  completed 
connection,  rejecting  those  in  which  the  called  station 
fails  to  answer. 

2.  It  must  make  no  charge  for  connection  to 
certain  classes  of  telephones,  such  as  fire,  police,  in- 
formation and  complaint  desks,  etc. 

The  (Jakland  e.xchange  is  operated  on  the  flat  rate 
basis  lor  all  calls  originating  and  terminating  within 
the  exchange,  which  includes  the  suburb  of  Berkeley. 
In  San  Francisco  measured  service  is  required. 

The  meter  in  an  automatic  telepiione  system  is 
attached  to  the  line  switch.  .\s  above  mentioned,  it 
must  not  operate  until  the  called  station  answers. 
Therefore,  the  latter  act  must  cause  some  change  in 
electrical  condition  at  the  line  switch  which  will  cause 
the  meter  to  register.  The  line  switch  of  the  calling  sta- 
tion and  the  connector  which  picks  up  the  called  line 
may  be  in  different  oftices  with  ist,  2nd,  and  3rd 
selectors  and  a  repeater  in  the  circuit  between.  The 
called  station  can  control  the  connector  and  through  it 
the  condition  of  the  line  leading  back  to  the  line  switch. 
Two  changes  in  condition  are  available,  reversal  01 
current  and  change  of  current  strength.  The  latter  is 
undesirable  on  account  of  its  interfering  with  con- 
versation to  stations  set  aside  for  free  service.  The 
former  seemingly  necessitates  some  form  of  polarized 
magnet. '-.\s  it  was  desired  to  avoid  the  use  of  per- 
manent magnets,  a  two-coil  meter  was  devised.  It  is 
so  arranged  that  when  the  called  station  answers,  the 
current  supplied  to  the  latter  operates  the  relay  which 
reverses  the  current  supplied  to  the  calling  line.  This 
causes  the  meter  to  record  one  call.  Neither  coil  alone 
will  cause  registration,  and  the  apparatus  has  a  range 
from  o  to  1500  ohms  line  resistance.  Its  line  coil  is  of 
low  resistance  and  is  short-circuited  during  conversa- 
tion. The  reversal  of  current  for  operating  the  meter 
is  accomplished  in  such  a  manner  as  not  to  cause 
inconveniences  to  the  calling  subscriber. 

Free  Service.  Since  the  connector  is  the  switch 
in  which  occurs  the  reversal  of  current  which  operates 


the  meter,  the  means  for  giving  free  service  must  effect 
this  part  of  the  apparatus.  It  is  done  by  grouping  all 
free  service  lines  such  as  information,  police,  etc..  into 
one  or  more  hundred  groups,  each  group  served  bv  a 
set  of  connectors.  .\11  these  connectors  are  so  wired 
that  the  current  tlow  to  the  calling  subscriber  is  not 
re\ersed  when  the  called  station  answers,  consequentlv 
no  register  is  made. 

There  is  one  class  of  calls  for  which,  strictly 
speaking,  no  charge  should  be  made,  and  that  is  calls 
which  result  in  the  wrong  number  being  obtained. 
The  meter  makes  no  discrimination  here,  and  if  the 
called  station  answers,  a  call  will  be  recorded.  How- 
ever, experience  has  shown  that  such  a  small  per  cent 
of  wrong  numbers  are  obtained  that  they  may  safely 
!)e  neglected.  This  is  es]X'ciall\'  true  if  wrong  calls  due 
to  carelessness  in  the  use  of  the  dial  lie  omitted.  For 
these  it  is  right  to  exjiect  the  subscriber  to  pay.  The 
same  is  true  of  regular  manual  practice,  for  if  a  sulj- 
scriber  calls  for  the  wrong  number  and  gets  it,  he  is 
e.xpected  to  pay  for  it. 

Cash  measured  service  is  fiirnishecl  b\-  means  of 
coin  boxes  attached  to  the  line  wires  at  the  subscriber's 
stations.  No  coin  is  required  to  be  deposited  in  order 
to  call.  When  the  called  station  answers,  the  rexersal 
of  current  operates  a  magnet  in  the  coin  box  which 
short  circuits  the  transmitter  and  places  a  shunt  in 
])arallel  with  the  receiver.  This  prevents  the  trans- 
mission of  speech,  but  allows  the  user  to  hear  faintly 
the  voice  of  the  called  subscriber.  By  dropping  a  coin 
in  the  chute,  the  shunts  arc  removed,  so  that  conver- 
sation can  lake  [)Iace. 

When  a  call  is  made  to  a  free  station  as  abo\e 
described,  no  rexersal  of  current  takes  place,  so  that 
the  calling  subscriber  is  not  forced  to  make  a  payment. 

Private  Branch  Exchanges.  In  both  Oakland  and 
.^an  l-"rancisco  the  nature  of  the  business  makes  quite 
a  large  number  of  ]:)ri\ate  branch  exchanges  profitable 
to  the  sid)scriber  and  to  the  operating  company.  These 
boards  are  manually  o])erated  and  have  several  trunks 
connecting  them  with  the  nearest  public  exchange 
office.  Each  Intsiness  house  is  listed  under  one  number 
in  the  directory.  When  a  public  subscriber  selects  the 
call  number  the  connector  switch  i-nust  automatically 
select  an  idle  trunk  to  the  private  branch  board.  This 
is  done  b>-  a  special  type  of  switch  known  as  the  rotarv 
cormector.  It  responds  to  the  impulses  for  the  tens 
and  units  digits  of  the  call  number.  l:)ut  immediately 
thereafter  acts  as  a  selector  until  an  idle  trunk  is  found. 
These  rotarv  connectors  are  grouped  in  hundreds  so 
that  in  providing  for  this  special  service  the  call  num- 
bers are  set  aside  in  blocks  of  one  hundred  each.  Thus 
in  the  ^lain  office,  San  Francisco,  the  iioo,  1200,  2100, 
2200.  3100.  3200.  4100,  and  4200  hundred  units  are  set 
aside  for  private  branch  exchange  service  and  no  num- 
ber in  them  assigned  for  individual  lines. 

The  trunks  to  private  branch  board  are  treated 
exactly  like  subscriber's  lines  in  the  public  exchange, 
each  being  wired  to  a  line  switch  for  calls  to  the  auto- 
matic system.  They  terminate  in  jacks  and  signals  on 
the  maiuial  private  boards  and  can  be  used  for  estab- 
lishing connections  either  to  or  from  the  subscriber. 
The  operator  is  provided  with  a  calling  device  which 
mav  be  switched  by  keys  to  any  cord  circuit.  With 
this  the  operator  calls  into  the  automatic  exchange  and 
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arrangements  are  made  so  that  Cdinjiletc  (loul)le  suiter- 
vision  is  secured  on  all  calls. 

In  the  case  of  a  pri\ate  branch  exchange  having 
sufficient  magnitude  of  business  to  require  it,  the 
trunks  leading  from  connector  banks  may  be  made 
one-way  only  and  reserved  for  calls  to  the  branch 
board.  There  will  then  be  installed  as  many  trunks 
from  the  latter  to  the  public  exchange  as  are  necessary, 
these  trunks  being  attached  to  line  switches.  The 
number  of  trunks  is  not  limited  by  the  nundier  of 
contacts  in  a  le\el  of  the  connectDr  bank. 

Transbay  and  Suburban  Toll,  b'or  the  suburban 
work  L)etween  San  I'rancisco  and  ( )akland  it  was 
thought  best  to  use  what  is  known  as  the  "rapid  fire" 
method.  .Accordingly  provisions  were  made  for  allow- 
ing the  recording  operator  at  San  Francisco,  for  ex- 
ample, to  complete  the  call  into  the  Oakland  exchange 
by  a  calling  dex'ice  in  .'^aii  b'rancicso,  and  U)  allow  the 
conversation  to  jtrdceed  at  once.  This  \irtually  makes 
tlv  recording  operator  a  line  operator  and  entirely 
dispenses  with  the  services  of  a  line  operator  to  ct)m- 
plete  the  connection  in  the  distant  office. 

The  recording  operator  is  of  course  obligeil  to 
ask  the  subscriber  who  originates  the  call  for  his  tele- 
phone number  so  that  the  cost  of  the  toll  service  may 
lie  properly  charged.  It  is  to  be  ex])ected  that,  either 
by  accident  or  intention,  wrong  numbers  will  some- 
times be  given.  To  prevent  error  from  this  source  a 
system  of  back  checking  has  been  devised. 

Two  Three-wire  Operation.  The  work  of  inter- 
connecting the  two  .exchanges  was  rendered  more 
dift'icult  by  the  fact  that  the  Oakland  apparatus  is 
three-wire,  while  that  .of  San  b'rancisco  is  tw^o-wire. 
The  two-wire  system  requires  onh-  the  o])ening  and 
closing  of  the  line  circuit.  The  three-wire  system 
requires  each  line  w-ire  to  be  grounded  in  a  certain 
order.  The  San  I'^rancisco  recording  operator  using  a 
two-wire  calling  device  was  required  to  operate  three- 
wire  selectors  and  connectors  in  Oakland,  in  some 
cases  as  far  as  thirteen  miles  away.  This  was  done 
l)y  means  of  repeaters  which  handle  the  impulses 
somewhat  like  a  telegraph-reiJeater.  except  that  it  is 
necessary  to  transmit  impulses  only  mie  wav. 

Each  transbay  trunk  from  San  I'rancisco  to  Oak- 
land ends  in  multiple  jacks  with  \  isual  busv  signals 
on  the  San  Francisco  suburban  board,  and  in  a  first 
selector-repeater  in  the  Main  office  in  (  )akland.  This 
switch  is  a  first  selector,  to  pick  out  trunks  to  the 
desired  office  in  Oakland,  combined  with  a  repeater 
arrangement  to  convert  the  simple  make  and  break  of 
the  two-wire  system  into  the  alternate  grounding  of 
vertical  and  rotary  lines  required  by  the  three-wire 
system.  The  release  of  the  connection  as  well  as 
proper  supervision  is  also  provided  in  the  repeater. 

The  operator  is  pro\-ided  with  a  set  of  plugs  and 
cords  with  which  to  connect  incoming  trunks  from 
San  brancisco  subscril)ers  to  outgoing  trunks  to  (  )ak- 
land.  .\  calling  device  is  mounted  on  the  kcvboard 
and  arranged  to  be  switched  into  any  cord  circuit  by 
keys.  When  a  call  comes  in  over  an  incoming  trunk, 
it  IS  answered  by  inserting  the  answering  plug  of  a 
cord  into  the  proper  jack.  An  idle  outgoing  trunk  to 
Oakland  is  selected  by  inspection  of  the  visual  busy 
signals,  and  the  calling  plug  of  the  cord  in  use  inserted 
in.to   the   jack.      The    calling   device    is    then    switched 


into  the  conl  circuit  and  rotated  in  accordance  with 
the  desired  number.  This  operates  the  switches  in 
*  )akland. 

The  release  of  the  three-wire  Oakland  apparatus 
calls  for  the  momentary  simultaneous  groundingi  of 
the  vertical  and  rotary  lines.  The  two-wire  first  se- 
lector repeater  at  the  Oakland  end  of  the  transbay 
inmk  requires  only  the  simple  opening  of  its  line  cir- 
cuit. By  a  suitable  arrangement  this  is  made  to  cause 
the  release  of  the  three-wire  apparatus.  The  trunks 
from  Oakland  to  San  Francisco  are  operated  straight 
two-wire,  and  hence  are  simpler  than  those  just  de- 
scribed. I-"or  the  sake  of  securing  sharper,  better  sig- 
nals the  trunks  are  wired  through  the  first  selector 
repeaters  in  the  San  Francisco  main  office.  Su])er- 
vision  is  secured  by  marginal  relavs. 


APPRAISAL  OF  THE   PUBLIC   DOMAIN. 

W  bile  legislation  is  under  consideration  by  Con- 
gress looking  to  a  more  effective  conservation  policy  by 
the  (Jovernment  than  is  now  jwssible.  I'ncle  Sam 
meantime  is  making  the  most  of  his  ])resent  opportuni- 
ties and  is  pushing  \igorously  ahead  in  the  real  work 
of  securing  the  best  develoi)ment  of  natural  resources. 
What  is  known  as  the  "land  classification"  oft'ice-re])ort 
of  the  (;eok)gical  Survey  for  the  month  of  ^lay  contains 
some  live  statements. 

During  the  monh  the  survey  re])orted  on  i.o')j, 2ln 
acres  of  coal  land  withdrawals  of  which  329.334  acres 
were  classified  as  non-coal  lands.  The  coal  lands  were 
\alued,  by  40-acre  units,  according  to  the  estimated 
ti>nnage.  and  the  aggregate  |)ricc  fixed  was  $58,508,120. 
I'nder  the  minimum  ])rice  fixed  by  law,  which  obtained 
in  the  disposal  of  coal  lands  until  within  the  past  few 
\  ears,  the  price  of  these  lands  would  ha\e  been  but 
$13,320,300.  a  difi'erence  of  $45,000,000  as  a  result  of 
one  month's  work.  Heretofore  coal  land  xahiations 
have  been  based  entirely  upon  the  field  work  of 
sur\-ey  geologists  but  of  the  above  mentioned  acreage 
14,962  acres  of  California  lands,  with  a  valuation  of 
$585,086.  were  priced  on  the  basis  of  a  report  In-  a 
special  agent  of  the  General  Land  Office.  This  tract 
of  land  is  the  first  California  land  to  be  classified  as 
coal.  Xew  withdrawals  of  lands,  containing  more 
or  less  coal  and  subject  to  future  classification  and 
valuation,  were  made  covering  179,561   acres. 

Withdrawals   Covering   Water-Power   Sites. 

Temporary  withdrawals  were  made  covering  2~.- 
889  acres  along  western  rivers  designed  to  reserve 
and  protect  federal  water-power  sites,  subject  to  re- 
vision after  field  examination  and  to  further  final  dis- 
position following  legislation  by  Congress.  Restora- 
tions were  also  made  covering  25.512  acres  of  laml 
withdrawn  on  account  of  power  sites,  which  was  found 
upon  further  examination  to  be  non-essential  to  the 
<  iovernment  control  of  the  power.  The  policv  of  the 
survey  in  making  withdrawals  and  restorations  is 
stated  to  be  that  withdrawals  of  land  for  all  purposes 
of  protection  of  different  resources  are  made  to  include 
as  httle  public  land  as  is  deemed  necessary  to  fullv  pro- 
tect the  (Government  at  the  time  of  the' withdrawals, 
while  as  fast  as  subsequent  examination  of  available 
data  or  field  investigation  shows  withdrawn  areas  to  be 
unnecessary  to  the  Government  protection  such  areas 
are  restored  to  public  entrv. 
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OIL  AS  FUEL  ON  THE  CANAL  ZONE. 

Ihe  first  installation  ui  burners  for  California 
crude  oil  was  made  in  the  two  locomotive  tyi)e  boilers 
in  the  Mount  Hope  pumping  station  early  in  1908.  At 
tlie  present  lime  practically  all  of  the  stationary  boiler 
])lanls  along  the  line  of  the  Canal,  the  dredges,  clapets 
and  other  marine  e(|ui]jnient  on  the  Pacific  end  of  the 
Canal,  as  well  as  twelve  20-inch  by  26-inch  mogul 
locomotives  on  the  Panama  railroad  main  line  use  oil 
exclusively.  The  .Sanitary  l)e])artment  also  uses  this 
oil  for  spreading  over  stagnant  water  U>  assist  in  mos- 
quito extermination. 

An  article  published  in  The  Canal  Record  of  Xo- 
\ember  11,  1908,  ga\e  the  terms  of  the  revocable 
license,  granted  on  January  10,  1906,  to  the  L'nion  Oil 
Comi)any  of  California  to  operate  and  maintain  a  pipe 
line  across  the  Isthmus,  and  to  furnish  crude  oil  to  the 
Isthmian  Canal  Commission  and  tlie  Panama  Railroad 
Company  at  90  cents  per  barrel  of  42  gallons ;  and  also 
described  the  system  by  which  the  oil  is  delivered.  On 
.\])ril  I,  I90fj.  an  amended  contract  went  into  eflfect  pro- 
\iding  for  a  price  of  $1.10  j)er  barrel  fdelivered  into 
storage  tanks)  for  a  term  of  six  years  and  guaranteeing 
the  use  of  not  less  than  ,^0,000  barrels  a  month  at  this 
l)rice.  The  oil  company  has  since  served  notice  that  if 
more  than  60,000  barrels,  the  maximum  amount  named 
in  the  contract,  are  used,  a  higher  i)rice  will  be  charged. 
.\bout  55,000  barrels  are  consumed  each  month  at  ])res- 
ent,  the  oil  being  tapi^ed  clirect  from  42  storage  tanks 
situated  at  convenient  places  along  the  line  of  the 
canal. 

Since  the  publication  of  the  first  article  tests  ha\e 
been  made  by  the  testing  engineer  of  the  .Mechanical 
Division  to  find  out  what  changes  in  the  \arious  ])lants 
using  oil  would  increase  the  efficiency,  and  thus  lower 
the  cost.  The  lowest  efficiency  obtained  was  that  in 
which  7.12  pounds  of  water  were  evaporated  from  and 
at  212°  v..  per  pound  of  oil.  and  the  highest,  that  in 
which  one  pound  of  oil  eva])orated  14.22  pounds  of 
water.  It  has  been  found  in  most  cases  that  oil  at  .Si. 10 
per  barrel  is  more  economical  than  coal  at  S6.25  i)er 
Ion.  the  cost  of  Pocahontas  coal  at  all  points  on  the 
Isthmus  exce]3ting  Cristobal  aixl  Colon.  The  use  of 
oil  as  fuel  has  been  discontinued  at  the  cold  storage 
plant  in  Cristobal,  because  it  is  cheajjcr  to  use  coal. 

The  following  table  shows  the  wide  \arialion  in 
economy  of  the  boilers,  due  to  the  fact  that  their  set- 
tings were  designed  orginally  for  coal  l>nrning  and  no 
\ery  extensive  changes  were  made  when  they  were 
fitted  for  oil.  because  of  the  former  uncertainty  of  the 
continued  use  of  this  fuel: 


The  tests  were  made  as  nearly  as  possible  under 
normal  working  conditions,  and  the  highest  economy 
was  obtained  at  Rio  Grande,  where  all  the  air  for  com- 
busti(jn  is  pre-heated  by  passing  through  fire-brick  pas- 
sages below  the  flame.  .\11  the  burners  are  of  the 
steam  s])raying  type,  using  steam  at  full  boiler  pres- 
sure and  oil  under  a  gravity  head  of  from  30  to  100  feet. 

Oil  heaters  have  been  installed  recently  in  several 
of  the  plants  and  a  gain  in  economy  is  expected.  The 
upkeep  cost  of  brickwork  has  been  much  higher  than 
when  coal  was  burned,  and  several  new  types  of  fur- 
nace, especially  designed  for  oil  burning,  are  under  con- 
sideration and  test  at  the  present  time.  It  is  expected 
that  a  furnace  giving  both  a  high  thermal  efficiency  and 
a  low  upkeep  cost  will  be  developed  within  a  short 
time  for  the  84-inch  by  18-foot  horizontal  fire  tube 
boilers,  of  which  there  are  thirty  in  service  at  Rio 
(irande,  Emi)irc,  Las  Cascadas,  and  Gorgona  Shops. 


FUEL  OIL  IN  THE  NAVY. 

Secretary  of  the  Xavy,  tJeorge  Von  L.  Meyer. 
states  in  a  letter  to  Senator  Perkins  of  California  that 
oil  is  used  as  fuel  quite  extensively  nn  the  vessels  of 
the  .Xavy  more  recently  designed.  In  the  case  of  the 
latest  destroyers  oil  is  the  only  fuel  usi-d,  while  in  the 
later  battle-ships  both  oil  and  dml  are  used  under 
boilers. 

This  tue!  oil  is  ])urchased  b_\'  annual  contract,  and 
is  adx'ertised  for.  and  bids  submitted  for  in  the  usual 
way. 

The  battle-shi])s  fitted  for  fuel  oil  carry  about  400 
tons  each,  and  the  torpedo-boat  destroyers  about  210 
tons  each.  There  are  at  present  built  and  building,  fif- 
teen torpedo-boat  destroyers  and  six  battle-ships, 
using  oil  as  fuel.  To  fill  the  oil  tanks  of  these  vessels 
would  require  about  6150  tons,  and,  of  course,  the 
amount  of  oil  used  would  depend  u])on  the  rapidity 
with  which  the  tank  sui)ply  was  exhausted. 

.\s  lo  the  probable  extent  of  the  use  of  oil  as  fuel 
in  the  future,  of  course.  1  am  unable  to  state.  \t  the 
same  time  all  indications  ])oint  to  its  continued  use. 


Examination  for  forest  engineer  is  announced  by 
the  Cnitcd  States  Ci\il  .Service  Commission  on  July 
27-28,  1910,  to  fill  a  vacancy  in  the  position  of  forest 
engineer,  $1800  per  annum,  in  the  Fores*  Service,  and 
\acancies  requiring  similar  qualifications  as  they  ma_\- 
occur.  The  examination  will  consist  of  jnire  and  ap- 
])lied  mathematics,  use  and  construction  of  instruments, 
and  surveying,  design  and  construction  of  highways, 
railroads,  dams,  retaining  walls,  foundation  work, 
trusses,  etc. 


Location 


NnnibtT  and  type  of  tioilcrs. 


("lislobal    ire    plant <<   AbeiKlrotli   and   Root  wat<M-   tube. 

Mount    Hope  pumping  station 2   Locomotive  type    

•  iatiin   pumping  station S   I^)oomotive  type   

Gatun    power   plant 6   Keeler   water   tube > 

Goi'sona   pumping  station 2  Scotcli   marine    

Goygona    sliop    power    plant S    Horizontal    fire    tube 

Las  Cascadas  air  compressor  plant G   Horizontal    fire   tube 

Kmpirc  .air  compressor  and  power  plant.  .  .  12   Horizontal    fire   tube 

l^io   Grande   air  compressor   plant <•   Horizontal    fire    tube 

.-\ncon   pumping  station 3   Vertical   fire  tube 

Balboa  power   plant .5  iLinning  vertical  fire   tube 

Balboa  power  plant 2  Stirling  water  tube 


Rated  boiler 
horsepower 
generated 
durinjr  test. 
(Per  cent.) 

118. 
G.5.0 
1  li.t. 

;i."). 

170. 

79. 

98. 
lOL 

9(1. 
173. 

71. 
115. 


Effi- 
ciency 

of 

boilers 

(Per 

cent.) 

Equivalent 

evaporation 

from  and  at 

2I20  F.  per  Ih. 

of  fuel  oil. 

(I.bs.  water.) 

fi9.5 

I2..^.G 

.39.0 

7.12 

61. G 

11.23 

71.7 

13.07 

75.2 

12. SO 

70.0 

12.49 

74.1 

13.28 

76.5 

n.69 

77.6 

14.22 

68.5 

12.50 

63.3 

11.75 

73.8 

12.82 
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THE   RIDGE  SUBSTATION 
AT     BERKELEY. 

BV  C.    F.    ADAMS 

To  permit  the  removal  of  tlic 
Pacific  Gas  &  Electric  Com- 
pany's high-tension  wires  from 
the  cities  of  Oaivland  and 
Berkeley,  the  Ridge  Substation 
was  constructed.  It  is  east  and 
south  of  the  abandoned  quarry 
of  the  Spring  Construction 
Company,  and  is  now  the  ter- 
minus of  the  60,000-volt  lines 
from  South  Tower  and  Elm- 
hurst,  and  also  of  one  of  the 
branches  of  the  Great  Western 
Power  Company.  The  low- 
tension  feeders  (11. 000  volts) 
running  from  this  station  sup- 
ply cur.  cut  to  r>erkcley  and 
Oakland,  and  entirely  replace 
the  60,000-volt  lines  which  for- 
merly passed  through  Berkeley 
and  Oakland. 

The  station  is  constructed 
entirely  of  concrete,  steel,  and 
glass,  and  is  designed  to  with- 
stand any  of  the  troubles  and 
fire  risks  which  are  incident  to 
high-tension  switching  stations. 

Back  of  the  station  are  lo- 
cated the  air-break  disconnect- 
ing switches,  the  concrete  res- 
ervoir and  water-cooling  tower, 
and  the  60,000-volt  potential 
transformer,  used  for  synchro- 
nizing purposes. 

The  air-break  switches  are 
of  the  standard,  horizontal,  double-blade,  rotating  type, 
tke  only  new  feature  being  the  substitution  of  an 
angle-iron  frame  for  the  pre\ious  all-wood  construc- 
tion. Switch  frames  also  sup])ort  a  line  short-circuiting 
device,  and  a  set  of  disconnecting  sw^itches  attached  to 
the  synchronizing  bus.    The  entire  structure  is  clearly 


.\ir  Switches  at  the  North  BiTkeky  Sub  Station. 


C  Irri  hur*t 


>  c  u   to  >.iagtc 


Orinda 
3.-*  ml 


Orind« 

•  .  ■♦  mi.  *lo 


.Vl3^. 


//A.l/       SubJl 


R\DOE.    (sub   G'j 

Hich  Tension  SwitchinK  Diat:rani. 


SUB    F 


resist  extreme  trouble  conditions,  and  ])ossible  ignition 
of  oil. 

The  oil  tub  rests  on  a  metal  shelf  and  it  is  removed 
for  inspection  by  means  of  a  small  truck  with  a  screw 
elevator.  Each  complete  three-pole  switch  has  its  own 
concrete  compartment,  and  the  w'alls  of  these  compart- 
shown  in  the  general  view.  .Another  picture  gives  a  view  nients  support  the  single  pole  disconnecting  switches 
also  of  the   rear   of  the   station,  the   6o.ooo-volt   inlet      used  on  each  side  of  the  oil-switches. 


windows,  etc.  The  general  arrangement  of  circuits 
leading  to  and  from  this  station  is  shown  on  the  high- 
tension  switching  diagram. 

The  building  itself  is  divided  into  two  main  sec- 
tions by  a  fire  wall.  The  east  section  contains  the  60.- 
ooo-volt  oil-switches  and  wiring.  The  west  section 
contains  the  transformers,  the  ii,ooo-volt  oil-switch 
compartments,  and  the  switch-board  and  operating 
devices  for  the  entire  station. 

Referring  to  the  higli-tension  switches,  some  fea- 
ture of  their  mounting  are  novel.  The  switch  itself 
is  of  the  horizontal  two-break  type,  the  contacts  being 
immersed  in  a  coil  held  in  a  wood-fibre  container.  The 
switch  top  is  (if  Catalina  marble.  Each  pole  of  the 
switch  is  mounted  in  a  concrete  cell  having  sheet-iron 
doors.  The  height  of  this  cell  places  the  conductors 
out  of  reach  of  the  attendant.     The  cell  is  designed  to 


In  the  transformer  room  are  located  four  1300- 
kilowatt  transformers,  and  space  has  been  provided  for 
six  more  when  required. 

The  transformers  are  of  the  water-cooled  type,  the 
circulating  water  being  propelled  by  a  small,  motor- 
driven,  centrifugal  pump.  The  water  drains  into  a 
concrete  sump,  and  thence  it  is  elevated  into  the  con- 
crete reservoir  and  cooling  tower.  It  is  fed  by  gravity 
through  the  transformer  cooling  coils. 

The  ii.ooo-volt  oil-switches  are  mounted  in  a  rein- 
forced concrete  structure.  These  switches  are  the 
single  pole.  K-2  type  of  switch,  manufactured  by  the 
General  Electric  Company,  and  each  poleof  the  switch 
is  enclosed  in  a  seyjarate  compartment.  The  operating 
mechanism  for  the  three  sv.itches  is  connected  to  a 
single  operating  shaft  and  released  by  a  single  trip. 

The  operating  mechanism,  disconnecting  switches. 
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etc..  were  constructed  at  the 
Pacific  Gas  &  Electric  Co.'s 
Sacramento  supply  district. 
The  switchboard  is  built  of 
ebony  asbestos  wood,  mounted 
on  a  pi]5e  frame,  and  braced  to 
tlie  concrete  walls  and  columns. 
At  the  present  time  Init  two 
sets  of  ii,ooo-volt  feeders  are 
carried  from  this  station.  These 
feeders  will  be  increased  as  the 
growth  of  business  may  re- 
(luire. 


An   automatic   oil   switch   to 

take  the  place  of  line  boxes  on 
overhead  2400-volt  distribution 
lines  and  t(i  care  for  predeter- 
mined overloads  is  suggested  by 
A.  R.  Cheyney  in  a  paper  read 
this  week  at  the  annual  con- 
vention of  the  American  Insti- 
tute of  Electrical  Engineers.  It 
would  seem  that  it  should  be 
pos.sible  to  manufacture  such 
a  device  that  would  in  a  meas- 
ure compete,  even  in  cost,  with 
the  present  enclosed  fuses  and 
lip'^  or  manhole  cut-outs. 


Plan  of  Ridse  .Substation 


The  «0.000-VoU   .SwUili. 


Cross-Section   of  the   ll.uUO-VoU   Switch  Cells. 
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THE  MORALS  OF  PINCHOT  CONSERVATION,  has  any  disposal  value  for  scUlciiKiit.      Tlnis.  making 

BY  RTssELL  I..  Di  NN.  pcmianeiit   stopping  of  settlement.     The   (|uestion   of 

ihe   teiii]K)rarv    withdrawal   of  blocks   of  the   re-  morals  involved  with  this  ])olicy  for  the  business  is  not 

maining  public  land  from  which  .some  Federal  bureau  with  the  amount  of  the  fixed  acre  rental  charge,  even 

is  to  select  in  40-acrc  subdivisions  for  permanent  with-  though  it  be  unconscionably  high,  Init  with  the  breach 

drawal   the   parcels   which    will    then    be   described   as  of  the  comjiact  of  the  states.    This  compact,  expressed 

"water-innver  sites"  in  the  Pinchot  ])atter,  is  intended  iu  acts  of  admission  of  .sovereign  states  to  the  Federal 

in  operation  to  i)rovidc  the  raw  material  for  the  estaii-  union  of  sovereign  states,  expressly  providing  that  the 

lishment  of  a  new  economic  function  for  the  Federal  states  when   admitted   with   their  granted  sovereignty 

government.      It    is   proposed   that    the   United   States  should  not  interfere  with  the  disposal  of  the  public  land 

shall  lease  out  and  rent  these  permanently  withdrawn-  by  the  L'nited  States,  nor  tax  it  ])ending  disposal,  im- 

from-disposal    parcels   of   public    land    to    be    used    as  ])lied    that    there    was   assumed    an    obligation    by    the 

"water-power  sites,"  or,  more  exactly  expressed,  to  be  L'nited   Staes  to   make   a  disposal   of  the   public   land 

used  as  the  situs  of  water-works  adapted  to,  or  con-  which  would  cause  its  settlement.     The  renting  out  of 

tributing  to,  the  manufacture  and  use  of  water  power,  the  ])ublic  land  is  not  a  disposal  of  it,  and  the  renting 

There  is  a  (piestion  as  to  whether  or  not  the  Fed-  out  of  it   as   "water-power   sites"   prevents    its   settle- 

eral  government  possesses  the  delegated  power  to  be-  nient. 

come  a  landlord  in  the  several  States.     This,  however,  l'>ut.  the  landlord   L'nited  States  would  appear  to 

is  a  (|uestion  of  constitutional  law  and  not  a  question  have  already  made  an  election  of  the  alternative  busi- 

of  morals.     It  is  not  considered  here.     F^or  the  consid-  ness    jjolicy    in    fixing   rental    r^tes    for    "water-power 


erdtion  of  the  (juestion  of  morals  it  is  assumed  that  the 
L'nited  .States  may  become  a  landlord  and  rent  out  the 
l)ublic  land  instead  of  disposing  of  it. 

The  L^nited  .States  becoming  a  landlord  must  per- 


sites."  It  is  true  that  the  L'nited  States  has  not 
formally  adopted  this  alternative  liusiness  policy  bv 
act  of  Congress.  lUit  I'inchot  Conservation  couldn't 
wait  till  Congress  cnacled,  and  didn't  wait.     I'inchot 


force  adopt  a  business  policy  in  fixing  rental  rates  for  Conservation  not  only  elected  the  alternative  businc-^s 

the  "water-'jiower  sites."     Ijusiness  has  morals.     The  jfolicy  for  the  L'nited  States,  but  by  means  of  ways  of 

renting  of  "water-power  sites"  besides  being  business  official    misdirection    which    it    invented    to    eliminate 

as  common  people  understand  business,  is  conservation  Congress  irom  the  business  ])ut  the  i)olicy  in  operation. 

as  uncommon  peo])le  patter  about  it.     GifFord  Pinchot  'he  working  condition  created  was  and  is  the  same  as 


says  he  is  the  father  of  conservation,  and.  freely  ada|>t- 
ing  from  the  custom  of  the  Russians  which  indicates 
the  son  of  the  father  by  prefixing  the  name  of  the 
father— thus  Tzar,  the  father,  and  Tzarovitsch.  the  son 
of  the  Tzar — one  may  indicate  this  child  of  its  father 


if  Congress  had  enacted  that  the  business  ])olicy  of  the 
L'nited  States  in  fixing  rental  rates  for  "water-power 
sites"  would  be  to  fix  a  special  rate  of  rental  for  each 
renter  based  on  the  profit  of  his  power  manufacturing 
business   without    reference   to  the  acreage  of   L'nitetl 


Pinch(5t.  as  Pinchot  Conservation,  from  whence  by  cor-  States  land  occupied  as  situs  of  water-works. 

relation,  as   the   Geological   Survey   w-ould   express   it,  I'y   this   policy    it    is   very    jjlain    that   more   acres 

the  morals  of  the  business  of  renting  the  "water-power  occujjied  as  situs  do  not  mean  more  rent.     Therefore, 

sites"  are  the  Morals  of  Pinchot  Conservation.  there  is  no  business  reason  for  a  classification  of  ])ublic 

Now  there  are  [jossible  two  business  policies  be-  lands   now    which    will   select    all    land    for   ])ernianent 

twccn    wl.ich    choice    may    be    elected    by    the   L^nlted  withdrawal    which    might   at   any    future   time  by   an\- 

.States  as  its  landlord  policy  in  fixing  rental  rates  for  P'''"  of  fabrication  of  water-works  become  the  situs  of 

"water-power  sites."    Either  the  landlord  L'nited  States  "i"y  "f  them.    Practically,  the  power  to  fix  and  collect 

niav  make  a  flat  uniform  rental  rate  based  on  the  area  ""ent  by  this  policy  for  "water-])ovver  sites"  would  be 

of  L'nited  States  land  occu])ied  as  the  situs  of  water-  secured    to   the    L'nited    States    with   no   more    L'nited 

works,  or.  the  landlord  L'nited  -States  mav  make  special  States  land  than  the  span's  width  of  it  which  margins 

rental  rates  for  each  renter  based  on  the  profit  of  his  ''"-'  t^'^w  of  the  waters  of  the  rivers  and  lakes.    L'sing 

power-earning  business  without  reference  to  the  area  ''"-'  pi'''l'c  land  survey  as  the  basis  of  selection  to  ob- 

of  the  L^nited  States  land  occupied  as  situs  of  water-  ^iate    the    sur\ey    of    the    meanders    of    the    banks    of 

Works.  streams  and  lakes,  the  power  of  the  L'nited  States  to  fix 

If  the  landlord  l'nited  .'^tatcs  were  to  fix  a  flat  uni-  •'"''  collect  rent  from  "water-power  sites"  would  be  se- 

form  rental  rate  per  acre  for  the  land  occupied  as  situs  cured   by   an    act   of  Congress   ])ermanently    reserving 


if  water-works,  the  policy  of  this  would  be  consistent 
with  the  noh'cv  of  the  existing  public  land  laws  which 
provide  for  the  disposal  of  the  land  at  a  flat  uniform 
price  per  acre  for  each  c'ass  of  land.  By  this  policy  tlic 
more  acres  occupied  bv  water-works  the  more  rent, 
therefore  there  is  a  business  reason  for  a  classification 
of  public  land  now  which  would  select  all  land  for  per- 
manent withdrawal  which  might  at  any  future  time  by 
any  plan  of  fabrication  of  water-works  become  the 
situs  of  anv  of  them.  Tt  is  a  fact  that  with  such  a 
classification  definition  there  would  be  selected  for  per- 
manent withdrawal  about  all  of  the  remaining  public 
land  in  the  Rockv  ATountains  and  Pacific  States  which      Rocky   ^fountain   and   Pacific  Coast   states   which   has 

water-power  sites"  to  he  rented  by  the  acre  means  the      any   disposable  value  for  settlement,   would  mit   w  ith- 


from  disposal  or  withdrawing  from  disposal,  all  40-acre 
sidulivisions  of  the  public  land  traversed  by  or  border- 
ing on  a  water  course.  There  would  be  no  business 
reason  for  withdrawals  of  the  ])ublic  land  in  blocks  for 
sui)sequent  examination  and  classification  as  "waler- 
jiower  sites"  as  the  law  could  ])ut  the  burden  of  ]>roof 
that  the  land  did  not  touch  water  on  a])])licants  to 
enter  it. 

Making  "water-power  sites"  by  ])ermanently  with- 
drawing only  the  40-acre  subdivisions  "touching 
water."  while  it  would  ]icrmanently  withdraw  a  large 
;iggregate   area   of   the    remaining   public    land    in    the 
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draw  all  ul  such  laud,  am!  it  wdiilil  not  >i(i[)  si-itlc- 
menl.  'I'iie  question  of  morals  iii\i>l\c(l  witli  the  busi- 
ness i)olicv  under  consideration  is  thus  not  concerned 
with  this  i)ossil)le  withdrawal  of  the  minimum  area  of 
public  land  as  '■water-])o\ver  sites."  llein^  possible  of 
accom])lishment  without  the  expenditure  of  public 
money,  consuming  nothing  but  the  time  and  talk  of 
Ccjngrcss.  there  is  no  business  in  it,  and  hence  no 
morals  in  it.  lint  Pinchot  Conservation  has  not  elected 
this  line  of  least  economic  resistance  without  morals. 
I'inchot  Conservation  has  elected  to  take  the  chances 
of  the  morals  and  to  make  "water-power  sites"  its 
way  by  adopting  the  line  of  maximum  economic  re- 
sistance, the  way  which  wastes  the  most  public  monev 
in  examinations  and  classifications,  the  way  which 
])ermanently  withdraws  from  disposal  the  maximum 
area  of  ])ul)lic  land,  the  way  which  stops  most  settle- 
ment, and  the  way  which  breaches  to  the  limit  the 
comjjact  of  the  Federal  union  with  the  several  states. 
I'inchot  Conservation  thus  lives  consistent  to  its  con- 
ception in  a  great  moral  insurgence.  It  wanted  to  have 
all  the  morals  there  were.  It  has  all  the  morals  there 
are. 

rile  business  principle  at  the  l)asis  of  the  jMilicy 
which  would  fix  a  special  rate  of  rental  for  each  renter 
of  a  "water-power  site"  based  on  the  profit  of  his 
water-pow  er  business  is  not  a  new  discovery  by  I'inchot 
Conservation,  although  it  is  so  rei)rescnted  by  uncom- 
mon ])eople  who  do  not  know  the  l)usiness  of  common 
peojjle  except  from  a  looking  glass.  It  is  a  pit\  the 
principle  is  not  new.  Really,  it  is  as  old  as  the  time 
\\hen  cave  men  bought  and  sold  stone  axes,  rinchot 
t  onservation  has  undertaken  to  employ  it  disguised  in 
a  new  dress.  As  presented  by  I'inchot  Conservation 
this  ancient  business  i)rinci])le  is  clothetl  by  providing 
lliat  an  a|)|)lication  to  rent  a  "water-power  site"  from 
the  landlord  Cnited  States  sliall  be  accom])anied  by 
plans  and  si)ecifications  for  the  fabrication  of  the 
water-works  ])ro]iosed  and  also  for  water-works  which 
would  prospectively  provide  for  the  manufacture  of  all 
the  ])ossible  (piantity  of  w^ater-power  using  the  same 
situs  oi  works;  that  a  substantial  entry  fee  shall  be  i)aid 
at  the  time  of  application  and  that  a  charge  shall  be 
made  on  the  capital  invested-  or  upon  the  gross  earn- 
ings, adjusted  every  ten  years  by  a  new  ap])raisenient ; 
that  the  business  shall  i)e  limited  to  earning  for  the 
a])plicant  only  a  reasonable  ])rofit  on  his  investment  : 
and  that  at  the  end  of  his  lease  the  landlonl  Cnited 
States  shall  succeed  to  the  business. 

Taking  the  stitches  out  of  the  seams  of  this  dress 
to  get  at  the  pattern  from  wdiich  it  was  cut.  it  appears 
that  I'inchot  Conser\'ation  proposes  that  the  landlord 
Cnited  States  shall  take  as  rent  for  its  "water-i)ower 
sites"  all  of  the  net  earning  which  the  business  gains 
by  its  margin  between  the  o[)erating  cost  of  mamifac- 
tin-ing  of  its  water-power  and  the  current  selling  price 
of  any  form  of  ])ow-er  in  its  market,  except  that  ])ortion 
of  the  net  earning  which  would  be  its  landlord 
definition  of  a  "reasonable  ])rotit"  on  the  renter's  in- 
vestment in  the  business.  It  cannot  be  assumed  that 
the  landlord  I'nitcd  States  would  recjuire  of  its  tenant 
that  it  slionld  sell  its  manufactured  commodity,  water- 
power,  in  one  or  other  form,  at  less  rates  than  the  cur- 
rent selling  rate  for  power  in  the  market,  in  order 
that  its  tenant  shall  not  make  more  than  its  definition 


of  a  reasonable  profit  mi  his  investment.  'I'lierelore,  it 
must  be  assumed  that  J'inchot  Conservation  proposes 
that  the  landlonl  L'nited  States  shall  keep  the  profit 
of  the  business  to  the  tenant  down  to  its  definition  of 
reasonable  by  taking  as  rent  of  "water-power  sites" 
any  excess  of  net  earning  over  rea.sonable,  whatever 
that  is.  So  with  its  clothes  off  and  their  pattern  found, 
the  business  principle  of  Pinchot  Conservation  is  noth- 
ing but  our  old  shop-worn  familiar,  "taking  all  the 
traffic  will  bear." 

There  is  a  question  of  morals  involved  with  apply- 
ing in  these  modern"  times  the  business  principle  of 
"taking  all  the  traffic  will  bear."  The  question  has 
been  the  subject  of  exceedingly  serious  discussion  be- 
cause of  railroad  corporations  making  application  of 
the  same  principle  in  fixing  freight  rates.  The  same 
(|ue.stion  of  the  morals  involved  has  been  the  subject  of 
even  more  serious  discussion  because  of  large  manu- 
facturing corporations,  usually  referred  to  inclusively 
as  "the  trusts"  or  "malefactors  of  great  wealth."  mak- 
ing application  of  the  principle  in  fixing  the  jjrices  of 
commodities  which  they  sell. 

The  general  conclusion  of  the  discussion  is  that  the 
morals  involveil  in  "taking  all  the  traffic  will  bear"  are 
scandalous.  (  )ur  President  x-oicing  the  public  feeling- 
oxer  these  morals  has  anathematizetl  them  in  messages 
to  Congress.  Congress  has  enacted  law  with  which  the 
Courts  may  reduce  the  .scandal  by  forcing  the  ])rinciple 
into  "innocuous  desuetude"  in  the  practice  of  railway 
Ireigiil  rate  fixing  by  the  railroad  corporations  and  in 
the  jiriciiig  tor  sale  of  commodities  b_v  the  "malefactors 
of  great  wealth"  who  make  them  to  be  sold. 

^"el.  right  in  the  midst  of  the  discussion  of  the 
scaiid.ilous  morals  of  the  railroad  corporations  and  the 
trusts  caused  by  their  emi)l(3yment  of  this  business 
princi])le — right  at  the  \ery  time  when  Congress  and 
the  President  lia\  e  coinhicted  it  and  its  morals  out  of 
railroad  corporations  by  the  front  door  of  the  Capitol 
at  \\';ishiiigton  —  I'inchot  Coiiserxation  has  been  domi- 
ciling the  same  old  business  principle  of  "'aking  all 
the  traffic  will  bear"  with  all  its  scandaknis  morals  and 
some  more  as  a  |)ernianent  resident  of  the  Capitol  in- 
ducting it  in  by  the  back  door  of  the  White  House. 
.And  one  ma_\'  be  sure  too  that  neither  the  President 
nor  Congress  ha\e  known  that  Pinchot  Conservation 
\v;is  doing  this  while  everybody  was  looking  at  it. 


WESTINGHOUSE  REPORT. 

file  annual  report  of  the  \\  estinghouse  Electric 
and  .Mamifacluring  Com])any  and  its  subsidiary  manu- 
facturing companies  for  the  year  eudefl  March  31st, 
shows  a  net  inc<ime  of  $3,060,644.  Prom  the  preceding 
year's  operations  a  deficit  of  $918,000  resnlte<l  so  that 
an  increase  of  $.^979. 346  was  represented  in  last  year's 
net.  Cross  earnings  of  the  com])any  amount'^!  to 
$21;.  .^48,632,  an  increase  of  $8.642,o<x>. 

.\t  the  close  of  the  fiscal  year,  March  ^1.  the  ele-tric 
company  alone  had  unfilled  orders  on  its  books 
amounting  to  $11,256,197.  During  April  and  May  ad- 
ditional orders  were  booked  aggregating  $7,083,033. 
The  total  of  unfilled  orders  on  hand  May  3T.  1910, 
was  more  than  $13,000,000.  At  but  one  time  in  the 
company's  history  has  the  unfilled  \-olume  been 
greater;  this  was  on  March  31,  1907,  when  $14,237,212 
of  orders  were  on  hand. 
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THE  WATTHOUR  METER. 

BY  WM.   M.  SHEPARD  AND  ALLEN  G.  JONES. 
(Continued.) 

CHAPTER  VIII. 

RATES. 

The  Edison  Electric  Illuminating  Co.,  of  Boston,  Mass. 

Lighting    Rates — Commercial. 

Electricity  for  any  use  will  be  sold,  under  the  following 
schedule,  to  any  customer  who  has  signed  an  agreement  tor 
electric  service,  embodying  the  terms  and  conditions  of  the 
company. 

A  price  of  12  cents  per  kilowatt-hour  will  be  charged  for 
all   electricity   furnished   under   this   schedule,   and   the   mini- 
mum charge  will  be  $1.00  per  month  per  meter. 
Power    Rates — Commercial. 

Electricity  for  power  use  will  be  sold,  under  the  following 
schedu'e,  to  any  consumer  who  has  signed  an  agreement  for 
electric  service,  embodying  the  terms  and  conditions  of  the 
company.  "Power"  is  defined  as  general  motor  service,  cook- 
ing, heating,  electroplating,  charging  storage  batteries,  and 
similar  service,  but  does  not  include  the  running  of  dynamos 
for  electric  lighting  purposes. 

A  price  of  12  cents  per  kilowatt-hour  will  be  charged  foi 
all  electricity  furnished  under  this  schedule,  with  the  follow- 
ing deductions,  anti  the  minimum  charge  will  be  $1.00  per 
month  per  meter:  — 

A  price  of  9  cents  per  kilowatt-hour  will  be  charged  for  all 

electricity  furnished   in  excess  of  23   and  not  exceeding  103 

hours'  use  of  the  *demand  for  each  month. 

•The  demand  is  tlie  greatest  amount  of  electricity  used  by 
tile  customer  at  any  one  time.  Until  such  time  as  ttie  oomp.any 
installs  one  or  more  indicators,  automatically  to  determine  the 
demand,  either  in  whole  or  in  part,  it  may  estimate  the  demand. 
The  demand  on  any  circuit,  when  an  indicator  is  installed,  will 
be  the  average  of  the  regular  monthly  readings  of  the  indicator, 
between  October  1st  and  the  following  Februar.v  1st  in  each 
year.  The  demand  so  determined,  beginning  February  1st  of 
each  year,  shall  be  the  demand  for  the  next  twelve  months, 
except  that  the  demand  in  no  case  shall  be  less  than  1/3  of  the 
highest  reading  during  the  previous  twelve  months  and  in  no 
case  shall  be  less  than  one  kilowatt;  and  provided  that  if  any 
direct-connected  elevator-  (as  defined  by  the  company)  be  in- 
stalled the  demand  shall  not  be  taken  at  less  than  10  kilowatts. 
The  customer  has  the  privilege  of  having  the  indicator  cut  out 
one  night  in  each  montli,  provided  a  -IS-hour  written  notice  is 
given  to  the  company. 

A  price  of  6  cents  per  kilowatt-hour  will  be  charged  for  all 
electricity  furnished  in  excess  of  103  hours'  use  of  the  demand 
for  each  month. 

Whenever  that  portion  of  a  customer's  bill  which  is  cal- 
culated at  the  9-cent  and  6-cent  rate,  or  both,  exceeds  $10.00 
per  month,  a  discount  of  70  per  cent  will  be  allowed  on  such 
excess  over  $10.00. 

Whenever  a  customer's  bill,  after  the  foregoing  deduc- 
tions have  been  made,  exceeds  $100.00  per  month,  a  discount 
of  30  per  cent  will  be  allowed  on  all  in  excess  of  $100.00. 

Elevator  Rates — Commercial. 

Electricity  ior  direct  connected  elevator  use  will  be  sold, 
under  the  following  schedule,  to  any  customer  w-ho  has  signed 
an  agreement  for  electric  service,  embodying  the  terms  and 
conditions  of  the  company.  A  "direct-connected'  elevator  is 
defined  as  being  an  elevator  running  in  guides,  and  in  which 
the  car  starts  at  the  same  time  as  the  motor. 

A  price  of  12  cents  per  kilowatt-hour  will  be  charged  for 
ail  electricity  furnished  under  this  schedule,  with  the  follow- 
ing deductions,  and  the  minimum  charge  will  be  $1.00  per 
month  per  meter:  — 

A  price  of  5  cents  per  kilowatt-hour  will  be  charged  for 
all  electricity  furnished  in  excess  of  300  kilowatt-hours  and  not 
exceeding  600  kilowatt-hours  per  month. 

A  price  of  3  cents  per  kilowatt-hour  will  be  charged  for  all 
electricity  furnished  in  excess  of  600  kilowatt-hours  and  not 
exceeding  4000  kilowatt-hours  per  month. 


A  price  of  2>i  cents  per  kilowatt-hour  will  be  charged  for 
all  electricity  furnished  in  excess  of  400(1  kilowatt-hours  per 
month. 

Yearly   Lighting    Rates — Commercial. 

Electricity  for  any  use  will  be  sold,  under  the  following 
schedule,  to  any  customer  who  has  signed  an  agreement  for 
yearly  electric  service,  embodying  the  terms  and  conditions 
of  the  company. 

.4  price  of  $60.00  per  year,  payable  in  equal  monthly  install- 
ments will  be  charged  per  kilowatt  of  the  *demand  up  to  and 
Hicluding  15  kilowatts. 

•The  demand  is  the  greatest  amount  of  electricity  used  by 
the  customer  at  any  one  time.  Until  such  time  as  tlie  company 
installs  one  or  more  indicators,  automatically  to  determine  the 
demand,  either  in  whole  or  in  pan.  it  nia,\'  estimate  the  demand, 
but  In  no  case  shall  it  be  taken  at  less  than  2/10  of  a  kilowatt. 
The  demand  on  any  circuit,  when  an  indicator  is  installed,  will 
be  the  greatest  reading  of  the  indicator  between  November  1st 
and  the  following  February  1st  of  each  year,  and  the  demand 
so  determined,  beginning  February  1st  of  each  year,  shall  be 
the  demand  called  for  b.v  the  agreemnt  tor  the  next  twelve 
months,  except  that  the  demand  in  no  case  shall  be  less  than  1/S 
of  the  highest  reading  during  the  previous  twelve  months.  The 
custiimer  has  the  privilege  of  having  the  indicator  cut  out  one 
niglit  in  each  month,  provided  a  48-ho'ur  written  notice  Is  given 
til    the   company. 

A  price  of  $36.00  per  year,  payable  in  equal  monthly  in- 
stallments, will  be  charged  per  kilowatt  of  the  demand  for  all 
kilowatts  exceeding  15  and  up  to  and  including  55. 

A  price  of  $30.00  per  year,  payable  in  equal  monthly  iu.- 
stallnients,  will  be  charged  per  kilowatt  of  the  demand  for  all 
kilowatts  exceeding  55. 

These  prices  do  not  include  the  supply  of  electricity. 

A  price  of  5  cents  per  kilowatt  hour  will  be  charged  for  all 
electricity  furnished  under  this  agreement  up  to  and  including 
I.'UO  kilowatt-hours  per  month. 

A  price  of  3  cents  per  kilowatt-hour  will  be  charged  for  all 
tlectricity  furnished  under  this  agreement  exceeding  1500 
Uilovvalt-hours  and  up  to  and  including  5500  kilowatt-hours  per 
month. 

.\  price  of  2'/2  cents  per  kilowatt-hour  will  be  charged  for 
all  electricity  furnished  under  this  agreement  exceeding  5500 
kilowatt-hours  per  month. 

Permanent  Electric  Rates. 

Electricity  for  any  use  in  siiecified  premises  w'ill  be  sold, 
under  the  following  schedule,  to  any  customer  who  has  signed 
an  agreement  for  at  least  50  kilowatts  of  permanent  electric 
service,  embodying  the  terms  and  conditions  of  the  company. 

A  price  of  $60.00  per  year,  payable  in  equal  monthly  in- 
stallments, will  be  charged  per  kilowatt  of  service  up  to  and 
including  15  kilowatts. 

A  price  of  $36.00  per  year,  payable  in  equal  monthly 
stallments,  will  be  charged  per  kilowatt  of  service  for 
kilowatts  exceeding  15  and  up  to  and  including  55. 

A  price  of  $30.00  per  year,  payable  in  equal  monthly 
stallments,  will  be  charged  per  kilowatt  of  service  for 
kilowatts  exceeding  55. 

These  prices  do  not  include  the  supply  of  electricity. 

A  price  of  5  cents  per  kilowatt-hour  will  be  charged 
all  electricity  furnished  under  this  agreement  up  to  and  includ- 
ing 1500  kilowatt-hours  per  month. 

A  price  of  3  cents  per  kilowatt-hour  will  be  charged  for 
all  electricity  furnished  under  this  agreement  exceeding  1500 
kilowatt-hours  and  up  to  and  including  5500  kilowatt-hours  per 
month. 

A  price  of  ly,  cents  per  kilowatt-hour  will  be  charged  for 
all  electricity  furnished  under  this  agreement  exceeding  5500 
kilowatt-hours  and  up  to  and  including  105,500  kilowatt-hours 
per  month. 

A  price  of  1%  cents  per  kilowatt-hour  will  be  charged  for 
all  electricity  furnished  under  this  agreement  exceeding  105,- 
500  kilowatt-hours  per  month. 

The  company  will  deliver  its  electricity  at  the  customer's 
premises,   and,   in  consideration  of  not  supplying  lamps   and 
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care,  will  deduct  ft-om  the  net  amount  of  the  bill,  as  otherwise 
rendered,  y^  cent  per  kilowatt-hour. 

The  company  will  provide  capacity  for  intermittent  over- 
loads up  to  40  per  cent  in  excess  of  the  kilowatts  applied  for 
by  the  customer. 

An   excess    price   of   20   cents   per   kilowatt  hour   will   be 
charged  for  all  electricity  furnished  at  any  time  in  excess  of 
the  kilowatts  applied  for  by  the  customer. 
Terms   and   Conditions. 

For  the  purpose  of  determining  the  amount  of  electricity 
used,  a  meter  shall  be  installed  by  the  company  upon  the  cus- 
tomer's premises  at  a  point  most  convenient  for  the  com- 
pany's service,  upon  the  reading  of  which  meter  all  bills  shall 
be  calculated.  If  more  than  one  meter  is  installed,  unless 
for  the  company's  convenience,  each  meter  shall  be  consid- 
ered by  itself  in  calculating  the  amount  of  the  bill.  When 
more  than  one  meter  or  discount  indicator  is  installed  under 
this  agreement,  for  the  company's  convenience,  the  sums 
of  the  consumptions  and  demands  shall,  in  all  cases,  be  taken 
as   the  total   consumption  and  demand. 

.411  bills  shall  be  due  and  payable  upon  presentation  and 
shall  be  rendered  monthly,  unless  either  the  customer  or  the 


determined  by  a  circuit  breaker,  so  arranged  as  to  discon- 
nect the  service  if  the  number  of  kilowatts  is  exceeded. 

It  is  agreed  that  all  lamps,  plugs,  meters  and  such  other 
appliances  as  are  furnished  by  the  company  shall  remain  its 
property.  And  it  is  further  agreed  that  all  wiring  upon  the 
premises  of  the  customer,  to  which  the  company's  service  is 
to  be  connected,  shall  be  so  installed  that  the  company  may 
carry  out  this  contract,  and  shall  be  kept  in  proper  condition 
by  the  customer. 

Permission  is  given  the  Company  to  enter  the  custom- 
er's premises,  at  all  times,  for  the  purpose  of  inspecting  and 
keeping  in  repair  or  removing  any  or  all  of  its  apparatus 
used  in  connection  with  the  supply  of  electricity,  and  for  said 
purpose  the  customer  hereby  authorizes  and  requests  his 
landlord,  if  any,  to  permit  said  company  to  enter  said 
jiremises. 

The  benefits  and  obligations  of  this  contract  shall  inure 
to  and  be  binding  upon  the  successors  and  assigns,  survivors 
and  executors  or  administrators  (as  the  case  may  be)  of  the 
ori.a:inal  parties  hereto,  respectively,  for  the  full  term  of  this 
contract. 

(To  lie  •nntimied.) 
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company  desires  bills  rendered  weekly,  in  which  case  it  may 
be  done  by  adjusting  to  a  weekly  basis  all  the  monthly  figures 
referred  to  in  the  schedule  of  rates. 

A  minimum  charge  will  be  made  of  |1.00  per  month  per 
meter,  unless  otherwise  provided. 

The  customer  will  be  responsible  for  all  charges  for  elec- 
tricity furnished  under  this  agreement  until  the  end  of  the 
term  thereof  and  for  such  further  time  as  he  may  continue 
to  take  the  service;  except  that  where  the  customer  has  the 
right  to  terminate  the  agreement  by  notice,  which  shall  be  in 
writing,  he  shall  remain  liable  for  all  charges  for  ten  days 
thereafter. 

The  customer  will  be  responsible  for  all  damage  to,  or 
loss  of,  the  company's  property  located  upon  his  premises 
unless  occasioned  by  the  company's  negligence. 

The  company  shall  not  be  responsible  for  any  failure  to 
supply  electricity,  or  for  interruption  or  reversal  of  the  sup- 
ply, if  such  failure,  interruption  or  reversal  is  without  de- 
fault or  neglect  on  its  part. 

The  company  reserves  the  right  to  install  a  circuit 
breaker,  so  arranged  as  to  disconnect  the  service  in  tht 
premises,  if  the  company's  capacity  at  that  point  is  exceeded. 

If  a  customer,  who  is  not  paying  a  rate  calling  for  an 
annual  fixed  cost,  desires  to  use  the  electric  service  as 
auxiliary  to  another  source  of  power  (excluding,  however, 
small  sources  of  power  not  exceeding  two  horsepower)  he 
may  do  so  only  by  paying  a  minimum  charge  of  $3.00  per 
month  per  kilowatt  for  as  many  kilowatts  as  it  is  possible  for 
him  to  use  on  the  service  at  any  one  time;  this  number  to  be 


ASSOCIATION      OF      RAILWAY      TELEGRAPH      SUPERIN- 
TENDENTS. 

The  twenty-ninth  annual  convention  of  the  Association  of 
Railway  Telegraph  Superintendents  was  held  in  Los  Angeles 
from  .June  20th  to  2Cth.  The  visitors  were  welcomed  to  Los 
Angeles  by  the  Hon.  George  Alexander,  Mayor,  and  Mr. 
.Joseph  Scott,  president  of  the  Chamber  of  Commerce.  Mr. 
Scott's  invitatoin  to  partake  of  the  fruits  of  Southern  Cali- 
lornia  was  substantiated  by  each  visitor  finding  a  large 
basket  of  luscious  Californian  fruits  awa.ting  him  in  his 
apartments. 

The  various  papers  presented  before  the  meeting  were 
on  pertinent  subjects,  some  of  which  will  subseqcently  be 
reproduced  in  these  columns.  One  of  the  most  interesting 
meetings  was  that  of  Thursday  evening,  when  the  local  mem- 
bers of  the  American  Institute  of  Electrical  Engineers  at- 
tended. The  subject.  "High  Tension  Crossings,'  was  one  of 
considerable  interest  and  the  discussion  was  ably  led  by 
Messrs.  Miller,  Scattergood,  and  other  members.  The  use  of 
telephones  for  train  dispatching  was  thoroughly  presented  by 
many  members. 

It  was  a  fitting  tribute  that  the  greatly  appreciated 
services  of  Mr.  I.  T.  Dyer  were  rewarded  by  electing  him  to 
the  presidency  of  the  association  for  the  ensuing  year.  The 
other  officers  elected  were:  J.  B.  Sheldon,  Union  Pacific, 
Omaha,  first  vice-president;  William  Bennett,  Chicago  and 
Northwestern,  Chicago,  second  vice-president;  P.  W.  Drew, 
Minneapolis.  St.  Paul  and  Sault  Ste.  Marie,  re-elected  secre- 
tary-treasurer. 
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A    nicety    wliicli    forliids    hull    fifjlitiiip   aiul    ostracises 
prize  fiijliliiig  permits  tlio  popular  pastime  of  liaitiiif,-^ 
public  service  corporations.     Like 
Killing  the  a  practical  joke,  it  hurts  n  it  only 

Goose  tliose  attacked  hut  also  reacts  on 

tlie  perpetrators,  for  all  commu- 
nity prosperity  is  closely  interwoven  with  those  enter- 
prises whose  magnitude  and  risk  recjuire  capital  for 
their  inception  and  development.  Puhlic  ownership  and 
operation  of  public  utilities  is  theoretically  ideal. 
When  a  municipality  has  the  initiative  to  install  an 
electric  plant  and  the  political  purity  to  run  it  eco- 
nomically the  citizens  are  the  gainers  in  receivins;' 
such  service  at  the  cost  price.  Rut  it  usually  requires 
some  farsighted  business  man  with  the  courage  of  his 
convictions  to  risk  the  money  necessary  to  make  these 
public  improvements.  It  also  requires  careful  manage- 
ment to  make  the  venture  a  dividend  payer,  a  care 
NOTICE  TO  ADVERTISERS  ^^.j^j^.,^  j^.  ,^,^^  neccssary  in  a  municipal  plant  which  can 

Chanees  01  advertising  copy  should  reach  this  office  Im  ilav» -in   ailmncf  "J  ,,  ^    . 

date  of  issue.      New  advertisiments  will  be  accepted  up  to  noon  o(  Monday  dated        Collect    taxeS    to    pay    deficits    Or    depends    On    municipal 

bonds  for  extensions.     We  hold  no  brief  for  the  private 
corporation,  but  regard  this  matter  merely  in  the  lighl 
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of  the  self-interest  and  self-preservation  of  the  coinnni- 
nity's  prosperity. 

What  is  it  that  gives  value  to  outlying  real  estate 
if  it  is  not  rapid  transportation,  convenient  telephone 
service  and  proper  lighting?  Uuick  transit  allows  us 
to  enjoy  the  comforts  of  a  suburban  home;  the  tele- 
])hone  enables  us  to  do  twice  the  business  in  half  tlio 
time,  the  electric  light  is  a  better  protector  than  po- 
liceman and  doubles  the  Jiours  for  business  or  pleas- 
ure. Withdraw  them  and  the  pro])erty  is  goofl  only 
for  a  cow  pasture.  Yet,  if  the  present  campaign  of 
vilification  and  persecution  be  not  stopped  the  cor- 
porations will  be  obliged  to  surrender  their  holdings 
to  the  tender  mercies  of  the  petty  grafters  who  seek 
easy  berths  in  municipal  plants.  There  are  too  many 
tempting  investment  propositions  for  capital  to  long 
linger  where  it  is  not  appreciated. 

Even  w^hen  not  driven  to  the  extreme  of  abandon- 
ment a  corporation  thus  treated  has  but  little  incentive 
to  improve  or  extend  its  service.  ( )n  the  other  hand 
an  approving  public  sentiment  fosters  developments 
such  as  have  heretofore  been  made  in  Spokane  and 
I,os  Angeles  whose  street  railway  systems  are  the  ad- 
miration of  the  world  as  contrasted  with  the  dilapi- 
dated outfit  that  is  a  direct  result  of  the  late  San 
Francisco  administration's  custom  of  hampering  legiti- 
mate development.  The  inevitable  result  of  such  de- 
structive agitation  will  first  be  felt  in  the  Eastern 
bond  markets  where  investors  will  fear  to  trust  their 
savings  to  the  caprice  of  local  rate  regulators  or  to 
the  violence  of  striking  carmen.  By  undermining  the 
confidence  upon  which  we  are  dependent  for  the 
needed  capital  to  develop  the  West,  these  self  same 
agitators  are  insidiously  attacking  the  country  in 
".hich  they  live  and  as  such  are  not  desirable  citizens. 
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PERSONALS. 

C.  I.  Kinney,  Pacific  Coast  manager  lur  llu;  Spiague  lOlec- 
Iric  Company,  is  spending  a  week  at  Uie  Los  Angeles  oftice. 

J.  P.  Downs,  the  Pacific  Telephone  &  Telegraph  Com- 
pany's general  superintendent  of  traffic,  is  in  Honohilu  on  a 
vacation  trip. 

Leon  M.  Hall,  consulting  engineer  for  the  Comstock  mines. 
has  gone  to  Virginia  City,  and  expects  to  celebrate  the  Fourth 
of  July  in  Reno. 

G.  B.  Bush,  general  commercial  superintendent  ol  the 
Pacific  Telephone  &  Telegraph  Company,  is  in  the  Pacific 
Northwest  on  an  inspection  tour. 

Sidney  Sprout,  electrical  engineer,  is  making  a  week's 
tour  of  Southern  California,  visiting  Los  Angeles  and  the  Bur- 
rell  power  station  in  the  Kern  river  canyon. 

C.  O.  G.  Miller,  president  of  the  Pacific  Lighting  Corpora 
tion,  has  gone  to  Santa  Barbara  and  will  spend  a  month  in 
Southern  California,  automobiling  with  his  family. 

Leon  Vanatta,  a  recent  Stanford  graduate  who  has  been 
with  the  Northwestern  Pacific  railroad,  is  now  with  the  Pacific 
Electric  &  Manufacturing  Company  of  San  Francisco. 

Paul  Shoup,  assistant  general  manager  of  the  Southern 
Pacific  Company,  in  charge  of  all  the  electric  railway  lines, 
has  returned  to  San  Francisco  from  a  trip  to  Los  .Vngeles. 

II.  A.  Culloden,  who  had  been  acting  auditor  of  the  Pacific 
l':ieelric  Railway  Company,  has  been  elected  secretary  and 
auditoi-  of  that  company  with  headcpiarlers  at  Los  Angeles. 

Charles  F.  Mason,  commercial  engineer  of  the  Pacific 
Teleiihone  &  Telegraph  Company,  attended  the  recent  con- 
vention of  railway  telegraph  sui)erintendeiils  at   Los  .\ngeles. 

II.  D.  Donnell,  assitant  engineer  of  the  Safety  Car  Heat- 
ing anil  I.,ighting  Company  has  taken  office  room  with  Sidney 
Sprotit  and  A.  C.  Sprout  at  9:;^  Crocker  Building,  San  Fran- 
cisco. 

II.  B.  W'oodill  of  Los  .\ngelcs  has  been  elected  president 
of  the  Long  Beach  Klectrical  Manufacturing  Company.  .1.  N. 
Nighton  will  soon  take  charge  of  the  sales  department  of  the 
same  company. 

The  newly  elected  e-\ecutive  committee,  r>os  Angeles  Sec- 
tion, A.  I.  E.  E.,  for  year  19I0-I91L  is  E.  K.  Davis.  I.  T.  Dyer, 
J.  A..Lighthipe,  J.  E.  Macdonald,  R.  H.  Manahan,  E.  K.  .North- 
nu)re,  E.  F.  Scattergood. 

M.  M.  O'Shaughnessy  has  returned  from  San  Diego,  after 
inspecting  the  operations  at  the  A^orena  dam,  which  he  is 
constructing  in  the  mountains  for  the  Southern  California 
Mountain   Water   Company   of  San   Diego. 

C.  S.  Sedgewick.  who  was  connected  with  the  commercial 
department  of  the  Pacific  Gas  &  Electric  Company  during  the 
past  year,  recently  went  to  Dixon,  Cal.,  as  inanager  of  the 
Solano  District,  which  now  extends  down  the  i)eiiinsula  from 
Davisville. 

G.  R.  Field,  assistant  general  manager  of  the  Great  West- 
ern Power  Company,  has  returned  from  a  trip  to  the  hydro- 
electric plant  at  Big  Bend,  where  the  construction  of  the  big 
dam  is  progressing  satisfactorily.  The  water  in  the  river 
has  reached  a  stage  low  enough  to  permit  of  more  rapid  work. 

S.  G.  McMeen  and  H.  A.  Lardner  have  been  elected  to  fill 
two-year  terms  on  the  executive  committee  of  the  San  Fran- 
cisco Section,  A.  I.  E.  E.  and  W.  A.  Hillebrand,  a  one-year  term, 
the  remaining  members  being  C.  W.  Burkett  and  S.  .1.  Lis- 
berger.  Mr.  Hillebrand  is  the  delegate  to  the  national  con- 
vention. 

W.  A.  Widenmann  has  been  made  manager  of  the  Stanis- 
laus District  which  was  recently  created  by  the  Pacific  Gas  & 


lOlectric  Conijiany,  with  hoadquaiteis  at  Newnuui.  Tiie  elee- 
Iric  distributing  system  of  the  Newman  Light  &  Power  Com- 
pany was  recently  purchased  by  the  company  and  an  extension 
of  fourteen  miles  from  the  Patterson  ranch  will  give  connec- 
tion with  the  luain  transmission  lines. 

II.  F.  Jackson,  assistant  general  manager  of  the  Sierra  & 
San  Francisco  Power  Company;  H.  W.  Crozier  of  Sanderson 
<fc  Porter,  and  George  J.  Henry  Jr.  and  W.  D.  Ward  of  the 
Pelton  Water  Wheel  Company  recently  inspected  the  Sierra  & 
San  Francisco  Power  Company's  hydroelectric  plant  whose 
tour  generators  are  being  reconstructed  so  as  to  increase  their 
normal  rating  to  8700  kw.  each.  A  parallel  transmission  tower 
line  is  also  being  built,  to  be  completed  in  September,  at  a 
cost  of  $.500,000. 


TRADE    NOTES. 

N.  M.  Goldthwaite  is  now  San  Francisco  agent  for  the 
r.  S.  Electrical  Manufacturing  Company  of  T..os  Angeles. 

The  General  Electric  Company  has  sold  to  the  Alaska- 
Ti-eadwell  Gold  .Mining  Company  a  2.'>(i-h.p.,  220n-volt,  720-r.p.m. 
motor  for  use  at  the  mines. 

The  Oakland  Traction  Company  luis  purchased  ten  Gen- 
oral  Electric  2.1C  (.50  h.p.)  two-motor  car  ecpiipinenis  for  use 
on  the  street  railway  lines  in  Oakland. 

The  Smilh-Booth-Usher  Company  of  Los  .'\ngeles  have 
installed  a  10x10  triplex  Gould  single-acting  pump  with  a 
20-li.p.  electric  motor  at  Whittier  City  water  plant  and  are 
pumping  at  present  :i00  gallons  a  minute. 

Henry  C.  Hyde  recently  succeeded  W.  A.  Ekberg  as  rep- 
resentative of  the  Peerless  Electric  Company.  Willai'd  Storage 
Battery  Company,  Hart  Manufacturing  Company,  Hartford 
Time  Switch  Com|)any.  Frank  Adam  Electric  Coiuiiany.  Condit 
Electric  Manufacturing  Company,  and  Enamelled  Metals 
Company  at  1 13  Second  Street.  San  Francisco. 

The  Charles  L.  Kiewert  Company  of  San  Francisco  liave 
arranged  with  the  Union  Eng.  Co..  22.5  Franklin  Court,  Los 
-Angeles,  to  act  as  their  agents  in  the  southern  territory  for 
the  Kiewert  Lighting  Specialties,  including  .'\ui-ola  and  .\lba 
(laming  arcs  and  Siemens  carbons  for  enclosed  arcs,  flaming 
arcs  and  moving  iiictures.  They  are  preparing  to  establish 
agencies  in  all  im|)ortant  cities  on  the  coast. 

Recent  orders  and  shipments  of  the  Pacific  Electric  & 
.Manufacturing  Company  of  San  Francisco  include  six  thirty 
thousand  volt  switches  to  Dawson,  Y.  T.,  three  sixty  thousand 
volt  switches  to  the  Pacific  Coast  Power  Company,  Seattle, 
Wash.;  24  twenty-two  thousand  oil  disconnecting  switches  to 
the  Sacramento  sub-station  of  the  Great  Western  Power  Com- 
pany, six  high  voltage  switches  to  Deadwood.  S.  D.,  and  two 
new  type  suspension  insulator  switches  for  ('-  e  one  hundred 
thousand  volt  line  of  the  San  Francisco  &  Sierra  Power 
Comi)any  at  Mission  San  Jose. 

F.  G.  Sykes.  president  of  the  American  Power  &  I..ight 
Company  of  New  York,  announced  in  Spokane  that  negotia- 
tions have  been  comiileted  for  the  iiurchase  of  electric,  gas, 
water  and  street  railway  plants  in  eleven  cities  iu  southeast- 
ern Washington  and  northern  Oregon  and  Idaho.  Properties 
will  be  oiierated  by  the  Pacific  Power  &  Li.ght  Company,  cap- 
italized for  $7,.500,000  and  incorporated  by  the  first  named 
concern  at  Pasco,  Kennewick,  Sunnyside,  Mabton,  Wapato, 
North  Yakima,  Walla  Walla.  Lewiston,  Pendleton,  Adams, 
Freewater,  and  Astoria,  Ore.  The  company  will  also  own 
and  operate  steam-generating  plants  at  Astoria,  Walla  Walla 
and  Kenn'ewick,  a  water-power  plant  on  the  Walla  Walla  river 
and  combined  steam  and  water-power  plants  at  North  Yakima 
and  on  the  Natchez  river,  ten  miles  above  North  Yakima.  Mr. 
Sykes  said  the  chief  purpose  in  getting  into  the  Inland  Em- 
pire is  to  furnish  power  for  irrigation  plants  in  the  Columbia 
river,  Yakima  and  Walla  Walla  valleys. 


ir, 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


(  Vol.  XXV    No.  I 


961,937.  Electric  Water-Heater.  William  F.  Cutler,  San 
Krancisco,  Cal.,  assiamor  to  Cutler  National  Electric  Heater 
Company,  San  Francisco,  Cal.  The  combination  of  a  heating 
chamber,  a  vertical  series  of  inverted  cup-shaped  insulators 
therein,  each  apertured  to  permit  the  liquid  to  freely  circulate 
therethrough;    coils    in    said    insulators,    electric    conductors 


leading  to  said  coils,  a  discharge  pipe  for  conducting  the 
liquid  from  said  heating  chamber,  means  for  admitting 
the  liquid  at  the  opposite  end  of  the  heating  chamber  to  that 
from  which  said  discharge  pipe  conducts,  and  an  auxiliary 
supply  pipe  discharging  into  said  heating  chamber  at  the 
same  end  as  that  from  which  the  discharge  pipe  conducts. 

962,261.  Electrical  Piano.  Robert  -A..  Rose  and  George 
C.  Holbrook,  Santa  Rosa,  Cal.  The  combination,  with  strings, 
of  hammers  having  parts  attached  thereto,  solenoids  arranged 
at  right  angles  to  said  strings  and  immediately  behind  the 
hammers,  frames  carrying  said  solenoids,  and  provided  with 


means  for  guiding  the  hammers  to  and  from  the  strings  and 
in  a  direction  at  right  angles  thereto,  cores  in  said  solenoids 
detached  from  the  hammers,  said  solenoids  being  arranged 
to  attract  said  cores  to  cause  them  to  impinge  upon  said  parts 
attached  to  the  hammers,  and  propel  the  hammers  against  the 
strings,   and   springs   for   withdrawing   the   cores. 

962,212.  Oil-Eurner.  Henry  R.  Green.  Spokane,  Wash.  A 
burner  c.jmprisiiig  a  casting  having  an  air  chamber  therein  in 
communication   with   the   atmosphere,   an  air  discharge   tube 


leading  from  said  chamber  at  right  augles  to  the  communica- 
tion with  the  atmosphere,  a  receptacle  disposed  beneath  said 
air  discharge  tube,  a  bracket  fixed  to  said  casting,  an  oil  feed 
nozzle  extending  within   said  air  chamber  and   having  a  dis- 
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charge  tube  in  alinement  with  the'  air  discharge  tube,  a  guide 
eye  formed  on  said  bracket,  and  a  cut-off  slide  working  in  said 
eye  and  adapted  to  open  and  close  said  air  discharge  tube. 

961,852.  Universal  Photometer.  Tamaki  Fujita,  Los  An- 
geles, Cal.  In  a  photometric  apparatus,  means  for  producing 
rays  of  light  of  different  color,  intercepting  means  for  cutting 


off  a  variable  portion  of  the  light  of  each  color,  and  means 
for  directing  said  rays  onto  a  comparator  to  blend  the  effects 
of  the  differently  colored  rays  of  light  for  production  of  the 
effect  of  a  composite  light  for  the  purpose  stated. 

962,040.  Apparatus  for  Electrical  Treatment  of  Ores. 
William  B.  McPherson,  Los  Angeles,  Cal.,  assignor  of  one-half 
to  Gail  Borden,  Los  .Angeles,  Cal.     An  apparatus  for  electrical 


treatment  of  ores  comprising  a  central  electrode  therein,  an 
outer  electrode  concentric  with  the  central  electrode,  said 
outer  electrode  being  hollow  and  provided  with  means  for 
passing  heating  medium  therethrough. 
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ELECTRIC  SWITCHING  LOCOMOTIVE  EXCITES  FAVOR- 
ABLE COMMENT. 
The  Iloboken  Railroad,  Warehouse  &  Steamship  Coiii- 
pany  has  had  in  operation  since  May,  190G,  a  sixty-ton  electric 
switching  locomotive  whose  remarkably  continuous  and  eco- 
nomical performance  under  varying  and  severe  load  condi- 
tions has  caused  many  very  favorable  comments  in  railroad 
circles.  This  locomotive  has  not  only  supplied  the  demand 
made  most  urgently  by  operating  men  that  the  service  be 
perfectly  reliable,  but  has  been  operated  continuou?!y  at  a 
maintenance  cost  that  is  exceedingly  low. 


tuue.  No  e.Mra  time  is  needed  for  maintenance  or  inspection. 
The  locomotive  has  a  running  and  a  starting  drawbar  pull 
of  14,500  pounds  and  30,000  lbs.,  respectively,  and  has  a  nor- 
mal speed  of  12  miles  an  hour.  It  has  four  100  h.p.  slow 
speed  motors;  a  hand  operated  unit  switch  control,  and  West- 
inghouse  air  brakes  with  a  D-4  compressor.  The  electrical 
equipment  was  furnished  by  the  Westinghouse  Electric  & 
Manufacturing  Company,  Pittsburg.  Pa.;  the  mechanical  parts, 
the  steel  cab  and  the  trucks  were  built  by  the  Baldwin  Loco- 
motive Works.  The  Hoboken  Company  stated  that  there 
never  has  been  a  time  when  the  locomotive  refused  to  work 
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A  M\ty  Ion  fcliclric  Switcliini;  Locoiiiolivi;. 


Since  the  electric  locomotive  was  placed  in  operation  four 
years  ago  there  has  not  been  replaced  a  single  contact  on 
the  switch  group  or  a  contact  on  the  master  switches  or 
reverser.  On  the  control  apparatus  nothing  other  than  two 
tips  on  the  live  switch  has  been  replaced.  The  brushes  that 
are  in  the  motors  at  the  present  time  have  been  operating 
fourteen  months,  and  the  master  mechanic  believes  they  will 
operate  at  least  six  months  longer  without  replacement.  No 
trouble  has  been  experienced  with  broken  brushes.  Except 
that  there  has  been  replaced  one  pinion  which  was  broken 
when  a  lock  washer  dropped  into  the  gears,  no  repairs  on 
the  motor  have  been  necessary. 

The  cost  of  inspection  and  cleaning  has  been  practically 
nothing.  Every  Saturday  morning  the  man  operating  the  loco- 
motive makes  an  inspection  of  the  equipment.  With  com- 
pressed air  he  blows  out  the  motor  and  the  various  parts  of 
the  control  apparatus,  and  cleans  any  part  that  may  need 
it  with  a  piece  of  cloth.  This  work  is  not  charged  to  main- 
tenance, as  the  operator  in  doing  it  is  simply   filling  in  his 


or  would  not  do  the  work  required  of  it.  It  averages  twelve 
hours  a  day  of  shunting  service  very  nicely  every  day  in  the 
year. 


NEW  CATALOGUES. 

Bulletin  No.  1070  from  the  AUis-Chalmers  Company  is 
.'levoted  to  "Barometric  Condensers,  Type  B." 

Ohio  Valves  and  Steam  Specialties  are  attractively  listed 
in  Catalogue  H  from  The  Ohio  Brass  Company  of  Mans- 
field, Ohio. 

Bulletin  No.  U  from  the  engineering  department  of  the 
National  Electric  Lamp  Association  covers  the  description, 
performance  and  economy  of  the  "Mazda"  street  series  lamp. 

•T'ype  C  Jet  Condensers"  are  illustrated  and  described  in 
Bulletin  No.  1071  from  the  Allis-Chalmers  Company.  With 
this  type  vacuum  can  be  formed  or  recovered  with  full  load 
on  engine  or  turbine,  without  stop  valve  in  main  exhaust  pipe 
or  auxiliary  forced  injection. 
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DRUM  TYPE  CONTROLLERS  FOR  MACHINE  TOOLS. 
For  I  ho  coulrol  of  machine  tools  driven  by  electric  motors 
where  the  starting  service  is  frequent  or  of  a  severe  nature, 
.Iruni  tvpe  controllers  should  be  used  in  preference  to  other 
types.  The  General  Rleetric  machine  tool  controllers  shown  in 
their  book  of  information  on  industrial  control  devices,  have 
been  desi.iined  with  many  special  features  to  meet  the  condi- 
tions of  modern  shop  practice.  Among  these  features  may 
be  mentioned  substantial  removable  barriers  between  the 
fingers  wherever  required;  magnetic  blow-outs  for  all  equip- 
ments for  r)00-volt  service  or  lor  large  currents  at  lower  volu 
ages;  special  screws  to  hold  the  segments  with  heads  slightly 
countersunli  below  the  surface  so  as  to  prevent  their  wearing 
with  the  segments,  and  tapered  at  such  an  angle  as  to  pre- 
vent their  loosening;  sheet  iron  covers  lined  with  asbestos 
to  protect  live  parts  from  dust  and  mechanical  injury,  and 
eliminate  danger  of  shock  from  accidental  contact:  terminals 
and  other  parts  readily  accessible;  and  field  control  with  ad- 
justable fingers  similar  in  design  to  the  fingers  for  the  arma- 
ture circuit. 


TRAIN    DISPATCHING    EQUIPMENT. 

The  e.\tensive  exliil)il  of  telephone  train  disiialcbing  appa- 
ratus by  the  Kellogg  Switchlioard  &  Supply  Company  at  the 
Los  Angeles  convention  of  Railway  Superintendents  of  Tele- 
graph, June  20-26th,  demonstrated  to  what  limit  this  feature 
has  been  developed.  To  those  who  are  more  or  less  inter- 
ested in  telephony  this  display  was  indeed  a  surprise,  and  even 
to  those  who  have  been  personally  concerned  in  this  branch 
o.'  communication  the  perfection  and  completeness  of  Kel- 
logg apparatus  was  distinctly  noticeable. 

The  exhibit  room  was  the  point  of  interest  for  all  dele- 
gates and  visitors  from  the  opening  time  until  the  close,  and 
in  addition  to  much  valuable  information  gained  by  the  vis- 
itors the  Kellogg  company  had  the  satisfaction  of  securing 
several  substantial  orders  for  apparatus  after  the  various 
makes  had  been  compared. 

The  Wray-Cummings  and  the  Gill  selectors  were  both  ex- 
hibited, as  either  type  is  supplied,  this  being  a  point  to  be 
settled   entirely    by    the   user.     One   of   the   most    interesting 


fit; 
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-nG-.\  Controller. 


When  it  is  desired  to  obtain  overload  and  no  voltage  pro- 
tection in  connection  with  drum  controllers,  a  CR-251  panel 
should  be  used.  This  panel  consists  tf  a  DP  circuit  breaker, 
a  single  pole  contactor  and  two  fuses,  all  mounted  on  a  slate 
base,  the  latter  being  i)rovided  with  feet  to  make  a  neat  in- 
stallation. The  circuit  breaker  and  fuses  afford  the  overload, 
and  the  contactor  the  no  voltage  protection.  The  operation  of 
these  panels  depends  essentially  ujxin  an  electrical  interlock 
l)et\veen  the  no  voltage  release  and  the  drum  controller.  When 
the  controller  handle  is  moved  to  the  first  point  the  coil 
of  the  contactor  is  energized,  closing  the  contactor  and  com- 
pleting the  armature  circuit.  As  greater  force  is  required  to 
c-iose  the  co'nactor  than  to  hold  it  closed,  when  the  controller 
handle  is  moved  beyond  the  first  point,  a  high  resistance  is 
inserted  in  series  with  the  contactor  coil  to  prevent  the  con- 
tactor from  closing  in  case  of  a  restoration  of  voltage  after 
failure,  until  the  controller  is  turned  back  to  the  first  point. 
This  device  is  designed  lor  both  shunt  and  compound  wound 
motors. 


In  Bulletin  Xo.  4744,  issued  by  the  General  Electric  Com- 
pany, is  described  a  meter  testing  rheostat,  which  by  means  of 
switches  forming  a  part  of  the  device,  may  be  made  to  give 
loads  varying  from  one-half  an  ampere  to  the  full  load  rating 
of  the  rheostat  in  one-halt  ampere  steps.  The  rheostat  is 
made  in  two  sizes;  one  of  1.5  ampere  and  the  other  of  3(J 
ampere  capacity,  weighing  7  and  14  pounds,  respectively. 


„  I  ,  K.iilw,iy  Tekgrapli  Supirintcndcnts. 

Items  was  a  section  of  a  Kellogg  transmitter,  the  vital  point 
of  all  telephone  equipment.  The  non-packing  and  non- 
deteriorating  qualities  of  this  transmitter  were  clearly  shown 
and  many  personal  testimonials  were  received  from  actual 
users  all  the  way  from  Mexico  to  Canada.  The  new  steel 
mouth  piece  with  a  perfect  insulation  to  i)rotect  the  telephone 
user  from  foreign  currents  drew  many  favorable  remarks. 

Various  types  of  portable  telephones  for  train  use  were 
displayed.  The  large  type  containing  hand  generator,  ringer, 
and  micro-telephone  set.  all  encased  in  a  heavy  steel  case,  to 
|)revent  breakage  by  careless  train  crews,  was  especially  noted 
c;n  account  of  its  indestructibility,  and  the  micro-telephone 
set  with  small  battery  equipment,  all  mounted  in  a  leather 
carrying  case  was  commented  upon  for  its  compactness  and 
lightness. 

The  waiting-room  set.  high-tension  insulated  set,  and  non- 
l)reakable  portable  desk  set  were  exclusive  features,  and 
the  head  band  receiver  with  a  swivel  joint  in  the  band  to 
admit  of  its  use  as  a  hand  telephone  attracted  more  than 
usual  attention.  The  jointed  pole  for  connecting  trains  to 
the  dispatcher's  circuit  was  also  shown.  Composite  tele- 
idiones,  for  operation  on  the  same  circuit  with  telegraph  in- 
struments, were  in  actual  operation. 

The  entire  eTchibit  was  made  up  from  the  stock  room  of 
the  Kellogg  Company  in  San  Francisco,  showing  the  com- 
l)leteness  of  this  stock,  and  demonstrating  the  advisability  of 
all  coast  companies  using  a  type  of  equipment  which  they  can 
secure  at  short  notice. 
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INCORPORATIONS. 
YUMA,  ARIZ. — The  Yuiiia  t!as  Comijany  has  been  incor- 
liorated  by  \V.  .lay  Fair,  C.  .1.  Lynch  and  others  with  a  capital 
stock  of  11,000,000. 

GARFIELD,  WASH.— The  Garfield  Town  and  Rural  Tele- 
phone Company  has  been  incorporated  by  \V.  B.  Harris,  .1.  A. 
Dix,  F.  M.  Scott  and  others. 

OLYMPIA,  VV.\SH.— The  consolidated  Printing  Telephone 
Company  has  been  incorporated  by  G.  Mackay.  C.  E.  Collier. 
H.  A.  Barr,  T.  B.  Rae,  J.  H.  Kugler.  G.  T.  Parker  and  .1.  B. 
Hancus,  with  a  capital  stock  of  $25,000. 


TRANSMISSION. 
LEWISTO.N,    ID.MIO.— The    Lewiston-CIarkston    Improve- 
ment Company  has  started  preliminary  work  for  its  proposed 
power  plant  on  the  Grand  Ronde  river. 

CENTRALIA,  WASH.— The  Twin  City  Light  &  Traction 
Company  has  let  the  contract  for  a  $1.J0,000  power  plant  to  be 
located  on  Coal  creek  about  four  miles  southeast  of  here. 

HELEN,  NEW  MEX. — A  petition  has  been  presented  by 
M.  W.  Flournoy  of  .Mbuquertnie.  asking  the  Board  of  Com- 
missioners to  grant  him  a  franchise  for  electric  power  plants 
at  Belen. 

REDDING,  CAL.  The  Inskip  power  plant  of  the  Northern 
California  Power  Company  has  started  up.  adding  SOdO  h.p. 
to  the  electrical  output  of  the  company  and  making  its  total 
27,000  h.  p.,  itemized  as  follows:  Volta  power  house.  9000; 
Kilarc.  4000;  South  power  house.  6000;  Inskip,  SOOO.  Inskip  is 
on  South  Battle  Creek,  in  Tehama  county,  one  mile  from  the 
Shasta   line. 

SEATTLE,  WASH. — Plans  have  been  announced  by  the 
Vancouver  Power  Company,  a  subsidiary  organization  of  the 
British  Columbia  Electric  Railway  Company,  which  contem- 
plates the  development  of  100,000  horsepower  of  electric 
energy.  The  source  of  power  is  located  in  ChiUiwack  lake 
and  .Jones  lake,  both  lying  in  the  ChiUiwack  district.  To  fully 
develop  the  two  sources  of  power  the  British  Columbia  Elec- 
tric Railway  Company  will  expend  $10,000,000. 

LEWISTON,  IDAHO.- The  Lewiston-Clarkslon  Improve- 
ment Comjiany  has  sent  a  party  of  engineers  to  the  Grand 
Uonde  to  commence  the  surveys  preparatory  to  the  installa- 
tion of  a  power  station.  The  company  has  acquired  title  to 
the  power  site  and  all  necessary  holdings  and  has  made  ex- 
tensive engineering  investigations  relative  to  the  character 
of  the  formation,  the  power  ditch  and  matters  pertaining  to 
the  construction  work.  The  construction  of  the  Grand 
Ronde  power  plant  is  one  of  the  first  matters  to  receive 
the  attention  of  the  new  interests,  as  the  present  power 
plants  are  inadequate  to  supply  the  demand  for  power,  and 
the  water  used  in  the  operation  of  the  Asotin  Creek  plant 
is  needed  for  the  Clarkston  Heights  irrigation  district. 

SAN  ANDRE.\S,  CAL. — The  Sierra  Nevada  Water  Com- 
pany, which  for  a  number  of  years  was  endeavoring  to  de- 
velop a  part  of  the  water-power  of  the  Mokelumne  river  at  a 
lioint  between  Railroad  Flat  and  West  Point,  and  actually 
commenced  operations  on  a  large  scale,  will  shortly  resume 
under  a  new  organization,  .\side  from  purchasing  ditches 
and  established  water  rights,  the  company,  through  its  men 
in  the  field,  located  everything  which  it  believed  might  prove 
of  future  value.  A  large  basin  suitable  for  reservoir  pur- 
poses was  purchased  and  construction  work  on  a  dam  below 
the    Licking    fork    commenced.      Thousands    of    dollars    were 


expended  when  tlie  financial  stringency  following  the  lire 
struck  the  company  hard  and  it  was  unable  to  meet  its  obli- 
gations. It  also  became  involved  in  considerable  litigation. 
Frank  Z.  Towle  had  been  general  manager  for  the  company, 
also  being  interested  financially.  With  the  other  creditors 
he  failed  to  get  any  money  for  his  services,  and  tinally  all 
claims  were  assigned  to  Milton  Bernard,  who  obtained  a  judg- 
ment for  $12,202.77.  A  transfer  was  made  to  the  company, 
and  Towle,  who  had  also  further  protected  himself  by  relocat- 
ing lapsed  water  rights,  included  these,  all  for  the  ptirpose 
of  clearing  title  and  settling  the  financial  end  through  an  ami- 
cable understanding.  The  situation  at  the  present  time  is 
such  that  the  company  intends  to  immediately  resume  oper- 
ations and  complete  its  power  plant. 


TRANSPORTATION. 
LOS  CRUCES,  NEW  MEX.— The  City  Council  has  passed 
an  ordinance  granting  to  Isidoro  Armigo  and  S.  T. •Reynolds,  a 
franchise  to  construct  an  electric  street  railway  in  this  city. 

MARTINEZ.  CAL.— A.  W.  Maltby,  vice-president  of  the 
.Antiocb  and  OakUind  Electric  Railroad  has  ajiplied  for  a  fran- 
chise to  operate  trains  on  the  county  roads  between  .Mar- 
tinez and   Pacheco. 

SEBASTOPOL.  CAL.— The  matter  of  granting  a  frano'-ise 
to  .lohn  E.  Bennett  for  an  electric  line  from  the  power  house 
in  Sebastopol  to  the  town  limits  was  taken  up,  and  an  ordi- 
nance   passed   grant in,g   the   franchise. 

RIVERSIDE.  CAL.— The  Council  has  instructed  the  City 
Attorney  to  draw  up  an  ordinance  relinquishing  the  Crescent 
Railway  Company's  franchise  from  all  unused  i)ortions  of  the 
road  over  which  the  franchise  extended. 

SAN  FRANCISCO.  CAL.— Announcement  is  made  by  the 
United  Railroads  of  a  change  in  the  operation  of  the  Haight 
street  owl  line.  The  new  schedule  calls  for  a  half-hourly 
service  on  the  llai.ght  street  owl  line,  instead  of  hourly,  as 
heretofore. 

SAN  BERNARDINO,  CAL.— It  has  been  announced  that 
the  Santa  Fe  is  to  install  automatic  block  signals  on  the  dou- 
ble track  between  Cottonwood  and  Daggett,  a  distance  of 
22  miles.  An  electric  i)lant  will  be  installed  at  Barstow  to 
furnish   power. 

LOS  A.XGELES,  CAL. — An  electric  railway  to  the  top  of 
the  Montecito  Hills  is  to  be  constructed  by  the  Mutual  Home 
Building  Corporation  which  recently  bought  of  the  Montecito 
Improvement  Company  200  acres  in  the  northeast  corner  of 
the  original  city  of  Los  Angeles. 

OAKLA.ND.  CAL.— The  Oakland  aud  Antioch  Railway 
has  filed  a  trust  deed  to  the  Anglo-California  Trust.  Com- 
pany, covering  all  the  property  of  the  corporation,  to  secure 
an  issue  of  $2,000,000  worth  of  30-year  5-per  cent  bonds.  The 
city  filed  for  record  the  release  of  the  Stockton  street  rail- 
way franchise  recently  executed  by  Frank  .1.  Stringham  and 
his  associates  in  the  contemplated  railway  line. 

OAKI..\.\'D.  CAL.— Following  the  severe  criticism  cast 
upon  the  Oakland  Traction  Company  by  the  State  Railroad 
Commission  and  by  the  coroner's  jury,  which  investigated 
the  death  of  five  persons  caused  by  the  car  wreck  on  the  Cali- 
fornia Hiiiiroad  on  Memorial  Day,  the  traction  company  is 
laying  a  double  track  line  and  installing  sidings  along  the 
ri.ght  <■{  way  leading  to  Leona  Heights.  The  track-laying 
is  being  rapidly  imshed  from  the  main  line  at  East  14th 
street    to   the    Boulevard,   a    distance   of  about    a   mile   and    a 
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half,  and  the  siding  is  being  put  in  at  Talcott  Station.  The 
•work,  according  to  the  engineers  of  the  traction  company, 
is  being  done  in  conformity  with  the  Interstate  Commerce 
Commission  rules,  under  which  the  California  Railroad  is  op- 
erated. 

SAN  JOSE,  CAL. — That  no  railroad  construction  work 
will  be  begun  by  the  Peninsular  Railway  Company  this  sum- 
mer is  the  statement  of  F.  E.  Chapin,  general  manager  of  that 
company.  He  says:  "The  report  that  the  company  is  abovU 
to  begin  work  'closing  up  the  gap'  between  Palo  Alto  and 
San  Mateo  is  absolutely  unfounded.  I  cannot  say  when  work 
will  be  commenced  on  that  line,  for  I  do  not  know.  It  is 
certain,  however,  that  it  will  not  be  this  sunmier.  We  are 
just  as  anxious  to  e.xtend  our  lines  as  the  people  are  to  have 
us  extend  them,  and  as  soon  as  the  company  can  see  its  way 
clear  to  expend  the  million  dollars  necessary  to  close  up  that 
little  gap,  it  will  be  done.  We  have  acquired  rights-of-way 
over  about  two-thirds  of  the  distance,  but  have  done  nothing 
further." 


ILLUMINATION. 
LOS  ANGELES,   CAL.— One  of  the   improvements   to   be 
made  in  Central   Park  is  to  be  the  lighting  with  ornamental 
electroliers,  seventy-two  of  which  are  to  follow  the  course  of 
the  walks. 

LOS  ANGELES.  CAL.— The  Domestic  Gas  Company  has 
been  awarded  a  franchise  by  the  Board  of  Supervisors  to  lay 
gas  pipe  lines  over  many  miles  of  country  roads  in  the  Glen 
dale  district. 

LONG  BEACH.  CAL.— A  franchise  for  a  conduit  system 
for  the  Edison  conduit  which  is  to  connect  the  Edison  plant 
with  the  ocean  was  sold  by  the  Council  to  the  Southern  Cali- 
fornia  Edison  Company   for  the  sum  of  $200. 

LONG  BEACH,  CAL.— T.  J.  Corbrey  of  Chicago  has  ob- 
tained control  of  the  Long  Beach  Electrical  Company,  by  pur- 
chasing the  interest  of  W.  H.  Tidmarsh,  inventor  of  an  elec- 
trical fuse.  Mr.  Corbrey  states  that  the  factory  will  be  en- 
larged. 

LOS  ANGELES,  CAL.— The  Huntington  Beach  City  Trus- 
tees have  asked  the  city  attorney  to  take  preliminary  steps 
for  calling  an  election  to  decide  whether  a  bond  issue  of 
$40,000  shall  be  made  for  the  establishment  of  a  municipal 
gas   plant. 

"CHICO.  CAL.— The  Pacific  Gas  &  Electric  Company,  al- 
ready the  owner  of  an  extensive  and  valuable  plant  in  Chico, 
has  plans  under  consideration  for  the  expenditure  of  over 
$50,000  in  the  extension  and  enlargement  of  its  gas  service 
in  Chico  and  suburbs. 

LOS  ANGELES,  CAL.— The  Board  of  Public  Works  has 
awarded  the  contract  for  188  ornamental  electroliers  at  a  cost 
of  $15,463  to  the  Llewellyn  Iron  Works.  These  poles  have 
been  paid  for  by  the  residents  and  property  owners  of  Pico 
street  from  Main  to  Vermont  avenue. 

OAKLAND,  CAL.— The  changing  of  the  S.  P.  Company's 
motive  power  on  its  local  steam  roads  to  electricity  was  as- 
sured when  the  City  Council  granted  the  corporation  per- 
mission to  electricize  its  Webster  street  Alameda  mole  line. 
The  work  is  to  be  begun  as  soon  as  practicable.  A  provision 
was  adopted  calling  for  the  lighting  of  the  thoroughfare  in 
a  maner  similar  to  the  lights  to  be  installed  by  the  company 
on  its  new  line  from  Fourteenth  street  to  the  bay. 

LONG  BEACH.  CAL.— The  merger  of  the  Inner  Harbor 
and  Edison  Gas  Companies  is  now  an  accomplished  fact.  The 
deal,  which  has  been  pending  for  six  months,  has  been  worked 
through  to  a  successful  end  by  D.  .1.  Maopherson  of  Pasadena, 
consulting  engineer  and  one  of  the  directors  of  the  Inner 
Harbor  Gas   Company.     The   Edison    people   were   willing   to 


meet  its  competitor  fairly,  and  it  was  decided  that  the  values 
of  the  two  properties  and  their  ratio  of  business  should  each 
be  ascertained  separately  and  the  mean  ratio  thus  established, 
which  should  form  the  basis  of  negotiations,  and  this  resulted 
in  a  merger  of  the  two  properties  on  the  basis  of  63  per  cent 
for  the  Edison  plant,  franchises  and  business,  and  37  per 
cent  for  the  Inner  Harbor  holdings.  A  corporation  is  to  bo 
organized  under  the  laws  of  the  State  of  California  to  be 
known  as  Long  Beach  Consolidated  Gas  Company  with  an  au- 
thorized capital  stock  of  $1,500,000,  of  which  $500,000  par 
value  shall  be  6  per  cent  accumulative,  participating  preferred 
stock  and  $1,000,000  par  value  common  stock,  the  new 
company  to  take  appropriate  proceedings  authorizing 
the  creation  of  a  bonded  indebtedness  in  the  sura 
of  $1,000,000;  the  new  company  to  acquire  from  the  Southern 
California  Edison  Company  its  gas  plant,  properties,  gas 
system  and  gas  business  within  the  city  of  Long  Beach  free 
from  incumbrances,  paying  therefor  $165,000  par  value  of  said 
bonds;  $85,000  par  value  of  said  preferred  stock,  and  $425,000 
par  value  of  said  common  stock  of  the  new  company;  the  re- 
mainder of  the  stock  and  bonds  of  the  new  comiiany  to  remain 
iu  the  treasury  of  the  new  company. 


TELEPHONE   AND  TELEGRAPH. 
COLVILLE,  WASH.— .John   S.  Diedrich   has  been  granted 
a  twenty-five  year  telephone  franchise  on  road  No.  4,  etc. 

WINCHESTER,  WASH.— The  farmers  of  this  section 
have  formed  a  telephone  company  and  will  build  considerable 
line. 

LEWISTON,  IDAHO.- The  Pacific  Telephone  &  Tele- 
graph Company  will  make  outside  improvements  and  exten- 
sions to  its  system  in  Lewislon  and  Clarkston  to  the  amount 
of   $26,000. 

SPOKANE,  WASH— The  Pacific  Telephone  &  Telegraph 
Company  will  spend  $700,000  in  improving  its  system  in  Spo- 
kane and  vicinity.  Thirty  per  cent  of  the  amount  will  be 
spent  locally. 

LEWISTON,  IDAHO.— The  Webb  Ridge  Telephone  Com- 
pany recently  organized  by  J.  A.  Ferris  et  al.,  will  construct 
a  rural  line  25  miles  long  from  Sweetwater  into  the  Craig 
.Mountain  country.     Work  will  proceed  at  once. 

SPOKANE,  WASH.— The  Medical  Lake  Telephone  Com- 
pany has  been  granted  a  franchise  to  construct  local  lines  at 
Medical  Lake.  The  Star  Teleiihone  Company  has  been 
granted  a  franchise  to  operate  a  system  at  Ochlare,  a  new 
town  on  the  Inland  Empire  system  about  two  miles  south  of 
here. 

SAN  FRANCISCO,  CAL.— In  presenting  his  amended  re- 
|)ort  on  telephone  rates,  providing  for  the  retention  of  the 
cheaper  party-line  service  eliminated  in  the  first  draft  of  the 
ordinance.  Chairman  Laughrey  of  the  Supervisors  submitted 
a  report  from  Engineer  C.  L.  Cory,  showing  that  the  Pacific 
Telephone  &  Telegraph  Company  will  suffer  a  loss  of  $92,185 
per  year  in  its  revenue  in  the  event'  that  all  the  switches 
allowed  under  the  ordinance  are  used  by  the  subscribers. 
Secretary  Bush  of  the  Pacific  company,  asked  to  present  his 
views  of  the  ordinance,  said  that  the  company  had  desired 
certain  changes  made,  but  if  the  board  could  not  see  the  wis- 
dom of  allowing  them,  the  company  would  endeavor  to  abide 
its  decisions,  and  live  up  to  the  terms  of  the  ordinance. 
Supervisor  Bancroft  said  he  thought  the  ordinance  fair  to 
the  company  and  fair  to  the  city.  He  had  been  a  member 
of  the  former  water-rates  committee,  which  fixed  the  preced- 
ing ratef.  at  wliich  time  the  Pacific  Telephone  &  Telegraph 
Company  had  complained,  just  as  now,  that  it  would  lose 
money  under  the  schedules,  but  that  it  had,  on  the  contrary, 
made  money.  He  predicted  that  the  same  resiilt  would  obtain 
from  the  present  ordinance.  Without  further  discussion,  the 
ordinance  was  passed  to  print. 
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Oakland,   1436  5th. 
I.os    .\ngeles,    262    S.    Los 
.■Vngeles. 

Hitchcock  Military  Academy, The. 

San  Kaf.ifl.  California. 

Holtzet-Cabol  Elec.Co.,The 4 

Boston  and  Chicago. 

San  Francisco.  612  Howard. 

Hughes  &  Co.,  E.  C 5 

.San       Francisco,       147-151 
Minna. 

Hunt.  Milk  &  Co... 6 

S>an  Francisco.  141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co 1 

Jonesboro,    Indiana. 

J 

Johns-Manville  Co..  H.  W 3 

New    York.    100  William. 
San     Francisco,     159     New 

Montgomery. 
Los  Angeles,  203  B.   5th. 
Seattle.  57C  1st  Ave.  So. 

K 

Kellogg  Switchbd  &  Supply  Co._ 

Chicago. 

San    Francisco,    SS    First. 

Kierulff,  B.  F.  Jr.  &  Co 9 

Los    Angeles,     120     S,     Los 
.\ngeles. 

Kiewert.  Chas.  L.  Co 13 

San  Francisco.  V^-l  Fremont. 
Los  .\nye]es.  22.5  Franklin  Court. 

Kilboume  &  Clark  Company 

Seattle.    307    First   Ave.  So. 


Lindsley- Wright  Co 12 

Portland,    Ore.,    336    Sher- 
lock   Bldg. 


Locke  Insulator  Mfg.  Co 4 

Victor,  N.   Y. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pacific  Elec- 
trical Bldg. 

Seattle,  Colman  Bldg. 


M 

Moore.  C.  C.  &  Co.,  Inc 

San  Francisco,  99  First. 
Los       Angeles,      American 

Bank  Bldg. 
Seattle.  Mutual  Life   Bldg. 
Por  t  land.  We  Ils-Fargo  Bldg. 
Salt  Lake  Citv,  Atlas   Elk. 
New     York     City,     Fulton 

Bldg. 


N 

New  York  Insltd  Wire  Co 4 

New    York.    114   Liberty. 
San  Francisco.  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


O 

Ohio  Brass  Co. 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle.  Colman  Bldg. 

Okonile  Co I 

New  York,  253  Broadway. 


Pacific  Electric  &  Mtg.  Co 9 

San  Francisco.  80  Tehama. 

Pacific  Gas  &  Elect.  Co.,  The...  15 

San    Francisco. 

Pacific  Meter  Co. I 

San    Francisco,    311    Santa 
Marina  Bldg. 

Pacific  Tel.  &  Tel.  Co..  The... 

San    Francisco. 

Partrick  Carter  &  Wilkins  Co.-__l2 
Philadelphia,  22d  and  Wood 

Pellon  Water  Wheel  Co..  The...   9 

San     Francisco,     1095     Mo- 
nadnock  Bldg. 


Phillips  Insulated  Wire  Co. 
Pawtucket.  R.  I. 


Pierson.  Roeding  &  Co 4 

.San  Francisco,  Monadnoi  k 

Bldg. 
Los  Angeles.  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Portland  Wood  Pipe  Co 

Portland.  Ore. 


R 

Reisinger,  Hugo 

Now  Yorlt.  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works.  _   5 

Sacramento.  Cal..   211   ,T  St. 
San  Francisco,  356  Market. 

Simplex  Elect'l  Co.,  TTie 

Roston,    no    State. 
San  Francisco,  612  Howard. 
Los  .\nseles,  SecnritvHld.g. 
Seattle,  Alaska  Bldg.' 
Portland,  Couch  Bldg. 


Simplex  Electric  Heating  Co 4 

Cambridge,  Mass. 
San  Francisco,  612  Howard. 
Los  .^n^ele.s.  Securit vBliig. 
Seattle,  Alaska  Bldg. 
Portland,  Couch  Bldg. 

Southern  Pacific  Co. |4 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co. 15 

New     York     City.     527-531 

W.    3  4th. 
San  Francisco,  Atlas  Bldg. 
Seattle,  Colman  Bldg. 

Standard  Und.  Cable  Co... I 

San     Francisco,    First    Na- 
tional  Bank  Bldg. 
Los   Angeles,   Union   Trust 

Bldg. 
Seattle      Office,       Lowman 
Bldg. 

Star  Expansion   Bolt  Co 9 

New     York     City,     147-i49 
,        Cedar. 

Sterling  Paint  Company. 12 

San   Francisco,   118   First. 

Swayne.  R.  B 9 

San    Francisco.    813   Postal 
Telegraph   Bldg. 


Technical  Book  Shop 9 

San  Francisco.  604  Mission. 

Tel.  &  Elec.  Elquip.  Co. 
San  Francisco.  612  Howard. 
Los  Angeles,  Security  Bdg. 
Seattle,  Alaska   Bldg. 
Portland,  Couch  Bldg. 

Thomas  and  Sons  Co.,  R 1 1 

-New    York,    227    Fulton. 
East  Liverpool,  Ohio. 

Tracy  Engineering  Co 9 

San  Francisco,  461  Market. 
Los   Angeles.Central   Bldg. 


Vulcan  Iron  Works I 

San   Francisco,  604  Mission. 


W 

Western  Electric  Co.  _ 22 

San  Francisco,  680  Folsom. 

Oakland,  507   16th. 

Los  Angeles.  119  E.  7th 

Seattle,     151  s  First  Ave.  So. 

Western  Wireless  Equipment  Co..   9 
San  Francisco,  Grant  Bldg. 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co...   6 

Pittsburg,   Pa. 

Los  Angeles,  527  So.  Main. 

Denver.    429    17th. 

Seattle,    Central    Bldg. 

Salt  Lake  City,  212-214 
So.   W.   Temple. 

San    Francisco,    165    2d. 

.Spokane,    Columbia    Bldg. 

Portland,   Couch   Bldg. 

Butte.    Lewisohn    Bldg. 

Canada,  Canadian-West - 
inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mexico.  <J.  &  O..  Braniff  & 
Co.,  City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg.   Pa. 

San   Francisco,   141  Second. 

Weston  Elect'l.  Instrument  Co 20 

Waverly    Park,   N.   J. 
New   York,   114   Liberty. 
San       Francisco,       682-684 
Mission. 

Wilbur.  G.  A 

San  Francisco,   61   Second. 
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STOCKTON  GAS  AND  ELECTRIC  COMPANY'S 

NEW  SWITCHBOARD 


liY    I..     A.     SOMERS. 


.\iii(iiij4  oilier  im])r(i\  eiiieiits  instituted  l)y  the 
Stockton  ( ias  &  F.lcctric  Lompany,  of  Stockton,  Cal., 
(hiring-  tlie  past  twelve  months,  may  he  mentioned 
the  installation  of  one  of  the  mo;  t  modern  and  up-to- 
date  switchI)oards,  that  has  yet  heen  furnished  for 
central  station  ])ractice  on  the  I'acilic  Coast. 


type.  As  a  result,  the  lii^Iicsl  voltage  that  an  oper- 
ator can  come  in  contact  with  on  the  switchboard  it- 
self on  the  alternating-  current  panels  is  i  lo  volts. 

If  it  should  become  necessary  to  examine  or  repair 
a  high  tension  switch,  this  can  be  done  quite  easily  and 
without   an\'   danger   whatsoe\'er  to  the  attendant,  as 


Fin.  1.    Guncrai  Viow  Interior  of  Stockton  Gas  and  Eioctric  Cu.a  Sliili..ii.  bli..«ini;  Switchlroard. 


This  board  is  arranged  for  the  control  of  both 
alternating  current  and  direct  current  circuits,  and  was 
designed  by  W.  F.  I.ammc,  consulting  engineer  of 
the  San  I'rancisco  office  of  the  Westinghouse  Elec- 
tric &  Manufacturing  Company,  to  meet  the  require- 
ments of  the  Stockton  Gas  &  Electric  Company. 

This  switchboard  is  of  the  double  bus  bar  type 
and  all  high  tension  switches  are  of  the  remote  control 


the   board   is   built   on    the   douJjle   bus   bar   plan    and 
every  oil  switch  is  in  duplicate. 

These  high  tension  oil  switches  are  mounted 
over-head,  directly  above  the  switchboard.  As  stated 
above,  the  high  tension  switches  are  in  duplicate. 
In  front  of  each  set  of  switches  is  arranged  an  iron  gal- 
lery. When  one  set  of  switches  is  opened  for  inspec- 
tion   or    repairs,    it    is    absolutely    impossible    for    the 
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switchboard   attcndanl    to   come 
other  set  of  Hve  switches. 

This  feature  was  introduced  on  liie  suggestion 
of  Victor  Elienne,  formerly  managing  director  of  the 
Stockton  Gas  &  l-Ilectric  Company,  and  much  credit 
is  due  the  management  of  this  company  in  requiring 
that  the  board  be  made  as  safe  as  possible,  to  the  end 
that  no  loss  of  life  or  accidents  might  occur  to  the 
operator. 

A  rather  novel  feature  may  be  mentioned  in  con- 
nection with  the  method  of  installing  the  graphic  re- 
cording wattmeters,  shown  on  Panel  No.  8.  These  in- 
struments are  so  arranged  that  by  means  of  a  special 
auxiliary  bus-bar  system,  they  can  be  plugged  in  for 
testing  on  any  circuit  on  the  alternating  current  side 
of  the  switchboard. 


Fit;  1 


Ovrrhcad  Gallery  S'uiwini:  Roomy  .ArraiiKemrnt  of  Circuits. 
Scries  TransfornnTs  and  Bus  Bars. 


A  new  conception  in  the  equipment  of  central 
stations  may  be  noted  by  referring  to  Fig.  i,  where 
two  handsome  palms  are  shown  directly  in  front  of 
the  switchboard.  This  idea  is  due  to  the  artistic  taste 
of  Henry  Adams,  general  manager  of  the  Stockton 
Gas  &  Electric  Company,  who  has  supplied  these 
beautiful  plants  as  well  as  a  number  of  ferns  and 
hanging  baskets,  which  ma}-  also  be  seen  in  the  pho- 
tograph. The  board  was  erected  by  the  employees 
of  the  Stockton  Gas  &  Electric  Compan)%  and  the 
marble,  framework  and  the  over-head  iron  work  were 
also  furnished  by  that  compan}". 

A  detailed  descrijnion  of  the  board,  panel  by 
])anel,  is  as  follows : 

Panel  No.  i  controls  the  40okw.  Westinghouse 
motor  generator  set,  shown  in  the  foreground  in  Fig. 
I. 

Panels  Xo.  2,  Xo.  3  and  Xo.  4,  are  the  direct  cur- 
rent   panels,    controlling    the    direct    current    circuits 


which  supply  the  railway  service  of  the  Stockton  Elec- 
tric Railroad  Compan)'.  These  panels  are  equipped 
with  Westinghouse  type  "E"  illuminated  dial  volt- 
meters and  ammeters. 

Panel  \'o.  5,  is  a  blank  ])anel  for  future  extension. 

I'anel  No.  6  controls  the  incoming  circuit  from 
the  .\merican  River  Electric  Company's  lines. 

Panel  No.  7,  controls  the  incoming  circuit  from 
The  Pacific  Gas  &  Electric  Company's  transmission 
line. 


Fijf.  .^.    Control  Rods  and  Levers  Giving  Remote  Mechanical  Control. 

Panel  No.  8  is  known  as  tiie  main  bus-bar  panel, 
and  has  mounted  on  it,  two  \\' estinghouse  Graphic 
Recording  Wattmeters;  two  type  "B"  four  pole,  single 
throw  oil  switches;  two  type  "F"  voltmeters. 

Panel  Xo.  g,  controls  the  three  phase  feeder  panel, 
which  scr\es  as  a  power  feeder  for  all  three  phase 
power  furnished  by  this  company. 

Panel  Xo.  10  is  a  two  phase  ])ower  feeder  panel 
iias   mounted   thereon  the   following  instruments : 

2  four  pole,  single  throw  type  "F"  circuit 
breakers. 

2  type  "F"  ammeters. 

I  type  "F"  polyphase  indicating  wattmetei. 

I  type  "C"  polyphase  integrating  wattmeter. 

I  lamp  bracket. 
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Panel  No.  1 1  is  also  a  two-phase  power  feeder 
panel,  and  has  inounted  thereon  the  followin]Er  instru- 
ments : 

-  four  pole,  single  throw  type'T"  circuit  breakers. 

2  type  "F"  ammeters. 

I  type  "V"  polyphase  indicating  wattmeter. 

I   type  "C  '  polyi'iiase  integrating   wattmeter. 

1  lamp  bracket. 

Panel  No.  12  is  a  two-phase  lighting  feeder  panel, 
and  has  mounted  thereon  : 

2  four     pole,     single     throw     type     "I'""     circuit 

breakers. 

2  type  "F"  ammeters. 

I   type  "F"  polyi^hase  indicating  wattmeter. 

I   type  "C"   polyphase   integrating   wattmeter. 

Panel  No.  13  is  also  a  two-phase  lighting  feeder 
panel,  and  is  equipped  with  the  same  number  and 
st\le  of  instruments  as  Panel  No.  12. 


Graptiic  Recording  Wattmeter. 

Panel  No.  14  controls  the  two-phase  arc  lighting 
circait,  and  has  mounted  thereon  the  following  in- 
struments : 

2  four  pole  single  throw  tjpe  "D"  oil  switches, 
remote  control  type.     - 

1  type  "C"   integrating  poh-phase   wattmeter. 
Panels  No.  15  and  No.  16  are  for  the  control  of 

motor  generator  sets  No.  i  and  No.  2.     Each  of  these 
panels  has  mounted  thereon  ; 

2  four-pole,   single-throw   type  "D"   oil   switches, 

breakers. 

2  type  "F"  ammeters. 

I  type  "F"  indicating  wattmeter. 

I  type  "C"  integrating  polyphase  wattmeter. 

1  lamp  bracket. 

1   type  "E"  direct  current  ammeter. 

I   type  "D"  field  switch. 

Panel  No.  17  is  a  blank  panel  for  future  extension. 

The  above  panels  are  composed  of  seventeen  mar- 
ble slabs,  of  blue  Vermont  marble,  each  slab  being  /2 
by  30  by  2  in.  and  mounted  25  in.  from  the  floor. 

When  facing  the  switchboard,  the  above  panels 
are  numbered  from  one  (i)  to  seventeen  (17)  reading 
from  right  to  left. 


POSSIBLE     IMPROVEMENTS     IN     STEAM 
POWER    PLANT    ECONOMY. 

DiiCUbSioii  btiuri;  the  San  Francisco  Section,  American 
Institute  of  Electrical  Engineers,  of  paper  by  L.  R.  Jorgensen  as 
published  in  ihc  Jomnal  of  Electricity,  Power  and  Gas  of  June 
25,  1910. 

Question:  is  there  any  plant  in  operation  where  they  have 
that  second  superheater? 

L.  R.  Jorgensen:  The  installation  of  a  second  superheater 
in  the  flues  leading  to  the  smokestack  has,  as  far  as  1  know,  not 
been  proposed  before.  The  low  temperature  of  the  steam  (.prob- 
ably about  212  degrees^  exhausted  from  the  engine  makes  possible 
a  transfer  of  heat  from  the  fine  gases  to  the  sleam,  heat  which 
otherwise  would  go  to  waste. 

Ihc  combination  of  a  reciprocating  engine  and  a  low  pressure 
turbines  is  notjnew_and  a  large  number  of  similar  installations 
are  in  e.xistence.  On  board  a  ship  this  kind  of  installation  should 
work  well,  loo,  and  especially  where  artificial  draft  is  used.  A 
high  temperature  of  the  flue  gases  for  creating  draft  would  then 
be  unnecessary.  This  is  an  expensive  way  to  get  draft  anyway. 
However,  with  the  new  Melville  Macalpine  gear  very  likely  a 
high  speed  turbine  alone  would  make  the  best  installation  on  a 
ship,  and  the  second  superheater  should  then  be  connected  be- 
tween the  high  pressure  and  low  pressure  portion  of  turbine. 

S.  (7.  Gassiucay:  I  should  think  such  a  superheater  would 
have  to  have  a  very  large  area  of  pipes. 

L.  R.  Jorgensen :  How  large  the  second  superheater  would 
be  depends  upon  the  dilTercnce  in  temperature  between  the  ex- 
haust steam  and  the  Hue  gases.  If  a  high  boiler  pressure  is  used 
the  temperature  of  the  due  gases  will  also  be  high.  The  super- 
heater could  be  installed  below  the  floor,  and  could  be  made  of 
sheet  metal  the  same  as  the  Hue  for  the  reason  that  this  device 
would  not  be  called  upon  to  stand  any  pressure.  It  would  be 
altogether  different  from  an  economizer  in  that  respect. 

George  II'.  Dickie:  Mr.  Chairman,  I  did  not  come  here  to 
talk  tonight.  I  came  here  to  learn  something.  This  matter  of 
the  economical  use  of  steam  is  an  important  factor  in  all  sleam 
installations.  It  is  unsatisfactory  that  we  can  only  utilize  such 
a  small  percentage  of  the  heat  that  we  get  from  the  fuel.  We 
h.ive  been  told  tonight  of  the  difficulty  with  the  turbine,  and 
with  the  reciprocating  engine,  and  how  engineers  have  been 
trying  to  take  away  the  troublesome  end,  which  is  at  the  begin- 
ning with  the  turbine  and  at  the  end  with  the  reciprocating 
engine,  from  both  in  order  to  be  able  to  use  the  steam  most 
economically. 

I  was  thinking  while  the  paper  was  being  read  of  a  patent 
that  was  taken  out  in  1886  by  a  man  in  London  named  Leonard 
Jennet  Todd,  for  an  engine  that  he  called  the  central  exhaust 
engine.  Very  little  was  done  with  it  because  he  evidently  did 
not  know  just  what  he  had  really  done;  but  in  the  last  two  years 
or  so  this  engine  has  been  taken  up  by  a  Gern  in  professor,  J. 
Stumpf,  and  out  of  it  has  been  evolved  what  is  now  called  the 
uni-directional  flow  engine.  It  is  creating  considerable  comment 
in  Europe.  I  saw  a  notice  that  one  prominent  firm  was  obtaining 
from  it  a  most  remarkable  result,  a  steam  consumption  of  8.8 
pounds  of  steam  per  hour,  and  as  the  engine  is  much  simpler 
than  either  our  reciprocating  engine  or  the  turbine,  I  am  sure 
that,  if  what  is  claimed  for  it  be  true,  it  will  in  time  take  a  very 
prominent  place  among  prime  movers. 

In  the  horizontal  type  of  this  engine,  the  live  steam  is  admit- 
ted from  below  into  the  cover,  serves  to  jacket  the  latter,  and 
finally  enters  the  cylinder  through  the  valve.  At  the  completion 
of  the  working  stroke  it  is  exhausted  through  ports  or  slots  which 
are  provided  in  the  middle  of  the  length  of  the  cylinder  and  which 
;ire  uncovered  by  the  piston  as  it  completes  its  stroke.  The 
direction  of  the  flow  of  the  steam  is,  therefore,  never  reversed. 
In  the  ordinary  engine,  on  the  contrary,  the  flow  of  the  steam  is 
alternating;  that  is,  steam  enters  at  the  head  of  the  cylinder  and 
follows  the  piston  while  doing  its  work  and  at  the  end  of  the 
stroke  the  flow   is  reversed  and   it  has  to  run  back  through  an 


24 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


|V»I.XXV    N..  2 


exhaust  valve  at  the  point  where  it  entered.  This  reversal  of  the 
steam  flow  leads  to  a  cooling  of  the  ports  of  the  cylinder  by  the 
wet  steam  and  consequently  there  is  an  increased  condensation  in 
the  cylinder  during  the  next  cycle.  It  is  claimed  that  the  uni- 
directional How  avoids  this  cooling  and  resulting  condensation 
in  the  cylinder  and  does  away  wiih  the  necessity  of  compounding 
These  engines  may,  therefore,  be  designed  for  one  stage  doing 
all  the  expansion  in  one  cylinder  and  giving  an  economy  equal  to 
the  multiple  expansion  engine.  The  exhaust  port  being  the  whole 
circumference  of  the  cylinder  and  opening  directly  to  the  con- 
den.scr,  the  pressures  in  the  condenser  and  the  cylinders  inuue- 
diately  equalize  when  the  piston  uncovers  the  port ;  on  the  return 
stroke  any  uncondensed  vapor  in  the  cylinder  is  entrapped  arid 
conipres.sed  in  most  cases  to  near  the  initial  pressure.  In  the 
middle  the  cylinder  has  a  temperature  near  to  that  of  the  con- 
denser while  at  the  ends  the  temperature  is  near  to  that  of  the 
entering  steam  which  in  these  engines  is  usually  superheated  and 
that  condition  will  be  constant. 

I  think  there  is  .something  worth  studying  in  this  especially 
for  possible  use  here  in  California  where  the  simplicity  of  this 
engine  should  make  it  attr.ictive  on  account  of  the  high  cost  of 
local  labor.  I  can  hardly  believe  the  economy  claimed,  but  it  is 
certainly  worth  looking  into  for  you  who  are  so  much  interested 
in  power  plants  and  their  economic  working. 

A.  il.  Hiillonin:,  To  the  operating  engineer  the  most  interest- 
ing part  of  this  paper  is  the  suggested  economy  of  the  boiler,  or 
rather  the  economy  in  combustion.  As  the  author  brought  out 
in  his  paper,  a_  low  pressure  ste.im  turbine  can  be  added  to  a 
reciprocating  engine,  and  improve  its  present  efficiency.  This  is 
a  matter  for  the  manufacturer;  but  the  efficiency  of  combustion 
is  something  that  can  be  improved  by  every  fireman.  Air.  Jor- 
gensen  has  shown  that  from  90  to  95  per  cent  of  the  energy  \\\ 
coal  is  wasted.  One-third  of  this  goes  up  the  chimney  as  smoke. 
One-half  of  it  is  lost  in  exhaust  steam.  It  seems  to  me  that  if 
our  engineers  and  also  legislators  devoted  as  much  time  to 
improving  the  economy  of  existing  power  sources  as  they  now 
expend  in  attempting  to  withdraw  water-power  sites  or  coal  and 
oil  lands,  they  would  do  more  for  our  posterity  and  incidentally 
for  ourselves,  because  our  posterity  will  blame  us  far  more  for 
our  wasteful  use  of  power  than  they  will  praise  us  for  our 
conserving  disuse. 

1  his  matter  of  waste  in  the  furnace  is  usually  under-estimated. 
If  the  owner  of  a  steam-power  plant  had  to  pay  for  his  air  as  he 
does  for  his  water  he  would  soon  caution  his  fireman  to  be  careful. 
.\s  Mr.  Jorgensen  has  shown,  using  an  excess  of  200  per  cent  air 
means  a  loss  of  efficiency  of  12.9  per  cent  greater  than  when  SO 
per  cent  excess  air  is  used,  this  50  per  cent  being  recognized  as 
good  practice. 

There  are  three  ways  of  determining  this  excess  air.  You 
can  use  an  air  meter  to  measure  the  volume  of  air  entering,  and 
knowing  the  theoretical  amount  of  air  necessary  to  burn  the  coal 
it  is  easy  to  estimate  what  excess  is  being  used.  Or  you  can  use 
a  pyrometer  to  determine  the  tciriperature  of  the  furnace  gases  as 
compared  with  the  theoretical,  to  see  if  you  are  using  too  great 
an  excess  of  air;  but  the  usual  method  is  this  method  of  flue-gas 
analysis  which  Mr.  Jorgensen  has  brought  out. 

.\n  analysis  of  flue  gas  shows  it  consists  of  carbon  monoxide, 
carbon  dioxide  and  nitrogen,  with  some  water.  Mr.  Jorgensen's 
remarks  have  been  devoted  largely  to  coal;  and  he  makes  the 
statement  that  the  efficiency  of  burning  oil  is  greater  beciuse 
there  is  not  likely  to  be  such  a  great  air  excess;  but  judging  from 
reports  that  1  have  on  some  of  the  San  Francisco  plants  there  is 
certainly  great  room  for  improvement.  Most  of  them  are  burn- 
ing 3ai  per  cent  air  right  along.  After  this  excess  has  once  been 
determined  by  an  expert,  all  that  is  necessary  is  for  the  fireman 
to  put  in  one  of  those  indicating  COj  instruments  mentioned  by 
Mr.  Jorgensen.  and  regulate  his  dampers  in  accordance  with  the 
readings.  By  connecting  the  indicator  to  the  damper  it  is  auto- 
matically adjusted  as  the  load  increases,  for  with  greater  load  they 
need  more  air  and  coal.    These  facts  seem  simple  and  elementary ; 


but  if  they  c:in  be  brought  before  the  lireman,  the  one  who  is 
responsible  for  the  economy  of  the  plant,  the  efficiency  of  every 
one  of  our  local  plants  would  be  increased,  as  Mr.  Jorgensen  has 
shown,  fidly  one-eighth,  and  this  matter,  while  really  of  small 
moment,  is  worthy  of  discussit)n.  1  believe  that  the  local  members 
of  the  National  Association  of  Stationary  Kngineers  are  .somewhat 
interested.  I  am  surprised  there  are  not  more  of  them, here,  and 
it  would  come  before  that  more  logically  than  before  our  body. 
I  he  matter  of  the  steam  turbine  is  of  course  one  that  requires 
the  services  of  a  manufacturer's  designer,  and  one  that  does  not 
come  within  the  province  of  the  ordinary  lireman. 

.1  Member:  I  believe  this  is  a  matter  that  the  section  could 
\ery  well  afford  to  take  up,  inasmuch  as  any  time  you  look  around 
town  from  any  point  of  vantage  you  will  see  a  continual  cloud  of 
smoke  coming  out  of  almost  every  chimney.  That  smoke  is  not 
only  a  waste;  it  is  a  detriment  to  the  health  of  the  city,  and 
causes  a  great  deal  of  damage,  and  in  every  way  you  look  at  it 
it  is  a  thing  that  should  be  eliminated,  because  it  is  quite  possible 
to  eliminate  it.  I  believe  it  would  be  an  advantage  if  the  section 
were  to  take  some  action  on  the  subject  to  bring  it  before  the 
city  authorities,  or  to  get  the  other  engineering  bodies  to  take 
some  action  to  sec  if  it  cannot  be  cut  down  somehow. 

/..  A',  .lornenseii:  I  would  like  to  say  a  few  words  about  the 
CO;  indicator.  Some  makes  automatically  trap  off  at  regular 
intervals  a  constant  volume,  say  100  cubic  centimeters,  from  a 
continuous  stream  of  gas  taken  from  the  last  pass.  This  trapped 
off  portion  of  gas  is  brought  into  contact  with  caustic  potash, 
which  absorbs  the  CO:,  and  a  record  is  then  automatically  pro- 
duced on  a  chart  showing  the  amount  of  CO;  in  the  sample  of 
gas.  If  a  boiler  is  working  12  hours  a  day  the  potash  must  be 
changed  every  20  days.  The  Great  Western  Power  Company  in 
their  Oakland  steam  plant  uses  a  non-autoiuatic  CO;  indicator. 
In  this  there  arc  less  parts  to  get  out  of  order. 

Thereupon  the  meeting  adjourned. 


WIRELESS  IN  GERMAN  FISHERIES. 
L'onsiil-Gcncral  Robert  1'.  Skinner,  writinj^  from 
llaiiihiirg.  describes  the  use  of  wireless  telegraphy 
anmng  ( jerman  fishing  vessels :  Three  Cuxhaven 
steam  trawlers  are  now  e(|tiippecl  with  apparatus,  and 
the  service  is  so  satisfactory  that  efforts  are  I)eing 
made  to  increase  it.  The  most  marked  advantages  re- 
sulting from  the  use  of  the  wireless  telegraph  in  this 
business  are  the  ability  of  captains  to  advise  with  each 
other  at  sea  as  to  their  respective  catrhes,  and  ilie 
transmission  of  similar  reports  to  Cu.Khiven  a  number 
of  hours  before  the  return  of  the  ships  to  port.  Tints 
vessels  of  the  same  fleet  which  ha\e  found  poor  fish- 
ing arc  sometimes  able  to  join  otiicr  \essels  more  for- 
tunately located,  in  time  to  return  with  good  catches. 
-Ml  the  vessels  are  then  able  to  inform  the  managers 
of  the  public  markets  respecting  the  quantities  of  fish 
to  be  placed  on  sale,  in  such  manner  that  in  the  event 
of  tinusual  catches  arrangements  can  be  made  in  ad- 
vance for  distributing  supplies  in  the  least  possible 
time.  The  receipt  and  transmission  of  hydrographic 
intelligence  and  reporting  of  breakdowns  in  engines, 
nr  other  accidents  of  navigation  are  also  features  of 
importance. 


Examination  for  testing  engineer  is  announced  l)v 
the  United  States  Civil  Service  Commission  on  July  27. 
ri)io.  to  fill  a  vacancy  in  the  position  of  engineer  in 
timber  tests.  $1200  per  annum.  Forest  Service,  Madi- 
son, Wis.,  and  vacancies  requiring  similar  qualifications 
as  thev  mav  occur. 
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THE  HISTORY  OF  GAS-LIGHTING  IN  SACRA 
MENTO. 


liY    K.    f.    JONES. 

Sacramento,  the  capital  of  California,  derived  its 
name  from  tiie  Spanish  of  the  ecclesiastical  word 
sacrament,   meaning-  "an  outward  and   visible  sign  of 


Indians,  and  he  ascended  in  his  schooner  as  far  as  the 
mouth  of  the  Feather  River,  and  in  small  boats  went 
on  up  the  Sacramento  some  distance  further.  After 
exploring  the  country  he  returned  to  his  little  schooner 
and  found  his  men  in  a  state  of  mutiny.  They  de- 
manded that  he  should  abandon  so  foolhardy  an  expe- 
an  inward  and  spiritual  grace."  The  story  of  how  the  '''"^'"n  '"  that  useless  wilderness.  But  Captain  Sutter 
Sacramento  Valley  was  explored  and  settled  by  Cap-  ^^'^^  determined  to  succeed,  and  he  returned  to  the 
tain  John  A.  Sutter  recalls  the  experiences  of  the  '"""th  of  the  American  River,  which  he  entered 
pilgrims  who  first  made  their  Homes  on  the  shores  of  -^"ff'i^t  '^th  of  1839.  He  ascended  the  American 
.Massachusetts  Bay  nearly  three  hundred  years  ago.  ^^'^'*?J"  about  three  miles,  discharged  there  the  cargoes 
This  ])ioneer  settler  of  California  was  confronted  by  ^^^  '^'■'^  boats,  pitched  his  tents,  and  mounted  small 
all  the  hardships,  disappointments,  and  dangers  of  the      c^""0"s  as  a  means  of  defense  and  to  intimidate  the 


i'nritans,  with  the  single  exception  of  the  wonderful 
advantages  of  California  climate.  But  the  troubles  of 
the  California  pioneer  were  ever  tempered  by  sun- 
shine and  warmth.  Seventy  years  ago,  and  well  with- 
in the  memory  of  many  who  are  still  living,  the  site 
of  the  present  city  of  Sacramento  was  little  known  to 
white  men  and  was  occupied  by  hostile  tribes  of 
Indians. 

Captain  Sutter  had  received  information  in  his 
Missouri  home  as  to  the  mildness  of  California's 
climate  and  the  jjroductivencss  of  its  soil,  and  he  was 
filled  with  enthusiasm  to  be  among  the  first  to  settle      '^ctween   the   Bear  and   .American  rivers.     Across  the 


Indians.  Here  he  broke  the  spirit  of  insubordination 
among  his  men,  but  the  party  was  divided.  Three 
white  men  decided  to  remain  with  Captain  Sutter. 
Although  satisfied  as  to  the  bad  faith  of  the  natives, 
he  hoi)ed  to  gain  their  assistance  in  carrying  out  his 
designs. 

The  Indians  were  scattered  over  the  country  in 
tribes  and  had  their  rancherias  located  at  various 
points  in  the  valley,  along  the  course  of  the  streams. 
.\t  the  time  of  Captain  Sutter's  arrival  one  of  the  most 
powerful  of  the  tribes  were  the  Nemshous,  who  ranged 


in  -SO  attractive  a  country. 

He  left  Missouri  in  April  of  1838  with  a  small 
company  bound  for  California.  The  overland  journey 
was  slow  and  full  of  difficulties.  He  attempted  to 
reach  California  by  way  of  the  old  "Oregon  trail." 
But  when  he  reached  the  Willamette  River  his  men 
deserted  him.  So  he  took  passage  on  a  Hudson  Bay 
Company's  vessel  that  was  going  to  the  Sanwicii 
Islands.  He  hoped  that  he  would  be  able  there  to 
reship  to  the  coast  of  California.  But  he  was  dis- 
appointed, and  left  the  islands  in  a  vessel  bound  for 
Sitka.  After  some  delay  he  came  down  the  coast  in 
the  brig  "Clemintine"  and  arrived  at  Verba  linena 
(now  San  Francisco)  July  2d  of  1839.     As  Monterey 


Sacramento  were  the  Volos.  and  on  the  north  side  of 
the  American  were  the  I'.ashonees.  The  Indians  found 
by  Sutter  were  degraded  and  worthless,  inhabiting 
miserable  mud  holes  or  adolie  huts,  and  subsisting  on 
tish,  acorns,  roots,  and  small  game.  They  were  too 
lazy  and  stupid  to  hunt  the  larger  game,  which  was  so 
l)lentiful  in  the  country  at  that  time. 

The  first  site  Sutter  .selected  on  the  American 
River  was  a  place  now  known  as  Stewart's.  But  it 
was  not  entirely  satisfactdiy.  So  Captain  Sutter  began 
in  1840  building  Sutter's  I'orl  at  its  present  location. 
In  1S41  an  adobe  building  was  constructed  at  the  first 
landing,  a  place  known  later  as  the  Tan  Yard.  Soon 
after  that  Sutter  constructed  a  good-sized  adobe  house 


was  then  the  only  port  of  entry  he  was  compelled  to      '^'  two  stories  and  three  smaller  houses,  all  surrounded 
go  to  that  point  before  the  vessel  could  be  formally 
entered  in  accordance  with  the  Mexican  custom-house 
regulations. 

.\t  Monterey  Captain  Sutter  explained  to  Gov- 
ernor Alvarado  the  interest  he-had  long  felt  in  Cali- 
fornia, and  expressed  his  desire  to  settle  in  the  Sacra- 
mento Valley. 

The  Indians  of  the  northern  part  of  California  had 
all  along  been  hostile  to  the  settlement  of  Mexicans  in 
their  territory,  so  the  proposition  of  Captain  Sutter  to 
locate  in  that  dangerous  region  was  favorably  received. 


by  a  wall,  and  these  comprised  Sutter's  Fort.  This 
work  was  acct)mplished  by  enlisting  the  labor  of 
friendly  Indians,  whom  he  had  succeeded  in  partially 
civilizing.  These  Indians  were  then  employed  in 
opening  a  road  through  the  chaparral  to  a  landing 
point  on  the  Sacramento  River  two  miles  distant  and 
called  the  Embarcadero.  This  name  was  retained  un- 
til  i84(),  when  it  was  changed  to  Sacramento. 

Captain  .Sutter  had  enclosed  a  large  tract  of  land 
with  a  ditch,  and  had  commenced  the  cultivation  of  the 
)il.    In  two  years  he  had  established  himself  in  power 


He  was  given  permission  to  explore  the  rivers  and  to  and  authority.  He  surrounded  himself  with  the  best 
select  and"  take  posse.ssion  of  any  location  that  pleased 
him.  and  was  assured  that  after  one  year  from  the  time 
of  settlement  he  would  be  given  title  to  the  lands. 
\\'ith  this  encouragement,  he  returned  to  Verba  Buena, 
chartered  the  schooner  "Isabella,"  jjurchased  .some 
small  boats,  and  began  the  exploration  of  the  Sacra- 
mento River.  He  was  eight  days  in  discovering  which 
was  the  main  channel  of  the  river,  and  then  he  sailed 
up-stream  to  within  ten  miles  of  the  present  city  of 
Sacramenti>.  He  was  met  by  armed  and  painted 
Indians.  But  he  succeeded  in  satisfying  them  of  his 
l)eaceable  designs,  and  a  treaty  was  made.  He  was 
allowed  to  proceed  up  the  river,  accompanied  by  two 


(li)tainable  mechanics.  W'ork  of  various  kinds  was 
tarried  on  within  the  walls  of  the  fort.  He  also  formed 
a  company  of  soldiers,  selected  from  the  best  of  the 
natives  of  the  country.  .And  when  Fremont,  "the 
pathfinder,"  arrived  from  the  East  he  found  at  Sutter's 
I'ort  forty  Indians  in  uniform,  thirty  employed  white 
men,  and  twelve  pieces  of  mounted  artillery.  Sutter's 
Fort  wa3  then  capable  of  holding  one  thousand  men, 
and  there  were  two  vessels  at  the  Embarcadero  be- 
longing to  Captain  Sutter. 

During  the  rebellion  in  1844  Captain  Sutter  was 
called  upon  to  aid  in  sustaining  the  Mexican  govern- 
ment.    As  a  result  of  that  little  revolution  Pio  Pico  was 


26 


JOURNAL    OF    ELECTRTCTTY,    POWER    AND    GAS 


(Vol.  XXV     No.  2 


made  governor,  and  he  retained 
the  office  until  the  war  with  the 
L'nited  States.  A  revoUition  later 
broke  out  among  the  Americans, 
who,  before  the  Mexican  war. 
took  possession  of  Sutter's  Fort 
and  raised  the  first  flag  of  inde- 
pendence. This  movement  was 
known  as  the  Bear  Flag  Revolu- 
tion, from  the  revolutionists'  ban 
Iter,  on  which  was  painted  an  em- 
blem representing  a  grizzly  bear. 
During  this  encounter  General 
V^illejo  and  other  Mexicans  were 
held  as  prisoners  at  Sutter's  Fort 
for  about  three   weeks. 

The  war  between  the  United 
States  and  Mexico  began  in  May 
of  1846,  and  Commodore  Sloat 
was  directed  to  occupy  the  ports 
of  upper  California.  The  7th  of 
July  the  American  flag  was  raised 
m  Monterey,  the  9th  of  July  at  the 
plaza  at  Yerba  Buena  (now  Ports- 
mouth Square  in  San  Francisco), 
and  soon  after  at  Sutter's  Fort 
and  other  places. 

.\fter  the  arrival  of  James  Mar- 
shall, a  millwright,  Captain  Sutter 
determined  to  build  a  sawmill. 
They  selected  a  location  far  up  on 
the  American  River  at  what  is  now 
Coloma.  This  place  had  all  the  nat- 
ural advantages  necessary  for  the 
successful  operation  of  a  sawmill. 
INIarshall,  with  seventeen  men, 
began  in  the  winter  of  1847  *" 
build  the  mill.  In  January  of  1848, 
while  Marshall  w-as  employed  in 
enlarging  the  millrace,  he  made 
the  first  discovery  of  gold  in  Cali- 
fornia. Marshall  hastened  on 
horseback  to  report  his  discovery 
to  Captain  Sutter  at  the  fort, 
where  he  exhibited  about  two 
ounces  of  scale-like  ])articles  of 
gold.  Captain  .Sutter  desired  to 
keep  this  discovery  a  secret,  as  he 
was  depending  on  the  mill  at 
Coloma  for  lumber  which  he 
needed  for  building  operations. 
But  it  was  impossible  to  conceal 
a  fact  so  important  and  interest- 
ing. Despite  all  precautions,  the 
quiet  mining  operations  were  dis- 
covered. A  general  stampede  re- 
sulted. The  discovery  of  gold 
caused  a  rush  to  the  diggings. 
Seekers  of  gold  made  their  way 
up  the  Sacramento  River.  The 
first  party  of  these  gold-seekers 
landed  at  the  Fmbarcadero  No- 
vember 2d  of  [848.  There  was  not 
a  house  there.  The  only  place  of 
business  of  the  future  Sacramento 


Sutlers   Kort,   Now   W'ltiiin   tiie  City  ot  riacrmiieiitu. 


General    View    at    the    Sa'iramcnto  Ga.>!  Works 


The   500.000-Cubic-Foot   Gas   Holder  at  the  Sacramento  Works. 
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AX    OLD    CItiK   !•    AT    -I'lll';    SACRAMKM' '    '.\.-    W    ■!;     - 
Left   lo   right — John   Hlnes,  Jim   Couslus,   Harry   Keet'e   (In   white),  Jiimes   Apple,   Supt. 
George   W.   Jackson,    ICnglneer   Dennis   Brophy,   John    Locue,    John    Brophy    (hat   at   chin), 
Pat   Spain,  James  McGunlgan,   J.   Prancle,   Con   McCann    (bare  arms),   John   Quigley,  J.imes 
QulUlnan  (shovel),  John  Roach, 


One  evening  in  January  of 
1850  the  town  was  suddenly  inun- 
dated by  a  rise  of  the  river.  So 
high  did  the  water  come  that  ves- 
sels of  ordinary  size  could  sail  as 
far  in  as  .Sutter's  Fort,  and  the 
entrance  to  the  City  Hotel  was 
from  boats  landing  at  the  second- 
story  windows.  This  flood  lasted 
hut  a  few  days.  The  "th  of  .'\pril 
the  waters  again  flowed  into  the 
town,  and  the  day  following  the 
city  council  voted  an  appropria- 
tion for  constructing  a  temporarv 
levee.  When  this  work  was  ac- 
complished the  principal  business 
districts  of  Sacramento  were  pro- 
tected against  flood  water. 

This  enterprising  young  city 
was  the  second  in  the  State  of  Cal- 
ifornia   lo    introduce    illuminatintr 


was  an  (?ld  store-ship  aid  up  by  the  bank  trade  gas.  Many  interruptions  prevented  the  completicin  of 
and  a  littk-  town  in  itself.  It  was  rented  to  the  gas  works.  July  15th,  I1S54,  the  city  was  nearly  de- 
merchants  al  $^x3,ooo  a  year,  'l"he  i)rincii)al  establish-  stroyed  by  a  fire  which  consumed  ten  entire  blocks  in 
luent  was  the  general  store  of  Saimiel  Hrannan  &  Co.  the  central  part  of  the  town  with  more  than  two  nun- 
At  that  time  flour  was  sold  at  $60  a  barrel,  pork  at  $50  dred  frame  buildings,  llnring  that  year  a  new  levcc  was 
a  barrel,  and  sugar  at  J5  cents  a  |)ound.  constructed,  one  thousand  new  houses  were  erected. 
In  December  of  1848  Captain  William  II,  Warner  one  hundred  and  fifty  of  which  were  substantial  brick 
Nur\eyed  and  laid  out  what  is  now  the  city  of  Sacra-  imi)rovemciits,  and  the  streets  of  Sacramento  were 
mento.  The  first  building  in  the  new  town  was  erected  raised  and  i)lanked  to  a  grade  above  the  high-water 
by  Samuel  iJrannan,  and  it  was  completed  January  ist  mark.     Had  it  not  been  for  unforeseen  events  the  gas 


The    Old    Office    BullcJlng    at    the    Sacramento    Gas 
Works. 


of  1849.  "It  was  located  at  the  corner  of  J  and  Front 
streets,  and  stood  there  until  the  fire  of  1852.  During 
all  this  time  the  town  of  Sacramento  remained  under 
the  nominal  government  of  an  alcalde,  or  mayor.  But 
with  the  1st  of  August  of  1849  a  meeting  of  a  town 
council  was  held,  and  after  six  weeks'  deliberation  the 
councilmen  submitted  a  draft  of  a  city  charter.  This 
proposed  charter  was  defeated  by  146  votes,  but  was 
afterward  approved  by  a  majority  of  295  votes. 

The  population  of  Sacramento  October  ist,  1849, 
was  2000,  and  at  that  time  there  were  forty-five  wooden 
buildings  and  three  cloth  houses  in  the  town. 
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supply  would  have  been  the  first  public  utility  in  Sac^ 
ramenlo,  then  a  town  of  some  SckX)  people.  But  during 
i8S4  a  water  works  was  first  installed.  This  was  the 
first  citv  water  works  established  on  the  Pacific  Coast. 

The  25th  of  Februray,  1854,  an  act  passed  the 
Legislature  declaring  Sacramento  the  capital  of  the 
State,  and  March  ist,  1854,  the  Governor,  State  of- 
ficials, and  the  Legislature  arrived  and  were  received 
by  the  city  corporation,  the  Sutter  Rifles,  and  the  as- 
sembled citizens. 

June  5th  of  1854  a  Scotchman  najiied  William 
Glenn  obtained  a  franchise  to  build  and  operate  a  gas 
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worlss  ill  SacraiiK-ntu.  I'his  was  the  same  year  Ihat 
ijas  was  introduced  in  San  Francisco.  But  Glenn  did 
not  proceed  with  the  building  of  the  works.  He  sold 
jiis  right  to  others  who  organized  August  i8th,  1854, 
tiiKJcr  llic  name  of  the  Sacramento  Gas  Company. 
Angus  JM-icrson  was  elected  the  first  president,  and  N. 
W.  Chittenden,  the  secretary. 

()ctt)l)er  20th.  1854,  .Mayor  R.  P.  Johnson  took  the 
initial  step  in  the  construction  of  the  gas  works  by 
turning  the  first  soil  in  excavating  for  the  gas-holder 
lank.  'Pile  i)rogress  of  the  work  was  seriously  inter-  _ 
rupted,  and  the  undertaking  was  abandoned  March  7th, 
1.S55.  on  account  of  the  rise  of  the  American  River  and 
the' submerging  of  Slater's  .Addition,  where  the  new 
gas  works  was  being  built. 

lUit  August  14th,  1855,  work  was  resumed,  and 
was  carried  to  a  successful  completion. 

Sacramento  was  first  lighted  by  gas  the  evenmg 
(if  December  17th,  1855.  At  that  time  the  officers  of 
the  company  were  R.  P.  John.son,  president;  P.'  P.. 
Norman,  engineer :  11.  W.  Watson,  secretary;  D.  O. 
Mills,  treasurer:  and  James  Murray,  W.  l-".  Babcock. 
L.  McLean  [r..  R.  P.  Johnson,  and  W.  11.  Watson, 
directors. 

Tiie  retort  iiouse  was  a  brick  structure  54  ft.  long. 
31  ft.  wide,  and  21  ft.  high,  covered  by  an  iron  roof. 
The  adjoining  purifying  house  was  35  ft.  long,  25  ft. 
wide,  and  18  ft.  high  in  the  clear.  The  purifying  house 
liad  a  water-light  cellar  built  on  arches.  The  meter 
house  and  offices  occu])ied  a  building  37  ft.  long.  25  ft. 
wide,  and  two  stories  high.  .A  great  deal  of  pride  was 
taken  in  the  gas  works'  chimnc}'.  which  was  built  of 
brick  and   was  85   ft.  high. 

The  gas-holder  tank  was  ^2  ft.  6  in.  in  diameter 
and  20  ft.  dee]).  It  Avas  made  of  brick  and  rested  on 
a  pile  foundation.  The  buildings  and  brick-work  were 
constructed  by  Carr  and  Winons  of  San  Francisco,  and 
all  of  the  iron-work  was  furnished  by  James  and  Peter 
Donahue  of  San  I'^rancisco. 

In  1856  the  average  daily  output  of  gas  was  from 
8.000  to  10.000  cu.  ft.  The  selling  price  was  $15  the 
thousand,  and   there   were    113  consumers. 

In  1863  the  numljer  of  consumers  had  increased 
to  600,  and  then  the  cit_\-  contracted  for  45  street  lamps 
at  $9  a  month  each,  the  lamps  to  be  lighted  only 
(luring  the  session  of  the  legislature!  .\  new  gas 
holder  was  constructed  in  1869  with  a  capacity  of 
fio.ooo  cu,  ft. 

I'^ebruary  ist.  1870,  the  price  of  gas  was  reduced 
to  $7  the  thousand  cu.  ft.,  and  there  were  at  that  time 
33,000  ft  of  street  mains  in  use.  During  that  same 
}ear  the  price  was  further  reduced  to  S6  the  thousand, 
at  which  rate  it  was  held  for  several  years. 

Tn  187 1  there  were  50,000  ft.  of  gas  mains  in  the 
streets  of  Sacramento.  The  officers  of  the  Cfunpany 
at  that  time  were  tharh's  ]{.  Alcl^ane,  president,  ancl 
II.  r>.  I'lirbcs,  secretary,  and  John  O.  Brown  was  the 
superintendent.  January  8th,  1872,  opposition  came 
into  the  field  under  the  name  of  the  Citizens  Gas 
Light  and  Heat  Company.  The  trustees  of  this  new 
concern  included  many  well-known  men  of  Sacra- 
mento, and  the  first  officers  were  W.  E.  Brown,  presi- 
dent;  Robert  C.  (.lark,  vice-president;  Albert  Gallatin, 
treasurer;  and  J.   W.   Pew,   secretary.     This  Citizens 


gas  company  proceedeil  to  buihl  a  works  on  a  (xx)- 
by  240  ft.  area  on  the  river-front,  between  T  an<l  C 
streets.  The  erection  of  the  works  began  there  in 
February  of  1873,  and  the  plant  was  completed  in 
December  of  that  year.  lughteen  miles  of  street 
mains  were  laid.  The  ])lant  included  a  subst.antial 
retort  house,  containing  5  benches  of  5  retorts  eich, 
a  purifying  house,  and  all  the  apparatus  neces.sary  for 
a  complete  coal-gas  works,  also  a  brick  oft'ice  build- 
ing, which  contained  an  8-ft.  station  meter  and  rooms 
for  the  directors  and  for  the  transaction  of  the  regular 
business  of  the  company.  This  gas  works  was  the 
nucleus  from  which  lias  grown  the  present  well- 
eciuii^ped  works  of  the  Sacramento  Electric,  Gas  and 
Railway  Company  of  today. 

January  ist,  1875,  the  Sacramento  Gas  Company 
and  the  Citizens  Cias  Light  and  Heat  Company  were 
consolidated  under  the  name  of  the  Capitol  Gas  Com- 
pany, with  a  capital  stock  of  $2,000,000  in  40,000  shares 
of  $50  each.  The  gas-making  operations  of  the  new 
combination  company  were  carried  on  at  the  works 
of  the  Citizens'  Gas  Light  and  Heat  Company,  be- 
tween T  and  U  streets  and  b'ront  street  and  the  river- 
front. .At  this  works  there  were  three  Txd.ooo  cubic  foot 
gas  holders  for  the  storage  of  gas.  These  holders  c()n- 
tinued  to  he  the  sole  dependence  of  the  com])any  until 
the  construction  in  Ifp8  of  the  500,000-cubic-foot  mod- 
ern gas  holder. 

In  1878  the  retort  house  of  the  Sacramento  (jas 
Company  was  sold  and  con\erted  into  a  warehouse, 
and  the  railroad  compau}'  bought  the  old  gas  holder 
and  the  land  on  which  the  holder  had  stood.  So  the 
plant  of  the  Sacramento  (las  Cfimpany,  with  the  ex- 
ception of  its  street-main  system,  passed  out  of  ex- 
istence. 

\\  hen  the  i>rcsent  State  constitution  was  adopted 
the  capital  stock  of  the  company  was  reduced  to  10,- 
000  shares,  at  a  par  value  of  $50  a  share. 

The  report  of  the  superintendent,  John  y.  Brown, 
for  the  year  ending  1876  gives  the  amount  of  gas 
made  that  year  as  36.033,000  cu.  ft.,  with  a  leakage 
of  17  ])er  cent.  It  deals  with  the  re-arranging  of  the 
mains  and  services  flue  to  the  consolidation  of  the  two 
com])anies,  and  states  that  all  of  the  apjiaratus  at  the 
old  works  was  taken  down  and  that  those  ])arts  in 
good  order  were  utilized  for  improvements  and  addi- 
tions to  the  new  works. 

During  1876  quite  extensive  im])rovements  were 
made  to  the  works  that  had  been  acquired  by  the  con- 
solidation and  five  benches  of  retorts  were  added, 
making  ten  in  all.  That  year  there  was  constructed 
a  new  coal  shed.  40  by  120  ft.  This  shed  remainefl  in 
use  until  it  was  dismantled  during  the  month  fif  De- 
cember. 1909. 

In  1876  the  gas  was  made  from  Sydney  coal,  cost- 
ing $12  the  ton,  enriched  with  "kerosene  shale"  from 
.\ustralia  and  costing  .$25  the  ton. 

In  1887  the  officers  of  the  Capitol  Gas  Comi)any 
were  B.  U.  Steinman  (afterward  mayor  of  Sacra- 
mento), president;  (Oliver  Eklridge,  vice-president; 
and  C.  H.  Cummings,  secretary  and  treasurer. 

March  21st,  1887,  John  O.  Brown  resigned  as 
sujerintendent  of  the  gas  works  to  accept  the  position 
of  state  gas  inspector,  and  w-as  succeeded  temporarily 


July  9,  1910) 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


29 


l)y  J.  R.  Watson,  wlio,  in  turn,  was  succeeded  Septem- 
ber 1st  of  that  same  year  by  George  W.  Jackson  as 
temporary  superintendent.  Jackson  was  then  clerk 
of  the  company,  and  J.  C.  Pierson  was  appointed  the 
permanent  superintendent.  Pierson  retained  this  posi- 
tion until  1894,  when  he  retired  to  attend  to  his  min- 
intj  interests.  He  was  succeeded  as  superintendent 
by  George  W.  Jackson. 

July  1st,  1887,  the  Capitol  Gas  Company  consoli- 
dated with  and  absorbed  the  Thomson-Houston  Elec- 
tric Light  Company,  thereby  disposing  of  a  competitor 
and  combining  the  electric-lighting  and  the  gas  busi- 
ness. 

In  1896  the  Sacramento  Electric  Gas  and  Railway 
Company  was  formed  by  the  consolidation  of  the  Sac- 
ramento Electric  Power  and  Light  Company  and  the 
I'olsom  Water  Power  Company,  and  in  1902  this  com- 
[)any  acquired  by  purchase  the  Capitol  Gas  Company. 

In  March  of  1903  the  Sacramento  Electric  Gas 
and  Railway  Company  was  acquired  by  the  Califor- 
nia Gas  and  Electric  Corporation.  During  the  many 
changes  in  corporate  title  and  the  advancement  in 
the  art  of  gas-making  the  method  of  making  gas  was 
also  changed. 

.\  plant  for  the  manufacture  of  water-gas  from 
anthracite  coal  and  petroleum  was  constructed,  and  it 
was  used  in  connection  with  the  coal-gas  works.  As 
petroleum  became  more  plentiful  and  cheaper,  water- 
gas  displaced  coal-gas. 

In  1903  another  advancement  in  the  process  of 
manufacture  was  made  by  the  introduction  of  crude- 
oil  water-gas,  using  California  petroleum  exclusively 
for  the  manufacture  of  gas.  With  the  development  of 
the  process  of  making  gas  the  quality  was  improved, 
and  the  price  was  reduced  to  $1  the  thousand  cu.  ft. 
which  is  the  rate  now  charged  in  Sacramento. 

The  late  George  W.  Jackson  was  succeeded  as 
superintendent  of  the  gas  works  by  R.  P.  Valentine, 
and  when  the  company  passed  into  the  hands  of  the 
California  Gas  and  Electric  Corporation  the  late  Al- 
bert Gallatin  was  made  its  manager.  Then  in  turn 
came  Frank  .\.  Ross  and  E.  E.  Fitzpatrick  as  mana- 
gers. 

In  January  of  1906  the  Sacramento  Electric  Gas 
and  Railway  Company  became  a  part  of  the  Pacific 
Gas  and  Electric  system,  and  is  now  under  the  man- 
agement of  C.  VV.  McKillip,  with  Edward  S.  Jones 
as  superintendent  of  the  gas  works. 

Since  the  Sacramento  works  has  passed  into  the 
hands  of  the  Pacific  Gas  and  Electric  e"()mpany  great 
improvements  have  been  made  in  the  plant,  new  and 
larger  sets  of  oil-gas  generators  have  been  installed, 
new  purifiers  have  been  constructed,  and  a  500,000- 
cubic-foot  storage  holder  has  been  built.  The  street- 
main  system  has  also  been  extended  to  keep  up  with 
the  growth  of  the  city,  and  a  high-pressure  gas  system 
has  been  installed  at  Oak  Park,  a  large  and  rapidly 
growing  suburb  of  Sacramento.  In  1909  it  was  de- 
cided to  increase  the  oil-storage  capacity  at  the  gas 
works,  and  a  10,000-barrel,  steel  oil-tank  was  placed 
upon  a  barge  in  San  Francisco  and  towed  up  the  Sac- 
ramento River,  moved  over  the  levee,  and  placed  upon 
a  foundation  in  the  yard  at  the  gas  works. 


CLEANLINESS    AND    ECONOMY    IN    POWER 
PLANTS.' 

BV  THOMAS  J.  W.XLSII. 

It  will  be  my  endeavor  briefly  to  point  out  to 
what  extent  the  costs  entering  into  the  production  of 
power  ma_\'  be  affected  by  the  proper  attention  to 
cleanliness  about  the  power  station. 

The  added  exertion  necessary  to  keep  equipment 
and  building  tidy  and  free  from  accumulation  of  dirt, 
with  all  its  attendant  influences  on  the  deterioration  of 
the  apparatus,  is  so  slight,  while  the  benefits  are  so 
marked,  that  there  can  be  no  question  as  to  its  ex- 
pediency. No  one  will  deny  that  the  replacing  of  tools 
and  supplies  in  their  proper  places,  the  removal  of 
foreign  matter  from  any  part,  the  gathering  up  of 
waste  scra])s  for  easy  disposal,  the  tightening  of  a 
loose  joint  or  the  replacement  of  a  fractured  pipe  or 
fitting  in  the  oil  piping,  require  but  the  minimum  of 
attention  at  the  appropriate  time.  I'ew  things  are 
more  disheartening  to  an  engineer  than  the  vail  of  a 
"dying"  turbine,  or  the  laying  down  of  an  engine 
under  load,  especially  with  the  tools  scattered  about 
the  plant.  Then,  too,  when  the  cleanliness  of  engines 
and  boilers  is  neglected,  the  increase  in  coal  consump- 
tion becomes  at  once  noticeable;  and  where  there  is 
leaky  oil  ])iping,  the  oil  bills  must  increase  as  oil  is 
thrown  about  the  engine  room  no<ir  and  into  fly-wheel 
pits,  or  into  generator  windings  ami  ccimmutator  with 
destructive  eft'ects,  especially  when  the  cleaning  is 
neglected. 

No  stronger  pnmf  could  lie  brought  forward  as  to 
the  efficacy  of  the  attentions  as  urged  here  in  this 
article  than  the  consideration  of  the  power  plants  of 
Holland.  The  wonderfid  economic  results  obtained 
from  the  obsolete  equipment  in  those  stations  was 
remarked  some  time  ago  by  the  editor  of  the  Street 
Railway  Journal,  and  together  with  these  economic 
results  was  mentioned  the  remarkable  cleanliness  of 
everything  about  the  jilant.  imt  (inly  superficially,  but 
of  the  inx'isible  parts  as  well. 

.And  in  our  own  country  it  is  only  necessary  to 
observe  thi>se  stations  where  economy  in  the  produc- 
tion of  ])ower  is  the  aim  of  the  entire  personnel,  to 
obtain  added  proof  as  to  the  ad\antages  of  cleanliness. 
(  )ne  need  not  look  for  highly  polished  brass  railings  or 
nickei-i)lated  tools,  but  one  does  find  no  waste  of  oil, 
everv  tool  in  its  ])lace,  an  orderly  supply  cabinet  or 
locker,  convenient  receptacles  for  clean  and  dirty 
coal,  feed  i/umps  and  lubricator.s  free  from  accumu- 
lation of  dust.  These  will  be  the  most  marked,  but  it 
is  safe  to  predict  that  these  visible  signs  are  faithful 
indications  of  an  excellence  in  the  maintenance  of  the 
internal  parts  of  the  e(|uipment. 

As  afi'ecting  the  costs  entering  into  the  ])roduction 
of  ihe  output,  the  boiler  room  contains  great  possi- 
bilities of  economic  results  wdiere  cleanliness  is  prop- 
erly attended  to.  The  confining  of  coal  in  neat  piles 
on  the  firing  floor,  or  in  the  containing  cars,  is  not  only 
pleasing  to  the  eye,  but  firing  and  the  cleaning  of  fires 
is  simi)lified  by  the  freedom  afforded  the  firemen  in 
moving  about,  and  furthermore  the  coal  does  not  be- 
come  mixed    with   the   ashes.      Clean    fires   and   clean 
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ashpits  mean  efficient  combustion  as  well  as  increased 
capacity.  Clean  drums  and  tubes,  internally  and  ex- 
ternally, are  likewise  necessary  for  efficiency,  an  in- 
stance being  known  where  an  ordinarily  well  operated 
station  increased  its  rate  of  coal  consumption  two  and 
one-half  per  cent  by  neglecting  the  daily  blowing  or 
dusting  of  tubes  for  a  week.  .And  aside  from  the  re- 
duced coal  consumption  this  cleanliness  means  longer 
lived  grates  and  tubes,  with  the  resulting  decrease  in 
maintenance  charges.  Clean  feed  pumps,  plungers  or 
rods  protected  or  kept  free  from  grit,  insure  a  longer 
life  to  those  parts,  as  well  as  a  reduction  in  charges  for 
waste,  drip  pans  under  the  auxiliaries,  neat  piles  of 
l)acking;  while  lubricators  similarly  attended  to  pro- 
vide clean  oil  at  all  times  to  still  further  reduce  the 
friction  to  be  overcome.  And  increased  friction  means 
increased  coal  consumption. 

In  the  engine  room  a  systematic  overhaul  and 
cleaning  of  all  parts,  internal  as  well  as  external,  re- 
duces maintenance  charges  to  a  minimum,  the  conse- 
quence being  increased  useful  life  to  the  machine. 
Inspection  of  engine  cylinders  and  turbine  rotors  dis- 
closes accumulation  of  carbon,  scale  and  other  foreign 
mailer  ihal  may  easily  counteract  much  of  the  care 
devoted  to  the  boiler  room  equipment  previously  men- 
tioned. Carbonized  oil,  due  lo  an  excess  of  lard  or 
tallow,  or  metal  Hake  carried  over  from  the  boilers  with 
the  sleam,  while  blocking  up  steam  ports  of  valves,  is 
also  sure  lo  cause  scored  cylinders;  and  under  certain 
conditions  blades  of  turbines  will  accuinulate  scale  to  a 
degree  hardly  imaginable,  but  which  is  only  disclosed 
by  inspection,  such  a  condition  being  obviously  de- 
structive of  all  the  refinements  accorded  to  the  pre- 
vious stages  in  the  chain  of  conversions.  Bearings, 
l)ins  and  boxes  likewise  need  only  to  be  examined  to 
hear  out  this  discussion,  indicating  the  necessity  for 
frequent  cleaning  of  oil  grooves  if  lubrication  is  lo  be 
effective. 

This  argument  extends  to  the  other  machines 
making  up  the  engine  room  equipment. 

Car**  should  be  given  to  offices  and  workshop  in 
tile  same  way;  the  effect  of  such  a  general  scheme  of 
cleanliness  could  not  but  be  beneficial  to  each  member 
of  the  operating  crew. 

As  affecting  the  fixed  charges,  the  surplus  capacity 
in  a  plant  could  reasonably  be  lower  where  operating 
engineers  of  a  high  grade  were  known  lo  be  in  charge, 
men  who  would  insist  upon  the  maintenance  of  all 
equipment  in  first-class  operating  condition.  In  this 
way  the  investment  charges  might  be  materially  re- 
duced. As  to  the  depreciation  charges,  the  assumption 
of  a  continued  regime  of  cleanliness  would  hardly 
justify  a  reduction :  yet  to  find  at  the  end  of  its  useful 
life  in  a  particular  station — or  when  it  shall  have  been 
superseded — that  the  depreciation  on  a  machine  has 
been  overestimated,  is  a  much  more  satisfactory  out- 
look than  would  be  the  reverse. 

So,  loo,  oily  waste  thrown  around  and  oil  saturated 
floors  —  particularly  in  wooden  structures  —  increase 
the  fire  risk,  and  this  must  be  provided  for  by  a  higher 
insurance  rate. 

Granting  then  the  improved  efficiency  of  the 
equipment,  as  well  as  of  the  men,  and  the  possible 
reduction  in  investment,  depreciation  and  other  fixed 
charges,   it  becomes  obvious  th?t  for  the  successful 


operation  of  a  power  station  the  first  essential  is  clean- 
liness. 

A  systematic  and  careful  cleaning  of  every  piece 
of  apparatus  in  use  in  the  station  will  in  the  beginning 
disclose  weaknesses  to  be  attended  to  before  becoming 
too  serious.  The  application  of  a  wrench  to  a  loose 
nut  or  bolt,  or  the  careful  cleaning  of  electrical  appa- 
ratus from  oil,  might  easily  prevent  highly  destructive 
consequences.  This  attention  should  be  given  not  only 
lo  the  main  units  but  also  to  pumps,  healers,  con- 
densers, all  piping,  traps,  oil  tanks,  filters,  water 
measuring  devices,  scales,  motors,  rheostats,  switch- 
boards, instruments,  etc.  Thus  the  concerted  action  of 
the  whole  operating  crew  will  avert  the  time  when  the 
failure  of  a  machine  through  neglect  will  mean  hours 
of  strenuous  labor,  with  correspondingly  high  main- 
tenance charges  for  the  renewal  of  parts,  and  a  serious 
crippling  of  the  service. 


THE   WATTHOUR    METER. 

BY  WM.    M.   SHEPARO  AND  ALLEN  C.  JONES. 
(Continued.) 

APPENDIX. 

Definitions. 

In  many  respects  electric  circuits  closely  resemble 
a  water  system,  in  which  the  pressure  is  analogous  to 
Ihe  voltage  of  the  electric  circuit  and  the  quantity  (in 
cubic  feet  per  second)  to  the  current  flowing  in  the 
wires.  This  comparison  will  often  aid  in  the  solution 
of  various  electrical  problems. 

Definitions. 

Ampere=lhe  unit  of  electrical  current,  and  is  that 
current  which  will  deposit  silver  at  the  rale  of  coon  i8 
grams  per  second  when  flowing  through  an  electrolytic 
so'ution  of  silver  nitrate. 

Ohm-=the  unit  of  resistance,  and  is  equivalent  to 
the  resistance  of  a  column  of  pure  mercury,  at  o°  cen- 
tigrade, 103.6  centimeters  high,  of  uniform  cross  sec- 
lion,  and  weighing  14.4521  grams. 

Volt=the  unit  of  electrical  pressure  (electro- 
motive-force), and  is  that  pressure  which  will  maintain 
the  flow  of  one  ampere  of  current  against  the  resist- 
ance of  one  ohm. 

Let  R^the  resistance  of  a  given  circuit,  E  the 
voltage  impressed  and  I,  the  current  in  amperes,  then 
for  direct  current, 

E=RX  I  (Ohm's  Law), 

which   is  the   fundamental   equation  of  direct   current 
circuits. 

Watt=the  unit  of  electrical  power;  the  watts 
equal  the  product  of  the  volts  and  the  amperes  in 
direct  current  circuits,  and  lo  the  product  of  the 
volts,  the  amperes  and  the  power  factor  in  alternating 
current  circuits.     (See  Chap.  II.) 

Kilowatt=one   thousand   watts. 

Watthour^lhe    unit   of   electrical    energy,   and    is 

eqiii\alent  to  the  flow  of  one  watt  for  one  hour. 

Kilowatt-hour=one  thousand  watthours. 

Inductance:  The  inductance  of  an  electrical  circuit 
is  thr  property  of  that  circuit  whereby  it  can  convert 
elect;  ic  energ}-  into  magnetic  energj',  and  vice  versa. 
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Inductance  bears  a  close  resemblance  to  "inertia"  in 
mechanics,  and  has  been  called  "electrical  inertia." 
Inertia  is  that  property  of  a  moving  body  whereby  it 
resists  any  change  in  its  velocity ;  if  a  rapidly  moving 
body  is  suddenly  stopped,  as,  for  example,  a  hammer 
striking  a  nail,  a  great  force  is  exerted  by  the  body 
against  the  obstacle  which  brings  it  to  rest ;  the  mag- 
nitude of  the  force  depending  upon  the  suddenness 
with  which  the  moving  body  is  stopped  and  upon  the 
inertia  of  the  body.  In  an  electric  circuit  containing 
inductance,  if  the  current  is  suddenly  interrupted,  a 
high  e.m.f.  is  produced  which  tends  to  cause  the  cur- 
rent to  continue.  The  magnitude  of  this  "induced" 
e.m.f.  depends  upon  the  suddenness  with  which  the 
current  is  interrupted  and  upon  the  inductance  of  the 
circuit.  The  inertia  of  any  given  body  is  proportional 
to  its  mass ;  the  energy  stored  in  a  moving  body  is 
W  ^  y^  MV,  where  M  is  the  mass  {=  weight  divided 
by  the  gravitational  constant),  and  where  V  is  the 
velocity.  The  magnetic  energy  stored  in  an  electric 
circuit  due  to  its  current  and  inductance  is  \V  =  ^  LT, 
where  L  is  the  inductance  and  I  is  the  current. 

Henry=unit  of  inductance;  a  circuit  having  an  in- 
ductance of  one  henry  will  have  an  e.m.f.  of  one  volt 
induced  in  it  by  a  current  changing  at  the  rate  of  one 
ami)cre  per  second. 

Milli-henry=o.ooi  henry. 

Power  Factor=the  ratio  of  true  watts  to  apparent 
watts  (see  Chap.  II). 

Cycle — one  complete  wave  or  alternation  of  cur- 
rent or  c.ni.f.     (See  Fig.  — ,  Chap.  II.) 

Frequency=numl)cr  of  cycles  per  second. 

Impedance=the  vector  sum  of  the  resistance  and 
the  reactance  of  an  electric  circuit  and  is  expressed  b)' 
the  following  equation : 

Z=  \^  R'  +  X', 

in  which  R  is  the  resistance  in  ohms,  and  X  is  the 
reactance  (=  2  tt  f  X  L,  where  f  is  the  frequency  in 
cycles  per  second  and  L  is  the  inductance  in  henrys). 
The  voltage  drop  in  an  alternating  current  circuit  con- 
taining both  reactance  and  resistance  is 

E  =  ZXI. 

where  Z  is  the  imjjedance  as  above  expressed  and  I  is 
the  current  in  amperes. 

Determination  of  Temperature  Rise  by  Resistance 
Method. 
In  testing  electrical  machinery  such  as  generators, 
motors  and  transformers,  it  is  impossible  to  obtain  the 
internal  temperature  of  the  windings  by  use  of  ther- 
mometers ;  the  following  formula  will  therefore  be  use- 
ful in  determining  the  average  temi)crature  nf  such 
windings : 

Rise   in    temperature  =  (238  +  t)  I     -  —  1  jdegreesC, 


in  which  238  is  a  constant ;  R  is  the  initial  resistance  of 
the  winding  at  a  room  temperature,  t,  and  F  is  the  final 
resistance.  If  the  room  temperature  differs  from  25°  C, 
the  calculated  temperature  should  be  corrected  by  1^2% 
for  each  degree  C.  Thus  with  a  room  temperature  of 
15°,  the  rise  in  temperature  should  be  increased  by 


5'/o,  or  if  the  room  temperature  is  35°,  the  rise  in  tem- 
|)crature  as  calculated  should  be  decreased  by  5%,  etc. 

Adjusting  Meters  for  Use  With  Current  and  Potential 
Transformers. 

The  usual  method  of  testing  watthour  meters  used 
with  current  and  potential  transformers  is  to  test  and 
adjust  the  meters  without  the  transformers,  taking  into 
consideration,  of  course,  the  ratio  of  the  transformers. 
Where  a  great  degree  of  accuracy  is  not  required,  this 
procedure  will  answer  very  well ;  but  where,  as  with 
large  consumers,  a  small  percentage  error  represents  a 
considerable  sum  of  money,  the  errors  introduced  by 
the  current  and  potential  transformers  should  be  taken 
into  account  and,  as  far  as  may  be,  compensated. 

The  errors  introduced  by  the  current  and  potential 
transformers  are  (i)  errors  in  ratio  of  the  transformers 
and  (2)  errors  due  to  improper  phase  relations  between 
the  primary  and  secondary  currents  and  e.m.f's. 

The  errors  due  to  ratio  can  be  easily  compensated 
by  adjusting  the  meter  in  accordance  with  the  ratio 
curves  of  the  transformers  at  unity  power  fatcor.  The 
ratio  of  the  potential  transformer  will  remain  constant 
as  its  load  is  constant.  The  ratio  of  the  current  trans- 
former will  not  remain  constant,  but  will  vary  with  the 
load.  It  tends  to  make  the  meter  fast  at  full  load  and 
slow  at  light  load.  This  can  be  compensated  by  ad- 
justing the  meter  to  be  a  little  slow  at  full  load  an  J  fast 
at  light  load. 

The  errors  due  to  improper  phase  relations  be- 
tween the  primary  and  secondary  currents  and  e.m.f.'s 
are  of  more  serious  nature  and  more  difficult  to  elim- 
inate than  errors  due  to  ratio.  The  errors  from  this 
source  are  negligible  at  unity  power  factor,  but  may  be 
considerable  at  low  power  factors,  depending  on  the 
design  of  the  transformers. 


Fig.  1. 

The  diagram,  Fig.  i,  shown  below,  is  a  vector  dia- 
,i,Tam  of  a  current  transformer.  OI  is  the  primary  or 
!me  current,  OF  is  the  secondary  current  and  lags  be- 
hind OF',  the  secondary  e.m.f.  of  the  current  trans- 
former, by  an  angle  depending  on  the  power  factor  of 
the  secondary  load  (meter  coils  and  leads).  II"  is  the 
exciting  current,  the  magnetizing  component  of  which 
is  at  right  angles  to  and  the  energy  component  in 
phase  with  the  primary  e.m.f.,  OE,  of  the  current  trans- 
former. OI"  is  that  component  of  the  primary  current 
inducing  a  current  in  the  secondary,  or  is  the  second- 
ary referred  back  to  the  primary.  It  will  be  seen  that 
Oi'  leads  01  by  and  angle  a  which  will  tend  to  make 
the  meter  run  fast  on  inductive  loads. 

(To  be  <:ontinueJ.) 
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CALIFORNIA  OIL  FUEL. 

BY   K.    F.   CHEVALIER. 

(;.\S  .W.M.VSIS  ((■..iiliniKili. 
Manipulation. 
To  i)I)tain  a  sample  of  gas  for  analysis,  connection 
is  made  with  rnliher  tubing  between  the  free  end  of 
the  connecting  tube  D  and  a  sample  tube  inserted 
either  in  the  stack  or  ])ass  of  the  I)oiler  to  be  tested. 
'I'he  gas  is  first  collected  in  burette  B  for  measure- 
ment. This  measuring  burette  is  usually  of  too  cubic 
centimeters  capacity  and,  as  already  mentioned,  is 
surrounded  by  a  glass  cylinder  containing  water  for 
tlie  purpose  of  maintaining  the  gas  at  a  nearly  uniform 
temjierature. 


Fig.   1. 

The  first  50  cc  of  the  burette  are  in  divisions  of 
0.2  cubic  centimeter,  the  remaining  in  one  cubic  cen- 
timeter (li\isions.  To  fill  11  with  the  gas  to  be  sampled, 
cocks  e'  e"  e"  '  are  closed  and  cock  C  is  turned  hori- 
zontal, at  the  same  time  lowering  l)ottle  A  until  the 
gas  in  15  reaches  the  zero  point.  This  first  sample  col- 
lected is  not  the  true  sample.  The  sami)le  tube  and 
connecting  ru1}l)cr  tubing  are  filled  with  atmospheric 
air  which  must  bo  witndrawn.  (.)n  reaching  the  zero 
point  or  thereabout.  C  is  turned  so  that  upon  raising 
the  bottle  A  the  gas  or  air  in  H  is  expelled  to  the  at- 
mosphere, and  when  the  water  in  B  reaches  the  100 
cc  mark  C  is  again  turned  horizontally,  simultaneously 
lowering  the  bottle  A,  thereby  drawing  another  sam- 
ple from  the  t\:l)e  and  again  expelling  to  the  air.  This 
operation  must  be  repeated  three  to  five  times,  accord- 
ing to  tlic  capacitv  of  the  sample  and  connecting  tube. 


The  air  in  the  tul)ing  being  linally  displaced  H  is 
carefully  filled  with  gas  to  the  zero  point  (100  cc  or 
parts)  and  C  closed.  All  measurements  are  made  bj' 
l)ringing  the  level  of  the  water  in  the  bottle  to  the 
same  level  as  the  water  in  the  burette.  Particular  at- 
tention must  be  paid  to  this  method  of  reading  meas- 
urements, for  if  the  bottle  is  raised  or  lowered,  the  gas 
will  be  compressed  or  expanded.  A  certain  amount  of 
water  clings  to  the  side  of  the  burette,  which,  if  given 
time,  will  drain ;  therefore  all  measurements  should 
be  made  accordingly,  i.  e.,  if  thirty  or  sixty  seconds 
are  allowed  to  elapse  between  leveling  the  water  in 
bottle  and  burette,  and  the  reading,  the  same  time 
should  elapse  between  these  events  when  another 
measurement  of  the  same  sample  is  made. 

The  order  of  determination  and  respccti\e  ])ipetles 
for  the  gases  are  as  follows: 

1st  — carbon  dioxide  (CO2)   I'ipette  P' 

2nd — oxygen   (())    i'ipette  P" 

3rd — carbon   monoxide    (CO)    Pipette   P"  ' 

4th  — nitrogen  ( N )    by  difference 

Determination  of  Carbon  Dioxide. — To  determine 
the  carbon  dioxide  the  stop  cock  e'  is  opened,  the  bot- 
tle A  raised,  forcing  the  gas  into  P'.  The  gas  dis- 
places the  reagent  in  the  front  and  forcing  it  to' the 
rear  part  of  the  pipette,  exposes  the  glass  tubes,  which, 
covered  with  reagent,  oflfer  a  large  absorption  surface. 
.\  is  lowered  again  imtil  the  reagent  is  brought  ap- 
])roximate!y  to  its  initial  point  in  the  stem,  when  the 
l)ottle  is  again  raised  and  again  drives  the  gas  into  P'. 
Tiiis  operation  is  repeated  three  or  four  times,  When 
the  gas  is  returned  to  the  burette  for  measurement,  the 
reagent  brought  to  its  initial  jioint  on  the  stem,  and 
the  glass  cock  C  closed.  The  water  in  bottle  .\  is 
leveled  with  that  in  the  burette,  and  the  reading  taken 
The  difference  in  volume  is  the  CO--.  The  burette  is 
marked  so  that  the  difference  in  volume  may  be  read 
in  per  cent. 

Determination  of  Oxygen. — .\fter  measurements, 
the  residue  from  the  absorjition  of  carbon  dioxide  is 
jiassed  into  P"  in  the  same  manner  until  no  further 
ciiminuation  takes  place.  The  absorption  of  oxygen  is 
much  slower  than  that  of  carbon  dioxide.  The  differ- 
ence between  the  reading  oi)tained,  and  that  after  the 
absorption  of  carbon  dioxide  is  the  per  cent  of  oxygen 
in  the  gases.  I-'astened  to  the  neck,  at  the  rear  of 
pipette  P"  is  a  rubber  bag  to  keep  out  tlie  atmospheric 
oxygen,  at  the  same  time  allowing  the  air  in  the 
pi])ctte  to  be  displaced. 

Determination  of  Carbon  Monoxide. —  1  he  gas  is 
tlun  passed  into  P'  for  absorption  of  carbon  monox- 
ide, but  before  being  measured,  the  gas  must  be  jiassed 
into  P'  to  remove  hydrochloric  acid  vapors  retained  by 
it  after  contact  with  the  reagent  for  carbon  mont)xide. 
The  ])er  cent  of  C'(  )  being  small  and  tlie  gas  difficult 
for  a  reagent  to  act  upon,  Cf)nsideral)le  skill  is  re- 
cpiired  for- this  determination.  The  metliod  of  measur- 
ing the  gas  in  the  burette  is  similar  to  that  already 
<k'-;cribed  for  CO-  and  O. 

Nitrogen. — After  the  absorption  of  the  above 
gases,  the  residue  left  is  usually  nitrogen.  In  some  in- 
stances, hydrogen  exists,  but  its  determination  is  rather 
difficult. 

(To  be  continued.) 
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THE   MECHANICS   OF   THE   STEAM    ENGINE. 

Ill  the  Juurnal  for  Juut;  11,  lyio,  a  diagram  for 
graphically  showing  the  velocity  of  the  crosshead  was 
given.  The  velocity  was  there  found  to  he  propor- 
tional to  the  vertical  distance  from  the  shaft  center  to 
the  connecting  rod  (extended  if  necessary).  In  Fig.  II 
this  velocity  was  shown  to  1)C  ])roportional  to  the 
length  OS. 

By  this  diagramatic  construction  it  will  be  noted 
a  velocity  is  represented  as  a  definite  length  of  line. 
If,  now,  we  can  determine  the  rate  of  change  of  the 
length  of  this  line;  that  is,  the  velocity  of  one  end 
away  from  the  other  due  to  the  line's  lengthening,  we 
shall  have  a  value  for  the  acceleration  of  the  cross- 
head.  For  the  change  of  velocity  of  the  crosshead  is 
represented  by  a  change  in  the  length  of  the  line  U.S 
and  lience  the  rate  of  change  of  the  line's  length  will 
represent  the  rate  of  change  of  the  crosshead  velocity, 
that  is  to  say,  its  acceleration. 

Professor  Le  Conte  has  shown  this  by  an  interest- 
ing e.xtension  of  the  above  mentioned  figure. 

In  Fig.  V  the  crosshead  velocity  is  again  indicated 
by  the  length  OS. 

Consider,  for  the  purpose  of  reasoning,  that  the 
point  S  is  actually  a  point  in  the  connecting  rod.  By 
the  use  of  the  instantaneous  center  I  the  velocity  of  S 
is  found  to  be  in  a  direction  and  of  the  value  of  SN. 
The  construction  for  this  is  to  draw  an  arc  from  Q 
to  M  with  center  at  I  and  extend  the  tangent  line  iMu 
to  equal  the  velocity  of  the  point  M.  For  instance, 
imagine  the  rough  line  to  enclose  a  surface  which  is 
moving  rigidly  with  the  connecting  rod.  The  veloci- 
ties of  all  points  in  tliis  surface  will  be  at  right  angles 
to  the  line  connecting  such  point  to  I,  that  is,  tangent. 
In  the  case  of  the  point  M  the  velocity  will  be  equal 
to  that  of  Q  since  their  distance  from  I  is  the  same. 
The  velocity  of  S,  however,  will  be  greater  as  shown 
by  the  triangle  NSI,  but  will  be  parallel  with  Mu. 
S,  "then,  considered  as  a  point  of  the  connecting  rod 
is  moving  in  a  direction  and  equal  to  the  line  SN. 

By  parallelogram  construction  this  velocity  is 
resolved  into  two  components^  one  in  the  direction  of 
the  connecting  rod  Su  and  the  other  vertical  ST. 
It  is  the  vertical  component  in  which  we  are  inter- 
ested. This  line  ST  represents  the  velocity  of  the 
point  S  in  a  vertical  direction.  But  the  velocity  of  S 
is  the  acceleration  of  the  crosshead.  Therefore,  ST 
is  equal  in  length  to  the  acceleration  of  the  crosshead 
on  the  same  scale  that  O.'^  in  length  represents  the 
velocity  of  the  crosshead.  , 

The  following  example  will  help  to  a  thorough 
understanding  of  this  construction. 

In  Fig.  V  assume  the  following: 

Length  of  crank,  OQ 20  inches 

Revolutions  per  minute 160 

Then  the  velocity  of  the  crank  pin  will  be  2  X  3-14 
X  20  X  160^  20,000  inches  per  minute  or  333  inches  a 
second.     When  the  crank  is  in  a  vertical  position  the 


xclncity  of  P  is  for  the  instant  equal  to  thai  of  Q ;  also 
liie  point  of  intersection  S,  of  the  connecting  rod  with 
the  vertical  line  through  ()  is  at  this  instant  the  crank 
pin  itself.  The  length  of  the  crank,  then,  or  20  inches  will 
represent  333  inches  per  second  velocit}"^ ;  or  i  inch  on 
the  line  OS  represents  16.6  inches  per  second  of  cross- 
head  velocity.  Thus  our  scale  of  velocity  is  deter- 
mined. l"or  any  position  of  the  crosshead  its  velocity 
may  be  determined  by  simply  extending  the  line  of  the 
connecting  rod  till  it  intersects  the  vertical  line  through 
the  shaft  at  S.  Then  OS  in  inches  multiplied  by  16.6 
e(|uals  the  velocity  of  P. 


-A 

' 

0 

\ii      - ^--.^  j^"^^^ 

Fig.  5. 

The  velocity  of  O  ^  333  inches  per  second,  which 
is  also  the  velocity  of  M.  By  measurement,  or  by 
comparing  the  triangles  Mu  will  l)e  found  to  be  9/10 
of  SN.  Hence  SN  =  10/9  X  -333  =  IT^  inches  per 
second. 

Alsci    bv    either    measurement    or    calculation    ST 


will  i)c   found  to  be  etpial   to 


SN 


V3 


=  21 


inches   per 


>ecoiul. 

Tlie  velocitv  of  S  is  therefore  213  inches  per 
-rcond.  Hence  the  acceleration  .of  P  at  the  instant 
under  consideration  is  213  inches  per  second,  which 
means  that  if  the  acceleration  of  P  were  constant  for 
I  he  sectmd  of  time  next  succeeding  the  instant  undrr 
consideration,  the  velocity  of  P  at  the  end  of  this 
second  would  be  213  inches  per  second  greater  than 
shown  (OS)  or  about  300  +  213  =  513  inches  per 
second.  In  reality  the  velocity  at  this  latter  instant 
uf  time  would  be  different  from  this  amount  because 
the  acceleration  throughout  the  second  would  not 
necessarily  remain  constant,  but  the  above  numerical 
example  illustrates  the  use  of  the  diagram  in  deter- 
mining instantaneous  velocities  and  accelerations  of 
the  crossliead. 
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A  smokeless  city,  like  a  noiseless  Fourth  of  July, 

w   a   matter   of   education.      Persistent   agitation    has 

finally  forced  many  cities  to  pro- 

c       1    I  hibit  fireworks.     The  past   week's 

Smokeless  '^ 

Combustion  reports  show  that  as  a  result  there 

has  been  much  less  lire  havoc  and 
fewer  people  have  been  injured  or  killed.  \\'hile  smok- 
ing chimneys  have  not  exacted  the  same  terrible  death 
toll  as  exploding  firecrackers,  their  cumulative  year's 
damage  to  surrounding  property  and  their  involved 
waste  of  fuel  gives  a  greater  annual  loss  than  may  be 
ascribed  to  the  fireworks  of  the  festive  Fourth.  In 
consequence,  anti-smoke  ordinances  have  been  adopted 
by  many  Eastern  cities,  so  besmirched,  and  the  ques- 
tion is  now  being  investigated  by  certain  Western 
bodies. 

They  find  that  smoke  consists  chiefly  of  uiiburncd 
fuel.  Hydrocarbons  are  volatile  at  temperatures  far 
below  their  point  of  ignition  and  unless  there  be  am[)k' 
furnace  space  and  abundant  air  supply,  they  are  apt  to 
escape  up  the  flue  unconsumed.  If  the  furnace  flame 
strikes  the  comparatively  cold  surface  of  the  boiler 
.shell  before  its  burden  of  carbon  dust  and  hydrocarbon 
\apor  is  all  burned,  it  is  extinguished  just  as  by  the 
wire  gauze  of  a  miner's  safety  lamp.  Passing  on  as 
dense  black  smoke  it  poisons  the  air  and  pcjllutes 
everything  which  it  touches.  By  enlarging  the  com- 
bustion chamber  so  as  to  interpose  more  space  between 
the  grate  and  the  boiler  the  gases  are  burned  before 
being  cooled  and  the  smoke  is  minimized.  Such 
change  in  boiler  design  together  with  plenty  of  air 
will  reduce  not  only  the  smoke,  but  also  the  fuel  bill. 

A  certain  amount  of  smoke  from  a  power  plant 
is  as  unavoidable  as  fleas  on  a  dog,  especially  with 
fluctuating  load.  Many  of  the  ordinances  have  been 
framed  with  this  fact  in  mind  and  smoke  of  moderate 
density  is  permitted  for  periods  of  from  four  to  fifteen 
minutes  each  hour,  according  to  the  diameter  of  the 
stack  and  the  class  of  service,  steamboats  and  locomo- 
tives being  given  the  greatest  latitude.  Inspectors, 
armed  with  cameras,  are  employed  to  report  non- 
compliance with  the  law  and  exact  the  fine.  If  half 
the  time  expended  in  trying  to  outwit  the  inspector 
were  utilized  in  legitimate  smoke  prevention,  the  fuel 
bill,  at  least,  would  be  the  gainer. 

Smoke  is  a  nuisance  in  the  eyes  of  the  law  and 
any  reasonable  ordinance  intended  for  its  abatement 
will  be  sustained  by  the  courts.  When  the  dirt  that  it 
creates  and  the  discomfort  that  it  causes  become  in- 
h  ilerable,  the  sufferers  appeal  to  the  lawyer  for  relief 
and  drastic  legislation  sometimes  ensues.  This  may  be 
obviated  by  a  little  care  and  foresight  on  the  part  of 
the  stationary  engineers  if  they  will  but  anticipate 
this  inevitable  effort  for  civic  betterment  by  drafting 
and  urging  reasonable  legislation.  In  other  words, 
they  should  not  leave  to  lawyers  and  politicians  the 
regulation  and  even  operation  of  their  power  plants. 
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PERSONALS. 

Frank  H.  Ray  of  New  York  is  at  San  Francisco. 

F.  F.  Skeel,  manager  of  Crouse-Hlnds  Company,  is  visiting 
the  Pacific  Coast. 

M.  C.  Lord  of  Heald's  College  of  Engineering,  left  llii.s 
week  for  Seattle. 

H.  R.  .\oack,  of  Pierson,  Roeding  &  Co.,  is  in  the  moun- 
tains of  Plumas  county. 

F.  C.  Ambridge  has  been  appointed  general  auditor  of  the 
Fresno  Traction  Company  of  Fresno. 

H.  C.  Rogers,  the  Denver  manager  for  the  Westinghouse 
Machine  Company,  is  visiting  San  Francisco. 

Seton  Porter,  of  Sanderson  &  Porter,  of  New  York,  will 
spend  a  month  or  two  at  the  San  Francisco  branch  office. 

F.  A.  Richards,  manager  of  the  car  department  of  Pierson, 
Roeding  &  Co.,  returned  last  week  from  a  Northwestern  tour. 

A.  F.  Hockenbeamer,  second  vice-president  of  the  Pacific 
Gas  and  Electric  Company,  has  returned  from  an  extensive 
Eastern  trip. 

II.  \V.  Noethiug  has  resigned  as  chief  engineer  of  the  Union 
IJrewing  &  Malting  Company  of  San  Francisco,  after  seven 
years'   service. 

A.  .1.  Meyers,  Pacific  Coast  manager  for  the  Wagner 
Electric  Manufacturing  Company  of  St.  Louis,  has  returned 
from  a  northern   trip. 

().  .\.  Schlesinger,  who  was  at  one  time  with  the  Westing- 
house  Company,  has  joined  the  sales  force  of  the  Pacific 
States  Electric  Company. 

W.  W.  Briggs,  Pacific  Coast  manager  for  the  Westing- 
house  Electric  &  Manufacturing  Company,  has  gone  to  the 
mountains    on    a    vacation    trip. 

Chas.  Wiggin  is  in  charge  of  the  Los  Angeles  office  of 
John  R.  Cole  &  Co.,  while  Geo.  Cole,  the  Los  Angeles  man- 
ager, is   visiting  San   Francisco. 

W.  S.  lleger.  Pacific  Coast  district  manager  for  the  AUis- 
Chalmers  Company,  has  returned  from  a  trip  to  his  Los 
Angeles  office,  where  business  has  been  excellent  during  the 
past  month  with  good  prospects. 

K.  G.  Dunn,  engineer  with  Hunt,  Mirk  &  Co.,  representing 
the  Westinghouse  Machine  Company  on  the  Pacific  Coast,  has 
returned  from  a  trip  to  Pittsburg. 

C.  H.  Heilbron,  a  vice  president  of  the  California  State 
Association  of  Electrical  Contractors,  came  up  from  San 
Diego  to  attend  the  annual  convention  at  the  Palace  Hotel. 

R.  C.  Gilles,  vice-president  of  the  Mt.  Hood  Railway  & 
Power  Company  of  Portland,  has  been  elected  president  of  the 
Ix)s  Angeles-Pacific  Company,  succeeding  E.  C.  Clark,  re- 
signed. 

W.  B.  Woodill  of  Los  Angeles,  who  is  a  vice  president 
of  the  California  State  Association  of  Electrical  Engineers, 
arrived  the  first  of  the  week  to  attend  the  annual  convention 
in  San  Francisco. 

Paul  Shoup,  assistant  general  manager  of  the  Southern 
Pacific  Company,  in  charge  of  electric  lines,  went  to  South- 
ern California  last  week  on  business  connected  with  the 
taking   over   of   the   Fresno   Traction   Company. 

A.  G.  Wishon  has  resigned  as  manager  of  the  Fresno 
Traction  Company,  but  will  retain  the  management  of  the 
San  Joaquin  Light  &  Power  Company  and  the  FVesno  City 
Water  Company.  He  is  succeeded  in  the  traction  company 
by  F.  W.  W'ebster. 

H.  H.  Noble,  president  of  the  Northern  California  Power 
Company,  left  last  Tuesday  for  an  inspection  tour  of  his 
hydro-electric  plants  in  Shasta  and  Tehama  counties.  He  was 
accompanied  by  E.  V.  D.  Johnson,  the  manager  of  the  com- 
pany, with  headquarters  at  Redding. 


N.    A.    S.    E.    HIGH    JINKS. 

California  No.  1,  N.  A.  S.  E.,  will  give  a  smoker  and  mid- 
summer high  jinks  on  July  14th  at  their  hall,  172  Golden  Gate 
avenue,  San  Francisco.  A  general  invitation  has  been  ex- 
tended to  many  engineering  societies  to  attend  this  meeting. 


Newly  elected  officers  of  California  No.  a,  N.  A.  S.  E.,  are; 
President,  C.  E.  Van  Meter;  vice-president,  C.  M.  Irwin;  re- 
cording secretary,  John  Ostrom;  financial  secretary,  Charles 
Knight;  treasurer,  Charles  Dick;  guide,  W.  G.  Tallbot;  trus- 
tee, Wm.  P.  Millner;   doorkeeper,  John  Hanna. 


The  new  officers  of  California  No.  1,  N.  A.  S.  E.,  as  elected 
on  June  30,  1910,  are:  President,  P.  L.  Ennor;  Vice-President, 
J.  T.  Stewart;  Corresponding  and  Recording  Secretary,  C.  H. 
Reinoehl,  73  Sharon  Street;  Financial  Secretary,  J.  M.  Wil- 
son; Treasurer,  Daniel  Daniels;  Conductor,  D.  A.  Richard- 
son; Doorkeeper,  H.  L.  Gaskill;  Trustees,  Chas.  Magnin,  J.  W. 
Maher,  L.  H.  Honigbaum;  Delegates  to  the  National  Conven- 
tion to  be  held  at  Rochester,  N.  Y.,  Chas.  Bankey,  F.  B. 
Dunn,  H.  L.  Gaskill,  and  Wm.  H.  Kearney;  Alternates  to  the 
National  Convention,  H.  W.  Noethig,  J.  W.  Maher,  J.  T. 
Stewart  and  P.  L.  Ennor;  Delegate  to  the  Life  and  Accident 
Insurance  Department,  Wm.  H.  Kearney;  Alternate  to  the 
IJfe  and  Accident  Insurance  Department,  H.  W.  Noethig. 


CONTRACTORS'  STATE  CONVENTION 

The  annual  loiiveiuiuu  of  the  California  Association  of 
lOlectrical  Contractors  opened  at  lu  a.  ni.,  Tuesday,  Juiy  5th, 
in  the  Music  Room  of  the  Palace  Hotel,  with  President  W.  S. 
Ilanbridge  in  the  chair.  Other  officers  of  the  organization 
jjresent  were  H.  li.  Woodill,  first  vice-president;  C.  H.  Heil- 
bron, second  vice-itresidenl;  F.  V.  Meyers,  secretary,  and 
E.  C.  Wakeman,  sergeant-at-arms.  The  attendance  on  the 
first  day  was  small  and  the  committee  on  credentials  found 
that  the  1.55  members  throughout  the  State  were  represented 
by   proxy   by  about  :il)   members  actually   present. 

The  opening  address  by  President  Haubridge  aud  the 
preliminary  work  of  organization  took  up  most  of  the  first 
day.  Out  of  the  nine  local  districts  of  the  State  eight  were 
represented   by   their  officials. 

The  reports  of  various  committees  on  routine  matters 
were    adopted. 

Secretary  Meyers  reported  that  the  financial  condition 
of  the  Association  was  satisfactory.  The  discussion  of  sub- 
jects of  importance  to  the  contracting  business  occupied  the 
remainder  of  the  morning  session. 

At  the  afternoon  session  the  reports  of  committees  aii- 
pointed  at  the  last  convention  and  at  a  meeting  of  the  direc- 
tors of  the  Association  held  at  Santa  Barbara  in  April,  1910, 
were   heard  and  adopted. 

During  the  afternoon  the  ladies  accompanying  the  mem- 
liers  from  outside  cities  were  given  an  automobile  trip  by  San 
Francisco  District  Local  No.  1. 

At  7  p.  m.  an  elaborate  banquet  was  served  to  members 
and  invited  guests  in  the  large  banquet  hall  of  the  Palace 
Hotel.  Several  entertaining  speeches  were  made  and  the 
usual  toasts  were  proposed,  while  the  best  of  harmony  pre- 
vailed. 

Wednesday,  July  Gth,  was  devoted  entirely  to  entertain- 
infnt.  San  Francisco  District  Local  No.  1  chartered  the 
steamer  Sehomo  for  the  day  and  arranged  for  the  serving 
of  luncheon  on  board.  A  large  number  of  guests,  including 
iHombers  of  the  State  Association  and  their  ladies  and  friends, 
embarked  at  the  Clay-street  Wharf  and  made  a  steamer  tour 
around  the  bay  and  up  the  Sacramento  River  as  far  as  Rio 
Vista,  making  brief  stops  at  points  of  interest. 

On  Thursday  business  was  resumed  and  the  remainder 
of  the  usual  routine  was  carried  to  a  successful  completion 
with  a  greatly  augmented  attendance  such  as  it  was  impossible 
to  secure  on  the  opening  day. 
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962,971.  Burner.  George  J.  McPherson,  Salt  Lake  City, 
I'tah,  assisnor,  b.v  direct  and  mesne  assignments,  to  Interna- 
tional Oil  Gas  Producer  Company.  An  oil  burner  of  the  class 
described,  comprising  a  superheating  retort,  a  steam  supply 
pipe   extending   thereinto   aud    discharging   at   the   inner   end 


thereof,  a  gasifying  retort  located  within  the  steam  super- 
heating retort,  a  feed  pipe  for  liquid  hydrocarbon  extending 
into  and  discharging  at  the  inner  end  of  the  gasifying  retort, 
a  mixing  duct  and  connections  between  said  mixing  duct  and 
said  retorts  to  cause  the  superheated  steam  and  gases  to 
become  commingled  to  i)roduce  a  combustible  mixture. 

962,884.  Thermo-Electric  Furnace-Regulator.  James  H. 
Hobbitt,  Harvard,  Neb.  In  an  apparatus  of  the  class  de- 
scribed, the  combination  of  a  thermostatically  actuated  cir- 
cuit closer  responsive  to  predetermined  maximum  and  min- 
imum temperature  conditions,  circuits  connected  with  the 
said  closer,  draft  regulating  devices,  and  a  motor  mechanism 
controlled  by  the  said  circuit  closer  for  operating  the  draft 
devices;  said  motor  mechanism  comprising  a  frame,  a  shaft 
mounted  thereon,  a  wheel  secured  to  the  shaft,  a  weight-cord 
device  for  turnin.g  the  wheel,  a  connecting  element  between 
the  whee'  and  the  draft  devices,  a  contact  finger  mounted  on 


—7-' 

the  shaft  to  rotate  therewith,  spring  contacts  with  which  the 
contact  finger  is  adapted  to  engage,  a  brake  disk,  a  shaft 
supporting  the  same,  a  train  of  gears  between  the  shafts,  a 
governor  on  the  second  mentioned  shaft,  and  connected  with 
the  brake  disk,  means  for  rotating  the  governor  from  the  first 
mentioned  shaft,  a  brake  shoe  arranged  to  engage  the  disk, 
a  lever  mounted  to  release  the  brake  shoe,  an  armature  con- 
nected with   the  lever,   an  electromagnet    arranged    opposite 


the  armature  and  adapted  to  be  connected  in  circuits  when 
the  circuit  closer  is  closed  and  the  contact  finger  is  in  i-ii- 
gagement  with  either  spring  contact. 

962,768.  Electric  Sad-iron.  Henri  G.  Levy,  San  Francisco, 
Cal.  In  a  device  of  the  character  described,  the  combination 
of  a  body  portion  and  a  removable  handle  therefor,  said  body 
portion    having    an    electric-heater    within     it,  and    provided 
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with  contacts,  and  said  handle  portion  having  contacts 
adapted  to  establish  an  electrical  circuit  through  the  flrst- 
named  contacts  and  heater  co-ordinately  with  the  application 
of  the  handle  to  the  body  portion. 

962,695.  Oil-Burner.  Roland  C.  Casad,  Covina,  Cal.  An 
oil  burner  comprising  a  plate  formed  with  two  openings,  a 
bent  tubular  member  having  one  end  communicating  with 
one  of  said  openings  to  receive  air  from  beneath  the  plate 
and  having  the  other  end  directed  downwardly  above  the 
plate  to  form  an  air  outlet,  an  oil  supply  pipe  extending 
through  the  other  of  said  openings  in  the  plate,  a  head 
formed   with  an  oil  cup  at  the  upper  end  of  said  oil  supply 


|ii|)e  and  communicating  therewith,  said  head  extending 
within  said  air  outlet  and  being  of  greater  diameter  than 
said  oil  supply  pipe,  and  a  second  tubular  member  surrounding 
said  oil  supply  pipe  and  extending  beneath  said  oil  cup,  said 
second  tubular  member  communicating  with  said  other  open- 
ing in  the  said  plate  to  receive  elastic  fluid  therethrough, 
whereby  said  elastic  fluid  is  directed  at  the  inside  of  the  oil 
or  vapor  passing  from  the  oil  cup  and  the  air  from  the  afore- 
said air  outlet  is  directed  at  the  outsid*^  of  said  vapor. 

962,651.  Sea  Power-Generator.  Robert  Max  Mobius,  San 
Diego,  Cal.,  assignor  to  F.  K.  De  Borde,  San  Diego,  Cal.  .\ 
device  of  the  character  described,  comprising  a  i)latforni 
mounted  upon  piling,  bearings  on  the  platform,  a  pendulum 
frame  swinging  from  said  bearings,  a  vertically  adjustable 
panel  mounted  in  the  frame,  means  for  securing  adjustment 
of  the  panel  comprising  a  cable,  a  drum  over  which  the  cable 
passes,  a  crank  for  winding  the  drum  and  a  pawl  engaging 
the  shaft  of  the  drum,  and  chains  in  combination  with  sprocket 
wheels  and  pulleys. 
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REMARKABLE  PERFORMANCE  OF  INDUCTION  MOTOR. 
A  20-hp.,  ;i-phase,  220-volt  staiulaid  iniluctioii  motor  made 
by  tlie  General  Electric  Company  recently  demonstrated  the 
ability  of  the  standard  motors  manufactured  by  this  com- 
pany to  operate  successfully  under  the  trying  conditions  met 
with  in  mines  where  the  air  is  very  damp,  without  their 
beinK  totally  inclosed.  This  is  of  great  importance,  as  thor- 
ough ventilation  of  the  motor  is  absolutely  necessary  due  to 
the  high  temperatures  which  prevail  in  mines.  This  motor 
is  geared  to  a  mine  piimii,  located  at  the  bottom  of  the  shaft 
at  the  mines  of  the  Richmond  Iron  Works.  Richmond  Fur- 
nace, Mass.,  and  is  installed  in  a  chamber  where  the  air  is 
always  very  damp  and  moisture  is  continually  rtripiiing  from 


.StaixUml  Ceneiiil  Klectric  TUicc-l'liase  liuliutii'ti 
.Molov  DiiviiiK:  a  Pump  in  Mines  at  Itichmond 
I'' urn  ace.    Massaelui.'^*'lts. 


the  roof  timbers.  It  is  protected  from  this  water  by  a  i)iece 
of  tarred  paper  tacked  above  it,  so  as  to  conduct  the  water 
away. 

During  a  heavy  thaw  last  .lanuary.  the  surface  water 
broke  in  .on  one  of  the  upper  levels  and  flooded  the  mine. 
The  water  rose  so  rapidly  that  the  electric  pump  was  soon 
under  water,  the  top  of  the  motor  being  two  feet  below  the 
surface.  Under  such  circumstances  it  was  imperative  that 
the  immp  should  continue  in  operation  as  long  as  possible, 
and  so  it  was  not  shut  down.  It  continued  to  operate  per- 
fectly and  at  the  end  of  two  hours,  during  the  whole  of 
which  time  the  motor  was  submerged  under  water,  it  had 
pumped  itself  clear  of  water.  It  was  then  stopped  only  long 
enought  to  clean  the  dirt  and  chips  from  around  the  rotor 
and  put  oil  in  the  bearings,  and  then  was  started  up  again. 
This  pump  has  been  running  about  20  hours  a  day  ever  since 
and  the  motor  has  apparently  suffered  no  injury  from  its 
unusual  experience. 


A    NEW    CONDUIT    FOR    UNDERGROUND   CABLES. 

.•\  new  cable  conduit  recently  placed  on  the  market  by 
the  M.  W.  .Johns-.Manville  Co.,  New  York,  known  as  .I-M  Fibre 
Conduit,  is  especially  noteworthy  because  of  some  features 
new  in  the  manufacture  of  conduit.  This  conduit  is  made 
of  indurated  fibre,  a  material  which  has  been  used  very  ex- 
tensively for  insulating  purposes,  such  as  third-rail  cover- 
ings, controller  linings,  battery  boxes,  etc.;  water  pails,  etc., 
have  also  been  made  of  it  for  many  years. 


In  making  .I-M  Fibre  conduit,  the  fibre  is  moulded  into 
.shape  under  high  temperature  and  immense  pressure,  and  is 
entirely  without  grain  or  laminations.  This  jjroceas  gives 
each  length  of  conduit  a  solid  %-in.  one-piece  wall-homo- 
g(Mi(>(:us — with  tensile  strength  that  is  remarkable  when 
compared  with  the  light  weight  of  the  conduit. 
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.I-M    Conduit    Sletne    .Inint. 

Hut  the  most  interesting  feature  of  this  new  conduit  lies 
ill  the  bell  joints  shown  above.  One  end  of  each  section  is 
moulded  to  an  enlarged  size — belled  out — with  an  opening 
as  large  as  the  outside  diameter  of  the  opposite  end  of  the 
next  section.  Thus,  any  two  sections  fit  together  without 
any  redtictiou  in  the  wall  thickness  of  either  section  at  the 
joint.  This  makes  a  stronger  and  more  rigid  cunncolioii 
than   is  iiossible  with  any  other  kind  of  joint. 

In  laminated  fibre  conduit,  half  the  wall  thickness  at 
the  ends  of  each  length  must  be  cut  away  in  order  that  one 
length  may  fit  or  screw  into  the  other.  And  that  reduces 
the  strength  of  the  joint  by  half. 

Realizing,  however,  that  installation  methods  on  some 
systems  have  been  devised  which  necessitate  the  use  of 
straight  joints,  the  manufacturers  have  also  arranged  to 
nuike  this  new  conduit  with  straight  line  joints,  as  shown 
below. 


lull    straight   .l..iiil. 


The  joints  in  this  new  conduit  are  perfectly  smooth  in- 
side— they  are  machine  moulded — perfectly  true — no  offset. 
.\nd  each  length  of  the  conduit  is  also  smooth  throughout 
its  bore.  This  gi-eatly  facilitates  the  work  of  inserting 
cables. 
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The  manufacturers  claim  that  by  reasou  of  there  being 
no  seams  or  roughness  at  the  joints  of  this  conduit  and  as 
the  air-tight  joints  prevent  particles  of  concrete  from  seeping 
through,  a  No.  6  wire  can  be  pushed  through  each  duct  from 
manhole  to  manhole,  doing  away  with  the  ropes  and  rods 
so  necessary  with  ordinary  conduits. 

Moreover,  the  smooth,  tight  joints  and  the  smooth  bore 
of  this  conduit  should  add  greatly  to  the  life  of  cable  for 
the  seams  or  raw  edges  at  joints,  burns,  blisters,  liimps,  etc., 
lire  ordinarily  the  greatest  cause  of  cable  trouble  as  they 
injure  or  abrade  the  lead  casing  of  cable  When  it  is  being 
drawn  through  the  duct. 

Tests  made  of  this  conduit  with  %-in.  thickness  of  wall 
show  that  it  has  an  average  puncture  voltage  of  40,800  dry 
and  33,000  volts  after  40  hours  immersion  in  water.  Danger 
of  electrolysis  should  therefore  be  practically  eliminated  by 
the  use  of  this  conduit. 

In  weight,  this  conduit  has  an  advantage  over  those 
made  of  stoneware,  etc.,  as  it  weighs  only  about  one-sixth 
as  much.  This  makes  it  easier  to  handle.  The  light  weight 
also  cuts  down  the  freight  charges,  which  is  especially  notice- 
able when  laying  at  a  considerable  distance  from  the  rail- 
road unloading  point  or  from  storage  point.  Breakage  is  also 
reduced  to  a  minimum  with  this  conduit  by  reason  of  the 
great  tensile  strength  of  its  walls. 

A  variety  of  fittings  such  as  bends,  elbows,  tees,  etc., 
provide  for  bends  and  curves  in  the  trenches.  Two,  three 
and  four  way  junction  boxes  provide  for  branch  and  service 
connections.  .'Vii  attractive  booklet  has  been  gotten  out  by 
tiip  manufacturers,  and  a  copy  can,  no  doubt,  be  obtained 
liy  writing  to  the  H.  \V.  .lohns-Manvile  Co.,  New  York. 


HOLTZER-CABOT    POLYPHASE    MOTORS. 

Ill  imtting  ii|ion  the  market  a  lino  of  polyphase  induction 
motors.  The  Holtzer-Cabot  BOlectric  Co.  does  not  in  any  sense 
pass  through  an  experimental  period,  since  its  long  experi- 
ence in  tile  more  difficult  design  of  single  phase  motors  has 
enabled  it  to  jiroduce  a  particularly  efficient  line  of  poly- 
phase motors. 

These  motors  have  been  generously  designed  in  all 
lioints  where  generosity  counts.  Their  overload  capacity. 
wiarting  torqiie,  heating,  bearings,  etc.,  are  more  liberal  than 


to  H.P.  Hf.itziT  Cabol  .^  Pliasr  .Molor. 

is  indicated  by  ordinary  practice.  They  have  been  designed 
to  start  and  carry  heavy  overloads,  but  at  the  same  time  good 
efficiencies  and  power  factors  have  been  reached.  Close  at- 
tention to  details  has  produced  machines  having  to  a  large 
(•xtent  all  these  desirable  features. 

It  has  been  recognized,  however,  that  mere  size  and 
weight  do  not  make  good  motors.  Accordingly  particular  at- 
tention has  been  given  to  produce  rugged  and  highly  effi- 
cient motors  of  moderate  overall  dimensions.    This   enables 


them  to  be  successfully  used  in  many  places  where  space  is 
limited. 

In  mechanical  construction  these  motors  follow  the  con- 
ventional design  which  world-wide  experience  has  proven 
best  suited  to  polyphase  apparatus.  Particular  attention  has 
been  given  to  producing  good  ventilation,  and  therefore  cool 
running,  by  the  use  of  revolving  vanes.  High  power  factor 
and  good  starting  performance  is  assisted  by  the  use  of  pan 
tially  dosed  slots  in  all  sizes:  the  slot  opening  being  Ipft 
large  enough,  however,  to  permit  the  easy  removal  of  coils  In 
case  of  trouble. 

These  motors  are  built  for  constant  speed  in  sizes  from 
one-halt  to  30  horsepower,  and  for  all  commercial  voltugeH, 
frequencies  and  speeds.  Compensator  starters  are  Ordinarily 
furnished  With  the  larger  sizes;  although  where  the  starting 
torque  required  is  not  great,  primary  resistance  Starters  may 
be  used,  thus  somewhat  reducing  the  cost  of  the  apparatus. 


NEW    PROTECTED   TERMINAL   CABLE. 
.\   new   cable   terminal   which   has   recently   been   placed 
on  the  market  is  designed  to  replace  two  of  the  older  types 
of   cable    terminals,    namely:    the    compact,    hooded,    but    un- 
protected  type,   and   the   cumbersome    wooden-box    protected 


Hroli-cud  Calili- 
Ti-rniinai  willt 
CovLT  Removed. 


No.  IS  Cable  Ter- 
minal with  Cover 
Partly  Removed 
for  Inspection  of 
Fuses. 


terminal.  This  new  terminal,  the  Western  Electric  ,Coni- 
Iiany's  No.  18,  combines  all  of  the  advantageous  features  of 
design  of  those  two  older  types.  It  is  a  compact,  weather- 
proof device  which  affords  protection  to  the  central  office 
equipment  against  lightning  discharges  and  accidental  contact 
with   power  wires. 

The  No.  18  protected  cable  terminal  consists  essentially 
of  a  rectangular  oiled  and  shellaced  wooden  box  into  which 
thr^  cable  Is  led.  Two  sides  of  this  box  serve  as  mountings 
for  the  fuse  clips  and  as  fanning  strips  for  the  bridle  wires. 
The  third  side  acts  as  a  support  for  cut-outs.     During  manu- 
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facture  the  interior  of  tlie  box  is  filled  with  water-proof  pot 
head  compound,  which  fills  all  spaces  between  the  fanned-out 
wires  and  seals  the  end  of  the  cable  against  moisture.  The 
box  is  mounted  on  a  cast  iron  base,  or  bracket,  in  the  center 
of  which  is  fitted  a  wooden  bushing  for  clamping  the  cable  in 
place  and   relieving  the  wires  of  all  strain. 

The  cable  chamber,  binding  jiosts  and  connections  arc 
protected  against  weather  by  a  heavy  reinforced,  galvanized 
sheet-iron  hood  which  may  be  lifted  to  any  height  necessary 
to  examine  the  fuses,  etc.  The  hood  is  held  at  the  desired 
height  by  a  spring  latch  mounted  on  top  of  the  fanning  strips. 
However,  should  the  hood  be  removed  completely  it  will  bo 
prevented  fro?n  falling  to  the  ground  by  a  non-corrosive  sash- 
chain  which  attaches  it  to  the  bracket. 

The  protective  devices  supplied  conBist  of  fuses  and  open- 
space,  carbon-block,  cut-outs,  two  of  each  wired  into  each 
l)air  of  wires,  the  cut-outs  being  connected  between  the  fuses 
and  the  cable. 

The  Western  Electric  Company  manufactures  this  type 
of  protected  terminal  for  use  with  Xo.  22  gauge  wire,  paper 
insulated,  lead-covered  cable  in  capacities  of  from  10  to  60 
liairs  of  wires. 

Ordinarily  the  terminal  is  supplied  with  a  six-foot  cable 
stub  which  is  spliced  to  a  cable  of  sufficient  length  to  make 
the  connection  desired.  However,  where  possible  the  ter- 
minal should  be  ordered  with  a  cable  of  the  required  length, 
thereby  eliminating  one  splice. 


APPROVED  ELECTRICAL  DEVICES 


ELECTRIC    VEHICLE    PUBLICITY. 

The  Electric  Storage  Battery  Company  of  Philadelphia 
has  successfully  launched  one  of  the  most  comprehensive 
advertising  campaigns  ever  undertaken  to  popularize  the 
electric  vehicle.  The  two  directly  Interested  parties  in  this 
publicity  scheme — the  central  station  managers  and  the  elec- 
tric vehicle  manufacturers — have  been  shown  the  enormous 
advantage  which  would  result  in  joining  hands  with  the 
battery  company  to  advertise  on  a  very  large  scale  the 
superior  merits  of  the  electric  vehicle. 

They  have  cordially  endorsed  the  plan  and  the  funds 
which  they  have  contributed  are  to  be  expended  in  larger 
advertisements  in  magazines  of  national  circulation — the  in- 
tention being  to  lay  before  the  public  In  an  educational  and 
graphic  manner  every  week  the  real  supremacy  of  the  elec- 
tric as  a  city  and  suburban  pleasure  and  commercial  vehicle. 

The  electric  vehicle  manufacturers  have  been  large  adver- 
tisers of  their  own  product  but  this  publicity  is  to  be  imper- 
sonal and  one  which  means  increased  business  to  all  par- 
ties concerned;  The  Central  Station  people  are  alive  to  the 
fact  that  it  brings  a  permanent  source  of  revenue  to  them. 
The  work  of  laying  out  this  campaign  is  being  done  by  The 
Electric  Storage  Battery  Co.  That  it  has  successfully  wrought 
out  this  comprehensive  and  well  thought  out  scheme  is  a  mat- 
ter of  congratnlatlon  to  all  who  have  taken  part. 


NEW    CATALOGUES. 

Catalogue  No.  8  from  the  Ohio  Brass  Company.  Mansfield. 
Ohio,  comprises  an  exhaustive  compilation  of  standard  types, 
forms  and  sizes  of  materials  for  electric  railways,  mine  haul- 
age systems  and  transmission  lines. 

Bulletin  No.  4739.  issued  by  the  General  Electric  Com- 
pany, describes  the  GR  M.VZDA  incandescent  lamp  which  has 
an  Improved  tungsten  filament  and  gives  the  high  efficiency 
of  1  to  1%  watts  per  candle.  The  bulletin  describes  this  lamu 
in  great  detail,  and  illustrates  the  various  sizes  of  this  type 
of  lamp  for  use  on  multiple  circuits.  It  contains  tables  show- 
ing cost  of  operation  and  life,  effect  of  voltage  variation  on 
candle-power  and  watts,  relative  costs  of  lighting  with  vari- 
ous lamps  for  equal  illumination,  etc..  etc.  Tt  also  devotes 
considerable  space  to  the  reflectors  necessary  to  give  the  best 
results.  '      ' 


RECEPTACLES,  FOR  ATTACHMENT  PLUGS. 

Surface  Receptacles,  Cat.  Nos.  5617-5620  incl.,  10  A.,  250 
y.,  with  plugs  5419-5421  incl.  Cat.  Nos.  .5621-5623  incl.,  with 
|)lug  555.3,  20  A.  250  V.  Flush  Receptacles,  Cat.  No.  5547  with 
plugs  5419-5421  incl.,  and  Cat.  No.  5566  with  plug  5567,  10  A. 
250  v..  Cat.  No.  5552  20  A.  250  V.,  with  plug  55.53,  20  A.  250  V. 
Conduit  Box  Receptacles,  Cat.  Nos.  5614  and  5624,  10  A.  250  V., 
with  plugs  5419-5421  incl.  Apiiroved  IWarch  4,  1910.  Manu- 
factured by 

Hubbell,    Harvay,   Ine.,   Bridgeport,   C6nt1. 

RECEPTACLES,   STANDARD. 

"Bryant  3  A.  250  V."  Sign,  Cat.  Nos.  1700,  40488,  46749 
and  59108.  Also  "Ruby"  102717  when  installed  so  that  both 
the  porcelalT  base  and  the  metal  rings  are  held  by  means  of 
solder  so  that  they  c.nnot  turn  in  the  sign  face.  Cleat,  Cat, 
Nos.  9402,  9403,  921,  1011,  1123,  50715,  11221,  28795,  54949 
(formerly  23209),  58300  and  58301  (formerly  23210).  Con- 
cealed, Cat.  Nos.  50744;  also  9447,  fusible  2  A.  125  V.  Mould- 
ing, Cat.  Nos.  42453,  58302  and  58950  (formerly  34152).  Con- 
duit Box,  Cat  Nos.  9514,  9397,  40507,  40537,  59107,  62357, 
62355  and  62356.  Approved  Feb.  28,  1910.  Manufactured  by 
The    Bryant    Electric   Company,    Bridgeport,   Conn. 

"T.  E.  M.  Co."  3  A.  250  V.     Conduit  Box  Receptacle,  Cat. 
No.   976.     Approved  Feb.  9,  1910.     Manufactured  by 
Trumbull   Electric  Mfg.  Co.,  Plainvllle,  Conn. 

"C,  S.  K."  3  A.,  250  V,  Conduit  Box  Receptacle  H,  .C.  No. 
3.     Approved  March  15,  1910.     Manufactured  by 

C.   S.    Knowles,   7    Arch    St.,    Boston,    Mass. 

RHEOSTATS. 

.Motor  starting  rheostats  described  in  Bulletins  11B.  IIC. 
lin.  and  12B  1/4-30  H,  P,  125  and  240  V,;  %  to  .50  H.  P.,  500  V. 
.Approved  March  15,  1910.     Manufactured  by 

Union   Electric  Mfg.  Co.,  Milwaukee,  Wis. 

SWITCH    BOXES. 

"Fancleve"  cast  iron  switch  boxes.  For  metal  conduit. 
Cat.  Nos.  351,  501.  For  flexible  tubing.  Cat.  No.  651.  For 
wooden  moulding.  Cat.  No.  201  (Universal  switch  or  junction 
box)  and  Cat.  No,  402  (supporting  box  for  surface  snap 
switches).  Approved  March  4.  1910,  Manufactured  by 
Fancleve  Specialty  Co.,  Jamaica  Plain  Station,  Boston,  Mass. 

SWITCHES.   COMBINATION   CUTOUT. 

Porcelain  base  switches  with  Edison  plug  cutouts,  Cat. 
Nos.  701,  703,  721,  723  and  727  30  A.,  125  V,  Panel  cutouts. 
Cat.  Nos  714  to  719  inclusive,  15  A..  125  V.  Porcelain  base 
switches  with  cartridge  fuse  cutout.  Cat.  Nos.  704,  705,  724 
and  725,  30  A.,  250  V.  Approved  Feb.  28,  1910.  Manufac- 
tured by 

Trumbull    Electric    Mfg.    Co.,    Plalnville,    Conn. 

SWITCHES,   KNIFE. 

'      Type  A,  250  and  500  V.,  all  capacities,  with  or  without 
N,  E.  Code  standard  cartridge  enclosed  fuse  extensions.    Typo 
C.  0-300  A..  250  v.,  with  or  without  N.  E.  Code  standard  cari 
ridge    enclosed    fuse    extensions.      Approved    March    9,    1910, 
Manufactured  hy 

Agutter-Griswold  Co.,  411   Occidental   Ave.,  Seattle,  Wash. 

SWITCHES,  SURFACE  SNAP. 

"Perkins"  600  Volt  Switches,  single  pole,  5  and  10  am- 
peres.    Approved   Feb.   16.   1910.     Manufactured  by 

Perkins  Electric  Switch  Mfg.  Co.,  Bridgeport,  Conn. 

OEM.  Co.,  3  A..  250  V.  Conduit  Box.  Cat.  No.  1225. 
Cleat,  Cat.  No.  9402.  Sign,  Cat.  Nos.  1700  and  977,  Approved 
March  1.  1910.     Manufactured  by 

Connecticut   Electric  Mfg.  Co.,   Bantam  Connecticut. 
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INCORPORATIONS. 

HAVRIO,  MONT.— Tlie  Havre  Electric  Steam  Heat  & 
Telei)lione  Company  has  been  incorporated  for  $200,000  by 
C.  C.   Swinbourne. 

VAXCOUVRR,  B.  C. — The  Vancouver,  Camas  and  Wash- 
ousal  Traction  Company  has  been  incorporated  by  H.  C. 
I'liillips  with  a  capital  stock  of  $100,000. 

SAN  FR.\NCISCO,  GAL.— The  Sunset  Power  Company 
has  been  incorporated  by  C.  B.  Greeley,  W.  L.  Boos  and  Thos. 
Turner  with  a  capita!  stock  of  $500,000. 

ELT.ENSBURG.  WASH.— The  Electric  Power  Company 
has  been  incorporated  by  J.  C.  Donnelly  and  H.  J.  Manny  of 
Tacoma,  with  a  capital  stock  of  $1,000,000. 

EUREKA,  CAL. — The  Del  Norte  People's  Telephone  Com- 
pany has  been  incorporated  by  one  hundred  and  twenty-five 
merchants  of  Hunil)()klt  county,  with  a  capital  stock  of  $10,- 
000. 

SA.\'  FRANCISCO.  C.\L. — The  Bay  Cities  Home  Tele- 
lihone  Comi)any  has  been  incorporated  by  James  Lanagan, 
C.uy  Knupp,  H.  T.  Bailey,  C.  F.  Moeler  and  others  with  a 
capital  stock  of  $20,000,000. 

BELEN,  N.  M. — The  Belen  Light  &  Power  Company  has 
been  incorporated  by  \V.  M.  Berger.  Oscar  Goebel  and  Mary 
E.  Berger  of  New  Mexico  and  Chas.  Henry  SchuU  of  I,os 
Angeles  with  a  capital  stock  of  $25,000. 


FINANCIAL. 
ROSEVILI.E,    CATa — At    the    special    election    held    here 
I  be  i)eople  ajiproved  the  issue  of  $90,000  bonds  for  the  instal- 
lation  of  a   sewer   system   and   an   electric   light    and    power 
I'lant. 

.\SHLAND.  ORE.— Ashland  voted  $55,000  improvement 
bonds  at  a  special  election:  of  this  $25,000  is  to  complete  the 
municipal  electric  light  and  $30,000  for  paving  street  inter- 
sections. 

SAN  rR.ANCISCO.  CAL.— The  Sierra  &  San  Francisco 
Power  Company,  w^hich  is  supplying  power  for  the  operation 
of  the  TTnited  Railroads  in  this  city,  has  authorized  the  issu- 
ance of  $f>, 500,000  of  first-mortgage  5-per-oent  bonds  for  the 
purpose  of  enlarging  its  plant  and  so  extending  its  facilities 
that  it  may  be  enabled  to  supply  intending  purchasers  with 
all  the  power  required. 

SAN  FRANCISCO,  CAL,— The  Supreme  Court  has  handed 
down  a  decision  in  the  Geary  street  bonds  case,  in  which 
every  point  made  by  the  city  is  sustained,  and  the  way  is 
paved  for  the  sale  of  the  bonds.  The  decision  declares  that 
the  course  of  the  city  officials  in  the  matter  has  been  regular 
and  construes  the  city  charter  and  the  State  Constitution  in 
such  a  way  that  no  question  is  left  as  to  the  city's  ri.ght 
tn  construct,  complete  or  purchase  a  municipal  street  railway 
system. 


TRANSMISSION. 
SAN   FRANCISCO,  CAL.— The   Mariposa  Electric   Power 
Conip-iny  has  filed  application  in  the  Superior  Court  for  vol- 
untary dissolution. 

HAMILTON,  MONT,— S,  R.  Inch  of  the  Missoula  Light  & 
Power  Company,  has  been  granted  permission  to  construct 
a  high  power  tension  transmission  line  along  the  public  roads 
of  the  valley. 


LA  B.-MtRA.NCA,  SONOR.\, — The  Sunset  Mining  Company, 
a  subsidiary  of  the  Southern  Pacific  is  now  drawing  up  plans 
to  put  in  a  large  power  plant  and  sell  power  to  surround- 
ing mines  and  hamlets. 

SANTA  ROS.\,  CAL. — Manager  Thomas  D.  Petch  of  the 
Santa  Rosa  Branch  of  the  Pacific  Gas  and  Electric  Company, 
has  received  orders  for  the  construction  work  involving  the 
laying  of  12  miles  of  new  2-inch  gas  pipe,  and  two  miles  of 
%-inch  pipe.  The  new  work  will  be  begun  as  soon  as  the 
material   can   be  secured. 

CLARKSTON,  WASH.— The  Grande  Ronde  Water  & 
Power  Company  of  this  place,  recently  organized  with  a  capi- 
tal of  $1,000,000,  has  started  on  the  survey  for  its  proposed 
power  plant  on  the  upper  Grand  Ronde  river.  The  river  at 
the  point  or  site  of  the  plant  is  capable  of  producing  30,000 
horsepower. 

KLAM.4TH  FALLS,  ORE.— J.  Lewis  and  G.  McDonald  ar- 
rived in  this  city  from  Lakevlew  where  they  have  looked 
after  the  development  of  a  new  power  plant  for  which  they 
have  the  rights  on  Deep  creek,  about  22  miles  east  of  Lake- 
view.  It  is  estimated  that  "000  horsepower  can  be  developed. 
Work  is  to  commence  this  summer. 

LAS  VEGAS,  NEW  MEX.— Incidental  to  taking  over  the 
Las  Vegas  Light  &  Power  Company,  and  Las  Vegas  Transit 
Comp.iny  by  the  Federal  Light  &  Traction  Company  of  New 
York,  a  corporation  which  is  being  formed  for  control  of 
numerous  light  and  power  companies  in  Colorado,  New  Mex- 
ico, Arizona  and  Wyoming,  it  is  said  that  two  local  companies 
will  be  extended  and  enlarged.  Their  line  will  also  be  ex- 
tended to  Hot  Springs. 

EL  PASO,  TEX.— The  El  Paso  Electric  Railway  Com- 
pany has  filed  a  certificate  of  increase  whereby  the  capital 
stock  of  the  company  is  increased  from  $1. .500,000  to  $2,500,- 
000,  Some  of  the  improvements  to  be  taken  care  of  by  the 
addition  of  one  million  dollars  to  the  operating  capital  of 
the  company  is  the  extension  of  the  smelter  line  to  the 
cement  plant  and  the  enlargement  of  the  power  plant  to 
more  than  double  its  present  capacity  and  the  purchase  of 
new  cars. 

REDDING,  Cj\L. — The  Sierra  Nevada  Power  &  Irriga- 
tion Company  has  filed  three  complaints  in  the  Superior 
Court  of  Shasta  Coimty  against  the  Central  Pacific  R.  R.  Co. 
and  others,  to  condemn  rights  of  way  for  a  ditch  and  power 
line,  and  to  quiet  title  to  riiiarian  rights  of  landowners  on 
Montgomery  Creek.  Hatchet  Creek  and  Roaring  Creek.  The 
irrigation  company  was  incorporated  .\pril  19,  and  to  pur- 
chase it  has  acquired  water  rights  for  a  total  of  15,000 
inches.  5000  inches  on  each  side  of  the  three  creeks  men- 
tioned. The  three  creeks  run  into  Pit  river  where  the  com- 
pany proposes  to  construct  its  power-house.  Tn  order  to 
bring  the  water  of  the  three  creeks  together  at  the  power- 
house the  company  must  have  rights  of  way  for  its  flumes 
and  ditches.  The  question  of  condemning  riparian  rights  is 
involved  in  the  actions, 

OROVILLE,  CAL, — Charles  Sw^ezy,  an  attorney  of  Sacra- 
mento, has  filed  an  appropriation  of  20,000  inches  of  water. 
Of  this  amount  of  water  10.000  inches  are  taken  from  the 
water  of  Mosquito  Creek  and  10.000  inches  of  the  water  of 
French  Creek.  The  filing  was  made  in  the  name  of  Annie 
Swezy,  The  purpose  of  the  appropriation  are  named  as  irri- 
gation and  power.  The  water  will  be  taken  from  Mosquito 
Creel;  at  a  jioint  one  mile  from  its  junction  with  French 
Creek,     The   water  of  French   Creek   is   located   at   a   point 
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aliove  the  juiicLioii  ul'  the  two  streams.  The  notice  states 
thai  the  water  ot  Mosquito  Creek  will  be  diverted  by  means 
of  a  dam  15  feet  high  made  of  concrete  and  40  feet  wide. 
On  I'Yench  Creek  it  is  proposed  to  build  a  dam  ten  feet  high 
and  50  leet  wide.  The  water  will  be  carried  in  ditches  12 
feet  wide  at  the  base  to  the  power  house.  The  appropriations 
do  not  state  the  location  of  the  power  house.  From  the  loca- 
tions stated,  however,  it  is  presumed  that  the  power  house 
will  be  west  of  the  Berry  Creek  Hotel. 


the  vice-president  of  (he  American  Power  &  Light  Company. 
The  officers  of  the  Pacific  Company  are  not  yet  announced. 
The  new'  concern  plans  a  system  of  power  development  in 
tlie  Pacific  Northwest  and  will  cover  the  Columbia,  Yakima, 
and  Walla  Walla  Valleys  with  its  transmission  lines  and  dis- 
tributing system. 


ILLUMINATION. 
SAN    BERNAHDINO,   CAL.— Plans   are   being   drawn    for 
an  electric  light  plant  to  be  installed  by  the  Barstow  Utility 
Company. 

OAKLAND,  CAL.— The  building  committee  of  the  Su- 
pervisors has  been  authorized  to  install  a  permanent  electric 
and  power  plant  in  the  new  county  jail. 

KLA.\IATH  FALLS,  ORE.  Frank  Smith  has  made  appli- 
cation Ic  the  Council  for  a  franchise  for  the  installation  of  a 
gas  plant.  He  proposes  to  manufacture  the  gas  out  of  the  gar- 
bage ol   the  city. 

OAKLAND,  CAL.-  On  the  recommendation  of  City  Klec- 
trician  Habcock  it  has  been  ordered  that  heieafter  the  tmig- 
slen  lamps  shall  be  installed  and  the  arc  lights  gradually 
•■■liniinated. 

PRKSNO,  C.\L.— With  the  completion  of  the  two  freight 
sheds  f<u'  the  Southern  Pacific  by  August  1,  it  is  reported  that 
the  men  there  will  soon  after  be  engaged  in  erecting  a  pri- 
vate power  plant  near  the  round  house  for  supplying  the 
depot  and  yards   with  electric  current   for  illumination. 

CENTRALIA,  WASH.— The  Twin  City  Light  &  Traction 
Company  has  let  the  contract  for  a  $150,000  power  plant  to  be 
located  at  Coal  Creek,  about  four  miles  southeast  of  Centralia, 
tiio  plant  to  furnish  power  for  the  electric  cars  besides  all  the 
power  needed  for  the  lighting  and  commercial  purposes  of 
Centralia  and  Chehalis.  The  plant  is  to  be  completed  in 
about   three   months. 

DUNS.MUIR,  C.'VL.— The  Siskiyou  Klectric  Light  &  Power 
Company  has  actiuired  all  the  electrical  holdings  of  the  .\Ioss- 
biae  Falls  Light  &  Power  Company,  and  hereafter  will  be  the 
sole  occupant  of  this  field.  The  purchase  was  efTected  on  Jnue 
15th.  The  .Mossbrae  power  plant  will  be  abandoned,  the  new 
company  having  abundant  |)Ower  of  its  own.  and  the  poles  and 
wire  of  the  old  company  will  be  taken  down. 

S.'VN  FRANCISCO,  CAL.— The  Commissioners  have 
awarded  to  the  Mutual  Electric  Light  Company  the  contract 
for  furnishing  current  for  light,  pofrer  and  other  purposes  in 
Ihe  Ferry  depot  and  along  the  waterfront  for  the  next  three 
years.  The  Mutual  company's  bid  was  $1.25  per  week  for 
each  ai-c  light  of  2000  candle  power  and  a  rate  of  .0275  per 
1000  watt  hours  for  electric  current  for  other  lights,  power 
and   other   purposes. 

LOS  ANGELKS,  CAL.— The  plant  of  the  West  Side  Elec- 
tric Company  at  Maricopa  will  be  enlarged  greatly  and  power 
and  lights  will  be  furnished  in  adjacent  oil  fields,  Taft  and 
.Moron  as  well  as  .Maricopa.  H.  C.  Shippee,  president  and  gen- 
eral manager  of  the  company,  which  has  offices  in  H.  W.  Hell- 
man  Building,  has  just  returned  from  an  extended  trip  to 
the  East,  where  he  has  arranged  to  finance  the  proposed  ex- 
tension of  the  company's  plant. 

PENDLETON,  ORE.— The  Pacific  Power  &  Light  Com- 
pany, with  a  capital  stock  of  $7,500,000.  has  been  formed. 
The  work  of  organization  was  done  by  the  American  Power 
&  Light  Company  of  New  York,  which  already  owns  the  Port- 
land Gas  &  Coke  Company.  F.  Sykes  and  S.  Z.  Mitchell,  for- 
mer Portland  residents  are  respectively  president  and  chair- 
man of  the  board  of  directors,  and  G.  Talbot  of  Portland   is 


TRANSPORTATION. 
OREGON    CITY,   ORE.— The   Portland   Railway,   Light   & 
Power  Company  will  l)uild  a  branch  from  West  Oregon  City 
to  Oswego. 

GLENDALE,  CAL. — An  electric  street  railway  franchise 
on  Glendale  avenue  north  of  Third  street  has  been  awarded 
by  the  City  Trustees  to  E.  D.  Goode. 

I'O.MONA,  CAL.— The  City  Council  has  passed  an  ordi- 
nance granting  to  G.  E.  Pillsbury  a  franchise  to  construct 
and  for  a  period  of  50  years  to  maintain  and  operate  an 
electric  railway  in  the  public  streets  of  Pomona. 

OAKLAND,  C.4L. — The  San  Francisco,  Oakland  and  San 
.lose  Railway  Company  has  contracted  with  a  general  railway 
signal  concern  of  Rochester,  N,  Y.,  for  the  installation  of  a 
complete  signal  system  at  its  terminals. 

VENICE,  CAL. — It  is  announced  that  President  Gillis 
of  the  Los  .'Vngeles-Pacific  lias  obtained  lioui  New  York  full 
authority  to  go  ahead  with  the  proiiosed  four-tracking  of  the 
liiK^   between   Venice  and   Redondo. 

KI':i)LAM)S,  CAL.— General  Manager  Merrihew  luis  an- 
nounced that  he  is  to  go  to  Redlands  to  represent  the  San 
liernardino  Valley  Traction  (;om))aiiy  in  a  conference  over  a 
petition  for  an  extension  of  an  elcctritt  line  to  the  University 
of  Redlands  campus. 

SA.NTA  .MONICA,  C.-\L.— Early  next  month  the  new  man- 
agement of  the  Los  Angeles-Pacific  Railway  Company  will 
begin  the  improvement  of  the  entire  system.  Five  hundred 
men  are  to  be  put  to  work  reballasting  the  lines  with  crushed 
rock.  All  light  rails  are  to  be  replaced  by  heavier  steel 
and  new  and  heavier  sw-itches  are  to  be  put  in. 

SAN  RAFAEL,  CAL. — In  executive  session  the  town  trus- 
tees instructed  County  Surveyor  George  L.  Richardson  to  visit 
San  Francisco  and  gather  data  on  its  street  railway  system 
lor  the  purpose  of  making  a  report  at  the  next  regular  meet- 
ing in  connection  with  the  petition  of  W.  L.  Courtright  for  a 
franchise  to  operate  an  electric  road  in  the  town  limits. 
This  is  regarded  as  the  first  definite  move  toward  the  cim- 
struction  of  a  street  railway.  Courtright's  plan  is  the  prelude 
to  a  campaign  which  has  been  launched  by  cajiitalists  and 
businessmen  of  Novato,  San  Rafael,  San  Anselmo,  Kentfield, 
Larkspur,  Ross  and  Corte  Madera  to  raise  ?' 25,000  to  begin 
building  a  street  railway  from  .Novato  through  San  Rafael 
and  Ross  Valley  towns  to  Corte  Madera.  It  is  estimated  that 
$(;5,000  must  be  raised  to  float  bonds  for  tlie  proposed  road. 

OAKL.AND,  CAL.— The  Peniiisvila  Railroad  Company,  an 
allied  corporation  of  the  S.  P.,  which  was  recently  granted 
a  street  railway  franchise  by  the  City  Council,  has  done  its 
tirst  work  under  that  instrument  on  Twentieth  street.  This  was 
done  upon  the  request  of  the  city  street  department  in  order 
that  the  new  asphalt  pavement,  which  is  being  laid  on  upper 
Broadway,  may  be  put  down  permanently.  The  railroad  is 
installing  a  crossing  over  the  lines  of  the  Oakland  Traction 
Company.  The  rails  are  being  laid  from  Twentieth  street 
across  Broadway  and  will  be  extended  east  and  west  when 
the  installation  of  the  line  is  completed.  Under  its  fran- 
chise, Ihe  Peninsula  Railway  Company  proposes  to  operate 
an  electric  line  over  a  loop  running  from  the  Fourteenth  and 
Franklin  street  depot  to  the  Sixteenth  street  depot  of  the 
Southern   Pacific. 
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HANFORD,  CAL. — At,  llie  organization  meeting  of  the 
llanford  and  Summit  Lalve  Railway  Company,  held  in  Han- 
ford  tlie  following  officers  were  elected:  Chas.  King,  Hard- 
ford,  president;  Ralph  W.  Heins,  vice-president,  Santa  Crui!; 
J.  {).  Hickman,  llanford,  treasurer;  Clifford  Mcl.,cllan,  San 
Francisco,  general  counsel;  .John  H.  Rogers,  San  Francisco, 
general  manager  and  chief  engineer.  C.  K.  Lilley,  Santa 
Cruz,  general  land  agent.  The  directors  of  the  company  au- 
thorized an  issue  of  |500,000  of  five  per  cent,  30-year  gold 
coupon  bonds,  interest  payable  semi-annually,  of  which  $.300,- 
000  will  be  offered  for  general  subscription  to  the  public. 
These  bonds  will  be  secured  by  first  mortgage  on  all  the 
road  and  personal  property  of  the  corporation.  The  Old 
Bank  was  designed  as  the  trustee  for  the  purpose  of  carry- 
ing out  the  conditions  of  the  deed  of  trust.  The  company 
will  begin  immediately  the  acquisition  of  the  rights  of  way 
and  will  begin  construction  at  the  earliest  possible  date. 

MARTINEZ,  CAL.— An  application  for  a  franchise  has 
been  made  by  A.  W.  Maltby  of  the  Oakland-Antioch  Railway 
was  discussed.  Work  on  a  part  of  the  line  over  a  private 
right  of  way  has  already  been  commenced  near  Walnut  Creek. 
According  to  the  engineers  of  the  company  the  proposed  road 
is  to  extend  from  Oakland  to  Martinez,  passing  through  the 
inter-county  tunnel  and  through  Lafayette,  Walnut  Creek  and 
Concord,  a  distance  of  20  miles.  It  is  proposed  to  operate 
the  load  by  electricity  and  the  Uoard  of  Supervisors  of 
Alameda  county  has  already  granted  the  road  a  permit 
to  use  the  tunnel  upon  the  fulfillment  of  certain  provisions. 
They  relate  to  the  lighting  of  the  tunnel  and  to  the  safely 
of  teams  and  pedestrians  using  the  road  through  it.  In  dis- 
cu.ssing  the  building  of  the  road,  -Maltby  says  that  it  means  the 
greater  development  of  the  interior  county,  which  is  now 
reached  only  by  wagon  roads.  The  county  is  rapidly  being 
developed,  and  it  is  the  intention  of  the  road  to  do  a  gen- 
eral freight  and  passenger  traffic.  The  project  is  receiving 
the  support  of  the  commercial  bodies  of  Contra  Costa  county, 
as  it  is  proposed  lo  run  a  line  to  Ray  Point  where  the  com- 
pany has  secured   water  front  rights. 


WATERWORKS. 

CONDON,  ORK. — .-V  coniract  lor  putting  in  the  meters  for 
the  city  has  been  awarded  by  the  Council  to  .lamison  & 
Marshall. 

.COTTAGK  GROVE,  ORE.— The  City  Council  has  entered 
into  a  contract  with  the  American  Light  &  Water  Company 
to  construct  a  complete  water  system  and  pipe  line  from 
Laying  Creek   to  this  city. 

SAN  FRANCISCO,  CAL.— The  annual  suit  against  the 
supervisors  to  prevent  the  enforcement  of  the  rates  estab- 
lished by  thetu  have  been  filed  by  the  Spring  Valley  Water 
Company  in  the  V.  S.  Circuit  Court.  The  water  company 
has  been  granted  a  temporary  restraining  order. 

TURLOCK,  CAL.— The  Board  of  Trustees  have  passed  an 
ordinance  determining  that  the  public  interest  and  necessity 
demand  tJie  construction  and  completion  of  a  more  exten- 
sive water  system  for  the  purpose  of  providing  additional 
facilities  and  means  for  furnishing  water  to  the  inhabitants 
of  the  City  of  TuHock. 

HOLLISTER,  CAL.— The  San  Benito  Land  &  Water  Com 
pany  ^s  surveying  a  site  for  a  reservoir  which  is  to  be  located 
about  ii  half  mile  from  Paicines.  The  reservoir  is  to  cover 
an  area  of  160  acres  and  will  have  a  capacity  of  4000  acre 
feet.  The  water  is  to  be  taken  from  the  Tres  Pinos  and  San 
Benito  rivers.  The  ditch,  on  which  work  has  been  com- 
menced, is  to  connect  with  the  present  ditch  which  conducted 
water  from  the  San  Benito  river  about  six  miles  south  of 
HoUister.     In   order  to  connect  the  new   reservoir  with  this 


old  ditch  about  six  miles  of  new  ditcli   will  have  to  be  con- 
structed. 

ROSEBURG,  ORE.- The  Council  has  granted  to  the 
iJouglas  and  Coos  Power  Company  a  fifty-year  franchise 
t(i  operate  a  water  :iiul  light  and  power  system  in  this  city, 
work  on  which  is  lo  commence  in  two  months  after  the 
granting  of  the  franchise.  The  company  is  composed  of  C. 
Bell,  F.  Blakeley,  F.  Waito  and  W.  Cardwell. 

SAN  JOSE,  CAL. — A  communication  has  been  received 
from  the  San  Jose  Water  Company  stating  Its  desire  to  erect 
a  trestle  across  the  Coyote  creek  to  carry  a  six-inch  water 
main  from  Fourteenth  street,  between  San  Antonio  &  San 
Carlos  streets,  to  a  main  already  laid  in  Franklin  street.  East 
San  Jose,  to  provide  an  additional  water  supply  for  that 
town.  The  matter  was  referred  to  the  River  Improvement 
Committee. 

SALINAS,  CAL. — Certified  copies  of  the  amended  arti- 
cles of  incorporation  of  the  Soledad  Land  and  Water  Com- 
pany and  of  the  certificate  of  proceedings  of  the  company 
have  been  filed  with  County  Clerk  T.  P.  Joy.  The  corpora- 
tion has  recently  decided  to  diminish  its  capital  stock  from 
$30,000,  divided  into  1000  shares  of  $30  each  to  $18,600, 
divided  into  620  shares  of  $30  each.  The  action  was  taken 
at  a  meeting  of  the  directors  and  stockholders  held  in  this 
city  on  May  28  last.  The  principal  place  of  business  of  the 
corporation  has  been  changed  from  HoUister  to  Salinas,  and 
the  company  now  operates  a  pumping  plant  as  a  private  cor- 
poration, and  not  a  public  water  service.  The  concern  was 
organized  within  the  iiast  year,  the  live  directors  originally 
elected  being  N.  C.  liri.ggs  of  HoUister,  B.  F.  Gould  of  Sole- 
dad;  II.  11.  Tracey  of  San  Francisco;  11.  N.  Tracey  of  Hol- 
lister  and  Thomas   Flint  .Ir.  of  San  .luan. 

OAKLAND,  CAL. — The  water-rate  resolution  establishing 
a  .0-per-cent  cut  over  the  rates  of  last  year  went  into  effect 
yesterday  without  any  contest  on  the  part  of  the  People's 
Water  Company.  The  new  rate  will  extend  through  the  fiscal 
year  1910-11,  and,  although  the  water  company  hoped  that 
the  previous  rate  would  prevail  in  the  interest  of  much  im- 
provement work  which  is  being  planned.  President  F.  A. 
Leach  of  the  company  says:  "There  will  be  no  contest  of  the 
rates  fixed  by  the  City  Council.  The  Council  saw  fit  to  reduce 
the  rates  according  to  the  provisions  of  the  agreement  secured 
four  years  ago  between  the  city  and  the  water  company.  We, 
as  a  part  of  the  agreement  are  ready  to  stand  upon  its 
terms.  The  company  will  take  care  of  the  future.  We  are 
working  on  plans  for  the  development  of  the  San  Pablo  dam 
and  water  sources.  Whether  we  will  carry  out  these  plans  or 
decide  upon  some  other  source  has  not  been  decided,  but  at 
present  we  are  giving  the  San  Pablo  section  the  most  serious 
consideration." 

SAN  FRANCISCO,  CAL.— The  Supervisors  have  passed  to 
print  a  bill  fixing  the  same  water  rates  for  the  householder 
and  the  city  for  the  ensuing  fiscal  year  as  were  provided  for 
the  fiscal  year  nearing  a  close  and  reducing  the  toll  to  the 
shipping  interests  more  than  one-half.  Under  the  new  ordi- 
nance the  shipowners  who  have  been  compelled  to  pay  7»c 
lor  1000  gallons  of  water  will  now  have  to  pay  about  32c. 
The  scale  under  the  new  law  is  graduated,  but  in  no  case  will 
it  be  over  66c,  where  before  it  was  $1.50.  Officers  of  the 
company  say  that  the  cut  in  favor  of  the  shipping  men  will 
(ost  the  corporation  $50,000  a  year  and  Supervisor  Nelson, 
chairman  of  the  water-rates  committee,  thinks  that  this 
amount  will  be  increased  to  $70,000.  According  to  the  state- 
ment of  representatives  of  the  company  application  will  be 
made  for  an  injunction  to  prevent  the  enforcement  of  the 
new  hill.  This  has  been  the  proceeding  heretofore  and  the 
excess  demanded  by  the  company  has  been  placed  in  escrow 
by  the  Federal  Court  until  such  time  as  the  questions  involved 
have  been  determined. 
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Allis-Chalmers  Co. — 

Milwaukee.  Wis. 

San  Francisco.  Jackson  BIdi;,  2nd 

and  Natonia. 
Los  .XnBcl.-s.  l2V-l.il  E.  Fifth. 
Portland,  92  First. 
Scattlo.  ILS  Jackson. 

Aluminum  Co.  of  America. 

Pittsburgh,  Pa. 

San  Francisco,  Monadnock 
BIdg. 

Los  Angeles,  Pacific  Elec- 
tric Bldg. 

Seattle,  Colman  Bldg. 

Amecican  Circular  Loom  Co 14 

Boston,  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle,  •flG  American  Bank 
Building. 

American  Electrical  Heater  Co 

Petroit,    U.    S.    A. 

AyUworth  Agencies  Co 4 

San  Francisco.  165  Second. 


B 

Benjamin  Electric  MIg.  Co 

New  York,  U'7  Thames. 
Chicago,     120-128     S.     San- 
gamon. 
San     Francisco,     151      New 
Montgomery. 

Blake  Signal  and  Mlg.  Co 3 

Boston,  24G  Summer. 

Bonestell  &  Co 9 

San   Francisco,    118    First. 

Btooltfield  Class  Co.,  The 1 

New  York.  U.  S.  Exp.  Bldg. 

Buxbaum  &  Cooley • 

Seattle,    69   Columbia   St. 


Cal.  Incandescent  Lamp  Co 9 

San  Francisco,  6S3  Howard. 

Century  Electric  Co. 14 

San  I'^rsncisco.  633  Howard. 


D 


D.  &  W.  Fuse  Co 

Providence,  R.  I. 

Davis,  R.  J 14 

San  Francisco,  633  Howard. 

Dearborn  Drug  &  Chem.  Works  ..11 
Chicago,  Postal  Bldg. 

.^an    !•  raiioisco.    301     l-'ront. 
Los  Angeles,  355    R.   2d. 

Duncan  Elec.  Mfg.  Co 9 

Lafayette.   Indiana. 

San  Francisco.  61  Second. 


E 

Electric  Goods  Mfg.  Co 4 

Boston,  Mass. 

San  Francisco,   165  Second. 

Electric  Storage  Battery  Co 

Philadelphia,  Pa. 

San   Francisco,  Monadnock 

Bldg. 


Fort  Wayne  Electric  Works 

Fort   Wayne.    Ind. 

San   Francisco,  604  Mission. 

Seattle,  Colman  Bldg. 


General  EHectric   Co 12 

.Schenectady,  N.  Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta     Bldg. 
Seattle,  Colman  Bldg. 
Portland,   Worcester    Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
BulTalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,   N.    C. 
Chicago,   111. 
Cincinnati,    O. 
Cleveland,   O. 
Columbus,   O. 
Denver,    Colo. 
Detroit.  Mich. 
Indianapolis,    Ind. 
Kansas    City,    Mo. 
Minneapolis.    Minn. 
N'ashvllle.  Tenn. 
New    Haven,  Conn. 
New    Orleans.    La. 
New  York,  N.  Y. 
Philadelphia,    Pa. 
Pittsburg,    Pa. 
Richmond,    Va. 
Salt  Lake  City,  Utah. 
St.   Louis,   Mo. 
Spokane,  Wash. 
Syracuse,   N.  Y. 

Goeriz,  O.  C.  &  Co... 

San    Francisco.    916    Postal 
Tel.    Bids. 

H 

Habirshaw  Wire  Co.. 

New  York.  233  Broadway. 

Henshaw,  Bulkley  &  Co I 

San  Francisco.  19   Fremont. 
Oakland,    1436  5th. 
Lis     .VnKeles.     262     S.     Los 
.■Vngeles. 

Hitchcock  Military  Academy, The-    3 

San  Rafaul.  C'alilornia. 

Holtzer-Cabol  Elec. Co.,  The. .  i . 

Boston  and  Chicago. 

San  Francisco,  612  Howard. 

Hughes  &  Co.,  E.  C __   9 

.San       Francisco,       147-151 
Minna. 

Hunt,  Milk  &  Co 6 

San  Francisco.  141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co I 

Jonosboro.    Indiana. 


J 

Johns-Manville  Co.,   H.   W 

New    York,    100  William. 
San     Francisco,     159     New 

Montgomery. 
Los  Angeles,  203   E.  5th. 
Seattle,  576  1st  Ave.  So. 

K 

Kellogg  Switchb'd  fie  Supply  Co..   2 

Chicago. 

San    Francisco,    88    First. 

Kienilff,  B.  F.  Jr.  fit  Co 

Los    Angeles,     120    S.     Los 
Angeles. 

IGewert,  Chas.  L.  Co 

San  Francisco.  195-7  Fremont. 
Los  .\nseles.  225  Franklin  Court. 

Kilbourae  &  Clark  Company 

Seattle,    307    First   Ave.  So. 


Lindsley- Wright  Co 

Portland,    Ore.,    336    Sher- 
lock   Bldg. 


Locke  Insulator  Mfg.  Co 

Victor,  N.   T. 

San    Francisco,  Monadnock 

Bldg. 
Los  Angeles,   Pacific  Elec- 
trical Bldg. 
Seattle,  Colman  Bldg. 


M 

Moore,  C.  C.  fie  Co.,  Inc 

San  Francisco,  99  First. 
Los       Angeles,       American 

Bank  Bldg. 
Seattle,  Mutual   Life   Bldg. 
Port  land. Wei  Is -Fargo  Bldg. 
Salt  Lake  City,  Atlas  Blk. 
New     Y'ork     City,     Fulton 

Bldg. 

N 

New  York  Inslld  W.re  Co 

New   Y^ork,    114    Liberty. 
San  Francisco.  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


O 

Ohio  Brass  Co. 4 

Mansfield,  Ohio. 

San   Francisco,  Monadnock 

Bldg. 
Los  Angeles.  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co I 

.V.  u-  York,  253  Broadway. 


Pacific  Electric  fit  Mlg.  Co 9 

San  Francisco.  80  Tehama. 

Pacific  Gas  fit  Elect.  Co.,  The. . .  13 
San    Francisco. 

Pacific  Meter  Co. I 

Sin    Francisco,    311    Santa 
Marina  Bldg. 

Pacific  Tel.  fit  Tel.  Co.,  The 

San    Francisco. 

Partrick  Carter  fie  Wilkins  Co.... 
Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The...   9 

San     l''rancisco,     1095     Mo- 
nailruick    Bldg. 

Phillips  Insulated  Wire  Co _.    I 

Pawtuoket,  R.  I. 


Pierson,   Roeding  fie  Co 4 

San   F'rancisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.   Electric 

Bldg. 
Seattle,  Colman   Bldg. 

Portland  Wood  Pipe  Co 9 

Portland.  Ore. 


R 

Reisinger,  Hugo II 

New  Y'ork,  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works.  . 

Sacramento,  Cal..  211  J  St. 
San  Francisco,  356  Market. 

Simplex  Elect'l  Co.,  The 3 

Boston.    110   State. 
San  Francisco,  612  Howard. 
Los  .Angeles.  SecuritvBldg. 
Seattle,  Alaska  Bldg. 
Portland,  Couch  Bldg. 


Simplex  Electric  Heating  Co 

Cambridge,  Mass. 
San  Francisco,  612  Howard. 
Ijos  .-Xn^eles,  Security  Bldg. 
Seattle,  Alaska   Bldg. 
Portland.  Couch  Bldg. 

Southern  Pacific  Co. 14 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co. 13 

New     York     City,     627-C31 

W.    34th. 
San  Francisco,  Atlas  Bldg. 
Seattle,  Colman  Bldg. 

Standard  Und.  Cable  Co I 

San  Francisco,  First  Na- 
tional  Bank   Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Star  Elxpansion  Bolt  Co 

New  York  City,  147-149 
Cedar. 

Sterling  Paint  Company, II 

San    Francisco,    118    First. 

Swayne,  R.  B 9 

San  Francisco,  813  Postal 
Telegraph    Bldg. 


Technical  Book  Shop 12 

San  Fr  .iru'lsco.  604  Mission. 

Tel.  fie  Elec.  Equip.  Co. 3 

San   Francisco.  612  Howard. 
Los  Angeles.  Security  Bdg. 
Seattle,   Alaska    Bldg. 
Portland,  Couch  Bldg. 

Thomas  and  Sons  Co..  R. 

New    York,    227    Fulton. 
Fast  Liverpool,  Ohio. 

Tracy  Engineering  Co 9 

S.in   I'ranilsco,  461  Market. 
Los   Angeles,Central    Bldg. 


Vulcan  Iron  Works I 

San    Francisco,  604  Mission. 


w 

Western  Electric  Co 4 

San  Francisco,  680   Folsom. 
Oakland.   507    16th. 
Los  Angeles,   119  E.  7th 
Seattle.     151S  First  Ave.  So. 

Western  Wireless  Equipment  Co..   9 
.San  Francisco.  Grant  Bldg. 
7th    and    Market. 

Westinghouse.  Elec.  fit  Mfg.  Co...  6 

Pittsburg.   Pa. 

Los  Angeles.  527  So.  Main. 

Denver,    429    17th. 

Seattle.    Central    Bldg. 

Salt  Lake  City,  212-214 
So.   W.   Temple. 

San    I'ranrisco,    165   2d. 

Spokane,    Columbia    Bldg. 

Portl.and,    Couch    Bldg. 

Butte,    Lewisohn    Bldg. 

Canada,  Canadian-West - 
inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mexico.  G.  &  O..  Braniff  & 
Co.,   City   of  Mexico. 

Westinghouse  Machine  Co. 6 

Pittsburg,   Pa. 

San  Francisco,  141  Second. 

Weston  Elect'l.  Instmment  Co 14 

Waverly    Park.   N.    J. 
New  York,  114  Liberty. 
San       Francisco,       682-684 
Mission. 

WUbur,  G.  A 9 

San    Francisco.    61    Second. 
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DE  SABLA  AND  CENTERVILLE  POWER  PLANTS 


l:V   .\l«  IllK  HICE. 


BirilSL'je    View    of    tlie    Ue    Sabla    Power    Plant 

The  black  imile  team  sloslied  tliroiigh 
patches  of  snow.  Towering^  pines  stood 
sentinel-like  along  the  lofty  tableland.  For- 
ests and  vistas  of  evergreen  ridges  on  all 
sides  suggested  vast  solitudes  close  up  un- 
der the  gray  vault  of  the  heavens. 

Then  the  road  descended  and  serpentined 
down  and  down.  The  sure-footed  blacks 
never  slackened  their  speed.  We  took  the  turns  at 
almost  a  runaway  rate.  Each  outer  swee])  close  to  the 
edge  of  the  deep,  sloping  canyon  brought  its  instinctive 
thrill.     What  might  happen  should  an  animal  stumble. 


.\rchic  Rice 


uri    Butte  Creek   in   Butte   County.   California. 

a  wiieel  come  off!  The  whole  outfit  would  go  tum- 
liling.  bounding,  smashing,  and  mangling  down,  down, 
down,  nearly  a  mile  into  the  depths. 

Five  miles  of  that  winding  descent  and  we  were 
fmallv  at  the  bottom  of  the  defile,  but  only  a  little  more 
than  a  mile  from  the  mountain  lake  up  in  the  forest 
whence^ we  had  started. 

.\  building  gleaming  silvery  white  clung  on  a 
lilasted-out  shelf  at  the  edge  of  the  stream.  The  sur- 
n .muling  brown  and  dense  foliage  greens  and  the  vari- 
colored rock  strata  of  the  precipices  made  this  work 
of  man  stand  out  glaringly  in  a  scene  wonderful  for  its 


44 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


I  Vol.  XXV   No.  ^ 


natural  picturcsciue  beauty.  No  photograph  can  do  it 
justice.  The  i)lacc  i.s  a  hit  oi  Switzerland  with  a  touch 
of  the  Crand  Canyon  of  .Arizona. 

The  noise  of  thundering  watcr.s  was  akin  to  the 
incessant  nuiflled  boom  and  moan  of  the  mighty  Yo- 
scmite  J-'alls.  Spray-clouds  rose  out  of  the  gorge  by 
the  silvery  building  and  covered  half  an  acre  with  mist 
like  fine  drizzling  rain.     P.ut  where  was  the  waterfall? 

Monster  underground  steel  pipes  coming  6000  feet 
down  the  slopes  were  carrying  torrents  of  water  from 
that  mountain  lake  and  shooting  with  tremendou.^ 
force  against  water  wheels  under  the  building.  The 
noise  of  waters,  the  rocketing  and  crashing  were  the 
escaping  jets  darting  across  and  fighting  ajid  gradually 
conquering  and  loosening  the  granite  masses  of  the 
opposite  bank. 

Here  was  the  Ue  Sabla  power  house.  In  that 
silvery  building  were  being  constantly  generated  17,- 
420  electrical  horsepower,  enough  energy  to  maintain 
continuously  and  all  together  260,000  electric  lights 
of  si.xteen-candle-power  each. 

This  was  Hutte  creek,  in  the  northern  part  of 
Butte  County,  in  the  northeastern  part  of  California. 
All  that  thundering  water  Hung  into  the  stream  was 
but  a  temporary  loan.  Down  a  little  way  a  dam  diverts 
it  into  a  ditch  and  flume  system  that  winds  Ijy  a  gen- 
tle descent  for  eight  miles  and  then  drops  the  water 
nearly  six  hundred  feet  perpendicularly  through  big- 
steel  ])ipcs  to  pro])el  wheels  that  generate  8576  electrical 
horsepower  at  another  plant  called  the  Centerville 
power  house. 

Then  the  creek  finally  receives  the  twice-worked 
water  and  goes  winding  meekly  on  down  some  twenty 
miles  or  more  to  make  its  contribution  to  the  main 
ri\er  of  the  Sacramento  \alley.  (hi  flow  those  waters 
for  many  miles  into  San  Francisco  1)ay.  They 
go  out  with  the  tide  through  the  (jolden  Gate  into  the 
might}-  Pacific,  .\bundant  sunshine  takes  up  the 
ocean  moisture.  The  trade-w-inds  waft  the  saturated 
atmosphere  far  iidand.  The  towering  white  crests  of 
the  great  wall  of  the  Sierras  check  the  clouds,  chill 
them,  and  take  tribute  in  myriad  snowflakes  to  renew 
California's  mountain  streams  and  rivers.  Xature  in 
her  bounty  is  nowhere  wasteful. 

California's  inland  rampart  is  the  lofty  wall  of  the 
Sierra  Nevada  Mountains.  The  slope  is  steep  and 
high.  It  is  gashed  with  streams  that  come  down  sud- 
denly into  the  great  interior  valley.  Heavy  rains  in 
the  forest  regions  and  melting  snows  in  the  summer 
maintain  the  flow  of  waters,  and  here  and  there  man 
has  built  storage  reservoirs  to  guard  against  the  short- 
age of  a  possible  dry  season.  Such  are  the  conditions 
that  have  made  California  wonderfully  rich  in  n-ioun- 
tain  water  ])owcr.  in  matchless  possibilities  for  hydro- 
electric de\-elopiiient. 

\\  ay  uj)  toward  tjic  right-hand  corner  of  the  map 
<'f  California  is  lUute  County.  It  is  an  area  larger 
than  the  state  of  Rhode  Island.  Its  eastern  edge  fol- 
lows the  cresis  of  the  lofty  Sierra.  On  the  west  it 
skirts  the  Sacramento  river  down  in  the  great  valley. 
But  as  a  whole  it  is  two-tenths  mountains,  heavily 
timbered;  five-tenths  foothills,  rolling,  piling  slopes  of 
partially  bald  or  oak-timbered  country;  and  three- 
tenths  fertile  valley  lands,  where  grow  the  orange  and 


the  oli\e  in  great  productiveness  and  where  the  rain 
seldom  varies  from  an  annual  fall  of  twenty-five  inches. 
The  Feather  river  divides  the  county,  and  Butte  creek, 
on  which  stand  the  De  Sabla  and  Centerville  electric 
power  plants,  cuts  diagonally  tlown  across  its  northern 
third. 

To  reach  these  two  jxiwcr  plants  we  went  by  rail 
to  Chico.  a  community  of  about  i2.cxxi  people  and  the 
principal  city  of  Butte  County.  Thence  we  climbed 
some  25CX)  feet  up  into  the  Sierras  on  the  Butte  County 
Railroad,  winding  gradually  up  and  up,  through  Para- 
dise and  on  to  Magalia,  where  the  mule  team  was  to 
meet  us.  Magalia  is  a  station  near  the  top  of  a  ridge, 
and  the  immediate  outlook  is  down  into  densely  for- 
ested canyons.  F'ive  miles  away  through  the  forest 
is  Camp  One,  at  the  storage  lake  that  supplies  water 
to  the  hydraulic  plants.  But  from  the  Centerville 
lH)wer  plant  we  drove  back  to  Chico  by  wagon  road  a 
dozen  miles  or  more  down  along  lUitte  Creek  and  then 
across  the  valley  country. 

Those  two  i)lants  delivering  their  electricity  into 
the  same  power  line  of  three  big  aluminum  wires  at 
an  intensity  of  60,000  volts,  supply  many  industries, 
light  many  towns,  and  send  their  sulitle  energy  even 
to  a  distance  of  two  hundred  miles  to  conimunities 
about  San  F^rancisco  bay. 

The  smaller  plant  at  Centerville  is  the  older  one 
I'.ack  in  1898  the  Butte  County  Electric  Power  Com- 
pany was  incorporated  by  O.  \\  .  Meysenberg.  Judge 
[.  A.  W'aymire.  S.  C.  Dennison,  H.  1!.  Snow  and  C.  C. 
Jones.  Work  was  started  at  once  on  the  proposed 
])Iant,  but  it  was  continued  leisurely.  In  I'ebruary  of 
lyoo  H.  W.  Heath  became  a  director  in  the  company 
and  Park  Flenshaw,  by  reason  of  his  large  investment, 
was  elected  president.  The  power  house  was  con-i- 
pleted,  and  a  transmission  line  to  Chico  was  ready  for 
service  in  May  of  1900.  The  entire  investment  up  to 
that  time  had  been  $175,000. 

The  plant  started  with  two  transmission  lines  in 
ojjeration.  One  was  to  Chico,  fourteen  miles.  The 
other  was  thirty-two  miles  to  Oroville  and  the  gold 
dredges  on  the  Feather  river.  This  gave  a  total 
transmission  service  of  forty-six  miles.  In  August  of 
1910  the  line  to  Chico  was  continued  down  the  -Sac- 
ramento valley  to  Colusa  forty  miles.  .\n  independent 
line  was  also  run  from  the  power  house  to  a  junction 
with  the  Chico-Colusa  line.  Thus  the  system  consisted 
of  three  main-line  pole-lines  from  the  jjovver  house, 
and  all  were  of  copper  wire  throughout,  with  an  alumi- 
num cable  extension  for  the  Oroville  dredging  district. 
Telephone  lines  were  put  on  all  the  pole-lines  and  these 
telephone  wires  were  transferred  every  tenth  pole. 
\\  hen  this  power  ])lant  and  the  company  controlling  it 
were  bought  liy  the  founders  of  the  De  Sabla  system 
the  Center\-ille  ])ower  house  was  delivering  four  Inui- 
dred  kilowatts  to  Chico  through  two  200-kiIowall 
transformers,  one  hundred  and  fifty  kilowatts  to  (irid- 
ley  through  two  75-kilowalt  transformers,  one  hundred 
kilowatts  to  Colusa  through  two  50-kilowatt  trans- 
formers, and  about  five  hundred  horsepower  to  the 
gold  dredges  on  the  Feather  river. 

Improvements  and  de\-elopnienls  had  l)een  ])laniu-(l 
lor  the  Centerville  jjlant.  but  they  were  not  made  until 
after  the  transfer  Xo  the  new  ownership.     The  original 
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machinery  was  all  mounted  on  liqavy  cast-iron  floor 
plates  set  in  masonry  foundations.  Soon  after  the 
larger  concern  had  absorbed  this  plant  it  introduced 
extensive  improvements,  put  in  more  macliinery,  added 
to  the  water-power,  and  generally  increased  the  value 
an<l  effectiveness  of  the  proi^erty. 

But  how  came   the   De  Sabla  power  plant   to   be 


City  back  in  1895-6,  antl  helped  found  and  finish  the 
great  Colgate  power  plant  in  1899. 

Here  is  his  story  of  why  and  hcnv  the  De  Sabla 
[)ower  plant  came  to  be  established: 

"About  the  year  19Q3  the  management  of  the  Bay 
Counties  Power  Company  realized  that  the  capacity  of 
its  system,  which  then  consisted  of  the  Nevada  County 


Siiiiwins;     lyocation     of  De     Sabla     anrt 

(•(■ritcivillp       Power  Plants,      Water 

Dilclies.   and  Nearest  Towns   in    Butte 
County,  California. 


'I'hf    I'l'    S.-ili|;l    I'owei-    Plaiil.    .-^iii'U  i  n  li    t 


The    Centerville    Power-Housc. 

founded?  I  put  the  query  to  the  man  who  conceived 
the  idea  of  that  development.  He  is  a  busy  man,  and 
I  fired  questions  at  him,  and  his  stenographer  recorded 
his  words.  Even  in  the  secured  privacy  of  his  inner 
office  important  interruptions  came  at  the  rate  of  one 
every  two  minutes.  Such  is  the  complexity  of  the 
schemes  that  are  handled  by  Eugene  J.  de  Sabla  Jr., 
the  man  who  created  the  De  Sabla  power  plant  in 
1903,  founded   the   Nevada  power  plant  near  Nevada 


A   Bit  of  the  De  Sabla   Pipe  Line. 


|^,^ser  Company's  plant  on  the  South  Yuba,  near 
Nevada  City,  the  Yuba  Power  Company's  plant  on 
tjie  Brown's  Valley  Ditch,  and  the  Colgate  plant  on 
the  North  Yuba  river,  was  not  sufficient  to  take  care 
,)f  the  prospective  business  of  the  company  in  the  ter- 
ritorv  it  was  serving.  I  therefore  took  up  the  mat- 
ter and  started  on  a  tour  of  investigation  to  find  out 
the  best  place  to  establish  a  new  power  plant  that 
c..uld    be   run    in    connection    with   the    Bay   Counties 
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system.  'I'lic  I'-ay  C'ouiuics  Power  Company  had 
already  acciuired  a  water  rij^dit  on  I'Vencli  creek,  a 
stream  emptyinsj:^  into  tlie  l''eather  river  at  a  point 
a  short  distance  below  the  jircsent  power  house  of  the 
(neat  Western  Power  Company  at  Big  Bend.  The 
superintendent  of  the  Bay  Counties  Power  Company 
at  that  time  was  I..  M.  Hancock,  and  iiis  first  assistant 
was  T.  E.  Thebreath.  On  that  trip  to  I'rench  creek 
T  took  T.  E.  Thelircatli  with  me. 

"We  then  outlined  a  i)lan  of  development,  h 
consisted  of  the  building-  of  a  restraining  dam  in  l'"renrh 
Creek  valley.  The  restraining  dam  was  to  f(jrm  a 
lake,  which,  to  the  best  of  my  recollection,  would  have 
held  about  5(X).ooo.oot)  cubic  feet  of  water.  'I'lie  water 
from  this  lake  was  to  have  been  taken  through  a  tun- 
nel. The  tunnel  was  to  have  been  constructed  through 
the  range  of  mountains  sejiarating  the  proposed  lake 
from  the  l^'eather  ri\  er.  The  tunnel  was  to  have  been 
about  a  mile  and  a  half  long.  .A  liijie-line  about  6000 
feet  long  was  to  have  been  constructed.  This  w-ould 
have  given  a  fall  of  about  1200  feet,  and  a  capacity 
at  the  power  house  of  about  10,000  kilowatts,  or  13,400 
horsepower. 

"We  then  formed  the  Butte  County  Power  Com- 
pany, with  a  ca])ital  stock  of  $1,000,000  and  an  au- 
thorized bond  issue  of  $[.000,000  for  the  purpose  of 
constructing  this  plant.  The  stock  was  to  be  owned 
by  the  Bay  Counties  Power  Com])any.  and  the  bonds 
were  to  be  ])laced  with  some  one  of  the  bond  firms. 

".A  cam])  had  been  started  at  I'^rench  Creek,  a  lot 
of  i)reliminary  work  had  been  done,  roads  had  been 
built,  and  so  forth.  Practically  all  of  the  land  in  the 
reservoir  site  had  been  accpiired.  with  the  exception  of 
one  parcel.  This  unacquired  area  belonged  to  certain 
persons  whom  I  knew  personally  and  whom  I  had 
every  reason  to  think  would  be  friendly. 

"I  had  practically  placed  the  bonds  with  a  San 
Francisco  bond  house.  I  then  made  a  visit  to  French 
Creek  to  go  over  the  proposed  construction.  While  I 
was  on  the  trip  to  the  site  the  sale  of  the  bonds  was 
confirmed.  I  met  the  people  who  owned  the  small  area 
of  unpurchased  'and.  It  amounted  to  one  or  t>vo 
hundred  acres  in  the  reserxoir  site,  out  of  a  total,  which 
the  reser\dir  would  have  co\-fred.  of  about  four  hun- 
dred acres. 

"These  people  then  t<ild  me  that  they  wanted 
$200,000  for  their  holdings,  or  half  the  stock  of  the 
Butte  Counties  Power  Compauw  It  was  about  as  ar- 
tistic a  holdu])  as  I  had  ever  encountered.  .My  only 
answer  was  to  call  for  T.  E.  Thebreath.  who  was  in 
charge  of  the  construction,  and  immediately  order  him 
to  close  down  all  work,  discharge  all  the  men.  and  con- 
sider the  I'Vench  Creek  development  as  a  dead  issue. 
T  then,  .in  front  of  the  jjersons  in  (piestion.  turned 
to  the  representatives  of  the  bond  firm  and  informed 
them  that  the  deal  was  off  as  far  as  they  were  con- 
cerned, as  the  P>utte  County  Power  Company  was  a 
dead  issue,  due  to  the  exhorbitant  ])rice  that  was  being 
asked  for  the  one  or  two  hundred  acres  of  land  in 
the  reservoir  site. 

"Having  in  mind  to  ])urchase  the  water  systems 
of  the  (  herokee  Mining  Company  and  also  to  pur- 
chase the  Centerville  plant,  which  was  owned  bv  the 
Butte   County   Electric    Eight    &   Power   Company,    I 


then  formed  the  X'alley  Counties  Power  Company, 
with  a  capital  stock  of  $2,500,000  and  an  authorized 
bond  issue  of  $2,300,000.  The  bonds  were  to  be  guar- 
anteed by  the  IJay  Counties  Power  Comi)any,  and  all 
of  the  business  of  the  P>ay  Counties  company  in  Butte 
County  w-as  to  be  turned  over  to  the  Valley  .Counties 
company,  in  consideration  of  which  the  i>ay  Counties 
company  was  to  own  all  the  capital  stock  of  the  new 
\'alley  Counties  company. 

"I  therefore  made  arrangements  and  purchased 
the  i)roi)erty  of  the  Butte  County  Eight  iH:  Power  Com- 
l)any.  Its  holdings  consisted  of  the  now^-existing  Cen- 
terville Ditch,  which  has  since  been  enlarged,  and  a 
l)lant.  having  a  cajjacity  of  about  1000  kilowatts,  with 
a  pole-line  to  Orovillc.  where  it  had  a  contract  with 
three  or  four  gold  dredges,  and  a  pole-line  to  Colusa, 
where  it  had  a  contract  with  the  Colusa  local  lighting 
system. 

"I  then  purchased  from  the  Melons  of  Pittsburg 
the  entire  water  .system  of  jthe  Cherokee  Mining  Com- 
pany, the  principal  \'alue  of  which  was  that  part  of 
the  system  com])rising  the  head-dam.  located  in  Butte 
creek,  with  a  water  right  of  about  4000  miner's  inches. 
The  ditch  was  in  comi)aratively  good  sha])e,  but  the 
flumes  were  so  oUl  that  they  were  practically  worth- 
less. 

"While  walking  down  the  ditch  for  an  examina- 
tion of  this  system  with  T.  E.  Thebreath  and  R.  E. 
Ilarter.  the  company's  surveyor,  we  came  to  the  con- 
clusion that  the  best  method  of  development  was  to 
divert  the  water  at  a  point  which  was  known  as  and 
may  yet  be  called  Slater's  Dam  ;  then  to  take  the  water 
by  pii^e-lines  down  a  i)recipitous  mountain-side  to 
lUitte  creek.  We  estimated  there  would  be  a  fall  of 
about  ifioo  feet. 

"From  the  top  of  the  hill  we  could  just  al>out  sec 
the  in-take  of  the  Centerville  Ditch  on  I'.utte  creek. 
We  therefore  realized  that  the  water  of  the  Cherokee 
system  could  be  used  over  again  by  the  Centerville 
system,  thereby  increasing  very  much  the  value  of  the 
jirojjcrty  of  the  company. 

"So  we  sent  our  rig.  which  had  met  us  at  that 
l>oint.  down  to  Centerville.  .\ftcr  planning  Slater's 
Dam  and  reservoir  we  started  to  go  down  the  hill, 
looking  for  a  location  for  the  pro])osed  i)i])e-lii.ie,  with 
a  view  to  finding  out  what  kind  of  a  place  there  would 
be  on  the  edge  of  the  creek  below  for  a  ])ower  house. 
When  we  finally  got  down  there,  at  the  bottom  of  a 
mile  slope,  we  realized  that  we  had  a  pretty  hard 
])roposition.  It  was  nothing  but  rocks.  .Almost  the 
entire  area  would  have  to  be  blasted  out.  But  we 
decided  upon  a  ])oint  at  once  and  started  a  camp. 

"In  order  to  build  the  plant  the  first  thing  that  I 
directed  to  be  undertaken  was  the  construction  of  the 
present  road  that  winds  several  miles  from  the  to])  of 
the  hill  down  to  the  ])ower  house.  .Ml  other  parts  of 
the  work,  from  rebuilding  the  flumes  and  enlarging  the 
ditches' dow'n  to  increasing  the  Center\ille  ])laut.  were 
started  simultancoush'. 

"The  first  money  was  raised  from  a  subscription 
by  some  of  the  j)rincipal  stockholders  of  the  Bay  Coun- 
ties Power  Company.  It  was  at  a  meeting  held  in  my 
iiffice  in  San  Francisco,  and  $;oo.ooo  in  bonds  were 
taken    by    John    R.    Coleman,    Theodore    Eow,    R.    R. 
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lUali    Ahi.vi.-    Ihi.'    In-   Sablii    i'owi  1 -lluvjsc. 


Jack    ami    lUick,    the    Blaok   MiiIh    Team 
at    De   Sabla. 


Cdl^ate.  R.  ^^.  TTDtalint;.  Jcilin  Martin,  "\^'illialll  Picr- 
soii,  and  myself.  After  that  tlie  financing;  of  the  eoni- 
paii}-  was  accomjilislR'tl  l)y  the  sale  of  the  honds  to  the 
ijeneral  ])nl)lic. 

"Inside  of.  I  l)elie\e.  one  year  the  I  )e  Sabia  i)!ant 
was  coni])letcd  and  furnisliinjj  current  to  its  cnstomers 
in  Chico  and  in  the  Oroville  jjold-dredijinsj  (Hstrict.  and 
was  deliverino-  its  siirphis  energy  to  the  lines  of  the 
Bay  Comities   Power  Company. 

"Most  of  the  construction  was  under  the  super- 
vision of  T.  K.  Thchreath.  Hut  toward  the  end  of  the 
work  L,  M.  Hancock,  the  ijeneral  superintendent,  had 
charfje. 

"To  the  best  of  my  recollection,  the  distance  be- 
tween the  head-dam  of  the  Cherokee  system  and  the 
penstock,  or  Slater's  Dam,  is  about  twelve  miles,  and 


ihe  cajiacity  of  tlie  ditch  about  4000  or  5000  miner's 
inches. 

".'^ince  that  lime.  howe\'er.  tiiere  has  been  devel- 
oped another  water  system  called  the  Henderson  Ditch, 
which  is  about  twenty  miles  in  leng;tli.  It  brings  some 
of  the  waters  from  the  west  fork  of  the  h'eather  river 
through  a  \iaduct  formerly  owned  by  the  Cherokee 
company  and  called  the  I'oadtowii  Ditch.  It  joins 
the  main  De  Sabla  system  at  a  point  about  a  mile  and 
a  half  above  Slater's  dam.  thus  practically  affording 
'he  company  a  double  water  system. 

"During  the  progress  of  the  construction  work, 
while  I  was  in  I'-urope,  some  of  my  associates  named 
the  plant  after  me.  because  of  the  ])art  I  had  taken 
in  the  inception  of  the  enterjirise." 

At  first  the  De  Sabla  plant  was  referred  to  as  the 
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Ninishcw  power  house.  Tliat  was  l)eforc  it  was  offi- 
cially named.  Nimshew  is  a  tiny  hamlet  up  in  the 
mountains  a  few  miles  from  Camp  One;  it  is  the  near- 
est postoffice  to  the  power  house.  The  Nimshew  In- 
dians, now  extinct,  used  to  occupy  that  part  of  Califor- 
nia, and  even  down  to  the  early  minin.tj  days  they  con- 
trolled all  the  region  .southward  to  the  .American  river. 
Work  did  go  with  a  rush  on  that  De  Sahla  plant. 
There  was  blasting  for  the  power  house  foundations, 
tunneling  down  the  slope  for  the  pressure  pipes,  dam- 
ming for  the  storage  reservoir,  and  first  of  all  the  con- 
struction of  that  long  winding  mountain  road  down 
into  the  bottom  of  the  canyon.  The  great  pipes  are 
anchored  in  cement  blocks  at  thirty-three  places,  and 
one  of  these  anchorages  is  a  mass  of  ma.sonry  weighing 
one  hundred  tons.     .Ml   these  precautions  had   to  be 


Spring  ravine,  close  to  the  boarding  house,  is  a  ri\- 
ulet  that  cascades  and  gushes  and  flashes  its  spray  in 
the  sunlight.  That  small  creek  is  fed  by  several  triiv 
utary  rills.  It  supplies  abundant  water  for  cooling  the 
transformers  and  the  electrical  generators  and  for  fire 
purposes  and  the  domestic  needs  of  the  little  commun- 
ity that  lives  there  hidden  from  the  world  in  a  won- 
derful beauty  spot  where  day  and  night  the  dull  roar 
of  waters  and  machinery  disturb  the  silent  majesty  of 
Nature  in  one  of  her  sublimest  aspects. 

There  is  that  beautiful  stream,  gushing  among 
mighty  boulders.  A  picturesque  suspension  bridge  ex- 
tends from  the  clubhouse  across  the  canyon  to  the 
wooded  slopes  and  to  winding  pathways  under  sweet- 
scented  foliage.  In  the  water  are  trout.  On  those 
difficult  slopes  arc  just  such  haunts  as  deer  most  favor. 


Whfie  tin-  AYater  Is  Uiverted  From 
Butte  Creek  Just  Below  the  De  Sabla 
Power-House  Into  the  Ditch  Leading 
Down    to    the   CentervMle   Plant. 


Uiokins;  Down  Butte  Creek.  The  Ditch 
to  the  Centervllle  Power-House 
Skirts   the   Left   Bank. 


taken  to  insure  rigidity,  because  the  force  of  the  down- 
rushing  water  in  those  tubes  is  about  seven  hundred 
and  fifty  tons. 

Twenty  and  thirty  miles  back  in  the  mountains, 
through  the  primeval  forest  and  its  solitudes,  come  the 
great  water  ditches.  They  unite  and  pour  their  flood 
into  the  forebay  reservoir  on  top  of  the  ridge,  a  j)retty, 
forest-skirted,  artificial  lake  covering  an  area  equiva- 
lent to  about  five  cit}-  blocks.  From  that  little  lake 
extend  the  mighty  pressure  pipes  that  take  the  water 
down  the  mountain  side  to  drive  the  De  Sabla  wheels ; 
and  later  to  batter  against  the  wheels  down  at  the  Cen- 
terville  plant. 

The  interior  of  the  De  Sabla  power  house  is  a 
model  of  simplicity,  and  its  transformers  and  high- 
tension  gallery  have  been  considered  the  most  perfect 
piece  of  engineering  construction  in  California. 

Coming  down  the  mountain  side  through  Indian 


Some  seventy  feet  u])  the  hill  above  the  power 
house  are  two  large  oil  tanks,  one  containing  oil  for 
the  transformers  and  the  other  the  lubricating  oil  for 
the  machinery  and  bearings.  The  fall  creates  a  pres- 
sure and  other  devices  increase  it,  so  that  oil  is  forced 
in  everywhere  to  be  sure  that  it  penetrates  w-ell  where 
speed  is  great  and  friction  must  not  de\elop. 

.\ugust  22,  1904,  the  fourth  and  largest  generator 
was  installed  at  the  De  Sabla  power  house  to  produce 
5(XK)  kilowatts.  .\  new  pipe-line  was  specially  con- 
structed parallel  with  the  original  one  to  drive  the 
water-wheel  that  turns  this  pow-erful  machine. 

Early  in  1906,  after  the  amalgamated  and  aug- 
mented Bay  Counties  Power  Company  had  become 
know-n  as  the  Caifornia  Gas  and  Electric  Corporation, 
all  its  enterprises  passed  officially  to  the  control  and 
ownership  of  the  Pacific  Gas  and  Electric  Com])any. 
In  this  transfer  were  involved  the  De  Sabla  and  Center- 
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\illc  power  plants,  which  are  now  jjarl  of  llic  coni- 
])any'.s  great  hydroelectric  system  of  eleven  mountain 
tjeiieratinji'  stations  and  ahuut  one  hundrecl  elect ric 
distrilniting  stations. 

Comparatively  few  pcoj^le  will  ever  see  the  1  )e 
Salila  power  ])lant.  It  is  difficult  of  access,  isolated. 
ai)art.  lUit  its  location  is  the  most  majestically  beauti- 
ful place  of  all  the  si)ots  where  electricity  is  8;enerated 
in  California.  As  we  rode  uj)  out  of  that  canyon,  the 
three  silvery  aluminum  wires,  thicker  than  a  man"s 
tliuml).  sirunt;-  hi,t,di  overhead  and  ixiintini";-  awav  to  the 


and  nitrogen -ill  other  wdrds.  a  synthetic  nitrate  of 
lime— to  which  they  -;ave  the  name  of  cyanamid  of 
calcium,  now  commonly  known  as  cyanamid,  which 
contains  from  15  to  20  per  cent  of  nitrogen,  60  per 
cent  of  lime,  and  has  (pialities  as  a  fertilizer  similar  to 
sodium  nitrate,  or  Chilean  saltpeter. 

The  calcium  carbid  therefore  was  ready,  the  ]iro- 
cess  for  converting  it  into  cyanamid  ]>y  coiubination 
with  nitrogen  was  perfected,  and  it  only  remained  to 
provide  an  adequate  supply  of  atmospheric  nitrogen 
at  a  moderate  cost.     This  requirement   was  met  by  a 
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PHYSICAL,    DATA. 


DR     SARL.\     PLANT 


C'apnclty   of   main   stoiaKe   reservoir :'.s,iil)ii,O0n   cu.    ft 

Area   of   main    storage   reservoir    , . .  .     H"    acres     

Miles  of  main    dllcli    and    (lume   system    .')4,38     

Miles  of  subordinate   ditches   and    Humes    20    

I''low  the  second  in  main  ditch  system 1m)  lu.   f I 

Pressure  head    (helirht  of  tall)    I.TiHl    ft 

l'"orce   of   water    the  stiuare    inch    (id  I     lbs 

Number  of  Impulse   wheels 4     

Number  of   turbines     0     

Capacity  of  generators  In  kilowatts 2,000:    2.000;    4,000;    .'i.OOO     . 

Total   electrical    horse  power 17.420    

generating    voltage     2.400      

X'ldtage    on    power    lines    4 *;o,000    

Allltude  of  reservoir     2.i;00    ft 

Altitude  at  power  house 1,000    ft : 

Sixe  of  power   house    .  .  .  ^ TiO  x  10!)  ft 

Material   of  huiUling .''. Conciete  foiinilation,  steel  frame, 

galvanized  iron  covering 


Plant    placed    in    servlc 
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rENTERVrLIJO    Pi^ANT. 

same 

same 

S.4 

100    cu.    fl. 

UTl    fl. 

2.^)0   lbs. 

1 

1 

000;    .'i..'',00 

S,57(i 

2.:)0()    alHl    2.100 

60,000 

same 

.'J7f>    ft. 

32  X  110    ft. 

('oncrete    w.-^lls,    galvanized 

iron  roof  on  steel   frame 

IMay,    IHOO 


southwestuard,  the  thought  came:  if  only  more  people 
tlown  in  the  cities,  those  who  use  electric  lights  and 
enjoy  the  varied  benefits  of  electric  energj-,  could  see 
this  i)lace  and  know  something  of  the  far-reaching 
waterways  through  the  Sierra  forest  and  tlie  reservoir- 
lake  and  the  pressiire-pi])e-lines.  and  that  constant 
droning  at   the  silvery  building  where  w-ater  is  doing 

the  work  of  17.000  horses,  what  an  education  it  would      i)iirity.  which   can   be  used  by   burmii; 
be  in  the  commercial  development  of  natural  resources, 
what    a   refining  inspiration   to  gaze   upon   the  varied 
beauties  of  that  mountain  scenerv. 


AIR   NITRATE  FERTILIZERS. 
I""rank  and  Caro.  two  Cerman  chemists,  have  in- 
vented a  process  tiirough  which,  by  combining  nitro- 
gen gas  with  calcium  carbid  at  a  temperature  of  1.000° 
C,  they  could  produce  a  combination  of  lime,  carbon 


process  in\-ented  by  Dr.  Carl  von  Linde,  of  Munich, 
which  was  ])atented  in  both  France  and  the  United 
Stales.  I'y  this  ])rocess  atmospheVic  air,  having  been 
first  li(|uefied  l)y  compression,  is  subjected,  by  subse- 
quent ex])ansioii  under  pressure,  to  a  ])rocess  of  frac- 
tional distillation,  by  which  the  nitrogen  is  separated, 
leaving  as  a  b_v-])ro(lnct  o.xygen  of  50  to  Txd  per  cent 

in   the  electric 
arc  for  the  manufacture  of  nitrates  and  nitric  acid. 

The  cycle  was  now  complete,  and  it  is  through  the 
comljination  of  these  two  processes — the  I^inde  method 
I'or  recovering  atmospheric  nitrogen  and  the  Frank- 
Cam  method  of  combining  nitrogen  w^ith  calcium  car- 
bid  for  the  production  of  cyanamid  of  calcium — that 
luu'opean  |)rogress  hopes  to  provide  for  the  future  an 
ailc<iuate  su])pl_\'  of  nitrate  fertilizer  for  agricultural 
li'.irposcs. 
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CONSERVATION   OF   WATER   POWERS.' 

BY    L.    li.    STILLWELL. 

True  conservation  of  our  natural  resources  means 
wise  utilization  of  those  resources  without  unnecessary 
waste.  Such  utilization  is  the  primary  and  essential 
business  of  the  engineer.  During  the  last  tvventy-fi\e 
years,  a  period  practically  co-terminous  with  the  life 
of  this  Institute  to  date,  the  art  of  transmitting  power 
by  electricity  has  grown  from  a  laboratory  experiment 
into  a  development  universally  recognized  as  one  of 
the  great  factors  of  industrial  and  commercial  life.  .\- 
\ery  large  jiroportion  of  the  water  powers  hitherto 
unappropriated  are  either  located  upon  government 
lands  or  are  dependent,  wholly  or  in  part,  upon  the 
run-ofY  from  government  lands.  The  regulations  estab- 
lished by  national  and  state  governments  which  con- 
trol  or  affect  the  further  utilization  of  water  powers, 
therefore,  are  of  peculiar  concern  to  the  members  of 
this  Institute.  A  ]>ill  endorsed  by  the  administration 
is  now  before  Congress  which,  if  jjassed,  will  confer 
definitely  upon  the  President  and  his  executive  assist- 
ants full  autliorit\'  in  respect  of  withdrawal  of  public 
lands  and  unappropriated  water  powers. 

The  Relation  of  Forests  and  Stream  Flow. —  The 
riureau  of  I'orestry  has  established  regulations  govern- 
ing the  api)roi)riation  of  water  powers  located  on 
streams  which  drain  watersheds  included  in  whole  or 
in  ])art  in  forest  reserves.  Among  these  regulations  is 
the  iiniK)siti()n  of  a  graduated  rental,  to  be  paid  by  the 
individual  or  corporation  appropriating  the  water 
power  and  u.sed  by  the  government  for  forest  purposes. 
This  rental  rests  upon  the  assumption  that  the  appro- 
priator  of  the  power  will  be  benefited  by  the  preser- 
vation of  the  forest,  and  this  idea  is  accepted  generally 
by  engineers  and  by  the  public.  During  the  last  two 
years,  the  question  of  the  actual  or  assumed  effect  of 
forests  on  the  watershed  in  regulating  the  run-off,  has 
been  widely  debated.  Thai  forest  cover  controls  the 
run-oft"  to  a  material  e.xlent  has  been  vigorously  as- 
serted by  engineers  prominent  in  the  government  serv- 
ice and  I)y  many  others,  and  on  the  other  hand,  it  has 
been  seriously  (juestioned  liy  a  nundx'r  of  our  leading 
engineers.  .\s  regards  that  forest  control  which  is 
practically  related  to  the  commercial  value  of  water 
powers,  the  author  lielieves  the  following  to  be  a  cor- 
rect statement :  While  the  aggregate  annual  run-off  of 
our  rivers  in  general  dei)ends  u])on  the  total  annual 
l>recipitation,  the  i)resence  of  forest  cover  on  the  water- 
shed regulates  the  rate  of  run-off  to  an  extent  which 
in  many  cases  materially  affects  the  value  of  the  water- 
power,  this  regulation  tending  to  equalize  the  tl->w  and 
l)rolong  it  during  the  dry  season. 

The  present  form  of  permit  provides  a  nominal 
charge  (rental)  for  the  land  occupied  by  power  house, 
dam,  canals,  penstocks,  flumes,  etc..  the  rate  being  "(  )ne 
dollar  per  acre  and  fi\  e  dollars  per  mile  for  tlie  land 
occupied  by  said  works."  It  provides  also  that  "the 
gross  operation  charge  for  any  year  shall  be  calculated 
by  the  forester  upon  the  basis  of  the  quantity  of  electric 
energy  generated,  in  such  year  at  a  ma.ximum  rate. 
'"  '  which  amount  progressively  increases 
"P  tQ  the  fiftieth  year.    The  maximum  rates  are  appli- 

JAbst-act     of    presidential    address    at    annual     convention 
A.    1.   E.    E.,   June    28,    1910. 


cable  onl}'  in  cases  where  all  the  water  utiii/etl  conies 
from  the  forest  reserve  and  the  entire  head  developed 
results  from  the  topography  of  the  forest.  In  all  other 
cases,  deductions  are  made. 

The  Imposed  Rates  as  a  Tax  on  the  Power  Enter- 
prises.—  The    proposed    conservatit)n    charge,    at    least 
during  the  early  years  of  the  contract,  cannot  be  re- 
garded   reasonably    as   constituting   anj'    very    serious 
financial  burden   imposed  upon  the  individual  or  cor- 
poration   developing   the    water-power.      If   power    be 
sold  at  an  average  price  of  one  cent  per  kilowatt-hour, 
the  ma.ximum  conservation  charge  during  the  first  five 
years  of  operation  is  e(|uivalent  to  a  tax  of  o.6i   per 
cent   of   gross   receipts.      During    the    next    five-year 
period,  it  is  increased  to  1.J5  i)er  cent  and  it  increases 
gradually  from  this  figure  [u  a  maxinnim  of  3.25  per 
cent  of  gross  receipts,  which  rate  applies  during  the 
last  five  years  of  the  fifty-year  life  of  the  contract.    The 
average  charge   during   the   fifty-year   period   is  2.086 
per  cent  of  gross  receipts.     It  is  a  fair  question,  how- 
e\er,  whether  a  more  rational  method,  and  one  which 
in  certain   important   respects   would  tend  to  produce 
l)etler  results,  might  not  be  devised.    The  plan  in  force 
obviously  is  open  to  several  objections.     Among  these 
are:     (i  )  The  imposition  of  a  tax  ui)on  outi)ut  means 
that   the  man   who  installs  a   highly  efficient  plant   is 
called  upon  to  pay  a  higher  conservation  charge  than 
the   man    who   wastes   water   by   the   installation   of  a 
cheap  and  inefficient  plant.     (2)  The  proposed  method 
of  charging  imposes  a  heavier  burden  upon  the  man 
who  sells  his  power  at  a  low  price  than  upon  him  who 
sells  it  at  a  high  price.     (3)    L'nder  the  plan  proposed 
by  the   h'orest  Service  the  man   who  takes  his  power 
to  a  market,  say   100  to  300  miles  avvaj'.  must  pay  to 
the   g()\  eminent    for   the   losses   incurred    in    doing  so 
and   i)ays  more  than   the  man   who  sells  to  the  home 
market.     W  hile  the  method  oi  ap])lying  the  conserva- 
tion charge  has  been  criticised  in  many  quarters  and 
while  the  objections  above  ])ointed  out  are  valid,  the 
methiid  in  force  possesses  undoubted  advantage  in  the 
fact  that  it  is  definite  and  readily  determined  by  refer- 
ence to  records  which  the  permittee  can  readily  keep. 
'ilie  charges,  moreover,  are  adjusted  to  encourage  de- 
\elo])ment   of   the    water   powers   by    recognizing   the 
fact  that  few,  if  any,  can  earn  interest  on  the  necessary 
investment   from   the   start.      I-'-xcept   by   reducing  the 
average  charge  for  the  ])eriod,  it  would  be  difficult  to 
devise  a  plan  less  onerous  for  the  permittee.     (4)  While 
the  imposed  charge  could  not  be  regarded  as  excessive, 
il    the   ])ower  developed    were   entirely,   or   even    very 
largely,  de])endenl  upon  the  ])reservation  of  forest  cover 
u])()n   the   watershed,   it    rei^resents  a   high   rate   when 
measured  in  a  com])aris(>n  with  the  increase  in  commer- 
cial  value  of  the   jiower,   which,   under  f)r<linary   con- 
ditions,   is     due     to     the     forest.      (5)      The    ta,x     is 
imposed    upon    jxnver    from   all   forest  reserve   lands, 
regardless     of     the     actual     condition     of     the     for- 
est   upon    which    it    is   based.       Obviously,     therefore, 
a  uniform  tax  must  be  very  much  heavier  in  some  cases 
than    in    others,   as    compared    with    the    benefit    upon 
which  it  theoretically  rests.     (6)  It  tends  to  retard  util- 
ization of  water  powers  and  stimulates  the  use  of  coal 
for  power  purpose.'^ — a  result   which   is  in  direct  con- 
travention of  the  |)rimary  object  of  conservation,     (j) 
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Soiiietliiiig  less  than  (nic-half  tlie  public  domain  is  in- 
cluded within  the  limits  of  the  forest  reserves.  To 
secure  maxinuim  revenue  and  to  minimize  the  average 
retarding  effect  upon  utilization  of  these  water  powers 
resulting  from  a  system  of  rental,  any  charges  which 
may  be  imposed  by  the  Federal  Government  upon 
water-power  appropriation  should  apply  to  all  public 
lands. 

The  effect  of  forest  cover  in  adding  to  the  com- 
mercial value  of  a  water  power,  results  from  two  facts, 
first,  tiiat  an  increase  in  minimum  run-oft"  reduces  the 
necessary  investment  in  auxiliary  steam  or  other  power 
plant ;  second,  that  some  portion  of  the  flood  waters, 
which  otherwise  would  flow  past  the  power  plant,  at  a 
time  when  the  water  available  exceeds  the  amount 
needed,  is  held  back  long  enough  to  permit  its  com- 
mercial utilization. 

Features  of  the  Present  Regulation  Which  Should 
Be  Changed. — Clause  15  of  the  power  agreement  now 
in  force  reads  as  follows:  "The  permit  here  applied 
for  shall  be  non-transferable,  and  shall  be  subject  to  all 
prior  valid  claims  which  are  not  by  law  subject  there- 
to." The  aim  in  view,  of  course,  is  to  avoid  monopoly, 
as  a  result  of  which  an  artificial  price  might  be  main- 
tained higher  than  the  average  which  would  be  fixed 
by  competition  of  similar  developments  in  the  same 
market.  Jf  effective,  it  is  oijvious  that  this  require- 
ment must  retard  development.  The  economic  rea- 
sons which  demand  that  water  powers  on  the  same 
stream  should  deliver  their  output  to  the  same  net- 
work of  distributing  circuits  in  niany  cases  are  ma- 
terial, and  those  which  demand  that  the  output  of  de- 
velopments on  different  streams  should  be  similarly 
combined  arc  even  more  weighty.  By  electrically 
combining  the  output  of  a  considerable  number  of 
water  powers,  interruptions  of  service,  due  to  acci- 
dents to  flumes  or  to  transmission  circuits,  are  de- 
creased. The  clause  should  be  modified  by  permitting 
transfer,  subject  to  approval  by  the  government. 

Continuous  Operation  of  Plant. — Clause  18  reads 
as  follows:  "The  permittee  shall,  except  when  pre- 
vented by  the  act  of  God  or  the  public  enemy,  or  by 
unavoidable  accidents  or  contingencies,  continuously 
operate  for  the  generation  of  electric  energy,  the 
works  to  be  construed  under  flie  permit  hereby  ap- 
plied for,  in  such  manner  as  to  generate  after  such 
generation  begins,"  not  less  than  certain  percentages 
of  the  full  hydraulic  capacity  of  the  works  measured 
in  kilowatt-hours.  The  object  in  view  is  to  prevent  a 
power  company  increasing  its  prices  by  creating  an 
artificial  power  famine  and  to  secure  full  utilization  of 
the  available  power.  Some  permits  have  specified 
that  not  less  than  twenty-five  per  cent  of  the  full  hy- 
draulic capacity  must  be  generated ;  others  as  much  as 
seventy-five  per  cent,  depending  upon  special  circum- 
stances supposed  to  govern  the  case.  In  many  cases 
this  clause  presents  serious  difficulty  to  the  power 
company.  If  it  be  necessary  to  retain  such  a  clause,  it 
should  be  accompanied  by  a  provision  permitting,  with 
the  consent  of  the  government,  a  reduction  in  the  per- 
centages originally  fixed. 

Term  of  Permit. — Clause  20  of  the  permit  in  force 
reads  as  follows :  "The  permit  hereby  applied  for  shall 
cease  and  be  \oid,  n])on  the  expiration  of  fifty  years 


irom  the  date  of  approval  hereof,  but  it  may  then  be 
renewed  in  the  discretion  of  the  duly  authorized  officer 
or  agent  of  the  United  States,  and  upon  such  condi- 
tions as  he  may  in  his  discretion  fix.  *  *  *  *  " 
This  clause  contains  no  provision  for  taking  care  of 
the  contracts  which  may  be  in  force  between  the  per- 
mittee (or  his  successor)  and  his  customers  at  the 
expiration  of  the  fifty-year  period.  It  is  obvious  that 
by  its  absence  the  value  of  the  permit  during  the  latter 
years  of  its  life,  is  materially  impaired.  Power  con- 
tracts are  frequently,  in  fact  generally,  executed  for 
])eriods  of  not  less  than  five  years  and  frequently  for 
ten  or  ever  twenty  years.  The  contract  agreement 
should  include  a  clause  guaranteeing  for  a  period  not 
less  than  five  years  subsequent  to  its  termination, 
the  fulfillment  of  contracts  between  the  permittee  and 
cnsiomcrs  existing  at  that  time. 

The  Permit  Revocable. — Under  the  law  as  it  now 
stands  the  l'"orest  .Service  can  grant  to  an  individual 
iir  corporation  seeking  to  develop  water-power  from 
forest  reserves  only  a  permit  revocable  by  the  Secre- 
tary of  Agriculture  in  his  discretion.  No  argument 
is  necessary  to  demonstrate  that  a  permit  revocable 
in  the  discretion  of  the  head  of  a  department  is  not  an 
ade(|uate  basis  for  financing  an  enterprise  requiring 
in\cstment  of  capital. 

An  Alternative  Plan.— Assuming  that  upon  care- 
ful consideration  the  American  people  should  decide 
to  impose  a  tax  upon  natural  resources  of  the  public 
domain,  to  be  used  in  conserving  and  developing  those 
resources,  it  is  perhaps  not  improper  to  suggest  the 
outlines  of  a  plan  which  from  the  standpoint  of  public 
policy  appears  preferable  to  that  now  in  force.  The 
essential  features  of  the  plan  which  Air.  Stillwell  sug- 
gests are  the  following : 

(i)  A  tax  imposed  on  all  sources  of  power  found 
upon  public  lands — a  royalty  on  coal  mined  and  a 
rental  upon  water-power.  The  charge  for  water-power 
to  be  based  not  upon  an  indefinite  and  disputed  rela- 
tion of  forest  covering  and  commercial  value  of  the 
power,  but  upon  the  fact  that  the  government  needs 
revenue  to  develop  and  conserve  our  natural  resources, 
owns  the  power,  and,  as  owner,  possesses  an  unques- 
tionable right  to  impose  a  charge  for  its  use.  The 
I'cderal  (Jovernment  is  now  selling  coal  lands  on  the 
])ublic  domain  at  prices  which,  on  the  average, 
ajiproximate  one-tenth  of  one  per  ceui  per  ton  of 
the  coal  which  it  is  estimated  the  property  can  com- 
iiurcially  yield.  If  the  coal  be  used  to  produce  powe- 
uiider  average  conditions  this  ta'x  is  substantially 
equivalent  to  0.5  cents  per  looo  kilowatt-hours  as 
aj;ainst  an  average  rental  of  20.86  cents  per  1000  kilo- 
watt-hours now  imposed  in  the  case  of  water-power. 
Ilie  theory  of  conservation  unquestionably  points  to 
an  increase  in  the  price  fixed  for  coal  lands  or  a  de- 
crease in  waterpower  rental,  or  both.  The  general  fea- 
tures of  the  present  contract  agreement  enforced  by 
the  Forest  Service  as  regards  fifty-year  limit  of  the 
period  of  appropriation  should  be  preserved.  The 
other  restrictions  now  imposed  should  also  be  retained 
except  that  certain  clauses  should  be  modified  to  meet 
the  practical  objections  which  have  been  pointed  out. 

('2)  The  charge  imposed  upon  water  powers 
should  be  based  upon  the  amount  of  water  appropri- 
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ated  and  the  effective  head  resulting  from  the  topog- 
raphy of  the  government  lands  concerned.  Under  the 
present  plan,  it  is  necessary  to  measure  the  water  in 
order  to  fix  the  third  deduction  from  the  charge  based 
upon  output.  The  difficulty  of  measuring  water, 
therefore,  must  be  met  and  it  is  easy  to  fix  the  second- 
feet  appropriated  as  to  fix  the  deduction  allowed  for 
artificial  storage  by  a  permittee. 

(3)  The  third  suggestion  is  that  the  go\eniment 
engineers  of  the  department  of  bureaus  concerned  de- 
velop comprehensive  preliminary  plans  for  the  devel- 
opment of  water  powers  of  a  given  watershed  and  that 
these  water  powers  collectively  or  severally  be  leased 
to  the  highest  bidder,  the  government,  of  course,  re- 
serving the  right  to  reject  all  bids. 


THE  WATTHOUR  METER. 

liV    WM.    M.    SHKP.XKD   AND    .XLLKN    G.    JONES. 

(Concluded) 

APPENDIX. 

Fig.  2  is  the  vector  diagram  of  a  potential  trans- 
former. OE  is  the  primary  e.m.f.  OE'  is  the  secondary 
e.m.f.     (^I  is  the  ])rimary  current,  Of  the  secondary 


Fig.  2. 

current  and  11'  the  exciting  current.  E"i\  is  the  e.m.f. 
consumed  by  resistance  or  is  the  KI  drop,  E\'  the  e.m.f. 
consumed  by  the  reactance  or  is  the  XI  drop,  and  EE' 
is  the  impedance  e.m.f.  of  the  transformer.  In  the  fig- 
ure it  ^vill  be  seen  that  the  secondary  e.m.f.  (OE"  re- 
ferred to  the  prim.nry)  leads  the  primary  e.m.f  by  an 
angle  a.  This  will  tend  to  make  the  meter  run  slow  on 
inductive  loads. 

Obviously,  if  a  of  the  current  transformer  equals  a' 
of  the  potential  transformer  there  will  be  no  error  from 
this  source,  and  it  is  attempted  in  the  design  of  meter 
transformers  to  approximate  this  condition.  For  this 
reason  considerable  resistance  is  introduced  into  the 
potential  transformer  to  increase  this  angle.  This  high 
resistance  results  in  a  transformer  of  poor  regulation, 
but  the  regulation  is  not  important,  as  the  load  is  con- 
stant and  the  range  recommended  narrow. 

In  practice,  the  angle  a  of  the  current  transformer 
is  greater  than  the  angle  a  of  the  potential  t;ansformer. 
This  ditterence  can  bt  compensated  in  the  lag  of  the 
meter.  Suppose,  for  example,  the  meter  is  not  lagged 
properly  by  the  angle  w.  Then,  if  a  —  a  —  <o  =  O  there 
will  be  no  error  from  this  source.  In  other  words,  the 
meter  is  lagged  so  that  it  will  run  slow  on  inductive 
loads.  The  combined  effect  of  angular  displacement 
in  the  potential  transformer  and  of  the  meter  not  being 
lagged  quite  ninety  degrees  just  compensates  for  the 
angular  displacement  of  the  current  transformer. 


These  angles  may  be  determined  and  corrections 
made  as  follows :  The  results  obtained  by  this  method 
are  sufficiently  accurate  for  adjusting  service  meters 
since  finer  corrections  could  not  be  made  on  the  meters 
themselves. 

With  an  indicating  wattmeter  the  power  flowing 
in  a  circuit  of  50  per  cent  power  factor  (or  other  known 
power  factor)  is  read.  A  one  to  one  ratio  current 
transformer  of  the  type  used  with  the  watthour  meters 
is  then  inserted  in  the  circuit  and  the  current  for  the 
watt-meter  is  taken  from  the  secondary  of  the  current 
transformer.  The  power  is  again  read,  .\ssuming  that 
a  power  factor  of  50  per  cent  is  used,  from  the  first 
reading  we  get  W  =  EI  cos  60°  and  from  the  second 
reading  W  ^  EI  cos  (60  —  a).  The  angle  a  is  the 
angular  displacement  due  to  the  current  transformer. 

From  the  above 


Cos  (60  —  a) 


W"  cos  60° 


W 


From  which  we  can  readily  obtain  a.  Before  substitut- 
ing in  the  formula  \\  '  should  be  corrected  for  error  in 
transformer  ratio.  The  current  coils  of  the  watt-meter 
are  again  connected  directly  in  circuit  and  the  potential 
supplied  by  potential  transformers,  two  transformers 
being  used,  one  to  step  up  from  the  line  voltage  and 
the  other  to  step  down  again  to  the  watt-meter.  We 
can  now  obtain  the  angular  displacement  due  to  the 
potential  transformers  by  applying  the  same  formula 
as  given  above  for  current  transformers.  The  angle 
thus  obtained  for  the  potential  transformers  will  be 
twice  the  angle  of  one  transformer,  and  as  it  is  the 
angle  of  one  transformer  with  which  we  are  concerned 
the  result  obtained  should  be  divided  by  two.  This  will 
give  us  the  angle  o'.  We  will  then  lag  the  meter,  not  for 
90°,  but  for  90° —  (a  —  o'). 

Another  and  quicker  way  of  applying  this  method 
is  to  determine  the  error  introduced  by  two  potential 
transformers  at  unity  and  at  50  per  cent  power  factor. 
Each  transformer  is  responsible  for  yi  of  the  error. 
Xow  connect  the  watthour  meter  in  circuit  with  the 
current  transformer  and  with  two  potential  trans- 
formers, one  potential  transformer,  stepping  up 
from  the  line  voltage  (testing  circuit)  and  the 
other  stepping  down  to  the  watthour  meter.  The 
indicating  watt-meter  should  be  connected  di- 
rectly in  the  circuit  without  current  or  potential 
transformers.  The  watthour-meter  is  than  adjusted  at 
unity  power  factor  and  at  50  per  cent  power  factor  to 
disagree  with  the  indicating  watt-meter  by  the  amount 
of  the  error  due  to  one  potential  transformer.  There 
will  be  errors  due  to  three  transformers,  one  current 
and  two  potential.  The  watthour-meter  is  to  operate 
with  hut  two  transformers  and  should  be  adjusted  to 
compehi'>te  for  the  errors  of  only  two  transformers. 
By  not  compensating  for  the  error  of  one  of  the  poten- 
tial transformers,  as  outlined  above,  the  desired  results 
will  be  accomplished. 

It  is  not  strictly  correct  to  take  >4  the  error  of  the 
two  potential  transformers,  as  outlined  above,  as  the 
error  of  one  transformer ;  it  is,  howev'er,  very  close, 
closer  than  adjustments  can  be  made  on  the  watthour- 
meter. 
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MECHANICAL         CALCULATION 

OF  ALTERNATING  WIRING 

PROBLEMS. 

The  foniiidal^le  mathematics  that  is 
iii\-ol\c<I  ill  calculating  alternatiii<^  cur- 
rent electric  circuits  deters  many  an 
en}j;inccr  from  attempt  inj::^  to  solve 
e\en  the  sim|)lest  problems.  It  is  [)os- 
sihle  iiowever  to  perform  these  calcu- 
lations mechanically  by  means  of  di;i- 
jj;rams,  amoiifj  the  simplest  of  which 
are  two  jirinted  herewith  by  permis- 
sion from  .Manifold  &  Poole's  "Strai<jhl 
Line  Diag'rams." 

.\  tre(|uent  probit-ni  in  wiring  work 
is  the  determination  of  the  volt  drop 
or  loss  that  occurs  in  transmittinj;  a 
given  number  of  amperes  over  a  given 
size  wire  at  a  given  voltage  for  a  defin- 
ite distance,  or.  gi\en  any  four  of  these 
to  determine  the  fifth,  such  as  the  size 
of  wire  that  will  cause  a  given  line  drop. 

With  direct  current  the  i)roblem  is 
solved  from  Ohm's  law,  E^RI,  where 
F,,  ihc  fall  of  potential,  is  equal  to  the 
prodnct  of  R,  the  resistance  in  ohms, 
and  1,  the  current  in  amjieres.  The 
same  relation  is  true  with  alternating 
currents  if  for  the  ohmic  resistance  of 
a  circuit  we  substitute  its  impcdence, 
a  value  which  includes  the  ohmic 
resistance  and  the  reactance.  This 
latter  factor  depends  upon  the  fre- 
(luencv,  or  number  of  times  per  second 
the  current  reverses  in  direction,  the 
distance  between  the  wires  and  the  co- 
efficient of  self-induction  or  so-called 
"electrical  inertia,"  by  which  the  cir- 
cuit opposes  any  change  in  direction  of  the  current. 

Power  in  a  direct  current  circuit  is  ecpial  to  the 
product  of  volts  and  ainjieres  (W  =  E  I).  In  a  single 
l)hase  alternating  circuit,  due  to  the  induction,  the 
current  is  not  in  ])hase  with  the  pressure  or  voltage 
and  consctpiently  to  show  the  tRie  power,  the  ])roduct 
of  these  values  must  be  niulti[)licd  by  the  power 
factor  or  cosine  or  the  angle  between  them  (W  = 
F  I  .X  power  factor).  \\'liere  there  is  no  induction 
the  ]iower  factor  is  unity  or  lOO  per  cent,  decreasing 
as  the  induction  increases.  For  three-phase  circuits 
it  is  necessary  to  multij)ly  by  the  \/3  to  obtain  the 
total  powder  (W  ^  V3  Fix  power  factor). 

With 'these  facts  in  mind,  to  find  the  volt  droj) 
ill  transmitting  power  in  alternating  current  circuits, 
it  is  first  necessary  to  determine  the  actual  number 
of  amperes  from  diagram  No.  14  and  then  determine 
the  drop  from  No.  15. 

.\s  will  be  noted  there  are  se\en  scales  plotted  on 
.\'o.  14:  the  first  scale  is  laid  off  from  20  to  10.000  kilo- 
watts, the  second  .gives  the  e(iui\alent  \alucs  in  horse- 
Dowcr,  the  fifth  is  laid  off  from  100  to  20o.(X)o  volts. 
These  scales  are  so  placed  that  a  straight  line  passing 
through  any  value  in  the  first  two  and  any  voltage 
in  the  fifth  will  intersect  the  seventh  scale  so  as  to 
show  the  number  of  amperes  in  a  non-inductive  cir- 
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ciiit.  ily  connecting  the  values  thus  determined  with 
llie  power  factor  for  cither  single  phase  or  three-phase 
circuits  as  marked  on  scales  three  and  four,  the  actual 
amperes  transmitted  may  be  read  on  scale  six. 

Tlie  exami>le  indicated  by  the  arrows  on  No.  14 
shows  that  with  150  kilowatts  at  1500  volts,  100  am- 
peres arc  Iransmitted  at  unity  power  factor,  or  70 
amperes  at  80  per  cent  power  factor  th'-ee-phase,  or 
reversing  the  problem,  with  an  80  per  cent  power 
factor  three-phase  circuit,  we  find,  that,  to  transmit 
70  amperes  it  will  require  150  kilowatts  at  1500  volts. 

Diagram  No.  15  has  been  made  for  copper  trans- 
mission lines  at  60  cycles.  Scale  i  is  laid  ofif  propor- 
tionallv  to  the  distance  between  the  wires  from  12  to 
iCio  inches:  scale  5  is  laid  off  according  to  the  wire 
size  in  the  P..  &  .S.  gauge  from  8  to  0000  wire  and  from 
200,000  to  1,000,000  circular  mils.  P)y  passing  a  straight 
line  through  the  value  on  scale  i  showing  the  wire 
spacing,  and  the  size  of  wire  on  scale  5,  the  impedance 
in  ohms  per  mile  for  single  phase  and  three-phase 
circuits  may  be  read  on  scales  <">  and  7  as  shown  by 
arrows.  No.  o  wire  with  72-in.  spacing  has  an  im- 
pedance of  1.6  for  three-phase  circuits  and  1.84  for 
vingle  phase  circuits.  Py  passing  a  straight  line 
through  the  number  of  amperes  shown  on  scale  2.  as 
determined   from  diagram  No.   14,  an<l  the  impedance 
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on  scale  6  or  7,  the  volt  drop  per  mile  for  either  single- 
phase  or  three-phase  circuits   may  be  read  on  scales 

3  or  4- 

Another  problem  that  frequently  arises  is  to  deter- 
mine the  size  of  wire  and  the  spacing  that  produces  an 
allowed  line  drop  when  a  given  number  of  amperes 
are  to  be  transmitted.  This  may  be  accomplished  by 
reversing  the  process.  As  shown  by  the  arrows  88 
amperes  when  transmitted  with  a  drop  of  160  volts 
per  mile  single-phase,  or  140  volts  three-phase  with  72 
in.  spacing  requires  Xo.  o  wire.  These  calculations 
assume  that   capacity  effects  are  neglible. 


TARSUS  LIGHTED  BY  ELECTRICITY. 

The  ancient  city  of  Tarsus,  in  Asia  Minor,  has 
recently  been  lighted  by  electricity.  In  reporting  this 
fact.  Consul  Edward  I.  Nathan,  of  Mersine.  says  the 
power  is  taken  from  the  rapidly  flowing  Cydnus  river. 
.\bout  \\A  miles  fmm  the  city  an  8o-horsepower  tur- 
bine is  made  to  drive  a  large  dynamo,  which  furnishes 
sufficient  power  for  1000  lamps  of  16  candlepower 
each  ;  450  are  now  used  to  light  the  streets  of  the  city 
and  the  remainder  will  be  furnished  to  private  con- 
sumers. It  is  proposed  to  extend  the  electric-lighting 
system  to  .\dana  and  Mersme.  the  power  to  be  like- 
wise furnished  by  the  Cydnus  river  and  transmitted  by 
wire  to  these  places. 


COMMISSION  CONTROL  OF  PUB- 
LIC SERVICE  CORPORATIONS.' 

BY    F.    P.    ROVCE. 

I  am  to  speak  today  upon  matters 
connected  with  public  service  corpor- 
ations, particularly  those  doing;  what 
may  be  termed  a  local  business,  one 
which  is  conducted  in  a  single  city  or 
perhaps  in  a  group  of  adjoining  muni- 
cipalities, as  distinguished  from  those 
])ublic  service  corporations  whose  field 
5  of  operations  is  much  more  extended, 

>  usually  over  more  than  one  state,  such 

"S  as    the    transportation,    telephone    and 

i  telegraph  companies. 

^  Of  these  "local"  companies  the  most 

E  important  are  those  manufacturing  and 

^  distributing  gas,  electricity  and   water 

I  for  all    purposes,   street   railways   and 

ij  certain  telephone  companies.     The  in- 

S  terests  of  nearlv  all  of  the  local  tele- 

^  phone  companies,  however,  are  now  so 

closeh'  identified  with  the  interests  of 
the  large  corporations  doing  an  inter- 
state business  that  they  are  really  a 
part  of  such  properties. 

The  relations  between  the  public 
utility  companies  mentioned  and  the 
communities  they  serve  are  of  such  a 
close  character  that  the  results  of  op- 
eration are  of  direct  importance  to 
both.  In  the  first  place,  in  order  that 
these  com])anics  may  do  business  at 
all  it  is  necessary  that  they  should  have 
franchises  granting  them  the  right  to 
— '  use   the   public    streets.     While    it    is 

proper  that  this  should  be  done, 
it  makes  it  possible  for  the  necessary  plants 
be  constructed  with  the  least  possible  outlay 
and  consequently  reduces  the  capital  charge  on  which 
a  fair  return  may  be  earned  to  a  minimum,  helping  to 
make  the  rates  for  service  as  low  as  possible,  it  is 
true  that  the  public  having  granted  the  franchises  to 
the  companies  have  an  interest  in  the  properties  and 
arc  entitled  to  certain  consideration  which  they  would 
not  otherwise  have. 

On  account  of  the  conditions  surrounding  these 
companies  they  must  of  necessity  be  in  a  sense  monop- 
olies ;  that  is  to  say,  they  must  be  free  from  competition 
with  companies  doing  the  same  business  in  the  districts 
thcv  serve,  provided  they  furnish  service  of  proper 
standard  at  sub.stantially  as  low  a  price  as  any  other 
company  operating  on  legitimate  lines  could  do.  To 
iinde.stand  this  statement  it  must  be  seen  that  the 
character  of  the  business  done  is  entirely  different 
from  almost  any  other.  These  companies  are  all  lim- 
ited in  the  field  of  their  operations  to  the  exact  location 
of  their  properties.  A  gas  or  electric  company  can  only 
do  business  along  the  line  of  its  permanent  distributing 
svstem,  and  a  street  railway  company  has  no  earning 
power  except  on  its  roadbed.  Any  other  manufac- 
turing company  producing  some  portable  commodity 
may  develop  an  unlimited  field.     If,  for  any  reason,  on 


as 
to 


'Extracts   from   an    address    before   the   Graduate   School   of 
Harvard  University  on  May  16,   1910. 
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account  of  local  conditions,  one  such  company  has  any 
advantage  over  another  in  one  section  and  the  latter 
company  cannot  in  consequence  market  its  products 
lliere.  it  is  free  to  go  elsewhere  to  develop  other  fields, 
l)ut  the  public  utility  company  cannot  do  this.  When 
any  ])art  of  its  distribution  system  is  once  completed 
it  cannot  he  moved  exce])t  at  too  great  a  sacrifice.  If 
competition  is  permitted  under  these  conditions,  either 
one  of  two  things  must  happen — the  company  will  be 
unable  to  earn  a  fair  return  on  its  property  or  will  be 
obliged  to  lower  the  standard  of  its  service  to  a  point 
where  it  will  no  longer  be  satisfactorj'^  to  the  public 
served.  It  is  therefore  essential  to  all  interested  that 
every  community  should  be  served  by  successful  public 
service  companies.  Duplications  of  electrical  distribu- 
tion systems  either  above  or  below  the  streets 
or  of  gas  distribution  systems  under  the  streets 
are  distincth'  uneconomical,  and  in  nearly  all  cases 
where  such  duplications  have  been  permitted  the  ulti- 
mate result  has  been  that  the  two  properties  eventu- 
ally became  united,  with  a  large  waste  in  the  plant 
really  necessary  to  do  the  business  and  consequently 
a  heavy  increase  in  the  capital  charge. 

While  gas  and  electric  companies  are  in  competi- 
tion along  certain  lines,  it  is  very  likely  true  that  this 
competition  may  be  of  a  healthy  character:  and  it  is 
also  true  that  each  kind  of  company  has  a  field  for 
business  of  its  own.  so  that  both  may  succeed  while 
serving  the  same  communit)^ 

Certain  interesting  cases  bearing  on  the  propriety 
of  the  right  of  an  electric  liglit  or  power  company 
doing  business  in  any  community  to  lie  free  from  com- 
petition, have  risen  in  places  where  such  companies 
generating  their  current  by  steam  power  have  operated 
for  a  time  and  later  on  good  water  powers  have  been 
developed  within  such  distance  that  the  current  gen- 
erated at  the  water  power  can  be  satisfactorily  trans- 
mitted to  the  locality  already  served.  If  these  water 
|iowers  have  been  developed  at  a  reasonable  cost  and 
actuallv  have  a  sufficient  and  fairly  uniform  capacity 
of  production,  it  would  probably  be  true  that  they 
could  furnish  current  to  the  community  already  served 
bv  the  established  company  using  steam  as  a  motive 
power  at  a  less  cost  than  could  the  latter  company.  In 
cases  of  this  sort  it  must  be  -borne  in  mind  that  the 
existing  company  is  only  entitled  to  freedom  from 
competition  so  long  as  the  community  is  furnished 
with  energy  at  substantially  as  low  a  price  as  it  could 
be  provided  by  any  other  company  operating  on  legiti- 
niate  lines,  being  in  this  instance  at  the  price  it  could  be 
furnished  for  by  the  water  power  company.  The  proper 
solution  of  such  a  situation  is  for  the  water-power  com- 
panv  to  sell  its  product  to  the  existing  company,  which, 
in  turn,  will  distribute  it  to  its  customers.  P.y  doing 
this  a  duplicate  distribution  system  would  be  avoided 
and  the  original  steam  plant  of  the  existing  company 
could  be  used  for  relay  purposes.  V,y  following  such  a 
course  the  existing  company  could  maintain  its  fair 
profit  and  the  consumer  would  have  the  benefit  of 
a  reduction  in  cost  due  to  the  fact  that  the  energy  pur- 
chased was  generated  by  means  of  water-power. 

In  view  of  the  fact  that  to  conduct  their  business 
the  companies  must  have  franchises  granted  by  the 
public  and  also  that  they  should  have  an  opportunity 


lo  do  business  free  from  injurious  competition,  the  pub- 
lic served  have  the  right  to  demand  that  the  service 
fm-nished  by  the  company  should  be  of  a  high  char- 
acter, that  the  company  should  be  willing  to  make  ex- 
tensions of  their  lines  wherever  they  arc  reasonably 
re(|nired  and  that  the  prices  charged  should  be  fair  for 
the  service  rendered.  The  obligations,  however,  are 
by  no  means  entirely  on  one  side,  and  the  company 
which  meets  these  requirements  of  the  public  having 
invested  money  in  good  faith  in  the  undertaking  has 
tiic  right  to  earn  a  fair  return  on  the  value  of  the  prop- 
erty needed  to  conduct  its  ])usiness  and  to  be  free  from 
competition  from  other  companies  doing  business  of  the 
same  character  in  the  territory  served. 

Such  companies  should  so  far  as  possible  be  free 
from  attack  by  persons  who  c\'cii  though  well  meaning 
are  ignorant  and  misinformed  in  regard  to  actual  exist- 
ing facts.  This  is  important  to  the  public  as  well  as  to 
(he  company.  For  example:  if  a  company  doing  its 
business  well  and  fairly  is  the  subject  of  many  unfair 
statements,  it  is  probable  that  these  statements  will 
have  their  effect  on  the  holders  of  the  company's  se- 
curities. It  then  becomes  more  difficult  for  the  coni- 
liany  to  continue  its  necessary  financing  and  it  is 
obliged  to  pay  more  for  the  money  it  needs,  which  must 
be  reflected  in  higher  prices  to  the  public  served. 

In  the  early  days  of  these  industries  their  business 
was  of  a  distinctly  hazardous  character.  There  have 
been  times  when  the  future  of  each  was  by  no  means 
assured,  when  the  earning  capacity  was  a  matter  of 
doubt,  and  in  those  days  it  was  essential  that  they 
should  receive  the  most  liberal  treatment  from  the 
communities  served  or  it  would  have  been  impossible 
to  make  satisfactory  progress  and  to  raise  the  ca)iilal 
necessary  for  their  development.  Today  these  public 
utilities  are  in  many  cases  on  a  sound  basis.  Mistakes 
ha\'e  been  made  in  many  instances:  some  properties 
have  not  been  designed  with  good  judgment  ami  .'ire 
not  adapted  to  the  service  required  of  them.  Such 
companies  still  have  a  time  of  uncertainty  before  them 
when  unusual  cotirage  and  energy  are  needed  on  Hie 
part  of  the  operators.  In  a  majority  of  cases,  particu- 
larly in  the  larger  communities,  the  companies  lia\e 
been  developed  properly :  their  future  is  assured  so 
far  as  can  be  seen,  and  it  is  probably  true  that  the  pub- 
lic should  now  receive  more  from  such  successful  com- 
panies than  it  formerly  did  and  that  ^uch  companies 
themselves  are  satisfied  with  somewhat  less  in  the 
way  of  future  profits  than  they  formerly  were.  The 
statements  above  made  as  to  the. rights  of  both  inter- 
ests are  gradually  being  accepted  as  sound  by  them, 
and  there  is  a  growing  belief  that  proper  methods 
should  be  provided  to  insure  their  maintenance. 

The  best  plan  that  has  as  yet  been  devised  for 
this  purpose  is  to  provide  for  the  orcranizntion  of  state 
commissions  which  have  the  right  to  supervise  the 
afl'airs  of  public  utility  companies  and  the  power  to 
adjust  certain  differences  that  may  arise.  It  is  essen- 
tial that  the  duties  and  powers  of  these  commissions 
should' be  limited  to  supervision  and  that  they  should 
have  the  right  on  behalf  of  the  public  to  see  that  the 
rates  charged  by  the  companies  are  fair,  that  exten- 
sions are  made  wherever  they  are  reasonably  required 
and  that  the  service  is  as  good  as  should  be  furnished 
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under  existing'  comlitions.  Thc\'  should  also  have  the 
ritjht  to  rcfiulale  the  issue  of  securities  by  the  com- 
|)anies  and  to  see  that  these  represent  the  fair 
value  of  the  ])roperties.  On  Ijehalf  of  the  com- 
panies, they  shnuld  ha\'e  the  right  to  protect  them 
against  improper  comi)etition  so  long  as  they  continue 
lo  do  their  duty  toward  the  public  served.  This  i)lan 
(if  sn|ier\ision  by  coiuniission  has  met  with  growing' 
fa\(>r.  Massachusetts  was  the  first  state  to  take  this 
stej).  'i'wenty-t'ive  years  ago  the  legislature  passed 
the  necessary  laws  to  provide  for  the  Board  of  Cas  - 
an<l  IClectric  Light  Commissioners  and  to  specify  its 
duties,  vvhicli  have  been  added  to  from  time  to  time. 
The  commission  now  has  the  right  to  authorize  or 
refuse  the  issue  of  bonds  and  of  stock  to  be  issued  by 
the  gas  and  electric  com])anies.  lionds  cannot  be 
issued  at  less  than  par.  and  in  the  case  of  stock  issues 
the  commisssion  has  the  right  to  determine  the  price, 
not  less  than  par.  at  which  they  may  be  offered  pro- 
|)ortionately  to  stockholders.  They  also  have  the 
|)ower  from  tinie  to  time  to  determine  rates  for  gas 
a-.d  electricity  and  can  order  extensions  of  lines  when 
reasonably  reipiired  to  furnish  service  to  new  cus- 
tomers. Similar  powers  of  supervision  and  adjustment 
of  rates  are  exercised  by  the  Board  of  Railroad  Com- 
missioners over  the  street  railway  companies  and  by 
the  Highway  Commission  over  the  telephone  com- 
panies. This  plan  of  supervision  by  commission  has 
now  been  followed  in  Xew  York,  \\'isconsin.  New  Jer- 
sey and  other  states,  ^^'ith  them  it  has  been  usual 
not  to  follow  the  Massachusetts  plan  of  having  serv- 
ice commissioners  but  to  have  one  public  service  com- 
missicin  ha\ing  the  powers  mentioned  over  all  jiublic 
ntilit\-   comjianics. 

The  iiovvers  and  duties  of  these  commissions  are 
of  \ital  imnortance  and  call  for  distinctly  judicial 
ability  in  the  members.  The  determination  of  fair 
rates  for  service  is  one  of  the  most  difficult  and  im- 
Dortant.  It  has  now  been  firmlv  established  by  the 
(lecisidus  i>f  the  I'nitcd  .States  .Supreme  Court  that 
anv  comi:i;.nv  is  entitled  to  a  fair  return  on  the  value 
of  the  proDcrty  owned  and  necessary  to  conduct  its 
business,  but  no  sreneral  rule  applicable  to  all  com- 
luinics  has  been  determined  to  establish  what  a  fair 
return  is.  and  it  has  been  made  clear  that  it  will  con- 
tinuallx'  \ar\'  under  different  conditions.  The  history 
of  these  iMiblic  utilities  shows  that  in  the  early  stages 
of  their  development  their  business  was  hazardous, 
and  at  such  time  those  investing  their  money  in 
\'arious  enterjirises  of  this  sort  were  entitled,  on  ac- 
count of  the  risk  they  rai"!,  not  only  to  a  fair  income 
on  the  mone\  invested  but  also  in  case  the  enterprises 
succeeded  to  a  gain  in  their  capital.  As  these  i^ublic 
utilities  were  developed  and  the  permanency  of  their 
business  1)ecamc  more  assured,  capital  wa.^  more 
readilv  attracted  and  corld  be  procured  on  more  rea- 
sonable tenu'-.  In  many  cases  the  companies  were 
success  fid  in  making  for  their  stockholders  a  fair  rate 
of  income  and  also  were  able  to  accumulate  a  surplus. 
'Ibis  sur]>lus  lias  sometimes  been  the  subject  of  criti- 
cism, for  as  it  !■<  now  i)ossible  to  get  cai)ital  for  suc- 
cessful companies  on  a  reasonable  basis  the  public 
forget  that  within  a  few  vears  the  condition  was  so 
difl'erent    that   at    that    time   the   moncv    neces.sarv   to 


develop  a  business  could  not  be  ]jrocured  without  the 
prospect  of  a  large  profit,  and  that  if  it  had  not  been  so 
])rf)cured  develoj)mcnt  would  have  been  greatly  re- 
tarded and  the  low  cost  of  ])roduction  today  would 
have  been  im])ossible. 

rcrlia])s  the  most  im|)ortant  rate  case  recenfly  de- 
cided was  in  1909,  when  the  Lhiited  .States  Supreme 
Court  ruled  that  an  order  passed  by  the  New  York 
Legislature,  fixing  the  rate  for  gas  in  New  York  City 
at  eighty  cents  per  one  thousand  cubic  feet,  was  fair 
and  reasonable.  In  this  decision  the  Court  recognized 
the  fact  that  the  company  was  entitled  to  a  fair  rate 
of  return  on  its  entire  property  including  its  "good 
will,"  or,  as  erroneously  called,  its  franchise  value,  and 
stated  that  in  the  court's  ojiinion  such  a  return  should 
not  be  less  than  six  per  cent  i)er  annum  in  that  jxirtic- 
ular  case,  ft  is  a|)parent  that  no  company  is  more 
firmly  established  than  the  gas  company  in  New  York 
and  none  are  subjected  to  less  danger  from  possible 
future  developments.  Consequently  this  decision  may 
be  fairly  taken  to  mean  that  public  utility  companies, 
when  permanently  and  strongly  established,  are  en- 
titled to  a  return  of  six  per  cent  on  the  value  of  the 
property  actually  required  to  conduct  the  business, 
and  it  naturally  follow^s  that  those  cfimpanies  having 
less  stability  and  less  certainty  of  permanent  success 
are  entitled  to  a  higher  rate  of  return. 

It  is  important  that  the  commissions  who  are 
called  upon  to  pass  on  rates  should  establish  approx- 
imately what  may  be  called  a  standard  of  efficient 
operation,  which,  if  followed,  will  entitle  the  company 
in  question  to  the  rates  of  return  referred  to;  but,  on 
the  other  hand,  those  companies  having  managements 
which  have  shown  unusual  ability,  resulting  in  de- 
creased cost  of  operation  and  unusually  low  rates  to 
consumers,  should  be  rewarded  by  an  even  higher 
rate  of  return  on  their  property:  otherwise  there  is  not 
sufficient  incentive  to  the  best  management.  This 
lirinciple  has  been  recognized  in  the  so-called  sliding 
scale  svstem  under  which  many  of  the  gas  companies 
in  I'ngland  now  operate,  and  which  is  also  followed 
by  the  Consolidated  Gas  Company  of  Boston. 

Companies  should  be  allowed  to  charge  rates 
\vhich  not  only  permit  of  fair  returns  on  the  invest- 
ment but  which  will  also  be  sufficient  to  provide  for 
necessary  deitreciation  of  ])lant.  This  is  essential,  so 
that  there  may  be  at  no  time  any  impairment  of  assets. 

The  rate  of  depreciation  in  connection  with  the 
different  kinds  of  public  utilities  varies  materially  and 
it  is  essential  that  the  commission  should  have  a  full 
knowledge  of  the  facts. 

.Nnother  of  the  most  important  powers  of  these 
commissions  is  to  determine  the  amount  of  securities 
to  I)e  issued  b\'  an\'  company  under  their  supervision. 
This  involves  many  considerations  and  in  some  cases 
is  a  more  difficult  matter  even  than  the  determination 
of  fair  rates. 

The  abilitv  of  a  public  service  company  to  pro- 
cure at  reasonable  rates  the  cajiital  refpiired  to  prop- 
erh-  develop  its  business  is  probably  the  most  impor- 
tant factor  to  be  considered  in  connection  with  these 
comi)anies  today.  It  is  vital  to  every  undertaking  that 
mone\-  must  lie  procured  or  the  development  cannot 
go  on.     In  nearlv  all  cases  a  studv  covering  a  term  of 
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years  of  the  operations  of  these  conipanics  will  show- 
that  the  increase  in  the  amount  of  cajjital  necessary 
to  extend  their  business  as  required  has  been  at  a 
greater  rate  than  the  increase  of  the  annual  gross 
earnings.  That  is  to  say,  if  a  company  has  shown  an 
annual  increase  in  its  business  of  say  lo  per  cent  it  is 
usually  true  that  the  increase  in  the  capital  charge 
has  been  considerably  greater.  This  has  lieen  due  to 
several  causes. 

1st.  The  standard  oi  service  required  has  been 
continually  raised  and  more  expensive  plants  are 
necessary  to  meet  it  than  was  formerly  the  case. 

2d.  'J"he  prices  for  gas  and  electricity  have  been 
continually  reduced  and  a  much  larger  output  from 
any  plant  is  necessary  to  ])roduce  a  given  return  than 
was  formerly  the  case,  from  which  it  follows  that  the 
plant  producing  the  out])ut  must  have  a  greater 
capacity  and  a  greater  value  for  the  same  monetary 
return.  Inirlhermore  it  will  be  seen  that  the  yearly 
increase  of  the  capital  requirement  must  be  figured 
on  a  compounded  basis  and  is  consequent) v  of  ex- 
tremely  ra])id   growth. 

The  ideal  i)lan  would  be  for  the  entire  cost  of  any 
l)ro])erly  to  be  represented  by  an  equal  amount  of 
permanent  securities  taken  at  their  par  value,  but  in 
many  cases  such  a  plan  would  be  impossible,  as  the 
necessary  funds  could  not  be  procured  on  that  basis. 
As  has  been  said,  those  who  invest  in  such  companies 
when  the  business  is  undeveloped  and  the  future  pre- 
carious are  entitled  to  a  profit  on  the  cajiital  invested, 
and  the  only  effective  way  to  make  such  a  profit  pos- 
sible is  to  sell  securities  at  a  fair  and  proper  discount 
from  their  i)ar  value.  These  conditions  are  true  today 
in  connection  with  certain  companies,  notably  those 
developing  water  power  in  remote  sections,  where  the 
market  for  ])ower  must  be  largely  developed,  and  cer- 
tain lines  of  new  street  railways.  In  such  case  the 
plan  of  selling  securities  at  a  discount  must  still  be 
followed  or  the  money  necessary  cannot  be  procured 
and  the  important  utility  will  reiuain  undevelo|)ed. 
ISoth  in  the  determination  of  rates  and  the  amount 
of -new  securitieis  to  be  issued,  it  is  usually  necessary 
to  ascertain  the  real  valuation  of  the  property  of  the 
company  under  consideration.  In  all  such  cases  the 
following  elements  of  valuation  should  be  determined: 

1st.  Structural  valuation  eo\ering  the  physical 
property. 

2(1.     Amount  of  working  capital  necessar}-. 

3d.     Intangible  property. 

In  considering  the  structural  valuation  it  is  neces- 
sary to  show  the  cost  of  reproducing  the  property  new 
at  the  tfme  of  its  examination,  and  in  doing  so  the  com- 
mission must  add  the  cost  of  employing  competent 
engineers,  the  interest  on  capital  necessary  to  pay  for 
the  construction  but  having  no  earning  power  during 
the  building  jieriod,  and  the  cost  of  necessary  organiz- 
ation. They  should  also  take  into  consideration  the 
fact  that  any  plant  must  be  built  gradually,  additions 
being  made  from  time  to  time  as  demand  arises,  and 
that  the  costs  of  this  intermittent  on  piece-meal  con- 
struction is  much  greater  than  it  would  be  if  the  entire 
plant  were  built  continuously  at  one  time. 

In  considering  the  \-alue  of  real  estate,  any  appre- 
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cuilion  in  land  values  should  be  credited  to  the  plant. 
J'rom  the  total  value  so  determined  must  be  deducted 
a  fair  amount  to  cover  any  depreciation  that  may 
actually  have  taken  place  in  any  part  of  the  property. 
Working  capital  is  as  essential  as  machinery.  No 
company  can  be  operated  without  coal,  oil  and  sup- 
plies, and  a  reasonable  amount  of  cash  must  always 
be  on  hand  to  meet  any  contingency  and  a  fair  amount 
provided  for  operations. 

The  principal  intangible  asset  consists  in  the 
value  of  what  is  ordinarily  known  as  a  "going  busi- 
ness." This  may  perhaps  be  best  defined  as  the  dif- 
ference between  the  value  of  the  plant  as  an  accumu- 
lati.jn  of  land,  building,  machinery  and  supplies  and 
the  same  property  with  a  developed  market  and  an  ac- 
tual earning  capacity. 

In  order  to  build  up  such  a  business  it  is  always 
necessary  to  spend  large  sums  in  instructing  the  pub- 
be,  through  advertising,  soliciting,  etc.,  in  thi 
of  the  service  to  them. 

Losses  are  incurred  in  making  initial  installations 
or  extensions  of  plant  which  for  long  periods  of  time 
may    remain    uiirenuinerative.      The     cost    of    experi- 
mental work  is  always  heavy  and  structural  losses  are 
Iretpiently   incurred   due  to  the  necessity  of  changing 
ajjparatus  to  meet  new  conditions,  which  changes  were 
in  no  wise  due  to  the  fault  of  the  management.    All  of 
these   expenses  are   real,   must   l)e   borne  by   the  com- 
panies and   represent   actual   and   permanent   value  in 
the  successful  business  development.    It  is  frequently 
held  by  the  public,  but  clearly  in  error,  that  all  of  this 
value  of  the  "going  business"  is  really  represented  by 
the   Iranchise.  and   that    as  the    franchise   was  granted 
to  the   company    by    the   people   without   cost   it   is   iu)t 
l)ro])er  to  capitalize  it.     The  fact  is  that  the  franchise 
was  merely  a  permission   to  use  the  public  highways 
and   that    while   this   mere   right   to   use   may   in   itself 
represent  no  part  of  the  property  on  which  the  com- 
pany is  entitled  to  earn  a  fair  return,  it  is  nevertheless 
true   that    the   business    which   the   company   has   l)uilt 
u|)   at    a   large   exiJcnse   after   receiving   permissi(jn    to 
u>e  the  highways  has  a  \-ery  real  value  and  is  an  asset 
ol  the  conqjany  011  which  it  is  entitled  to  a  fair  return. 
lla\ing  determined  the  fair  \aluation  of  any  prop- 
erty which  may  be  represented  by  securities,  the  com- 
missions lia\e  the  power  to  approve  the  kind  of  securi- 
ties which  the  management  of  the  companies  wish  to 
issue.      The   companies  should   jM'ocure   the   necessary 
money  on  as  low  a  basis  as  possible.     To  do  this  in 
connection  wath  the  development  of  any  new  project 
a  bond  issue  is  usually  necessary.     This  must  be  for 
only  such  an  amount  that  the  annua]  fixed  charge  rep- 
resenting the  interest  and  perhaps  a  sinking  fund  shall 
be   considerabls'    less   than   the    assured    net    earnings. 
The  balance  of  money  recpiired  sh()uld  be  procured  by 
the  sale  of  common  stock  or.  if  the  project  is  a  large 
one.  by  a  moderate  issue  of  jireferred. 

In  the  states  where  commissions  have  been  tirgan- 
i/ed,  the  public  utility  coni|)anies  are  nearly  all  on  so 
sound  a  basis  that  money  for  extensions  may  be  se- 
cured with  little  or  no  discount  on  the  securities  and 
they  lia\'e  not  yet  been  obliged  to  j)ass  on  cases  where 
a  large  discount  im  the  new  common  stock  issue  will 
b<.'  necessar}'  in  order  to  procure  the  capital  needed. 
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I'tihlic    safety   dcniands   liiat    lucinhers   of  certain 
professions  he  licensed  before  lliey  can  practice.   Tims, 
a   [)li\siciaii   intist   i)rovc  his   profi- 
Standardizing  eieiiey     in     incscribing    medicines, 

Engineers  '"tJ   ''   pharmacist    his    experience 

and  ability  in  compoimding  thcni. 
'I"his  is  a  necessary  measure  for  the  protection  of  public 
health. 

No  such  protection  is  now  afTorded  against  the 
menace  of  a  badly  designed  or  poorly  built  engineering 
structure,  which  aliects  the  safety  of  not  one,  but  many 
individuals,  and  whose  failure  furthermore  involves 
heavy  financial  loss.  A  mistake  in  calculating  a  bridge 
truss  or  the  foundation  of  an  office  building  is  more  dis- 
astrous than  an  error  in  diagnosing  adisease.  Poor  judg- 
ment in  selecting  a  water  source  or  disposing  of  a  city's 
sewage  causes  far  more  sickness  than  can  be  laid  at  the 
door  of  the  druggist.  We  allow  the  veriest  t}ro  to 
wire  our  homes  for  electricity  or  pipe  them  for  gas, 
when  the  slightest  fault  in  their  connection  is  fraught 
with  tlanger  to  life  and  property.  The  li\es  of  tliou- 
samls  of  industrial  workers  are  daily  eiilrusied  to  the 
devices  of  the  engineer  without  a  thought  as  to  their 
proper  safeguarding.  There  is  no  general  law  ihaline- 
\ents  any  man  with  the  smallest  smattering  of  engi- 
neering knowledge  from  opening  an  office  and  doing 
such  work  as  comes  his  way,  provided  he  can  convince 
others  of  his  ability.  This  last  saving  proviso  is  fortu- 
nately effective  in  eliminating  the  unlit. 

Realizing  the  necessity  of  protecting  the  public 
from  incompetent  and  irresponsible  practitioners  and 
understanding  that  the  present  state  of  affairs  is  a 
detriment  to  the  standing  of  their  profession,  the 
American  Society  of  Civil  Engineers  recently  ap- 
pointed a  committee  to  formulate  proposals  for  laws, 
regulating  the  licensing  of  engineers.  This  committee 
finds  that  there  is  already  a  significant  trend  of  legis- 
lation in  this  direction  and  urges  the  necessity  for 
uniformity  throughout  the  country,  especially  as  to 
what  constitutes  a  civil  engineer,  their  definition  being: 

"A  civil  engineer,  within  the  meaning  of  tliis  act,  is 
one  wlio  practices  any  brancli  of  tlie  profession  of  en- 
gineering other  than  military.  Said  profession  embraces 
the  design  and  construction  of  public  or  private  utilities, 
such  as  railroads,  bridges,  highways,  roads,  canals, 
harbors,  river  improvements,  lighthouses,  irrigation  works, 
water  supplies,  sanitary  systems,  and  the  development,  trans- 
mission and  application  of  power,  and  includes  all  industrial, 
hydraulic,  municipal,  structural,  electrical,  mechanical,  min- 
ing and  other  works  which  require  experience  and  the  same 
technical  knowledge  as  engineering  .schools  of  recognized 
reputation  prescribe  for  graduation." 

The  suggested  requirements  for  practicing  are  the 
same  as  those  for  corporate  membership  in  the  Society 
and  are  to  be  determined  either  by  membership  therein 
or  by  State  examinations.  Similar  requirements  exist 
in  Quebec,  Canada,  and  licenses  are  already  required 
for  irrigation  engineers  in  \\'yoming,  civil  engineers 
ill  Louisiana  and  land  surveyors  in  Idaho  and  South 
I  )akota.  It  is  to  be  hoped  that  other  States  will  take 
like  action  in  providing  a  needed  factor  of  safety. 
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G.  McM.  Ross,  an  engineer  at  Stockton,  Cal.,  is  at  San 
Francisco. 

C.  F.  Conn  of  J.  G.  White  &  Co.,  has  leturned  from  a  flyins 
trip  to  New  Yoi'k. 

H.  C.  Eastman,  an  electrician  of  Guerneville,  was  a  recent 
San  Francisco  visitor. 

E.  P.  Jamison,  an  iron  and  steel  manufacturer  of  Seattle, 
is  a  San  Francisco  visitor. 

\V.  D.  Thomas,  an  electrical  supply  dealer  of  Petaluma, 
visited  San  Francisco  last  week. 

M.  F.  Jenifer,  a  telephone  official  of  Los  .Angeles,  spent  a 
few  days  at  San  Francisco  last  week. 

Paul  Shoup,  assistant  general  manager  of  the  Southern 
Pacific  Company,  in  charge  of  electric  lines,  is  at  Chicago. 

A.  C.  Sprout,  electrical  engineer,  has  been  confined  to  his 
home  in  San  Francisco  for  the  past  week  by  a  slight  illness. 

F.  C.  Todt  of  the  Western  Electric  Company's  San  Fran- 
cisco sales  force  has  returned  from  a  successful  trip  through 
Nevada. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  left  for  Seattle  last 
Tuesday  on  a  steam  turbine  selling  tour  for  the  Westing- 
house  .Machine  Company's  line. 

I,.  II.  Baekeland,  junior  past  president  of  the  American 
IJieciro-Llieniical  Society,  attended  the  convention  of  the 
i.iiiorican   Chemical   Society    in   San   Francisco   this   week. 

S.  A.  Keith,  an  assistant  engineer  at  the  Humboldt 
.Savihgs  Uank  Uuilding  steam  plant,  has  just  returned  to  San 
Francisco  from  a  vacation  spent  in  the  Santa  Cruz  .Mountains. 

E.  O.  Wedge  has  resigned  as  superintendent  of  the  Con- 
solidated Lighting  Company  of  Montpelier,  Vt.,  to  become 
general  manager  of  tne  .\storia  Electric  Company  at  Astoria, 
Oregon. 

Lee  De  Forest,  a  wireless  telegraph  engineer,  has  re- 
turned from  a  sea  voyage  in  connection  with  the  installation 
of  a  wireless  plant  on  a  I'nited  States  transport  service 
steamer. 

V.  L.  Benedict  of  the  Los  Angeles  office  of  the  General 
Electric  Company,  has  resigned  to  become  manager  of  the 
Los  Angeles  Fire  .Alarm  Company,  with  offices  in  the  Delta 
Uuilding,  Los  Angeles. 

H.  A.  Lardner,  manager  of  J.  G.  WHiite  &  Co.'s  San  Fran- 
cisco office,  has  been  out  of  the  hospital  two  weeks  after  a 
prolonged  siege  of  typhoid  fever.  He  will  probably  rest  about 
a  month  before  resuming  office  work. 

H.  L).  Boschken.  manager  of  the  California  Electrical 
Construction  Company's  San  Jose  branch  house,  spent  a  day 
at  San  Fi-ancisco  last  week  and  attended  the  Electrical 
Contractors'  State  Association  meeting. 

C.  A.  Tupper,  formerly  manager  of  the  Allis-Chalniers 
Company's  "publicity  department,  is  now  actively  associated 
with  the  Reliance  Engineering  &  Equipment  Company  at 
Milwaukee,  Wis.     He  has  been  succeeded  by  W.  M.  S.  Miller. 

Henry  M.  Dougherty  of  J.  G.  White  &  Co.'s  engineering 
staff,  visited  San  Francisco  during  the  past  week  on  business 
connected  with  the  completion  of  the  big  dam  on  the  Crane 
Valley  development  of  the  San  Joaquin  Light  &  Power  Com- 
l)any. 

S.  V.  Mooney,  manager  of  the  San  Francisco  branch  of 
John  A.  Roebling's  Sons  Co.,  who  recently  returned  from  a 
visit  to  the  works  reports  the  eastern  wire  mills  as  fairly 
busy.  The  Pacific  Coast  demand  for  copper  wire  is  rather 
light. 
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Willis  R.  Whitney,  head  of  the  chemical  department 
ol  the  General  Electric  Company,  was  among  the  many 
eminent  Eastern  chemists  who  took  part  in  the  proceedings 
of  the  American  Chemical  Society's  annual  meeting  at  San 
Francisco  during   the  past  week. 

P.  G.  Cottrell,  head  of  the  physical  cheinistry  depart- 
partment  of  the  University  of  California,  attended  the  Amer 
ican  Chemical  Society's  forty-second  annual  meeting  at  San 
Francisco  this  week  and  read  a  paper  entitled  "The  Elec- 
trical  Precipitation  of  Suspended  Matter." 

H.  R.  King,  power  apparatus  sales  manager  for  the 
Western  Electric  Company,  is  visiting  the  San  Francisco 
branch,  accompanied  by  P.  A.  Griffin,  the  head  of  the  com- 
pany's commercial  department  at  Schenectady.  They  are 
promoting  the  interests  of  the  new  "Hawthorn"  line  of  power 
apparatus,  including  both  generators  and  motors. 

Among  the  visiting  members  from  outside  points  who  at- 
tended the  State  Electrical  Contractors'  Association's  meeting 
at  San  P'rancisco  last  week,  were:  E.  C.  Wakeman,  Oakland; 
.\Ir.  .\yres,  of  Ayres  &  Stevenson,  San  Diego;  D.  T.  Griffiths, 
Berkeley;  W.  H.  McDonald,  Los  Angeles;  W.  A.  McNally, 
Pasadena;  Mr.  Bowers,  of  Newberry  &  Bowers,  Los  Angeles; 
.Mr.  Neilson,  of  Neilson  &  Smith,  Santa  Barbara;  Mr.  Rey- 
nolds, of  the  Reynolds  Electric  Supply  Co.,  Santa  Barbara; 
C.  H.  Heilbron,  of  the  Southern  Electric  Co.,  San  Diego;  H.  B. 
Woodill,  of  Hulse  &  Woodill,  Los  Angeles,  and  J.  C.  Rendler, 
Los  Angeles.  L.  R.  Boynton  attended  as  director  of  San  Fran- 
cisco District  Local  No.  1;  J.  C.  Rendler  as  director  of  Los 
.Angeles  District  Local  No.  2;  C.  V.  Snyder  as  director  of  Sac- 
ramento District  Local;  Mr.  Reynolds  as  director  of  Santa 
Barbara  District  Local;  and  W.  A.  McNally  as  director  of 
Pasadena  District   Local. 


NEW   CATALOGUES. 
"Hot  Points"  for  July  from  the  Pacific  Electric  Heating 
Company  of  Ontario,  Cal.,  contains  interesting  data  on  "Hot 
Point"  irons. 

Bulletin  No.  GOO  from  the  Sprague  Electric  Company  is 
devoted  to  Single  Phase  and  Polyphase  Induction  Motors  of 
various  tyi)es  and  forms. 

Sprague  Flexible  Steel  Armored  Hose  and  Couplings  are 
illustrated  and  described  in  a  booklet  from  the  Sprague  Elec- 
tric Company.  These  are  intended  for  use  with  air  drills, 
pneumatic  tools,  high  pressure  water  and  steam. 

"Ilolophane  Illumination"  for  June  from  the  Holophane 
Co.,  contains  examples  of  correct  illuuiination  and  includes 
the  new  schedule  of  prices  effective  on  July  1.  Announcement 
is  also  made  of  a  new  line  of  reflectors  for  Mazda  and  tung- 
sten lights. 

American  Electric  Fuse  Company  of  M  -skegon,  Mich., 
have  issued  their  Bulletin  No.  350  on  Enameled  Magnet  Wire. 
This  sets  forth  in  easily  understood  terms  the  advantage  to 
be  gained  from  using  enamel  insulated  instead  of  fabric  insu- 
l.iied  wire,  and  the  complete  equipment  and  facilities  which 
this  company  has  for  manufacturing  this  wire. 

"Battery  Charging  Rheostats,"  which  has  been  published 
by  The  Cutler-Hammer  Mfg.  Co.  of  Milwaukee,  describes  two 
types  of  rheostats  for  charging  ignition  batteries  and  six 
types  for  general  charging  work,  for  electric  pleasure  vehi- 
cles and  for  trucks.  Full  page  illustrations  of  the  various 
types  are  shown  besides  several  special  types  such  as  a  motor- 
generator  set  panel  and  a  panel  for  use  with  a  gas  engine 
driven  dynamo  and  storage  battery.  One  section  of  the  book- 
let is  devoted  to  descriptions  and  illustrations  of  protective 
panels  and  devices.  The  applications  and  advantages  of  the 
low  current  cut-out,  maximum  voltage  cut-out,  solenoid  switch 
and  overload  circuit  breaker  arrangements  are  pointed  out. 
These  devices  prevent  overcharging  and  protect  the  batteries 
against  damage  due  to  abnormal  current  conditions. 


60 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


1  Vol.  XXV  No.  3 


A  RADICAL  IMPROVEMENT  IN  JET 
CONDENSERS. 

The  sieat  impetus  which  the  study  ot  con- 
(loiiser  problems  has  received  during  the  past  few- 
years  has  resulted  in  the  improvement  of  the 
surface  condenser  so  that,  whereas  a  heat  trans- 
mission of  200  or  300  British  thermal  units  per 
square  foot  of  surface  per  hour  per  degree  average 
difference  of  temperature  was  formerly  considered 
accei)tal)le.  condensers  are  now  built  in  which  the 
rate  of  transmission  has  been  raised  to  900  British 
thermal  units  and  even  more.  The  practical  re- 
sults of  this  are  that  with  the  same  amount  and 
temperature  of  circulating  water  correspondingly 
less  condenser  tube  surface  will  be  required,  or 
wilh  the  same  surface,  less,  or  not  so  cold  circu- 
lating water,  to  maintain  the  same  vacuum. 

With  the  jet  condenser,  it  is  not  so  much  a 
(luestion  of  improving  the  rate  of  heat  transmis- 
sion as  of  insuring  thoroughness  of  intermixture, 
that  is.  ff  bringing  each  particle  of  water  so  inti- 
mately in  contact  with  the  steam  that  it  will  be 
lieated  to  the  steam  temperature  and  its  full 
;apacity  for  absorbing  heat  realized.  This  is 
desirable  in  order  that  the  amount  of  circulating 
water  to  be  pumped  and  the  power  consumed  in 
pumping  it  may  be  minimized,  and  in  order  that 
the  water  from  the  hot  well  may  be  more  suitable 
for  boiler  feeding,  since  any  loss  of  tenii)erature 
therein  increases  the  coal  consumption  at  the  rate 
of  1  i)er  cent  of  coal  for  each  10  degrees  P.  that 
the  linal  temperature  of  the  circulating  water  falls 
below  the  temperature  corresponding  to  the 
vacuum.  In  other  words,  the  hotter  the  water 
from  the  hot  well,  the  less  will  be  the  steam 
required  in  the  feed  water  heater,  or  the  less  the 
coal  required  under  the  boiler,  if  no  heater  be  used. 

Complete  utilization  of  the  heat  absorbing 
capacity  of  the  water  between  the  temperature  at 
which  it  is  received  by  the  condenser  and  the 
temperature  corresponding  to  the  vacuum  is  also 
to  be  desired  where  cooling  towers  are  employed 
in  order  that  a  high  vacuum  may  be  realized  from 
comparatively  warm  circul-iting  water,  and  fur- 
ther, in  order  that  the  water  may  be  delivered  to 
the  tower  as  hot  as  possible,  enabling  the  latter 
to  get  rid  of  the  largest  possible  amount  of  heat 
from  a  given  amount  ot  evaporating  surface. 
Where  a  condenser  is  operated  in  connection  with 
a  cooling  tower  the  heat  of  the  steam  is  trans- 
mitted to  its  final  destination,  the  atmosphere,  by 
two  temperature  steps,  and  if  the  condenser  re- 
quires a  high  temperature  head  in  order  to  per- 
form its  work,  the  less  temperature  head  will 
there  be  available  for  the  tower,  which  will  need 
to  be  larger  in  consequence  In  order  to  transmit 
the  given  amouut  of  heat.  If  it  is  a  plant  already 
installed,  that  is,  if  the  amount  of  tower  cooling  surface  is 
fixed,  it  may  be  necessary  to  provide  the  required  temperature 
gradient  by  raising  the  upper  limit,  that  is,  by  having  hotter 
steam  in  the  condenser,  which  means  lower  vacuum 

A  further  reason  why  the  design  of  a  jet  condenser 
should  be  such  that  it  is  not  necessary  to  circulate  an  excess 
of  water  over  the  theoretical  amount  in  order  to  condense 
the  steam  at  any   stated  temperature  and   pressure   is  that 
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even  though  plenty  of  cold  water  be  available,  so  that  it  is 
not  necessary  to  work  close  to  the  temperature  limit,  the  less 
water  used  the  less  will  be  the  amount  of  air  brought  in  by 
it  to  be  pumped  out  again  by  the  air  pump.  Indeed,  with 
many  jet  condensers  it  is  found  that  the  vacuum  cannot  be 
improved  by  increasing  the  amount  of  circulating  water 
beyond  a  certain  point,  due  to  the  facts,  first,  that  much  of 
the   additional    water   does    not   come    into   contact   with   the 
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introduced   with   the   extra 
my  lienefit  gained  by  lower 


steam,  and,  second,  Uial  tlie  air 
water  more  than  counterl)alances 
average  temperature  of  the  water. 

At  first  thought  it  would  seem  an  easier  and  simpler 
matter  to  secure  high  temperature  in  the  circulating  water 
leaving  a  jet  condenser  than  in  that  leaving  a  surface  con- 
denser, since  in  the  jet  condenser  the  water  and  steam  come 
into  actual  immediate  contact,  and  in  view  of  the  fact  that 
open  feed  water  heaters  which  are  virtually  jet  condensers, 
are  able  to  heat  water  to  within  one  or  two  degrees  of  the 
temperature  of  the  steam  entering  them.  Nevertheless,  the 
fact  remains  that  the  water  discharged  from  most  jet  con- 
densers does  not  rise  nearer  than  to  within  10  to  20  degrees 
F.  of  the  temperature  of  the  steam. 

This  failure  to  realize  simultaneously  the  economy  of 
injection  water,  the  economy  of  power,  the  economy  of  heat, 
and  the  high  vacuum  that  would  naturally  be  expected  from 
the  jet  type  of  condenser  is  due  to  several  causes,  among 
which  may  be  mentioned  the  following:  First — Faulty  design 
of  the  condenser  head,  resulting  in  insufficient  subdivision  of 
the  steam  and  water,  so  that  some  masses  of  water  pass 
through  without  having  come  in  contact  with  steam. 
Second— Some  jet  and  ejector  condensers  are  so  designed 
that  the  steam  will  i)roject  itself  against  the  water  at  high 
velocity,  but  such  high  velocity  necessarily  means  back  pres- 
s.ire  on  the  engine  or  turbine.  Third — Lack  of  adequate 
piovision  for  withdrawing  air,  including  not  only  air  intro- 
duced with  the  steam,  but  also  that  carried  in  solution  in 
circulating  water.  Fourth — Lack  of  adequate  provision  for 
cooling  the  air  before  it  passes  to  the  air  pump.  Fifth — Where 
air  pumps  are  used,  impro|)er  arrangement  of  parts,  so  that 
the  air  pump  may  receive  steam  rather  than  air  from  the 
condenser  chamber. 

We  illustrate  herewith  a  new  form  of  jet  condenser  re- 
cently installed  in  the  power  house  of  an  electric  railway 
company  by  the  Wheeler  Condenser  &  Engineering  Company 
of  Carteret,  N.  J.  This  outfit  is  installed  in  the  basement 
beneath  a  Westinghouse-Parsons  1000-kw.  steam  turbine.  The 
injection  water  is  taken  from  a  creek  nearby,  and  the  warm 
water  is  i)umped  from  the  condenser  head  by  a  W'heeler 
centrifugal  pump,  driven  by  a  Wheeler  vertical  engine.  Air  is 
withdrawn  by  a  Wheeler  rotative  dry  vacuum  pump,  while  a 
Wheeler  horizontal  relief  valve  provides  outlet  to  atmosphere 
in  case  of  stoppage  of  circulating  water. 

The  salient  features  of  this  condenser  may  be  observed 
in  the  accompanying  cross-sectional  drawing,  which,  however, 
does  not  show  the  exact  type  of  hot  well  installed  in  the 
above  plant.  The  condenser  head,  however,  is  identical. 
Ileferring  to  the  drawing,  the  W'ater  is  introduced  at  the 
upi)er  right-hand  corner  into  an  extended  trough  or  pan,  from 
which  it  overflows  through  numerous  short  tubes,  also  at  the 
edge  on  the  extreme  left,  falling  into  a  second  and  similar 
pan  provided  with  similar  overflow  pipes  and  weir,  and  finally 
falling  into  the  lower  part  of  the  shell,  and  overflowing  thence 
lo  the  barometric  column  or  to  the  centrifugal  or  other  type 
of  pump  serving  to  overcome  the  atmospheric  pressure. 

The  Jiteam  enters  through  the  opening  at  the  left,  passes 
horizontally  across  tlirough  the  shower  of  water,  ascends  to 
the  second  level,  passes  to  the  left  through  the  upper  shower, 
and  finally  all  that  is  left  of  the  steam  vapor  together  with 
the  air,  and  other  gases,  passes  horizontally  to  the  right,  and 
over  the  entering  and  coldest  water  at  the  top  to  the  dry 
vacuum  pump  suction  opening  in  the  uppermost  part  of  the 
shell.  It  will  be  noted  that  the  cross-section  of  the  passage 
traversed  by  the  steam  continuously  diminishes  as  the  volume 
of  steam  is  reduced  by  condensation  and  that,  therefore,  a 
uniform  steady  velocity  is  maintained  throughout,  leaving  no 
dead  pockets  in  which  air  might  accumulate.  Air  is  nearly 
twice  as  heavy  as  the  same  volume  of  steam  at  the  same 
temperature,  and  unless  swept  forward  positively  will  collect 


in  the  lowest  part  of  the  condenser  shell.  In  surface  con- 
densers it  is  allowable  to  place  the  air  pump  suction  at  a  low 
point,  hut  not  in  jet  condensers  be«ause  of  the  possibility  of 
water  being  caiTied  over.  In  order  to  lessen  the  size,  and 
work  of  tli'e  air  pump,  it  is  also  important  that  the  air  may, 
at  the  last  moment,  be  m  contact  witn  the  coldest  water. 

Prom  the  drawing  it  will  be  seen  that  it  is  impossible 
lor  any  of  the  steam  to  pass  to  the  air  pump  suction  without 
having  traversed  all  of  ihe  sprays.  The  water  is  finely 
divided  by  the  small  baffles  hung  below  the  tubes.  In  some 
of  the  older  types  of  direct  contact  condensers,  the  "con- 
denser cone"  was  substantially  an  open  chamber  in  which  the 
hot  steam  would  naturally  rise  to  the  top  while  the  air  would 
fall  to  the  bottom,  the  very  opposite  of  the  condition  sought, 
for  if  the  air  pump  receives  steam  rather  than  air  all  its 
work  is  for  nothing,  while  the  air  keeps  on  accumulating 
until  the  vacuum  is  seriously  impaired. 

.At  the  right  of  the  drawing  will  be  seen  a  float  control- 
ling a  vacuum  breaking  valve.  In  case  the  water  level  should 
rise  abnormally  in  the  shell,  due  possibly  to  stoppage  of  the 
circulating  pump,  this  will  break  the  vacuum  upon  which  the 
inflow  of  water  will  cease,  since  the  circulating  water  is 
syphoned  up  to  the  condenser  head  from  a  lower  level.  The 
.steam  would,  thereupon,  escape  through  the  relief  valve. 

Tests  made  on  this  condenser  in  actual  service  show  that 
the  innovations  introduced  by  the  designers  have  worked  to 
good  advantage.  On  the  day  of  the  test,  the  barometer  stood 
at  29.9  inches,  while  the  street  railway  load  on  the  turbine 
varied  from  full  load  to  10  per  cent  overload.  Temperature 
readings  were  taken  by  thermometers  placed  in  the  exhaust 
liipe  and  in  the  hot  well,  while  the  vacuum  readin,gs  were 
taken  from  a  mercury  column  connected  directly  to  the  con- 
denser. 

Results    of    Tests    of    Wheeler    Rectangular    Under    Type    Jet 
Condenser. 
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-Although  due  to  the  widely  varying  load  on  the  tuibine, 
it  was  necessary  to  set  the  injection  valve  to  care  for  the 
maximum  load  likely  to  be  carried,  it  will  be  noticed  that  the 
temperature  of  the  tail  water  was  kept  very  close  to  the 
temperature  of  the  exhaust  steam,  although  due  to  the  cold- 
ness of  the  condensing  water  available_the  rise  in  temperature 
of  the  injection  water  was  quite  large,  and  only  a  compara- 
tively small  amount  of  water  was  required,  a  condition  un- 
favorable to  close  adjustment. 

It  may  be  of  interest  to  calculate  approximately  the  ratio 

m 

of  Steam  condensed  to  circulating  water  used.  Taking  the" 
eighth  set  of  readings,  we  find  a  vacuum  of  28.55  in.  of 
mercury.  Subtracting  this  from  29.9,  the  barometer  reading, 
Peabody's  Tables,  this  corresponds  to  a  temperature  of  88.5 
leaves  1.35  in.  of  mercury  steam  'pressure.  According  to 
degrees  P.,  although  the  reading  of  the  thermometer  in  the 
steam  s^pace  at  the  same  instant  was  90  degrees  P.  The 
latent  heat  of  steam  at  88.5  is  1042  British  thermal  units. 
To  cool  the  condensate  from  88.5  degrees  F.  to  87  degrees  F., 
the  temperature  of  the  outgoing  condensate,  will  give  1.5 
more  heat  units,  or  1043.5  in  all.  The  entering  temperature 
of  the  circulating  water  is  given  as  44   degrees   F.,  and  the 
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final  teiiiiieiatiire  is  H'  degrees  F.,  between  which  limits  each 
pound  of  water  will  absorb  13  heat  units.  Dividing  104:!. 5  by 
43  we  have  24.3  as  the  number  of  pounds  of  circulatin.g  water 
required  to  condense  one  pound  of  steam. 

As  a  matter  of  fact,  the  amount  would  be  less  than  this, 
since  not  all  of  the  exhaust  is  steam  when  it  arrives  at  the 
condenser,  some  of  it  having  already  condensed  in  the  turbine 
and  in  the  e.\haust  pipe,  due  to  work  performed  and  to  radia- 
tion. Suppose  thai  10  per  cent  of  the  steam  is  water,  that  is, 
that  the  quality  of  the  e.xhaust  is  .90.  Taking  90  per  cent  of 
1042,  we  have  940,  adding  1.5  makes  941.5,  and  dividing  by 
13  gives  21.9  as  the  ratio  of  the  circulating  water  to  steam. 


type  S,  1000  r.p.m.,  back-geared  to  give  a  countershaft  speed 
of  approximately  230  r.p.m.  11-28  controller  and  resistance;  or 
a.  c.  1.")  h.p.  Westinghouse  type  HF,  1120  r.p.m.,  back-geared 
to  give  a  countershaft  speed  of  approximately  230  r.p.m., 
intermittent   service   type    FA    reversing   controller. 


PORTABLE    ELECTRIC    HOISTS    FOR    RENTAL. 

Novel  idea.s.  when  iiractical,  are  at  a  premium.  Their 
speedy  adoption  and  modification  to  meet  local  conditions, 
mark  the  progressive  engineer,  the  energetic  salesman  and 
the  growing  industry.  "Practical  novelty"  is  the  key  note  of 
all  modern  enterprise;  it  has,  however,  for  obvious  reasons 
found  a  broader  exemplification  in  the  electrical  field  than 
elsewhere.  The  accompanying  illustration  shows  a  portable 
hoisting  outfit  designed  by  the  Rochester  Railway  &  Light 
Company,  and  equipped  with  a  Westinghouse  motor.  The 
design  has  proven  very  effective  and  has  been  duplicated  for 
a  considerable  number  of  central  stations  and  contractors. 

In  addition  to  those  already  sold,  the  Rochester  Railway 
&   Light    Company    has    retained     two     completely     equip|)ed 


Porlal>le  Eltctric  Hoist. 

hoists  in  stock  for  rental  to  contractors,  at  a  nominal  char.ge 
of  two  dollars  to  cover  costs  of  delivering  and  installing  the 
hoist.  For  local  service  direct-current  motors  are  used.  Sev- 
eral alternating-current  motors,  which  can  be  mounted  inter- 
changeably with  the  direct-current  motors,  are  also  held  in 
stock  and  substituted  when  the  hoists  are  to  be  used  in  out- 
lying district!'  of  the  city.  No  extra  charge  is  made  for  chang- 
ing  the   luotors. 

The  advantages  of  an  electric  hoist  are  numerous  and 
striking.  It  is  compact,  durable  and  self-contained;  fuel  and 
water  supply  need  not  be  considered;  the  smoke  nuisance  is 
eliminated;  depreciation  at  all  loads  are  insured.  WHien 
equipped  with  an  electric  brake,  the  hoist  is  absolutely  auto- 
.^latic,  a  single  lever  giving  both  |)ower  and  brake  control.  In 
case  of  interruption  to  service  the  electric  brake  is  automati- 
cally set,  while  a  mechanical  brake  actuated  by  a  foot  lever 
affords  additional  protection.  A  suitably  arranged  friction 
clutch  allows  the  drum  to  rotate  independently  of  the  motor, 
when  lowering  the  load. 

The  cost  of  hoist  complete  as  shown  is  $800.00 

Without  electric  brake   700.00 

Capacity  2000  pounds  at  200  feet  per  minute. 

Actual  average  cost  of  continuous  operation  at  rated  ca- 
pacity on  recent  construction,  60  cents  per  day. 

The  motor  equipment  includes  d.  c.  15  h.p.  Westinghouse 


THE    HOLTZER-CABOT    SPARK   COIL. 

The  lloltzer-Cabot  Klectric  Company  of  Boston  and  Chi- 
cago are  the  manufacturers  of  a  high-tension  jump  spark  coil 
which  is  the  result  of  over  a  year's  experiment  in  an  especially 
equipped  laboratory  and  extensive  tests  under  actual  service 
conditions  with  several  cars  of  various  models  in  use  at  the 
factory. 

In  addition  to  those  important  features,  namely,  a  spark 
of  great  intensity  and  economical  battery  consumption,  the 
makers  have  devised  several  exclusive  attachments  which 
greatly  add  to  the  value  of  their  coil.  It  is  assembled  on 
the  "unit"  plan,  each  unit  having  knife  switch  contacts  for 
the  primary  wires  and  a  spring  contact  for  the  secondary 
connection. 

The  trouble  as  well  as  expense  of  platinum  renewals  has 
been  practically  eliminated  by  the  introduction  of  a  polarity 
switch  into  the  coil  circuit.  This'  switch  performs  the  regu- 
lar duty  of  a  starting  device  and  with  it  two  batteries  or 
one  battery  and  a  low  tension  magneto  can  be  used.  The  prin- 
ciple involved  is,  that  reversing  the  polarity  neutralizes  the 
electrolytic  action  upon  the  platinum  points  and  thus  will 
effectually  prevent  any  building  up  or  pitting.  This  switch, 
therefore,  is  doubly  welcome  to  the  autoist,  as  it  not  only  saves 
many  a  cash  outlay  but  also  guarantees  a  greater  degree  of 
smooth  running.  The  rapid  "snap"  action  in  changing  over 
from  battery  No.  1  to  battery  No.  2,  or  from  battery  to  mag- 
neto, does  away  with  any  chance  of  the  jerk  of  engine  due 
to  misfiring. 

A  safety  spark  gap  in  a  glass  tube  protects  the  winding 
and  condenser  from  a  discharge,  so  that  a  secondary  wire 
if  broken  cannot  work  damage  to  the  equipment.  The  con- 
struction of  the  gap  will  allow  of  a  means  of  testing  in  abso- 
lute safety  without  the  possibility  of  a  shock  to  the  operator. 
Trying  out  the  coil  when  looking  for  trouble  is  reduced  to 
the  work  of  a  moment,  for  by  removing  the  secondary  plug 
contact  by  a  slight  pull,  if  the  coil  is  in  working  order,  the 
spark  will  at  the  proper  moment  jump  across  the  gap.  The 
means  of  securing  a  destructive  flame  from  the  coil  are  be- 
sides the  general  construction  of  the  coil  found  to  a  large 
extent  in  the  high  velocity  and  wide  adjustment  of  the  vi- 
brator armature. 

-■Ml  terminals  entering  this  coil  are  covered  by  a  neat 
section  of  the  same  design  as  the  removable  top.  The  coil 
itself  is  worked  up  complete  from  the  raw  material  in  the 
plant  of  the  Holtzer-Cabot  Company,  this  including  cabinet 
work  and  finishing,  screw  machine  work,  winding  and  assem- 
bling. A  part  of  the  large  Brookline  factory  will  be  devoted 
to  the  production  of  spark  coils  and  orders  are  being  taken 
for  immediate  shipment  from  stock.  The  company  has  just 
issued  a  bulletin  No.  157B  describing  their  line  of  magnetos 
and  spark  coils. 


TRADE    NOTES. 

Eccles  &  Smith  Co.  of  San  Francisco,  Portland  and  Los 
Angeles,  have  been  made  Pacific  Coast  representatives  of  the 
Cutter  Electrical  &  Manufacturing  Co. 

The  Western  Wireless  Telegraph  Company  has  installed 
new  wireless  telegraph  instruments  on  the  Revenue  Cutters 
Bear  and  McCulloch,  which  recently  left  San  Francisco  for 
the  far  North. 

It  is  announced  that  the  Piatt  Iron  Works  Co.  was  the 
successful  bidder  for  three  turbine  wheels  of  over  8000  horse- 
power each,  for  the  Portland  Railway  Liglit  &  Power  Com- 
pany's extension  in  Oregon.  The  contract  price  is  said  to 
be  $140,000. 
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INCORPORATIONS. 

UOISE,  IDAHO. — The  Bear  &  Lick  Creek  Power  Company 
has  been  incorporated  for  $500,000  by  S.  D.  Gosbert. 

PORTLAND.  ORE.— The  Southern  Oregon  Water  Com- 
pany has  been  incorporated  by  VV.  T.  Harnett.  E.  T.  Zork  and 
C.  S.  Graiii  with  a  capital  stock  of  $20,000. 

WINLOCK.  WASH.— Drew's  Prairie  Tele|)hoiie  [.,ine  As- 
sociation lias  been  organized  to  build  a  farmers'  telephone 
line  from  the  town  of  Winlock  to  surrounding  farms. 

PRINEVILLP:,  ORE.— The  Cone  Power  Company  has 
been  incorporated  by  local  business  men  with  a  capital  stock 
of  $50,000.     W.  Dooth  is  the  president  of  the  new  company. 


FINANCIAL, 

HANDON,  ORE.— The  people  of  Handon  at  the  city  elec- 
tion have  voted  a  bond  issue  of  $60,000  for  a  municii)al  water 
works. 

SACRAMENTO,  CAL.— Trustee  Carragher  has  presented  a 
resolution  to  the  Board  of  Trustees  calling  for  a  bond  election 
lor  $G66,000  for  the  erection  of  a  filtration  plant  to  clarify 
the  water  of  the  Saciamento  river. 

SANTA  RARBAR.\,  CAL.— The  City  Council  has  paved 
the  way  for  calling  an  election  for  water  bonds  in  the  sum 
of  $200,000  by  adopting  a  resolution  of  intention  to  this  end. 
The  actual  calling  of  an  election  will  follow  at  another  meet- 
ing. 

EL  PASO,  TEX. — El  Paso  is  to  have  municipal  ownership 
of  water  works.  This  was  decided  when  431  voters  declared 
last  week  that  $375,000  in  bonds  necessary  for  the  purchase  of 
the  present  plant  should  be  issued  while  opposing  their  issu- 
ance were  144. 

NAMPA.  IDAHO.— Bonds  of  $20,000  for  a  water  works 
system  in  Meridian  have  been  received  in  that  place  from 
Otis  &  Hough  of  Cleveland,  Ohio,  and  the  new  system  will 
be  started  at  once.  The  entire  work  of  construction  will  be 
in  charge  of  Edmond  Blake,  a  civil  engineer  of  Boise. 

OCEANSIDE,  CAL.— City  Attorney  .lohnston  has  been 
directed  by  the  Trustees  to  prepare  legal  papers  for  an  elec- 
tion to  vote  on  the  question  of  a  bond  issue  for  $15,000  for  im- 
provement of  the  municipal  water  system.  The  principal  item 
is  for  the  replacement  of  SOOO  feet  of  wooden  main  with  cast 
iron. 

HUNTINGTON  BEACH.  CAI^— The  City  Council  has 
passed  an  ordinance  calling  a  special  election  to  be  held  in 
this  city  on  .luly  25th  to  vote  on  a  proposition  bonding  the 
city  for  $2000  for  iiurchasing  land  upon  which  to  erect  a  gas 
plant  and  $37,500  with  which  to  erect  the  plant.  Bonds  will 
bear  five  per  cent  interest   per  annum. 

VALLEJO.  CAL.— The  City  Trustees  have  voted  to  call 
an  election  to  submit  to  the  people  propositions  for  bonding 
the  city-for  $90,000,  for  improving  the  water  system  and 
$75,000  for  I  he  city's  share  of  the  joint  city  hall  and  branch 
county  jail  for  which  Solano  county  has  given  $50,000.  Prop- 
ositions to  bond  the  city  for  installing  and  operating  an  elec- 
tric li.ght  plant  and  for  an  intersecting  sewer  were  defeated. 

SPOKANE,  WASH.— S.  Z.  Mitchell,  president  of  the  Elec- 
tric Bond  &  Shares  Company  of  New  York,  the  financial  sub- 
corporation  of  the  General  Electric  Company  and  allied  elec- 
tric interests,  has  obtained  an  option  on  a  controlling  interest 
in  the  Hanford  Irrigation  &  Power  Company  of  Seattle,  for  a 
consideration  said  to  be  close  to  $750,000.  The  Hanford  com- 
pany owns  valuable  wafer  rights  on  the  Columbia  river  at 
Priest  Rapids,  where  there  is  sufficient  power  to  generate 
100,000  electric  horsepower. 


TRANSMISSION. 
SPOKANE,  'WASH.— Work  on  the  2000  foot  tunnel  project 
under  the  Spokane  river  has  been  started  by  the  Washington 
Water  Power  Company. 

VICTORIA,  WASH. — A  favorable  report  was  received  on 
the  extensions  of  the  Stave  Lake  Power  Company  and  the 
company's  plans  approved. 

REPUBLIC,  WASH— The  North  Washington  Company, 
which  owns  and  operates  the  power  plant  at  this  place,  has 
leased  the  plant  at  Orovillo  and  will  l)uild  a  45-mile  power 
line  to  this  place. 

MARICOPA.  CAL.— The  West  Side  Electric  Company  of 
this  place  have  interested  eastern  capital  and  have  resumed 
operations  after  a  three-months'  shut  down.  They  expect  to 
furnish  electricity  for  both  lighting  and  punijiing  purposes 
in  the  West  Side  fields. 

ELLENSBURG,  WASH.— The  Cle  Elum  Falls  Power  Com- 
pany has  filed  a  water  ri.ght  with  the  county  auditor,  appro- 
priating 5000  cubic  inches  of  water  per  second  from  the  Cle 
Elum  river  to  be  used  in  producing  power.  .1.  C.  Donnelly  of 
Tacoma  is  president  of  the  company. 

LONG  BEACH,  CAL.— Another  contract  for  work  on  the 
new  plant  being  erected  on  Long  Beach  harbor  by  the  South- 
ern California  Edison  Company  has  been  awarded  to  the 
Weber-Duller  Company  of  Los  Angeles.  This  contract  is  for 
all  chimney  work  connected  with  the  big  power  plant. 

LOMPOC,  CAL.— The  Pacific  Coast  Ltd.  Oil  Company  has 
installed  an  electric  plant  lor  the  treatment  of  oil  to  sep- 
arate the  water  from  the  oil.  The  installation  is  under  the 
suiiervision  of  Professor  Wright  of  Berkeley,  who  is  the  in- 
ventor of  the  system.  If  such  an  invention  i)roves  a  success 
it  will  be  a  boon  to  oil  operators  who  have  a  large  amount  of 
water  in  the  oil. 

CHIHUAHUA,  MEX. — The  Mayo  River  Power  &  Land 
Company  of  Denver,  a  corporation  organized  with  a  capital 
of  $5,000,000  V.  S.  currency,  to  develop  hydroelectric  power 
on  Mayo  river  in  western  Chihuahua  and  eastern  Sonora,  and 
tor  which  it  acquired  a  federal  concession  over  a  year  ago  has 
its  hydraulic  engineer  R.  M.  Jones  and  his  assistant  examining 
several  rivers  in  Sinoloa.  The  first  dam  location  has  been 
made  and  plans  and  specifications  of  the  dam  and  power 
plant  have  been  made. 

WASHINGTON,  D.  C— Ten  withdrawals  of  water-power 
sites  in  California  were  made  by  President  Tift  in  the  orders 
from  Beverly  a  week  ago.  The  affect  strips  of  land 
along  the  Pitt.  Susan,  Yuba  and  North  Fork  of  the  Feather 
rivers  in  Northern  California,  the  gtanislaus,  Mokelumne, 
Tuolumne,  Fresno  and  Kings  rivers  in  Central  California  and 
the  East  and  West  Walker  rivers  in  the  Mono  Lake  region. 
The  area  of  land  withdrawn  totals  47.S19  acres.  These  with- 
drawals are  of  public  lands  outside  the  national  forests. 

SAN  FRANCISCO.  CAL.— Everything  of  value  belonging 
to  the  Sierra  Nevada  Water  &  Power  Company,  operating  in 
Calaveras  county,  has  been  sold  by  Sheriff  .Joshua  .Tones  for 
the  benefit  of  creditors  of  the  defunct  Market  Street  Bank 
of  San  Francisco  and  uni)aid  laborers  at  work  on  the  com- 
panv's  projects,  for  $14,000.  The  return  of  the  sale,  together 
with  the  payment  of  the  receipts  therefrom,  to  the  legal  rep- 
resentatives of  Milton  Bernard,  assignee,  was  made  to  the 
Superior  Court  today.  It  marks  the  end  of  a  long  legal  battle, 
and  at  the  same  time  gives  to  the  laborers  about  $6000  that 
(hey  have  been  waiting  for  for  nearly  a  year. 
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PROFESSIONAL    DIRECTORY 

F.  G.  Baum  &  Co. 

ENGINEERS  .nd  CONSTRUCTORS 

Complete  Hydro-EJeclric  Power  DeYelopmants 
Electric  Power  Trananuiaion  Syslerm 

1406-8  Chronicle  Bids.           San  Francisco,  C»l 

Hunt,  Mirk  &  Co.,  Inc. 

ENGINEERS  and 
CONTRACTORS 

for  complete  Stc«n-EJectri-  Power  PlanU. 
141  Second  St.                    -                   San  Francisco 

Sanderson  &  Porter 

ENGINEERS  AND  CONTRACTORS 

Reports.   Designs.  Construction,    ManagcmenI 

Hydro-Electlic  Developmenu. 

Railway.  Light  and    Power  Properties. 

New  York                              San  Francisco 

H.  M.  Byllesby  &  Co. 

ENGINEERS 
218  LaSalle  Street.  Chicago.  111. 

Portland.  Oregon         Mobile.  Alabama 
Oklahoma  Gly.  Oklahoma 

D.  C.  Jackson,  C.  E.          Wm.  B.  J.ckK)n.  M.  E. 

D.  C.  and  Wm.  B.  Jackson 

MemKets   American    Institute  of    EJectrical    Ejigi- 

neers.  American  Society  of  Mechanical  Engineers. 

American  Society  of  Civil  Eiigineen. 

ENGINEERS                         EXPERTS 

3()a  Commercial  National  Bank  Bldg.Chicago.Ill 

E.  F.  Scattergood 

CONSULTING  ENGINEER 

1133-1134  Central   Building 
Loj  Angeles.  California 

Supervision    o(  Operation  and                Combujtion 
Installations  for  Fuel  Economy                 TeaU 

R.  F.  Chevalier 

C  O.N>rLTIM,     KNCINKKK 

Hidh  Temperature  Measurements 

Fuel  Analysu  lOU  and  Coal  1 

Phone  Alameda                   Office  and  Laboratory, 

1  389                   930  Uncoln  Ave..  Alameda,  Cal. 

A.  H.  Koebig 

CONSULTING  ENGINEER 

902-905 

III      r-i       -    m             Broadway  Central  Bldg. 
Hydro-EJecInc  Ranu        ,          .        i       ,-  i 
Irrigation  PlanU                 Lo»  Angeles.  Cal. 

Smith,  Emery  &  Co. 

INSPECTING  AND  TESTING 
ENGINEERS  AND  CHEMISTS 

65 1  Howard  Sired                             San  Frandsco 

C.  L.  Cory 

CONSULTING   ENGINEER 

801-802-803-804   Union  Trust  BIdg. 
San  FrancUco 

Manifold  &  Poole 

CONSULTING  AND  SUPERVISING 
ENGINEERS 

Elecincal.  Hydraulic.   732-733  Cenlf.l  Bldg 

Mechanical.  Steam              ,           .          i         ^    i 

Civil.  Irrigation                 Los  Angeles.  Cal. 

Rudolph  W.  Van  Norden 

CONSULTING  ENGINEER 

Member  American  Institute  of  EJectrical  Elngineeti 
Member  American  Society  of  GtiI  Ejigineeri 

304-306  Union  Trust  Bldg. 

San  Francisco 

fcjeclridty.   Hydraulics.    Power  Developmeni 

Reports  and  F.vilualioni 

John  S.  Eastwood,  C.  E. 

Designer  ol  dami  of  the 
EASTWOOD  MULTIPLE  ARCH  T^PE 

Suitable  for  any  height  or  site. 
Cheaper  than  earth  dams. 
Stronger  than  solid  masonry. 

Builder  of  the  HUME  LAKE  DAM. 
Box  663                      FRESNO.  CAL. 

Samuel  G.  McMecn                    Klempjter  B.  Miller 

McMeen  &  Miller 

Fl  FCTRICAL   ENGINEERS 

PATENT  EXPERTS 

Special  Attenlion  to  Telephony 

1454  Monadnock  Block         333  Grant  Avenue 
CHICAGO               SAN  FRANCISCO 

G.  F.  Wakefield 

SURVEYOR  AND  ENGINEER 

Hydro- Electric  Power  Development 

Porter  Building                             San  Jose.  Cal 

F.  C.  Finkle 

CONSULTING  ENGINEER 

Spedalric:                           628', 
Hydto-Eiectric  Power  Plants         South  Spring 
Irrigation  and  Domestic                         Street 

Water  Supplies                 Los  Angeles.  Cal. 

Phone  Douglas  5877              Office.  82  Second  St. 

L.  St.  D.  Roylance 

Consulting  and  Constructing 

EJectrical  and  Mechanical  Engineer 

Plans.    Specifications   and    Elstimates   for    EJeclnc 

Light  and  Power  Plants.      Electrical.   Mechanical 

and  Patent  Office  Drawings.     Tests  of   Dynamos. 

Motors.  Boilers.  Steam  and  Gas  Eiigines. 

J.  G.  White  &  Company,  Inc. 

ENGINEERS         CONTRACTORS 

San  Francisco  Office 

Alaska  Commercial  Buildini 

43  Elchange  Place,     New  York  Gty 

A.  M.  Hunt 

MEM.  AM.  SOC.  C.  E. 
MEM.  AM.  SOC.  M.  E. 
MEM.  AM.  1.  E.  E. 

Union  Trust  Bldg.                               San  Francisco 

Straight  Line  Engineering  Diagrams  fh/  ^fnmfo},1  *{  /v.// 

A  senes  of  twenty-five  computing  diagrams  assembled  in  a   handsome  leather  bound  pocket  book. 
Quick  and  accurate  field    determination  of  Pole  Line  Construction.   Electric   Power  Transmission. 
Water   Power  and  Pumping,    Pipe  Specifications,    Flow  in  Pipes.  Canals  and  Flumes.    Bearing 
Power  of  Piles,  Masonry  Strength.       Price  $3.00    at    Technical   Book  Shop 

,4   .«!?<  of   Tax  Sitpplniuntai-y  Diagrams  deaUng  with  Sfrennlh  o^ CnncvfU.  Riynfijrced  Conrntf. 
Comparativr  Cost  0/ P oner.  Eco7iomic  Size  0/  Pipf.  Floir  of  M'otn- in  Small  Pipes,  and  M'atfi- 
Mf'asnreinents  are  noir  r*ndy  at  the  price  of  tl.oofrr  the  set.       These  diai/rams  are  not  sold  singly  ■ 

^ 

«. 
^ 

^*.. 
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ILLUMINATION. 

MBDFORD,  ORE. — J.  R.  .4ndersnn  purchased  a  tract  of 
land  about  a  quarter  of  a  mile  south  of  Voorhies  on  which  to 
erect  his  gas  plant  to  suppl.v  Ashland  and  .Medford. 

LOS  ANGKLKS,  CAL. — The  Hoard  of  Supervisors  has 
passed  an  ordinance  granting  a  franchise  to  the  Domestic  Gas 
Company  to  lay  gas  pipes  in  certain  public  highways  in  this 
county. 

EUGENE,  ORE. — Chief  Engineer  H.  H.  White  of  the  H. 
H.  Byllesby  company's  gas  plants,  announces  that  the  com- 
pany expects  to  init  in  seven  miles  o£  additional  gas  mains 
in  this  city. 

LOS  ANGELES,  CAL. — The  Gas  &  Electric  Co.  (Raker 
Iron  Works,  contractors)  will  erect  two  5-foot  gas  distributing 
drums  complete,  at  the  compressor  station  at  .Jackson  and 
Ducommun  streets,  Los  Angeles. 

PHOENIX,  ARIZ.— The  Pacific  Gas  &  Electric  Company 
has  specifications  out  and  is  calling  for  bids  on  new  apparatus 
for  its  gas  plant.  These  specification!*  cal'  for  new  gas  gen- 
erator and  a  new  :iOO,0(IO  foot  gas  holder,  also  several  miles 
of  10-inch  and  12-inch  jnpe  to  increase  the  serving  capacity 
of  the  mains. 


TRANSPORTATION. 

WHITE  SAL.MON.  WASH.— C.  .M.  Wolfard  is  promoting 
an  electric  railway  for  this  section  to  be  about  GO  miles  in 
length. 

ST.  .\NTHONY,  IDAHO.— A  scheme  is  on  toot,  promoted 
by  the  Commercial  Club,  to  build  an  interurban  line  from  this 
|)lace  to  Parker,  down  on  the  bench  to  Egin,  etc.  Over  $12,- 
000  has  been  subscribed  toward  the  project. 

PORTLAND,  ORE.— Bids  have  been  requested  for  the 
construction  of  50  miles  of  line  for  the  United  Railways  Com- 
pany from  Glencoe  to  May  City.  Only  certain  contractors  were 
asked  to  bid.  A  contract  was  let  to  Porter  Bros,  for  11  miles 
of  road  from  Burlington  to  Glencoe.  The  contract  for  sub- 
station equi|)menl  was  let  to  the  Westinghouse  Electric  Com- 
pany. 

OAKL.\.\D,  CAL.— .\n  ordinance  .granting  the  San  Fran- 
cisco, Oakland  and  San  Jose  Consolidated  Railway  a  franchise 
to  1000  feet  of  the  western  waterfront  for  wharves,  docks  and 
terminal  facilities,  has  been  given  its  final  passage  by  the 
City  Council.  In  the  near  future  the  company  is  expected  to 
begin  the  work  of  improvement,  upon  which  it  will  expend 
in  the  neighborhood  of  $5,000,000. 

LOS  ANGELES,  CAL.— Grading  on  the  proposed  Pursell 
electric  road  right  of  way  has  beguir.  The  road  is  to  run  from 
San  Diego  to  Escondido.  The  work  now  consists  of  the  lev- 
eling to  the  road  bed  of  the  old  belt  line  railroad  in  the  city 
park  at  San  Diego  along  which  the  right  of  way  of  the  new 
road  now  extends.  The  franchise  provides  that  the  road 
nmst  be  completed  to  El  Cajon  within  1  year  and  to  Escon- 
dido within  two  years  after  the  work  is  commenced. 

SAN  FRANCISCO,  CAL.— T.  M.  C.  Flannery  and  W. 
Flannery,  stockholders  in  the  Western  Rapid  Transit  Com- 
jiany,  charge  a  number  of  the  other  stockholders  with  mis- 
appropriation of  the  company's  funds  in  a  suit  filed  with  the 
county  clerk  last  week.  The  defendants  are  R.  A.  Crothers, 
.\.  H.  Hayes,  Horace  Wilson,  Wm.  Wilson,  .las.  S.  .Murph.v, 
G.  O.  France,  N.  L.  Wilson,  D.  L.  Crosbie,  H.  M.  Wright,  W. 
P.  Twist,  Lilian  G.  Twist,  G.  Stevens,  L.  M.  Fairchild  and 
.1.  I.  Plunkett.  The  entire  capital  of  the  organization  is  $250,- 
000.  Over  $200,000  has  been  paid  into  the  treasury,  it  is 
claimed  and  misappropriated  by  the  incurring  of  debts  said 
to  be  contrary  to  the  statutes.  The  plaintiffs  particularly 
object  to  an  alleged  transfer  of  the  company's  proi.erty  to 
corporations  outside  of  the  State.  An  accounting  is  de- 
manded. 


WATERWORKS. 

.JOSEPH,  ORE.— Bids  will  be  received  by  the  city  of 
.loseph,  Ore.,  until  S  p.  m.,  July  20th,  for  Ihe  eonstr\u-tion 
of  a  water  works  system  for  Joseph,  Ore. 

BAKERSFIELD,  CAL.— By  unanimous  vote  the  electors  of 
the  Standard  School  District  have  voted  $8000  for  the  im- 
provement of  the  school.  A  water  system  will  be  installed, 
playgrounds  improved  and  added  to  aud  the  money  used  for 
the  betterment  of  the  school  in  every  way. 

LONG  BEACH,  CAL.— The  City  Council  passed  an  ordi- 
nance granting  to  F.  A.  Green  the  right  and  privilege  for  a 
period  of  21  years  to  take  water  for  cooling  purposes  from 
the  entrance  channel  of  Long  Beach  harbor  and  to  discharge 
the  water  when  used  into  the  ocean,  and  for  that  purpose  to 
operate  and  erect  a  conduit. 

SPOK.\.\E,  WASH.— Bids  in  triplicate  will  be  received  at 
the  office  of  the  Constructing  Quartermaster,  Fort  Missoula, 
.Montana,  until  9  a.  m.,  July  30,  for  the  construction  of  a 
water  distributing  and  sewer  system  to  be  received  sepa- 
rately or  jointly,  addressed  to  B.  Shattuck,  Fo\irth  Infantry, 
Constructing   Quartermaster. 

GILROY.  C.\L.— County  Surveyor  J.  G.  McMillan  has  been 
called  here  by  Supervisor  H.  S.  Hersman  for  the  purpose  of 
running  levels  from  the  Goodrich  place  on  the  Old  Hot  Springs 
road  to  the  Hccker  ranch  on  the  Ferguson  road,  a  distance 
of  about  three  and  one-half  miles.  This  is  done  with  a  view 
of  putting  in  a  water  system  and  supply  water. 

LIHBY,  .MO.NT.— G.  Stanton,  E.  Barnum  and  C.  Proctor  of 
Great  Falls  have  been  in  Libby  for  several  days  with  the  in- 
tention of  securing  a  franchise  to  put  in  a  gravity  water  sys- 
tem. They  also  wish  to  secure  an  electric  lighting  franchise, 
and  are  negotiating  with  the  telephone  company  to  take  over 
the  telephone  franchise  granted  some  months  ago. 

IUOLLINGHAM,W.\SH.— A  petition  jiresented  to  the  waler 
board  by  C.  O.  Greenfield  asking  for  the  installation  of  a 
water  main  from  the  present  city  limits  along  the  Guide  Me- 
ridian road,  has  been  granted.  It  is  estimated  that  a  main 
fi32  feet  long  would  be  required  for  this  service  at  a  cost  of 
about  25  cents  per  foot  and  that  the  entire  cost  of  the  new 
main  would  mean  approximately  $200. 

SA.N  FRANCISCO,  CAL.— Sealed  proposals  in  triplicate 
foi-  constructing  a  reservoir  wooden  tank,  extending  mains, 
etc.,  at  Fort  Barry.  Cal .  will  be  received  here  up  to  11  a.  m., 
August  6.  1910.  and  then  opened.  Plans,  specifications,  blanks 
and  necessary  information  can  be  obtained  here.  A  deposit 
of  $10  is  retpiired  to  insure  return  of  plans,  etc.  Envelopes 
containing  iiroposals.  to  be  marked  'Proposals  for  reservoirs, 
etc..  Fort  I3arry,  Cal.,"  and  addressed  to  Major  George  McK. 
Williamson,  Quartermaster,  U.   S.   A. 

SAX  JOSE,  CAL.— Argument  in  the  case  of  the  Hayes- 
Chenoweth  Company  against  the  Bay  Cities  Water  Company, 
■,n  action  in  which  the  plaintiff  is  attejnpting  to  restrain  the 
water  company  from  appropriating  the  waters  of  Coyote 
Creek  has  begun  before  Judge  Welch.  Attorneys  John  E. 
Bennett  and  C.  D.  Wright  for  the  water  company  ask  leave 
of  Jud-e  Welch  to  amend  their  pleading,  so  that  the  case 
will  cover  the  excess  waters  of  the  river  instead  of  bemg 
so  broml  as  the  former  suit.  It  is  argued  on  the  part  of  the 
wiler  company  that  n.i  injury  would  be  done  the  orchard.sts 
who  have  artesian  wHIs  along  the  river,  which  affects  to  a 
oreater  or  less  degree  every  well  in  the  Santa  Clara  Valley, 
'Should  the  water  company  only  use  the  excess  flow  and  not 
iouch  the  large  volume  of  water  that  percolates  the  gravel 
and  furnishes  the  supply  for  the  many  artesian  wells  of  the 
VHllev  .I.ulge  Lieb  for  the  plaintiff,  on  the  other  hand  con- 
,;„as  that  should  the  water  company  be  allowed  to  use  the 
"  -    -  -ht  to  appropriate 


amount  of  water  that  it  claims  it  has  a  nf 
it  would  affect  every  well  in  the  valley. 
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INDEX  TO  ADVERTISEMENTS 


Allis-Ch«lmer»  Co 

Milwaukee.  Wis. 

San  Francisco.  Jaclcson  BWb.  2nd 

and  Natonia. 
Los  .Xnueles.  129  131  E.  Fifth. 
Portland.  92  Firit. 
Seattle.  115  Jackson. 

Aluminum  Co.  of  America 

Pittsburgh,   Pa. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Paciflc  Elec- 
tric Bldg. 

Seattle,  Colman  Bldg. 

American  Circular  Loom  Co. 14 

Boston.  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Building. 

American  Electrical  Heater  Co 

Detroit,    U.    S.    A. 

Ayliworth  Agencies  Co 

San  Francisco,  165  Second. 


B 

Benjamin  Electric  Mfg.  Co 12 

New  York.  27  Thames. 

Chicago.  120-12S  S.  San- 
gamon. 

San  Francisco,  151  New 
Nfontgomery. 

Blake  Signal  and  Mig.  Co 

Boston,  246  Summer. 

Boneslell  &  Co.... 5 

San   Francisco,    118   First. 

Brookfield  Class  Co.,  The -    I 

New  York,  U.  S.  Exp.  Bldg. 

Buxbaum  &  Cooley .- 

Seattle,    69    Columbia   St. 


Cal.  Incandescent  Lamp  Co 

San  Francisco,  633  Howard. 

Century  Electric  Co. 14 

San  Francisco,  633  Howard. 


D 

D.  «c  W.  Fuse  Co 

Providence,  R.  I. 

Davis,  R.J 14 

San  Francisco,  633  Howard. 

Dearborn  Drug  &  Chem.  Works.- 1 1 

Chicago,   Postal  Bldg. 

San    F^rancisco.    301    Front. 

Los  Angeles,  355   E.   2d. 

Duncan  Elec.  Mfg.  Co 

Lafayette.  Indiana. 

San  Francisco,  61  Second. 


E 

Electric  Goods  Mfg.  Co 

Boston,  Mass. 

San  Francisco.   165  Secoi.d. 

Electric  Storage  Battery  Co 

Philadelphia,  Pa. 

San   Francisco,  Monadnock 

Bldg. 


Fort  Wayne  Electric  Works 13 

Fort   Wayne,    Ind. 

San  Francisco,  604  Mission. 

Se,\ttle,  Colman  Bldg. 


General  Electric   Co. 12 

Schenectady,  N.  Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,   Worcester    Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,   N.    C. 
Chicago,   111. 
Cincinnati,    O. 
Cleveland,  O. 
Columbus,   O. 
Denver,    Colo. 
Detroit,  Mich. 
Indianapolis,    Ind. 
Kansas    City,    Mo. 
Minneapolis,    Minn. 
Nashville,  Tenn. 
New  Haven,  Conn. 
New    Orleans,    La. 
New  York,  N.  Y. 
Philadelphia,    Pa. 
Pittsburg,    Pa. 
Richmond,   Va. 
Salt  Lake  City,  Utah. 
St.   Louis,  Mo. 
Spokane,  Wash. 
Syracuse,  N.  Y. 

Goeriz,  O.  C.  &  Co 

San    Francisco.    916   Postal 
Tel.   Bldg. 

H 

Habirshaw  Wire  Co 

New  York,  253  Broadway. 

Henshaw.  Bulkley  &  Co I 

San  Francisco,  19  Fremont. 
Oakland,   1436  5th. 
Los    Anueles,     262    S.    Los 
.\ngeles. 

Hitchcock  Military  Academy, The-   9 

San  Rafael,  California. 

Holtzer-Cabot  Elec.  Co.,  The 

Boston   and  Chicago. 

San  Francisco,  612  Howard. 

Hughes  &  Co.,  E.  C II 

San       Francisco,       147-151 
Minna. 

Hunt.  Mirk  &  Co 6 

San  Francisco.  141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co 1 

Jonesboro.    Indiana. 


Johns-Manville  Co.,  H.  W 5 

New   York,    100  William. 
San     Francisco,     159     New 

Montgomery. 
Los  Angeles.  203  E.   5th. 
Seattle,  576  1st  Ave.  So. 

K 

Kellogg  Switchb'd  &  Supply  Co.. 

Chicago. 

San    Francisco,    88    First. 

Kierulff.  B.  F.  Jr.  fit  Co 4 

Los    Angeles,     120    S.     Los 
Angeles. 

Kiewert,  Chas.  L.  Co 4 

San  Francisco.  I'S"  Fremont. 
Los  .\ngelcs.  225  Franklin  Court. 

Kilboume  &  Clark  Company 

Seattle,    307    First   Ave.  So. 


Undsley- Wright  Co II 

Portland,    Ore.,    336    Sher- 
lock   Bldg. 


Locke  Insulator  Mfg.  Co 

Victor,  N.   Y. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pacific  Elec- 
trical Bldg. 

Seattle,  Colman  Bldg. 


M 

Moore,  C.  C.  &  Co.,  Inc.    3 

San  Francisco,  99  First. 
Los       Angeles,       American 

Bank  Bldg. 
Seattle,   Mutual   Life   Bldg. 
l'iirtlanii.Wells-I''argoBldg. 
Salt  Lake  City,  Atlas  Blk. 
New     Y^ork     City,     Fulton 

Bldg. 


N 

New  York  Insl'td  Wire  Co 

New   York.    114    Liberty. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co.- I 

New  York,  253  Broadway. 


Pacific  Electric  &  Mfg.  Co 5 

San  Francisco.  80  Ti'hania. 

Pacific  Gas  &  Elect.  Co.,  The...   2 

San    Francisco. 

Pacific  Meter  Co. I 

San     Francisco,    311    Santa 
Marina  Bldg. 

Pacific  Tel.  &  Tel.  Co..  The.... 

San    F''ranclsco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The. . .   5 
San     Francisco,     1095     Mo- 
nadnock Bldg. 

Phillips  Insulated  Wire  Co I 

Pawtucket,  R.  I. 

Pierson,  Roeding  &  Co 4 

San   Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 


Portland  Wood  Pipe  Co. . 

Portland,  Ore. 


R 

Reisinger.  Hugo 

New  York,  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works. . 

Sacramento,  Cal.,  211  J  St. 
San  Francisco,  356  Market. 

Simplex  Elect'l  Co..  The g 

Boston,    110    State. 
San  Francisco,  612  Howard. 
Los  Angeles,  SecurityBldg. 
Seattle,  Alaska  Bldg. 
Portland,  Couch   Bldg. 


Simplex  Electric  Heating  Co 3 

Cambridge,  Mass. 
San  Francisco,  612  Howard. 
Los  Angeles,  SecurityBldg. 
Seattle,  Alaska  Bldg. 
Portland.  Couch  Bldg. 

Southern  Pacific  Co. 14 

San  F'rancisco,  Flood  Bldg. 

Sprague  Electric  Co. J2 

New     York     City,     627-531 

W.    34th. 
San  Francisco,  Atlas  Bldg. 
Seattle,  Colman  Bldg. 

Standard  Und.  Cable  Co I 

San  Francisco,  First  Na- 
tional Bank  Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Star  Expansion   Bolt  Co 5 

New  York  City,  147-149 
Cedar. 

Sterling  Paint  Company, 11 

San    Francisco,    118   First. 

Swayne.  R.  B II 

San  Francisco.  813  Postal 
Telegraph   Bldg. 


Technical  Book  Shop 13 

San  Francisco,  604  Mission. 

Tel.  &  Elec.  Equip.  Co. 

San  F'rancisco,  612  Howard. 
Los  Angeles,  Security  Bdg. 
Seattle,  Alaska   Bldg. 
Portland,  Couch  Bldg. 


Thomas  and  Sons  Co.,  R 

New    York,    227    Fulton. 
East  Liverpool,  Ohio. 

Tracy  Engineering  Co.  - 4 

San  Francisco.  4  61  Market. 
Los    Angeles, Central    Bldg. 


Vulcan  Iron  Works I 

San    Francisco,  604  Mission. 


w 

Western  Electric  Co 3 

San  F'rancisco,  680  Folsom. 
Oakland,  507    16th. 
Los  Angeles,  119  E.  7th 
Seattle,     1518  First  Ave.  So. 

Western  Wireless  Equipment  Co..  4 
San  Francisco,  Grant  Bldg, 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co.--  6 

Pittsburg,    Pa. 

Los  Angeles,  527  So.  Main. 

Denver,    429    17th. 

Seattle,    Central    Bldg. 

Salt  Lake  City,  212-214 
So.  W.   Temple. 

.San    Francisco.    165   2d. 

Spokane,    Columbia    Bldg. 

Portland,   Couch   Bldg. 

Butte,    Lewisohn    Bldg. 

Canada,  Canadian-West- 
inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mexico.  G.  &  O..  Braniff  & 
Co.,   City   of  Mexico. 

Westinghouse  Machine  Co. 6 

Pittsburg,   Pa. 

San   Francisco,   141  Second. 

Weston  Elect'l.  Instrument  Co 14 

Waverly    Park,   N.    J. 
New  York,  114  Liberty. 
San        Francisco,        682-684 
Mission. 

Wilbur,  G.  A 

San    Francisco,    61    Second. 
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ELECTRICAL  DEHYDRATION  OF  OIL 


In  many  of  the  oil  fields  of  California  there  are 
threat  pools  of  oil  containing-  such  a  large  percentage 
of  water  as  to  be  unmarketable.  This  water  was  usu- 
ally introduced  in  pumping  and  hcretofcjre  all  attempts 
to  separate  it  from  the  oil  have  failed.  Some  of  these 
great  pools  contain  hundreds  of  thousands  of  gallons 
of  oil  that  have  stood  for  three  or  four  years.  The 
si)ecitications  usually  limit  the  water  content  to  a  maxi- 


.•\t  the  meeting  of  the  American  Chemical  Society 
in  San  l'"raiicisco,  July  12-16,  1910,  Dr.  Cottrell  ex- 
plained in  detail  tlie  application  of  this  method  to  the 
elimination  of  the  obnoxious  gases  in  smelter  smoke, 
incidentally  referring  to  the  further  application  of  the 
same  princii)les  to  the  dehydration  of  oil.  Through  his 
courtesy  and  that  of  his  assistant.  Mr.  Allen  G.  Wright, 
we  are  enabled  to  present  herewith  illustrations  of  the 


Pool  o(  Wasti-  Oil  and  Water  in  Coalirit'a  District. 


mum  of  -two  per  cent  or  thereabouts.  Tliesc  ennil- 
sions  contain  all  the  way  from  ten  to  eighty  per  cent  of 
water  and  have  therefore  been  practically  useless  and 
have  constituted  one  of  the  greatest  economic  wastes  in 
the  oil  industry. 

One  of  these  pools  which  stood  for  years  in  the 
Coalinga  district  is  illustrated  on  this  page.  The  oil 
in  this  lake,  however,  has  since  been  treated  by  a  new 
process  and  it  no  longer  stands.  This  process  is  a 
special  application  of  a  method  for  the  electrical  pre- 
cipitation of  suspended  matter,  recently  patented  by 
Dr.  E.  G.  Cottrell,  professor  of  physical  chemistry  at 
the  University  of  California. 


apparatus  now  Ijcin.g  used  in  the  California  oil  fields. 
This  process,  which  treats  the  oil  at  a  cost  of  about 
one  cent  per  barrel,  should  prove  a  great  boon  to  the 
oil  operators  of  the  State,  for  it  makes  salable  a  for- 
mer waste  product  now  worth  thousands  of  dollars. 
The  material  to  be  treated  is  an  intimate  mechan- 
ical mixture  of  oil  and  water.  The  water  particles  are 
surrounded  and  held  apart  by  films  of  oil  which  are  so 
tenacioils  that  they  cannot  be  separated  by  mere  me- 
chanical agitation.  I-.aboratory  experiments  show  that 
by  subjecting  such  an  emulsion  to  the  influence  of  a 
high  voltage  alternating  current,  the  minute  water  par- 
ticles   are  agglomerated  and  sink    to    the   bottom    of 
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Plant  which  Treated  Oil  in  Pool  shown  on  First  PaKc 


the  containing  vessel,  being  heavier  than  the  oil. 
The  treating  apparatus  is  essentially  a  huge  Ley- 
den  jar  whose  disruptive  discharge  penetrates  the  oil 
film  and  allows  the  water  particles  to  run  together. 
This  phenomena  was  observed  in  a  high  power  micro- 
scope and  is  probably  the  best  explanation  of  what 
actually  takes  place.  In  practice  an  alternating  cur- 
rent is  stepped  up  through  a  transformer  to  about  lO,- 
ooo  volts.  The  oil  is  delivered  to  the  treater,  and,  as 
shown  by  the  accompanying  sketch,  passed  on  to  the 
storage  tanks,  the  preci])itated  water  being  carried  off 
at  the  bottom.  It  is  an  interesting  fact  that  this  water 
is  used  in  preference  to  the  regular  supply  for  wash- 
ing pnri)oses  in  the  district. 


The  plant  illustrated  has  a  capacity  of  500  Ijarrcls 
per  day  and  in  a  five  months'  run  treated  all  the  oil 
shown  in  the  illustration  on  the  first  page,  gaining 
therefrom  75,000  barrels  of  marketable  oil.  This  oil 
formerly  contained  14  per  cent  of  water,  which  was 
reduced  to  less  than  two  per  cent.  A  plant  is  also 
being  installed  in  the  Santa  Maria  fields  at  one  of  the 
wells  of  the  Pacific  Coast  Limited  Oil  Company.  This 
handles  1000  barrels  daily  of  oil  containing  about  25 
])er  cent  of  water.  The  line  current  at  22,000  volts  is 
stepped  up  to  10,000  volts  and  experiments  show  that 
it  requires  about  1-7  of  a  kilowatt  hour  per  barrel  of  oil 
treated.  It  is  expected  to  further  reduce  this  consump- 
tion by  use  of  a  rotating  electrode. 


'/mmm 


O  \  \      Sl^To  r  a  c\e- 
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Sketch  showing  Arranucinoni  of  Crude  Oil  Treater. 
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THE  CHURCH  AND  TECHNICAL 
EDUCATION.' 

BY    <;.    W.    DICKIE. 

What  lias  the  church  to  do  with  technical  cchica- 
tion?  Certainly  in  the  past  the  protestanl  church  has 
liad  little  connccti(3n  with  the  technical  training  of  its 
own  people.  I  sometimes  think  that  in  this  statement 
is  exjiressed  the  reason  why  such  a  large  proportion  of 
the  technical  men  of  this  generation  are  outside  the 
church. 

It  is  only  within  the  last  fifty  years  that  technical 
knowledge  has  become  of  necessity  a  distinctive  tea- 
lure  of  modern  education.  The  accumulation  of  ex- 
[jerience  in  dealing  with  the  forces  of  nature  is  one 
of  the  characteristic  distinctions  between  man  and  all 
other  created  beings.  This  faculty  endows  him  with  a 
])ovver  which  has  been  given  him  not  that  he  might  l)e 
independent  of  God's  revealed  will,  but  that  he  might 
be  able  thereby  to  help  in  the  working  out  of  that  will 
and  thus  become  an  intelligent  and  efficient  agent  in 
the  consummation  of  the  grandest  and  most  beneficent 
purposes  of  the  Creator. 

The  knowledge  of  nature's  laws  which  Christian 
men  call  God's  laws  is  a  branch  of  education  that  the 
church  cannot  afford  to  neglect.  Perhaps  no  branch 
of  human  knowledge  needs  the  infiuence  of  the  church 
more  than  does  technical  education.  It  deals  with  ma- 
terial things;  it  needs  i)rolecli(in  from  materialist  ten- 
dencies. 

Imparted  at  a  time  when  the. mind  of  youth  is  in  its 
most  receptive  state,  technical  education,  dealing  with 
the  material  universe  and  its  utilization,  tends  to  crowd 
out  the  spiritual,  and  unless  the  mind  is  taught  at  the 
same  time  to  refresh  its  power  in  the  contemplation  of 
the  infinite,  the  man  will  be  developed  simply  as  a 
worker  among  the  forces  of  nature,  lie  will  hear  nn 
music  in  the  waterfall  except  the  din  of  wheels  that 
he  can  make  it  set  in  motion;  he  will  see  no  grandeur 
in  the  thunder  cloud  or  lightning  Hash  e.\cept  the  vis- 
ible evidence  of  a  power  that  is  everywhere,  that  he  has 
t'ound  how  to  condense  and  transform  into  a  means 
(if  transmitting  his  thoughts  to  the  farthest  parts  of 
the  world,  that  he  can  carry  to  the  cities  to  make  them 
brilliant  with  light  and  vibrant  with  power. 

Can  the  churches  that  are  supposed  to  be  the  cen- 
tral stations  of  spiritual  powder  atiford  to  see  the  best 
mental  material  of  the  new  generations  turned  away 
from  all  religious  infiuence  and  devoted  entirely  to  the 
application  of  natural  forces  to  the  satisfaction  of  the 
physical  wants  of  mankind?  1  think  not.  That  she 
may  combine  with  technical  training  that  moral  and 
spiritual  leaching  which  will  prevent  the  pupil  from 
degenerating  into  a  mere  adapter  of  nature's  laws  to 
some  end  in  view,  that  she  may  help  develop  him  mto 
a  man  with  nature  as  his  instrument  an<l  the  God  <>t 
nature  as  the  supreme  power  of  his  life,  is  why  the 
church  is  vitally  interested  in  technical  education. 

The  reason  why  the  spirit  that  animates  the  church 
that  teaches  the  meaning  of  the  spiritual  laws  of  dod  s 
universe  should  be  the  same  spirit  that  animates  the 
institution,  wherever  it  may  be.  that  proposes  to  teach 
the  meaning  of  the  natural  laws  that  govern  the  mate- 
rial universe,  is  that  the  spiritual  and  the  natural  laws 

1  Lecture  di-livi-red  in  a  San  Francisco  Church. 


are  ultiiiialcly  the  same,  originating  in  the  same  lavv- 
gi\cr,  and  that  life  which  is  not  li\ed  in  accordance 
with  both  is  incomplete.  They  ditTer  in  this,  that  the 
knowdedge  of  nature's  laws  comes  to  us  by  the  exer- 
cise of  those  faculties  with  which  we  are  endowed, 
while  our  knowledge  of  spiritual  laws  comes' by  accept- 
ance, by  revelation.  The  essentials  of  religion  cannot 
be  cultivated  like  other  branches  of  human  knowledge 
and  experience.  Religion  is  not  a  progression  of  accu- 
mulated facts,  one  leading  into  another  as  one  proposi- 
tion in  geometry  follows  out  of  another,  making  a  pro- 
gressive science  gradually  built  up  and  acquiring 
greater  scope. 

High  as  man  is  placed  above  the  things  and 
creatures  around  him,  there  is  a  higher,  a  more  exalted 
I)Osition  within  his  vision.  The  ways  are  infinite  in 
which  he  occupies  his  thoughts  in  regard  to  the  fears, 
the  hopes,  and  the  expectations  of  a  future  life.  Now, 
I  believe  that  the  truth  relative  to  that  future  cannot 
be  brought  to  his  knowledge  by  any  cultivation  of  his 
mental  powers,  however  w^ell  he  may  be  endowed  in 
that  way.  Such  knowledge,  if  it  comes  to  him  at  all, 
will  come  through  other  teaching  than  his  own  and 
will  have  to  be  received  through  simiile  l^clief  in  the 
testimony  given. 

J  would  not  have  you  suppose  for  a  moment  that 
the  self-culture  I  have  so  often  recommended  in 
respect  to  the  things  of  this  life,  can  be  extended  to 
embrace  the  essentials  of  religion,  as  if  a  man  by  rea- 
soning could  find  God.  I  must  therefore  claim  an  ab.so- 
lutc  distinction  in  this  respect  between  the  essentials 
of  religion  and  the  essentials  of  human  sciences  or 
mental  cultures.  I  might  he  reproached  with  weak- 
ness, if  nothing  worse,  by  refusing  to  ap]dy  those 
mental  operations  which  I  think  good  in  respect  to 
high  things,  to  the  very  highest  things.  I  am  quite 
content  to  bear  any  such  reproach.  I  have  never  seen 
anything  incomijatiblc  between  those  things  which  can 
be'  known  and  demonstrated  by  the  mental  powers 
with  which  man  is  endowed  and  those  higher  things 
concerning  his  eternal  future,  that  he  cannot  find  out 
by  any  exercise  or  culture  of  those  faculties  and  which 
he  must  accept  as  a  child  does  an  inheritance. 

The  church  has  iioi  been  alive  to  the  need  of  tech- 
nical education  to  deei)en  and  brighten  the  teaching  of 
its  great  and  univer.-al  text  book.  Under  her  guidance, 
a  new  order  of  manhood  might  be  produced  who  would 
know  and  feel  that — 

"To  matter  and  to  force  the  all  is  not  confined. 

Be.side.  the  law  of  things  is  placed  Ihejaw  of  mind. 

One  speaks  of  rock  and  star  and  one  within  ihe  ni.iin. 

In  unison  at  times  and  then  apart  again. 

But  tell  of  one  who  lirought  us  thither 

.-Vnd  holds  the  key  of  whence  and  wliither. 

The  sequence  of  law  we  learn  through  mind  alone. 

We  see  but  outward  forms,  the  soul  the  one  thing  knows. 

If  she  speaks  truth  at  all  the  voices  must  be  true 

Tliat  give  to  \isihle  tilings  their  laws  and  honor  due 

But  tell  of  one  wlio  lirought  us  hither 

.And  holds  the  key  of  whence  and  whither. 

God  i|i  his  science  tells  wdiat  no  known  laws  foretell, 

The  wandering  stars  and  fixed  alike  are  miracle. 

The  common  de:ith  for  all  the  life  renewed  above, 

.\r«  both  within  the  plan  of  that  all  circling  love. 

The  seeming  chance  that  brought  us  hither 

.Accomplishes  his  whence  and  whither." 
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What  we  need  in  our  technical  schools  of  to-day 
is  a  recognition  of  the  spiritual  needs  of  the  scholar. 
When  these  needs  are  felt  we  will  have  reverent 
students  of  God's  universe  and  that  will  bring  into  the 
profession  nobler  characters  and  into  the  church  a 
strength  that  will  enable  her  to  accomplish  the  great 
work  of  which  she  is  now  only  beginning  to  see  the 
possibility.  ■,,<g^i 

We  ought  in  our  search  through  the  treasure  house 
of  nature  to  be  lead  by  the  "Pillar  of  cloud  by  day  and 
the  pillar  of  fire  by  night,"  as  surely  as  the  old 
Hebrew  emigrants  from  Egypt  were,  if  we  are  ever  to 
reach  our  promised  land.  That  old  story  tells  us  that 
the  Lord  went  before  by  day  in  a  pillar  of  cloud  to 
lead  them  on  thtir  way,  and  by  night  in  a  pillar  of  fire 
to  give  them  light  to  go  by  night  as  well  as  by  day. 
"He  took  not  away  the  pillar  of  cloud  by  day  nor  ihc 
pillar  of  fire  by  night  from  before  the  people."  Thai 
has  always  been  a  fascinating  wonder  to  me,  and  look- 
ing back  upon  the  twilight  wonders  of  this  old  record 
I  find  that  the  most  remarkable  fact  in  the  experience 
of  these  ancient  emigrants  was  undoubtedly  that  God 
Himse'.f  went  before  them  in  this  visible  way.  I  can 
imagine  the  awe  with  which  they  looked  upon  what 
they  believed  the  visible  presence  of  God  and  what  an 
interest  they,  would  feel  in  that  wonderful  cloud.  1 
have  often  pictured  that  occasion  when  "The  cloudy 
pillar  descended'and  stood  at  the  door  of  the  tabernacle 
and  talked  with  Moses,  and  all  the  people  saw  the 
cloudy  pillar  stand  at  the  tabernacle  door;  and  all  the 
people  rose  up  and  worshiped,  every  man  in  his  tent 
door;  and  the  Lord  spake  unto  Moses  face  to  face 
as  a  man  speaketh  to  his  friend." 

It  is  not  necessary  for  my  present  purpose,  which 
is  not  that  of  merely  preaching  a  sermon,  to  separate 
that  which  is  spiritual  from  that  which  is  material  in 
this  wonderful  manifestation  to  those  Hebrew  emi- 
grants. The  spiritual  part  of  it  is  represented  in  the 
history  of  e\  ery  true  man  who  is  lead,  often  by  devious 
wanderings,  for  some  forty  years  or  more  through  a 
wilderness  of  varied  experiences  till  he  comes  at  last 
to  the  waters  of  Jordan.  He  has  had  realizations  of  the 
presence  of  God  in  the  daytime  of  his  life  experience 
when  he  could  almost  see  the  cloudy  pillar  leading  the 
way,  though  he  could  not  understand  the  mystery  of 
it — a  cloud  that  joined  earth  and  heaven.  Then  in  the 
dark  days  of  his  experience  and  night  times  of  igno- 
rance and  helpless  inability  his  idea  of  God  is  not  that 
of  the  cloud,  but  something  more  vivid — a  fire  giving 
light,  but  inapproachable — a  consuming  fire.  This 
story  is  ever  true  in  man's  mental  and  spiritual  expe- 
rience. 

If  you  want  your  young  man  to  know  something  i>f 
the  material  realization  of  this  cloud,  show  him  tjur 
great  ocean  greyhounds  which  are  carrying  nations  of 
emigrants  across  great  sea  deserts  from  old  homes  to 
new  lands  of  promise.  Have  they  not  their  cloudy 
pillar  by  day  and  their  pillars  of  fire  by  night  continu- 
ally ascending  that  they  may  go  by  day  and  by  night? 
In  that  cloud  also  God  has  a  material  presence  that  can 
be  realized  by  those  who  are  searching  for  Him,  and  it 
is  the  business  of  the  church  to  teach  the  ear  to  hear 
and  listen  to  the  voice  that  comes  from  that  cloud — for 
he  who  so  listens  w-ill  not  fail  to  recognize  that  voice 


to  be  "The  voice  of  the  Lord  speaking  face  to  face  as  a 
man  would  unto  his  friend."  It  is  that  those  who 
come  to  know  of  the  nature  of  this  material  cloudy 
pillar  may  also  learn  to  know  and  feel  something  of 
the  living  presence  of  the  God  of  nature,  that  the 
technical  schools  need  the  support  and  guiding  hand 
of  the  church. 

The  earnest,  ihuughiiul  student,  as  he  comes  near 
to  this  cloudy  pillar  will  hear  a  voice  speaking  to  him 
just  as  distinctly  as  Moses  heard  it.  The  voice  of  the 
cloud  w^ill  tell  him  of  a  time  in  the  distant  past,  mil- 
lions of  years  before  there  was  a  man  on  the  earth, 
when  he  had  a  friend  working  for  him,  the  same  friend 
who  speaks  from  the  cloudy  pillar;  that  he  anticipated 
the  coming  of  man,  who  should  be  his  heir  upon  the 
earth  and  should  bear  his  likeness;  and  provided  every- 
thing necessary  to  maintain  that  dignity.  These  things 
were  laid  up  for  him  in  deep  storehouses  that  some  day 
he  would,  by  the  key  of  knowledge,  be  able  to  open, 
and  find  material  force  and,  power,  petrified  into  pre- 
served blocks  of  almightyness.  When  he  learned  to 
bore  through  the  rocks  he  would  find  liquid  power, 
the  possession  of  which  w'ould  make  him  mighty  be- 
yond all  creatures  of  the  earth.  He  also  learned  some- 
thing of  the  ways  of  this  great  friend  whose  voice. is  in 
the  cloud,  this  grand  past  master  of  all  nature's  laws 
and  of  all  sciences ;  something  of  how  he  carried  out 
this  design  for  his  future  friend  by  planting  immense 
forests  of  gigantic  pine  and  tree  fern,  and  forced  their 
growth  by  making  conditions  of  heat  and  moisture 
more  favorable  to  vegetation  than  any  that  have  since 
existed.  Then  he  let  torrents  of  mighty  rivers  break 
from  their  ice-bound  channels  and  hydraulicked  out 
those  mighty  forest  giants,  carrying  their  huge  trunks 
down  the  water  courses  to  be  entangled  in  the  jungle 
growth  he  had  prepared  at  the  river  mouths.  .These 
in  the  course  of  time  he  submerged,  to  be  silted  over 
with  rock  worn  soil  of  ages.  Then  he  lifted  them  up 
and  repeated  the  forest  and  its  destruction.  This  pro- 
cess he  enacted  again  and  again,  concluding  by  put- 
ting the  pressure  of  worn-down  mountains  upon  the 
iiuge  mass,  holding  it  there  for  ages  until  the  great 
forests,  the  peat  mosses  and  the  jungle  were  changed 
into  hard  black  coal.  At  the  same  time  he  was  working 
in  his  great  laboratory  condensing  hydro-carbon  gases 
from  the  by-products  of  his  great  operations  and  col- 
lecting them  in  rock-bound  cisterns,  where  they  have 
been  held  captive  for  ages,  until  his  friend  man  found 
out  how  to  uncork  them  and  let  this  concentrated 
power  gush  out.  Think  what  condensed  power  is  in 
the  coal  beds  and  what  sealed-up  dominion  is  in  the 
oil  cisterns.  Consider  the  mighty  things  that  are  being 
accomplished  around  the  million  altars  whence  con- 
tinually ascend  these  modern  cloudy  pillars. 

Consider  our  locomotion  by  sea,  on  the  earth,  and 
in  the  air.  Are  we  to  teach  our  youth  that  because 
we  have  discovered  the  combination  of  the  lock  that 
has  kept  this  great  power  from  men  of  past  genera- 
tions, these  treasures  are  ours?  It  is  not  so.  Our 
friend  who  speaks  from  the  cloud  says  to  us  in  refer- 
ence to  these  modern  wonders  of  locomotion,  just  as 
he  spoke  to  the  old  Hebrew  pilgrims,  "I  bore  you  on 
eagles'  wings  and  brought  you  unto  myself;  now'  there- 
fore, if  you  will  obey  ni)'  voice,  indeed,  and  keep  my 
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covenant,  then  you  shall  be  a  priceless  treasure  unto 
me  above  all  people,  for  all  the  earth  is  mine."  What 
was  the  crossing  of  the  Red  Sea  on  foot  compared 
lo  our  modern  miracles?  Surely  with  far  more  empha- 
sis can  the  phrase  "T  bore  you  on  eagles'  wings"  be 
applied  to  our  modern  experience,  to  the  civilized 
nations  of  the  earth,  and  especially  to  those  who  have 
the  power  of  eagles'  wings,  which  are  now  an  accom- 
plished fact  through  the  instrumentality  of  liquid  fuel 
and  the  internal  combustion  motor.  It  may,  I  think, 
be  inferred  with  equal  surety  that  the  reason  or  pur- 
pose of  His  having  put  all  this  power  in  our  hands  is 
as  He  has  said  of  the  ancient  "chosen  people,"  ihat  lie 
might  bring  us  unto  Himself  to  be  a  peculiar  treasure 
unto  Ilim  above  all  people,  for  all  the  earth  is  His,  all 
the  nations  of  the  earth  are  His  treasures,  and  they 
who  obey  His  voice  are  His  peculiar  treasure. 

We  must  teach  our  youth  to  believe  in  miracle 
and  to  recognize  the  miracles  of  our  time  in  their  true 
magnitude.  The  ancients  of  every  nation,  especially 
those  through  whom  we  have  the  Bible,  delighted  to 
throw  up  to  the  surface  of  their  records  the  golden 
weft  of  miracle  that,  crossing  the  warp  of  fact,  makes 
up  in  every  age  the  web  of  history.  In  our  age  we  do 
all  we  can  to  hide  the  weft  thread  which  is  in  the  web 
and  throw  to  the  surface  only  the  [lile  of  the  straight, 
natural  warp.  This  is  .surely  an  error,  for  it  hides  from 
us  much  that  is  beautiful  and  inspiring  around  us  and 
that  was  undoubtedly  meant  fur  the  gratification  of 
the  highest  functions  of  our  spiritual  natures.  This 
lias  led  us  in  our  pride  to  judge  the  ancient  races  of 
man  by  the  same  standard  we  set  up  for  ourselves,  so 
that  we  often  seek  to  accept  as  matters  of  sober  fact 
what  they  have  worked  into  their  records  as  figures  of 
speech  and  poetical  imagery.  Much  that  we  are  told 
in  the  Bible  of  the  Hebrew  people  may  be  the  story  of 
historical  and  noble  deeds  sung  at  times  into  the  poetry 
of  miracle.  For  instance,  IMoses  appears  before 
Pharaoh  with  a  petition  written  by  his  friend  .Aaron  on 
a  scroll  of  papyrus  wound  upon  a  staff  or  rod.  He  lays 
this  before  the  monarch,  demanding  at  the  same  time 
the  liberation  of  his  people.  He  has  cast  his  rod  before 
T'haraoh,  who  is  stung  to  the  quick,  as  we  w<ndd  say. 
Afoses  says  the  rod  became  a  serpent.  The  king  calls 
a  council  of  his  wise  men  and-  each  of  them  prepares 
an  answer  and  presents  his  scroll  wound  upon  a  rod. 
\'<inc  of  them  can  withstand  the  force  of  Moses'  argu- 
ment and  the  result  is  thus  described  :  "They  cast  down 
every  man  his  rod  and  they  became  serpents,  Init 
.\aron's  rod  swallowed  up  their  rods." 

Let  me  now,  with  a  little  of  the  spirit  shown  by 
this  ancient  people,  which  is  the  spirit  which  should 
animate  the  teaching  of  every  technical  school,  search 
in  (his  modern  cloudy  pillar  for  those  golden  threads 
of  miracle  that  are  there,  as  in  e\ery  object  of  nature 
interwoven  with  purely  material  substance. 

The  object  of  the  "Pillar  of  cloud"  and  the  "Pil- 
lar of  fire"  was  that  the  ])eople  might  go  by  day  and 
by  night.  They  could  not  do  that  long,  for  they  were 
often  in  need  of  rest.  Our  pillar  of  cloud  is  raised  also 
that  people  may  go  by  day  and  by  night,  but  without 
eft"ort  on  their  part  and  even  while  thev  rest,  for  then- 
Hoating  tabernacles,  or  rolling  cars,  and  soon,  possibly, 
flving  carriages,  are  pitched  on  eagles'  wings.  While 
the  sleeping  pilgrim  crossing  the  ocean  desert  draws 


one  breath  he  and  his  couch  are  borne  a  distance  of 
two  hundred  feet  through  ocean  billows  split  by  an 
iron  wedge  twenty  thousand  tons  in  weight,  whose 
speed  exceeds  two  thousand  feet  per  minute.  Whence 
comes  this  miracle  of  power?  What  is  the  secret  of 
that  altar  service  whose  incense  is  the  "Pillar  of 
Cloud"?  That  which  propels  the  great  steamship  on 
the  sea,  the  trains  on  land,  the  automobile  on 
streets  and  roads,  the  car  on  wings  that  cleaves  the 
air,  which  pumps  and  grinds  and  spins  and  weaves,  and 
by  the  spirit  of  fire  and  water  everywhere  makes  man 
omnipotent,  is  the  power  of  combustion  in  the  material 
world  and  sacrifice  in  the  spiritual  world. 

Consider  the  smokestack  of  the  ocean  liner.  It  is 
fifteen  feet  in  diameter.  Every  minute  ten  tons  of 
burnt  fuel — coal  and  air — pours  from  it  with  a  velocity 
of  one  thousand  feet  per  minute.  It  seems  impossible 
that  any  steamer  could  carry  such  a  large  quantity  of 
fuel  as  to  allow  of  her  burning  ten  tons  per  minute. 
It  is  not  carried.  Our  friend  who  speaks  from  this 
cloud  separated  the  materials  of  combustion  for  us 
nn'llions  of  years  ago  and  laid  up  for  us  only  the 
essence  of  fuel.  Only  five  per  cent  of  the  total  weight 
of  the  fuel  has  thus  been  preserved,  and  this  much 
alone  has  to  be  carried  for  fuel  in  the  form  of  coal  or 
oil.  The  other  ninety-five  per  cent  of  the  fuel  is  de- 
livered free  on  board  by  our  friend  who  speaks  from  the 
cloud  without  freight  or  cost  at  any  part  of  the  ocean. 
The  steamship  at  sea  or  the  locomotive  on  the  land 
does  not  need  to  stop  or  slow  down  to  take  it  on  board 
and  the  finest  dress  of  any  of  the  lady  passengers  will 
not  be  soiled  by  its  dust.  It  comes  on  board  in  the 
form  of  pure  fresh  air,  finding  its  way  down  the 
hatches  and  ventilators  to  the  fire  room  without  any 
direction  or  assistance,  although  it  has  never  been  on 
board  the  vessel  before,  and  in  about  ten  seconds  of 
time  it  is  out  again  at  the  top  of  the  smokestack.  It 
has  done  its  work  like  all  the  work  that  is  done  for  our 
friend  of  the  cloud — quietiv  and  well. 

A  divorce  effected  millions  of  years  ago  between 
carbon  and  oxygen  has  in  these  few  seconds  been  can- 
celled and  the  parties  have  been  reunited  and  are  now 
rushing  out  on  their  marriasre  trip  with  a  speed  of  a 
thousand  feet  a  minute.  Not  very  like  a  wedding 
vou  will  say,  judging  from  the  hue  of  the  procession. 
The\'  lia\'e  sirnply  donned  their  traveling  robes.  Their 
gav  trousseau  is  all  packed.  Put  they  have  with  thetn 
all  the  bright  hues  admired  by  the  ladies  of  to-day. 
All  the  colors  of  the  beautiful  flowers,  plants  and  trees 
are  there  hidden  from  sight  for.  a  time.  Some  day 
when  vou  are  admiring  the  beautiful  colors  of  some 
radiant  blossom  think  how  it  may  once  have  been 
an  atom  of  smut  in  the  curling  cloud  above  some  fac- 
torv  chimney.  This  is  a  miracle.  You  may  have  seen 
a  brass  founder  stirring  among  a  heap  of  brass  chips 
and  dust  with  a  magnet  to  find  the  little  bits  of  iron 
that  may  be  hidden  in  the  brass.  In  this  way  the 
myriads  of  green  leaves  in  every  forest  and  field  are 
waving  like  magnet  searchers  in  the  atmosphere,  fish- 
ing, as  .it  were,  for  the  molecules  of  carbonic  acid  gas, 
and  when  one  of  these  comes  along  out  of  some  pil- 
lar of  cloud  perhaps  many  miles  away,  it  is  seized  by 
the  living  leaf.  Leaves  are  the  opposite  of  oi.r  boiler 
furnaces.  The  leaves  seek  carbon,  not  oxygen,  from 
the  air.     Each  leaf  holds  up  its  captive  atom  to  the 
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sun  and  fruni  tliat  origin  of  [)ovver,  the  .same  friend 
who  .speaks  to  ns  from  the  cloud,  using  as  his  instru- 
ment a  ray  of  Ii,t;ht  ninety-five  millions  of  miles  in 
length,  picks  out  the  oxygen  from  the  carbon  in  each 
molecule  of  gas.  liberates  the  oxygen  for  the  health 
and  comff)rt  of  man,  and  imprisons  the  carbon  for  the 
health  and  beauty  of  the  plant.  Here  is  a  wonder 
miracle,  something  that  man  has  been  unable  to  ac- 
complish in  any  instance  by  all  his  laboratory  con- 
trivances or  electric  currents.  He  has  not  succeeded 
in  separating  one  molecule  of  carbonic  acid  gas  into 
its  constituent  atoms — carbon  and  oxygen. 

Now.  when  we  consider  that  not  only  our  happiness, 
but  our  very  life,  depends  on  this  separation  being 
effected,  and  that  our  friend  who  speaks  to  us  from- 
the  smoke  cloud  alone  can  do  it,  and  that  He  is  con- 
tinually at  work  operating  with  millions  and  millions 
of  needles  of  light  each  ninety-five  millions  of  miles 
long,  picking  these  carbonic  acid  knots  for  us  with 
one  hand  while  with  the  other  He  keeps  turning  the 
world  round  to  bring  successively  every  leaf  of  everv 
plant  on  the  surface  of  the  earth  under  the  points  of 
these  magic  sunbeam  needles,  do  we  not  feel  read\- 
to  acknowledge  the  miracle  and  to  think  that  if  we 
are  to  cast  off  our  shoes  w-herever  there  is  holy  ground 
we  should  never  have  shoes  on  our  feet  again,  for  His 
presence  sanctifies  all  work  and  every  spot.  "Canst 
fliou  by  searching  find  out  God,  canst  thou  find  out  the 
Almighty   unto  i^erfection  ?" 

Searching  in  the  smoke  we  have  found  the  scams 
of  coal,  the  oil  deposits  and  the  forests  of  a  hundred 
ages  ago  dove-tailing  with  a  nice  fit  into  the  atmos- 
phere of  to-day  and  every  leaf  on  forest  and  field 
dove-tailing  into  the  atmosphere,  and  man  with  his 
busy  hand  and  brain  dove-tailing  into  them  all.  \\'e 
have  been  searching  for  the  .Almighty.  We  hold  up  as 
much  of  one  of  his  puzzles  as  our  limited  skill  has 
enabled  us  to  put  together  and  looking  at  it  say.  "Lo. 
these  are  parts  of  His  ways,  but  how  little  a  portion 
is  heard  of  Him.  Rut  the  thunder  of  His  ])ower  who 
can  understand." 

It  is.  I  think,  to  be  concluded  from  any  careful 
investigation  into  the  correlation  of  the  material  and 
the  spiritual,  that  we  reverently  bring  our  youth  from 
the  sanctuaries  of  His  spiritual  presence  to  the  jiortals 
of  that  great  temple  where  He  speaks  lo  those  who  de- 
sire to  hear  Him  through  the  medium  of  the  material 
world  in  which  we  live  and  do  the  work  He  has  given 
us  lo  do. 


Examination  for  first-class  steam  engineer  is  an- 

ncnmced  by  the  I'nited  .States  Civil  Service  Commis- 
sion on  August  ID,  1010.  to  fill  a  vacancy  in  the  posi- 
tion of  chief  engineer.  $i6oo  per  annum,  in  the  United 
States  Postoffice,  Custom  House,  and  Court  House 
Building  at  Cleveland,  Ohic 


Examination   for  second-class   steam   engineer    is 

announced  by  the  United  States  Civil  Service  Com- 
mission on  .\ugust  TO.  TOio.  at  the  places  mentiftncd 
in  the  list  printed  hereon,  to  secure  eligibles  from 
which  to  make  certification  to  fill  two  vacancies  in 
the  position  of  assistant  engineer.  $T2oo  per  annnin 
each,  in  the  United  States  Postoffice,  Custom  House, 
and   Court   House    Building  at   Cleveland,    Ohio. 


HISTORY  OF  GAS  LIGHTING  IN  MARYSVILLE. 

BY    E.    C.    JONES. 

Marysville.  named  in  honor  of  Mar)-  .Mur- 
phy, one  of  the  few  survivors  of  the  ill- 
fated  Donner  party  that  arrived  in  Califor- 
nia in  1846,  was  the  third  place  in  'Califor- 
nia to  introduce  illuminating  gas.  During 
the  pinoeer  mining  days  Marj'sville  was 
one  of  the  most  important  towns  in  Cali- 
fornia. It  is  situated  almost  at  the  geo- 
graphical center  of  the  Sacramento  valley,  on  the  east 
bank  of  the  Sacramento  river,  near  the  confluence  of 
the  Yuba  and  Feather  rivers.  Because  of  its  location  it 
was  the  natural  source  of  supply  for  the  miners  early 
operating  along  the  Yuba  and  Feather  rivers.  The 
large  population  and  the  richness  of  its  tributary  min- 
ing district  established  Marys\ille  as  a  town  of  im- 
portance. 

^^'hen  red-shirted  miners  by  the  thousands  were 
working  in  the  placer  diggings  in  the  foothills  to  the 
eastward.  Marysville  was  a  big  place  with  a  po])ulation 
as  great  half  a  century  ago  as  its  5000  of  today. 

It  is  a  flat  town,  protected  along  its  river  side  by 
a  20-foot  embankment  to  ward  off  the  menace  of  high 
water  during  the  rainy  season. 

First  Marysville  was  all  for  the  miners,  but  when 
mining  began  settling  to  a  system  of  fewer  individ- 
uals and  more  machinery,  and  agriculture  grew 
to  be  a  greater  and  greater  prospect  in  California, 
then  Marysville  became  the  storm  center  of  that  his- 
toric legal  struggle  between  the  hydraulic  miners  in 
the  foothills  and  the  farmers  in  the  valleys,  where 
the  navigable  streams  were  being  slowly  but  surely 
made  shallower  and  shallower  by  torrents  of  nuid 
from  the  hydraulic  mines.  ATarysville  found  her- 
self in  the  middle  of  a  rich.  le\el.  agricultural  area  of 
vast  proportions. 

The  farmers  were  becoming  more  numerous  than 
the  miners,  and  they  were  doubly  interested  in  pre- 
serving the  depth  of  the  river  channels,  because  of  the 
commercial  advantage  of  having  water  transportation 
to  compete  with  railroad  rates  and  because  of  the 
necessity  of  maintaining  a  channel  of  sufficient  depth 
to  avoid  the  certainty  of  ruinous  inundation  by  high 
waters  and  the  covering  of  the  adjacent  farming  lands 
with  a  deposit  of  "slickens"  from  the  nn'ning  regions. 

Today  Marysville  is  an  old  town  still  young.  The 
buildings  in  its  business  section  and  some  of  its  side- 
walk signs  proclaim  an  origin  dating  back  half  a  cen- 
tury, and  the  styles,  created  when  miners'  money  was 
dominant,  have  not  been  changed  much,  though  ]\Tarys- 
ville  has  become  a  commercial  center  of  farms  and 
orchards,  and  has  within  its  own  limits  machine  shops. 
foundries,  sash  and  door  factories,  flour  mills,  woolen 
mills  and  canneries. 

In  i8;7.  the  success  of  gas  making  in  San  Fran- 
cisco and. Sacramento  having  been  assured,  proposals 
were  made  to  the  common  coinicil  of  ^farysville  rela- 
tive to  lighting  the  citv  with  gas.  Charles  H.  Simn- 
kins.  a  prominent  citizen  of  the  place,  and  A.  F.  \\"\\- 
liams.  who  had  been  well  and  favorablv  known  in  con- 
nection with  water  ditches  in  northern  California,  made 
a  proposal  to  furnish  IMarysville  with  gas  and  water. 
Proposals   were  also  made  by  Tiffanv  and  ^^^ethered 
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of  San  Francisco,  and  by  Dr.  Teegarden  of  Marysville 
and  David  E.  Knight,  who  was  then  connected  with 
the  gas  works  in  Sacramento. 

May  22,  1858,  the  Marysville  Goal  Gas  Company 
was  incorporated  by  David  Edgar  Knight,  Charles  H. 
Simpkins  and  Adoniram  Pierce,  with  a  capital  stock 
of  $50,000.  This  was  snbscqucntly  increased  to  $100,- 
000.  May  10,  1858,  the  right  to  lay  pipes  throngh  the 
streets  of  Marysville  for  the  purpose  of  distributing- 
gas  was  granted  to  D.  E.  Knight  &  Co.  In  exchange 
for  the  privilege  the  company  agreed  to  furnish  free 
gas  for  lighting  public  buildings  so  long  as  no  franchise 
was  granted  to  any  olher  gas  com]>any.  Thus  was  the 
original  company  safe-guarded  against  compelition. 
The  work  of  constructing  the  gas  plants  was  personally 
supervised  by  Knight,  Simpkins,  and  Pierce. 

Gas  was  first  manufactured  in  Marysville  August 
18.  1858,  and  .sold  for  $12.50  a  thousand  cubic  feet. 
The  works  consisted  of  two  benches  of  3's,  iron  relents 
in  what  was  known  as  the  II  setting.    'Hie  relurt  Iiimse 


Original 


^'(i.iiiin.  I'.ioi    (",a.>!    Ilnliier.    Witli    Olimpse 
Knight   Residence. 


was  a  small.  ])rick.  t1at-rooled  warehouse,  and  the 
cai)acityof  the  works  was  18.000  cubic  feet  in  twenty- 
four  hours.  Tlie  fiat  roof  of  the  retort  house  was  found 
convenient  as  a  scalTold  while  cleaning  out  stopped 
stand  pii)cs  through  holes  in  tlu'  roof.  The  condenser 
consisted  of  a  3-inch,  ca-t-iron.  return  pii)e  located 
in  the  coal  shed.  Two  wooden  casks,  one  al)ove  the 
other,  served  the  puritose  of  the  washer  and  scrubber, 
'i'he  ])urifiers  were  made  of  wood,  and  hydrate  of  lime 
was  used  on  ])erforated.  sheet-iron  trays.  .\  3-foot 
station  motor  completed  the  sequence  of  api)aratiis  up 
to  a  20,000-cubic-foot  gas  holder. 

In  i860  the  distributing  system  consisted  of  14.- 
550  feet  of  mains,  from  which  were  served  200  con- 
sumers. The  average  output  of  gas  was  200.000  cubic 
feet  a  month.  The  first  reduction  in  price  was  made 
December  16,  i860,  in  res])onse  to  a  pul)lic  petition. 
A  system  of  discounts  was  established,  10  per  cent 
being  allowed  on  consumption  of  more  than  200  and 
less  than  1000  cubic  feet  a  week,  and  15  per  cent  dis- 
count on  all  gas  consumed  amounting  to  more  than 
1000  cubic  feet  a  week. 

In  1862  a  uniform  price  was  established  of  $10.50 
a  thousand.  In  the  spring  of  1867  the  works  was  re- 
constructed on  the  original  location. 


The  iron  work,  including  the  gas  holder  for  recon- 
structing the  gas  works,  was  shipped  from  Philadel- 
phia on  the  clipper  ship  "Old  Hickory"  some  time  dur- 
ing 1866.  The  ship  was  356  days  on  the  voyage,  and 
was  given  up  by  the  underwriters  as  lost.  The  owners 
did  not  lose  their  ship,  but  the  captain  lost  his  commis- 
sion as  her  master. 

During  1867  a  voluntary  reduction  to  $9  a  thousand 
was  made  in  the  price  of  gas.  From  the  beginning  of 
this  industry  in  Marysville  gas  was  made  entirely  from 
Cannel  coal  from  Scotland,  Ireland,  New  Brunswick  and 
Australia,  sacked  in  gunny  sacks  in  San  Francisco  and 
reshipped  by  river  steamer  to  Marysville.  Old  timers 
in  the  gas  business  will  remember  the  names  of  Bog- 
head, Ince  Hall,  Lesmahoga,  and  Albertite,  as  well 
as  Australian  shale.  The  price  of  this  coal  ranged  from 
$25  to  $50  a  ton.  Excessive  freights  did  not  warrant 
the  use  of  low-grade  coal  in  the  interior  towns  of  Cali- 
fornia, as  the  rate  from  San  Francisco  to  Marysville, 
together  with  drayage,  was  in  excess  of  the  rate  by  ship 
round  Cape  Horn.  Castor  beans,  rosin,  wool  waste, 
and  pitch  pine  were  also  used  from  time  to  time  to 
assist  in  making  gas.  Lime  was  hauled  in  half-barrel 
rawhide  baskets  from  Cave  City,  and  delivered  in 
.Marysville  at  $2  a  basket. 

The  fire  brick  used  in  the  construction  of  the 
benches  were  shipped  from  the  east,  packed  in  '•traw 
in  crates,  and  cost  $125  a  thousand.  But  there  were 
some  consoling  features  in  the  business,  as  coke  sold 
for  one  cent  a  ])ound  (unscreened)  and  tar  brought 
$7.50  a  barrel,  the  purchaser  furnishing  the  barrel. 

There  was  no  competition  until  1886,  when  an  elec- 
tric light  plant  was  established.  But  it  was  not  until 
late  in  i8()8  that  a  rival  gas  company  came  into  the 
field,  with  a  water-gas  plant  having  a  capacity  of  3000 
cubic  feet  an  hour.  March  i,  1899,  after  competition 
lasting  just  four  months,  the  two  gas  companies  be- 
came merged  under  the  new  title  of  the  Marysville  Gas 
and  Electric  Company.  The  consolidation  of  the  com- 
panies marked  the  beginning  of  a  new  era  in  selling 
gas  in  Marysville. 

.\  further  reduction  in  rates  and  persistent  mis- 
sionary work  resulted  in  placing  Marysville  in  the 
front  rank  as  a  gas-consuming  town.  In  1896  there 
were  only  si.x  places  in  Marysville  using  gas  for  fuel. 
In  less  than  six  years  more  than  300  gas  stoves  were 
installed  in  .Marysville  homes.  Today  grs  is  generally 
used  there  as  a  kitchen  fuel  and  for  heating. 

The  water  gas  sets  installed  in  1898  were  dis- 
])laced  September  i,  1901,  by  a  Lowe,  crude-oil,  water- 
gas  set,  having  a  capacity  of  90,000  cubic  feet  every 
twenty-four  hours. 

Since  the  consolidation  of  the  rival  gas  companies, 
eleven  vears  ago,  all  the  gas  used  in  Marysville  has 
been  made  at  the  works  near  the  levee,  adjoining  the 
electric  substation  of  the  Pacific  Gas  and  Electric  Com- 
liany.  At  this  works  there  is  a  20,000-cubic-foot  stor- 
age holder,  installed  in  1898,  and  a  20,000-cubic-foot 
relief  holder.  There  has  also  been  recently  installed  a 
i75.ooo-cubic-foot,  crude-oil  gas  set.  Pipes  to  the  orig- 
inal gas  works  connect  with  and  make  use  of  the  old 
20,000-cubic-foot  holder  that  came  "round  the  horn." 
Neariv  every  new  enterprise  is  stamped  at  the 
beginning  with  the  personality  of  some  one  man. 
Marysville's  gas  business  was  the  creation  of  David 
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K.  Kiii"ht.  lie  was  a  remarkable  man  in  his  town, 
lie  liad  beeii  a  i)hiinber,  a  copper-worker,  a  cobbler. 
Then  began  his  time  of  bis-.s;er  undertaking's.  He  estab- 
lished the  first  horse-car  bne  between  Marysvillc  and 
Yuba  City,  and  was  jircsident  of  the  company;  he 
owned  the  race  track  ;  he  started  tlie  first  steam  laun- 
dry, situated  wliere  the  old  Columbia  Hotel  now 
stands;  he  was  one  of  the  three  owners  of  the  Marys- 
villc Foundry  :  he  was  president  and  manager  of  the 
.Marysville  \Voolen  Mills;  and  was  president  and  man- 
ager of  the  Marysvillc  (ias  and  Electric  Company.  Th« 
Sacramento  river  boats  "Knight  No.  i"  and  "Knight 
No.  2"  were  named  after  him.  \\  hen  he  died,  Janu- 
ary 5,  1900,  the  board  of  supervisors,  of  which  he  was 
a  member,  published  in  memoriam  an  expression  de- 
claring: "lie  was  a  i)ioneer  citizen  of  our  state,  and 
one  of  that  sturdy  type  of  men  who  have  buildcd  so 
truly,  so  permanently,  and  so  splendidly  the  social  and 
industrial  structure  of  California  statehood.  As  a  cit- 
izen he  was  enterprising,  progressive,  and  judicious. 
His  life  was  full  of  substantial  accomplishments 
marked  by  uniform  justice  during  its  course  and  by  a 
beautiful  charity  at  its  close.  .\s  a  member  of  this  board 
he  was  constant  in  his  attention  to  duty,  liberal  in  his 
policy,  and  wise  and  just  in  his  counsel.  His  loss  to 
us  can  not  well  be  re|)laced,  and  wc  deem  it  a  privi- 
lege to  make  lu-rc  this  acknowledgement  of  his  worth 
and  to  ]iay  this  tribute  to  his  memory. 

Such  was  tlie  man  who  cstablishetl  the  .Marysvillc 
gas  business  now  owned  by  the  Pacific  Cas  and  Elec- 
tric Com])any. 

There  is  a  little  old  one-story  brick  l)uilding  at 
the  corner  of  Second  and  I>  streets  in  Marysville.  That 
was  the  original  gas  works.  The  front  end  of  it  is  now 
used  as  the  Marysville  office  of  the  Pacific  Gas  and 
Electric  Company.  .\l  the  corner  of  the  curb  on  two 
sides  of  the  street,  half  buried  in  the  earth,  are  two  (j1 
the  original  cast-iron  retorts  used  in  the  first  manu- 
facture of  gas  in  Marys\ille.  They  serve  now  to  pro- 
tect the  sidewalk  from  the  encroachment  of  wheels  of 
passing  vehicles.  Just  back  of  this  old  building,  loom- 
ing big  and  red  amid  shade  trees  and  huge  old  fig  trees, 
is  the  former  home  of  David  E.  Knight. 

The  writer  in  ])reparing  this  article  has  drawn 
freely  from  an  excellent  historical  sketch  entitled 
".\uld  Lang  Syne"  by  T.  R.  Parker  of  Napa,  who  wa> 
an  associate  and  warm  friend  of  David  E.  Knight,  and 
was  supermtendent  of  the  Marysville  Gas  Works  from 
1862  to  1867. 


PUBLIC    CONTROL   OF    POWER    SECURITIES 
AND  RATES.' 

BV    K.    P.    ROVCE. 

The  position  taken  by  some  of  the  state  commis- 
sions on  the  questions  of  ])ublic  policy  invoiced  in  the 
determination  of  fair  rUes  and  issue  of  securities  is  of 
interest.  In  Massachusetts  the  P.oard  of  Gas  and  Elec- 
tric Light  Commissioners  appointed  in  1885  were  at 
that  time  given  the  right  to  supervise  rates,  and  in 
1894  were  given  the  ])ower  to  control  issues  of  stock 
and  l)onds.  They  have  from  the  first  taken  the  posi- 
tion that  no  com])any  should  ha\e  outstanding  perma- 
nent securities  rejiresenling  more  than  the  fair  struc- 
tural valuation  of  the  property   without  allowance  for 

'Extract  from  an  address  before  the  Gr.-ifluate  School  of 
Harv.ard  University   on   May   16,   1910. 


working  cajiital  or  for  the  value  of  the  "going  busi-" 
ness,"  except  that  in  connection  with  the  organization 
of  a  few  new  comi)anies  they  have  made  a  small  allow- 
ance for  working  cai)ital.  The  result  has  been  that  in 
numerous  instances  they  have  refused  to  authorize 
issues  of  securities  in  whole  or  in  part  because  the  coni- 
jjanies  in  question  have  suffered  some  imi)airment  of 
their  assets,  due  either  to  depreciation  which  had  not 
been  provided  for  by  the  company,  or  perha])s  to 
changes  in  the  art  which  have  made  it  necessary  to 
buy  new  equipment  in  the  place  of  old.  In  such  in- 
stances the  companies  in  question  have  been  obliged 
to  make  up  the  deficit  due  to  impairment  of  assets 
out  of  their  earnings  before  new  securities  can  be 
issued  for  further  requirements. 

On  the  other  hand  the  commissions  in  New  York 
and  Wisconsin  have  not  thought  it  necessary  to  in- 
quire into  the  capitalization  of  the  companies  outstand- 
ing at  the  time  of  the  appointment  of  the  commission 
and  have  only  considered  the  question  as  to  whether 
or  not  the  proposed  extensions  of  capital  were  neces- 
sary for  the  requirements  of  the  business.  Under  the 
Massachusetts  law,  as  stated,  the  Board  of  Gas  and 
Electric  I-ight  Commissioners  and  the  P.oard  of  Rail- 
road Commissioners  have  the  right  to  determine-  the 
price  at  which  additional  stock  may  be  issued.  I'nlil 
within  a  year  or  two,  the  price  so  fixed  was  the  fair 
value  of  the  stock  "taking  into  consideration  the  mar- 
ket value  and  other  ])ertinent  conditions."  The  laws 
have  now  been  changed  so  that  stock  may  be  issued 
at  a  price  to  be  determined  by  the  directors,  provided 
the  commission  decide  that  it  is  not  too  low  to  be  com- 
patible with  the  public  interests.  These  law^s  were 
intended  to  prevent  stock  watering  or  to  prevent  a 
stockholder  gaining  a  material  advantage  in  case  the 
stock  of  his  company  was  selling  at  a  substantial  pre- 
mium by  being  able  to  buy  additional  stock  at  par. 
It  may  be  questioned,  however,  if  the  operation  of 
the  law  has  worked  to  the  best  interests  either  of 
the  stockholder  or  the  public.  The  result  has  been 
that  for  most  companies  there  has  been  in  fact  a 
steadily  increasing  par  value  of  the  stock  as  deter- 
mined by  the  commissioners,  and  if,  for  instance,  a 
new  issue  has  been  authorized  at  $180  or  $200  j)er 
share,  the  effect  has  been  to  place  that  par  value  on 
all  stock  previously  issued.  The  law  of  the  state  in 
providing  that  new  issues  of  stock  should  be  sold  at 
approximately  their  market  value,  has  prevented  stock- 
holders from  getting  a  large  profit  by  the  purchase  of 
new  stock  at  par  which  would  at  the  time  command  a 
higher  price  on  the  market:  but,  on  the  other  hand, 
whenever  new  stock  has  been  authorized  at  a  price 
higher  than  that  of  previous  issues  the  effect  has  been 
to  virtually  ratify  the  market  jirice  on  all  the  old  stock 
at  the  time  outstanding.  This  has  actually  created  a 
greater  inflation  than  would  have  been  caused  by  grant- 
ing authority  to  issue  new  stock  at  par. 

Undoubtedly  these  conditions  will  be  more  clearly 
understood  as  time  goes  on  and  the  commissions  will 
be  able  to  formulate  definite  policies,  which  on  the 
one  hand  will  assure  the  customer  fair  prices  with  good 
service  and  on  the  other  will  treat  the  companies  with 
projier  liberality  so  that  the  capital  without  which  they 
cannot  be  developed  wil  Ibe  furnihsed  by  conser\ati\  e 
investors. 


July  23.  1910; 
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CALIFORNIA  FUEL  OIL. 
Gas  Analysis 

(Continued.) 
UV    R.    I-.    CHKV.M.IEK. 

Reagents. 

The  reagents  used  are  as  follows : 
I'or  carbon  dioxide  (COO,  potassium  hydrate  so- 
lution   (caustic   potash)  ;   for  oxygen    (Uj,   potassium 
pyrogallatc  solution  or  phosphorus;  for  carbon  monox- 
ide  (CO),  cuprous  chloride  solution. 

Potassium  Hydrate  (caustic  potash). — 500  grams 
of  the  cummcrcial  hydrate  (^caustic  potash)  is  dis- 
solved in  one  litre  of  water ;  or,  one  part  by  weight  of 
caustic  potash  is  dissolved  in  two  parts  by  weight  of 
water.  Absorption  capacity,  i  cc  absorbs  40  cc  of  CO=. 
Potassium  Pyrogallate. — Dissolve  five  grams  of 
solid  pyrogallic  acid  in  100  cc  of  potassium  hydrate 
solution  made  by  dissolving  120  grams  of  caustic 
potash  in  100  cc  of  water.  Caustic  potash  purified 
with  alcohol  should  not  be  used  or  erroneous  results 
will  be  obtained.  Absorption  capacity,  1  cc  absorbs  2 
cc  of  oyygen. 

Phosphorus  is  a  convenient  absorbepl  for  oxygen. 
1 1  .should  be  handled  very  carefully,  as  it  is  highly  in- 
llanmiable.  it  is  used  in  the  solid  form  in  sticks  aboui 
>4  inch  in  diameter  and  three  or  four  inches  long.  It 
must  be  kept  and  handled  under  water.  Tliere  are  occa- 
sions when  the  Ursat  apparatus  is  used  in  pla-es 
where  the  temperature  is  high;  in  this  case,  phos- 
phorous should  not  be  used,  as  it  melts  at  a  low  tem- 
perature (112'  F.)  and  will  form  in  a  solid  lump  at  the 
biiUoni  of  the  pipetie,  choking  the  connecting  L'  tub-. 
I'or  the  absorption  of  o.xygen,  the  gas  is  passed  mto 
the  pipette  containing  the  phosphorous  and  kepi  m 
contact  with  it  from  three  to  five  minutes.  Phosphorous 
will  remain  serviceable  for  a  long  period. 

Cuprous  Chloride.— Is  best  prepared  by  covcrnig 
ihe  bolloni  of  a  half-gallon  bottle  with  a  layer  of  cop- 
per oxide  Yi  inch  deep,  placing  in  the  bottle  a  number 
of  copper  wires  reaching  from  top  to  bottom,  and  hll- 
ing  the  bottle  with  common  hydrochloric  acid  of  i.io 
sp.  gr.     The  bottle  is  occasionally   shaken   and   when 
the  solution  is  nearly  colorless,Jt  is  ready  for  use.    .\b- 
•sorption  capacity,  i  cc  absorbs  1  cc  of  C  ( ). 
Sampling. 
The  taking  of  the  sample  of  gas  to  be  analy/ei 
is  of  great  importance.     The'localion  of  the  ^amplnig 
nipple   should  be   given   careful   consideration,   as   i;ie 
gases  at    various  points  are  often  of  varying  compo- 
sition.    If  a  boiler  setting  were  perfectly  tight  and  no 
infiltration   of  air   took   place,   the   best   resuils   would 
be  obtained  by  placing  the  nipple  in  the  stack  ..r  tUie 
at  its  smallest  cross  section.    Usually  by  the  tune  the 
gases    reach    this    point    they    have    been    thoroughly 
mixed  and  an  average  sample  can  be  obtained  at  any 
point.    Owing  to  the  possible  leakage  of  air  through  a 
setting,  it  is  best  to  take  the  sample  near  the  furnace 
slightly  beyond  the  point  where  the  visible  flame  ends. 
In    return    tubular,    or    water    tube    boilers    with 
horizontal  baffles,  the  same  nipple  should  be  inserted 
at  the  rear  of  the  furnace,  just  before  the  gases  enter 
the  tubes,  or  the  first  pass.     In  the  case  of  water  tube 
boilers  with  vertical  baffles,  such  as  the  Babcock  & 


Wilcox,  the  saniiile  tube  should  enter  the  setting  at  or 
near  the  top  of  the  first  pass  near  the  baffles.  Means 
So  be  ])ro\i(lr(l  for  inserting  the  sanipliiig  tul)e 


sliouUI  a 

near  the  front  header. 

Whenever  possible  the  sampling  tube  should  enter 
through  the  side  wall  of  the  boiler  setting,  thereby- 
enabling  the  collection  of  samples  at  dift"erent  points 
across  the   furnace  or  pass. 

\\\  starting  with  the  sampling  tube  at  a  point  six 
inches  in  the  pass  taking  a  sample,  then  extending  the 
tube  one  foot  into  the  pass  and  taking  another  sample, 
and  so  on,  until  samples  have  been  collected  from  the 
various  points  across  the  width  of  the  pass  or  furnace, 
thereljv  averaging  these,  a  correct  compositio.i  of  the 
gas  is  obtained. 

Sampling  Tubes. 
Various  types  and  arrangements  of  sampling  tubes 
have  been  suggested  and  tried  for  securing  at  once  an 
average  sample,  but  it  is  hardly  probable  ~that  a  tube 
with  various  branches,  a  long  slit  or  a  number  of  small 
holes,  will  give  a  fair  sample,  since  the  velocity  of  the 
gases  in  the  aspirating  tube  is  such  that  most  of  the 
gas  will  be  collected  at  the  openings  nearest  the  ap- 
paratus. 

Tubing  of  l!olu-mian.  combustion  or  Gena  glass, 
or  porcelain,  should  be  used.  For  temperatures  up  to 
1200°  F.  the  glass  tubing  is  preferable.  The  porcelain 
tnlje  is  used  when  the  temperature  of  the  gases  is 
al)ove  1200°  I-',  or  when  gases  are  taken  from  the 
furnace.  The  latter  tubing  is  expensive  and  brittle, 
therefore  glass  tubing  should  be  used  whenever  pos- 
sible. Metal  tubes  such  as  iron  or  Ijrass  pipe  should 
never  be  used  unless  cooled,  as  the  comjjosition  of 
the  gaseous  mixture  is  liable  to  change  by  their  use, 
resulting  in  an  increase  of  carbon  dioxide.  The  shorter 
the  rubbir  tubing  connecting  the  sampling  tube  with 
the  Orsat  apparatus  the  lietter.  as  rubber  has  a  ten- 
dency to  absorb  gas. 

(To  l)e  cnti'  inii"''.i.> 


CONDENSERS  FOR   SMALL  CENTRAL 
STATIONS.' 

\>.\   II  \i;kv  hi; m  i\</iiin. 

It  is  the  purpose  of  this  paper  to  set  forth  the 
etYect  of  vacuum  on  the  steam  consumption  of  various 
types  of  prime  movers  and  to  discuss  briefly  the  ele- 
mentary facts  of  condensation. 

The  maximum  efficiency  piLssihIe  for  any  heat 
engine  is  determined  by  dividing  the  dilTerence  be- 
tween the  absolute  temperature  at  which  the  working 
fluid  is  received  and  the  temperature  of  rejection  by 
the  temperature  at  which  the  fluid  is  received, 
from  which  it  is  evideiil  that  any  lowering  of  the 
temperature  of  rejection  greatly  increases  the  effi- 
ciency of  the  heat  motor.  The  curves  of  a  diagram 
arranged  to  illustrate  this,  show  graphically  the  the- 
oretical increase  in  efficiency  due  t..  re<lucing  the 
exhaust  temperature  and  pressure. 

It  is  seen  that  the  higher  vacuum  employed,  the 
greater  is  the  increase  of  an  ideal  engine,  for  each 
fnch  in  vacuum.     Thus,  while  at  20-in.  vacuum  an  in- 


-Exti-act  from  iKiper  read  at  Sixtli  .Annual  Convention 
Southwestern  Electrical  and  Gas  Association,  Beaumont,  Texas, 
May    14.    1910. 
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crease  of  vacuum  to  21  in.  adds  only  3  per  cent  efti- 
ciency,  the  increase  in  efficiency  resulting  in  increas- 
ing the  vacuum  from  28  to  29  in.  is  as  much  as  15 
per  cent.  A  glance  at  a  steam  table  will  at  once 
explain  this,  for,  while  the  drop  in  temperature  of 
saturated  steam  from  20  to  21  in.  vacuum  is  only  5  de- 
grees F.,the  drop  from  28  to29  in.  is 22  degrees  F. ;  from 
another  point  of  view,  the  pressure  multiplied  by  the 
increase  in  volume  of  a  pound  of  steam  from  20  to  21 
in.  is  286  foot-pounds,  while  from  28  to  29  inches,  it  is 
1 137  foot-pounds.  In  the  above  and  throughout  this" 
paper,  unless  otherwise  stated,  reference  is  made  to  a 
30-inch  barometer,  that  is,  a  28-in.  vacuum  means  an 
absolute  vapor  pressure  of  2  in. 

Certain  types  of  prime  movers  are  capable  of  util- 
izing low  back  pressure  more  than  others.  We  can 
divide  all  heat  engines  working  with  steam  into  re- 
ciprocating engines  and  steam  turbines.  Recipro- 
cating engines  can  in  turn  be  divided  according  to  the 
speed,  the  number  and  type  of  valves,  and  the  num- 
ber of  cylinders.  The  economy  to  be  derived  from 
running  condensing  any  of  these  various  engines  will 
in  general  depend  on  the  steam  saving  in  each  case, 
the  value  of  steam  and  the  cost  of  vacuum. 

The  simple  slide  valve  engine,  subject  to  great 
losses  due  to  wire  drawing  in  the  valve,  large  clearance 
spaces  and  considerable  cylinder  condensation,  usually 
consumes  from  30  to  50  pounds  steam  per  brake  horse- 
power when  running  non-condensing,  depending  upon 
the  type  of  governor  and  the  load.  Even  this  engine, 
ill  adapted  as  it  is  to  derive  benefits  from  reduced 
back  pressure,  shows  considerable  improvement. 

The  single  expansion,  slow  speed,  four-valve  en- 
gine is  more  efficient  and  the  table  below  shows 
how  the  economy  of  this  type  of  engine  is  afifected  by 
the  condenser.  Roughly  speaking,  the  steam  con- 
sumption is  reduced  25  per  cent. 


TABLE     1.— STE.\M    CONSUMPTION    OF    SINGL,K 
FOUR-VAUVK   ENGINES. 


Type 


NonCondensing 


(JVIjI.N1>1;K 


i/.~ 

''™ 


Corliss,    Jacketed    Peabody.     Thermodynamics 

Fleming    Prof.  Carpenter,  June  28. . . 

1905,  Cornell  University  . . . 

Fleming    Prof.  Spangler,  June  6 

1905,  Univ.  of  Penn 

Corliss     Peabody    Thermodynamics . 

Corliss     ....    Barrus,  Engine  Tests.  P.  4T  . 

Corliss     Barrus,  Engine  Tests,  P.  126 


237.0 

,217.9 


21.5 
22.16 


132.0      22.24 


120.0 
506.0 
342.0 


23.9 
25.S 
25.9 


Condensing. 

Corliss,   Jacketed    Peabody    Thermodynamics.  .  155.0  16.5 

Poppet  Valves,  Jacketed.Zeit,     D.    V.     D.     Ing.    Aug., 

1905,  P.   1310    262.0  15.0 

Gridiron    Valves    Barrus,   Engine   Tests,  P.  101.613.0  18.5 

Corliss     Barrus,   Engine   Tests,  P.  118.554.0  19.45 

Slide  Valve    3arrus,   Engine   Tests,  P.  88. .213.0  22.0 

Corliss     Peabody,    Thermodynamics.  .  145.0  19.1 

(Oebhardts  'Steam  Power  Plant  Engineering.") 

The  compound  engine  with  Corliss  valves  is  of 
more  general  importance.  The  economy  of  using  con- 
densers with  this  type  of  engine  is  much  greater  than 
with  simple  engines.  This  arises  from  the  fact  that 
the  exhaust  valves  open  more  widely,  that  there  is 
a  less  range  of  temperature  and  hence  less  condensa- 
tion in  each  cylinder,  and,  also  because  the  ratio 
of  expansion  can  be  made  greater.  The  results  of  a 
number  of  tests  of  compound  engines,  as  reported  in 


the  various  technical  papers  and  proceedings  are  given 
in  the  following  tables.  The  steam  per  horsepower 
hour  decreases  with  the  increasing  size  of  the  engine. 
Likewise,  the  economy  derived  from  condensing  appa- 
ratus increases  as  the  engine  size  increases. 


T.\BL.l': 


Type 


-STE.XM   ('ONSUMrT:i>N  OF   CGMPOUNIi    K.NiilNES. 


Reiert-nces 


3. 

X 


Non-condensing     

Williams     Peabody,    Thermodynamics..    39.6 

Williams     Peabody,   Thermodynamics..    33.0 

Ball,      Chicago        Public 

Library     lOng.    Record,  Aug.   6,    1908..  187. 5 

Westlnghouse  Marine    ..Power,    Aug.,    1903    540. 

Skinner,   Cross    Comp. .  .Power,   July,    1906    375. 

Buffalo,    Tand.    Comp.  .  .  EU-c.  World,  May  23,  19U3...121. 
Reeves.Vert.Cross-Comp.lOng.   Record,  July    1,   1905...  185.0 

Cross     Comp.,     4   -  slide 

valves     Barrus,    Engine    Test.s.    I''age 

18  1     I  SB. 7 

4-Cyllnder   Comp.    Loco- 
motive, No.  2512,  Penn.  ■ 

System    Tests     made     at     Louisiana 

E.\p.,    1904    495.0 

(Condensing. 

Cross  Comp.  Corliss,  At- 
lantic  Mills   Prov Aniii.    i:iec.    June,    1903 500. 0 

LeavlttPumplng  Engine, 

Louisville,    Ky Trans.    A.    S.    M.    E.,    Vol.    16, 

P.    169    648.0 

Rice    &   Sargent   Corliss, 
Amn.    Sugar    Refinery, 

Brooklyn    Trans.    A.    S.    M.    E.,    Vol.    24, 

P.    1274    627.0 

Fleming  Four  Valve   ...Trans.    A.   S.    M.    E.,    Vol.    25, 

P.    212    348.0 

WUIlams  Vertical,  N.    Y. 

Navy    Yard    Power,    Oct.    1903.   P.    583 340.0 

(Gebhardt's  "Steam   Power   Plant  Engineering.") 


■  X 

£x 


19.2 
21.4 

21.14 

19.3 

21.14 

22.3 

20.0 


12.10 
12.13 
12.60 


Turning  now  to  the  steam  turbine,  we  find  that 
this  type  of  heat  motor,  owing  to  the  greater  ratio 
of  expansion  and  the  fact  that  there  is  no  alternate 
heating  and  cooling  of  metal  surfaces  to  cause  con- 
densation within  the  turbine,  derives  the  greatest  ben- 
efit from  condensing  apparatus.  In  the  turbine,  the 
steam  is  allowed  to  expand  completely  to  condenser 
pressure  while  doing  work.  The  increase  in  economy 
of  a  300  kilowatt  Parsons  turbine  with  increase  in 
economy  amounts  to  40  per  cent,  corresponding  to 
a  reduction  in  steam  consumption  from  34.1  pounds  to 
21  pounds  per  kilowatt  hour. 

The  lessened  steam  consumption  due  to  operating 
under  reduced  back  pressure  is  not  the  only  important 
advantage  to  be  derived  from  running  condensing. 
Besides  the  saving  in  steam,  which  represents  a  coal 
saving,  there  is  the  increase  in  the  capacity  of  the 
plant  to  be  considered.  With  the  same  boiler  equip- 
ment, we  see  that  we  can  obtain  more  power  per 
pound  of  steam  when  running  condensing  than  when 
running  non-condensing.  Let  us  assume  for  instance, 
that  a  given  equipment  of  boilers,  engines,  buildings, 
etc.,  cost  $100.00  per  horsepower,  and  that  the  size 
of  the  plant  is  500  horsepower.  By  installing  a  con- 
denser, the  capacity  of  the  plant  could  be  readily  in- 
creased to  625  horsepower,  reducing  the  cost  per  horse- 
power, excluding  for  the  present,  the  cost  of  the  con- 
denser, to  500x100  equals  $80.00.  Thus,  there  would 
625 

be  warranted  an  expenditure  of  about  $20.00  'per 
horsepower  for  condensers.  This  is  many  times  the 
cost  of  a  highly  efficient  surface  condenser. 
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Principles  of  Condensation. 

The  condensation  of  steam  can,  fur  our  present 
purpose,  be  considered  as  a  very  simple  process.  .\ 
pound  of  steam  at  a  pressure  of  i>l,  in.  absi)lutc,  C(.ir- 
resiMJuding  practically  to  3  in.  of  mercury  or  i-j  in. 
vacuum,  referred  to  a  30-in.  barometer,  will  occujjy, 
as  may  Ije  found  in  the  steam  tables,  a  volume  of  231.8 
cu.  ft.,  and  will  have  a  temperature  of  115  degrees  F.  If 
the  steam  is  saturated,  that  is,  in  contact  with  water, 
the  temperature  will  remain  the  same  so  long-  as  the 
pressure  remains  unchanged. 

If  this  steam  pressure  is  maintained  within  a  con- 
denser that  is  receiving  steam  constantly  from  an  en- 
gine or  turbine,  a  volume  and  weight  of  steam  nuist 
be  condensed  during  each  minute  equal  to  the  rate 
of  inflow,  otherwise  the  pressure  and  temperature  of 
the  steam  within  the  condenser  will  be  raised  by  coni- 
])ression.  Now  to  condense  one  pound  of  steam  at 
the  pressure  and  temperature  given  requires  the  ab- 
straction of  1027  b.  t.  u.,  the  latent  heat  of  the  steam 
under  these  conditions. 

As  a  pound  of  water  will  al).sorb  one  tiiermal  unit 
when  its  temperature  is  raised  i  degree  !•'.,  51.4  pounds 
of  water  raised  through  a  range  of  20  degrees  !•".  of 
temperature  will  therefore  be  required  for  each  pound 
of  steam  condensed.  Similarly  34.2  pounds  raised  30 
degrees  F. ;  25.7  pounds  raised  40  degrees  V .,  or  20.5 
pounds  raised  50  degrees  1'".  may  be  used  to  perform 
the  same  duly.  The  temperature  at  which  cooling  or 
circulating  water  is  received  is  usually  fixed  by  the 
conditions  and  surroundings  of  the  power  plant.  The 
temperature  to  which  the  water  can  be  raised  is  lim- 
ited by  the  temperature  of  the  steam,  and  a  perfect 
condenser  would  heat  tiie  circulating  water  to  this 
temperature,  and  would  require  the  theoretically  miui- 
uuini  amount.  I'ractically,  however,  there  must  be 
some  difference  in  temperature  between  the  steam  and 
the  water  in  order  that  the  heat  may  flow  from  the 
steam  to  the  water,  as  tiirough  the  metal  tubes  of  a 
surface  condenser.  In  a  jet  condenser,  where  the 
steams  comes  into  immediate  actual  contact  witii  the 
water,  conditions  are  different,  and  if  through  inlcr- 
mi.xture  is  secured  the  temperature  of  the  water  may 
]>e  lironght  very  close  indeed  Kj  that  of  the  steam. 

L'nder  the  simple  conditions  above  assumed,  and 
assuming  a  perfect  condenser,  the  vacuum  is  deter- 
mined and  solely  by  the  temperature  and  amotnit  of 
cooling  water  available.  That  is,  if  the  amount  of 
cooling  water  is  so  limited  that  it  must  be  heated 
to  120  degrees  I",  in  order  to  absorb  all  the  heat  of 
the  steam,  the  best  possible  vacuum  would  be  26.56 
in.  If  there  is  sufficient  cooling  water  to  absor!)  all 
the  heat  with  a  rise  of  temperature  to  no  degrees  I'. 
the  best  obtainable  vacuum  would  be  27.41  in.,  simi- 
larly for  100  degrees  28.07  '"■•  '"'*'  ''^''  '^"  degrees, 
28.58  in.,  for  80  degrees,  28.97  in.,  for  70  degrees.  21J.26 
in.,  and  for  Txd  degrees,  29.48  in.  .\  condeiiser  l),iscd  on 
these  facts  would  consist  then  f)nly  of  means  oi  cir- 
culating the  cooling  w^ater,  of  bringing  the  steam  and 
water  together  and  of  removing  the  water  resulting 
from  the  condensation  of  the  steam. 

In  practice,  however,  the  problem  is  much  com- 
plicated by  the  entrance  of  another  element,  namely 


air,  and  it  is  the  influence  of  air  iu  the  condenser  that 
proves  a  stumbling  block  to  many  who  attempt  to 
understand  the  workings  of  a  condenser. 

The  important  fact  to  be  kept  in  mind  is  Dalton's 
law  of  mixed  vapors,  wdiich  may  be  stated  in  this 
wise:  "A  constant  weight  of  gas  maintained  at  a 
constant  temperature  confined  in  a  vessel  of  constant 
volume  exerts  the  same  pressure  upon  the  walls  of  that 
vessel  regardless  and  independently  of  any  other 
gas  or  vapor  present  or  introduced  into  the  vessel." 

Air  and  water  vapor  in  a  condenser  obey  this 
law  of  mixed  gases.  That  is,  if  the  temperature  of  the 
condenser  is  101.5  degrees  F.,  the  pressure  due  to  the 
water  vapor  in  that  condenser  is  exactly  one  pound 
per  square  inch.  The  total  pressure  in  the  condenser 
may  be  something  quite  different,  as  i>^  pounds  per 
square  inch,  in  which  case  the  additional  ^  pound 
must  be  due  to  the  presence  of  some  other  vapor  or 
gas,  such  as  air. 

The  amount  of  air  present  is  easily  calculated 
from  lioyle's  and  Alariotte's  laws,  namely,  that  at  con- 
stant temperature  the  pressure  of  the  gas  varied  in- 
versely as  its  volume  and  that  at  constant  volume  the 
pre.s-sure  varies  directly  as  the  temperature  measured 
from  the  absolute  zero,  namely,  463  degrees  F..  Com- 
bining the  two  laws  we  have  the  formula:  PV  =  RT, 
in  which  if  P  is  pounds  per  square  inch,  V  cubic  feet 
per  pound  of  gas  and  T  absolute  degrees  temperature, 
!■".  and  the  constant  R  yj. 

\\  ith  this  explanation,  let  us  return  to  the  con- 
sideration of  what  goes  on  in  the  condenser.  At  the 
iidel  opening  we  have  a  constant  inflow  of  practically 
pure  water  vapor  with  only  a  very  small,  almost  neglig- 
ible percentage  of  air.  This  vapor,  upon  striking  the 
cold  circulating  water  rapidly  condenses,  becoming- 
richer  in  air  until,  at  the  extreme  part  of  the  condenser 
we  ha\e  a  mixture  of  which  air  constitutes  an  im- 
portant part. 

Mow  much  water  \apor  and  how  much  air  there 
will  be  in  a  cubic  foot  of  the  mixture  at  this  farthest 
point,  which  should  be  the  location  of  .the  air  pump 
suction,  we  can  determine  if  we  know  the  total  pres- 
sure in  the  condenser  and  the  temperature  at  the  air 
pump  suction.  The  pressure  is  practically  uniform 
throughout  the  condenser.  Let  us  suppose  that  it  is 
1/4  pounds  per  square  inch,  as  assumed  above,  then 
the  tetnperature  at  the  inlet  where  there  is  practi- 
cally pure  water  vapor  -will  be  115  degrees  F.  As- 
sume that  the  temperature  of  tli-e  mixture  at  the  air 
j)ump  suction  is  60  degrees  I-".  I'Vom  the  steam  table 
we  readily  determine  the  weight  of  a  cubic  foot  of 
steam  at  60  degrees  F.  .00082S  pounds,  and  the  pres- 
sure corresponding  to  60  degrees  F.,  or  '-4  pound. 
Subtracting  this  from  I'j  pounds,  the  total  pressure, 
the  best  oljtainable  \'ocuum  would  be  27.07  in.,  and  for 
we  get  the  ])artial  pressure  of  the  air,  and  knowing  its 
temperature  and  volume  we  obtain  its  weight.  .\s  a 
cubic  foot  of  air  at  60  degrees  F.  and  14.7  pounds  per 
square'  inch  pressure  weighs  .o~C^  pound,  we  can  cal- 
culate by  means  of  the  abo\-e  formula,  that  each  cubic 
foot  of  the  mixture  will  then  contain  .00645  pound  of 
air,  and  it  will  be  seen  that  the  air  puinp  capacity  re- 
(piired  is  determined  solely  by  the  number  of  pounds 
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of  air  entering  the  condenser  per  minute,  and  the  tem- 
perature and  pressure  at  which  the  mixture  is  with- 
drawn. As  will  be  seen,  a  high  vacuum  is  iiupossil>ie 
without  a  cold  air  pump  suction  and  a  hot  air  pump 
necessarily  implies  a  low  vacuum. 


ECONOMY    IN    LARGE    TURBINE    ELECTRIC 
PLANTS. 

"'i"he  centering  of  power  generation  into  .i  single 
generating  plant  for  any  large  establishment  :s  acconi-' 
plished  by  economics  in  power  generation, "says  Profes- 
sor Dugald  C.  Jackson,  the  newly  elected  president  of 
the  American  Institute  of  Electrical  Engineers,  "that 
are  of  themselves  appreciable,  besides  contributing  to 
reliability." 

"Without  the  electrical  distribution  of  the  power,  " 
continues  Professor  Jackson,  "such  concentration 
could  not  be  adequately  carried  out  at  all.  Moreover, 
whatever  limitations  still  e.xist  toward  improving  the 
economy  by  completely  concentrating  the  power  gen- 
eration in  any  industrial  establishment,  exist  with 
respect  to  the  prime  movers  and  not  with  respect  to 
the  electrical  distribution  of  the  power.  Where  hy- 
draulic prime  movers  are  to  be  considered,  the  con- 
centration may  ordinarily  be  made  as  complete  as  the 
conditions  of  the  water  supply  will  permit,  since  the 
charges  on  account  of  first  cost  of  installation  and 
the  labor  cost  of  operating  practically  dominate  the 
cost  of  the  power  developed,  and  these  may  ordi- 
narily be  expected  to  decrease  per  unit  of  output  as 
the  capacity  of  the  plant  is  increased,  under  conditions 
of  equal  or  improved  load-factor.  An  equivalent  con- 
dition has  not  heretofore  existed  where  steam  prime 
movers  have  been  used.  Since  neither  labor  cost  nor 
steam  economy  are  much  improved  by  increasing  a 
steam-electric  generating  plant  over  a  size  of  a  few 
thousand  kilowatts  capacity  when  reciprocating  en- 
gines are  used,  the  need  of  extreme  concentration  of 
individual  plants  has  not  heretofore  been  acutely  felt. 

"But  the  advent  of  large  steam  turbines  has  al- 
tered the  conditions.  Plants  equipped  with  these  ma- 
chines installed  in  association  with  boilers  provided 
with  adequate  labor-saving  appliances  may  be  oper- 
ated with  labor  costs  that  vie  with  the  labor  costs  per- 
taining to  hydraulic  generating  plants  equipped  with 
machines  of  equal  size;  and  the  steam  economies  de- 
rived from  the  newer  steam  turbines  are  remarkably 
satisfactory.  The  operating  economies  of  large  steam- 
turbine  plants,  either  in  respect  to  the  use  of  labor 
or  the  use  of  fuel,  do  not  however  seem  to  be  ex- 
hausted within  the  limits  of  capacity  yet  attained  in 
even  the  largest  generating  plants  now  in  commis- 
sion. Moreover,  the  first  cost  per  kilowatt  of  capacity 
of  plant,  including  land,  buildings,  and  machinery, 
falls  ofif  in  an  important  degree  for  the  larger  steam 
turbine  plants,  until  such  a  plant  may  nearly  rival  a 
hydroelectric  plant  in  the  gross  cost  per  kilowatt-hour 
of  energy  delivered  at  the  switchboard,  through  the 
fact  that  the  fuel  cost  pertaining  to  the  steam-turbine 
plant  has  an  oftset  in  the  charges  caused  by  larger 
first  cost  per  kilowatt  of  capacity  of  hydraulic  plant.  ' 


THE  PLACE  OF  STEAM  TURBINES. 

Concerning  the  choice  between  steam  Uubines  or 
piston  engines  for  power  in  mill  plants,  Mr.  F.  W. 
Dean,  of  Boston,  says  in  a  recent  paper : 

There  is  no  doubt  that  where  electricity  is  to 
l)c  used  the  turbine  should  be  chosen.  It  is  fully  equal, 
if  not  superior,  in  economy  to  the  piston  engine.  It 
requires  less  room,  less  foundation,  less  oil,  the  wear 
is  almost  nothing,  and  the  fact  that  oil  is  not  used 
in  the  steam  renders  it  practicable  to  use  condensed 
steam  for  feed  water.  This  is  of  great  advantage  in 
bad  water  districts,  and  means  freedom  from  boiler 
difficulties,  and  the  absence  of  water  purification 
devices. 

The  turbine  does  not  lend  itself  to  belt  driving, 
and  in  cases  where  electricity  is  not  desirable  the 
piston  engine  will  hold  its  place.  Such  cases  are 
mills  where  nearly  all  of  the, machinery  operates  sim- 
ultaneously, as  in  textile  mills,  and  in  which  there 
is  an  opportunity  for  simple  direct  drives  by  belts 
or  ropes.  In  this  case  the  cost  of  installation  and 
of  fuel  is  less  than  by  any  other  combination.  Where 
there  are  tools  or  machines  that  operate  intermittently 
the  electric  system  is  advisable,  and,  in  my  opinion, 
direct  current  is  to  be  preferred  to  alternating  on 
account  of  the  absence  of  power  factor  troubles,  in 
many  cases,  however,  it  is  not  practicable  to  use  direct 
current  on  account  of  the  length  of  transmission.  In 
some  machine  shops  I  have  known  the  power  factor 
to  be  as  low  as  60  per  cent,  which  means  that  the 
generator  will  give  only  60  per  cent  of  the  power 
that  it  would  give  if  the  power  factor  was  100  per 
cent,  which  it  would  be  if  it  was  carrying  a  lighting 
or  an  electrolytic  load.  The  other  40  per  cent  takes 
the  form  of  a  wattless  current  which  has  no  capacity 
to  do  work,  and  which  vibrates  back  and  forth  between 
the  generator  and  motors,  having  no  effect  except  to 
heat  the  generator,  wires  and  motors.  The  wattless 
current,  I  understand,  does  not  consume  or  waste 
power,  except  the  equivalent  of  the  heat  generated. 
In  chocolate  factories  the  power  factor  I  have  found 
to  be  about  70  per  cent.  In  any  factory  where  the 
load  is  intermittent  the  power  factor  will  be  low. 

In  regard  to  the  reliability  of  turbines  I  know  of 
a  500  k.w.  turbine  that  has  run  24  hours  per  day 
without  stopping  for  11  months.  It  was  stopped  for 
general  examination  and  showed  no  sign  of  wear, 
nine  cents  were  spent  for  repairs,  and  it  was  then 
started  again.  It  then  ran  14  months  24  hours  per 
day  without  stopping  and  is  now  stopped  for  con- 
nection with  a  new  switchboard.  It  will  be  examined, 
l)ut  the  only  known  defect  is  slight  leakage  of  a  valve. 
Another  turbine  in  the  same  house  has  made  one  run 
of  three  or  four  months  and  one  of  one  month,  both 
without  stopping.  It  has  not  been  used  as  much  as 
the  other  because  the  other  kept  going. 

In  very  large  central  power  stations  nothing  but 
turbines  should  be  given  the  slightest  consideration 
for  they  are  the  cause  of  the  w^onderfull)'  low  co'^t 
of  power  for  the  reasons  above  stated,  which  appear 
in  such  cases  in  maximum  form. 
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964,341.  Method  of  utilizing  Spent  Fire-gases  from  a  Fur- 
nace for  Firing  Further  Furnaces.  Hermann  Uihlein,  Nurem- 
herg,  Germany.  The  method  of  utilizing  spent  fire  gases  from 
a  furnace  for  tiring  further  furnaces,  which  consists  in  pas.s- 
ing  the  spent  fire  gases  from  any  furnace  over  glowing  carbon 
of  any  kind  at  disposal  charged  into  generators  beneath  fol- 
lowing furnaces,  so  as  to  reduce  their  carbonic  acid  to  car- 
bonic oxid  and  to  oxidize  small  quantities  of  the  glowing  car- 


bon to  carbonic  oxid,  in  burning  the  regenerated  gases  with 
air  for  heating  the  respective  furnaces,  and  repeating  the 
process  with  the  si)ent  fire  gases,  so  formed  in  the  then  fol- 
lowing furnaces  until  the  spent  fire  gases  from  the  last  fur- 
naces are  allowed  to  escape  through  a  chimney,  care  being 
taken  that  the  temperature  of  the  glowing  carbon  does  not 
sink  beneath  a  determined  limit,  at  which  moment  it  is  re- 
placed b  ya  fresh  charge  of  glowing  carbon. 

963,764.  Electric-Circuit  Interrupter.  Ford  W.  Harris, 
Wilkinsburg,  I'a.,  assignor  to  W'cstinghouse  Electric  «fe  Manu- 
facturing Company.  In  a  circuit  interrupter,  the  combination 
with  stationary  and  movable  contact  members,  a  latch  for 
holding  the  members  normally  in  engagement,  and  a  trip- 
ping magnet  for  the  latch  having  a  movable  core  member,  of 


two  double-strip  current-conducting  spirals  having  rigidly 
mounted  outer  ends  and  rigidly  connected  but  jointly  movable 
inner  ends,  a  device  for  supporting  the  movable  core  nu'iuber 
in  its  no-load  position,  and  means  for  adjustably  cuuiHciiiig 
said  device  to  the  inner  ends  of  the  spirals. 

964,474.  Manufacture  of  Incandescent  Electric  Lamps. 
Dennis  Joseph  O'Brien,  San  Francisco,  Cal.,  assignor,  by  mesne 
assignments,  to  William  P.  Fairman,  Philadelphia,  Pa.  The 
herein  described  process  for  the  manufacture  of  electric  tube- 
lamps  which  includes  the  following  operations,  viz:  preparing 
the  tube  for  the  exhaust-pump;  glanding  the  tube  outwardly 
and  laterally;  inserting  the  filament  in  the  open-ended  tube 
and  anchoring  the  ends  of  the  filament  to  the  glands:  capping 
the  glands  and  fitting  both  their  caps  and  the  outer  ends 
of  the  anchors  for  connection  in  an  electric  circuit;  punii'Ing 
the  air  out  of  the  tube  and  sealing  the  tube. 


963,811.  Governing   Mechanism  for  Elastic-Fluid   Turbines. 

Frederick  Samuelson,  Rugby,  England,  assignor  to  General 
Electric  Company.  An  elastic  fluid  turbine  mechanism  for 
controlling  the  admission  of  motive  fluid  to  the  turbine  wheel 
comprising  a  cylinder,  means  supplying  lubricant  under  pres- 
sure to  the  turbine,  a  piston  operatin.g  in   said  cylinder  and 


acted  upon  on  one  side  jjy  the  jjressure  of  the  motive  fluid 
.supplied  to  the  turbine  and  on  the  other  side  by  fluid  under 
pressure  from  said  means,  a  pilot  valve  operated  by  the  tur- 
bine governor  for  controlling  the  admission  of  fluid  from  said 
means  to  the  cylinder  and  its  exhaust  therefrom,  and  a  follow- 
up  device  for  the  pilot  valve, 

963,867.  Electric-Control  System.  William  .M.  '•liubb, 
San  Francisco,  Cal.  In  an  electric  control  system,  a  divided 
circuit,  a  resistance  in  each  circuit,  points  of  equal  potential 
on  the  resistances,  contacts  on  said  points,  a  conductor  con- 
necting the  contacts  and  electro-magnetic  means  in  the  con- 


vi: 
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ductor  operated  by  the  movement  of  one  contact  to  a  point 
of  different  potential  to  cause  a  solenoid  to  be  energized,  an 
iron  core  in  the  solenoid  connected  with  the  other  contact 
point  and  adapted  to  be  moved  by  the  solenoid  to  cause  the 
contact  point  to  move  to  a  point  of  like  potential. 

963,735.  Electric  Switching  Device.  Christian  Aalborg, 
Wilkinsburg,  Pa.,  assignor,  by  mesne  assignments,  to  West- 
inghouse  Klectric  &  Manufacturing  Company,  East  Pittsburg, 
Pa.    In  a  switching  device,  the  combination  with  a  plurality  of 


sets  of  stationary  sontact  terminals  disposed  in  pairs  in  ad- 
jacent planes;  of  two  s|)ring-connected  but  independently  mov- 
able contact-bearing  switch  arms  adapted  to  electrically  con- 
nect and  disconnect  said  pairs  of  stationary  contact  terminals, 
and  means  for  effecting  a  quick  separation  of  each  switch  arm 
from  the  corresponding  stationary  contact  terminals. 


7S 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


(Vol.  XXV     No.  4 


Journal  of  Electricity 


POWER  AND  GAS 


^i 


T 


PUBLISHED  WEEKLY  BY  THE 

echnical  Publishing  Company 


E.  B.  Strong.  President 

A.  H.  H.ALLORAN.  Vice  President  and  Manauinir  Editor 

C.  L.  Cory.  Secretary. 

DIRECTORS 

R.  J.  D.wis      A.  M.  Hunt      A.  H.  H.\lloran     C.  L.  Cory       E.  B.  Stronjg 

604  Mission  Street,  San  Francisco 


EASTERN  OFFICE.  150  NASSAU  STREET.  NEW  YORK 

C.  N.  M.tNFRED.  Eastern  Mananer 

LOS  ANGELES  OFFICE.  107  SECURITY  BUILDING 

TERMS  OF  SUBSCRIPTION 
United  States.  Cuba  and  Mexico.. per  year.  $2.50 


Dominion  of  Canada --- 

Otlier  Foreien  Countries  within  the  Postal  Union 

Single  Copies.  Current  Month each 

Single  Copies,  prior  to  Current  Month 


3.50 

5.00 

.10 

.25 


iNOTICE  TO   ADVERTISERS 
Changes  of  advertising  copy  should  reach  this  office  ten  (lays  in   adranee  oj 
date  uf  issue.      New  advertisements  will  be  accepted  up  to  noon  of  Monday  dated 
Saturday  of  the  same  week.    Where  proof  is  to  be  retu;ned  for  approval.  Eastern 
adyertisers  should  mail  copy  at  least  thirty  days  in  advance  of  dale  if  issur 

Entered  as   second-class    matter  at  the  San   Francisco  Post  Ul; ...    ,:i      1  he 

Electrical  Journal."  July  18^5. 
Entry  changed  to  "The  Journal  of  Electricity."  September.  1895. 
Entry  changsd  to  "The  Journal  of  Electricity.  Power  and  Gas."   August  15.  1899. 
Entry  clianued  May  1.  1906.  to     The  Journal  of  Electricity.  Power  and  Gas." 

Weekly. 

FOUNDED     ia«7    *■  THE 
PACIFIC   LUMBERMAN,   CONTRACTOR   AND   ELECTRICIAN 


CONTENTS 

Electrical  Dehydration  of  Oil   65 

Tlie  Cluircli  .iiid  Technical  Education 67 

By  G.  IV.  Dickie. 

Kxamiiiaticiii  for  l''ir!,t  and  Second  Class  Steam  Engineers 70 

I  li:;tor>  of  Gas  Lighting  In  Marysvillc 70 

By  E.   C    .liiiics. 

Piil)lic  Control  of  Power  Securities  and  Rates 72 

By  f.  P.  Koya: 

California    Oil    Fuel 73 

By  K.   I'.   Chnalicr. 
Gas  Analysis. 

Condensers  for  Small  Central  Stations 73 

By  Harry  Koiiingion. 

The  Place  uf  Steam  Turbines 76 

Economy  in  Large  Turbine  Electric  Plants 76 

Patents 77 

Metlunl    of    Utilizing    Spent    l''ire-Gases    frcim    a    Furnace 

fur  Firing  Further  Furnaces. 
Muiiufacture    of   Incandescent    Electric    l^imps. 
Electric  Circuit   Interrupter. 

Governing   Mechanism   for    Elastic    F]ui<l    Turliines. 
Electric  Control   System. 
Electric    Switching-    Device. 

Editorial 78 

Electric.'il   Prerii)itati<»ti   of  Suutke. 

Personals 79 

Fuel  Investigations  by  Bureau  of  .Mines 79 

N.  A.  S.  E.  News 79 

Industrial  80 

New   Heating  Devices. 
Trade   Notes. 

Universal  Shears  for  Channels,  .\ngles  and  Plateo. 
Witt  Automatic   Feed   Water   Regulator   and   Oil   Burner 
Governor. 

News  Notes.;- 84 


Electrical 
Precipitation  of 
Smoke 


I'lif  siiinkc  trouhUs  of  ilie  power  plant  arc  small 
as  comparcil  with  tliuM'  nf  the  smelter.  Kvery  week 
we  read  of  some  snieller  llial  has 
been  closed  down  because  of  al- 
leged damage  to  stirroundiiig  vege- 
tation from  the  sulphur  dioxide  re- 
sulting from  the  treatment  of  sulphide  ores.  .Many 
attempts  have  been  made  to  remove  the  sulphur  from 
the  smelter  fumes,  filtration  through  woolen  bags 
being  one  of  the  most  successful.  esi)ecia!ly  at  the 
plants  around  Salt  Lake  City. 

.\  new  process  of  electrical  precipitation.  de\ised  by 
Dr.  M.  G.  Cottrell  of  the  University  of  California,  was 
described  by  him  at  the  San  Francisco  meeting  t>f  the 
American  Chemical  Society  last  week,  the  precipita- 
tion of  suspended  matter  being  accomplished  bv  the 
discharge  of  a  high  voltage  direct  current.  This  phe- 
nomena is  closely  allied  to  the  disruptive  conduction 
of  the  Geissler  tube  which  is  used  in  the  Moore  bght. 
Under  the  influence  of  this  current  the  charged  gas 
particles  migrate  to  a  lead  ])late  where  they  are  i-ve- 
cipitated  and  finally  recovered  as  dilute  sulphuric  acid. 
.\n  alternating  current  is  stepped  up  through  a  irans- 
former  to  40,000  volts  and  rectified  by  meaiis  '<l  a 
synchronous  motor,  so  adjusted  that  only  the  peak 
of  the  wave  is  utilized.  The  discontinuous  direct  cur- 
rent thus  produced  is  discharged  from  an  isbescos 
electrode  suspended  in  the  midst  of  the  smoke,  thereby 
removing  the  obnoxious  gases. 

In  1 85 1  it  was  found  that  smoke  could  be  clearea 
by  a  static  electric  discharge  from  a  Leyden  jar.  In 
1882,  Sir  Oliver  Lodge  gave  a  lecture  on  the  elec- 
trical precipitation  of  fumes,  his  method  being  later 
patented  for  use  with  a  Wimhurst  machine.  It  lay 
dormant  for  over  twenty  years,  until  Dr.  Cottrell,  while 
investigating  its  application  to  the  contact  sulphuric 
acid  process,  realized  its  tremendous  value  to  the  smel- 
ters, which  were  then  beginning  to  be  shut  clown  a^ 
l)ublic  nuisances.  His  investigation  showed  that  while 
an  alternating  current  slowly  agglomeratized  the  sus- 
pended matter,  the  best  results  were  obtained  with  a 
high  voltage  direct  current,  giving  a  brush  discharge. 
.V  roughened  electrode,  such  as  asbestos  or  micanite, 
from  which  the  binding  material  has  been  removed, 
gives  the  best  results,  as  there  is  a  tendency  towards 
an  uneven  point  discharge. 

The  first  commercial  plant  was  installed  at  the 
Selby  Smelter  on  San  Francisco  Bay.  Another  plant 
is  now  being  put  in  to  treat  the  fumes  at  the  Pialala- 
kala  smelter  in  Shasta  County,  California,  which  has 
l>een  allowed  to  continue  operations  pending  the  com- 
pletion of  the  electrostatic  a])])aratiis  in  October  iif  this 
year. 

As  shown  by  Dr.  Cottrell,  the  bag  process,  while 
well  ad'a'')ted  to  the  treatment  of  blast  furnace  gases 
having  a  low  content  of  sulphuric  dioxide,  is  not  so 
successful  in  treating  the  roaster  and  refinery  ft>mes 
which  are  so  strong  as  to  soon  destroy  the  woolen 
bags.  The  cost  of  the  reinforced  concrete  bag  houses 
is  high  and  the  electric  powder  consumption  fr.r  the 
blower  is  as  great  as  that  required  by  the  electro- 
static process. 
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PERSONALS. 

electrical    engineer,    has    been    iu    Soullura 


A.  M.  Hunt  has  returned  to  San  Francisco  from  the  Santa 
Cruz  Mountains. 

Cifiord  Pinchot  is  making  speeches  in  California  in  be- 
half of  local  "insurgent"   politicians. 

V\'.  11.  i'.  Hill,  manager  of  the  Monterey  County  Gas  & 
Electric  Company,  is  at  San  Francisco. 

H.  R.  Noack,  of  Pierson,  Roeding  &  Co.,  has  returned 
to  San  Francisco  from  a  visit  to  Quincy,  Cal. 

B.  \V.  Collins,  formerly  sales  manager  of  Parrott  &  Co.'s 
northwestern  office,  has  been  appointed  city  electrician  at 
Tacoma,   Wash. 

J.  A.  Cranston,  of  Portland,  who  is  interested  in  the 
Washington  Water  Power  Company,  of  Spokane,  arrived  at 
San  Francisco  last  week. 

H.  F.  Way  has  been  made  general  mauager  of  the  gas, 
water  and  electric  interests  of  the  Yakima-Pasco  Water 
Power  Company  at  North  Yakima,  Wash. 

L.  R.  Pomeroy  has  been  appointed  chief  engineer  of  the 
railway  and  industrial  division  of  J.  G.  White  &  Company, 
incorporated,  with  headquarters  iu  New   York  City. 

K.  C.  Bradley,  vice-president  and  general  manager  of  the 
Pacific  Telephone  <fe  Telegraph  Company,  with  headquar- 
ters at  San  Francisco,  returned  from  New  York  last  Sunday. 

J.  H.  Leary  has  become  assistant  manager  of  the  Central 
California  Traction  Company,  of  Stockton.  He  was  formerly 
a  Southern  Pacific  chief  train  dispatcher  under  Division  Su- 
lierlntendent  J.  D.  Brenuau. 

Louis  McKissick,  assistant  general  superintendent  of  the 
VVestern  division  of  the  Western  Union  Telegraph  Company, 
and  formerly  wire  chief  in  the  San  Francisco  office,  has  been 
appointed  general  superintendent  of  the  company's  newly 
created  "Gulf"  division. 

J.  C.  Murray,  sales  engineer  with  the  Kellogg  Switch- 
board &  Supply  Company  has  left  on  a  si.\  months  business 
e.Mension  trip  In  South  America,  stopping  at  liahai,  Rio  de 
Janeiro,  Sao,  Paulo,  Montevideo,  Buenos  Ayres,  Santiago, 
Lima,  Colon  and  other  cities. 

p.  F.  Metz  has  joined  the  staff  of  W.  S.  fleger.  Pacific 
Coast  manager  of  the  AUis-Chalmers  Company,  as  office 
engineer,  with  headquarters  at  San  Francisco.  He  has  been 
connected  with  the  Northern  division  of  the  Pacific  Ga.s  & 
Electric  Company  recently,  but  was  for  some  years  formerly 
with  the  AUis-Chalmers  Company. 

L.  W.  Storrer,  who  was  for  many  years  Pacific  Coast 
manager  of  the  Postal  Telegraph  Company,  and  had  been 
acting  in  an  advisory  character  during  the  past  year,  severed 
his  connection  with  the  corporation  this  month,  taking  charge  of 
the  telegraph  department  of  the  Pacific  Telephone  &  Telegraph 
Company,_with  headquarters  in  San  Francises). 

Ely  C.  Hutchinson  has  returned  to  the  Pelton  Water  Wheel 
Company's  San  Francisco  office  after  visiting  the  Northwest 
where  he  secured  a  contract  for  a  large  Pelton-Fiancis  tur- 
bine water  wheel  to  be  installed  at  a  hydroelectric  plaut  in 
Idaho.  The  electric  equipment  including  that  of  the  power 
house  and  apparatus  for  two  sub-stations  was  awarded  to 
the   General   Electric   Company. 

C.  E.  Sloan,  of  the  engineering  firm  of  Spalding,  Sloan 
&  Robson,  returned  to  San  Francisco  last  week  after  com- 
pleting a  seven-mile  sewer  system  at  Newman,  Cal.  The 
same  firm  also  had  charge  of  the  construction  of  a  novel 
waterworks  plant,  which  has  been  in  operation  a  short  time. 
The  triplex  pump  can  be  operated  either  by  gasoline  or  elec- 
tric power  and  steam  power  can  be  utilized  in  emergency. 


FUEL    INVESTIGATIONS    BY    BUREAU    OF    MINES. 

The  act  estaiiiishiug  a  Bureau  of  Mines  iu  the  Depart- 
ment of  the  Interior,  approved  May  16,  lillO,  became  effective 
July  1.  As  originally  approved,  the  law  contemplated  the 
transfer  of  the  entire  Technoligic  Branch  of  the  United  States 
Geological  Survey,  the  mine  accident  investigations,  fuel  in- 
vestigations, structural  materials  investigations,  the  entire 
personnel,  property  and  equipment,  to  the  Bureau  of  Mines, 
but  the  Sundry  Civil  appropriation  act  approved  June  25, 
amended  the  law  to  such  an  extent  that  the  structural  ma- 
terials investigations,  including  the  personnel  and  equip- 
ment for  these  investigations  went  to  the  Bureau  of  Stan- 
dards, Department  of  Commerce  and  Labor. 

The  fuel  investigations  under  the  Geological  Survey  and 
which  are  transferred  to  the  Bureau  of  Mines  have  already 
resulted  in  a  better  realization  throughout  the  country  as 
to  the  value  of  fuels.  One  result  of  this  work  is  that  nearly 
all  of  the  fuel  now  purchased  by  the  federal  government  is 
bought  on  specifications  and  subject  lo  test  by  the  Fuel 
division,  or  purchased  after  examination  made  of  the  coal 
supplied  by  the  mines  from  which  coal  is  delivered  to  the 
government. 

For  the  analyzing  and  testing  of  the  coals,  lignites,  ores,  and 
other  mineral  fuel  substances  belonging  to  or  for  the  use  of  tlie 
United  States,  .>'1()0,0(XI  was  appropriated.  Of  this  amount, 
$35,l)UtJ  will  be  spent  in  the  chemical  and  physical  investigation 
of  fuels;  $25,UUU  in  the  inspection  of  government  fuel  purchase; 
•'S22,(XJU  in  fuel  efficiency  investigations;  $5,U()U  in  lignite  and  peat 
investigations;   and  $4,UU()  in  briquetting  investigations. 

The  publications  of  the  Survey  relating  to  mine  and  fuel 
investigations,  those  prepared  by  the  Technologic  Branch, 
will  in  the  future  be  distributed  by  the  Bureau  of  Mines. 
The  publications  relating  to  structural  materials  will  con- 
tinue to  be  distributed  by  the  Geological  Survey.  The  last 
of  the  bulletins  of  the  Technologic  Branch  to  be  published 
by  the  Survey  will  be  issued  from  the  Government  Printing 
Office  about  August  1.  This  bulletin  relates  to  the  Explosi- 
bilily  of  Coal  Dust  and  was  prepared  by  G.  S.  Rice,  with 
chapters  by  J.  C.  Frazer,  Axel  Larsen,  Frank  Haas,  and  Carl 
Scholz. 

The  first  of  the  Bureau  of  Mines  bulletins,  the  Volatile 
Matter  of  Coal,  by  H.  C.  Porter  and  F.  K.  Ovitz,  will  be  pub- 
lished in  the  next  lew  months.  Then  will  follow  Coal  An- 
alyses, by  N.  W.  Lord  and  J.  S.  Burrows;  Final  Data  Regard- 
ing Steam  Tests,  by  L.  P.  Breckenridge;  North  Dakota 
Lignite  as  a  Boiler  Fuel,  by  D.  T.  Randall  and  Henry  Kreis- 
inger;  Producer-gas  Tests  in  1905-19U7,  by  R.  H.  Feruald; 
The  Coke  Industry  as  Related  to  the  Foundry,  by  Richard 
Moldenke;  Coals  for  Illuminating  Gas,  by  A.  H.  White  and 
Perry  Barker;  and  Petroleum  for  Combustion  under  Steam 
Boilers,   by   I.    C.   Allen. 


CALIFORNIA  NO.  2,  N.  A.  S.  E. 

Newly  installed  officers  of  California  No.  2,  National  Asso- 
ciation of  Stationary  Engineers  at  Los  Angeles,  are:  President, 
A,  M.  Woods;  Vice-President,  J.  E.  Mackey;  Treasurer,  Fred 
Fischer;  Recording  Secretary,  John  Tophain;  Corresponding 
Secretary,  C.  G.  Bailie;  Conductor,  H.  J.  Thompson;  Door- 
keeper. W.  E.  Lynam. 


N.  A.  S.  E    SMOKER. 

California  No.  1,  N.  A.  S.  E.,  entertained  a  large  number 
of  the  stationary  engineers  of  San  Francisco  at  a  smoker 
and  high,  jinks  on  July  14,  at  the  association's  headquarters 
on  Golden  Gate  avenue.  The  program  included  songs,  stor- 
ies and  dances  by  vaudeville  talent  and  a  number  of  boxing 
bouts.  Supper  was  served  during  the  performance,  after 
which  a  number  of  speeches  were  given,  thus  concluding  a 
most  enjoyable  entertainment  which  was  greatly  appreciated 
by  all  present. 
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NEW  HEATING  DEVICES. 
The  General  Electric  Company  early  realized  that  the  sue 
cess  of  heating  devices  would  depend  largely  on  the  superior 
(lualities  of  the  resister  or  heating  element,  and  the  super- 
vision of  its  manufacture.  Kxpert  metallurgists  mixed  in  their 
crucibles  hundreds  of  combinations  of  metals  and  the  dis- 
covery of  a  new  alloy  which  was  named  "Calorite"  resulte'd. 
This  alloy  is  ideal  in  its  characteristics  for  this  service.  It 
has  a  high  resistance,  a  high  melting  point  and  is  non-oxidiz- 
ing. It  is  ductile  nnd  malleable  but  is  not  brittle.  The  de- 
sign of  the  heating  element  is  based  on  a  careful  considera- 
tion of  thermal  conductivity,  conviction  and  radiation,  also 
of  electrical  and  thermal  insulation,  of  resultant  temperature, 
and  of  heat  storage.  The  use  of  these  heating  elements  in  all 
their  designs  ensures  that  the  G-E  heating  devices  shall  pos- 
sess superior  features. 

Leaf  Unit  Electric  Flatiron. 
This  iron  embodies  all  the  essential  features  of  an  ideal 
iron,  being  the  result  of  a  systematic  study  of  the  require- 
ments and  the  gradual  evolution  of  a  design  which  fultills 
them.  It  is  well  suited  for  light,  medium  and  heavy  laundry 
purposes  and  .so  will  give  excellent  satisfaction  in  both  do- 
mestic and  commercial  work.  It  is  provided  with  a  leaf  heat- 
ing unit  which  is  spread  over  a  broad  path  around  the  edges 
of  tlie  bottom  surface  so  that  the  heat  is  delivered  most 
directly  to  the  parts  of  the  iron  which  first  come  in  contact 
with  tlio  (lam))  material. 


r 


Fig.    1.   Kislit-lb.    I>eat   t?nit   Flat-iron. 

Rapid  healing  and  ample  heat  storage  have  been  com- 
bined in  proper  proportions  to  make  an  efficient  iron.  Three 
standard  forms  of  connection  are  provided,  the  plain  attach- 
ment plug,  the  indicating  switch  plug,  and  the  permanently 
attached  cord.  With  light  or  medium  work  it  is  advantageous 
to  control  the  heat  regulation  by  turning  the  current  on  or  oft 
as  required,  depending  upon  the  nature  of  the  work.  This 
may  be  most  readily  accomplished  by  means  of  the  indicating 
switch  attachment  plug.  For  very  wet  or  heavy  goods,  it  is 
generally  necessary  to  keep  the  current  on  continuously.  The 
plain  attachment  plug  may  be  used  where  there  is  an  occa- 
sional demand  for  continuous  heat,  as  in  the  ordinary  house- 
hold. The  flatiron  with  the  permanently  attached  cord  is  espe- 
cially recommended  for  laundries  and  similar  establishments 
where  controlling  switches  and  pilot  lamps  are  located  con- 
veniently near  the  ironing  board. 

The  electric  flatiron  is  made  for  one  heat  only.  Wherever 
heat  regulation  is  required  it  may  be  obtained  by  turning 
the  current  on  or  off  from  time  to  time  as  previously  referred 
to.  About  three  minutes  are  required  for  the  iron  to  heat  up 
sufficiently  for  light  work.  These  irons  may  be  attached  to 
any  iigHing  circuit,  either  a.  c.  or  d.  c,  where  the  pressure 
does  not  exceed  I2ii  volts  and  consume  6.^0  watts. 


Electric  Sealing  Wax  Heater. 
This  device  is  designed  for  use  in  express  offices,  banks, 
shipping  departments,  stores,  and  business  establishments 
of  all  kinds  where  sealing  wax  is  used  for  making  seals,  seal- 
ing packages,  etc.  It  is  fitted  with  a  removable  sheet  metal 
cover,  the  surface  of  which  slopes  downward  to  a  center  hole 
which  provides  access  to  the  melted  sealing  wax.  This  feature 
of  design  also  allows  all  drippings  to  drain  back  into  the  pot. 
This  type  of  heater  is  most  useful  for  continuous  service 
where  large  quantities  of  sealing  wax  are  recpiired. 


l'"lg.    2.      Sealing    Wax    Heater. 

It  has  a  maximum  capacity  of  3  lb.,  and  is  arranged  tor 
three  degrees  of  heat  control,  'Off,"  "Low,"  "Medium,"  and 
"High"  points,  consuming  6'),  100,  and  200  watts  respectively. 
The  mav'auM  heat  is  used  for  quick  heating  and  tlie  minimum 
heat  then  maintains  a  constant  operating  temperature. 

Electric    Celluloid     Heater. 

During  the  last  few  years,  the  manufacture  of  celluloid 
articles  has  attained  great  importance,  due  to  the  extended 
use  of  this  material  for  personal,  domestic,  ornamental,  office 
and  industrial  purposes.  Since  it  is  moulded  while  hot,  the 
necessity  of  constant  and  exact  temperatures  is  imperative  in 
order  to  avoid  accidents  because  of  its  inflammable  nature. 
These  requirements  are  well  fulfilled  by  the  16  x  30  in.  elec- 
tric celluloid  heater.     By  the  use  of  this  device  the  product 


Fif 


,■?.     Electric  Celluloid  Heater. 


is  made  uniform  in  quality  as  the  same  degree  of  heat  is 
always  jjroduced  and  the  work  can  be  duplicated  without  varia- 
tion. It  is  portable  and  can  be  easily  installed  whereVer  con- 
venient. The  heat  is  instantly  available  and  readily  controlled. 
It  replaces  high  pressure  steam  with  its  attendant  danger  of 
explosions,  leaky  pipes,  and  transmission  heat  losses. 

The  standard  electric  celluloid  heaters  are  available  for 
operation  on  100,  110,  120  and  240  volt  circuits.  They  have 
three  degrees  of  heat  regulation,  consuming  90,  22.5,  and  450 
watts  respectively.  The  maximum  heat  is  used  for  quick  heat- 
ing as  it  requires  only  about  10  minutes  to  attain  the  proper 
temperature.  The  minimum  heat  then  maintains  a  constant 
operating  temperature  of  loQ-165  degrees  F. 
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Electric  Soldering  Pot. 
A  great,  advantage  of  this  device  is  its  elimination  of  the 
use  of  coal,  gas,  gasolene,  oil  and  other  dangerous  and  un- 
liealthfiil  heat  producers.  It  is  clean,  sanitary,  without  odor 
or  fire  risk,  and  very  convenient.  The  heat  is  very  easily  regu- 
lated so  as  to  maintain  the  molten  metal  at  the  proper  tem- 
perature for  best  results.  It  finds  extensive  application,  being 
suitable  for  melting  lead,  solder,  babbitt  metal,  for  tinnin.?,  dip- 
ping, and  soldering  wires  and  other  small  articles,  for 
telephone  manufacturing  establishments,  electrical  reiiair 
shops,  etc. 


Fig.   4. 


Electric    Soldering    Pot. 


In  construction  it  is  a  shallow  circular  vessel  of  cast  iron, 
the  cup  being  assembled  on  top  of  the  heating  disc.  The  heat- 
ing unit  is  readily  accessible.  There  are  three  degrees  of 
heat  regulation,  consuming  200,  400  and  600  watts  respectively. 
This  device  is  designed  for  attaching  to  electric  circuits  where 
ihe  potentials  arc  100,  l|o  or  120  by  standard  allacliing  plug. 

Oil  Tempering  Bath. 
In  Ihe  present  age  of  large  manufacturing  plants  e(|uiiiped 
Willi  high  speed  tools,  the  cutting  steel  must  be  uniform  and 
leliable.  This  requires  the  use  of  hardening  and  tempering 
l)rocesses  which  produce  absolutely  reliable  results.  The 
tempering  process  involves  two  steps,  hardening  and  draw- 
ing. The  first  step  consists  in  heating  the  steel  to  a  tem- 
perature of  from  600  degrees  to  700  degrees  C,  depending  on 
the  amount  of  carbon  in  the  steel,  and  then  chilling  it  by 
plunging  it  into  a  cold  bath.     The  temper  of  the  tool  is  then 


Kig.  5. 


l-;ifcuically  Mealed  Oil  Teniperiug  Uath. 


has  designed  a  device  which  eliminates  this  uncertainty  and 
ensures  absolute  uniformity  in  tempering.  The  steel  is  sus- 
pended in  an  oil  bath,  which  is  provided  with  a  thermometer 
of  precision  for  registering  the  temperature.  The  workman  is 
supplied  with  a  table  of  temperatures  corresponding  to  certain 
degrees  of  hardness  in  the  steel.  He  places  the  steel  in  the 
bath,  brings  the  latter  to  the  required  temperature  and  main- 
tains it  as  long  as  necessary.  The  device  allows  one  person 
to  temper  a  larger  quantity  of  steel  than  is  possible  by  other 
methods. 

Electric  Soldering   Irons. 

The  advantages  of  electrically  heated  devices  are  well  ilUis- 
Irated  by  this  device.  The  operation  of  ordinary  soldering 
irons  is  expensive  and  inconvenient,  as  it  involves  the  inter- 
mittent use  of  gas  and  sometimes  compressed  air,  and  the 
expense  and  trouble  are  also  increased  by  delays,  due  to  con- 
tinual reheating,  waste  heat,  and  frequent  necessary  renewals. 
With  gas  it  is  impossible  to  keep  the  iron  at  the  correct  tem- 
lierature  continuously;  moreover  fumes  from  escaping  gas 
are  of  frequent  occurrence  and  a  menace,  as  they  vitiate  the 


••drawn-  bv  heating  it  to  a  certain  predetermined  temperature. 
after  which  it  is  allowed  to  cool  gradually.  It  has  been  cus- 
tomary for  the  workmen  to  judge  this  temperature  by  the 
color  assumed  by  the  metal.  This  introduced  the  hab.lHy  to 
error  of  judgment  on  the  part  of  workmen.  Heali/ms  tue 
shortcomings  of  this  process,  the  General   Klectric  ( ompany 


Fi-:i.   T.      Siililcring   Iron.s  Without   Guard  Rings. 

atmosphere  and  induce  fire  risk.  It  is  exceedingly  difficult  to 
maintain  a  proper  soldering  heat  outdoors  and  there  are  many 
places  which  are  so  confined  or  so  difficult  of  access  that  it  is 
almost  impossible  to  use  the  gas  or  torch  heated  tools. 

.\1I  the  above  disadvantages  are  eliminated  by  the  use 
of  electric  soldering  irons.  They  are  economical,  convenient, 
and  reliable,  heat  quickly,  are  easily  regulated  and  maintain 
a  constant  and  uniform  temperature.  All  the  heat  is  gener- 
ated in  the  tip  where  it  is  available  lor  work.     They  re(piiro 


Fig.   S.     Soldering    Iron    With     i;u.-iril    Ring. 

only  a  small  current  and  little  attention.  There  is  no  accumu- 
lation of  soot  or  burning  off  of  the  tin  at  the  tip.  Being  fur- 
nished with  flexible  connectors,  they  are  handy  and  portable. 
Work  is  therefore  improved  in  quality  and  increased  in  quan- 
tity where  the  electrically  heated  irons  are  used.  The  irons 
of  the  different  sizes  consume  75,  100,  150,  225  and  :;25  watts 
respectively. 

Six  Slice  Toaster. 
This  toaster  has  been  designed  especially  for  hotels  and 
restaurants.  The  heating  units  consist  of  vertical  coils  such 
as  are  used  in  the  two-slice  toasters,  and  the  toasting  is  simi- 
larly accomplished  by  means  of  radiant  heat.  The  maximum 
temperature  is  almost  instantly  available  after  the  current  is 
turned  on  It  is  not  necessary  to  turn  the  slices  of  bread  as 
the  heat  acts  upon  both  sides  of  each  slice  at  the  same  time. 
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accomplishing  tlie  toasting  of  all  simultaneously.  The  ad- 
vantages of  the  radiant  toaster  in  producing  crisp,  brown  toast 
are  too  well  known  to  need  further  mention.  It  has  a  maxi- 
mum capacity  of  six  slices,  each  slice  being  placed  in  a 
hinged  wire  rack,  which  is  located  between  two  rows  of  heat- 
ing units.  There  are  thus  seven  rows  of  heating  units,  each 
row  consisting  of  four  vertical  heating  elements  and  consum- 
ing .^.00  wafts.     These  are  in  two  sections  of  three  and   four 


Fig.    (i.      Si.\-slice    Toaster. 

rows  each,  eitlier  section  of  which  may  be  operated  alone  or  in 
conjunction  with  the  other,  so  that  2,  :',  or  6  slices  may  be 
made  at  the  same  time.  This  instantaneous  toaster  will  be  a 
welcome  addition  to  the  kitchen  equipment  of  hotels  and  res- 
taurants, as  it  permits  toast  to  be  made  as  fast  as  one  can  put 
in  and  take  out  the  slices.  The  use  of  this  device  enables 
the  chef  to  make  6  slices  of  toast  per  minute  and  eliminates 
the  annoyance  and  expense  of  maintaining  fires  to  supply  an 
occasional  demand  for  toast.  It  is  designed  for  attachment  to 
lighting  circuit  by  an  indicating  snap  switch.  Each  toast  rack 
has  a  wi'-e  handle  projecting  from  the  top  edge  which,  when 
dejiressed,  swings  the  rack  upward  and  out  from  between  the 
units. 


UNIVERSAL  SHEARS  FOR  CHANNELS,  ANGLES  AND 
PLATES. 
The  accomi)anying  illustration  shows  a  motor  driven  uni- 
versal shear  for  squaring  and  mitering  channels,  angles  and 
plates,  used  in  structural  steel  work.  This  machine  was  built 
especially  for  the  Marine  Department  of  the  Maryland  Steel 
Company,  Sparrows  Point,  Maryland,  but  would  be  found 
very  useful  in  any  iron  works  where  steel  forms  must  be  cut 

for  construction  work.  This  ma- 
chine has  a  coping  attachment  at 
one  end,  a  plate  shear  at  the  other 
and  two  intermediate  45-degrec  an- 
gle shears.  The  coping  attachment 
can  also  be  used  as  a  punch.  The 
|)!ate  shear  will  cut  angles  up  to 
f  in.  by  6  in.  by  I  in.  or  8  in.  by  8 
in.  by  %  in.  and  channels  up  to 
I.l  in.  by  %  in.  Each  shear  is  con- 
trolled by  its  own  clutch,  and  the 
machine  can  be  operated  simul- 
taneously by  three  groups  of  men 
without  interefering  with  one  an- 
other. 

Th(;  frames,  plungers,  pendu- 
lums, clutches,  and  all  jiarts  sub- 
jected to  severe  shock  are  semi- 
steel  castings.  The  shafts  are 
made  from  hammered  steel  contain- 
ing from  .4  to  .5  of  one  per  cent 
carbon.  The  gears  are  provided 
with  long  hubs  which  extend 
through  the  gear  casings.  Particu- 
lar attention  has  been  given  to  ob- 
tuinin.:;  satisfactory  lubrication  for 
all  bearings.  An  especially  designed  automatic  stop  motion  on 
each  shear  throws  out  the  clutch  when  the  shear  reaches 
the  highest  point  of  its  travel,  while  a  similar  automatic  stop 
on  the  coping  device  is  adjustable,  thus  allowing  the  plunger 


TRADE   NOTES. 

The  I'acilic  States  Electric  Company  have  opened  an 
office  and  store  at  90-92  Seventh  street,  Portland,  Ore.,  with 
a  complete;  stock  of  electrical  supplies,  instruments  and 
apparatus. 

M.  P.  Scliell  Manufacturing  Company,  machinery  maniifac- 
turers,  formerly  at  17.'J9  Union  street,  have  moved  to  ;'i09-l  I 
Howard  street,  San  Francisco.  The  firm  makes  all  kinds  ol 
specia'  machinery  and  instruments  for  electric  and  steam 
power  plants  and  engineers. 

The  electric  equipment  for  the  Natomas  Consolidated 
No.  S  dredge,  the  largest  gold  dredge  in  the  world,  has  just 
arrived  at  Natoma,  near  Folsom,  Cal.  This  includes  over  1000 
h.p.  in  various  Westinghouse  Type  H.F.  variable  speed  and 
Type  C.C.L.  constant  speed  motors,  together  with  switchboard 
and  transformers,  all  manufactured  by  the  Westinghouse 
Electric  and  Manufacturing  Company.  The  buckets  on  the 
dredge  have  the  large  capacity  of  13y2  cu.  ft.  each.  The 
dredge  is  expected  to  be  in  operation  next  September  near 
Folsom. 


Cniversa!  Shears  for  Channels.  .Xnglcs  and  Plates. 

to  be  stopped  at  any   predetermined   |)oint    in   its   downward 
stroke. 

The  net  weight  of  this  machine  is  approximately  2u  tons 
and  it  is  designed  throughout  for  long  life  under  most  severe 
service.  It  is  built  by  the  Covington  Machine  Company  of 
Covington.  Va..  and  is  equiijped  with  a  25-h.p.  type  S  direct 
current  motor  manufactured  by  the  Westinghouse  Electric 
and  Manufactming  Company,  Pittsburg.  Pa. 
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WITT     AUTOMATIC      FEED     WATER      REGULATOR 
OIL  BURNER  GOVERNOR. 

The  accompanying  illustration  shows  the  G.  E.  Witt 
Company's  automatic  oil  burner  governors  and  boiler  feed 
water  regulator.  The  most  essential  thing  in  the  operation 
oi:  a  steam  boiler  is  the  close  regulation  of  the  feed  water 
and  the  constant  steam  pressure,  which  is  almost  impossible 
to  accomplish  by  hand  regulation.  The  advantages  of  auto- 
matic regulation  include  a  great  saving  of  fuel  and  labor, 
increase  in  caijacity  of  the  plant  and  fewer  repairs  on  the 
furnace  and  boiler. 

This  boiler  feed  regulator  is  operated  Ijy  expansion  and 
contraction.  This  device  is  simple  in  construction  and  has 
but  one  wearing  part  entirely  external  to  the  boiler,  the  ex- 
pansion member  consisting  of  a  brass  tube  placed  in  a  frame 
and  located  on  a  level  with  the  desired  water  level  in  the 
boiler,  one  end  of  the  tube  being  connected  to  the  tube  of 
column.     As  the  water  rises  in  the  boiler  it  also  rises  in  the 


the  water  column  and  the  other  end  to  the  lower  end  of  the 
and  steam  governors  are  set  at  the  desired  boiled  pres- 
sure, the  diaphragm  being  connected  to  the  drum  or  main 
steam  pipe  of  the  boiler.  As  the  load  increases  on  the  boiler, 
the  steam  pressure  will  decrease,  thus  causing  the  governors 
to  open  and  increase  the  flow  of  oil  and  steam  to  the  burner. 
Should  the  load  decrease,  the  boiler  pressure  will  rise,  causing 
the  governors  to  close  the  flow  of  oil  and  steam  to  the  burner. 
The  reducing  valve  is  used  in  order  to  get  a  reduced  pressure 
which  is  more  economical  and  noiseless. 


TRADE  NOTES. 

The  Robinson  Manufacturing  Company  of  Everett,  Wash., 
has  placed  an  order  with  AllisChalniers  Company  for  a  155 
k.w.,  900  r.p.m.,  60  cycle,  .^-phase.  480-volt  alternator,  one  60 
h.p.,  one  40  h.p.  and  one  20  h.p.  squirrel  cage  induction  motors. 
These  will  be  installed  in  a  new  plant  which  the  company  is 
now  constructing. 


Outlet 
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tube,    causing    it    to    contract.  This    closes    the    valve    and 

slows  down  the  boiler  feed  pumii  which  causes  the  water  to 
recede  in  the  boiler  and  tube  until  the  steam  enters  the  lube, 
which  causes  the  same  to  expand  and  open  the  valve  n>  the 
feed  pump.  The  brass  tube  in  this  regulator  being  placed 
on  a  level,  it  requires  but  slight  movement  of  the  water  to 
operate  the  valve.  This  feature  insures  a  close  regulation 
of  the  water. 

The  automatic  oil  buinor  regulation  consists  of  iwo 
governors  and  one  reducing  valve,  a  reducing  valve  and  one 
governor  being  placed  on  the  steam  pipe  to  the  burner  and 
one  governor  on  the  oil  pipe  leading  to  the  burner.     The  oil 


AUis-Chalraers  Company  recently  sold  a  turbine  to  the 
Standard  American  Dredging  Company  of  San  Francisco.  This 
company  is  one  of  the  largest  dredging  concerns  in  the  United 
States  and  has  many  boats  on  the  Pacific  Coast  and  on  the 
Gulf.  The  turbine,  which  is  a  standard  .^OO  k.w..  2o00-volf, 
3-phase,  60-cycle,  3600  r.p.m.  machine,  will  be  installed  on  one 
of  its  largest  dredges  and  will  furnish  power  for  driving  a  500 
h.p.  motor  direct  connected  to  the  dredge  pump.  The  alter- 
nator will  receive  exciting  current  from  a  15  k.w.  Allis- 
Chalniers generator  direct  connected  to  an  American  Blower 
Company's  engine  Steam  will  be  supiilied  at  175  lbs.  pressure 
and  100°  F.  superheat. 
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FINANCIAL. 
KKNDRICK,    JDAHO. — A    special    election    will    be    held 
iu  Kendrick,  Idaho,   by  electors   for   the   purpose  of  bonding 
the  town  in  the  sum  of  $10,000  for  the  purpose  of  maintain- 
ing a  system  of  waterworks. 

SANTA  BARBARA,  CAL. — A  resolution  of  intention  to 
call  a  bond  election  for  $200,000  water  bonds  has  beeil 
adopted  by  the  City  Council  in  accordance  with  previous 
recommendation  of  the  water  commisisoners. 

ASHLAND,  ORh!. — The  city  election  held  for  the  pur- 
pose of  voting  on  two  bond  issues  resulted  in  carrying  both 
propositions,  one  of  which  was  the  proposition  of  bonding 
for  $25,000  for  the  completion  of  the  electric  light  and  power 
plant. 


INCORPORATIONS. 
ADRIAN,  WASH.— The  .\driaii  I'ower  &  Water  Company, 
capital,  $457,000,  has  been  incorporated  by  K.   F.  Colman.   H. 
Lessing  and  H.  W.  Mangoad. 

LOS  ANGELES,  CAL.— Devore  Water  Co.,  $310,000,  sub- 
scribed, $1000,  by  T.  S.  Wadsworth,  C.  W.  Hollister,  W.  W. 
Brown,  J.  A.  Crandell  and  S.  J.  Parsons. 

SAN  FRANCISCO,  CAL.— The  Ideal  Electric  Company 
has  been  incori)orated  by  M.  B.  J.  Gerke,  F.  L.  Gerke  and  II. 
P.  Sullivan,  with  a  capital  stock  of  $10,000. 

SALT  LAKE  CITY,  UTAH.— The  Electric  Railway  Com- 
pany has  been  incorporated  by  business  men  of  this  city, 
with  a  ca|)ital  stock  of  $1,500,000.  The  purpose  of  the  com- 
pany is  to  bviild  and  operate  an  electric  railway  from  Salt 
Lake  City  to  Utah  county  points.  Construction  work  will 
begin    this   summer. 

PRINEVILLE,  ORE. — A.  company  of  Prineville  men  com- 
posed of  W.  A.  Booth,  president;  Warren  Brown,  secretary- 
treasurer,  and  D.  Stewart,  G.  Cornett  and  W.  Brown  as 
board  of  directors,  has  filed  articles  of  incorporation.  The 
company  will  generate  electric  power  for  operation  of  all 
kinds  of  machinery,  and  will  own  and  operate  grist  mills. 
The  principal  office  is  at  Prineville;  capital  slock  $50.(iOO, 
The  location  of  the  plant  of  the  new  company  will  be  at 
Cove  Orchard  on  Crooked  river.  Sl-K  thousand  horsepower 
will    1)1'   developed. 


NEW  WESTMINSTER,  B.  C— The  Canada  Power  Com- 
pany of  Stave  Falls  is  considering  the  proposition  of  putting 
in  transmission  wires  from  the  falls  to  Pitt  river,  thereby 
furnishing  light  to  the  towns  of  Haney,  Hammond  and  other 
points. 

LEWISTON,  IDAHO.— It  is  reported  that  the  Lewiston 
Clarkston  Investment  Company  has  closed  a  contract  with 
the  Washington  Water  Power  Company  of  Spokane  for  the 
electric  current  to  be  received  at  Moscow  on  a  new  trans- 
mission line  to  be  constructed  from  Palouse  to  Moscow  to 
conect  there  with  the  Lewiston  system. 

SPOKANE,  WASH. — J.  L.  Harper,  representing  the 
North  Washington  Company,  has  closed  a  10-year  lease  for 
the  Similkameen  power  plant,  near  Oroville,  Wash.  The 
North  Washington  Company,  which  owns  and  operates  an  elec- 
tric light  and  power  jilant  at  Republic,  Wash.,  will  develop  the 
Oroville  plant  Itself  to  a  point  where  it  will  be  capable  of 
supplying  not  only  all  the  demands  of  the  Republic  district 
for  power  by  means  of  a  transmission  line,  but  also  those  of 
many  large  irrigation  enterprises  in  Okanogan  County,  which 
are  entirely  dependent  on  it. 

GREAT  FALLS,  MONT.— The  first  two  units  of  6000  h.p. 
each  of  the  Rainbow  Falls  development  at  Great  Falls,  Mon- 
tana, have  recently  been  successfully  started.  According  to 
Mr.  Chas.  T.  Main,  of  Boston,  the  engineer  in  charge  of  this 
work,  the  other  four  units  of  6000  h.p.  each  in  this  develop- 
ment will  be  in  operation  sometime  in  August.  The  Rainbow 
Falls  is  the  second  largest  of  the  five  falls  in  the  Missouri 
river  at  Great  Falls.  Montana,  having  a  fall  of  54  feet.  There 
is  an  aggre.gate  drop  of  43.3  feet  in  the  Missouri  river  within 
5  miles,  with  a  total  possible  development  of  about  330,000  h.p. 


TRANSMISSION. 
GROVEL.'VNn,     CAL.— Manager     Graham     of     the     Good 
Ship   Mines,  is   preparing  to   install  an   electric   power   plant 
here   at   once. 

TACOMA,  WASH. — Light  and  Water  Commissioner  Law- 
son  announced  that  no  bids  were  received  for  the  construc- 
tion of  the  $95,000  sulvstation  of  the  Nisqually  power  plant. 

NEW  WESTMINSTER,  B.  C— The  Vulcan  Boiler  Works 
of  this  place  has  secured  the  contract  for  the  construction  of 
two  miles  of  pipe  for  the  Vancouver  Island  Power  Company's 
pro.jecled  plant  at  .lordan  river,  on  the  island. 

PLACERVILLE.  CAL.— Notice  of  an  appropriation  of  50,- 
000  inches  of  the  water  of  the  Rubicon  river  has  been  filed 
with  the  county  recorder  by  H.  H.  Baiter.  The  water  will 
be  diverted  at  a  point  on  the  river  about  a  quarter  of  a  mile 
below  what  is  known  locally  as  Grasshopper  bar.  The  pur- 
pose of  location  is  for  the  generation  of  electricity  for  the 
operation  of  railroads. 


ILLUMINATION. 
WILSON  CREEK,  WASH.— The  City  Council  has  gran'.ed 
a  50-year  franchise  to  C.  J.  Weller  to  operate  an  electric  light 
and  power  plant  in  Wilson  Creek. 

SANTA  ANA,  CAL.— The  unincorporated  town  of  Garden 
Grove  has  petitioned  the  Supervisors  to  call  a  special  elec- 
tion of  the  town  to  vote  upon  niaiiilainin.g  a  street  lighting 
system. 

OLYMPIA,  WASH.— H.  H.  Hyde  has  made  application  to 
the  Board  of  Co\inty  Commissioners  of  Thurston  County  lor 
a  franchise  to  construct  and  maintain  a  pipe  line  for  con- 
ducting of  gas  to  be  used  for  light  and  heating  along  the  roads 
of  Thurston  County. 

LOS  ANGELES,  CAL.— The  Board  of  Supervisors  is  re- 
ceiving sealed  bids  for  furnishing  necessary  equipment  and 
for  lighting  with  electric  lights  certain  streets  in  Downey 
Lighting  District  in  accordance  with  specifications  on  file 
with  the  Board  of  Supervisors. 

SAN  FRANCISCO,  CAL. — Sealed  bids  will  be  received  by 
the  Board  of  Public  Works  in  the  David  Hewes  Building, 
995  Market  street,  San  Francisco,  between  the  hour  of  10  and 
11  a.  m.  on  Friday,  ^uly  29,  1910,  for  doing  the  electric 
work  of  the  Burnett  School  Building. 

LINCOLN,  CAL. — C.  E.  Young,  superintendent  of  the 
Marysville  division  of  the  Pacific  Gas  &  Electric  Company, 
has  been  looking  over  the  local  situation  with  a  view  to  im- 
proving the  general  lighting  service  in  Lincoln.  The  system 
will  be  practically  rebuilt  and  in  a  short  time  day  service 
will   be   installed. 
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COLFAX,  WASH.— President  Henry  M.  Richards  of  the 
Washington  Water  Power  Company,  has  made  several  liberal 
offers  relative  to  the  street  lighting  and  the  water  system  of 
Colfax,  and  agreed  to  give  the  city  light,  remodeling  the 
whole  system,  at  less  cost  than  heretofore. 

LOS  ANGELES,  CAL.— The  Stacey  Manufacturing  Com- 
pany of  St.  Louis  has  sent  its  representative,  Mr.  C.  H.  Glee- 
son,  with  several  men,  to  Santa  Barbara,  to  erect  the  new  gas 
jilant  of  the  Santa  Barbara  Gas  &  Electric  Company.  The 
foundations  have  all  been  placed  under  the  direction  of  the 
local  manager,  and  work  will  proceed  rapidly. 

SAN  FRANCISCO.— The  Pacific  States  Electric  Co.  and 
other  creditors  of  the  Light  Store  of  Oakland,  have  brought 
an  involuntary  action  in  bankruptcy  against  the  firm  in  the 
United  States  district  court.  It  is  alleged  that  the  firm  com- 
mitted an  act  of  bankiuptcy  on  the  ninth  of  the  month, 
by  admitting  that  it  could  not  meet  its  financial  obligations. 

MANILA,  P.  I. — Mr.  Patrick  J.  Moore,  formerly  a  lawyer 
of  this  city  but  now  jjracticing  in  Zamboanga,  is  in  Manila, 
at  present  on  his  return  to  Mindanao.  Mr.  Moore  came  to  this 
city  on  business  connected  with  the  securing  of  a  franchise 
for  a  water  and  heat,  light  and  power  plant  for  the  city  of 
Zamboanga.  The  franchise  has  been  approved  by  the  muni- 
cipal council  and  now  awaits  the  approval  of  the  Commission. 

SAX  FRANCISCO,  CAL.— U.  S.  District  Judge  Van  Fleet, 
silting  in  the  Circuit  Court  has  continued  the  hearing  in 
the  matter  of  the  order  to  show  cause,  issued  against  the 
city  at  the  instance  of  the  Metropolitan  Light  and  Power 
Company,  until  September  5.  It  was  agreed  also  that  in- 
stead of  putting  up  an  indemnity  bond,  the  gas  company 
should  impound  the  excess  collected  by  it  over  and  above 
the  rate  fixed  by  the  Supervisors,  which  forms  the  basis 
o.f  the  suit. 


TRANSPORTATION. 
CORO.NA,  CvVL.— It  is  reported   that  the   Pacific  Electric 
Railway  Company  will  soon  begin  work  on  another  12-mile 
extension    toward    Riverside    and    that    the    road    will    be    in 
Corona  by  .lanuary  1,  1911. 

GLENDALE,  CAL.— The  residents  of  Monte  Vista  ;;m(1 
Simland  are  trying  to  form  a  combination  with  citizens  of 
Crecenta  to  raise  a  sufficient  bonus  to  induce  E.  D.  Goode 
of  Glendale  and  the  Eagle  Rock  Railway  Company  lo  exiend 
that  line  to  their  respective  towns. 

CITY  OF  MEXICO.— All  but  o;ie  block  of  the  first  half 
of  the  general  hospital  electric  line  running  south  from 
Avenida  de  Chapultepec  to  the  hospital,  has  been  completed. 
Work  will  then  begin  on  the  loop,  which  will  bring  the  cars 
in  that  service  back  to  the  city  by  the  way  of  Calle  de  .lose 
M.  Vertiz. 

NORTH  YAKIMA,  WASH.— President  N.  C.  Richards  of 
the  Yakima  Valley  Transportation  Company  has  arranged 
for  instalirng  $20,000  worth  of  machinery  at  its  yards.  The 
building  will  be  of  stone  and  cost  $10,000.  It  is  announced 
that  the  company  expects  to  build  and  operate  seven  city 
electric  lines. 

PORTERVILLE,  CAL. — An  ordinance  has  been  passed 
granting  to  F.  U.  Nofziger,  associates  and  assigns  for  the 
term  of  50  years  from  the  first  day  of  July,  1910,  a  franchise 
to  lay  and  maintain  railroad  tracks  and  to  pass  with  and 
operate  a  steam  or  other  motive  power  railroad  along  cer- 
tain streets  and  portions  of  streets  in  this  city. 

ALBUQUERQUE,  N.  M.— Actual  construction  of  the  new 
trolley  line  to  Highland  is  now  finished  and  all  that  remains 
is  to  place  cars  upon  it.     The  Board  of  directors  has  met  and 


discussed  financial  matters  authorizing  Secretary  Barth  of 
that  board  to  go  to  Denver  to  conclude  a  deal  for  the  plac- 
ing of  the  bonds  of  the  company.  The  Western  Securities 
Company  of  Los  Angeles  is  the  company  with  which  negotia- 
tions are  under  way. 


WATERWORKS. 

MODESTO,  CAL.— The  city  clerk  has  been  authorized 
to  purchase  SOO  feet  of  2-inch  water  pipe. 

VALLEJO,  CAL.— The  United  States  Pipe  Company  has 
been  awarded  the  contract  for  furnishing  2000  feet  of  4-inch 
water  pipe  to  the  city. 

BISHOP,  CAL.— The  Trustees  have  awarded  to  Leece 
&  Watters  for  about  $.585,  a  contract  for  furnishing  lOOii 
feet  of  4-inch  pipe  on  standard  hydrants,  etc. 

DAVIS,  CAL.— Mr.  Van  Zandt,  a  representative  of  the 
Pacific  Gas  &  Electric  Company,  has  obtained  a  sufficient 
number  of  signers  for  water  and  probably  the  company  will 
install  a  system  here. 

TACOMA,  WASH. — The  council  has  passed  a  resolution 
providing  for  the  construction  of  a  G-inch  cast  iron  water  main 
in  Melrose  street  and  South  Fifteenth  street  from  Junett 
street,  to  Cedar  street  and  on  Cedar  street  from  South  Fif- 
teenth to  South  Fourteenth  streets. 

LOS  ANGELES,  CAL.— The  Council  has  referred  the 
communication  of  the  Civic  Association  of  Pasadena  relative 
to  securing  the  Owens  river  water  for  Pasadena,  to  the  water 
commissioner.  Mayor  Alexander  has  requested  that  imme- 
diate attention  be  given  to  the  proposition  of  supplying  out- 
side municipalities  with  surplus  water  when  the  a'queduct 
is  completed. 

LOS  ANGELES,  CAL.— Underground  watering  of  Central 
Park  is  to  be  tried  by  the  park  board.  The  commission  has 
passed  on  a  pipe  system  by  which  Central  Park  is  to  be 
underlaid  with  2-inch  pipes  with  spray  outlets  at  close  in- 
tervals throughout  the  park.  If  the  experiment  is  successful 
the  system  will  be  installed  in  other  parks.  Central  Park, 
it  is  predicted,  can  be  watered  in  30  minutes  by  the  new 
system. 

SEBASTOPOL,  CAL.— The  popu:ation  of  Sebastopol  has 
grown  to  such  an  extent  during  the  past  two  years  that  it  is 
necessary  to  increase  the  supply  of  public  water.  The  pres- 
ent water  system  consists  of  a  large  well  and  a  212,000  gal- 
lon reservoir,  in  addition  to  a  spring  which  is  situated  sev- 
eral hundred  feet  from  the  well.  There  are  great  possibili- 
ties for  development  in  the  spring  and  the  Trustees  will 
take  the  matter  up  at  once. 

LOS  ANGELES,  CAL.— With  $2,235,000  at  hand  to  fill  the 
depleted  treasury  immediately  and  meet  all  expenditures 
between  now  and  December  1st,  when-  the  next  bond  install- 
ment will  be  purchased  under  option,  the  Owens  river  aque- 
duct can  again  be  pushed  forward.  The  aqueduct  work  faced 
a  financial  crisis  several  weeks  ago.  The  New  York  bond 
syndicate,  which  took  an  option  on  the  entire  bond  issue 
of  $25,000,000,  found  that  the  work  was  progressing  so  rap- 
idly that  it  required  bond  purchasers  with  greater  frequency 
than  the  Eastern  financiers  cared  to  buy.  The  crisis  became 
so  acute  that  the  Mayor  sent  a  special  message  to  the 
Council  urging  that  immediate  steps  be  taken  to  meet  the 
emergency.  A  committee  was  appointed.  The  banks  were 
appealed'  to.  All  responded  with  offers  to  buy  as  much  as 
needed.  Two  Eastern  insurance  companies  purchased  $1,000,- 
000  worth  of  the  bonds.  More  were  taken  by  local  institutions 
and  the  rest  of  the  money  was  raised  by  selling  the  bonds 
to  the  city  itself,  employing  part  of  the  sinking  fund  provided 
to  retire  the  bonds. 
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Allis-Chalmers  Co 2 

Milwaukee.  Wis. 

San  Francisco.  Jaclcson  BldK.  2na 

and  Natoma. 
Los  AntfelLS.  1291.>1  E.  Fifth. 
Portland.  ';2  First. 
Sealtlt.-.  115  Jackson. 

Aluminum  Co.  of  Americs 

Pittsburgh,   Pa. 

San  Francisco,  Monadnock 
Bide. 

Los  Angeles,  Pacific  Elec- 
tric Bldg. 

Seattle.  Colman  Bldg. 

American  Circular  Loom  Co 16 

Boston,  45  Milk. 

San  Francisco.  770  Folsom. 

Seattle,  416  American  Bank 

Building. 

American  Electrical  Heater  Co 

Detroit,   U.   S.   A. 

AyUworth  Agencies  Co 

San  Francisco.  165  Second. 


B 

Benjamin  Electric  Mfg.  Co 

New  York.  27  Tliames. 
Chicago,     120-128    S.    San- 
gamon. 
San     Francisco,     151     New 
Montgomery. 

Blalte  Signal  and  Mfg.  Co 

Boston,  246  Summer. 

Boneitell  8c  Co i2 

San   Francisco,    118    First. 

Brooklield  Glass  Co.,  TTie 1 

New  York.  U.  S.  Exp.  Bldg. 

Buxbaum  &  Cooley 1 4 

Seattle,   69   Columbia  St. 


Cal.  Incandescent  Lamp  Co 12 

San  Francisco,  633  Howard. 

Century  Electric  Co -16 

San  Francisco,  633  Howard. 


D.  &  W.  Fuse  Co 

Providence,  R.  I. 

Davis,  R.  J 16 

San  Francisco,  633  Howard. 

Dearborn  Drug  &  Chem.  Works..  12 
Chicago,  Postal  Bldg. 
San    Francisco.    3U1    Front. 
Los  Angeles,  355  E.   2d. 

Duncan  Elec.  Mfg.  Co 4 

Lafayette,  Indiana. 

San  Francisco,  61  Second. 


E 

Electric  Goods  Mfg.  Co 

Boston,  Mass. 

San  Francisco,   165  Second. 

Electric  Storage  Battery  Co 

Philadelphia,  Pa. 

San    Francisco.  Monadnock 

Bldg. 


Fort  Wayne  Electric  Works 

Fort    V/ayne,    Ind. 

San   Francisco,  604  Mission. 

Seattle,  Colman  Bldg. 


General  Electric   Co 14 

Schenectady,  N.  Y. 

San  F'rancisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle.  Colman  Bldg. 
Portland,   Worcester   Bldg. 
Atlanta,    Ga. 
Baltimore.   Md. 
Boston,  Mass. 
ButTalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte.   N.   C. 
Chicago.   III. 
Cincinnati,   O. 
Cleveland,  O. 
Columbus.   O. 
Denver.    Colo. 
Delroii.  Mich. 
Indianapolis,    Ind. 
Kansas    City.    Mo. 
Minneapolis.    Minn. 
Nashville.  Tenn. 
New   Haven,  Conn. 
New    Orleans.    I^a. 
New  York,  N.  Y. 
Philadelphia.   Pa. 
Pittsburg.    Pa. 
Richmond,    Va. 
Salt  Lake  City.  Utah. 
St.   Louis.   Mo. 
Spokane,  Wash. 
Syracuse,  N.  Y. 

Coeriz,  O.  C.  8e  Co 

San    I'rancisco,    916    Postal 
Tel.    BI  Ig. 

H 

Habirshaw  Wire  Co 

New  York.  253  Broadway. 

Henshaw,  Bulkley  &  Co I 

San  Francisco.  19  Fremont. 
Oakland.   1436  5th. 
Los     Aniieles,     262     S.     Los 
Angeles. 

Hitchcock  Military  Academy,The- 13 

San  Kalail.  California. 

Holtzet-Cabot  Elec.  Co.,  The 

Boston  and  Chicago. 

San  Francisco.  612  Howard. 

Hughes  &  Co..  E.  C 4 

San        Francisco,        147-151 
Minna. 

Hunt,  Mirk  &  Co 6 

San  F'rancisco.  141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co 

Jonesboro.    Indiana. 

J 

Johns-Manville  Co.,  H.   W 

New   York.   100  William. 
San     Francisco,     159     New 

Montgomery. 
Los  Angeles,   203    E.   5th. 
Seattle,  576  1st  Ave.  So. 

K 

Kellogg  Switchb'd  &  Supply  Co.  _ 

Cliicago. 

San   Francisco,   SS   First. 

ICienilff,  B.  F.  Jr.  &  Co 

Los    Angeles,     120    S.    Los 
Angeles. 

Kiewert,  Chas.  L.  Co 

San  Francisco.  195-7  Frt-niont. 
I. lis  Aniri-U's.  225  Franklin  Court. 

Kilbourne  &  Clark  Company I 

Seattle,   307    First   Ave.  So. 


Lindsley- Wright  Co 

Portland.    Ore.,    336    Sher- 
lock   Bldg. 


Locke  Insulator  Mfg.  Co 

Victor,  N.    Y. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles.  Pacific  Elec- 
trical Bldg. 

Seattle,  Colman  Bldg. 


M 

Moore,  C.  C.  &  Co..  Inc 

San  F'rancisco,  99  First. 
Los       Angeles.       Ameri<  an 

Bank  Bldg. 
Seattle,   Mutual  Life   BUIk 
Port  land. Wei  Is-FargoHI. Ik. 
Salt  Lake  City.  Atlas  Blk. 
New     York     City.     Fulton 

Bldg. 

N 

New  York  Insl'td  Wire  Co 

New   York,   114  Liberty. 
San  Francisco,  770  Folsom. 
Seattle.  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 15 

Mansfield.  Ohio. 

San  FYanclsco.  Monadnock 

Bldg. 
Los  Angeles.  Pac.  Electric 

Bldg. 
Seattle.  Colman  Bldg. 

Okonite  Co I 

New  York.  253  Broadway. 


Pacific  Electric  &  Mfg.  Co. II 

San  I-rancisio.  SJ  Tehama. 

Pacific  Gas  &  Elect.  Co.,  The 5 

San    F'ranclsco. 

Pacific  Meter  Co. I 

San    Francisco.    311    Santa 
Marina  Bldg. 

Pacific  Tel.  6e  Tel.  Co..  The.... 
San    F'ranclsco. 

Partrick  Carter  &  Wilkins  Co.... 
Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The...  1 1 

San     Francisco,    1095    Mo- 
nadnock Bldg. 

Phillips  Insulated  Wire  Co I 

Pawtucket.  R.  I. 

Pierson,  Roeding  &  Co 4 

San   I'rancisco,  Monadnock 

Bldg. 
Los  Angeles.  Pac.  Electric 

Bldg. 
Seattle.  Colman  Bldg. 

Portland  Wood  Pipe  Co II 

Portland.  Ore. 


R 

Reislnger.  Hugo : 

New  York.  11  Broadway. 


Simplex  Electric  Heating  Co 

Cambridge.  Mass. 
San  Francisco.  612  Howard. 
Los  .Angeles.  Securi tvBldg. 
Seattle.  Alaska   Bldg. 
Portland.  Couch  Bldg. 

Southern  Pacific  Co. 16 

San  F'ranclsco.  Flood  Bldg. 

Sprague  Electric  Co. 5 

New     York     City,     B27-B31 

W.    34th. 
San   Francisco.  Atlas  Bldg. 
Seattle.  Colman  Bldg. 

Standard  Und.  Cable  Co.  _ I 

San  F'ranclsco.  First  Na- 
tional  Bank   Bldg. 

Los  Angeles.  Union  Trust 
Bldg. 

Seattle  Office.  Lowman 
Bldg. 

Star  E'Xpansion  Bolt  Co 

'     New     York     City.     147-149 
Cedar. 

Sterling  Paint  Company. 12 

San   Francisco.   118   First. 


Technical  Book  Shop II 

San  F'ranclsco.  604  Mission. 

Tel.  &  Elec.  Equip.  Co. 3 

San  F'ranclsco.  612  Howard. 
Los  Angeles.  Security  Bdg. 
Seattle.   Alaska   Bldg. 
Portland.  Couch  Bldg. 

Thomas  and  Sons  Co..  R 

New    York.    227    Fulton. 
East  Liverpool.  Ohio. 


Tracy  Elngineering  Co II 

San  F'lancisco.  461  Market. 
Los   Angeles.Central   Bldg. 


Vulcan  Iron  Works 

San   F'ranclsco,  604  Mission. 


Schaw-Batcher  Co.  Pipe  Works.. 
Sacramento.  Cal..  211  J  St. 
San  Francisco.  356  Market. 

Schell  Mfg.  Co..  M.  P 4 

San    Francisco,    509-11 
Ilcn'ard. 

Simplex  Elect'l  Co.,  The 3 

Boston,   110   State. 
San  Francisco,  612  Howard. 
Los  Angeles.  SecurityBldg. 
Seattle.  Alaska  Bldg. 
Portland.  Couch   Bldg. 


W 

Western  Electric  Co 4 

San  Francisco.  680  Folsom. 
Oakland.   507    16th. 
Los  Angeles.   119  E.  7th 
Seattle,     1518  F'Irst  Ave.  So. 

Western  Wireless  Equipment  Co..    3 
San  Francisco.  Grant  Bldg. 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co...  6 

Pittsburg,   Pa. 

Los  Angeles.  527  So.  Main. 

Denver.    429    17th. 

Seattle,    Central    Bldg. 

Salt  Lake  City.  212-214 
So.  W.   Temple. 

San    Francisco.    165   2d. 

Spokane.   Columbia   Bldg. 

Portland.   Couch   Bldg. 

Butte.    Lewisohn    Bldg. 

Canada.  Canadian -West- 
inghouse Co..  Ltd.,  Ham- 
ilton.   Ontario. 

Mexico.  G.  &  O..  Braniff  & 
Co..   City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg,    Pa. 

San  F'rancisco,  141  Second. 

Weston  Elect'l.  Instrument  Co 16 

Waverly    Park.    N.    J. 
New  York,   114  Liberty. 
San       Francisco.       682-684 
Mission. 

Wilbur.  G.  A 4 

San   Francisco.    61    Second. 

Witt  Company.  G.  E.,  Inc 3 

San  Francisco.  S.50  Howard. 
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MECHANICAL  EQUIPMENT  OF  THE  PALACE  HOTEL 


UV    1.    I!.    Hl'NTKR    .XNl)   R.    .\.    HUDSON. 


The  Palace  Hotel.  San  KtaiiLis 


The  Palace  hotel,  the  largest  hostelry  on  the  Pa- 
cific Coast  and  one  of  the  most  widely  known  in  the 
whole  world,  was  erected  by  Senator  William  Ralston 
in  1875,  on  the  block  of  land  at  Market  and  New  Mont- 
gomery streets.  At  that  time  it  was  the  largest  hotel 
west  of  New  York  and  in  point  of  archilectnre,  ap- 
pointments and  special  features  was  a  marvel  anion- 


the  hotels  of  both  hemispheres.  Chief  of  these  fea- 
tures was  the  grand  court  87  ft.  by  133  ft-  around 
which  the  building  was  built.  The  Palace  was  the 
rendezvous  of  all  world  travelers,  students,  statesmen, 
money  kings,  actors  and  society  folk  of  importance 
who  came  to  the  Pacific  Coast,  and  became  the  social 
political  and  industrial  center  of  California.   Here  were 
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held  llif  5,'^reat  society  functions  of  the  bonanza  days, 
when  $50,000  was  spent  in  a  single  night,  to  celebrate 
the  triumph  of  some  social  favorite.  Here  politicians 
met  and  careers  were  made  and  unmade.  Here  busi- 
ness men,  mining  magnates  and  industrial  barons  fore- 


the  bottom  of  the  3  ft.  slab.  This  waterproofing  was 
carried  up  the  side  walls  and  all  columns  penetrating 
the  floor  slab  to  a  point  7  ft.  above  the  floor  level. 

Two  open  concrete  sumps  extending  to  a  point  5 
ft.  6  in.  above  the  engine  room  floor  were  built  to  act  as 


gathered   and   over   the   little   tables   made   deals   that  reliefs  and  overflows  in  case  a  raise  in  the  ground  water 

meant  millions.  level  should  increase  the  upward  thrust  on  the  floor 

In    the    catastrophe    of    1906,    the    Palace    went  greater  than  that  for  which  it  was  designed.     In  one 

through  the  earthquake  unscathed,  but  fell  victim  to  of  these  sumps  is  a  2  in.  centrifugal  pump  direct  con- 

the  fire  which  followed.    It  was  completely  gutted,  but  nected  to  a  3  h.p.  W'estinghouse  d.c.  motor.     In  case 


its  walls  remained  unharmed.  While  other  hotels  in 
San  Francisco  were  merely  repaired  and  rebuilt,  the 
Palace  Hotel  Company  decided  to  erect  an  entirely 
new  building  for  its  guests.  It  took  more  than  six 
months  to  tear  down  and  clear  away  the  old  building. 
The  new  hotel  was  opened  December  15,  1909,  in  an 
absolutely  new  and  fireproof  building.  It  presents 
all  the  famous  features  for  which  the  old  Palace  was 
famous,  with  many  new  ones  exclusively  its  own,  mak- 
ing the  Palace  the  most  modern  hostelry,  and  present- 
ing a  superior  example  of  hotel  construction  and  equip- 
ment. The  Palace  covers  two  and  one-half  acres  in 
the  heart  of  San  Francisco's  banking  and  business  cen- 
ters. It  rises  nine  stories  and  is  built  of  steel,  concrete 
and  brick. 

The  mechanical  equipment  of  the  Palace  hotel  in- 
cludes a  complete  electric  plant  of  900  k.w.  rated  ca- 
pacity with  foundation  for  one  additional  300  k.w.  unit 
for  future  business ;  complete  wiring  systems  for 
lights,  motors,  telephones,  bells  and  clocks ;  a  complete 
pumping  plant  for  elevators  and  house  service;  water 
filters  capable  of  filtering  452,000  gals,  per  24  hrs. 
with  necessary  storage  tanks,  etc.,  and  provision  for 
the  future  installation  of  a  water  softener  plant ;  an  ice 
making  and  refrigerator  plant  of  35  tons  of  refriger- 
ating capacity  ;  a  complete  system  of  direct  steam  heat- 
ing for  the  sleeping  floors  and  an  indirect  system  for 
the  basement,  main  floor  and  the  bath  rooms  on  the 
sleejiing  floors ;  and  a  complete  vacuum  scrubbing  and 
sweeping  plant. 

Engine  and  Boiler  Room 

The  engine  and  boiler  room  is  in  the  basement 
near  the  Market  street  side.  The  top  of  the  engine 
room  floor  is  30  ft.  3K'  in-  below  the  Alarket  street 
sidewalk  and  5  ft.  below  the  mean  level  of  the  ground 
water.  The  bottom  of  the  engine  foundations  is  10  ft. 
below  the  engine  room  floor. 

To  counteract  the  upward  pressure  of  the  ground 
water,  a  special  floor  3  ft.  thick  was  placed.  This  floor 
was  made  of  copper  slag  concrete  mixed  in  such  pro- 
portion that  the  weight  of  the  concrete,  a,s  determined 
by  test,  was  190  lb.  per  cu.  ft.  For  a  floor  3  ft.  thick 
this  gives  a  total  weight  per  square  foot  of  floor  of 
570  lb.  which  is  sufficient  to  counteract  the  upward 
thrust  due  to  the  ground  water  pressure  wliicl-.  in  this 
case  is  500  lb.  per  sq.  ft.  of  floor. 

This  floor  is  cut  l)y  pipe  trenches  varying  in  width 
from  12  in.  to  10  ft.  9  in.,  and  in  depth  from  12  in. 
to  2  ft.  f)  in.  The  bottoms  of  the  trenches  were  rein- 
forced with  steel  rods  and  thickened  so  as  to  transmit 
the  stresses  to  the  adjacent  uncut  portions  of  the  floor 
and  the  building  column  footings. 

The  entire  engine  and  boiler  room  floor  was  water- 
proofed  with   5-ply   Hydrex   felt  laid  six  inches  abfAi- 


the  water  level  could  not  be  controlled  by  this  pump, 
the  overflow  from  tl;e  sump  will  run  through  the 
trenches  to  the  two  sump  tanks  and  be  pumped  into 
the  sewer  by  the  sump  i)umi)s  or  the  7  in.  centrifugal 
circulating  water  pum])S. 


IT    Kudlll 


The  lower  7  ft.  t)f  the  engine  foundations  was 
placed  before  the  engine  room  floor  was  laid,  and  was 
carried  up  to  the  bottom  of  the  floor  slab.  The  top 
3  ft.  corresponding  to  the  floor  thickness,  was  placed 
at  the  same  time  the  floor  was  laid.  In  order  to  pre- 
vent vibration  being  transmitted  from  the  engines  to  the 
building  columns  through  the  engine  room  floor,  which 
was  bonded  to  Ixnh  the  engine  foundations  and  to  the 
building  columns,  special  care  was  exercised  in  the 
design  of  this  part  of  the  plant.  The  engine  founda- 
tions were  made  extra  heavy,  being  for  the  four  units 
a  monolithic  mass  85  ft.  long,  10  ft.  deep  and  varying 
in  width  from  21  ft.  to  27  ft.  4  in.  The  original  col- 
umn schedule  provided  for  a  row  of  columns  in  the 
center  of  the  engine  room.  The  footings  of  these 
would  have  been  under  the  engine  foundations  or  so 
close  to  them  that  there  would  have  been  great  danger 
of  vibration  being  transmitted  through  the  columns 
to  the  steel  frame  of  the  building.  The  row  of  col- 
umns was  removed  and  the  load  carried  to  the  adja- 
cent ones  by  plate  girders.  Around  each  column  of 
the  two  rows  on  the  opposite  sides  of  the  engines,  was 
cast  a  concrete  casing  4  ft.  by  4  ft.  running  from  the 
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column  footing  to  the  engine  room  ceiling.  This  cas- 
ing was  bonded  to  the  engine  room  floor  with  reinforc- 
ing rods.  The  inertia  of  the  mass  of  concrete  in  the 
engine  foundations,  engine  room  floor  and  column  cas- 
ings was  estimated  to  counteract  and  absorb  the  vibra- 
tions of  the  engines  before  reaching  the  steel  frame 
of  the  building. 

As  an  additional  precaution,  the  fly  wheels  of  the 
engines  were  made  heavier  than  the  standard  for  ma- 
chines of  this  size.  One  of  the  reasons  for  using  cross 
compound  engines  instead  of  the  tandem  type  was  that 
probably  the  pistons  of  the  three  or  four  engines  of 
the  tandem  type  of  the  same  size  and  running  at  the 
same  speed  would  often  run  in  step.  The  effect  of 
this  would  be  to  impart  to  the  foundations  and  floor 


water,  sand  and  silt  of  3^  per  cent.  Each  boiler  is 
fitted  with  a  Babcock  and  Wilcox  superheater  which 
will  heat  the  steam  from  loo  degrees  to  120  F.  above 
the  temperature  corresponding  to  the  working  pres- 
sure of  200  lb.  per  sq.  inch.  Space  has  been  provided 
for  the  itistallation  of  two  additional  boilers  should 
the  outside  load  on  the  plant  make  it  necessary. 

Breeching  and  Stack. 
A  reinforced  concrete  breeching  with  two  com- 
partments, making  provision  for  the  installation  of  a 
fuel  economizer  extends  across  the  rear  end  of  the 
boilers.  This  breeching  is  equipped  with  eight  ex- 
plosion doors  which  will  open  and  relieve  the  pressure 
in  case  of  gas  explosion  in  the  breeching.  These  doors 
are   hinged   and   counterweighted   so   that   as   soon   as 


Mcintosh  &  Seymour  Engines,  eacji  driving  300  kw.  Westinghouse  Generator. 


a  swaying  motion  corresponding  to  the  strokes.    \\  ith 

the  cross  compound  type  with  cranks  cjo  degrees  apart      ically^ close 

the   danger   from    this    would   be   minimized.      It   was 

thought  that  the  elimination  of  all  vibration  warranted 

the  e.xtra  expense  of  the  cross  compound  type  as  well 

as  the  exfra  cost  of  the  column  casings. 


the   force  of  the  explosion   is   relieved  they   automat- 


Boilers. 

The  present  installation  consists  of  three  Babcock 
and  Wilcox  boilers  of  the  inclined  wrought  steel 
header  type,  designed  for  20Q  lb.  working  pressure. 
Each  boiler  is  set  singly  and  is  made  up  of  iS  sections 
of  t8  ft.  by  4  in.  tubes,  10  tubes  high,  with  two  steam 
and  water  drums  42  in.  diam.  Each  boiler  contams 
3749  sq.  ft.  of  heating  surface. 

The  guaranteed  efficiency  of  the  boilers  is  70  per 
cent  at  rated  capacity  with  California  crude  oil.  having  a 
calorific   vahie  .if   18500  P-.t.u.   per  lb.   with   a   limit   .'f 


On  account  of  changes  in  the  alignment  of  the 
breeching  both  horizontally  and  vertically  for  the  short 
distance  between  the  boiler  nearest  the  stack  and  the 
stack,  this  portion  of  the  breeching  was  made  of  riv- 
eted steel.  The  steel  portion  is  covered  with  2  in.  mag- 
nesia blocks,  canvas  wrapped,  with  a  2  in.  air  space 
between  the  magnesia  and  the  steel. 

In  the  stack  compartment,  a  12  by  12  ft.  shaft 
running  through  the  liuilding  from  the  basement  to 
the  roof,  is  placed  the  smoke  stack.  This  is  of  riveted 
steel  construction  66  in.  diameter  by  168  ft.  high  and 
was  built  in  place.  It  is  self  supporting  but  is  stayed 
laterallv  at  the  second,  fifth  and  pent  house  floors  by 
roller-guides  riveted  to  channels  crossing  the  stack 
compartment. 
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Engines. 

The  present  engine  installation  consists  of  three 
horizontal,  cross  compound,  Mcintosh  and  Seymour 
engines,  each  direct  connected  to  a  300  k.w.  generator. 
The  engines  run  at  150  r.p.m.  The  principal  dimensions 
of  the  engines  follow:  Diameter  h.  p.  cylinder  14  in.; 
diameter  I.  p.  cylinder  30  in.;  stroke  30  in.;  weight 
88,000  lb.;  diameter  fly  wheel  11  ft.;  weight  fly  wheel 
16,000  lb. 

The  re-heating  receiver  is  placed  above  the  cylin- 
ders as  herewith  shown,  on  account  of  the  difficulty 
and  cost  of  making  a  water  tight  pit  below  the  cylin- 
ders. 

h'orce  feed  lubricators  are  provided  for  each  cyl- 
inder. The  mail,  bearings  are  fitted  with  a  self-oiling 
device  consisting  of  settling  tank  in  the  engine  frame 


being  on  the  roof.  In  order  to  withstand  this  head  an 
extra  heavy  shell  was  ;)rovided  on  both  this  pump  and 
the  water  chambers  of  the  condenser. 

On  the  roof  is  one  Wheeler-Pratt  forced  draft 
water  cooling  tower  of  sufficient  capacity  to  cool  the 
water  for  condensing  12,000  lb.  steam  per  hour  at  26 
in.  vacuum.  The  tower  is  fitted  with  one  10  ft.  disc 
fan  direct  connected  to  a  15  h.  p.  Westinghouse  motor 
with  a  maximum  speed  of  225  r.p.m.  This  motor  is 
fitted  with  a  speed  controller  for  varying  the  speed 
from  half  to  full  speed. 

A  I J  in.  circulating  line  connects  the  condenser 
and  pump  in  the  basement  with  the  tower  on  the  roof. 
On  the  pump  discharge  line  near  the  pump  is  placed  a 
Crane  No.  41  E  automatic  stop  and  check  valve  to  pre- 
vent the  flooding  of  the  basement  should  a  break  occur 


Coiuii'ns-r  Ffiuipmcnt, 


from  which  a  ]ninip.  dm  en  from  the  \al\e  gear,  ck- 
livers  a  continuous  stream  of  oil  to  the  bearings.  The 
main  bearings  are  also  fitted  with  cylindrical  hollow 
shells  for  water  circulation.  Water  is  taken  from  the 
cold  water  system  of  the  house,  passed  through  these 
bearings  and  run  Id  the  hot  well  as  "make  up  water." 

Condenser  Equipment. 

One  complete  condenser  unit  was  installed,  con- 
sisting of  one  C.  H.  \\'heeler  surface  condenser  with 
2000  sc|.  ft.  cooling  surface;  directly  beneath  the  con- 
denser is  a  '')  in.  by  12  in.  by  10  in.  W'heeler-Mullan 
horizontal     suction     valveless    steam     driven     \acunni 


pump.      The  circulating  water  pump  is  a 


Krc 


centrifugal  direct  connected  to  a  7  in.  by  5  in.  ()limen. 
vertical,  marine  type  high  speed  engine.  \\'hile  the 
operating  head  on  this  pump  is  the  height  of  the 
cooling  tower  plus  pipe  friction  the  static  head  is  ap- 
proximately  T/O  ft.  on   account  of  the  cooling  tower 


on  the  pump  side  of  the  vahe.  (  )n  the  return  or  suc- 
tion side  of  the  i)unip  is  placed  a  Crane  triple  duty 
emergencv  \alve  No.  35  K  for  the  same  general  pur- 
pose. 

This  condenser  unit  was  designed  to  handle  12,000 
lb.  steam  per  hour  at  26  in.  vacuum.  Provision  was 
made  for  a  duplicate  unit.  .\11  piping  is  arranged  for 
this  addition  and  the  tower  shell  placed  ready  to  re- 
ceive cooling  surface,  which  consists  of  a  mat  of  wood 
strips. 

The  condenser  is  above  the  engine  room  floor,  and 
consequently  much  above  the  low  pressure  cylinders 
of  the  engines.  The  12  in.  exhaust  pipe  from  each  en- 
gine runs  in  a  floor  trench  to  the  nearest  building  col- 
umn and  up  along  side  of  it  to  the  main  exhaust  pipe 
which  runs  just  under  the  ceiling  across  the  engine 
room  to  the  condenser. 

Special  provision  was  made  for  draining  the  con- 
densation from  the  low  pressure  cylinder  and  the  part 
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of  tlie  exhaust  lines  in  the  floor  trenches  and  on  the 
coUimns,  by  vertical  shaft  submerged  centrifugal 
pumps,  enclosed  in  cast  iron  tanks  set  in  the  floor 
below  the  bottom  of  the  exhaust  lines.  These  pumps 
and  tanks  drain  the  exhaust  line  when  the  engines 
are  running  condensing  as  well  as  non-condensing. 

The  discharge  from  these  pumps  may  be  either 
into  the  condenser  shell  or  into  the  hot  well,  depend- 
ing on  whether  the  engines  are  running  condensing 
or  non-condensing.  .'\  by-pass  to  the  sump  is  also  pro- 
vided which  can  be  used  for  draining  when  running 
non-condensing.  These  pumps  are  2  in.  standard 
Krogh  pumps  and  are  direct  connected  to  3  h.p.  ver- 
tical  motors. 

Boiler  Feed  Pumps. 

The  boiler  feed  pumps  are  two  Snow  horizontal, 
duplex  outside  center  packed  plunger  pumps  10  in. 
by  6  in.  by  10  in.  each  capable  of  feeding  a  maximum 
of  1500  boiler  horsepower. 

A  2  in.  connection  was  made  from  the  discharge 
of  one  of  these  pumps  to  supply  water  to  operate  the 
Lagonda  boiler  tube  cleaner.  The  water  supply  is 
furnished  by  a  3  in.  connection  from  the  cold  water 
House  service  to  the  suction  of  the  pump. 

Heaters  and  Hot  Well. 
Two  Cochrane  open  type  feed  water  heaters  and 
receivers  were  installed,  each  with  capacity  to  supply 
1600  boiler  horsepower.  An  auxiliary  open  hot  well 
tank  with  oil  filter  was  also  installed.  This  is  above 
the  Cochrane  heater  so  that  the  water  flows  by  grav- 
ity to  the  heaters.  All  drains  and  returns  go  to  the 
auxiliary  hot  well  or  to  the  Cochrane  heaters  should 
the  hot  well  be  cmi)tied  for  cleaning.  The  feed  pumps 
draw  their  supply  directly  from  the  Cochrane  heaters. 

Fuel  Oil  System. 

California  crude  oil  is  used  for  fuel  in  both  the 
power  plant  and  kitchen  ranges,  one  system  supply- 
ing both  sets  of  fires.  The  main  storage  tanks  are 
under  the  Annie  street  sidewalk  outside  of  the  build- 
ing line.  There  are  seven  of  these  tanks  with  a  total 
storage  capacity  of  497  barrels. 

Bv  a  city  ordinance,  tanks  from  which  oil  is  fed 
to  burners  must  be  placed  belew  the  level  of  the  burn- 
ers, but  the  cost  of  doing  so  in  this  case  was  prohibi- 
tive. In  order  to  comply  with  the  ordinance  and  still 
leave  the  tanks  as  high  as  possible,  an  auxiliary  tank 
was  placed  under  the  Market  street  sidewalk  at  a  level 
lower  than  the  burners.  But  the  ordinance  would  not 
allow  of  a  gravity  flow  from  the  main  tanks  to  the  aux- 
iliarv  tank  so  a  small  pump  room  was  built  close  up 
under  the  first  floor  and  above  the  level  ctf  the  main 
tanks.  In  this  room  are  two  6  in.  by  4  in.  by  ')  in. 
Worthington  duplex,  direct  acting  steam  pumps  for 
pumping  the  oil  fmm  the  main  tanks  to  the  auxiliary 
tank. 

The  auxiliary  tank  has  a  capacity  of  52  bbls.  and 
from  it  the  main  fuel  oil  pumps  supply  the  burners  in 
the  power  plant  and  the  burners  in  the  kitchen  ranges. 
The  main  oil  pumping  sets  are  in  duplicate,  each  con- 
sisting of  one  4J/.  by  2^4  by  4  i"-  flup'ex.  'li'>ct 
acting  pump  mounted  over  an  oil  heater.  Each  boiler 
is  equipped  with  a  Witt  oil  regulator  which  regulates 
the  main  steam  pressure. 


Blow  Off  and  Sump  Tanks  and  Pumps. 

The  boiler  blow  ofif  tanks,  each  4  ft.  6  in.  by  17  ft. 
long,  are  buried  in  the  engine  room  floor.  One  tank 
is  fitted  with  a  Blake  vertical  direct  acting  submerged 
plunger  pump  8  by  5)4  by  12  capable  of  emptying 
the  tank  into  the  sewer  in  16  minutes.  The  tanks 
are  inter-connected. 

Two  sump  tanks  are  provided  for  the  floor  drain- 
age and  also  to  receive  all  trap  drains  that  contain  oil. 
These  tanks  are  4  ft.  6  in.  dia.  by  17  ft.  long,  and  are 
buried  in  the  floor.  Each  tank  is  fitted  with  a  Worth- 
ington duplex  vertical  plunger  pump  size  6  by  9  by  6 
capable  of  emptying  the  tank  into  the  sewer  in  4 
minutes.  The  pumps  are  automatically  controlled  by 
floats  in  the  tanks  which  operate  quick  opening  throt- 
tle valves  in  the  steam  line  to  the  pumps  by  a  system 
of  levers.  Each  tank  is  also  connected  to  the  7  in. 
circulating  water  pump  of  the  condenser  outfit,  which 
can  be  used  to  pump  out  the  tanks  in  case  the  engine 
room  is  flooded. 

Lubricating  Oil  Filter  and  Storage  Tanks. 

Six  galvanized  iron  tanks,  each  of  i  bbl.  capacity 
are  provided  for  the  storage  of  lubricating  oil.  A  3  in. 
pipe  was  laid  from  the  Annie  street  sidewalk  to  the 
tanks  for  filling,  so  that  it  is  not  necessary  to  handle 
the  oil  barrels  in  the  engine  room. 

A  Turner  oil  filter  with  a  capacity  of  6c  gals. 
per  day  is  placed  on  a  gallery  above  the  storage  tanks. 
The  drains  from  all  oil  separators  are  pumped  to  this 
filter  and  after  passing  through  the  filter  the  oil  flows 
by  gravity  to  the  proper  storage  tank.  The  filtered 
cylinder  oil  is  used  to  enrich  the  engine  oil,  which  is 
also  filtered  through  the  same  filter. 

Piping. 

.'Ml  high  pressure  lines  for  200  lb.  steam,  boiler 
feed  and  blow  off  are  e.xtra  strong,  soft  flanging  pipe 
with  Van  Stone  joints  on  all  lines  5  in.  in  diameter 
and  over.  .All  fittings  are  extra  heavy  cast  iron.  All 
joints  on  high  pressure  lines  were  made  with  corru- 
gated copper  gaskets.  Low  pressure  live  steam  lines 
not  over  100  lb.  pressure  and  water  lines  are  standard 
pipe  with  cast  iron  fittings.  Large  exhaust  lines  are 
cast  iron.  Small  lines  standard  wrought  pipe.  All 
steam  and  exhaust  piping  is  covered  with  85  per  cent 
carbonate  of  magnesia  canvas  covered,  held  in  place 
with  metal  bands.  All  drains  not  containing  oil  are 
piped  into  a  header  leading  to  the  hot  well  and  heaters. 
Drains  containing  oil  are  piped  into  a  header  leading 
to  the  sump. 

Each  boiler  is  fitted  with  automatic  stop  and  non- 
return valve  in  addition  to  the  gate  at  the  main  steam 
header.  Valves  are  Chapman  and  Crane  manufacture. 
On  all  high  pressure  steam  lines,  outside  screw,  rising 
stem  valves  were  used.  Valves  5  in.  and  over  are 
fitted  with  by-pass. 

All  overhead  steam  exhaust  and  pump  discharge 
piping  is  supported  from  the  engine  room  floor  by 
supports  made  of  standard  pipe  or  structural  shapes, 
except,  over  the  boilers,  where  it  is  supported  on  the 
boiler  frame  work  or  setting.  This  provision  was 
made  to  prevent  vibration  and  noise  reaching  the  upper 
stories  ot  the  hotel  through  the  steel  frame  which 
would  be  the  case  if  the  piping  was  hung  from  the 
floor  slab. 
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The  main  exhaust  line  to  the  condenser  is  fitted 
with  a  30  in.  Cochrane  vacuum  oil  separator  drained 
by  two  pumps  4  in.  by  4  in.  by  6  in.  discharging  into  the 
Turner  oil  filter.  The  two  exhaust  lines  supplying 
steam  to  the  heating  system  are  fitted  with  14  in.  and 
10  in.  oil  separators  also  draining  to  the  oil  filter. 

All  vapor  pipes  and  vents  are  in  the  stack  com- 
partment. The  main  atmospheric  exhaust  is  20  in. 
diameter  made  of  No.  10  gauge  riveted  galvanized 
iron.  It  is  fitted  at  the  lOof  with  a  Burt  exhaust  head, 
the  condensation  being  piped  back  to  the  auxiliary  hot 
well.  The  main  exhaust  pipe  is  fitted  with  an  auto- 
matic back  pressure  and  relict  valve. 


ator  panels,  composed  of  blue  Florentine  marble, 
divided  into  three  slabs,  the  upper  slab  being  20  in. 
high,  the  middle  45  in.  high  and  the  lower  25  in.  high. 
On   each  of  these  is  mounted 

2  1500-ainpere,  single-pole,  type  "C"  Westinghouse  carbon 
circuit-breakers,  each  with  equalizer  contact.  These  two  break- 
ers are  connected  to  a  common  cross  arm,  so  that  they  may  be 
Closed  independently,  but  will  trip  together. 

2  2000-ampere  illuminated  dial  type  "E"  Westinghouse 
direct-current  ammeters. 

1  field   rheostat  mounting. 

1  four-point  voltmeter  receptacle. 

2  1600-ampere  two-pole  double-throw  knife  switches. 


Gciii-rainr  .Tiul  l-iuliiiir.:  K.-rdt-r  Panels  of  Switcli 


Generators. 

l^irect  connected  to  each  engine  is  a  300  k.w..  250- 
volt.  150  r.p.m.  three-wire.  Westinghouse  generator. 
The  l)alancing  coils  on  the  two-phase  a.  c.  connections 
for  balancing  the  load  on  the  two  sides  of  the  3  wire 
system  arc  mounted  on  the  engine  room  wall  behind 
the  switchijoard. 

Switchboard. 

The  switchboard.  45  ft.  4  in.  long,  divided  into  17 
panels  each  32  in.  wide,  is  located  directly  in  front  of 
the  generators,  as  shown  in  the  accompanying  illus- 
tration, the  arrangement   being  as   follows : 

Xcar  the  center  of  the  1>oard  are  the  three  irent-r- 


2  100-ampere,  two-pole,  single-throw  switches  for  the  bal- 
!:nce  coils. 

There  has  also  been  installed  a  fourth  generator 
panel,  which  at  the  jiresent  time  i>  blank,  being  ready 
for  mounting  the  instruments  when  the  fourth  unit 
i.-.  installed.   • 

On  each  side  of  the  generator  panels  is  a  total 
load  panel.  The  one  to  the  right  when  facing  the 
switchboard,  is  the  total  lighting  load  panel  on  wliich 
is  mounted  the  following  apjiaratiis  : 

2  4000-ampere,  type  "E,"  Westinghouse  illuminated  dial, 
direct-current  ammeters,  to  indicate  the  entire  lighting  cur- 
rent. 
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2  150-voU,  type  "E,"  Westinghouse  illuminated  dial,  direct- 
current  voltmeters. 

3  4500-ampere,  single-pole,  double-throw  knife  switches. 

I  5000-ampere,  2.50-volt,  three-wire,  direct-current  West- 
inghouse graphic  recording  wattmeter,  with  synchronizing 
attachment  for  attaching  to  the  master  clock  circuit. 

The  one  to  the  left  of  the  generator  panels  is  iIt; 
total  power  load  panel  on  which  is  mounted  the  fol- 
lowing apparatus : 

1  300-volt,  type  "E"  illuminated  dial,  Westinghouse  volt- 
meter. 

1  300-0-3U0-volt,  type  "E,"  illuminated  dial  Westinghouse 
differential  voltmeter,  mounted  on  a  swinging  bracket. 

1  300-volt  Westinghouse  illuminated  dial  direct-current 
voltmeter  connectetd  to  the  center  laps  of  the  voltmeter  plug 
receptacle. 


Back  of  Switchboard, 

1  2000-ampere  illuminated  dial,  type  "E,"  Westinghouse 
ammeter,  to  indicate  the  entire  po»er  current. 

1  six-point  voltmeter  receptacle. 

2  four-point  voltmeter  plugs. 

2  1600-ampere,  two-pole,  double  throw  knife  switches. 

1  2000-ampere,  250-volt  Westinghouse,  two-wire,  direct- 
current,  graphic  recording  wattmetetr  with  synchronizing  at- 
tachment for  attaching  to  the  master  clock  circuit. 

To  the  right  of  the  total  lighting  load  .panel  :irc 
seven  lighting  feeder  panels.  On  these  are  placed 
all  the  switches  controlling  the  lighting  circnus 
throughout  the  building. 

To  the  left  of  the  total  power  load  are  two  power 
feeder  panels  with  switches  controlling  all  power  en- 
cuits.  The  two  panels  at  the  extreme  left  of  the  ho.ud 
are  gauge  panels  On  which  are  mounted  20  8>j  ni. 
dial,  brass  cased  gauges,  connected  to  the  various 
apparatus  in  the  power  plant.  .Ml  inslrnmonts 
gauges  have  illuminated  dials. 

A   24  in.   dial    clock   was   mounted   on   a   separat 
panel  above  the  center  of  the  switchboard 


1.1 


his  cloct 


together  with  the  electric  recording  instruitients  is 
synchronized  by  the  master  clock. 

The  design  of  the  generator  panels  provided  for 
a  double  bus  bar-system  so  that  the  lighting  and  power 
loads  can  be  carried  on  separate  machines.  The  field 
rheostats  are  mounted  on  the  wall  behind  the  switch- 
board 6  ft.  above  the  floor  and  are  operated  from  the 
hand  wheels  on  the  generator  panels  through  a  sys- 
tem of  rods  connected  with  universal  joints. 

Behind  the  switchboard  is  a  panel  on  which  is 
mounted  the  circuit  breaker,  wattmeter  and  fuses  on 
the  emergency  service  connection  from  the  San  Fran- 
cisco Gas  &  Electric  Co.  All  switchboard  details  are 
clearly  shown  by  the  accompanying  illustrations. 

Wiring. 

All  leads  from  the  generators  to  the  main  switch- 
board are  carried  under  the  floor  in  ducts  made  by 
arching  over  trenches  left  in  the  concrete  floor  with 
thin  tiles,  over  which  the  finishing  surface  coat  of  the 
floor  was  carried.  From  each  machine  6  one  million 
circular  mil  lead  covered  cables  carry  the  main  cur- 
rent to  the  generator  panels  of  the  switchboard. 

The  wiring  for  the  lighting  throughout  the  build- 
ing is  on  the  3-wire  110-220  volt  system  with  bal- 
anced load.  Several  two-wire  no  volt  circuits  are 
run  from  2  ])ole  double  throw  switches  on  the  lighting 
panels  for  the  purpose  of  balancing  the  load  in  case 
hand  regulation  in  addition  to  the  balancer  coils  is 
necessary. 

From  the  panels  of  the  main  switchboard  feeders 
run  through  the  building  to  the  distribution  panel 
boards.  On  the  typical  floor  there  are  6  of  these 
jianel  boards,  one  in  each  of  the  riser  shafts.  From 
these  boards  the  individual  circuits  are  run  to  the 
\arious  rooms  and  corridor  lights.  A  special  feature 
ill  the  dis'rilnition  is  the  over-lapping  of  the  circuits 
so  that  in  general  the  lights  in  one  room  are  supplied 
bv  more  than  one  circuit.  This  is  a  desirable  arrange- 
irent  as  in  case  a  fuse  blows  on  one  circuit  there  will 
still  be  one  or  more  lamps  in  the  room  on  the  other 
circuit.  Ill  actual  operation  this  has  been  satisfactoty. 
1"lie  power  wiring  is  on  the  two-wire  ■220-volt  sys- 
tem. The  feeders  were  run  from  the  power  panels  of 
ih.e  main  switch  Ijoard  to  the  various  load  centers 
of  distribution  in  various  parts  of  the  building.  On 
these  load  center  panels  v.-ere  mounted  all  the  fused 
switches  and  starting  rheostats  or  controllers  for  all 
the  motors  to  which  these  boards  distributed  current. 
Leads  were  brought  to  the  two  outside  terminals 
of  the  six  point  voltmeter  receptacle  on  the  total  power 
load  panel  from  two  distribution  centers  of  the  light- 
ing .system,  one  on  the  fifth  floor  and  one  on  the  first 
floor.  The  center  terminal  of  the  recei)tacle  is  con- 
nected to  one  of  the  voltmeters  which  shows  the  vol- 
tage at  either  center  of  distribution  when  the  four 
point  pjug  is  in  the  proper  receptacle. 

In  addition  to  the  light  and  power  wiring  a  com- 
plete telephone  system  was  installed  with  an  instru- 
ment in  every  room.  This  system  is  connected  through 
a  central  office  in  the  hotel  with  the  Pacific  Telephone 
&-  Telegraph  Co.  system.  Current  for  the  telephone 
system  is  secured  from  storage  batteries  which  are 
charged  through  a  rheostat  which  is  connected  to  a 
iio-volt  circuit   from  the  main   switch  board. 


92 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXV     No.  5 


A  complete  eall  bell  system  with  a  push  button  in 
each  room  was  installed  to  be  used  in  case  the  tele- 
phone should  be  out  of  order.  A  Gamewell  fire  alarm 
system  with  4  stations  on  each  floor  was  installed. 
An  alarm  sent  in  from  any  station  ring^s  a  large  gont^ 
in  the  engineer's  office  and  a  small  one  in  the  chief 
clerk's  office.  From  the  latter  bells  on  any  of  the 
floors  may  be  rung.  A  clock  system,  with  the  master 
clock,  synchronized  hourly  by  the  Western  Union  Tel- 
egraph Co.  placed  in  the  engineer's  office,  controls 
secondary  clocks  placed  in  all  the  public  and  service 
portions  of  the  hotel. 

The  current   for  the  bells,  fire  alarm  system  and 


Two  Laidlaw-Dunn-Gordon  duplex  direct  acting 
center  packed  plunger  pumps  12  in.  by  8  in.  by  10  in. 
were  installed  for  the  cold  water  supply.  I'our  pres- 
sure tanks  each  7  ft.  6  in.  diameter  by  40  ft.  o  in. 
long  were  installed.  One  pair  of  these  (jperates 
under  40  lb.  pres^sure  and  supplies  water  to  the  base- 
ment and  first  to  the  fifth  floors  inclusive,  the  other 
operates  under  80  lb.  and  supplies  the  sixth  to  ninth 
floors  inclusive.  Both  pumps  are  operated  continu- 
ously, one  on  the  40  lb.  sytem,  the  other  on  the  80  lb. 
system.  Each  is  fitted  with  a  Fisher  pressure  governor. 
These  pumps  are  cross  connected  so  that  either  may 
be  operated   on   the   high   or   low   pressure   system   or 


Elevator  Pumps  and  N'acuum  Swecpinf?  Machine. 


clocks,  is  .secured  frtiin  a  second  set  of  storage  batter- 
ies. These  batteries  are  charged  by  a  small  motor 
generator  set  o])erating  on  a  iio-volt  circuit  direct 
from  the  main  switch  board. 

Pumps,   Air   Compressors,   Water   Supply. 

To  operate  the  hydraulic  elevators  three  Laidlaw- 
Dunn-Gordon.  compound,  duplex,  direct  acting,  cen- 
ter packed  plunger  pumps  12  and  183/2  b)*  10  by  18 
were  installed.  Two  of  these  pumps  are  required  to 
operate  the  elevators  during  the  rush  hours.  Each 
pump  is  controlled  by  a  Fisher  pressure  regulator  set 
at  150  11). 

.-\  W'cstinghouse  locomotive  air  compressor, 
mounted  on  the  side  of  the  concrete  column  support- 
ing the  elevator  pump  discharge  pipe,  furnishes  com- 
pressed air  at  150  lb.  pressure  for  charging  the  elevator 
pressure  tanks  and  the  air  chambers  on  the  pumps. 


one  pump  only  can  he  used  in  which  case  it  would 
operate  at  80  lb.  an<l  supply  the  low  pressure  system 
through  a  reducing  pressure  valve. 

Two  14  in.  l)y  7J/>  in.  by  12  in.  duplex  Worthing- 
ton  Underwriter  fire  ])umps  were  installed.  In  order 
to  keep  these  pumps  in  working  order,  they  are  used 
on  the  hot  water  system  of  the  hotel,  one  on  the  low 
pressure  supplying  the  kitchen,  laundry  and  basement 
and  first  floor  and  the  other  on  the  high  ])ressure  sup- 
plying the  second  to  ninth  floors  inclusive. 

These  pumps  are  equipped  with  pressure  regu- 
lators for  controlling  the  pumps  when  they  are  work- 
ing on  the  house  system.  Each  regulator  has  a  full 
sized  by-pass  so  that  it  can  be  cut  out  in  case  of  fire. 

Two  75^  in.  by  8  in.  b\'  9  in.  crank  and  fly  wlu-el 
air  compressors  were  installed,  each  with  a  capacity 
of  72  cu.  ft.  of  free  air  per  minute  at   100  11).  i)ressnre. 
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to  furnish  compressed  air  for  charging  the  hot  and 
cold  water  storage  tanks,  for  washing  the  water  fihers, 
for  pumping  the  two  deep  wells,  and  for  the  com- 
pressed air  nozzles  used  for  blowing  dust  out  of  the 
electrical  machinery. 

Two  driven  wells  are  sunk  in  the  basement  of  the 
hotel,  one  in  the  ice  machine  room  and  one  in  the 
laundry.  These  are  each  14  in.  diameter,  220  ft.  deep. 
The  water  level  in  these  wells  stands,  when  hot  pump- 
ing, 20  ft.  below  the  basement.  These  wells  arc 
pumped  by  an  air  lift  system,  air  being  supplied  to  the 
wells  at  60  lb.  jiressure  by  the  above  mentioned  com- 
pressors. 

The  discliarye  irDm  the  air  lift  svstem  is  into  the 


In  addition  to  this  storage  tank,  there  are  two  fil- 
tered water  storage  tanks,  one  located  under  the  engi- 
neer's office  and  the  other  in  the  Market  and  New 
Montgomery  street  corner  of  the  engine  room.  The 
first  of  these  is  16  ft.  in  diameter  by  9  ft.  6  in.  deep 
with  a  capacity  of  14,000  gallons.  The  second  has  a 
diameter  of  10  ft.  and  is  8  ft.  6  in.  deep  with  a  capacity 
of  5000  gallons.  The  tops  of  these  tanks  are  set  at 
the  same  elevation,  the  bottoms  being  cross  connected 
with  10  in.  pipe.  The  house  supply  is  drawn  from 
these  tanks  and  pumped  to  the  four  storage  pressure 
tanks.  By  the  installation  of  these  pressure  storage 
tanks  and  also  all  other  storage  tanks  in  the  basement, 
it  was  not  ncccssarv  to  place  any  tanks  on  the  roof,  so 


Fir.-  and  Ilou.-ie  Pumps.     .\ir  Cmnpressors  b.-hind  No.  1  Fire  Pump. 


large  brick  tank  located  under  the  main  court,  'ilic 
piping  is  so  arranged,  however,  that  at  the  time  the 
water  softener  is  installed  the  discharge  will  be  directly 
into  the  tanks  of  the  softening  plant  and  after  passmg 
through  the  softener  will  go  to  the  above  mentioned 
court  tank. 

This  court  tank  is  a  Ijrick  tank  lOO  ft.  by  57  ft.  by 
17  ft.  deep  and  has  a  capacity  of  600.000  gallons.  At 
the  present  time  this  tank  is  used  for  the  storage  of 
well  water  and  also  rain  water  collected  on  the  root. 
The  well  water,  owing  to  its  hardness,  cannot  be  used 
without  softening,  except  for  flushing  purposes.  How- 
ever, pending  the  installation  of  a  water  softener  plant. 
it  is  being  iised  in  the  hot  water  system  of  the  hotel 
but  not  for  boiler  feed  water. 


that  no  water  load  is  carried  on  the  building  columns 
in  addition  to  the  dead  load  of  the  building. 

On  the  inlet  side  of  the  house  heaters  and  con- 
nected to  the  returns  and  the  make-up  of  the  house 
hot  water  system  is  a  riveted  steel  tank  4  ft.  3  in. 
in  diameter  Jsy  10  ft.  o  in.  long  with  a  capacity  of  1060 
gallons.  This  acts  as  a  storage  reservoir  for  hot  water 
and  is  also  a  mixing  tank  for  the  hot  water  make-up. 

Two  Goubert  vertical  closed  hot  water  heaters 
are  used  for  heating  the  water  supplied  to  the  house ; 
one  of  these  furnishes  a  supply  to  the  basement, 
kitchen  and  laundry  and  has  a  capacity  of  100  gallons 
per  minute  from  60  degrees  to  200  degrees  plus;  the 
other  has  a  capacity  of  200  gallons  per  minute  from 
fio  to  190  degrees.     These  are  supplied  with  exhaust 
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-team  from  the  exhaust  loop  ninniog  around  the  base- 
ment. The  steam  connection  to  each  is  fitted  with  a 
lohnson  thermostatic  valve  controlled  by  a  hot  water 
thermostat  in  the  hot  water  discharge  of  eacli  heater. 
These  thermostatic  controls  were  installed  in  order 
to  control  the  temperature  of  the  water  and  prevent 
it  from  becoming  so  hot  as  to  damage  the  phimhing 
fixtures. 

Two  open  gravity  rapid  sand  filters  were  installed 
in  the  filter  room  under  the  Market  street  sidewalk. 
The  filter  tanks  are  reinforced  concrete  each  7  ft.  10  in. 
bv  10  ft.  o  in.  Each  filter  was  designed  to  filter  a  max- 
imum of  226.000  gallons  every  24  hours,  which  is  at 
the   rate  of    125,000.000  gallons   per  acre   per  day.   <>r 


float  valve  closing  off  the  filters  in  case  the  filtered 
water  storage  tanks  should  be  full.  These  filters  are 
equipped  with  continental  Jewel  air  washing  system, 
compressed  air  being  furnished  through  a  reducing 
valve  from  the  two  compressors  at  4  lb.  pressure.  On 
account  of  the  location  of  the  filters  below  the  ^sewers, 
the  wash  water  of  these  tanks  is  piped  to  the  7  in.  cen- 
trifugal circulating  pump,  which  lifts  the  wash  water 
into  the  large  sewer  on  Market  street. 

Plans  have  been  prejiared  for  a  water  softener 
plant  to  be  located  in  the  Xew  Montgomerj-  street  end 
of  the  engine  room.  This  is  to  be  arranged  so  that  the 
overflow  will  i)ass  directly  into  the  court  tank,  which 
will   then   be  a   softened   water  reservoir   from    which 


R.'lriL-i-T.ilinii  Planl. 


28Sio  gallons  per  sq.  ft.  per  day.  The  water  supplied 
to  the  hotel  is  taken  from  the  Spring  Valley  main 
on  Xew  Montgomery  street,  passes  through  a  battery 
of  eight  2  in.  Xeptune  meters,  thence  through  a  6  in. 
Venturi  meter  to  the  filters.  From  these  it  is  dis- 
charged into  the  open,  filtered  water  tanks  mentioned 
above. 

This  \'enturi  meter  is  equipped  with  a  Type  "M" 
combined  indicator  and  chart  recorder  which  gives 
a  graphic  record  of  the  rates  of  flow  through  the  meter. 
By  adjusting  the  valves  on  the  supply  pipe  any  rate 
of  flow  can  be  maintained  so  that  the  filters  will  work 
at  a  uniform  rate.  .\s  the  consumption  of  water 
throughout  the  house  varies  the  open  filtered  water 
storage  tanks  serve  as  equalizing  reservoirs. 

The  filters  were  installed  by  the  Continental  Jewel 
Filtration  Co.  and  are  equipped  with  their  patent 
strainers.    The  effluent  pipe  is  fitted  with  an  automatic 


boiler    feed    water   and   hot    water   house   supply    will 
be  taken. 

Refrigeration   and    Ice    Making. 

The  ice  making  antl  refrigerating  plant  is  in  a 
special  room  and  includes  one  35-ton  horizontal  double 
acting  \*ulcan  motor  driven  ammonia  compressor, 
double  pipe  ammonia  condensers,  ammonia  system 
complete,  6-ton  ice  making  and  cooling  tank,  etc.  The 
brine  is  circulated  through  the  room  coils  b}^  ■  two 
steam  brine  circulating  pumps. 

There  was  also  installed  machines  for  preparing 
the  ice  for  various  departments,  including  saws  for 
making  cubes  for  drinking  water,  ice  crusher  and  ice 
shaver.  These  machines  are  all  driven  from  a  jack 
shaft  by  a  3  h.p.  motor. 

There  are  thirty  six  different  cold  storage  rooms 
and  refrigerators  placed  in  various  parts  of  the  base- 
ment, kitchen  and  bar  room  to  suit  the  convenience  of 
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the    various   departments.      There    are    also   three   ice 
storage  rooms,  having  a  capacity  of  50  tons. 

The  construction  of  these  rooms  in  general  in- 
cludes sheet  cork  insulation,  tile  walls  and  floors,  plas- 
tered ceilings,  oak  doors  and  trimmings,  bronze  nickel 
plated  hardware  throughout,  and  galvanized  iron 
shelves,  racks  and  drawers.  The  designs  were  care- 
fully worked  out  so  as  to  include  as  little  wood  as 
possible,  in  order  to  secure  a  durable  and  sanitary 
construction. 

The  rooms  and  refrigerators  are  cooled  b\  circu- 
lating cold  brine  through  coils  of  galvanized  pipe 
arranged  in  coil  lofts.  Each  room  is  provided  with 
a  separate  regulator  so  that  the  temperature  may  be 
varied  to  suit  special  conditions. 

The  ammonia  compressor  is  driven  by  a  50  h.p. 
variable  speed  motor,  with  a  speed  variation  from  225 
to  450  r.p.m.  This  wide  variation  of  speed  requires 
that  the  motor  have  interpoles  or  commutating  poles, 
in  order  to  furnish  satisfactory  operation  over  the 
whole  range  of  speed.  The  motor  is  also  compound 
wound  in  order  to  give  the  hea\y  starting  torque  re- 
quired at  starting  the  compressor. 

In  order  to  prevent  excessive  pressure  on  the 
ammonia  system  a  special  controller  was  installed  on 
the  motor  control  panel.  This  consists  of  a  Cutler- 
Hammer  solenoid  switch,  the  magnetizing  current  of 
which  passes  through  a  pair  of  contacts  which  are  held 
in  place  by  a  spring  latch.  Excessive  pressure  will 
release  this  latch  through  the  action  of  a  special  \'ul- 
can  diaphragm  controller,  thus  interrupting  the  mag- 
netizing current,  releasing  the  solenoid  switch  and 
stopping  the  motor.  On  account  of  the  size  of  the 
machine,  it  was  not  equipped  with  an  automatic  starter 
it;  case  the  pressure  should  run  down,  as  it  was  desired 
that  the  attendant  ascertain  the  cause  of  the  excessive 
pressure  before  the  machine  could  be  again  started. 

Vacuum  Sweeper. 

A  complete  vacuum  sweeping  and  scrubbing  sys- 
tem was  installed  with  outlets  on  all  floors.  The 
vacuum  pump  is  located  in  the  main  engine  room  near 
the  elevator  and  fire  pumps.  It  is  a  \'acuum  Engineer- 
ing Company  machine  and  has  a  capacity  for  operatuig 
eight  sweeping  nozzles  at  one  time.  On  the  first  floor 
and  basement  provision  is  made  so  that  the  scrubbing 
water  may  be  supplied  through  the  hose  and  ini])le- 
ments  and  by  reversing  a  valve  the  water  may  be 
drawn  back  through  this  system  and  discharged  into 
the  sewer.  This  system  operates  without  separating 
tanks  of  any  kind  and  all  dirt  is  discharged  automatic- 
ally to  the  sewer. 

Heating  and  Ventilating. 

The  upper  floors  of  the  hotel  are  heated  i)y  direct 
radiation,  steam  being  circulated  by  tlie  \\  ade  vac- 
i^um  system.  Under  each  window  is  placed  a  radiator 
enclosed  in  a  galvanized  iron  lined  recess  under  the 
window  sill.  A  large  bronze  grill  was  placefl  in  the 
baseboard  and  another  in  the  window  sill  to  allow  the 
air  to  circulate  across  the  radiator.  A  removable 
panel  the  same  size  as  the  recess  allows  access  to 
radiator  for  cleaning  and  adjusting.  The  steam  supply 
to  the  radiators  is  controlled  by  valves  having  extra 
long  stems  passing  through  the  casing  with  the  hand 
wheel  outside. 


Exhaust  steam  is  carried  to  the  pent  house  floor 
by  two  7  in.  risers  and  one  8  in.  riser,  which  connect 
to  a  large  main  running  entirely  around  the  building 
in  a  pipe  space  immediately  under  the  roof.  Drop  lines 
from  this  main  supply  steam  to  the  radiators  on  all 
floors.  These  drop  lines  are  anchored  at  the  fifth 
floor.  Returns  parallel  the  steam  lines,  being  con- 
nected to  the  radiators  through  A\'ade  vacuum  valves. 
The  lower  ends  of  all  steam  lines  are  drained  through 
vacuum  valves. 

The  space  between  the  skylights  over  the  main 
court,  the  ladies'  dining  room,  the  concert  room,  the 
bar,  the  barber  shop,  and  over  the  corridors  was 
fitted  with  steam  coils  automatically  controlled  by 
thermostats  located  in  the  rooms  beneath  for  the  pur- 
pose of  keeping  the  space  between  the  skylights  at  an 
even  temperature  and  preventing  down  drafts  from  the 
cold  glass  during  cloudy  daj-s  or  at  night. 

In  the  engine  room  are  two  6  in.  by  10  in.  by  12  in. 
Marsh  direct  acting  steam  vacuum  pumps.  .All  returns 
are  brought  to  a  ^^'ade  condenser  with  a  water  jet  for 
cooling.  The  suction  of  each  vacuum  pump  is  con- 
nected to  this  condenser  from  which  the  condensed 
water  and  air  is  pumped  and  discharged  into  the  hot 
well.  These  pumps  are  designed  so  that  either  pump 
can  maintain  from  5  in.  to  10  in.  vacuum  on  the  entire 
heating  system. 

The  basement  and  first  floor,  containing  all  the 
public  rooms,  are  heated  by  the  indirect  system  with 
the  addition  of  a  few  direct  radiators  under  the  win- 
dows in  the  stores  on  Market  and  New  ^Montgomery 
streets  and  also  in  the  vestibules  at  the  various 
entrances. 

The  main  fresh  air  fan  room  is  in  the  basement  and 
contains  the  four  fans  supplying  fresh  air  to  the  engine 
room,  the  men's  grill,  the  bar  and  the  barber  shop, 
the  north  half  of  the  main  court,  the  ladies'  dining 
room,  the  south  half  of  the  main  court  and  various 
public  offices,  the  help's  kitchen,  laundry  and  other 
service  portions  of  the  basement. 

Fresh  air  is  brought  into  this  room  by  two  shafts 
each  7  ft.  by  12  ft.,  taking  the  fresh  air  from  the  space 
above  the  main  court.  Across  the  bottom  of  each  of 
these  shafts  is  an  air  washer,  the  one  on  the  north  side 
having  a  capacity  to  wash  53.000  cu.  ft.  of  air  per 
minute,  and  the  one  on  the  south  side  having  a  ca- 
pacity to  wash  46.000  cu.  ft.  per  minute.  These  wash- 
ers arc  equipped  with  spray  nozzles,  water  being  sup- 
plied bv  two  motor  driven  centrifugal  pumps.  The  air 
passes  through  the  water  screens  and  then  through  a 
series  of  eliminators  which  remove  all  suspended 
moisture.  The  outlets  of  the  air  washers  are  directly 
connected  to  the  inlets  of  the  fans,  the  tempering  eoils 
being  set  in  these  ducts. 

In  another  fan  room  in  the  basement  are  three 
exhaust  fans,  one  exhausting  the  engine  room,  the 
second  exhausting  the  men's  grill,  bar  and  barber  shop 
and  the  third  the  laundry. 

In, a  third  fan  room  is  the  exhaust  fan  exhausting 
the  pastry,  bakery,  butcher  shop  and  other  service  por- 
tions of  the  basement. 

On  the  mezzanine  floor  in  a  separate  room  is  the 
exhaust  fan  which  exhausts  the  air  from  under  the 
kitchen  hood  and  also  from  under  the  hood  of  the  grill 
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in  the  meii"s  dining  room.  The  discharge  of  this  fan 
is  especially  heavy  riveted  iron  duct  in  the  main  stack 
compartment  24  in.  by  36  in.  running  to  the  roof.  The 
duct  from  the  main  kitchen  hood  is  heavy  riveted  iron 
No.  10  gauge,  covered  with  asbestos.  This  fan  is  l)\- 
passed,  tiic  by-pass  damper  being  held  closed  !>}'  a 
fusible  link.  In  case  the  grease  should  burn  in  the 
duct,  this  by-pass  will  open  and  a  damper  on  the  fan 
inlet  close,  allowing  the  hot  burning  gases  to  pass 
directly  up  the  discharge  duct  to  tlie  roof,  without 
passing  through  the  fan. 

In  a  second  fan  room  on  the  mezzanine  floor,  is 
the  main  kitchen  exhaust  fan.  and  the  fan  for  exhaust- 
ing the  concert  and  reception  rooms. 

In  a  third  roum  on  the  mezzanine  floor,  is  the  main 
kitchen  supply  fan  ;  also  the  supply  fan  for  the  con- 
cert and  reception  rooms  along  the  Jessie  street  side 
of  the  hotel.  The  exhaust  and  supply  fans  for  the 
banquet  and  ball  room  are  also  placed  in  this  fan  room. 
The  fresh. air  shaft  taking  the  air  from  the  space  above 
the  "uain  court  is  in  ^he  south  end  of  this  room. 
-Across  the  end  of  this  is  another  air  washer  complete 
with  nozzles  and  eliminator  plates.  The  fresh  air  fan^ 
in  this  room  are  not  directly  connected  to  the  outlet 
of  the  air  washer  but  the  entire  room  is  used  as  a 
washed  air  chamber.  Each  fresh  air  fan  in  this  room 
is  fitted  on  its  inlet  side  with  heater  coils. 

In  five  fan  rooms  t)n  the  ])ent  house  floor  are  lo- 
cated the  exhaust  fans  which  e.xhaust  the  bath  rooms. 
One  of  these  fans  is  also  connected  to  the  hood  in  the 
helps  kitchen  in  the  basement.  .\11  of  these  pent  house 
fans  discharge  the  foul  air  through  louvered  openings 
in  the  roof. 

-All  fans  are  direct  connected  to  \\  estinghouse  slow 
S])ecd  motors  of  the  size  and  speed  shown  on  the  fol- 
lowing table;  which  also  shows  the  size  and  capacity 
of  all  fans. 

PAL.\CE    HOTKL,  FANS. 


Room?  Sipplied  ~u      .S        rii     — '      — 3 

c  =.    zi  =   f  s    :s     —'^. 

Service   part    of   basement    20.000  110  66  210  6 '4 

Laflies'   iliniiiK  room,  court,  offices..  .  .26.000  lin  66  210  9 
Men's    grUI,    court,    bar    room,    barber 

shop      2,'i,000  110  66  240  9 

Engine  and   boiler  room    2S,000  120  72  220  10 

Bantiuet  room   17,000  100  60  265  6 

Concert   room,   reception    rooms 15,000  100  60  265  5 

Kitchen    and    pantries    16,000  100  60  265  5 

Rooms  E.\h.^l?ted 

Service  part  of  basement   IS, 000  110  66  240  6 

Ladies  dining   room,   court,   grill,   bar. 

barber,  offices   45.000  140  90  180  I.t 

Laundry     11.000  90  54  290  4 

Engine  and  boiler  room    2S,000  120  72  220  lOVi 

Banquet    room       21,000  110  66  240  6^i 

Concert  and   reception    rooms    17,000  100  60  265  6 

Kitchen    and    pantries    20.000  100  60  290  6 

Kitclien    hood    12,000  70  42  550  10 

Batli    rooms  and   helps'   kitchen    21.000  110  66  240  6 '4 

Bath    rooms      1 4.000  SO  48  330  4  i,i 

Bath   roimis     12,000  80  48  330  4 

Bath    rooms    S.OOO  60  3o  440  2>>: 

Batli   rooms    1.").000  100  60  265  5 

.\I1  fans  are  .\nierican  F.lower  Co.'s  fans  with  full 
steel  housing.  .\11  motors  are  equipped  with  Cutler- 
llamnicr  speed  controllers  of  the  fan  type  with  speed 
regulation  of  loo  per  cent  to  50  per  cent  of  full  speed. 

.Ml  temperature  control  is  by  thermostatic  valves 
on  the  steam  inlet  to  the  heater  coils.  These  are  oper- 
ated by  thermostats  jilaced  in  the  various  rooms  sup- 
plied bv  the  fans. 


.\11  duct  systems  throughout  the  building  are  sin- 
gle duct  as,  on  account  of  the  large  area  of  the  build- 
ing the  large  size  of  rooms  and  the  large  amount  of 
air  required,  the  cost  of  a  double  duct  system  would 
have  l)een  iirohibitive. 

In  general,  the  fresh  air  is  admitted  to  the  room 
about  12  ft  above  the  floor  line.  In  the  two  grill  rooms 
fresh  air  registers  are  located  o\er  the  doors.  The 
fresh  air  inlets  on  the  .\nnie  and  Jessie  street  side  of 
the  ballroom  are  long  narrow  ones  built  in  the  sides 
of  the  window  casings,  the  warm  air  blowing  out 
across  the  windows  to  prevent  cold  drafts  from  the 
large  glass  surfaces.  On  the  inside  wall  of  the  ball- 
room the  fresh  air  is  brought  in  over  the  doors.  As 
smoking  is  allowed  in  all  of  these  rooms,  the  exhaust 
registers  were  made  long  and  narrow,  running  from  a 
point  about  30  in,  above  the  fl<)or  to  a  point  12  ft. 
above  the  floor,  in  order  to  clear  the  room  of  smoke 
without  drawing  it  down  to  the  floor  line.  In  actual 
practice  this  long  exhaust  register  works  very  satis- 
factorily. 

The  amount  of  air  exhausted  lr(^m  the  main  court 
is  much  less  than  the  supply,  while  that  of  the  two 
grill  rooms  on  each  side  of  the  court  is  much  greater 
than  the  su])j)Iy.  By  this  distribution  the  exhaust  fans 
draw  air  into  the  grill  rooms  from  the  main  court,  thus 
preventing  anv  odors  from  getting  into  the  court  and 
lobby. 

The  main  kitchen  supplies  are  brought  in  through 
down  spouts  directly  over  the  space  between  the  serv- 
ing table  and  the  front  of  the  ranges.  Fresh  air  inlets 
vvere  alsf)  ])rovided  along  the  north  wall  of  the  kitchen. 
The  main  e.xhaust  from  the  kitchen  is  taken  out  under 
the  hood  over  the  range  and  through  exhaust  outlets 
placed  in  the  ceiling.  The  kitchen  exhaust  is  100  per 
cent  in  excess  of  the  supply.  This  proportion  insures 
that  no  odors  from  the  kitchen  will  reach  the  grill 
rooms  or  the  main  court  which  connect  to  the  kitchen 
through  the  serving  pantries.  The  air  in  the  kitchen 
and  iiantries  is  changed  every  2Y2  minutes.  In  the 
actual  operation  of  the  kitchen  the  tendency  of  all  serv- 
ing doors  is  to  swing  open  tow'ard  the  kitchen. 

The  hood  over  the  grill  in  the  men's  grill  room 
is  connected  to  the  kitchen  hood  exhaust  fan.  An 
additional  exhaust  duct  is  run  from  the  space  directly 
over  this  to  the  main  stack  compartment.  .\s  the  tem- 
perature of  this  stack  compartment  is  at  all  times 
greatly  in  excess  of  the  room  temperature,  the  whole 
stack  comi)artment  acts  as  a  natural  draft  exhaust. 

Ill  order  to  keep  the  floor  of  the  grill,  bar  and 
barber  slio|)  cool  two  false  ceilings  were  built  over  the 
engine  and  boiler  room  which  occupy  the  basement 
directly  under  the  above  named  rooms.  Between  these 
ceilings  is  in  an  air  space  varying  in  height  from  18 
inches  to  foui*  feet.  The  main  cold  air  supply  duct 
to  the  engine  and  boiler  room  runs  in  this  space  over 
one  edge  of  the  engine  room  and  furnishes  air  to  the 
room  through  openings  in  the  ceiling  directly  over  the 
generators  and  the  pumping  equipment.  Outlets  from 
this  duct  were  left  into  the  space  betw'een  the  two 
ceilings  to  furnish  a  constant  supply  of  cold  air  to 
this  space.  The  exhaust  duct  for  the  engine  and  boiler 
room  runs  along  the  room  on  the  opposite  side  from 
the  supply  duct  and  exhausts  the  hot  air  from  directly 
over  the  rear  end  of  the  boilers.     Openings  are  al-'> 
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provided  into  this  duct  for  exhausting  the  air  from  the 
space  between  the  ceilings.  Thus  cold  air  is  admitted 
to  this  space  on  one  side  of  the  room  and  is  circulated 
across  the  room  to  the  opposite  side  and  exhausted. 
This  constant  circulation  of  cold  air  has  proved  very 
effective  in  keeping  the  floor  above  the  boijers  cool. 
This  space  also  acts  as  a  deadener,  preventing  the 
noise  of  the  oil  burners  and  machiner}'  from  reaching 
the  rooms  above.  .All  electrical  conduits  ventilating 
ducts,  heating  and  jdumbing  pipes  were  run  iK-twcen 
the  two  ceilings.  All  power  plant  piping  is  below 
both  ceilings  for  convenience  in  reaching  the  valves. 

The  exhaust  register  for  each  bathroom  is  placed 
in  the  center  of  the  ceiling.  A  bronze  grill  was  placed 
in  the  bottom  of  the  door  connecting  the  sleeping  room 
with  the  bathroom  to  allow  air  to  pass  from  the  room 
to  the  bathroom.  The  bathroom  system  is  ])rop<ir- 
tioned  to  change  the  air  once  tvery  five  minutes  in 
each  bathroom.  As  all  sleeping  rooms  are  nearly  i)f 
the  same  size,  this  rate  for  the  bathroom  corresponds 
to  a  change  of  air  in  the  bedroom  once  every  30 
minutes. 

.\11  branch  ducts  from  the  bathrooms  are  con- 
nected into  a  large  duct  running  in  the  furred  ceiling 
over  tiie  corridors,  these  ducts  being  connected  to  ver- 
tical ones  in  the  five  shafts,  which  run  to  the  pent 
house.  Over  the  top  of  each  of  these  shafts  is  placed 
a  full  housing  steel  plate  fan  with  discharge  through  a 
louvered  opening  above  the  roof.  Each  bathroom  con- 
nection is  ec|uippcd  with  a  sliding  damper  which  was 
set  before  the  register  faces  were  placed,  so  as  to  in- 
sure an  equal  distribution  of  the  air  through  all  the 
branches. 

.\11  of  the  branches  of  the  fresh  air  ducts  are  also 
equipped  with  adjustable  damj^ers  which  were  set  so 
that  all  air  outlets  receive  their  proper  proportion  of 
the  total  amount  of  air  carried  by  the  main  duct.  Be- 
hind the  register  faces  of  all  fresh  air  and  exhaust  out- 
lets a  series  of  baffle  plates  were  installed  to  insure 
an  even  distribution  of  air  over  the  entire  register  face. 
In  public  rooms  of  the  building  the  register  faces  are 
composed  of  ornamental  iron  or  plaster  behind  which 
arc  placed  brass  screens  of  54  in-  mesh.  All  register 
faces  were  of  special  design  to  conform  to  the  scheme 
of  the  interior  decorations.       , 

.\\\  fresh  air  ducts  carrying  heated  air  are  covered 


v^'ith   a   one-inch   covering  of   asbestos   wrapped   with 
canvas. 

The  specitications  for  the  ventilating  work  called 
for  fans  capable  of  delivering  the  quantities  of  air 
specified  in  tlie  above  table.  A  series  of  tests  were 
made  on  each  and  ex'ery  fan  to  determine  whether  the 
fans  were  delivering  the  specified  amount  of  air.  Dur- 
ing these  tests  the  air  delivered  by  the  fan  was  meas- 
ured with  a  Pitot  tube  inserted  in  the  inlet  or  discharge 
connection  to  the  fan,  depending  on  whether  a  supply 
or  exhaust  fan  was  being  tested.  These  tests  showed 
that  all  fans  were  delivering  the  amount  of  air  re- 
quired and  in  most  cases  much  more  than  that  speci- 
fied. 

To  insure  silent  operation  of  all  motors  and  fans 
which  were  placed  directly  on  the  floor  slab  of  the 
mezzanine  and  pent  house  floors  a  layer  of  one  inch 
sheet  cork  was  inserted  between  the  fan  base  and  the 
floor.  The  connections  to  the  inlet  and  outlet  of  all 
fans  were  made  by  flexible  joints  of  heavy  canvas,  re- 
inforced with  light  screen,  to  prevent  vibration  from 
being  communicated  to  the  ducts. 
Elevators. 

The  elevator  equipment  of  the  building  consists 
of  five  passenger  elevators  running  from  the  first  floor 
to  the  eighth  ;  one  service  elevator  running  from  the 
basement  to  the  eighth;  two  service  elevators  running 
from  the  basement  to  the  ninth  floor:  also  two  lifts, 
one  from  the  basement  to  the  sidewalk  and  one  from 
the  basement  to  the  kitchen.  The  passenger  elevators 
are  geared  for  a  speed  of  400  ft.  per  minute  and  the 
service  for  350.  These  eight  machines  are  rope  driven 
of  the  horizontal  type,  the  machinery  being  located 
in  the  basement.  The  two  short  rise  elevators  are  of  the 
plunger  type.  The  passenger  elevators  are  all  equipped 
with  automatic  air  operated  doors.  .Ml  elevator  equip- 
ment except  tile  pumps  was  installed  by  the  Otis 
Elevator  Co.  of  New  York  and  San  Francisco. 

The  architects  for  the  building  were  Trowbridge 
&•  rj'\ingston  of  New  York.  All  of  the  plans  were 
drawn  in  their  San  Francisco  office  under  the  direction 
of  Mr.  Geo.  W.  Kelham,  a  member  of  the  firm. 

The  entire  mechanical  equipment  of  the  hotel  was 
designed  by  Hunter  &  Hudson,  consulting  engineers, 
San  Francisco,  Cal.,  and  was  installed  under  their 
supervision. 


CONDENSED    DATA   OF    PALACE    HOTEL    EQUIPMENT 

Apparatus.  -Make. 

Boilers  Babco.  k     &    Wik-ox. 

Kngines      .  .' McTntosh   &   .s.ymou,-. 

pVivei-   Plant   Piping 

Stactc   and   Breeching    • ^,,       .      , 

Generators   and  Motors    ^^  pst.nsliouse.  ^ 

Switcli)>oard    

Klectric  Wiring.  Teleplione  Wiring    

Cloclt,  Bell   and  Fire  Alarm  S.vstems   

Condenser  Equipment  and  Cooling  Tower ?  „„  '.-.^v.ir,,. 

Elevator   and    House  .Pumps    ^■"'"^-:-;.;;irg-ton. 

v^i,S%anV::::;::;::::::;::::::::::::;:::-      Amen-an  B,ower  co. 

Indirect    Heating  and    Ventilating    Wade 

Direct   Heating   .....  ...  .■■■■ Compressed   Air   Machine   Co. 

Air  Compres.sors   and   A>r   Lift    o    P       Continental  Jewell. 

water   F.    ers ;  x^xXc^xi. 

Refrigerating    Plant     

.Sump   and   Blow-OfT   Tanks.   Oil   Tanks    ^^.^ 

Elevators     • 


Ccmtractor. 

C.  C.  Moore  &  Co. 

C.  C.  Moore  &  Co. 

C.  C.  Moore  &  Co. 

C.  C.  Moore  &  Co. 

Westingliouse    E.   &   M.    Co. 

.1.    G.    Sutton    Co. 

J.    G.    Sutton    Co. 

J.    G.    Sutton    Co. 

C.  H.  Wheeler  Mfg.   Co. 

H.   R.  Worthington   Co. 

H.    R.   Worthington   Co. 

A.  B.  Co. 

Robt.    Dalziel    Jr.    Co. 

Mangrum   &   Otter.  Inc. 

Compressed  Air  Machine  Co. 

Cal.    Jewell    Filter    Co. 

Vulcan    Iron    Works. 

Risdon    Iron    W^orks. 

Otis    Elevator    Co. 
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NEW  ELECTRICAL  DEFINITIONS. 

The  Standards  Committee  of  the  American  Iiisli- 
lulc  of  Electrical  Engineers  has  submitted  a  niimhcr 
of  proposed  amendments  to  the  Standardization  Rules 
of  the  Institute.  Many  of  these  amendments  involve 
sli,t;lit  changes  in  the  wording  of  present  definitions, 
the  following  list  being  that  of  the  more  important 
additions. 

A  Compensated  Alternator  is  an  alternator  which 
automatically  compensates  for  the  drop  in  voltage  in 
its  armature,  or  in  its  armature  and  the  line. 

A  Sj'nchronous  Compensator  is  a  synchronous 
machine,  running  either  idle  or  under  load,  whose  full 
excitation  may  be  \aried  so  as  to  modify  the  power- 
factor  of  the  circuit,  or  through  such  modification,  to 
influence  the  voltage  of  the  circuit. 

An  Inductor  Alternator  is  an  alternating-current 
generator  in  whose  armature  windings  the  field  mag- 
netic flux  pulsates  but  never  reverses. 

An  Induction  Generator  is  a  machine  similar  to 
an  induction  motor  but  driven  as  an  alternating-current 
generator. 

A  Rotor  is  a  rotating  member  of  a  machine. 

A  Stator  is  a  stationary  member  of  a  machine. 

Equalizing  Rings  are  rings  connected  to  equipo- 
tcntial  points  of  multiple-wound  armatures  to  equalize 
the  voltage  between  brushes. 

A  Primary  Winding  is  that  winding  of  an  induc- 
tion motor  or  of  a  transformer  which  receives  power 
from  an  external  source. 

A  Secondary  Winding  is  that  winding  of  an  induc- 
tion motor  or  of  a  transformer  which  receives  power 
from  the  primary  by  induction. 

Note:  The  terms  "High-tension  winding"  and 
"Low-tension  winding"  are  suitable  for  distinguishing 
between  the  windings  of  a  transformer  where  the  rela- 
tions of  the  apparatus  to  the  source  of  power  are  not 
iuNolved. 

A  Transformer-Balancer  is  an  auto-transformer 
for  dividing  a  voltage  in  constant  proportions,  and 
usually  into  two  equal  portions. 

An  Induction  Starter  is  a  device  used  in  starting 
induction  motors,  converters,  etc..  when  they  are 
started  by  voltage  control,  consisting  of  an  auto-trans- 
former in  connection  with  a  suitable  switching  device. 

A  Leakage  Reactance  is  that  portion  of  the  react- 
ance of  anv  induction  apparatus  which  is  due  to  strav 
flux. 

A  Synchronoscope  is  a  synchronizing  device  which, 
in  addition  to  indicating  synchronism,  shows  whether 
the  machine  to  be  synchronized  is  fast  or  slow. 

A  \^oItmeter  Compensator  is  a  device  used  in  con- 
nection with  a  voltmeter  to  reduce  its  reading  by  the 
amount  of  the  line  drop,  and  thus  causing  it  to  indi- 
cate the  voltage  delivered  at  the  distant  end.  or  at  any 
other  predetermined  point  of  the  line. 

A  Watthour  Meter  is  an  instrument  for  registering 
total  watthours.  This  term  is  to  be  preferred  to  the 
term  "integrating  wattmeter." 

I  are  instruments  which 
Recording  \\'attmeters  }  record  upon  a  time- 
Recording  Voltmeters  ^  chart  the  values  of  the 
Recording  .Ammeters        I  quantities  they   meas- 

1  ure. 


b.  Indicating  Meters  should  be  rated  according  to 
their  full-scale  reading  of  volts,  amperes,  or  watts  Cat 
unity  power-factor  in  wattmeters). 

c.  Watthour  Meters  should  be  rated  by  their 
power  delivery  at  rated  volts  and  amperes  at  unity 
power-factor. 


CHANGES  MADE  IN  THE  AREAS  OF  CALIFOR- 
NIA  NATIONAL   FORESTS. 

The  President  signed  proclamations  effective  July 
I,  1910,  eliminating  65,490  acres  from,  and  adding 
9.389  acres  to,  the  Sequoia  National  Forest,  California, 
transferring  175.730  acres  from  the  Sierra  National 
Forest  to  the  Sequoia,  and  establishing  the  Kern  Na- 
tional Forest  by  the  division  of  the  Sequoia.  The  areas 
excluded  by  the  Sequoia  proclamation  are  scattered 
along  the  west  boundary  of  the  Forest  and  are  lands 
which,  upon  a  very  careful  examination  made  by  the 
Secretary  of  Agriculture  last' summer,  were  found  to 
be  not  chiefly  valuable  for  National  Forest  purposes. 
They  comprise  areas  lying  north  and  east  of  Squaw 
\'alley,  southeast  of  Aukland.  northeast  of  Lemon 
Cove,  and  west  of  White  river. 

The  additions  to  the  Sequoia  are  located  along  the 
western  boundary  and  consist  of  scattered  tracts  which 
were  found  to  be  best  adapted  to  forest  uses  and  water- 
shed protection.  The  main  areas  added  lie  northwest 
of  Milo  and  northeast  of  Daunt. 

The  area  transferred  from  the  Sierra  to  the  Se- 
quoia comprises  that  portion  of  the  watershed  of  the 
South  Fork  of  Kings  river  which  lies  north  of  the  river. 
The  entire  watershed  of  the  South  Fork  of  Kings 
river  is  thus  now  within  the  Sequoia  Forest.  The  area 
of  the  reduced  Sequoia  Forest  is  approximately  1,261,- 
043  acres,  and  that  of  the  Sierra  approximately  1.759,- 
950  acres. 

The  new  unit  to  be  known  as  the  Kern  National 
Forest  has  an  area  of  approximately  1,951,191  acres 
and  comprises  tliat  portion  of  the  old  Sequoia  Forest 
lying  east  of  Kern  river  and  south  of  the  north  boun- 
dary of  Kern  county.  The  headquarters  of  the  new 
Forest  will  be  located  at  Bakersfield.  The  unappropri- 
ated portions  of  the  areas  eliminated  by  this  proclama- 
tion will  be  restored  to  settlement  and  entry  after  hav- 
ing been  advertised  in  the  local  papers  by  the  Secre- 
tary of  the  Interior. 


BOOKS    RECEIVED. 


Miscellaneous  Tests  of  Electric  Car  Equipment.  By  Eugene 
C.  Parham  and  John  C.  Shedd;  153  pages;  5x7%  inches; 
73  line  cuts.  McGraw-Hill  Book  Co..  New  York,  and  Tech- 
nical Book  Shop,  San  Francisco.     Price,  $1.00. 

The  present  volume  is  the  second  of  two,  the  first  being 
entitled  "Shop  Tests  on  Electric  Car  Equipments."  The  sec- 
ond volume  supplement  contains  directions  for  both  stationary 
and  motion  tests.  Rules  are  given  for  testing  car  fuses,  circuit 
breakers  and  controllers.  A  number  of  miscellaneous  tests, 
such  as  speed,  acceleration,  retardation  and  horse  power  re- 
quired are  presented.  The  concluding  chapter  gives  illustrated 
directions  for  reviving  shocked  persons  and  relieving  burns. 
To  anyone  engaged  in  work  of  this  character  this  book  is 
invaluable. 
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964,658.  Method  of  Operating  Electric  Motors.  Benjamin 
G.  Lamme,  Pittsburg,  Pa.,  assignor  to  Westinghouse  Electric 
&  Manufacturing  Company,  a  corporation  of  Pennsylvania. 
The  method  of  operating  electric  motors  having  armature  and 
field  magnet  windings  which  consists  in  supplying  alternating 
currents  to  the  motors  so  that  only  a  portion  of  the  total 
amount  of  current  traverses  each  of  the  field  magnet  wind- 
ings, and  the  total  amount  traverses  the  armature  windings 


for  the  lower  speeds,  then  in  supplying  the  current  so  that 
only  a  portion  of  the  total  amount  traverses  each  of  the  arma- 
ture windings  for  the  higher  speeds,  and  in  supplying  direct 
current  to  the  motors  so  that  the  total  amount  of  current 
traverses  the  field  magnet  and  armature  windings  for  the 
lower  speeds  and  only  a  portion  of  the  total  amount  traverses 
each  of  the  windings  for  the  higher  speeds. 

964,737.  Insulated  Distributer  for  Electric  Service-Wires. 
John  B.  Ashley,  Seattle,  Wash.  In  a  wire  distributing  sup- 
port, an   insulating  casing  entirely   surrounding  the   support, 


a  plurality  of  divisions  carried  by  the  casing  and  the  support 
and  adapted  to  receive  a  plurality  of  wires,  and  means  engag- 
ing the  casing  surrounding  the  support  and  adapted  to  support 
both  the  casing  and  the  support. 

964,630.  Dynamo-Electric  Machine.  Joseph  P.  Feeney, 
Schenectadv.  N.  V.,  assignor  to  General  Electric  Company,  a 
corporation  of  New  York.  In  a  dynamo  electric  machine,  a 
rotatable  member,  coils  therefor  having  end  turns  or  connec- 
tions, a  support  for  said  end   turns,  and  means  for  holding 


each  of  said  end  turns  in  place  against  centrifugal  force  com- 
prising a  plurality  of  members  arranged  in  a  row,  each  of 
said  members  having  one  or  more  flanged  portions,  each  of 


said  flanged  portions  engaging  the  exterior  surface  of  a  single 
end  turn,  and  a  single  stem  portion  passing  between  the  end 
turns  and  secured  to  said  support,  said  members  being  spaced 
apart  about  said  support. 

964,963.  High-Pressure  Turbine-Pump.  Walter  I  .  For- 
ward, West  Berkeley,  Cal.,  assignor  to  Byron  Jackson  Iron 
Works,  West  Berkeley,  Cal.  In  combination  with  a  turbine 
pump,   the   guide   vanes   forming   fluid    passages   therein   and 


having  outwardly  projecting  segments,  of  shells  and  covers 
having  corresponding  annular  grooves  into  which  the  seg- 
ment project,  said  grooves  being  undercut  and  having  de- 
pressed pockets  at  intervals,  and  a  filling  of  fusible  packing 
metal  cast  into  the  grooves  around  the  segments. 

964,681.  Meter-Lock.  Isaac  W.  Norcross,  New  York.  N.  Y. 
In  a  meter  lock,  a  fixed  base  having  a  removable  incasement 
with  threaded   studs  projecting  from   said  base  and   through 


said  incasement,  in  combination  with  adjustable  lock  arms 
engaging  said  projecting  studs  and  having  interlocking  ends 
with  openings  to  admit  a  soft  metal  seal  at  an  intermediate 
central  point. 
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The  next  issue  of  the  Journal  of  Electricity,  Power  and  G;i~, 
August  6,  will  contain  a  complete  illustrated  description  of  the 
system  of  the  Northern  California  Power  Co.,  written  by  Rudolpli 
W.  Van  Norden. 


The  Power  of 
Money 


We  often  speak  figuratively  of  tlie  power  of  money 
without  a  full  appreciation  of  the  literal  aptness  of 
this  expression.  Adopting  the  hy- 
draulic analogy,  the  stream  of  coin 
that  is  poured  forth  each  year  from 
tiie  mints  may  well  be  likened  to  a 
stream  of  water  fed  from  the  clouds.  Both  run  to  waste 
unless  properly  conserved  and  controlled  so  as  to  per- 
form useful  work.  \\  hether  stored  in  mountain  reser- 
voirs or  in  bank  \aiilts,  their  energy  is  but  potential 
until  the  gates  have  been  opened  and  these  quantities 
are  set  in  motion  by  some  such  force  as  the  attraction 
of  gravitation  or  of  interest.  It  may  seem  novel  to 
think  of  interest  as  a  force,  but  in  the  power  equation 
of  money  it  is  invaluable.  It  is  much  like  gravity,  in 
that  its  effect  is  greatly  accelerated  when  compounded. 
Conducted  through  the  proper  channels,  it  is  money 
that  keeps  the  wheels  of  indifstry  in  motion,  and  so  in 
time  money  thus  becomes  power. 

Judging  from  the  press  dispatches  of  this  week, 
the  supply  has  been  shut  off  from  the  pipe  lines  lead- 
ins:  to  the  stock  and  bond  market.  Divers  reasons 
are  assigned  for  the  undeniable  evidence  that  many 
good  securities  are  a  drug  on  the  market.  Stocks  that 
will  pay  six  or  seven  per  cent  on  the  present  invest- 
ment move  but  slowly.  Such  sluggishness  may  partly 
be  accounted  for  by  the  lack  of  confidence  engendered 
])y  legislation  whicli  threatens  to  depreciate  the  value 
of  the  property  belonging  to  the  "special  interests," 
who  by  the  way  are  largely  made  up  of  those  thrifty 
individuals  throughout  the  country  who  seek  invest- 
ment for  their  savings.  This  support  of  the  great  in- 
vesting public  has  been  withdrawn  and  the  professional 
buyers  are  not  strong  enough  to  hold  up  the  weak- 
ening market.  This  icy  barrier  of  distrust  has  been 
congealed  by  the  political  promises  of  further  anti- 
trust laws,  and  until  melted  by  the  warming  rays  of 
renewed  confidence,  the  stored  money  of  the  small  in- 
vestor will  be  withheld.  It  is  difficult  to  induce  a  man 
to  put  his  savings  into  a  proposed  hydroelectric  devel- 
opment on  government  land  for  whose  use  the  power 
company  has  to  pay  a  tax  so  high  as  to  make  it  impos- 
sible for  water  generated  power  to  compete  with  the 
cheap  steam  power  now  available. 

These  uncertainties  are,  however,  but  contributory 
factors  in  causing  a  money  drought.  This  stream  has 
also  been  greatly  reduced  by  "the  high  cost  of  living." 
which  has  been  more  accurately  stated  "the  cost  of 
high  living."  We  also  read  in  the  daily  papers  that 
millions  of  dollars  are  being  spent  for  automobiles, 
which  are  not  only  a  means  of  diversion  for  the  owners 
but  also  one  of  the  causes  of  the  diversion  of  money 
flow.  \\\t.\\  the  tremendous  reserves  now  being  car- 
ried in  the  savings  banks  and  held  in  the  safe  deposit 
vaults,  it  can  be  but  a  matter  of  time  before  this  money 
will  inundate  the  market,  when  the  price  of  stocks  and 
bonds  will  reach  a  new  high  water  mark.  The  sage 
ad\ice  is  to  bu^■  now  while  thev  are  at  low  ebb. 
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PERSONALS. 
P.  W.  Jenifer,  a  telephone  official  of  Los  Angeles,  is  visit- 
ing San  Francisco. 

W.  E.  Bennett,  an  electrical  engineer  of  New  Yorlv,  is  a 
San  Francisco  visitor. 

H.  M.  Bacon,  of  the  San  Francisco  office  of  Ford,  Bacon 
&  Davis,  is  at  Los  Angeles. 

James  H.  Wise,  hydraulic  engineer  with  F.  G.  Baum  &  Co. 
of  San  Francisco,  is  in  Alasl<a. 

W.  P.  Hammon   recently   returned  to  his   San   Francisco 
office  after  an  extensive  Eastern  trip. 

William  D.  Ward,  of  the  Pelton  Water  Wheel  Company's 
sales  department,  is  in  Southern  California. 

Marshall  W.  Gleason  of  the  Gleason,  Tievout  Company  of 
Brooklyn,  N.  Y..  is  visiting  the  Pacific  Coast. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.  of  San  Francisco,  has 
returned  from  a  business  trip  to  Puget  Sound. 

Sidney  Sprout,  electrical  engineer,  has  returned  to  his 
San  Francisco  office  after  visiting  Oxnard,  Cal. 

E.  J.  Kendall,  of  Ukiah,  superintendent  of  the  Snow  Moun- 
tain Power  Company's  system  visited  San  Francisco  last  week. 
Tracy  E.  Bihbins,  assistant  Pacific  Coast  manager  of  the 
General  Electric  Company,  recently  returned  from  an  Eastern 
trip. 

Walter  M.  Fagan,  manager  of  the  Los  Ange'.es  offices  of 
the  National  Conduit  and  Cable  Co.,  was  at  San  Francisco 
this    week. 

W.  S.  Heger,  Pacific  Coast  district  manager  for  the  Allis- 
Chalmers  Company,  visited  his  Los  Angeles  office  during  the 
past  week. 

E.  C.  Johnson  has  been  appointed  engineer  in  charge  of 
maintenance  of  way  and  construction  of  roadway  and  buildins,'s 
tor  the  Pacific  Railway  at  Santa  .Monica. 

W.  W.  Briggs,  Pacific  Coast  district  manager  of  the  Wcst- 
inghouse  Electric  &  Manufacturing  Company,  has  returned  to 
San  Francisco  from  an  outing  in  the  mountains. 

C.  O.  G.  Miller,  president  of  the  Pacific  Lighting  Company, 
of  Los  Angeles,  has  returned  to  his  home  at  San  Francisco 
after  a  summer  vacation  spent  in  automobiling  in  Southern 
California. 

C.  A.  Coolidge  has  been  appointed  general  manager  of  the 
Oregon  Electric  Railway,  Portland,  Ore.,  to  succeed  Mr.  Guy 
W.  .Talbot,  who  resigned  to  become  president  of  the  Portland 
Gas  &  Coke  Company,  Portland,  Ore. 

H.  L.  Kirker,  an  engineer  with  the  railway  and  lighting 
department  of  the  Westinghouse  ^lectric  and  Manufactuiiiig 
Company,  recently  arrived  from  Pittsburg  and  spent  a  few 
days  at  the  company's  San  Francisco  office. 

E.  M.  Frazer,  inventor  of  the  Frazer  electric  elevator  sys- 
tem, which  was  purchased  by  the  Otis  Elevator  Company  sev- 
eral years  ago,  has  returned  to  his  home  at  Yonkers,  .N'.  Y.. 
after  spending  several  months  at  San  Francisco. 

J.  B.  Ccggins.  manager  of  the  Postal  Telegraph  Company  s 
Denver  office,  has  been  assigned  to  take  charge  of  tlie  com- 
pany's San  Francisco  business.  Mr.  Coggins  has  advanced 
steadily  since  his  start  with  the  company  as  messenger  boy. 
G.  W.  Slocum,  the  engineer  of  the  Portland  Railway, 
Light  &  Power  Company,  has  returned  to  Portland  after  spend- 
ing a  week  at  San  Francisco.  He  was  at  one  time  in  charge 
of  the  North  Beach  plant  of  the  United  Railroads  ol  San 
Francisco. 

Wynn  Meredith.  Pacific  Coast  manager  for  Sanderson  & 
Porter  of  New  York,  is  expected  at  his  San  Francisco  head- 
quarters about  August  :!,  after  spending  the  past  montli  in 
British  Columbia,  principally  in  connection  with  the  installa- 
tion of  the  Jordan  river  development. 


Chas.  F.  Stamps,  Jr.,  631  South  Hill  St.,  Los  Angeles, 
has  been  appointed  novelty  editor  of  the  Pacific  Coast  Gas 
Association,   vice   G.   H.  Hollidge,   resigned. 

George  S.  Binckley,  who  has  been  connected  with  the 
British  Columbia  Electric  Railway  Company  Ltd.,  as  con- 
sulting engineer  and  chief  hydraulic  engineer  for  nearly  two 
years  past,  expects  to  conclude  his  work  in  British  Columbia 
in  September,  and  resume  his  consulting  practice  in  Los 
Angtles. 

J.  F.  Adams,  lor  some  time  Reno  manager  for  the  Pacific 
Telephone  and  Telegraph  Company,  has  resigned  his  position 
to  take  charge  of  the  Nevada-California-Oregon  Telephone  and 
Telegraph  Company  in  the  position  of  general  manager.  He 
has  been  succeeded  by  E.  H.  Heffernan  of  Sacramento,  Cal., 
who  has  been  in  the  service  of  the  company  for  a  number  of 
years  as  district  manager. 

R.  A.  Philips,  an  engineer  connected  with  Stone  &  Web- 
ster, of  Boston,  has  arrived  at  San  Francisco.  It  is  under- 
stood that  he  is  here  in  connection  with  the  taking  over  of 
the  operation  of  W.  P.  Hammon's  electric  power  plants  at 
Reno  and  elsewhere  on  the  Truckee  River  by  his  firm.  The 
Hammon  interests  will  still  hold  the  control,  but  Stone  & 
Webster  will  improve  and  operate  the  system. 

H.  H.  Noble,  president  of  the  Northern  California  Power 
Co.,  took  a  large  party  of  electrical  men,  capitalists  and  en- 
gineers to  Heroult,  Shasta  County,  last  week  to  inspect  the 
operations  of  the  Nob'.e  Electric  Steel  Co.'s  electric  iron 
smelter.  The  furnace  was  tapped  every  six  hours  and  the 
output  has  been  from  16  to  20  tons  daily.  Among  those  in 
the  party  were:  Edward  O'Neill,  professor  of  chemistry.  Uni- 
versity of  California;  Richard  B.  Carr,  Carnegie  Steel  Co.; 
C.  B.  Morgan,  secretary.  Noble  Electric  Steel  Co.;  C.  R. 
Downs,  Amadur  Water  and  Light  Co.;  G.  K.  Weeks,  of  N.  W. 
Halsey  &  Co.,  and  S.  T.  Wellman,  chairman  of  the  Wellman- 
Seaver-Morgan  Co.,  of  Cleveland,  O.  An  additional  furnace 
will  be  built  at  once. 


JOBBERS'    MEETING. 
A  meeting  of  the  Pacific  Coast  Jobbers'  Association  will 
be  held  at  Del  Monte,  California,  August  5,  6  and  7. 


TRADE  NOTES. 

The  Oahu  Railway  and  Land  Co.,  of  Honolulu,  has  pur- 
chased from  the  General  Electric  Co.  two  additional  C.  C.  2, 
7  kw.,  5,000  r.p.m.,  125  volts  d.c.  non-condensing  Curtis  steam 
turbines.  It  is  supposed  that  they  will  be  used  for  train 
lighting  purposes. 

The  General  Electric  Company  reports  the  following  sale 
to  the  San  Diego  Consolidated  Gas  and  Electric  Co.  (H.  M. 
Byllesby  &  Co.,  engineers):  One  A.  T.  B.  4,  2,000  kw.,  1,800 
r.p.m.,  2,.300  volts,  horizontal  condensing  Curtis  steam  tur- 
bine. The  company  has  already  installed  a  smaller  vertical 
steam  turbine. 

It  is  an  interesting  fact,  perhaps  not  generally  known  by 
operating  telephone  men,  that  precious  metals  such  as  plat- 
inum, gold  and  silver,  and  even  precious  stones  such  as  dia- 
monds, are  used  extensively  in  the  manufacture  of  telephone 
apparatus.  The  Western  Electric  Company,  the  largest  manu- 
facturer of  telephones  in  the  world,  uses  miwards  of  one 
ton  of  platinum  each  year. 


NEW    CATALOGUES. 

The  July  number  of  "The  J.-M.  Packing  Expert,'  from 
H.  W.  Johns-Manville  Company,  contains  announcement  of  the 
new  J.-M.  metallic  packing  and  also  of  J  -M.  asbestos  non- 
burn  brake  band  lining. 
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VERTICAL  CARBON  FLAME  ARC  LAMP  FOR  D.  C.  SERIES, 
MULTIPLE  AND  MULTIPLE  SERIES  SERVICE. 
The  remarkable  efficiency,  pleasing  appearance,  and  ex- 
ceptional quality  of  light  which  characterizes  the  flame  arc 
lamp  has  rendered  it  pre-eminently  adapted  for  the  economical 
illumination  of  large  areas,  and  it  is  now  generally  conrod(Ml 
that  the  flame  arc  lamp  is  the  most  efficient  illuminant  yet 
developed,  and  that  the  penetrating  quality  of  the  brillianr, 
golden  yellow  light  is  such  that  even  under  the  most  adverse 
atmospheric  conditions,  such  as  those  imposed  by  fog  or 
smoke,  it  provides  a  highly  satisfactory  illumination. 


G.    E.    6.6    Ampere.    110-Vult    Vertical    Carbon    Flame 
Arc    I>amp. 

Previous  to  the  advent  of  the  6.6  ampere  vertical  carbon 
d.  c.  flame  arc  lamp  manufactured  by  the  General  Electric 
Company,  the  installation  of  flame  arc  la'nps  on  6.6  ampero 
d.  c.  circuits  was  not  entirely  satisfactory  on  account  of  the 
large  and  wasteful  resistance  necessary.  This  new  lamp  is 
designed  for  connecting  directly  in  a  6.6  ampere  d.  c.  circuit 
without  any  change  in  the  system,  simply  replacing  the  other 
lamps  where  desired. 

Although  these  lamps  are  now  made  for  d.  c.  service  only, 
they  find  a  wide  application,  being  suitable  for  lighting 
squares,  parks,  or  special  store  sections  in  cities  where  the 
6.6  ampere  series  luminous  arc,  or  the  series  d.  c.  enclosed 
C.6  ampere  systems  is  used  for  street  lighting.  They  are 
adapted  for  multiple  and  multiple  series  service  in  addition 
to  the  above. 

The  lamps  are  equipped  wiili  a  light  opal  globe  and  a  26-in. 
diffuser.  The  casing,  which  is  of  copper  with  black  ozidized 
finish,  is  made  up  in  two  sections  so  arranged  that,  by  tele- 
scoping the  sections,  the  mechanism  is  exposed,  rendering  it 
unnecessary  to  remove  the  entire  casing  in  order  to  see  that 
the  lamp  is  properly  trimmed. 

The  arc  is  held  in  the  same  position  at  all  times,  as  the 
mechanism  is  of  the  focusing  type.  AYith  the  exception  of  this 
feature,  the  lamp  mechanism  is  similar  to  that  used   in  the 


standard  d.  c.  enclosed  lamp,  which  has  given  perfect  satisfac- 
tion during  years  of  service. 

The  lower  carbon  holder  is  provided  with  a  ball  and 
socket  joint  to  allow  perfect  alightment  of  both  carbons.  A 
life  of  about  20  hours  is  obtained  with  one  trim  when  the  lamp 
is  adjusted  for  6..^  amperes.  The  design  and  the  materials 
used  are  such  as  to  combine  attractive  appearance,  great 
strength  and  durability  with  minimum  weight. 

Particular  attention  is  called  to  the  increased  illuminating 
efficiency  obtainable — an  average  of  2800  mean  lower  hemis- 
pherical c.  p.  places  this  lamp  on  a  basis  50  per  cent  higher 
than  the  average  flame  lamp  manufactured  in  this  country  or 
abroad.  This  increased  efficiency,  combined  with  the  fact  that 
lamps  may  be  connected  directly  in  the  circuit  offers  the  Cen- 
tral Stations  operating  d.  c.  an  opportunity  to  take  over  the 
lighting  of  foundries,  wharves,  etc. 


SEVERE  SERVICE  CONDITIONS  REQUIRE  IMPROVED 
MANHOLE   TRANSFORMERS. 

There  is  a  gi-owing  demand  for  distributing  transformers 
to  be  installed  in  underground  vaults,  called  manhole  or  sub- 
way openings,  that  furnish  access  to  underground  systems  of 
distribution.  This  demand  comes  from  the  larger  companies 
who  are  operating  in  the  big  cities,  and  is  for  an  absolutely 
first-class  unit,  with  regard  to  both  operating  efficiency  and 
adaptability  to  the  service  conditions. 

As  the?e  transformers  are  installed  in  subway  manholes 
which  are  liable  to  flooding  from  heavy  rains  or  overflow 
water,  one  of  the  miiu  requirements  of  service  Is  that  the 
manhole  transformers  shall   be  water  and  air  tight;    that  is, 


Improved    Manliol'-   Tran^fornu-r. 

the  joints  between  the  case  and  cover  and  where  the  leads 
issue  from  the  case  must  be  water  and  moisture  proof.  Hence, 
it  is  necessary  to  enclose  the  transformer  in  a  hermetically 
sealed   case,  and   design   it    for  an   exceedingly  low   tempera- 
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tuie  rise.  This  demands  careful  design  as  well  as  the  highest 
grade  workmanship.  At  the  same  time,  the  transformer  must 
not  only  be  so  constructed  that  it  is  possible  to  malje  it 
water-tight,  but  such  that  the  unit  can  be  installed  quickly 
and  easily.  Also,  it  is  necessary  that  the  design  permit  the 
transformer  to  be  connected  to  or  disconnected  from  the  line 
without  removing  the  cover  or  otherwise  opening  the  case. 

Any  expansion  of  the  oil  under  a  rising  temperature,  of 
course,  compresses  the  air  in  the  upper  portion  of  the  trans- 
former case  and  causes  a  rise  in  pressure.  Under  abnormal 
operating  conditions,  such  as  a  short  circuit,  a  considerable 
rise  in  this  pressure  may  occur,  which  will  make  the  trans- 
former case  liable  to  serious  injury.  In  order  to  avoid  any 
danger  from  such  occurrences,  a  safety  or  relief  valve  for 
any  excess  pressure  should  be  provided.  The  completed 
transformers  should  be  tested  at  the  factory  at  a  sufficient 
air  pressure  to  insure  their  being  air-tight  and  moisture-proof. 

The  Westinghouse  type  "S"  manhole  transformer  fulfills 
the  foregoing  conditions  of  service  and  exactions  of  design 
and  is  rapidly  increasing  its  popularity.  The  magnetic  cir- 
cuits and  coils  of  this  transformer  are  the  same  as  those 
of  the  well  known  Westinghouse  type  "S"  transformer,  but 
they  are  mounted  in  a  case  of  special  design  that  adapts  them 
to  nianhcle  service. 

The  accompanying  illustration  shows  the  transformer  sup- 
plied by  the  Westinghouse  Electric  &  Manufacturing  Com- 
pany to  the  Kentucky  Electric  Company,  Louisville,  Ky.,  one 
of  the  largest  electrical  companies  in  the  country  employ- 
ing underground  distribution.  The  many  advantages  of  this 
lyrr-  of  construction  have  led  to  its  adoption  for  the  entiic 
!-ne  of  transformers  designed   for   manhole  service 
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ANOTHER   KELLOGG  CONTRACT. 

G.  A.  Joy,  wistern  sales  engineer  lor  Kellogg  Swithboard 
&  Supply  Company,  announces  the  closing  of  a  contract  for 
a  complete  exchange  equipment  for  Cape  Girardeau  Bell  Tele- 
phone Company,  Cape  Girdrdeau.  Mo.  The  new  switchboard 
and  apparatus  will  be  installed  in  a  new  building  specially 
fitted  for  the  service,  the  coniitany  having  purchased  the 
Stone  building  on  Hioadway  and  Ellis  street,  which  will  be 
used  as  the  central  office  and  general  offices  of  the  organiza- 
tion. 

The  entire  second  story  of  the  big  building  is  being  re- 
n.oQdfed  to  suit  the  needs  of  the  business.  \djoining  the 
large  operating  room  will  be  rest  rooms  for  the  operators, 
which  will  be  fitted  with  lounges,  chairs  and  other  comforts. 
The  four  rooms  for  the  offices  will  be  fitted  with  modern 
telephone  office  equipment.  On  the  same  floor  will  be  placed 
the  distributing  frames,  racks,  storage  batteries  and  power 
plant.     Supply  and  tool  rooms  will  lie  in  the  basement. 

The  switchboard  is  to  have  an  ultimate  capacity  of  ;!000 
lines,  a  present  equiijuient  of  1000  common  battery  lines; 
ten  toll  and  thirty  rural  lines.  Three  sections  will  be  installed 
at  once.  The  common  battery  lines  are  divided  among  six 
operators  with  two  additional  operators  for  toll  and  rural  con- 
nectious. 

Each  of  six  common  battery  positions  will  be  equipiied 
with  15  cord  circuits  with  undivided  four  party  keys  for  ring- 
ing four  frequency  bells  on  a  metallic  line  without  use  of 
ground.  The  toll  and  rural  positions  will  be  equipped  with 
combination  cord  circuits  arranged  to  make  connection  be- 
tween toll  to  toll  and  toll  to  common  battery  lines. 

There  will  be  a  one  position  chief  operator,  and  a  one 
position  wire  chief's  desk;  a  main  distributing  frame,  inlcr- 
niediale  distributing  fiame  and  relay  racks. 

The  iiower  plant  will  include  the  furnishing  of  stoiage 
battery  system,  a  mercury  arc.  arc  rectifier.  Kellogg  four  fre- 
quency pole  changers,  two  sets  of  transformers  and  slate 
power  board.  The  eepiipirient  will  be  Kellogg  Standard 
throughout. 


BOOKS  RECEIVED. 

"The  Watthour    Meter,"    by    Wm.    M.    Shepard    and    Allen   G. 

Jones;    179   pages,   oVoxSys;    103  illustrations.     Technical 

Publishing  Company,  San  Francisco.     Price,  $2.00. 

The  electric  generator  and  the  prime  mover  which 
drives  it  have  always  been  in  the  foreground  of  inter- 
est, but  it  has  taken  many  years  for  most  engineers  to  realize 
that  the  machines  are  dead  masses  of  metal  without  proper 
switches  and  controlling  devises  to  make  their  power  use- 
ful. In  this  respect  the  last  years  have  seen  great  improve- 
ments and  in  many  of  our  large  electric  generating  systems 
now  give  just  as  much  or  even  more  attention  is  paid  to  the 
control  of  the  system  as  to  the  generating  plant. 

The  meter,  however,  which  stands  at  the  other  end  of 
the  system,  between  the  customer  and  the  supply  circuit,  is 
still  for  most  electrical  engineers  an  apparatus  to  which  little 
attention  is  paid  and  one  of  which  little  is  known.  The  more 
progressive  central  station  companies  indeed,  have  given  a 
great  deal  of  attention  to  the  meter  as  one  of  the  most  impor- 
tant elements  of  the  system  and  it  is  largely  due  to  the  efforts 
of  these  companies  that  the  meter,  just  as  the  incandescent 
lamp,  has  reached  such  a  high  state  of  perfection. 

Nevertheless  it  is  not  yet  realized  by  many  engineers  that 
carelessness  in  the  choice  of  meters  and  neglect  in  their  care 
and  maintenance  may  easily  lead  to  losses  of  revenue  greater 
than  all  the  losses  in  generators  and  transmission  and  distri- 
bution circuits  to  which  so  much  attention  is  paid,  and  that  the 
question  of  properly  metering  electric  circuits  in  many  cases 
is  of  as  great  or  greater  importance  than  any  other  problem 
which  the  electrical  engineer  has  to  meet. 

For  this  reason  the  above-named  book  is  a  very  desirable 
and  useful  addition  to  the  electrical  literature  as  it  brings 
before  the  reader  in  a  short  and  simple  manner  and  with  the 
least  amount  of  technical  formalism,  but  in  easily  understood 
language  all  tlie  problems  of  the  meter  as  an  element  of  the 
electric  circuit. 

The  book  deals  with  the  different  methods  of  metering 
direct  current,  single  phase,  alternating  and  polyphase  circuits, 
two-wire,  thiee-wire  and  four-wire  circuits.  It  explains  the 
principles  and  discusses  the  operation  of  the  different  forms 
of  the  various  types  of  watthour  meters  which  are  in  use, 
such  as  the  induction  meter,  the  commutator  meter,  etc. 

It  goes  into  the  discussion  of  the  relation  of  the  meter 
with  the  system,  the  underlying  principles  of  its  application, 
the  limitation  and  possible  difficulties  met  in  the  meter  and 
numerous  other  subjects  of  importance  in  this  field  and  there- 
fore is  a  book  which  will  be  of  interest  and  benefit  to  every 
electrical  engineer  and  should  be  read  and  carefully  studied. 


Flying  Machines,  Their  Construction  and  Operation.     By  W.  J. 

Jackman.   Thomas   H.   Russell   and   Octave   Chanute;    221 

pages,  51/4x7%   inches;    well   illustrated      The  Charles  C. 

Thompson   Co..   Chicago,   and   The   Technical   Book   Shop, 

San  Francisco.     Price,  $1.00. 

This  volume  explains  the  principles  of  flying.  The  various 
forms  of  gliders,  monoijlanes,  bi-planes,  etc.,  are  discussed  and 
a  historical  resume  of  their  development  traced.  From  this 
the  transit  is  short  to  motor  driven  machines,  details  as  to  the 
weight  and  power  of  the  various  makes  of  American  and  for- 
eign gas  pngines  being  included.  Full  directions  are  given  for 
constructing  such  machines  by  amateurs  and  many  practical 
hints  on  handling  them.  This  is  a  dangerous  book  to  put  in 
the  hands  of  an  ambitious  boy,  for  it  makes  the  science  of 
aviation  so  attractive  that  he  would  be  tem|)ted  to  do  likewise. 
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Number  6 


Mt.  Lassen 


NORTHERN  CALIFORNIA  POWER  COMPANY, 


CONSOLIDATED 


By   Rudolph   W.   Van  Norden 


Mt.  Lassen  in  his  splendor,  isolated  Imni  uiIrt 
lesser  peaks,  stands  alone,  proudly  raising;  his  hattert-d 
crest  like  a  wounded  warrior,  who,  crushed  hut  unde- 
feated, is  monarch  of  all  he  survey's,  in  the  dim  dis- 
tance to  the  north,  it  is  true,  his  i)rotlier  ])eak.  Mt. 
Shasta,  higher  and  more  perfect  in  outline,  looms  hke 
a  white  cloud  on  the  horizon;  e'ach  is  a  king  crowning 
iiis  own  \ast  domain.  We  are  told.  howe\er.  by 
geologists  that  Mt.  Lassen  was  the  highest  i)eak  nf 
the  .Sierra  Xevada  range  many  ages  ago  when  it  was 
an  acti\e  volcano.  .And  that  at  one  time,  when  the 
fur}-  of  its  internal  fires  grew  beyond  the  bounds  nf 
reason  for  well  regulated  \olcanoes,  it  ])rocecdcd  to 
blow  itself  \\\t  and  scattered  se\'eral  thousand  feet  of  its 
then  symmetrical  cone  over  the  face  of  the  land.  I  hie 
could  easily  imagine  that  this  migiit  ha\e  been  the 
case,  as  the  two  main  peaks.  Lassen  on  the  left  and 
I!rokeof¥  on  the  right,  appear  to  be  the  edges  of  what 
was  once  a  giant  cone,  while  the  jagged  buttes  and 
minarets  between  then^  may  he  the  wreckage  of  a 
seething  crater.  .At  any  rate  the  mountain  is  still  a 
volcano,  very  docile,  it  is  true,  after  its  tempestu<:)us 
behavior,  hut  exhibiting  man\'  signs  of  activity  b\' 
geysers  and  much  boiling  water.  That  it  spread  la\a 
to  great  depths  over  the  countr}'.  especiall}'  to  the 
westw^ard,  has  made  possible  the  development  of  the 


pcjwer  system  about  to  be  described.  Lor  this  lava, 
with  its  load  of  cemented  gravels  and  ash,  bv  i;s 
porosity,  forms  a  gigantic  natural  reser\'(.iir  to  con- 
serve the  melting  snows  and  su])])ly  through  thousands 
of  springs  of  large  \olume  much  of  the  water  for  this 
system. 

It  has  long  iieen  known  that  ri\ers  and  creeks 
having  their  source  in  the  slopes  of  .Mt.  Lassen  did 
not  beha\e  like  most  Sierra  .Xevada  screams,  whose 
(low  dwindles  to  a  mere  fraction  of  their  average  dur- 
ing the  fall  mouths.  The  minimum  How  of  these 
streams  is  a  high  percentage  of  the  average. 

'I'here  have  been  for  many  years  a  nund)er  of  small 
ditches  taking  their  sup|il}'  from  Xorth  I'.attle  creek  or 
tributary  >treams  or  from  springs,  which  have  been 
used  to  conduct  water  to  sawmills  and  in  ])articular 
to  a  l)o.x  factory  near  Shingletown,  on  a  small  feeder 
running  into  Xorth  Lattle  creek,  known  as  Millseat 
creek.  It  was  the  use  of  these  early  ditches  and  the 
water  so  easily  olitained  that  in  the  year  n;oo  was  the 
source  of  inspiration  to  Mr.  IL  IL  Xoble  and  as'-o- 
ciates.  t?o  complete  the  use  of  this  water  by  the  de- 
velopment of  a  hydroelectric  power  plant,  using  a  more 
or  less  abrupt  fall  between  the  old  Ivix  factorv  and 
the  point  where  the  water  was  returned  to  Xorth 
Battle  Creek, 
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Funds  for  the  preliminary  work  were  provided 
and  water  rights  in  Millseat  Creek  were  purchased,  to- 
gether with  several  short  feeders  deriving  their  source 
of  supply  from  springs.  A  water  right  in  North  Battle 
Creek  was  acquired  and  a  ditch  having  a  carrying  ca- 
pacity of  3000  miners  inches,  or  75  second  feet,  and  2j{. 
miles  long  was  next  built.  This  was  known  as  the 
Keswick  ditch  and  discharged  its  contents  into  Mill- 
seat  Creek. 

There  was  at  the  same  time  a  ditch  with  a  carry- 
ing capacity  of  5000  miners'  inches  built,  which  car- 
ried all  of  the  accumulated  flow  of  Millseat  Creek  a 
distance  of  one-half  mile  and  emptied  it  into  a  forebay 
reservoir,  later  named  Lake  Nora. 

This  was  the  beginning  of  the  first  plant,  and  the 
company  was  known  as  the  Keswick  Electric  Power 
Company. 

Later,  as  the  plant  was  enlarged,  other  ditches 
were  acquired.  One  picks  up  the  flow  of  Bailey  Creek 
on  the  western  slope  of  Mt.  Lassen,  and  after  a  dis- 
tance of  two  miles,  crosses  North  Battle  Creek  on  a 
timber  flume  and  trestle  and  joins  the  main  ditch  from 
Lake  Alacomber,  a  storage  reservoir  in  North  Battle 
Creek;  it  carries  1500  miners  inches  of  water,  but  the 
main  ditch  has  a  capacity  of  2000  miners'  inches  and 
the  added  distance  from  the  junction  to  Millseat  creek, 
into  which  the  flow  is  discharged,  is  6j/  miles.  .Vn- 
other  ditch,  known  as  the  Battle  Creek  Ditch  Com- 
pany's ditch,  also  diverts  water  from  X'nrth  Battle 
Creek.  The  company  has  a  majority  ownership  in  this 
ditch  and  out  of  a  total  flow  of  1640  miners'  inches, 
receives  somewhat  over  one-half,  which,  like  the  other 
sources  is  delivered  into  Millseat  Creek. 

From  the  beginning  in  1900  to  the  present  the 
growth  and  development  of  what  has  now  become  the 
Northern  California  Power  Company  Consolidated, 
has  been  by  leaps  and  bounds.  But  the  successful  rise 
of  what  ap])earcd  to  many  at  first  to  be  an  undertaking 
of  great  risk,  with  the  possibility  for  the  development 
of  business  a  very  uncertain  quantity,  has  been  due 
to  the  absolute  faith,  the  minutest  attention  to  every 
detail,  both  physical  and  commercial,  a  thorough 
knowledge  of  pre\-ailing  conditions  and  inxincihle 
jiluck  of  one  man,  Mr.  IT.  It.  Xoble. 

.Mmost  e\-ery  hydroelectric  |)lant.  in  (■.■ilif'Tnia  at 


least,  has  had  little  or  no  load  in  sight  when  it  was 
proposed  to  build  the  plant,  the  promoters  depending 
largely  on  the  demand  which  the  future  would  bring. 
Yet  there  is  hardly  a  case  where,  when  the  plant  was 
completed  and  placed  in  operation,  the  business  did 
not  appear  almost  as  fast  as  it  could  be  handled,  and 
in  many  plants  the  history  of  their  operation  has  been 
one  of  continuous  overloads.  With  the  Northern  Cali- 
fornia Company,  there  was  a  big  sparsely  populated 
territory  available :  that  it  had  potential  values  in  its 
deposits  of  copper  and  iron  ore  was  known,  but  out- 
side of  a  small  amount  of  power  to  be  sold  to  mines 
and  a  considerable  electric  lighting  possibility,  there 
was  little  industrial  development  which  would  form  a 
market  for  power.  Lines  were  first  built  to  a  number 
of  towns ;  small  lighting  companies  at  Redding,  Red 
Bluff  and  Tehama  were  acquired  on  an  equitable 
basis,  and  a  contract  to  supply  power  to  the  smelter 
and  mine  of  the  Mountain  Copper  Company  at 
Keswick  was  entered  into;  power  was  offered  at 
reasonable  rates,  and  then  happened  just  what  the 
foresight  of  the  founders  of  this  project  had  believed 
would  come  to  pass ;  the  industries  were  attracted  by 
the  chance  to  get  cheap  power  and  capital  was  invested 
in  vast  amounts  to  develop  from  the  natural  resources 
the  metals  which  are  in  constant  demand  by  the  human 
race — gold,  copper  and  iron. 

The  smelting  of  iron  ore  was,  however,  not  seri- 
ously considered,  due  to  the  high  cost  of  fuel  in  this 
section.  It  then  remained  for  Mr.  H.  H.  Noble,  look- 
ing forward  to  future  load  possibilities,  to  introduce 
a  most  daring  project,  the  smelting  of  iron  ores  by 
the  aid  of  electricity.  This  enterprise  which  will  mean 
nuich  toward  the  development  of  the  iron  and  steel 
industry  for  the  Pacific  Coast,  he  has  grappled  single 
handed,  experimenting  through  a  long  period  to  final 
commercial  success  in  the  smelters  of  the  Noble  Elec- 
tric Steel  Company  at  Heroult  on  the  Pitt. 

The  transmission  network  grew  by  additions,  new 
lines  and  enlargements:  smelters,  quart:^  mines,  copper 
mines,  industrial  railroads,  pumping  plants  and  fac- 
tories, were  added  to  the  load  until  a  territory  100 
miles  long  and  50  miles  wide  is  now  covered.  But 
this  growth  of  load  meant  more  power  to  be  devel- 
oped: as  fast  as  new  machines  were  added  they  were 
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loaded  and  still  ullicr  sources  of  power  became  impera- 
tive. This  has  resulted  in  the  succession  of  plants, 
usinfj  much  of  the  same  water  over  and  over  ag:ain, 
which  are  described  in  the  following  pages. 

Watershed  and  Storage. 
There  are  three  distinct  watersheds,  the  first, 
which  is  the  lary;est,  is  also  the  most  prolific,  not  alone 
from  its  size  but  because  of  the  remarkable  under- 
ground storage.  This  is  the  watershed  of  Battle  Creek 
and  the  small  streams  which  lie  between  the  two  main 
liranches.  The  princi])al  source  of  supply  is  the  west- 
ern slope  of  Mt.  Lassen  and  the  area  drained  is  about 
337  square  miles.  The  second  watershed  is  that  of 
Old  Cow  Creek  and  covers  an  area  of  },■/  square  miles. 
Unlike  the  I'.attle  Creek  watershed,  there  is  little  or  no 
underground  sujiply,  the  result  being  that  this  creek 
acts  like  most  California  streams,  in  that  the  flow 
throughout  the  summer  and  fall  months  is  but  a  very 
small  ])roportion  of  its  volume  during  the  rainy  months, 
then  again  the  greatest  altitude  is  but  8000  ft.,  while 
that  of  the  first  named  is  over  10,000,  and  the  area 
while  heavily  timbered  is  much  smaller. 

The  third  watershed  is  that  of  Burney  Creek, 
which  discharges  its  tlow  into  the  Pi't  River.  This 
watershed  is  also  small  and  is  adjacent  in  position  and 
similar  in  production  to  the  Cow  Creek  watershed. 
It  has  an  area  of  about  20  scpiarc  miles. 

Burney  Creek  would  be  of  little  value  to  a  i)ower 
plant,  as  the  low-water  Row  is  insignificant  and  the 
fall  per  mile  is  small.  B.ut  this  latter  feature  fortu- 
nately is  exaggerated,  at  least  in  the  district  known 
as  Tamarack  \'alley,  and  makes  possilile  an  enormous 
reservoir.  Between  Tamarack  \'alley  and  Cow  Creek 
is  a  ridge,  so  low,  that  if  the  former  were  less  than 
TOO  ft.  higher  in  altitu<le,  water  would  flow  over  the 
ridge.  The  valley  is  oval  in  shape,  two  miles  long  and 
a  mile  and  one-half  wide,  fiat  as  a  table  top.  but  with 
a  narrow  outlet  making  a  good  dam  site.  This  reser- 
voir, when  flooded  to  a  depth  of  35  ft.,  will  cover  1540 
acres  and  there  will  be  impounded  29,500  acre-feet  of 
water  or  1,285,020.000  cu  ft. 

It  is  proposed  to  drive  a  tunnel  6990  ft.  long  from 
the  upper  or  southwesterly  side  of  the  reservoir,  under 
the  low  ridge  already  mentioned  and  thereby  carry 
the  stored  water  into  Cow  Creek. 

This  storage  is  ample  to  supply  all  of  the  water 
necessary  to  operate  the  Kilarc  plant,  after  an  addi- 
tional installation  of  3000  kw.  is  made,  over  any  low- 
water  period  of  which  there  is  a  record. 


The  lUirney  Creek  watershed  is  therefore  to  be 
used  only  in  conjunction  with  and  as  supplementary 
to  Old  Cow  Creek. 

The  dam  for  Tamarack  Valley  will  be  a  hydraulic- 
fill  earth  structure  with  a  concrete  core;  it  will  have  a 
length  on  the  crest  of  yoo  ft.,  a  total  height  of  35  ft. 
and  a  width  at  the  base  of  106  ft. 

Delivering  its  flow  from  the  north  into  Cow  Creek 
is  another  storage  reservoir,  Buckhorn  Lake.  This 
was  originally  a  natural  lake  and  seems  to  have  been 
an  ancient  crater;  its  level  was  raised  by  a  timber  crib- 
dam  and  when  full  has  a  useful  content  of  320  acre- 
feet  and  covers  an  area  of  20  acres.  It  is  very  prettily 
situated  between  rugged  hills  and  is  surrounded  by  a 
dense  forest. 

There  are  at  present  two  storage  reservoirs  in  the 
North  r>attle  Creek  watershed.  The  oldest,  Manzanila 
lake,  at  an  altitude  <if  5800  ft.,  is  in  one  of  tlic 
feeders  to  the  south:  it  nestles  on  the  slo])e  of  .\lt. 
Lassen,  a  crvstal  gem   in   a   wilderness  of  sur])assing 


Excavating    foi    Tamarack   Valley    Dam.. 

beautv  and  grandeur.  This  was  originally  a  natural 
lake,  but  a  storage  capacity  of  about  1400  acre-feet  has 
been  created  through  the  building  of  a  timber  dam. 

Lake  Macomber  was  original'^'  a  meadow  through 
which  North  Battle  Creek  flowed.  .\n..  earth  and  dry 
rock  dam  and  embankment  was  built  here  at  a  com- 
narativelv    low    cost   and   a   storage   capacity   of   2300 
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Man/.iinHa    I^.ikt-   and    I^asson    Peak. 


acre-feet  was  thus  acquired.  Before  this  reservoir  was 
made,  there  was  nuich  conjecture  as  lo  whetlier  il 
would  h<il(l  water,  the  volcanic,  porous  nature  of  the 
underlying-  rock  and  the  resultintj  i)ossihilit_v  of  leakage 
being  a  problem  which  caused  .some  hesitancy  in  pro- 
ceeding with  the  work.  The  reservoir  was  however 
built,  and,  as  predicted,  it  leaks  slowly,  llut  this  is  a 
blessing  in  disguise,  as  it  only  tends  to  add  nK)re  water 
to  the  underground  su|)])ly,  making  new  springs  and 
the  old  ones  a  little  larger  and  a  little  more  constant, 
but  all  eventually  finding  its  way  into  the  ditches  of 
the  system. 

All  of  the  ditches  empty  iiUo  Millseat  (reek.  Irom 
which  the  flow  is  di\erted  into  Lakes  .\'ora  and  (Irace. 
the  forebay  reservoirs  for  the  \'olla  jilant. 

The  use  of  the  water  after  ])assing  \'olta  is  de- 
scribed further  on  in  this  article,  together  with  the 
ditches  and  other  features.  Tiie  constant  increase  in 
the  demand  for  power  has.  however,  made  the  normal 
supply  inadei|uate  and  there  is  being  now  constructed 
at  the  headwaters  of  Xorth  liaitie  Creek  a  large  stor- 
age reservoir  to  conserve  the  stormwatt-r^.  This  site 
is  at  an  elevation  of  r)7oo  ft.  abo\e  sea  le\el  and  ilie 
oittlet  narrows  to  a  gorge,  making  a  good  site  li>r  a 
dam.  \\'ork  on  this  dam  under  the  supervision  <jf  Mr. 
Emmet  ^\'.  .Sutcliffe.  an  engineer  of  man}'  years'  ex- 
perience in  Pacific  Coast  i)ower  plant  practice,  was 
commenced  in  the  suuuuer  of  1909,  following  designs 
which  were  carefully  worked  out  by  Mr.  Sutcliffe  after 
a  study  of  the  particular  conditions  to  be  met  with  at 
this  altitude. 

The  dam  is  to  be  a  dry  wall,  rock-fiil  structure 
with  a  facing  on  the  up-stream  side  of  concrete,  vary- 
ing in  thickness  from  3  ft.  at  the  crest  to  7  ft.  at  the 
heel.  The  profile  has  a  gravity  section,  although  the 
crest  is  wider  than  would  otherwise  be  necessary,  were 
it  not  for  the  precautions  which  luust  be  taken  in 
encountering  heavy  snow  and  ice  jams  against  the 
crest.  Originally  it  was  proposed  to  carry  this  dam  to 
a  height  of  60  ft.,  but  eventually  the  plan  was  changed 


and  the  base  made  wider  to  give  an  ultimate  height  of 
100  ft.  above  the  original  bedrock  sm'face  which  was 
taken  as  a  datum  line  from  which  to  work.  ■    ] 

There  is  a  curious  bedrock  condition  in  this  gulch, 
the  bottom  and  the  south  side  is  a  hard  and  homogen- 
eous la\a,  while  the  north  liauk  is  disintegrating  sye- 
nite;  the   latter   is   not   considered   of  a   good   enough 


^] 


I^ake   Maciimljer.      (1)      View  of  L.ake.  tjatoui-  Butte 
in  background.    (1)      Dam,  showing  Waste  Wler 
'  and    Fish    Ladder. 

quality  to  be  placed  in  the  dam.  The  lava  is  therefore 
beingused  entirely  and  a  large  quarry  has  been  opened 
in  the  south  bank  directly  behind  the  dam. 
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Site  of  th''  Battle  Creek  Storage  Reservoir.  Iieadwaters  of  Nortii  Battle   Creek;   Mt.    L.aHsen    in    tlie  distance. 


the  work.  Fuel  for  the  hoisting  engines  is  cut  from 
timber  close  by  and  the  amount  used  so  far,  for  en- 
gines and  camp,  has  been  3200  cords.  The  cost,  as 
given  by  Mr.  Sutcliffe,  covering  surveys,  preliminary 
work,  camp,  bunkhouse,  shop,  hoist  and  compressor 
and  quarrying  and  placing  of  stone  has  amounted  to 
$22,000,  or  a  total  cost  of  $4.40  per  cu.  yd.  of  stone  in 
place.  The  completed  dam  will  have  a  length  on  the 
crest  of  658  ft.  and  a  cubic  content  of  56,000  cu.  yd. : 


Partially     Built     Dam     for     Battle     Creek     Storage 
Reservoir. 

of  this  there  will  be  7000  yd.  of  concrete  in  the  base, 
back  face  and  crest.  The  reservoir  formed  will  have 
a  capacity  of  14,800  acre-feet,  or  iSq.ooo.ooo  cu.  ft. : 
the  area  covered  will  be  600  acres,  and  the  area  of  the 
watershed  tributary  to  this  reser\oir  is  seven  square 
miles. 


Volta  Power  House. 

It  would  seem  that  Nature,  in  her  arrangement 
of  things,  had  anticii)ated  the  use  of  her  mountain 
streams  to  assist  in  the  extraction  of  the  metals  from 
the  ores  which  she  iiad  conveniently  buried,  not  so 
far  away.  It  would  be  difficult  to  find  anywhere  a 
site  for  a  hydroelectric  plant  more  ])crfcclly  arraiigcil 
than  the  one  on  which  the   X'olta  i)laiit   is  placed. 


r"'ni 


NORTH   BATTLE   CREEK   DAM 

FOR 

NORTHERN   CALIFORNIA   POWER   CO 

DESIGNED    BY    E.    W,    SUTCLIFFE. 

1909 


To  the  nnrlli  of  Xorth  ISatlle  Creek  is  a  ridge,  set 
.somewhat  back  from  the  creek,  hut  paralleling  it. 
The  top  of  this  ridge  is  wide  and  forms  a  sort  of 
plateau,  which  extends  with  a  gentle  slope  to  the 
headwaters  of  North  Battle  Creek.  It  is  this  plateau, 
with  an  underlying  porous  lava  formation,  that  forms 

There  liad  been  excavated  from  the  quarry,  up  to 
Tune.  iQio.  8500  cu.  yd.  of  rock.  Of  this  amount 
3500  yd.   were  discarded  and  3000  yd.  has  gone  into 
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the  great  underground  reservoir  fed  by  the  uielting 
snows  of  Mt.  Lassen. 

Near  the  edge  of  this  ridge,  above  the  power  house, 
are  the  two  forebay  reservoirs,  Lake  Nora  and  Lake 
Grace,  and  each  delivers  its  contents  into  its  individ- 
ual pipe  line.  These  reservoirs  were  originally  pasture 
meadows,  and  their  creation  was  a  simple  matter  of 
building  low  earthen  embankments  on  two  sides. 

The  \'olta  plant  was  built  in  1901,  operation  com- 
mencing in  October  of  that  year.  The  plant  as  origi- 
nally designed  was  to  contain  three  750  kw.  genera- 
tors, although  but  two  were  installed  at  first.  Lake 
Nora  was  built  at  this  time  and  was  supplied  largely 
from  springs  through  a  number  of  small  ditches.  The 
question  of  a  Fall  shortage  of  water,  so  vital  to  many 
other  power  systems  in  California,  did  not  enter  here; 
the  great  underground  reservoir  is  always  faithful  and 
knows  no  seasons. 

In  1906,  when  the  V'olta  plant  was  enlarged  to  its 
present  size,  a  second  pipe  line  was  installed  and  Lake 
Grace  was  built  to  supply  it  .  This  reservoir  is  some 
2,000  ft.  to  the  rear  of  the  first  one  and  the  two  pipe 
lines  form,  when  viewed  from  a  distance,  an  enormous 
letter  V,  the  initial  of  the  name  of  the  plant.  The 
country  people  thereabouts  insist  that  this  coincidence 
was  premeditated,  but  the  company  says  that  this  is 
but  one  of  the  many  proofs  that  nature  intended  to 
have  a  plant  in  this  spot.  At  any  rate  it  is  a  pretty 
conceit  and  a  good  advertisement. 

Surrounding  the  reservoirs  and  stretching  avva}'  to 
the  high  mountains  is  a  magnificent  forest  of  pine  and 
fir.  To  the  east  Mt.  Lassen  raises  its  jagged  and  snow 
covered  summit ;  to  the  south  and  west  one  has  an 
unobstructed  birds-eye  view  over  five  counties,  one 
of  the  most  extensive  and  beautiful  to  be  found  in 
California. 

Lake  Nora  has  an  area  of  five  acres,  while  that  of 
Lake  Grace  is  8.43  acres.  Each  has  a  timber  forebay 
containing  a  set  of  grizzlies  and  a  double  set  of  fine 
wire-mesh  screens,  both  placed  on  a  slant  to  facilitate 
cleaning  any  floating  debris  which  may  accumulate  on 
them. 

From  the  edge  of  the  ridge  to  the  power  house  is 
a  fall  of  about  1,200  ft.  The  grade  is  fairly  uniform 
and,  while  too  steep  to  ride  a  horse  down  comfortably, 
is  an  ideal  grade  for  a  pressure  pipe. 

The  older  pipe  has  a  length  of  6,200  ft.,  and  the 
head  on  the  pipe  is  1,196  ft.  Beginning  with  the  reser- 
voir there  is  1,000  ft.  of  wood  stave  pipe,  36  in.  diame- 
ter. The  remainder  is  riveted  and  lap-welded  steel,  all 
30  in.  diameter  and  varying  in  thickness  from  ^4  to  % 
in. 

The  new  pipe  has  a  length  of  8,400  ft.,  while  the 
head  is  1,254  ft.  The  first  3,000  ft.  is  of  wood-stave 
construction,  48  in.  inside  diameter.  The  remainder 
is  part  riveted  and  part  lap-welded,  the  diameters  vary- 
ing from  the  upper  end  of  36  in  and  a  thickness  of  }i 
in.,  to  the  lower  end  with  a  diameter  of  24  in.  and  a 
thickness  of  11-16  in. 

Through  a  connection  in  the  power  house,  ex- 
plained further  on,  the  two  pipes  are  operated  to- 
gether. An  interesting  h3-draulic  paradox  thus  exists, 
the  head  on  one  pipe  being  more  than  50  ft.  greater 
than  that  of  the  other,  yet  they  equalize,  due  to  the 


I  1 1  Lake  Grace.  ( 2 )  Wood  Stave  Section  of 
Pressure  Pipe  from  Lalte  Grace  to  Volta  Power 
House. 


relatively  high  friction  losses,  as  perfectly  as  a  well 
mated  team  of  horses. 

The  power  house  is  placed  at  the  foot  of  the  slope, 
where  the  country  spreads  out  in  a  more  or  less  level 
manner.  There  is  an  abundance  of  room  for  all  build- 
ings and  out-buildings. 

Originally  the  power  house  building  w'as  30  ft. 
wide  and  75  ft.  long  within  the  main  part.  It  contained 
three  generating  units.  Parallel  to  the  main  part  and 
to  the  rear  of  it  was  a  room,  15  ft.  wide,  in  which  was 
placed  the  transformers. 

In  1906  the  building  was  lengthened  on  its  west 
end,  to  accommodate  a  fourth  generating  unit  of  2,000 
kw.  capacity ;  this  addition  being  necessarily  10  ft. 
wider  than  the  older  part,  due  to  the  increased  size 
of  the  machinery. 

In  iyo8  the  fifth  unit  of  2,400  kw.  capacity  was 
added.  The  transformer  compartment  was  also 
extended  to  provide  for  additio^.al  transform- 
ers. In  1906  a  separate  switch-house,  50  ft.  wide  and 
75  ft.  long  was  erected  directly  in  the  rear  of  the  main 
building. 

Both  the  puwer  house  and  switch  house  have  heavy 
rubble-masonry  walls,  two  ft.  thick,  a  type  of  construc- 
tion which  has  been  adopted  by  this  company  as  stand- 
ard for  all  of  its  power  houses.  The  roofs  are  of  gal- 
vanized corrugated  iron,  supported  on  timber  trusses. 
In  the  power  house  a  corrugated  iron  ceiling  is  sus- 
pended from  the  lower  chord  of  the  roof  trusses  for 
protection  from  the  danger  of  fire  and  also  for  the  sake 
of  appearance. 

There  is  a  machine  and  forge  shop  conveniently  sit- 
uated a  short  distance  from  the  power  house  and  be- 
yond this  is  the  dormitory  and  supermtendent's  cot- 
tage, the  former  being  a  comfortable  frame  structure 
for  the  operators  of  the  plant. 
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\'oIta  Power,  House.  (1)  Front  view.  sho'wMng  discliarge 
from  water-wheels.  (2)  View  of  Power  House,  Switch  House 
;itul  Pole-Top  Disconnecting  Switches.  (3)  No.  4  Generating 
Unit.  2000kw.      ('))   Interior  of  Switch  House. 


Tiu-  lir.st  lliicc  f^c'iierating  units  haxc  n  rating  of 
750  kvv.  each.  TIu-  generators  are  three  phase,  of  the 
revolving  armature  type,  operating  at  a  speed  of  300 
r.p.in.  and  delixering  current  with  an  e.m.f.  of  500  volts. 
The  frames  and  bases  with  pedestals  and  bearings  are 
self-contained.  These  machines  ha\e  been  particularly 
reliable  in  their  eight  years  of  j^racticall}-  constant 
operation.     They  carry  overloads  most  of  the  time. 

The  water  wheels  consist  in  each  case  of  a  single 
runner  on  which  are  mounted  cast-steel  buckets  within 
a  cast-iron  case.  They  arc  of  the  tangential  type,  as 
are  all  of  the  water  wheels  of  this  system,  so  far  in- 
stalled. The  shaft  is  su])ported  in  two  bearings,  simi- 
lar in  type  and  appearance  to  those  of  the  generator. 
The  shaft  terminates  in  a  heavy  cast-iron  flange,  as 
does  also  the  generator  shaft,  lietween  these  flanges 
is  a  rawhide-link  coupling. 

The  nozzles  are  of  the  deflecting  type,  tjperated  by 
tvi)e  !•"  Lombard  governors.  The  nozzle  tij^s  are  of 
the  ])lain  or  straight  variety.  .  Water  is  supplied  from  a 
transverse  header  ])laced  parallel  to  and  in  the  rear 
of  the  building.  The  older  piiie  feeds  this  header  at 
its  middle  point. 

The  fourth  unit  has  a  rated  capacity  of  2,000  kvv. 
It  consists  of  a  generator  of  the  so-called  "water-w^ieel 
type,"  with  revolving  fiekl  and  stationar.y  armature. 
It  operates  at  300  r.ji.m.  delivering  three  phase  current 
at  a  potential  of  2,200  volts. 

There  are  but  two  bearings,  mounted  on  the  mas- 
onry foundation.  The  water  wheel  is  "overhung,"  that 
is,  it  is  mounted  at  t)ne  end  of  the  shaft,  outside  the 
bearing.  It  consists  of  a  single  runner  on  which  arc 
bolted  cast-steel  buckets,  within  a  sheet  steel  housing. 
The  nozzle  is  of  the  needle  type,  and  is  stationary.  .\ 
type  O  Lombard  governor  controlls  the  admission  of 
water  to  the  wheel  by  operating  the  needle  in  the  noz- 
zle, lliis  water  wheel  was  built  by  the  .\bncr  Doldc 
Company  oi  San  l-'rancisco,  while  all  of  the  other  main 
Waaler  wheels  in  this  plant  were  furnished  by  the  Pelton 
Water  W  heel  C'omi)any. 

The  generators  were  furnished  Iiy  the  Westing- 
house  Electric  and  Manufacturing  Company,  except 
the  fifth  unit,  which  was  built  by  the  General  Electric 
Company:  it  is  rated  at  2,000  kw.,  and  l)oth  the  gen- 
erator and  water  wheel  are  similar  in  type  and  specifi- 
cation to  the  fourth  unit,  just  described.  Tiu-  nozzle 
of  this  water  wheel  differs,  however,  in  that  the  needle 
is  operated  by  a  hand  screw,  while  the  governor,  which 
is  a  Replogle.  of  the  mechanical  type,  regulates  by  de- 
flecting the -nozzle,  thus  throwing  the  stream  away 
from  the  buckets  of  the  water  wheel. 

The  second  ])i])e  line  is  carried  directly  througli  a 
worm  and  gear  oi)erate(l  gate  valve  to  the  nozzle  of 
the  fourth  machine.  At  .some  distance  back  of  the 
building  a  feeder  is  tapped  off  of  this  pipe  and  is  car- 
ried through  a  gale  valve  and  then  through  a  reversed, 
cast-steel  three-pronged  Y  to  the  nozzle  of  the  fifth  ma- 
chine. A  second  pipe  is  tapped  off  of  the  old  pipe  line 
and  is  brought  diagonally  across  in  the  rear  of  the 
building  and  after  passing  through  a  gate  valve,  enters 
a  branch  of  the  Y  casting.  To  the  third  branch  of  the 
Y  is  a  third  gate  valve  for  use  in  the  event  that  another 
pipe  line  be  installed. 

The  exciter  water  wheels  are  operated  by  water 
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niuler  a  head  of  500  ft.  This  water  is  tlivcrteil  in  Aiill- 
^eal  creek  and  is  carried  througli  a  ditch  to  a  ptjinl  di- 
rectly aljove  the  power  house,  whence  it  is  delivered 
through  an  S-in.  pi])e.  The  source  of  this  water  is  a 
large  sjiring,  near  the  to])  of  the  ridge,  hut  in  the  hed 
(if  the  creek.  It  has  the  advantage  of  being  an  inde- 
jjendent  and  constant  source  for  the  e.xciters  and  as  it 
is  crystal  clear  makes  an  ideal  o])erating  medium  for 
the  governors.  The  go\erncirs  are  all  i>perated  hy 
water  from  tliis  source,  but  under  a  head  of  liut  J50  ft. 
Water  is  let  down  to  a  timber  head-bo.x.  containing 
screens ;  from  here  it  is  carried  to  the  power  house  in  a 
4-in.  wrought  iron  pipe  and  distributed  to  the  gover- 
nors after  passing  through  a  I.oml)ard  triple  screen. 

There  are  four  e.xciter  sets,  each  having  a  43  kw. 
multipolar  gei;ierator  delivering  direct  current  at  125 
volts;  each  is  direct  connected  to  its  own  water  wheel, 
fitted  with  needle  nozzles  and  enclosed  in  a  cast-iron 
case.  'Idle  first  two  sets  are  placed,  one  on  either 
side  of  the  switchboard ;  one  of  them  has  a  50  h.p. 
500  volt  induction  motor  coupled  with  it.  This  motor 
is  supposed  to  be  always  connected  to  the  live  bus-bars 
on  the  switchboard,  and,  being  operated  by  the  water 
wheel  at  synchronous  speed,  "floats"  on  tlie  circuit. 
.Sli(iuld-a  water  wheel  nozzle,  which  has  a  very  small 
opening  in  these  machines,  become  plugged  with  de- 
bris in  the  water,  the  motor  automatically  jdcks  up  the 
load,  thus  oljviating  the  possibility  of  shutting  down 
the  exciters  wdth  the  resultant  loss  of  field  and  shut 
down  of  main  machines. 

The  third  and  fourth  exciters  were  installed  sep- 
arately, one  for  the  fourth  and  the  other  for  the  fifth 
generating  unit,  and  are  equipped  with  type  V  I.nm- 
bard  governors. 

There  are  two  switchboards,  the  first,  installed  with 
the  original  plant,  has  four  white  marble  panels.  Three 
of  these  panels  control  the  three  750  kw.  generators, 


while  the  fourth  is  for  the  exciters.  On  each  genera- 
tor panel  are  mounted  three  ammeters,  one  voltmeter 
witli  a  .vP"i'it  switch  to  connect  to  each  phase,  one 
d.c.  field  ammeter  and  one  polyphase  indicating  watt 
meter.  Tliere  are  two  sets  of  knife  switches  for  the 
generator  circuit  which  are  connected  to  the  two  sets 
of  bus-bars  mounted  on  the  rear  o{  the  switchboard. 
The  exciter  ])anel  contains  the  regulation  volt  and  am- 
pere me*ers  and  exciter  switches.  The  main  leads  from 
the  generators  to  the  switchboard  are  carried  through 
the  concrete  floor  in  vitrified  tile  conduit. 

The  second  switchljoard  has  two  generator  and 
one  exciter  jianels,  also  of  white  marble.  The  arrange- 
ment is  siiuilar  to  the  old  svvitchljoard,  except  that  the 
generator  switches  are  of  the  remote  control,  oil-im- 
mersed tyj)e  and  are  placed  above  and  to  the  rear  of 
the  switchboard.  The  switchboards  and  apparatus 
were  furnished  by  the  \\'estingh(_)use  Electric  and 
.Manufacturing  Company. 

Conveniently  placed  are  water-level  indicators  to 
show  at  all  times  the  level  of  water  in  the  reservoirs. 
This  device  consists  of  a  Weston  x'oltnieter  across  the 
terminals  of  a  Xo.  10  iron  wire"  circuit.  In  series  in 
this  circuit,  at  the  reservoir,  are  a  mnnber  of  16  c.p. 
lamiJS  which  are  automatically  cut  out  by  the  move- 
ment of  a  lioat.  There  is  impressed  on  this  line  the 
125  volt  direct  exciter  current,  the  variation  of  the 
lanij)  resistance  and  resultant  variation  of  voltage  at 
the  voltmeter  causing  the  ]iro|)er  movement  of  the 
needle. 

A  IJnmswick  ice  machine,  driven  by  a  I  h.p.  sin- 
gle phase  (jeneral  Electric  motor,  gives  a  goodly  sup- 
ply of  ice,  which  is  a  very  welcome  luxury  during  the 
summer  months. 

In  the  older  section  of  the  transformer  house  are 
nine  300  kw.  Westinghouse.  oil-inimersed,  air-cooled 
transformers,  having  a  voltage  ratio  of  500  to  22,000 
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volts.  Separated  from  these  by  a  tire-proof  wall  are 
three  875  kw.  General  Electric  water-cooled  transform- 
ers, stepping  the  voltage  from  2,200  to  66,000  volts, 
with  star  connection.  Beyond  these  is  a  third  com- 
jiartintnt  with  three  transformers  similar  to  the  la<t 
described. 

In  a  room  at  the  extreme  corner  of  the  uiiilding 
are  two  sets  of  "Kelman"  66,000  volt  electric  trip  and 
manually  closing  oil  circuit-breakers,  one  set  for  each 
bank  of  66,000  volt  transformers.  These  switches  arc 
of  the  pantograph  type  and  seem  to  have  proven  the 
correctness  of  the  principle  involved  by  their  satis- 
factory action  on  all  occasions. 
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Kelman   Oil    Switches   at   Volta. 

This  switch  should  not  be  confused,  by  those  fa- 
miliar with  the  history  of  the  development  of  high 
tension  circuit  breakers,  with  a  crude  experimental 
switch,  built  many  years  ago,  at  a  time  when  the  re- 
quirements for  opening  high  tension  circuits  were  im- 
perfectly understood  and  switch  development  w^as  in 
its  infancy. 

The  construction  of  the  switch  is  simple :  It  con- 
sists of  a  rectangular  tank  containing  oil ;  the  two  leads 
are  carried  down  through  the  cover  in  heavily  insu- 
lated bushings  to  within  a  few  inches  of  the  bottom. 
A  wooden  rod  having  a  vertical  motion  passes  through 
the  center  of  the  top,  between  the  lead  bushings ;  to 
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Second    Switchboard    at    Volta    Power    House. 

this  are  hinged  bronze  strips  which  in  turn  are  linked 
to  a  common  point  in  the  center  of  the  tank.  The 
movement  is  similar  to  that  of  the  points  of  umbrella 
ribs,  while  the  motion  of  the  rod  could  be  likened  to 
the  ferrule  which  slides  on  the  center  stick  of  the  um- 
brella. 


ii    ^v\llc.J 


The  object  of  the  pantograph  movement  is  to  give 
a  horizontal  break  to  the  circuit,  thus,  at  all  times, 
maintaining  the  maximum  head  of  oil  over  the  break. 
This  seems  to  be  the  secret  of  successful  operation  of 


August  6,  1910] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


17 


7o_^*/o   CTetr-^o   -S-«    s-e^       ^^  c 


///o'/?   yens/or?  C^r-cu^ts, 


V^OL.T'jQ  ^OW^^ HOUSE 


^ 


A^ 


IrSiSIgsSB 


'f'y^-y-^~';--irjt^s:-.yiry\-^'.-.ry-'-\iyv- 


r  :\'     f — iki.0  o 


...    o  ap  : 

lg.v;1    Irti  I  Ua    fe.-:-:^-,i>V;^ 


inite 


taj.'t;!      I      I  -Ttgy] 


\\i 


n[i]n[Bs&-!. 


©  CD 


»/ 

J 


o 


i 


00  0  1 


<5  7J^  /frt   ■^--*, 


I 


\  \ 

\  \ 


I  D  0  D  D  [J  jl        -iT' ™- "-^  I 


I    III    fe^:-^ 


.    « 


3 

■^*ir-^'^.hi^i:'i^\--^>fi.'7:az;k-r}^:>7i-^'S-::fCiit-ii^y.^^ 


M 


l*l;ui    of    N'olta    Powei-    House,   sliowing   aiTaiigemen t   of   circuits. 


oil-switches,  wiierc  high  voltages  anil  heav}'  currents 
are  to  be  controlled. 

The  circuits  from  the  22,dbo  volt  transformers  are 
carried  into  the  switch  house,  as  is  also  a  circuit  at 
the  same  \oltagc  from  the  Kilarc  jjower  h<iuse.  Within 
are  disconnecting  switches,  which  are  a  modification 
of  the  Masson-Taylor  type.  With  these  all  necessary 
combinations  of  the  circuits  can  be  made.  The  ac- 
companying one-wire  diagram  and  plan  shows  the  ar- 
rangemejit  of  all  circuits. 

There  is  in  this  building  a  set  of  three  1.250  kw. 
A\'estinghouse  transformers,  having  a  voltage  ratio  of 
22,000  on  the  primary  side  to  66,000  on  the  secondary 
side,  with  star  connection.  This  arrangement  is  a  tem- 
porary one  and  was  necessar_\-  that  liiese  transformers 
mi.ght  get  their  current  from  either  the\'olta  or  the 
Kilarc  plant.  A  voltage  regulator  is  ci>nnected  to  a 
number  of  taps  at  the  neutral  end  of  the  high  tension 
windings  of  each  transformer. 

Radiating  from  this  point  are  four  transmission 
lines.  One.  having  two  circuits,  one  of  which,  operat- 
ing at  22,000  volts,  goes  to  Palo  Cedro  switching  sta- 
tion and  from  thence  are  various  branches  to  Redding, 


the  smelter  district  and  the  woi  side  of  the  Sacr;i- 
mento  \'alley,  as  far  south  as  Willows.  This  line  will 
he  changed  to  a  66,000  ^■olt  circuit  and  the  22,000  \'nlt 
network  will  be  fed  through  the  De  la  Mar  and  Ham- 
ilton connections.  The  other  oi^erating  at  66.000  volt-. 
is  carried  directly  to  Kennet  and  adjacent  points.  The 
second,  a  22.000  volt  line,  is  a  single  circuit  to  the 
Kilarc  power  house.  The  third  lific  has  a  single  66,000 
volt  circuit  and  goes  to  Cliico.  The  fourth  line  is 
similar  and  is  a  tie  line  between  this  station  and  the 
South   Power  House. 

All  circuits,  after  leaving  the  switch  house,  are 
carried  to  pole-top  disconnecting  switches.  These  are 
of  the  two-break,  horizontal  revolving  type,  but  have, 
in  addition,  arcing  horns,  to  facilitate  the  rupturing  of 
anv  ])ossible  arc.  Each  jaw  of  the  switch  is  ecpiipped 
with  a  horn,  wdiile  the  swinging  piece  carries  an  in- 
verted V.  or  double  horn,  which  is  given  a  spiral  bend 
so  as  to  be  effective  throughout  the  opening  of  the 
switch.  These  switches  were  designed  and  erected  by 
H.  A.  Tedford.  the  superintendent  of  the  plant.  Each 
line  is  also  equipped  with  pole-top,  horn-gap  arresters, 
for  protection  from  lightning.     The  line,  in  all  cases. 
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is  connected  directly  to  one  horn,  while  the  other  is 
connected  to  ground  without  resistance. 
South  System. 

Originally  the  discharge  from  Volta  found  its  way 
to  North  Battle  Creek  to  follow  that  stream  through- 
out a  drop  of  1,500  ft.  to  where  it  joins  the  Sacramento 
river.  The  utilization  of  this  drop,  together  with  that 
of  the  South  Fork  of  Battle  Creek  and  the  addition 
of  the  flow  in  both  of  these  streams,  was  the  basis  on 
which  three  remaining  power  plants  of  the  Battle 
Creek  system  were  designed. 

The  flow  from  Volta  is  now  conducted  through  a 
ditch  which  has  a  capacity  of  3,000  miners  inches  or 
75  second-feet.  This  ditch  follows  a  more  or  less  ir- 
regular course,  crossing  North  Battle  Creek,  at  whicii 
point  tlie  natural  flow  of  this  stream  is  added.  Tlic 
ditch  is  now  being  enlarged  to  carry  4,000  miners 
inches. 
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Outlet  of  Tunnel  on  South  Battle  Creek  Ditch,  imme- 
diately above  the  union  with  the  ditch  from 
Volt,!. 

At  a  point  five  miles  from  Volta  a  junction  is 
made  with  the  South  Battle  Creek  ditch  and  from 
there  on  it  is  known  as  the  Union  ditch.  This  runs 
tor  three-quarters  of  a  mile,  to  tlie  forebay  of  the 
South   power  liouse. 

The  Soutli  Battle  Creek  ditch  carries  the  flow  di- 
\erted  from  the  stream  of  the  same  name.  There  is 
a  small  masonry  diverting  dam  and  the  length  of  the 
conduit  is  five  miles.  There  are  along  "the  route  seven 
tunnels,  aggregating  one  and  one-quarter  miles  in 
length.  The  longest  tunnel  is  4,260  ft.,  there  is  an- 
other 700  ft.,  and  the  one  just  preceding  the  junction 
with  the  \'olta  ditch  (shown  in  the  view)  is  1,270  ft 
long.    The  rest  of  the  tunnels  are  short. 

These  tunnels  are  all  unlincd,  being  cut   through 


a  self-supporting  lava  formation.  The  grade  of  tun- 
nels and  ditch  is  0.2  percent.  The  tunnels  have  a  clear 
opening  7  ft.  wide  and  4V2  ft.  high  on  the  vertical 
sides,  to  the  spring  of  the  arch  roof.  The  height  at 
the  center  of  the  opening  is  6y^  ft.  The  carrying  ca- 
pacity of  this  conduit  is  5,000  miners  inches. 

The  total  overall  cost  of  the  tunnels,  not  includ- 
ing the  cost  of  the  compressor  plant,  was  $59,5 14. 2g, 
or  $9.02  per  running  foot.  The  cost  of  the  long  tunnel 
alone  was  $32,772,26.  or  $7.68  per  foot.  These  costs 
are  surjirisingly  low  and  speak  well  for  the  manage- 
ment of  the  work. 

A  short  distance  before  the  South  Power  House 
forebay  is  reached  there  is  a  masonry  waste  wier  or 
easement,  built  at  the  side  of  the  ditch;  it  has  a  gently 
sloping  top  to  facilitate  the  removal  of  any  water  to 
be  wasted  at  this  point ;  the  edge  is  at  the  high  water 
mark,  so  that  any  extra  flow  or  backing  up  from  the 
forebay  due  to  regulation  in  the  ]jower  house  is  han- 
dled automatically. 

The  forebay  is  a  rectangular  masonry  structure. 
At  its  entrance  are  two  timber  sluice  gates,  operated 
by  a  rack  and  gear.  Across  the  center  is  a  grizzly 
made  up  of  flat  iron  bars,  set  on  edge,  the  wh<5le  being 
placed  at  a  slant  to  facilitate  cleaning,  iiehind  {lie 
grizzly  are  heavy  wire-mesh  screens. 

The  pipe  is  inserted  through  the  front  wall  and 
has  an  o])ening  72  in.  in  diameter.  The  pil)e  then  tap- 
ers to  a  diameter  of  34  in.  and  remains  this  size  t<i 
within  400  ft.  of  the  ])ower  house,  where  it  is  reduced 
tf)  4S  in.  This  pii)e  was  built  by  the  company,  the 
flange-steel  sheets  of  the  pr()])er  thickness  and  size 
heing  ])urchased  in  the  I-lastern  market  and  delivered 
on  the  ground.  It  was  punched,  sheared  and  scarfed 
in  the  East  and  rolled  and  riveted  together  on  the 
ground.  The  thickness  \aries  from  j/4  in.  at  the  top 
to  9/if)  in.  at  the  lower  end.  the  total  weight  of  the 
])il)e  being  366,000  lb. 

The  fall  or  .-^tatic  h_\draulic  head  on  this  pipe  is 
515  ft.  and  the  length  is  1.980  ft.  The  grade  is  fairly 
uniform,  increasing  slightly  as  the  lower  end  is  ap- 
])roached.  tlie  pipe  being  laid  above  ground  for  the 
entire  distance.  It  is  well  iinder])inned  with  loose 
rock,  carefully  laid,  which  afi'ords  a  satisfactory  hold 
to  the  ground.  Immediately  before  entering  the  power 
liouse  the  pipe  is  imbedded  in  a  rubble  masonry  anchor 
wall  100  ft.  long,  its  length  being  parallel  to  the  pipe. 
The  joints  throughout  are  hot  riveted,  following  stan- 
dard practice. 

The  power  house  building  is  32.5  by  70  ft.  inside, 
the  walls  are  of  rubble  masonry,  2  ft.  thick,  the  roof 
is  of  corrugated  iron  supported  on  wood  purlins  which, 
in  turn,  are  carried  by  steel  trusses.  The  building  is 
pleasing  in  appearance  and.  situated  as  it  is  at  the  edge 
of  a  very  picturesque  stream,  gives  an  effect  of  sim- 
[jlicity  and  harmony. 

The  discharge  from  the  waterwheels  is  directl}- 
into  South  Battle  Creek,  which  is  followed  for  a  short 
distance  and  is  then  diverted  and  taken  into  the  canal 
supplying  the  Inskip  power  house,  five  miles  further 
down  the  stream. 

The  attractive  feature  of  this  power  house  is  its 
extreme  simplicity  and  efficiency.  But  one  operator 
is  required  on  a  shift  and.  at  that,  there  is  very  little 
for  him  to  do.  aside  from  the  alertness  and  intelligence 
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Pressure    Pipe    to   Sovith    Pmvor    Ilnuse. 

necessary  in  operating  any  large  system  at  the  iiionifnl 
when  something  happens. 

There  is  one  main  generating  set  and  one  exciter. 
The  Westinghonse  generator  is  rated  at  4,000  k.v.a. 
and  deHvers  tliree  ])hase  cuirent  at  a  potential  of  6,600 
volts.  It  is  of  the  water  wheel  type,  has  bnt  two 
hearings  and  a  speed  of  225  r.p.m.  The  bearings  are 
water  cooled  and  have  pijjing  arrangements  for  forced 
feed  of  the  lubricating  oil ;  this  latter  feature  is.  how- 
ever, not  found  to  be  necessary  and  is  not  used.  The 
shaft  is  hollow  and  its  interior  surface  is  water  cooled. 

The  water  wheels  are  two  in  nuuilier.  ihat  is. 
there  are  two  runners,  7  ft.  in  diameter,  fitted  with 
steel  buckets  bolted  to  the  wheel  center;  one  on  either 
end  of  the  generator  shaft,  "overhung"  outside  of  the 
bearings ;  each  is  in  its  own  sheet  steel  housing. 

Upon  entering  the  rear  wall  of  the  power  house 
flow  in  the  pipe  divides,  passing  through  a  cast-steel 
Y,  thence,  in  each  branch,  passing  through  a  worm  and 
gear  operated  cast-steel  gate  valve  to  the  nozzles. 
These  are  of  the  stationary  needle  type  and  are  fitted 
with  cylindrical  deflectors  over  the  stream,  operated 
by  a  type  Q  Lombard  governor. 

The  exciter  is  a  55  kw.  multipolar  generator,  di- 
rect connected  to  an  overhung  water  wheel  within  a 
cast-iron  casing  and  fitted  with  a  needle  nozzle.  This 
set  supplies  direct  current  at  a  potential  of  125  volts. 

The  switchboard  is  conveniently  placed  in  front 
of  the  generator  and  l;as  tw^o  \'ermont  blue-marble 
panels.  On  the  generator  panel  are  mounted  3  a.c. 
ammeters,  i  field  ammeter,  i  voltmeter,  i  indicating 
wattmeter,  i  graphic  recording  \'oltmeter,  i  graphic 
recording  wattmeter,  operating  control  for  one  remote 


control,  electrically  operated  generator  oil  switch  and 
the  trip-control  for  two  sets  of  electrically  operated 
Kelman  high  tension  oil  switches.  The  switchboard 
was  furnished  complete  by  the  Western  Electric  Com- 
pany, mounted  with  indicating  instruments  by  the 
\\'agner  Electric  Company  and  graphic  instruments 
by  the  ^\■estinghouse  Electric  and  Manufacturing 
Company. 


South  Power  Hou.se  DUch  Sy.stem.  (1)  Junction  of 
South  Battle  Creek  Ditch  with  the  Volta  Ditch 
and  the  Union  Ditch  in  the  foreground.  (2) 
Wasteway.  13-4)  Views  of  Forebay  and  Sluice 
Gates. 

The  exciter  panel  is  mounted  with  the  usual  in 
struments  and  knife  switches  for  two  exciters  and  also 
contains  a  reservoir  indicator  similar  to  those  already 
described. 

At  the  west  end  of  the  building  there  are  four 
compartments  open  to  the  main  room,  but  separated 
from   each   other  bv   concrete   walls.     Three  of  these 
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The  South   Power  House. 


coiii])arlmeiits  contain  three  1.500  k\v.  General  Electric 
transformers.  They  are  of  the  standard  water  cooled 
type  and  are  wound  for  6.600  volts  on  the  primary  and 
66,000  volts  when  star  connectetl  on  the  secondary 
side. 

In  the  fourth  compartment  is  placed  the  main 
generator  switch.  In  a  gallery,  reached  by  a  steel  lad- 
der, directly  above  this  compartment  are  the  Kelman 
high  voltage  switch  sets,  and  over  the  transformers 
is  a  line  of  bus-wires  connecting  with  it.  I'Vnm  here 
the  high  tension  lines  are  carried  through  windows 
fitted  with  plate  glass  panes  to  pole-top  disconnecting 


-'  *i.e'  3^ 
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switches  similar  to  those  in  use  at  \^olta.  There  are 
also  horn-gap  lightning  arresters.  There  are  two 
transmission  lines,  one  is  the  tie  line  before  men- 
tioned between  this  station  and  Volta,  the  other  is  a 
tie  line  to  the  Inskip  power  house. 

The  governor  is  operated  by  water  under  the  full 


static  pressure.  The  water  i>  iicil,  however,  taken 
from  the  main  pipe,  but  thmugh  a  pipe  laid  the  entire 
distance  from  the  forebay.  Here  water  is  passed  into 
a  vertical  drum  which  contains  a  screen,  and  the  gov- 
ernor supply  pipe  leads  from  this  drum.  The  pipe  is 
a  4-in.  standard  wrought  iron  pipe  for  about  one-half 
of  its  length,  but  f(jr  the  remainder  of  the  distance  it 
is  2jX-in.  extra  heavy  pipe.  There  is  a  second  screen 
inserted  in  the  sujiply  at  the  governor. 

In  the  interior  \iews  of  this  plant  it  will  be  seen, 
that  on  the  upjjer  half  of  the  frame  of  the  generator 
on  one  side  and  the  lower  half,  on  the  other,  is  a  gal- 
vanized sheet  iron  casing  to  which  is  attached  a  large 
[)ipe  of  the  same  material.  There  is  in  the  waterwheel 
pit  considerable  air  suction  due  to  the  discharge.  This 
suction  was  utilized  by  removing  the  cast  iron  plates 
over  the  nozzles  and  erecting  a  rectangular  chimnej 
of  sheet  iron.  This  connects  to  the  sheet  iron  pipes 
and  the  suction  through  them  is  regulated  by  dampers. 
The  core  holes  in  the  generator  frame  on  the  sides 
opposite  the  casing  are  plugged  up.  The  effect  of  this 
flevice  is  to  draw  air  through  the  ventilating  ducts  past 
the  armature  bars  and  the  laminations,  thus  producing 
a  ventilation  which  keeps  the  generator  temperature 
within  safe  limits  at  all  times.  This  verv  ingenious 
device  was  conceived  and  installed  by  an  employee  .;f 
the  company.  G.  H.  Murphy,  although  the  same  idea 
has  been  suggested  by  others,  not  knowing  that  !•■ 
was  being  used  here. 

The  Inskip  System. 

']"his  svsteni  has  been  recently  placed  in  operation. 
It  derives  its  water  supply  mainly  from  the  discharge 
of  the  South  Power  House,  but  receives  also  a  smaller 
supply  from  North  Battle  Creek  and  a  number  of 
small  creeks — that  water  wdiich  gathers  between  the 
line  traversed  by  the  Volta  to  South  ditch  .TP.d  the 
Inskip   plant. 
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A  rubble  masonry  dam,  liaving  a  gravity,  ogee 
section,  diverts  the  flow  of  South  Battle  Creek,  a  short 
distance  below  the  South  power  house,  through  a  set 
of  sluice  gates  and  a  short  tunnel,  into  the  Inskip  ditch. 

This  ditch  has  a  nominal  carrying  capacity  of  200 
second  feet  or  8.000  miners  inches :  it  is  4.45  miles 
from  the  intake  to  the  foreba)'  of  the  Inskip  plant,  in- 
cluding five  tunnels  and  a  short  sectidU  of  Hume  cross- 
ing Ripley  Creek.  The  grade  throughout  is  0.2  per- 
cent, e(|ual  to  10.4  ft.  per  mile.  The  open  ditch  is  8  ft. 
wide  on  the  bottom  and  5.5  ft.  deep  to  the  berm  line: 
the  sides  slope  Yi  horizontal  to  i  vertical. 


steam  shovel  was  16  cents  per  cu.  yd.  The  shovel  was 
operated  two  shifts  per  day  at  a  total  cost  of  $36.  To 
the  cost  of  excavation  is  added  blasting  and  cleaning 
up  after  the  shovel.  These  costs  per  running  ft.  were 
as  follov.'s :  I'.lasting,  60  cents;  shovel,  43  cents;  clean- 
ing up,  80  cents;  making  a  total  of  $1.83  per  ft.  as 
tlie  cost  of  the  ditch. 

It  has  been  the  policy  of  this  com[)any  to  do  its 
work  in  a  maimer  to  insure  permanency  and  low  cost 
of  upkeep.  With  this  in  view,  it  has  steadfastly  re- 
fused to  use  timber  flume  for  carrying  large  amounts 
of  water,  if  it  were  possible  to  obviate  its  use.  It  has 
even  gone  so  far  as  to  drive  crescent  shaped  tunnels, 
where  timber  flume  might  easily  have  l:)een  employed 
at  one-third  of  the  initial  cost.  The  only  piece  of 
tlunie  on  y\\\>  canal  is  used  to  cross  Ki])ley  creek  and 
acts  as  a  waste  wier  and  sand  box;  it  is  short,  the 
entire  lengtli  l)eing  shown  in  the  illustration,  and  is 
constructed  in  the  most  substantial  manner;  it  is  8  ft. 
\vi(.le  and  5  ft.  high  with  three  wasteways.  The  view 
f)f  the  ditch  directly  below  that  of  the  flume  is  of  a 
section   excavated   Ijv   steam    shovel    taken     from     the 


(1)  4000  liw.  generating  unit.  South  Power  House. 
(2)  Interior  of  Soutli  Power  House,  Trans- 
formers and  Kelman  Oil  Switclies  seen  in  ooni- 
partments    in    l)ackKi"ounil. 

A  part  of  the  ditch  was  excavated  with  a  1  '  ..  yd. 
capacity,  Marion  Steam  Shovel,  and  the  remainder  by 
hand  work.  .\  comparison  of  costs  is  interesting  and 
shows  that,  even  through  hard  pan  and  rock,  this  mod- 
ern method  of  constructing  mountain  ditches  of  large 
capacity  is  economical  and  advisaJjlc.  The  ground 
throughout  is  cemented  gravel  and  lava,  requiring 
blasting.  The  excavated  capacity  averaged  3  cu.  yd. 
per  running  ft. 

The  overall  cost  of  the  ditch  by  pick  and  shovel 
methods  was  $4.00  per  running  ft.     The  cost  with  the 


Flume    Crossing    Ripley    Creek. 


Seitiun   of  nitili   Built    with  Steam  Shu\  el. 

same  spot  as  the  first  \ievv  but  in  an  tipposite  direction. 

The  first  and  second  tunnels  have  lengths  of  1,779 
and  1,212  ft.,  respectively,  and  are  straight.  The  third 
is  729  ft.  long  and  has  three  curves,  the  tunnel  dipping 
into  the  hill  to  avoid  what  would  otherwise  haye 
been  flume  in  unsafe  ground.  The  fourth  consists  of 
two  sections,  of  295  ft.  in  all,  the  first  being  straight 
and  the  second  curved.  The  fifth  also  consists  of  two 
sections,  the  first  having  one  curve  and  the  second 
two;  the  respective  section  lengths  are  418  and  516  ft.. 
.Material  encountered  in  the  tunnels  was  wash  boul- 
ders, lava  and  volcanic  ash. 

The  tunnels  have  a  clear  width  of  10  ft.,  a  vertical 
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height  of  5.5  ft.  to  the  spring  of  the  arch  and  a  total 
height  of  8  ft.  The  excavated  area  averaged  75  sq.  ft., 
and  the  cost  varied  from  $9.20  to  $9.60  per  ft.,  although 
one  section,  where  considerable  difficulty  was  encoun- 
tered, cost  up  to  $16.00  per  running  ft. 

The  ditch  from  North  iiattle  treek  has  a  carry- 
ing capacity  of  5,000  miners  inches  and  is  at  present 
under  construction.  'i"he  work  is  heint;  dune  largely 
with  the  aid  of  the  steam  shovel. 

The  main  ditch  from  South  I'.attk-  treek  and  llu- 
one  from  Xortli  Battle  Creek  join  at  the  entrance  of 
the  forcbay.  This  is  similar  in  appearance,  but  some- 
what larger,  than  the  forebay  for  the  South  Power 
House.     It  is  rectangular,  with  heavy  rubble  walls,  and 


Inskip  IJitiii  System.  (1)  E-';cavating  North  Battle  Creek 
Ditch.  (2)  Outlet  of  last  tunnel.  (3)  Waste  wler.  (4)  En- 
trance to  the  foiebay.  (5)  Wood  stave  section  of  the  pressure 
pipe.  6   ft.  diameter. 


Steam     Sliov  i-l     at     Wm  k     Hnililms;     |iit.:l.. 

is  divided  into  three  secliuns.  The  first  two,  which 
are  oppcjsite  the  rack  and  pinion  operated  sluice  gates, 
liave  a  low  concrete  l>arrier  between  them  and  sloping 
concrete  floors,  which  can  be  drained  and  cleaned  by 
means  of  gates  placed  in  the  rubbk-  wall.  The  third 
compartment  is  separated  from  the  second  by  a  slop- 
ing grizzly  and  wire  mesh  screens.  From  the  end  of 
this  compartment  water  passes  into  the  pressure  pipe. 

A  short  distance  from  the  forebay  is  a  timber  tank, 
divided  into  three  parts.  In  each  division  wall  are 
openings  in  which  are  inserted  movable  screens  of  fine- 
mesh  brass  wire.  Water  from  the  main  pipe  is  brought 
to  one  end  of  this  tank  and  i)asses  through  the  screens, 
and  is  then  led  out  of  the  other  end  into  a  3J/2-in.  steel 
casing  which  eventually  reduces  to  a  2^-in.  wrought 
iron  pipe.  This  supplies  water  to  operate  the  gover- 
nors in  the  power  house. 

The  pressure  pipe  has  a  length  of  3,162  ft.;  of 
this  distance  the  wood-stave  section  is  2,160  ft.  long 
and  the  steel  section  1,002  ft.  The  inside  diameter 
throughout  is  6  ft.     The  wood-stave  pipe  is  built  of 
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the  best  selected  red  fir,  only  the  heart  of  the  irec 
being  used,  care  being  taken  to  eliminate  knots  and 
all  but  straight  grained  pieces.  The  timber  was  cut 
and  finished  in  the  mill  owned  and  operated  by  the 
company.  The  pipe  is  held  together  with  -J^-in.  round 
steel  bands  in  two  sections  with  two  shoes  of  standard 
pattern,  the  spacing  of  which  varies  from  lo  to  2  in. 
to  the  running  ft.  The  unit  cost  of  this  jjipe.  exclusive 
of  the  steel  bands,  but  including  the  laying,  was  $1.56 
\)er  running  ft.  The  steel  pipe  varies  in  thickness  from 
H  to  yi  in.  and  is  hot-riveted  throughout. 

A  receiver,  which  is  a  continuation  of  the  pipe, 
lies  alongside  and  parallel  to  the  power  house  build- 
ing; it  is  imbedded  in  concrete.  The  diameter  is  6  ft., 
but  after  passing  tlie  three  outlets  to  the  first  generat- 
ing unit,  tapers  to  42  in.  ( )n  its  upper  side,  near  its 
extreme  end,  is  a  drum  containing  a  screen  with  a 
cleaner,  operated  by  a  screw  ami  hand  wheel ;  from  tliis 
drum  water  for  the  exciters  is  carried  through  a  12-in. 
steel  pipe.    The  static  head  is  378  ft. 

The  power  house  building  is  125  ft.  long  antl  _57.5 
ft.  wide.  It  is  divided  transversely  into  two  parts,  the 
larger  containing  the  generating  machinery  and  the 
other  the  transformers  and  high  tension  ajiparatus. 

There  are  two  luain  generating  units,  arranged  so 
that  the  water  wheels  are  adjacent.  The  first  unit  has 
a  capacity  of  4,000  kw.  The  generator  delivers  three 
phase  current  at  a  potential  of  6,600  volts;  it  is  of  the 
water  wheel  type  and  has  a  speed  of  225  r.p.m.  There 
are  three  bearings,  so  that  both  the  rotor  and  the  run- 
ners are  betw-een  bearings.  The  shaft  is  continuous. 
The  waterwheels  consist  of  three  runners,  having  cast- 
iron  centers  and  buckets,  the  latter  being  cast  in  pairs. 
There  are  two  nozzles  for  each  runner,  the  rear  or 
upper  nozzle  being  of  the  needle  type,  opcr.ited  b\  a 
screw  and  hand  wheel,  the  forward  or  lower  ones  hav- 
ing plain  tips.  Deflecting  hoods  are  fitted  to  intercept 
the  stream  from  each  nozzle,  and  they  are  operated 
in  unison  by  a  type  Q  Lombard  governor.  Water  is 
furnished  each  pair  of  nozzles  from  the  receiver 
through  three  pipes,  each  of  which  is  fittetl  with  a 
27-in.  hydraulic  gate-valve.  The  operating  cylinders, 
which  are  supplied  with  water  under  full  ])ressurc,  are 
27  in.  diameter.  This  large  diameter,  and  the  result- 
ing enormous  pressure  on  the.-gate  admits  of  very  slow 
closing  against  any  resistance  which  might  be  offered. 

The  second  unit  is  similar  to  the  first,  except  that 
the  capacity  is  2,000  kw.  and  there  is  but  one  nozzle, 
like  the  rear  nozzles  in  the  first  unit,  for  each  runner. 
The  hydraulic  operating  gates  are  also  smaller,  the 
diameter  of  both  gates  and  cylinders  being  21  in. 

There  are  tw^o  exciter  sets,  either  one  capable  of 
supplying  excitation  for  both  main  generators.  Each 
consists  of  a  General  Electric,  6-pole,  120  volt,  60  kw. 
generator  connected  to  an  overhung  water  wheel, 
equipped  with  cast-iron  housing  and  needle  nozzle. 

All  water-wheel  apparatus  in  the  Inskip  plant  was 
furnished  by  the  Pelton  Water  Wheel  Co. 

The  switchboard  has  one  exciter  and  two  gen- 
erator panels ;  these  are  similar  in  mounting  and  equip- 
ment to  those  on  the  South  Power  House,  except  that 
the  indicating  instruments  were  furnished  by  the 
Westinghouse  Company.  There  are  two  sets  of  gen- 
erator bus-bars  and  consequently  four  sets  of  remote- 
control,  generator  oil-switches.    These  are  placed  in  a 


Inskip  Power  Plant.  (1)  Power  House,  sliowing  pressure  pipe  in  the 
background.  (2)  Interior,  showing  exciters  and  2000  kw.  generator  in  (ore- 
uround.  (3)  Interior,  looking  towards  opening  into  transformer  sectian.  A 
corner  of  4000  kw.  generator  and  5000  h. p.  water-wheel  housing  and  hydraulic 
gate  valves  in  foreground,  (4)  View  of  the  interior  of  the  5000  h.p,  water- 
wheel,  showing  runners,  nozzles  and  deflecting  hoods.    (5)     Pipe  Shop. 
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Plan    of   Inskip   Power   House. 


fi re-proof  coni])artnicnt  at  the  end  of  the  generator 
room. 

There  are  six  1,500  kvv.  General  Electric  raising 
t'ansft)rniers,  having  a  voltage  ratio  of  6,600  to  66,000 
with  stai  connection.  The  transformers  are  placed  in 
individnal  cells  having  concrete  walls,  there  being 
three  on  one  side  and  a  like  number  on  the  other  side 
of  the  building,  the  passageway  from  the  main  en- 
trance separating  them. 

Within  the  gallery  over  the  transformers  are  the 
high-tension  bus-lines  and  two  sets  of  Kelnian  oil  cir- 
cuit-breakers. 
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Tliree  circuits  pass  out  of  the  building  to  pole-top 
disconnecting  switches.  These,  at  the  present  time, 
constitute  a  loo])  in  the  X'olla  to  Chico  transmission 
circuit,  and  the  tic  line  to  South  power  house. 

The  Coleman  Plant. 

This  is  the  final  and  largest  division  in  point  of 
capacity,  in  the  (le\  elopment  of  the  Battle  Creek  water- 
shed. -All  e(|uipment  for  this  plant  is  in  process  of 
manufacture  and  work  on  the  ground  is  now  well  un- 
der way. 

Water  will  be  diverted  by  means  of  a  masonry 
dam  in  South  Battle  Creek,  immediately  below  the 
Inskip  power  house,  and  will  be  carried  in  a  ditch  in 
a  north-westerly  direction,  skirting  the  hills  between 
the  two  main  forks  of  Battle  Creek,  crossing  the  North 


Fork  and  then  following  the  ridge  westward,  which, 
further  east,  forms  the  drop  at  N'olta,  to  a  point  about 
four  miles  above  the  junction  of  Battle  Creek  with  the 
Sacramento  River.  Here  a  fall  of  479  ft.  is  available. 
Water  will  be  furnished  to  three  main  generating  units 
through  two  pi])es  \arying  from  84  to  60  in.  diameter. 
The  generators  will  each  have  a  capacity  -of 
4,000  kw.  and  will  be  driven  by  Francis  scroll 
case  turbines  having  a  rated  output  of  7,000 
h.p  The  generators  and  turbines  are  being 
built  by  the  Allis-Chalmers  Company.  I'our  4.000  kw.. 
3-phase,  6,600  to  66,000  volt  transformers  and  complete 
e(|uipment  of  electrically  operated,  remote  control,  oil 
circuit-breakers,  disconnecting  switches  and  multiple 
cell  arresters  are  being  furnished  by  the  General  F31ec- 
tric  Company. 

This  plant  will  rci)resent  the  most  modern  prac- 
tice in  design  and  wdrkmanship,  and  will  be  a  notable 
addition  to  the  many  hydroelectric  power  plants  for 
which  the  Pacific  Coast  is  famous. 

The  transformers  at  .South,  Inski]:)  and  Coleman 
])lants,  while  dirt'eriug  in  size,  are  built  to  the  same 
si)ccifications  for  \dltage  and  regulation,  all  having 
ta[)s  from  6,600  to  5,400  \-olts  on  the  primary  side,  pro- 
portioned to  give  changes  on  the  secondary  in  2,000 
\i)lt  steps. 

The  Kilarc  System. 

.\  description  which  wnuld  do  justice  to  this  divi- 
sion of  the  system  would  not  be  complete  if  only  to 
give  an  outline  of  the  various  mechanical  and  electrical 
features.  For  the  setting,  in  the  wild  grandeur  of  its 
mountains  and  forests,  the  wonderful  variety  in  its 
coloring  and  vet  the  simplicity  and  fitness  of  it  all, 
entwines  this  system,  in  itself  a  gem  among  power 
])lants,  in  an  atmosphere  of  romance.  A  steep,  rocky 
canyon,  the  mountains  on  either  side  rising  to  heights 
of  two  and  three  thousand  feet,  the  sides  to  the  very 
bottom  covered  with  a  primeval  forest  of  fir,  spruce 
and  pine:  the  edges  of  the  creek  growing  in  almost 
tropical  profusion  with  wild  rhubarb,  dogwood  and 
other  flowering  shrubs,  a  veritable  riot  of  color  in  the 
deep  shadows  and  brilliant  high-lights.  Such  is  the 
stream  whence  water  is  diverted  for  Kilarc. 

To  divert  3,500  miners  inches  of  water  out  of  a 
mountain  stream,  as  a  rule,  requires  a  considerable  di- 
verting dam  ;  not  so  here.     This  diversion  has  a  con- 
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crc'tc  (lam  of  the  _t;r;nity  (neiilow  ty])C  :  il  is  i  ft.  liigli 
and  contains  somethins;-  less  than  p,  cii.  yds.  of  con- 
crete. It  can  he  seen  in  the  left  of  the  pictnre.  A  large 
sjranite  houlder  on  one  side  and  another  in  the  middle 
confine  the  stream  so  that  it  must  flow  over  the  dam, 
when  not  diverted.  The  intake  to  the  ditch,  with  its 
sluice  gates,  shown  on  the  right  of  the  picture,  is  placed 
in  a  space  blasted  out,  between  the  boidder  and  the 
south  bank. 

The  ditch  is  3;'4  miles  long  from  the  intake  to  the 
forebay.  There  is,  in  this  length,  about  I'j  miles  of 
timber  flume.  This  flume  was  adopted  as  a  temporary 
expedient  to  olniate,  for  the  time  being,  the  cost  of 
tunneling.  There  are,  however,  four  tunnels,  the  one 
known  as  No.  2  hax'ing  been  recently  bored  to  replace 
a  section  of  flume. 

The  ditch  is  cut  4  ft.  deej)  below  the  l)erm  line; 
the  depth  of  flow  is  3,'/.  ft.  It  is  8  ft.  wide  on  the  bot- 
tom and  the  top  varies  from  12  to  13  ft. 

Tunnel  No.  1  has  a  section  of  3  by  5  ft.  and  is  tim- 
bered ;  it  has  a  length  of  217  ft.  .Vumber  2.  which  is 
partlv  through  hard  rock  and  |)artly  ihnnigh  lava  ash, 
is  timbered;  il  has  a  clear  section  of  d  by  7  ft.  and  a 
carrving  capacity  of  4.500  miners  inches.  The  grade 
is  0.1  ])er  cent.  The  cost  of  this  tunnel  was  .'^5.30  per 
lineal  ft. 

Tunnels  Xos.  3  and  4  ha\e  lengths.  respecli\ely. 
of  20  and  60  ft.;  they  are  through  r(  ck  and  are  not 
lined;  their  sections  are  5  by  5  It.  The  timber  llume 
is  carried  through  theui.  The  grade  of  these  tunnels, 
as  well  as  that  of  No.  i,  is  '4  '"■  t"  ''"■'  ''"<'■ 

The  ditch  empties  into  the  foreba}-  reserxoir — 
seen  in  the  background  of  the  view  of  this  reservoir — 
which  co\ers  6  acres.  It  holds  sufficient  water  to  op- 
erate the  power  house  for  a  period  of  eight  hours,  if 
no  wati-i'  were  cuniing  into  it. 

.\  timber  forebay,  equipped  with  screens,  is  placed 
well  away  from  the  banks  of  the  resersnir,  and  from 
this  a  single  steel  pressure  pi])e  is  carried  ilown  the 
hillside  to  the  power  house.  The  first  doo  ft.  is.  how- 
ever, wood-stave  construction,  (to  in.  in  diameter. 

The  pijie  has  a  total  fall  of  1,200  ft.  in  a  length 
of  r),ooo  ft.;  the  steel  part  has  a  diameter  of  42  in.  and 
a  thicknes.s  of  ^  in.  at  the  toj)  and  a  diameter  i>f  3'' 
in.  and  thickness  of  13/if')  in.  at  the  ]jower  house.  It 
is  hot-riveted  throughout,  with  butt  and  strap  joints 
at  the  lower  end. 

The  Kilarc  power  ])lant  was  placed  in  operation 
in  1903  and  was  thus  the  seccind  installation  of  the  sys- 
tem. It  consi.sts  of  two  main  buildings,  the  larger  one 
containing  the  power  generating  machinery  and  the 
other,  transformers,  oil-switches  and  lightning  protec- 
tion. Both  buildings  follow  the  same  general  type  of 
heavy  masonr\'  wall  construction  employed  through- 
out the  system  and  are  placed  iiarallel  to  the  pressure 
pipe,  one  on  either  side.  That  section  of  the  pipe  lying 
between  the  buildings  acts  as  a  receivei;  and  from  it 
there  are  six  horizontal  outlets,  two  each  for  the  two 
main  generating  units  and  two  for  the  two  e.xciter  sets. 
The  main  generating  units  are  so  arranged  that 
the  shaft  line  is  parallel  to  the  length  of  the  building 
and  the  machines  themselves  are  set  "right  and  left 
handed,"  so  that  the  water  wheels  face  each  other. 
The  generators,  built  bv  the  Westinghouse  Company, 


I-Cilaif  PUint.  (11  Tiiverting  dam  and  intake  in 
Cow  Creelt  Canvun.  12)  Forebay  Reservoir. 
(3)  Kilarc  Power  House  and  Transformer 
House.  (4)  Interior  of  tlie  Power  House. 
(5)  Full  load  discharge  in  water  wheel  tail 
race. 
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are  rated  at  1,500  k\v.  each:  they  are  of  the  revolving 
field  type,  with  cast  hase  and  pedestal  hearings  and 
operate  at  300  r.p.ni.  They  deliver  three  phase  cur- 
rent at  2,200  volts.  The  water  wheels  are  inclosed 
in  a  combination  cast  and  wrought  iron  casing,  have 
their  own  pedestal  bearings  and  the  shafts'  are  con- 
nected with  the  generators  through  rawhide  link 
couplings.  There  are  two  runners  in  each  housing, 
equipped  .vitli  steel  buckets,  bolted  to  cast  steel  cen- 
ters. Water  is  supplied  to  the  runners  through  defleC- 
ing  nozzles,  one  of  them  being  of  the  needle  type,  the 
needle  of  which  is  regulated  by  a  hand  wheel  (seen 
in  the  left  of  the  foreground  of  the  interior  view),  the 
other  nozzle  has  a  plain  tip.  A  type  Q  Lombard 
go\erni)r  regulates  the  deflection  of  the  nozzles:  but 
there  is  in  addition  a  hand  regulating  device,  to  be 
used  in  case  of  emergency.  This  is  worked  by  a  slant- 
ing hand  wheel,  through  a  thread  and  nut.  In  the 
rear  of  the  nozzles  are  the  main  worm-and-gear- 
operated  gate  val\-es.  The  lowest  view  is  interesting 
to  the  engineer,  as  it  shows  the  nature  of  the  discharge 
from  one  of  the  main  water  wheels ;  they  were,  at  the 
time,  carrying  near]}-  full  load :  the  capacity  of  the 
needle  nozzle  is  about  50  per  cent  greater  than  that 
of  the  plain  one,  and  the  increased  efficiency  of  the 


needle  over  the  straight  tip,  which  is  the  case  here,  is 
readily  seen  in  this  discharge.  On  the  side  of  the 
straight  li]),  much  water  is  passing  the  buckets,  under 
great  velocity,  while  on  the  near  side  the  discharge 
from  the  wheel  with  the  needle  nozzle  is  com])ara- 
tively  tiuiet  and  lacking  force. 

The  governors  are  operated  l)y  water  under  a 
])rcssure  of  280  11).  It  is  carried  through  a  3-in. 
wrought  iron  pipe  from  a  timber  header  some  distance 
up  the  hillside;  ihe  iieader  is  supjilied  from  a  nearby 
spring. 

There  are  two  exciter  sets,  one  on  either  side  of 
the  switchboard,  and  each  consists  of  a  4-pole,  45-kw., 
125-volt  direct-current  generator,  connected  on  one 
side  to  an  overhung  water  wheel  and  to  a  50-h.p.  in- 
duction motor  on  the  other.  The  water  wheel  has  a 
cast  iron  housing  and  is  equipped  with  a  needle  regu- 
lating nozzle.  The  wa.er  wheel  equi])nient  was  fur- 
nished by  the  I'elton  Water  Wheel  Company. 

The  switchboard  is  in  (our  panels  and  is  similar 
in  style  and  e(|uipinent  to  those  at  \'olta.  The  gen- 
erator switches  are  oil-innnersed  and  are  mounted  on 
the  rear  of  the  board.  The  fourth  panel  contains  the 
control  for  the  induction  motors.  There  is  also  an 
auxiliary  lighting  panel  controlling  all  lighting,  cir- 
cuits to  the  buildings,  cottages,  etc. 

The  transformer  building  is  ilivided  longitudinalh' 
by  a  masonry  wall  into  two  sections.  In  the  side 
nearest  the  power  house  are  the  22,000-volt  I'acific 
Klectric  &  Mainifacuiring  Co.  oil  switches,  Westing- 
house  low  ecjuixalent  lightning  arresters  and  static 
interrupters,  for  twti  outgoing  circuits.  One  of  these 
circuits  is  the  tie  line  to  \'olta,  while  the  other  takes 
a  northerly  direction,  and  connects  to  the  22,000-volt 
network  at  Ue  la  Mar. 

The  lines  are  equijJiKd  with  this  system's  standard 
pole-top,  disconnecting  switches  and  horn-gap  light- 
ning arresters.  There  is  in  addition,  in  the  De  la  Mar 
line,  for  added  safety  in  case  the  interior  apparatus 
should  fail,  a  Bowie  "Kilarc"  air-break,  circuit-breaker. 
This  is  one  of  the  first  examples  of  this  type  of  switch, 
and  being  the  initial  installation,  took  its  name  from 
this  plant.  It  is  equipped  with  solenoid  release  and 
can  be  electrically  tripped  from  the  switchboard.  In 
the  view  of  the  power  house,  it  is  seen  on  the  extreme 
left. 

On  the  further  side  of  the  transformer  building 
the  compartment  is  divided  into  three  parts:  the  center 
space  is  smaller  than  the  other  two  and  contains  a 
spare  transformer.  In  each  of  the  other  spaces,  there 
are  three  625-kw.,  oil-immersed,  air-cooled  transform- 
ers mounted  on  low  trucks,  six  in  all.  They  are  wound 
on  the  primary  side  for  2200  volts  and  on  the  secondar_\- 
for  22,000.  In  the  wall,  opposite  each  transformer,  is 
a  door  through  which  they  may  be  moved.  Parallel 
to  the  building  is  a  track  over  which  a  low  flat-car  may 
be  pushed  opposite  to  any  door  and  thus  facilitate  the 
changing  or  moving  of  the  transformers  should  it  be- 
come necessary. 

With  the  addition  of  the  enormous  storage  of 
Tamarack  Valley  to  this  system  the  capacity  of  this 
plant,  which  was  limited  by  the  low  water  flow  in  Cow 
Creek,  may  be  doubled.  In  anticipation  of  this  added 
capacity,  it  is  proposed  to  extend  the  present  power 
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house  building  toward  the  creek  to  afford  space  for 
one  300o-k\v.  generating  unit.  This  machinery  is  new 
in  course  of  manufacture.  The  generator  will  be  simi- 
lar in  type  and  make  to  those  at  the  Inskip  plant,  while 
the  water  wheel  will  consist  of  a  single  runner, 
equipped  with  a  hall-joint,  deflecting  needle  nozzle,  and 
to  he  supplied  by  the  .Al)ner  Doble  Company.  Three 
1500-kw.  Westinghouse  transformers  will  be  installed 
and  the  high  tension  e(|uipment  will  be  changed  to 
operate  at  a  potential  of  66,000  volts. 

The  power  house  buildings  are  surrounded  and 
protected  from  the  eroding  action  of  the  creek,  during 
times  of  freshet,  by  a  heavy  rubble  retaining  wall. 
Across  the  creek  is  a  comfortable  club  house  and  dwell- 
ing for  the  operators. 

Transmission  Lines. 

There  are  two  distinct  types  of  transmission  lines 
which  ha\e  been  adopted  as  standard  for  this  system 
'i"he  older  is  for  2.i,ooo-volt  circuits  and  the  later  t'or 
66,000.  The  first  lyi)e  follows  closely  standard  prac- 
tice of  a  decade  past  and  consists  of  30  or  35  ft.  round 
cedar  poles,  \o.  i  I'rovo,  40,000-volt  triple  jjetticciat 
glass  insulators  and  solid  cop])er  wire.  The  higher 
voltage  lines  are  mounted  as  a  rule  on  35-ft.  round 
cedar  poles,  but  with  greater  sjjacing  between  them. 
i4/^-i'i-.  four-])art  Locke  and  Thomas  porcelain  insula- 
tors over  steel,  porcelain  bushed  pins  and  l)oth  coi)i)er 
and  aluminum  wire. 

Except  for  a  few  places  near  towns  roads  are  not 
followed  I)y  the  transmission  lines  and  the  country,  as 
a  rule,  is  rough.  .Votwithstanding,  the  |)atrolmen 
cover  the  main  lines  every  tlay  and  those  of  lesser 
importance  at  least  once  each  week;  it  is  necessary 
li.r  them  to  ride  on  horsei^ack. 

I'ollowing  is  a  list  of  the  various  lines  with  the 
general  s])ecifications ;  these  may  be  readily  located  on 
the  map  of  the  system': 


Substations. 

There  are  in  all  34  substations  on  this  system, 
which  vary  mcire  nr  less  in  design  and  capacity,  due  to 
the  many  dift'erent  kinds  of  service  which  they  render. 
These  stations  are  at  the  following  points:  Redding, 
Iron  Mountain,  Horsetown,  Germantown,  Keswick, 
Kennet,  De  la  Mar,  Ingot,  Copper  City,  Gladstone 
Mine,  P.runswick  Mine,  Millville,  Niagara  .Mine,  Lap- 
pin  Mine,  lialakallala  .Mine,  Mammoth  Mine,  Shasta, 
Manton,  Gold  Diggings,  Coram,  Baird,  Proberta, 
Heroult.  Anderson,  Cottonwood,  Red  Bluff,  Tehama, 
Molinos,  \'ina,  Chico,  Orland,  Corning,  Willows  and 
Hamilton.  .Aside  from  these  are  the  transformer  equip- 
ments of  \arious  mines  and  smelters. 

At  I'alo  Cedro,  which  is  on  the  Volta  to  Redding 
line,  at  a  distance  from  Volta  of  21.5  miles  and  from 
Redding  of  i).-  miles,  is  a  switching  station  in  the 
-'_',ooo-volt  circuit.  I'roni  this  station  radiate  the  lines 
extending  to  the  south,  through  Red  P.luff  to  Willows 
and  to  the  north  to  De  la  Alar.  .At  Redding  the  sub- 
station is  placed  in  a  group  with  the  city  water  works. 
.At  Red  Bluff  it  is  operated  in  conjunction  with  the  gas 
works  and  at  Willows  with  the  water  works  of  the 
town. 

The  water  works  at  Redding  is  owned  by  the  com- 
pany and  the  supply  is  ])umped  from  wells  driven  in  a 
gravel  channel  near  the  .Sacramento  ri\-er  and  delivered 
into  a  reservoir  placed  on  a  hill  above  the  town. 

In  all  towns,  the  company  maintains  well  equipped 
ofTices  and  stores  where  supplies  are  carried. 

.At  both  Redding  and  Red  Bluff'  the  company  owns 
the  gas  works;  in  the  former  place  the  equipment  con- 
sists of  two  holders  w^ith  a  total  capacity  of  42,oo<3 
en.  ft.,  while  at  the  latter  place  there  are  three  holders, 
the  first  with  a  capacity  of  10,000  and  the  other  two 
having  ca])acities  of  5000  cu.  ft.  each.    Gas  is  made  by 


TRANSMISSION   LINES   AND  GENERAL  SPECIFICATIONS 


\  oltajie. 

Volta  P.  H.  to  Reilding ^ 22,000 

Redding    to    Iron    Mountain 22,000 

Redding    to    Horsetown 22,000 

Keswick   to   Mt.   Shasta   Mine 22,000 

Keswick   to  Balakallala  Jet 22,000 

Keswick  to  Caribou  and  Sugar  Lk 22.000 

Balakallala   to   Brunswick  M 22,000 

Balakallala  Jet.   to   De  La  Mar 22,000 

Kilarc  to   De   La  Mar ' 22.000 

Kilarc    to    Volta 22,000 

Palo  Cedro  to  De  La  Mar 22.000 

Palo  Ced'ro  to  Red   Bluff : 22,000 

Red   Bluff  to  Tehama 22.000 

Tehama    to    Willows 22,000 

Orland    to    Hamilton 22,000 

Copley    to    Old    Diggings 22,000 

Tehama    to    Vina 2,200 

Palo   Cedro   to   Mammoth 66,000 

Volta  to   Palo   Cedro 66,000 

Volta    to    Chico 66.000 

Volta   to   South    P.   H 66,000 

South  P.  H.  to  Inskip  P.  H 66,000 

Nord   to   Hamilton 66,000 

Total  length  of  22.000  volt  lines 258.43   miles 

Total  length  of  66,000  volt  lines 126.00  miles 

384.43   miles 


.\o. 
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IXDrSTRIAL   PLANTS   SUPPLIED   BY    XORTHERX    CALIFORXIA  POWER  CO.,  CONS. 

(1)      Balakalala  Smelter.      (2)      Mammoth  Smelter.      (3)      Interior    Mammoth     Smelter.       (4)      Sub-Station     ami 

Beet    Sugar   Factory  at   Hamilton.      (5)     Bully   Hill   Smelter.      (6)      Heroult  Electric   Smelter. 

(7)     Mammoth  Mine.    (S)      Pumping  Plant   of  the  Central   Irrigation   Canal. 
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Lowe   crude-oil   apparatus   and   the   daily   capacity   in 
each  place  is  100,000  cu.  ft. 

Current  is  supplied  for  loads  of  every  conceivable 
nature.  At  Chico  it  is  supplied  directly  from  the  trans- 
mission line  and  sold  at  a  flat  rate  to  the  Pacific  Gas  & 
Electric  C()m])any ;  the  substation  at  this  point  con- 
tains merely  the  necessary  line  switches  and  instru- 
ments for  measuring'  the  power  supply. 


The    followinf,"-    list    gives    the    various    points    of      Proberta.  alfalfa  mill 


Mad  0.x  Mine   power 

Magra  Summit  Mine   power 

Mammoth    Mine    power 

Manton    light  and  power 

Millvillc    light  and  power 

Mountain  Copper  Co.   Mine power 

Mt.  Shasta  Mine   power 

Orland   light  and  power 


supi)ly  and  the  nature  of  the  service: 

H.P. 

.Xndcrson    light  and  pow  er 

Haird    light  and  power 

P.alakalala    .Mine    power        7tKI 

Briin.swick   Mine    power  40 

Bully  Hill  light  and  power 

Bully  Hill  Smelter   power        70(1 

California  Copper  .Mine   power 

Central  Canal  power        .S75 

Copper  City   light  and  power 

Coram    light  and  power 

Coram :     Balakahda    Smelter    power      l..S.i(l 

Corning   light  and  pi  >wer 

Cottonwood    I'glit  and  power 

Crown  Deep  .Mine power         \2S 

(lermantown    light  and  power 

Gladstone  Mine   power        .^50 

Gold   Leaf    light  and  power 

1  lamilton  City  ligl't  and  power 

1  feroult  Smelter    power      3.000 

Horselown,  dredge  power        2.SII 

Ingot    •. .  .light  and  power 

Ingot;   .Afterthought   Smeller    power        4(HI 

Ingot ;  .'\fterthought   .Mine   power         131) 

Kcnnet     light  and  luiwer 

Kennet  Mammoth  Smelter  and   .Mine power     4.2(KI 

Keswiek    light  and  power 

Keswick;   Mt,   Copper  Co power      1.200 

Lappin  Mine   power  SO 

Little  Nellie  .Mine  power         12.S 

Los   Molinos    light  and  power 


power 

Red  Bluff,  gas  works light  and  power 

Redding,  gas  works,  water  works light  and  power 

Quartz  Hill  Mine   power 

Reid  Mine   power 

Sugar  Loaf  Mine   power 

Tehama    light  and  power 

Sunmiit  Mine   power 

Shingletown   light  and  power 

Uncle  Sam  .Mine  power 

Vina    liglit  and  power 

Washington  Mine  power 

Willows,  water  works   light  and  power 


129 
H.  P. 

150 

400 

450 

300 
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In  San  Francisco  are  the  administrative  offices, 
where  are  the  headquarters  of  the  president.  Mr.  II. 
IL  Xoi)le,  who  personally  accompanied  the  writer  in 
his  quest  for  material  for  this  article  and  Mr.  Ed- 
ward W'haley,  the  secretary  and  purchasing  agent, 
whci  al-ii  rendered  \aliiable  assistance.  M  RetUUng  is 
the  oft'ice  of  the  general  superintendent,  ^fr.  E.  V.  D. 
Johnson  :  at  N'olta,  of  Mr.  H.  A.  Tedford,  electrical 
>ui)erintcn(Ient,  and  at  Kilarc  of  Mr.  C>.  R.  Milford. 
sueprintcndcnt  of  the  Kilarc  division.  All  of  these 
gentlemen  and  many  others  have  rendered  much  valu- 
able data  and  the  broad  knowledge  exhibited  of  their 
various  branches  of  work,  together  with  the  unques- 
tioned interest  in  the  welfare  of  the  .system,  which 
seems  to  be  universal,  is  a  tribute  to  the  management 
and  a  source  of  satisfaction  to  the  owners  of  the 
company. 


ENGINEERING    DATA    OF    NORTHERN    CALIFORNIA    POWER    COMPANY'S    SYSTEM. 


Il.vilriitilic: 

Watersheds;    Battle   Creek,   Cow   Cieek.    Biirney    Cicik 


Storage 
Reservoirs: 


Ditches; 
Tunnels; 


Power  StntiouM: 

Vo1ta:  3 


Manzanita   Lake. 

Nortli   Battle  Creek  Kes.    ( biiiUlliig). 

Tamarack  lies,    (buililing). 

Macnmber    Lake. 

Biickliorn    Ij.ake. 

Cow  Creek    lies. 

40   Miles, 

2.:M    Miles. 


!   750   kw.    generators.  ,- 

1   2,000   kw.   generator. 

1    2.400   kw.   generator. 

<)   500   kw.   500/22,000%-   transformeis. 

«   875   kw.2. 200 /66.000V   transtoimers. 

:!    1.250   kw.    22.000 /lifi.OOOv    transformers. 

Static  liydraiilic   head.   1,1H6  and   1.250   ft. 

Total   capacity   output.   S.500   h.p. 

South:  1    4.000   kw.   generator. 

;',    1,500   kw.    6, son  /efi.OOOv    transtomlers. 
Static  hydraulic  head.  515  ft. 
Total  capacity  output,  e.500  h.p. 

Inskip;        1    4.000   kw.    generator. 
1    2.000   kw.    generator, 
6    1.500   kw.    6.600 /66.000V    transformers. 
Static   tiydraulic  head.   S70   ft. 
Total  capacity  output.   S.OOO   h.p. 


l*t»M*T    SljilioiiM: 

Kilarc:        2    1.500   kw.   generators. 

1    ii.OOO   kw.   generator    (to   be   installed  i. 

6    635    kw.    2.200 /22.0OOV    transformers. 

:;   1,500    kw.    2.200 /66.00O    transformers    (to    be    in- 
stalled). 

Static  hydraulic  head,    1.200   ft. 

Present  capacity  output,  4.000   h.p. 

r'uture  capacity  output,  S.OOO   h.p. 
(/oleman:    (Under    construction,    ready    for    operation    .Tune. 
1911.) 

a    4.000   kw.   generators. 

a    4,000  kw.   three-phase,   6.600 /66,000v    transform- 
ers. 

Static  hydraulic   head,   47H    ft. 

Total   capacity  output,    16,000    h.p. 

Total    present    generating   capacity.    27.000    h.p. 
Total     generating    capacity     (19111.     17,000     h.p. 

TrjlllMiiii.ssicMl    Uues: 

22.000   volt   lines.   25S.4.1   miles. 
66,000  volt   lines,   126.00   miles. 


Sub-.stntloim: 


Total 3S4.43   miles. 

Operated  by  the  company.  34. 
Towns  supplied.  28. 
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ANNUAL  REPORT  OF  CITY  ELECTRICIAN  OF  UNDERGROUND  REAL  ESTATE. 

LOS  ANGELES.  The    recent   announcement    by    the    San    Francisco 

Some  interesting  facts  arc  contained  in  the  annual  assessor  that  he  had  decided  to  make  a  radical  change 

report  of  Mr.  R.  H.  Manahan,  citj'  electrician  of  Los  in  the  system  of  assessing  the  underground  conduits, 

Angeles,  Cal.,  recently  filed   with  the  board  of  public  cables,  mains  and  manholes  of  gas  and  electric  lighting 

The  report  covers  the  year  ended  corporations,    etc.,    leads    up    through    an    interesting 


works  of  that  city. 

June  30,  1910,  and  shows  that  the  cost  of  electric  street 
lighting  in  Los  Angeles  was  $272,133.48.  Of  this 
amount,  $216,605.53  was  paid  by  the  city  for  street  arc 
lighting,  while  property  owners  paid  $22,372.80  for 
special  ornamental  street  lighting.  The  number  of 
permits  issued  for  electrical  construction  and  repair 
work  was  14.782.  representing  an  increase  of  32  per 
cent  over  the  year  before. 

Mr.  Manahan  calls  attention  to  the  fact  that  more 
assistance  is  needed  in  the  department  of  electrical 
inspection,  which  has  to  cover  a  territory  of  100  sq. 
miles.  He  recommends  that  all  wires  should  be  en- 
closed in  conduit  in  the  fire  district  and  in  all  public 
buildings  and  large  apartment  houses  outside  of  the 
fire  district.     .Attention  is  called  to  the  fact  that  peti- 


chain  of  possibilities.  Heretofore  such  underground 
holdings  of  public  service  corporations  have  been 
assessed  at  about  one-half  the  cost  of  their  construc- 
tion. It  is  understood  that  under  the  assessor's  future 
policy  they  will  no  longer  be  classed  as  personal  prop- 
erty but  as  real  estate. 

The  practical,  although  perhaps  unforeseen,  effect 
of  this  change  of  the  mains  from  personal  to  real  proj)- 
erty  will  be  to  create  a  vested  right  in  or  shift  the 
title  to  those  portions  of  the  street  thus  occupied  from 
the  municipality  to  the  corporations  themsehes.  IWit 
many  of  those  interested  have  not  realized  that  when 
the  ])ublic-service  corjwrations  become  possessed  of 
vested  rights  in  the  ground  occupied  by  their  mains 
the   said   property   might   p<')ssibly   be   subject   to   con- 


tions  have  been  presented  for  the  ornamental  lighting      demiiation  by  the  municipality  under  certain  circum- 

of  Pico  street,  from  Main  street  to  \'ermont  avenue,  ...  . 

i.97  miles;  Seventh  street,  from  Boyle  street  to  Hoover 

street,  4.13   miles:  Sixth   street,   from    .Main   street    to 

Alameda    street.- 0.81    mile:    Third    street    from    Main 

street  to  Hill  street.  0.21   mile,  and   Iwrst  street,   from 

Hill  street  to  Chicago  street.  2.10  miles.     The  present 

mileage  of  this  type  of  street  lighting  is  6.8  miles,  and 

with  the  extensions  enumerated  above  the  total  will  be 

about  16  miles  of  special  ornamental  street  lighting. 

During  the  year  the  rcjiort  shows  that  221  street 
arc  lamps  were  installed,  making  a  total  of  2804  lamps 
in  the  old  city  proper.  There  are  still  a  number  of 
streets  in  Los  .Angelas  that  are  poorly  lighted,  and  Mr. 
Manahan    reconnnends    that    at    least    400    additional 


stances  that  may  arise  shortly.  This  may  have  the 
effect  of  compelling  the  city  to  condemn  its  rights  of 
way  for  its  high-pressure  water  system  or  other  i)ublic 
uses.  It  shifts  the  burden  of  cost  of  the  necessary 
changes  in  underground  in  the  city  streets  for  the 
accommodation  of  the  high-pressure  system,  now  under 
consideration,  from  the  public-service  cor])orations  to 
the  municipality. 

The  fact  that  there  are  twenty-two  lines  of  mains 
and  conduits  for  water,  gas  and  electric  lighting  pur- 
poses in  Market  Street  and  that  other  clowntf)wn 
streets  are  also  well  filled  with  mains  makes  the  sub- 
ject-one of  immediate  concern  to  both  the  corporations 
and    the   city   authorities.      It    may   cause   greatly    in- 


street  lamps  be  placed  in  position  during  the  present      t-reased  assessments  for  some  of  the  corporations  on 


fiscal  year.  These  new  lamps  will  cover,  as  far  as 
possible,  the  unlighted  sections  in  the  recent  annexa- 
tions as  well  as  the  city  proper.  The  city  electrician 
notes  that  Hollywood  is  lighted  throughout  by  50- 
watt  tungsten  lamps  under  a  five-year  contract  and  he 
suggests  a  revision  of  this  contract  by  which  the  city 
may  secure  a  more  advantageous  rate,  at  the  same 
time  assuring  the  company  a  fair  return  on  its  invest- 
ment. 


Examination  for  draftsman  is  announced  by  the 
L  nited  States  Civil  Service  Commission  on  August 
24-25,  1910.  to  secure  eligibles  from  which  to  make  cer- 
tification to  fill  a  vacancy  in  the  position  of  marine- 
engine  draftsman.  $1800  per  annum.  Office  of  the 
Chief  of  Engineers.  War  Department.  Applicants 
must  have  had  at  least  ten  years'  experience.  Gradua- 
tion in  mechanical  engineering  \\\\\  be  considered 
ccpiivalcnt  to  four  years  of  this  required  experience. 
Experience  in  dipper  and  hydraulic  dredge  design  is 
desirable. 


their  underground  equipment.  It  would  also  enable 
these  concerns,  it  is  held,  to  increase  their  capitaliza- 
tions proportionately  and  entitle  them  to  issue  addi- 
tional bonds  on  their  extensive,  though  narrow  strips 
of  downtown  real  estate.  It  has  been  ascertained  by 
competent  engineers  that  the  expense  of  shifting  the 
corporations'  mains  and  conrluits  |)ermanently  to  make 
way  for  the  city's  new  high-pressure  water  mains  will 
be  immense  and  will  fall  very  heavily  on  several  of 
the  lighting  companies. 

Xo  provision  has  been  made  by  the  city  to  relieve 
the  public-service  corporations  of  these  heavy  expendi- 
tures. In  case  the  corporations'  attorneys  prove  that 
a  title  has  been  ac(|uired  by  the  companies  assessed 
for  alleged  real  estate  values  on  the  ground  occupied 
by  their  mains,  it  seems  to  follow  logically  that  the 
city's  rights  of  way  across  their  pipe-lines  would  have 
to  be  secured  by  condemnation.  In  that  event  damage 
suits  might  possibly  follow  and  the  municipality  .mighl 
have  to  pay  the  cost  of  the  alterations  as  well  as  the 
damages.  The  outcome  of  the  threatened  situation 
will  be  awaited  with  great  interest  by  all  concerned. 


A  test  case  of  the  recently  enacted  Los  Angeles 
ordinance  fixing  the  rates  for  electric  current  at  7  cents 
instead  of  9  cents  is  to  be  made  by  the  electric  light 
and  power  companies  of  that  city  who  have  allowed 
two  employees  to  be  sent  to  jail  in  default  of  bonds 
for  alleged  violation  of  the  law. 


Synthesis  of  ammonia  from  nitrogen  and  hydro- 
gen has  been  accomplished  in  Germany  by  subjecting 
these  elements  to  a  temperature  of  500  degrees  under 
a  pressure  of  about  200  atmospheres.  The  ammonia  is 
removed  either  by  liquefaction  or  by  the  use  of  cata- 
Ivtic   absorbents    such    as   osmium    or   uranium. 
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CURVE  FOR  THE  DETERMINATION  OF  THE 
POWER  FACTOR  OF  A  THREE- 
PHASE  LOAD. 

UY     W.     M.    SHKI'ARIl. 

l!y  means  of  tlie  curve  shown  below  the  power 
factor  of  a  three-i)hase  load  may  be  determined  from 
two  single-phase  wattmeters  or  watthour  meters  or 
from  one  polyi)]iase  wattmeter  or  watthour  meter. 

The  curve  is  derived  from  the  formula  given  oii 
p.  55  of  the  "Watthour  Meter."  by  Shepard  &  Jones. 


as  rejirinted  from  the  Journal  of  lvlectricit\-.  i'ower  i*t 
Gas.  March   19,  1910. 

R  is  the  ratio  of  the  reaihngs  of  tiu-  twn  single- 
phase  meters  or  of  the  two  elements  of  the  i)oiyi)iiase 
meter  ("disconnecting  one  element  and  then  the  other.) 

If  1''  is  the  smaller  nf  these  readings  ami    1'"  the 

larger,  R  =  ^ 

\\  here  oiu'  meter  or  onv  element  of  the  pulxphase 
meter  registers  backwards  i''  is  taken  as  (  —  ). 


MANY  NEW  ELECTRIC  LINES  IN  KOBE 
DISTRICT,  JAPAN. 

.As  a  further  stage  in  the  development  of  transpor- 
tation facilities  in  Japan.  Consul  David  I',  ^\'ilber 
tells  of  the  opening  of  four  new  lrolle_\-  lines  in  the 
Kobe    district : 

The  four  miles  of  the  Kobe  Electric  Company's 
line  (18  niiles  contemplated"),  opened  in  ,\pril,  cost 
$1,500,000  gold.  The  dynamos,  rails,  poles,  and  air 
brakes  are  American,  the  running  .gear  and  machinery 
of  cars  English,  and  the  woodwork  of  cars  and  o\-er- 
head  wires  Japanese  make.  The  fare  is  4' j  cents,  and 
the  earnings  for  the  first  two  weeks  averaged  $850 
per  day,  and  expenses  S230  per  da}'. 

The  Minomo-Arima  Electric  Railway  Company's 
i8-mile  line  to  mountain  summer  resorts,  opened  on 
March  15.  cost  $2,000,000.  The  rails,  dynamos,  boilers, 
and  running  gear  and  machinery  of  cars  are  American, 
the   woodwork   of  cars   and   overhead   wires  Japanese 


make.    The  fare  is  19  cents  and  the  30  cars  are  earning 
$940  per  day. 

The  Keihan  Electric  Railway,  28  miles  long,  was 
opened  on  April  15,  connecting  the  important  cities  of 
Osaka  and  Kyoto,  and  running  through  other  large 
towns.  The  $3,500,000  capital  was  expended  and  a 
debt  of  $1,250,000  contracted.  The  materials  nearlv 
all  came  from  England,  though  the  overhead  wires 
came  from  the  United  States,  while  the  woodwork  of 
the  cars  was  made  in  Japan.  The  fare  for  the  entire 
di.stance  is  20  cents,  and  the  daily  earnings  for  the 
first  two  weeks  averaged  $1,500.  The  company's  30 
cars,  with  an  8-minute  schedule,  will  be  supplmented 
l)y  20  cars  with  a  5-minute  schedule.  The  Keishin 
Electric  Railway,  from  Kyoto  to  Otsu,  and  the  Uji 
Electric  Railway,  from  Fushimi  to  Uji,  now  l)uilding, 
will  connect  with  this  line. 

The  Hyogo  Electric  Railway  opened  its  first  section 
— from  Hyogo  to  Suma — on  March  15;  it  will  extend 
12  miles  along  the  shore  of  the  Inland  Sea  to  Akashi. 
The  material  has  chiefly  come  from  the  United  States, 
the  woodwork  of  the  cars  and  the  overhead  wires 
being  made  in  Japan. 

The  new  electric  railways  just  opened  having  par- 
alleled tlic  track  of  tlie  Government  Steam  Railway 
I'rom  Kyoto,  through  Osaka  and  Kobe,  as  far  as  Suma, 
on  the  Inland  Sea,  the  authorities  of  the  Imperial  (iov- 
ernment  Railways,  in  order  to  meet  the  comiietition, 
ha\e  lowered  the  third-cla^s  fare  for  this  section  of 
the  line  to  the  same  amount  as  that  charged  by  the 
electric  railway  companies.  They  are  also  going  to 
sjjend  a  large  sum  of  money  in  track  improvement 
and    will    put   on    more   and    faster   trains. 


PROPOSED  MEXICAN  LAW  GOVERNING  USE 
OF  STREAMS. 

R}-  ordei-s  of  the  President  of  the  Republic,  the  Min- 
ister of  Fomento  has  just  sent  to  the  Chamber  of 
Deputies  a  bill  which  is  intended  to  govern  the  distri- 
bution of  waters  under  federal  jurisdiction,  and  which 
was  drafted  some  months  ago  by  the  water  bureau 
of  the  Department. 

As  stated  in  the  communication  which  supports 
this  bill,  its  oliject  is  to  define  the  extent  of  the  gen- 
eral iui'isdiction.  limiting  it  to  tlie  policing  and  regula- 
tion of  the  use  of  the  waters,  specifying  the  ofl^enses 
which  are  not  provided  for  under  the  Penal  Code, 
as  well  as  the  penalties  which  are  to  be  applied  to 
such  ofl^enses. 

The  bill  indicates  the  intention  that,  either  by  pri- 
\-ate  initiati\-e  or  by  direct  action  -of  the  Government, 
the  wcnrks  tending  to  favor  and  secure  the  develop- 
ment of  the  national  products  shall  be  realized  as 
soon  as  possible,  and  thus  avoid  the  importation  of  the 
staple  articles  which  frequently  riccurs  in  our  country 
through  the  total  or  partial  loss  of  our  crops. 

The  works  for  the  timely  utilization  of  the  waters 
are  not  onlv  ad\'antageons  to  the  nation,  but  they  also 
more  especially  benefit  each  one  of  the  States  of  the 
Republic  through  which  such  waters  run.  For  cen- 
turies past  these  waters  have  crossed  those  same 
States  without  rendering  any  service,  and  have  lost 
themselves  in  the  ocean  :  and  it  is  now  time  for  the 
National  Government  to  super\ise  and  regulate  the 
proper  use  of  one  of  the  principal  sources  of  wealth 
with  ^\liich  our  comitrv  has  been  favored. 
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incidentally  the  food  thus  i)repared  is  better.  Electric 
clothes-washers,  electric  irons,  vacuum  cleaners  and 
sevvin,!T  machines  are  a  boon  to  the  hard-working 
l;ousekee]>er.  When  such  devices  can  be  seen  in  actual 
operation   the  public   is  soon  educated  to  their  use. 

The  educational  value  of  these  exhibits  ig  useful 
in  removing  some  of  the  distrust  that  is  naturally  asso- 
ciated with  electricity  because  it  is  unknown.  Elec- 
trical iiKii  throughout  the  country  should  i)ut  forth 
every  endeavor  to  support  these  two  Western  shows 
in  particular  as  they  are  the  first  large-scale  attempts 
at  introducing  electric  consuming  devices  to  the  West- 
ern people. 


A  hydroelectric  power  development,  like  a  rail- 
road, is  one  of  the  few  business  enterprises  that  is 
started  before  there  is  even  a  de- 
Power  mand  for  the  Cf)mmf)dit)'  that  it 
Utilization  su])plies.  .\t  its  inception  the  trib- 
utary territory  is  frequently  but 
.sparsely  settled  and  the  inliabitants  apparently  have 
but  little  use  for  electricity.  I'.ut  experience  has  shown 
that  a  valuable  class  of  settlers  are  attracted  by  cheap 
and  convenient  power.  They  create  new  industries 
which  in  turn  demand  more  power  and  so  the  cycle 
continues  like  "the  farmer  who  buys  more  land  to 
raise  more  corn  to  feed  more  hogs."  Many  a  system 
which  was  originally  built  to  supply  power  to  a  distant 
market,  subsequently  finds  a  more  profitable  load 
nearby. 

Ten  years  ago  it  required  indomitable  courage  for 
the  Northern  California  Power  Company  to  build  a 
plant  in  Shasta  county,  where  a  few  prospect  holes 
constituted  the  only  evidence  of  the  great  copper  mines 
to  be  developed  and  a  few  large  ranches  were  the  fore- 
runners of  the  thousands  of  little  farms  into  which 
they  were  to  be  sub-divided.  Today  these  mines  sup- 
ply ore  to  four  large  smelters  requiring  sixty-eight 
liundred  horsepower:  in  fact  these  smelters  have 
]ioured  forth  such  volumes  of  smoke  as  to  damage  the 
surrounding  vegetation  and  make  necessary  the  fur- 
ther aid  of  electricity  in  suppressing  the  noxious  fumes. 
It  is  within  this  period  also  that  alluvial  gold  has  been 
found  in  the  river  bottoms  that  may  be  worked  l)y  elec- 
j'^'^      trically-driven    dredges. 

Farmers,  likewise,   were  not   slow  to  realize  thai 
water    for   irrigation    can    be    ])iimped   elcctricall\'    and 


Electric  Shows 


Industrial    13.^      ihat  their  chores  can   be   (piickly  and   easily  done  by 

News    Notes    137      electric  motors.     One  alfalfa  mill   needs  four  hundred 

and  fifty  horse-power  to  prepare  food  for  cattle.     The 

electric  railways  now  grid-ironing  the  northern  part  of 
California  give  rapid  transportation  and  incidentally 
use  a  part  of  the  current  generated  by  this  company. 

The  most  significant  item,  however,  is  a  matter 
of  three  thousand  horsepower  supplied  to  the  Heroult 
iron  smelter  where  electric  heat  is  converting  ore  to 
pig.  The  ore  deposits  arc  close  to  the  power  plant 
and  the  current  is  bought  cheaply  enough  to  make 
this  project  commercially  feasible. 

Heretofore  the  engineer's  attention  has  been  more 
largely  devoted  to  the  problems  of  power  generation 
than  to  those  of  its  utilization.  But  now  each  month 
sees  some  new  method  of  applying  electric  power  to 
the  needs  of  the  men  who  are  the  beneficiaries  of 
those  daring  pioneers  who  risked  millions  of  dollars 
in  developing  this  country's  latent  resources. 


From  time  to  time  mention  has  been  made  in  these 
columns  of  an  electrical  exposition  to  be  held  in  San 
Francisco.  I'nforseen  difficulties 
have  delayed  the  opening  of  this 
show-  for  nearly  a  year,  but  author- 
itati\e  announcement  is  nov>-  made 
that  all  will  be  in  readitiess  b}'  September  17,  the  show- 
to  be  open  for  eight  consecutive  days  thereafter.  In 
October  a  similar  show*  is  to  be  held  in  Denver. 

These  shows  are  a  valuable  means  for  populariz- 
ing the  use  of  electrical  apparatus.  Many  exhibitors 
are  to  make  a  special  display  of  the  application  of 
electricity  to  the  home,  .^side  from  the  healthful  light- 
ing that  it  has  made  possible,  the  electric  current  now 
offers  a  practical  solution  to  the  servant  question. 
Cooking   with    electric    heat   becomes    a    pleasure   and 
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PERSONALS. 

John  R.  Cole  has  returned  to  San  Francisco  from  the 
Yosemite  Valley. 

A.  M.  Hunt  is  making  a  two  weeks'  trip  through  the 
Pacific  Northwest. 

Anson  H.  Rees  has  been  appointed  buyer  for  the  Ventura 
County  Power  Company,  Oxnard,  Calif. 

E.  R.  Lilienthal  and  A.  D.  Schindler,  of  the  Northern  Elec- 
tric Company,  have  been  visiting  at  Sacramento. 

J.  H.  Leary  has  been  appointed  assistant  manager  of  the 
Central   California   Traction    Company,   of   Stockton,   Cai. 

G.  I.  Kinney,  Pacific  Coast  manager  of  the  Fort  Wayne 
Electric  Works,  Is  spending  a  few   weeks  in  the  Northwest. 

A.  C.  Sprout,  electrical  engineer.  Is  again  at  his  office  iu 
the  Crocker  Building,  San  Francisco,  after  a  month's  illness. 

Leopold  Michaels,  of  the  Metropolitan  Light  &  Power 
Company,  has  returned  to  San  Francisco  after  a  trip  to  Eu- 
rope. 

Leon  Bly,  secretary  of  the  Sierra  Irrigation,  Light  and 
Power  Company,  was  recently  at  San  Francisco  from  Red 
Bluff. 

C.  L.  Cory  returned  to  his  San  Francisco  office  last 
Wednesday  after  a  trip  extending  through  Arizona  and  New 
Mexico. 

Douglas  Lindsay,  chief  engineer  of  the  power  plant  in  the 
Humboldt  Bank  Building,  lias  returned  from  his  annual  va- 
cation trip. 

K.  G.  Dunn,  of  Hunt,  Mirk  &  Co.,  has  gone  to  Idaho  on 
business  connected  with  the  Westinghouse  Machine  Com- 
pany's agency. 

Paul  Shoup,  assistant  general  manager  of  electric  lines 
for  the  Southern  Pacific,  has  returned  to  San  Francisco  after 
an  Eastern  tour.  ^  ^^ 

E.  C.  Jones,  chief  engineer  of  the  gas  department  of  the 
Pacific  Gas  &  Electric  Company,  including  eighteen  gas  plants, 
will  shortly  leave  for  the  East. 

E.  C.  Johnson,  heretofore  with  the  engineering  department 
of  the  Southern  Pacific  Railroad,  has  been  appointed  chief 
engineer  of  the  Los  Angeles  Pacific  Company  of  Los  Angeles, 
Calif. 

Delos  A.  Chappell,  who  has  charge  of  the  work  of  the 
Hydroelectric  Company,  and  several  other  new  California  and 
Nevada  developments,  recently  spent  several  days  at  San 
Francisco. 

F.  V.  Lee,  formerly  assistant  general  manager  of  the 
Pacific  Gas  &  Electric  Company,  Is  sojourning  with  his  fam- 
ily at  Manchester,  England,  his  old  home.  He  will  remain 
abroad  about  a  year. 

A.  C.  Balch,  vice-president  and  general  manager  of  the 
Pacific  Light  &  Power  Company,  of  Los  Angeles,  was  a  San 
Francisco  visitor  during  the  past  week.  He  Is  contemplating 
a  European  trip  in  the  near  future. 

Seton  Porter  of  the  firm  of  Sanderson  &  Porter,  is  visiting 
the  relief  dam  which  has  just  been  completed  for  the  Sierra 
&  San  Francisco  Power  Company  on  one  of  the  upper  forks 
of  the  Stanislaus  river.  The  water  stands  at  a  depth  of  132 
feet  behind  the  dam. 

H.  P.  Pitts,  who  was  at  one  time  at  the  head  of  the  com- 
mercial department  of  the  Pacific  Gas  &  Electric  Company, 
and  was  purchasing  agent  for  the  Great  Western  Power  Com- 
pany, during  the  past  three  years,  has  again  joined  the  staff 
of  the  former  corporation. 

Joseph  Mayo,  who  was  connected  with  the  management 
of   the   Contra   Costa   Electric   Light    &    Power    Company,   Is 


now  superintendent  of  that  distributing  system  covering  An- 
tioch,  Martinez  and  other  towns,  for  the  Pacific  Gas  &  Elec- 
tric Company,  the  new  owner. 

Edward  Boenlng,  who  was  formerly  attached  to  the  super- 
intendent's office  of  the  W^estern  Union  Telegraph  Company 
at  San  Francisco,  has  been  assigned  to  take  charge  of  the 
company's  office  at  Seattle,  Wash.,  succeeding  District  Super- 
intendent R.  T.  Reld,  who  has  resigned. 

C.  H.  Gaunt,  the  new  general  superintendent  of  the  Pacific 
division  of  the  Western  Union  Telegraph  Company,  returned 
to  his  San  Francisco  headquarters  last  Monday  after  an  in- 
spection tour  of  the  offices  at  Seattle,  Portland  and  Tacoma. 
He  was  accompanied  on  the  trip  by  I.  N.  Miller,  Jr.,  his  assLst- 
ant. 


NEW  CATALOGUES. 

"Brill  Magazine"  for  July,  1910,  in  addition  to  a  number 
of  Illustrated  descriptions  of  new  types  of  cars,  contains  an 
interesting  account  of  special  conditions  at  Tokyo,  Japan. 

Bulletin  No.  4756,  Issued  by  the  General  Electric  Com- 
pany, gives  a  graphic  description  of  the  ventilation  of  hori- 
zontal steam  turbine  alternators,  which  will  be  instructive 
as  well  as  interesting  to  those  connected  in  any  way  with 
the  operation  of  these  machines. 

Bulletin  No.  4751,  recently  issued  by  the  General  Electric 
Company,  is  devoted  to  various  types  of  that  company's  induc- 
tion motor.  The  bulletin  contains  illustrations  and  descriptions 
of  the  design  and  constnictlon  of  the  skeleton  frame  motor  of 
different  sizes,  and  describes  a  vertical  motor  which  can  be 
furnished  when  this  form  is  advantageous. 

Catalogue  105  from  Agutter-Grlswold  Company  of  Seattle, 
Wash.,  Is  a  handsomely  printed  and  bound  list  of  electrical 
material  manufactured  by  this  company.  It  contains  126 
pages  and  is  divided  into  5  sections,  dealing  respectively  with 
knife  switches,  panel  boards,  steel  cabinets,  switchboards  and 
miscellaneous  material  such  as  slate,  copper,  brass  and  insu- 
lating material. 

Publication  No.  3968,  recently  issued  by  the  General 
Electric  Company,  on  electric  cooking  apparatus  for  hotels 
and  restaurants,  should  be  of  considerable  interest  to  man- 
agers of  hotels  and  restaurants,  due  to  the  fact  that  it  deals 
with  a  subject  which  is  being  given  a  constantly  Increasing 
amount  of  attention  by  hotel  and  restaurant  people.  The 
publication  Illustrates  and  describes  various  appliances  de- 
signed especially  for  hotel  and  restaurant  use,  for  example, 
broilers,  roasting  and  baking  ovens,  toasters,  plate  warmers, 
stock  kettles,  automatic  egg  boilers,  etc. 

A  bulletin  on  GE  Mazda  400  and  500-watt  Incandescent 
lamps  for  standard  lighting  service  has  been  issued  by  the 
General  Electric  Company,  which  describes  tnat  Company's, 
large  Mazda  lamps  for  standard  lighting  service.  These  lamps 
are  suitable  for  large  stores,  armories,  factories,  etc.,  and 
are  economical  substitutes  for  other  building  units  of  high 
candle-power  and  clusters  of  small  lamps  of  low  candle- 
power.  The  bulletin  contains  data  regarding  cost  of  lamps 
and  service  at  various  voltages,  and  Illustrates  also  the  fix- 
tures suitable  for  use  in  connection  with  these  lamps. 

The  General  Electric  Company  recently  issued  a  publi- 
caton  devoted  to  general  illumination  by  its  intensified  arc 
lamp.  This  publication.  No.  4742,  contains  a  description  and 
and  illustrations  in  considerable  detail  of  a  lamp  which  the 
company  has  designed  for  general  illuminating  purposes, 
which  is  simple,  mechanically,  and  reliable  in  operation.  The 
principal  -characteristics  of  the  lamp,  however,  are  its  high 
efficiency  and  the  daylight  quality  of  Its  light.  The  publica- 
tion contains  a  color  chart  showing  the  Illuminating  values 
of  various  forms  of  lighting  as  compared  with  day  light.  This 
chart  compares  ttie  incandescent,  Welsbach,  Nernst  and  the 
arc,  with  day  light. 
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965.449.  Electrically-Heated  Apparatus.  Horace  B.  Gale, 
Natick,  Mass.,  assignor  to  Siiuple.x  Electric  Heating  Company, 
l?oston,  Mass.  In  an  electrically  heated  apparatus,  the  com- 
bination with  the  part  to  be  heated,  of  a  metal  receptacle  hav- 
ing electric  heating  means  in  heat-conductive  relation  thereto. 


and  provided  with  a  recess  in  its  upper  side  approximately 
fitting  the  said  part  to  be  heated,  and  a  heat  conducting  body 
fusible  at  a  lower  temperature  than  said  part  of  said  recepta- 
cle filling  the  space  between  them,  for  maintaining  coinlitions 
of  maximum  heat   conduction, 

965,719.  Oil-Burner.  Arthur  H.  Light,  Los  Ange'.es,  Cal, 
In  an  oil  burner  the  combination  of  an  oil  supply;  a  steam 
supply;  an  atomizing  chamber  in  which  said  steam  is  tan- 
gentially   delivered   and   in   which    said   oil    is   delivered    in   a 


thin  film;  a  second  atomizing  chamber;  a  second  steam  sup- 
ply for  said  second  chamber;  a  connection  between  said 
chambers;  a  pipe  leading  from  said  second  chamber  to  the 
furnace;  and  automatic  means  for  controlling  the  amount 
of  oil  delivered  to  said  first  mentioned  chamber  by  the  pres- 
sure of  the  steam  generated  by  said  furnace. 

965,385.  Revolving  Gas-Engine.  George  Haniquet,  Long 
Beach,  Cal,  .\  rotary  two  cycle  gas  engine  comprising  a  fixed 
crank  shaft  having  a  feeding  bore  in  one  end,  a  plurality  of 
compound  cylinders  mounted  to  rotate  around  said  crank 
shaft  and  each  provided  with  diametrically  opposite  ports  in 
both  its  diameters,  pistons  in  said  cylinders  connected  with 
the  crank  shaft,  conduits  forming  an  independent  connection 


between  each  cylinder  and  the  feeding  bore,  and  a  sei-ies  of 
iiideix'iulent   conduits  connecting  the  alternate  cylinders  and 


leading   from    the    larger   diameter   of   one 
smaller  diameter  of  the  companion  cylinder. 


cyliiulcr     Id     the 


965,412  Steam-Turbine.  Rudolph  Schlatter.  Milwaukee, 
Wis.,  assignor  to  Allis-Chalmers  Company,  Milwaukee,  Wis. 
In   a   turbine,  a   diaphragm  discontinuous   at   one   part  of  its 


periphery,  and  a  nozzle  section  co-acting  at  said  part  of  said 
diaphra.gm  entirely  at  surfaces  of  revolution  having  a  common 
axis, 

965,407.  Burner,  David  L.  Reese,  Redlands,  Cal,  A 
burner  comprising  a  howl-shaped  member,  a  spiral  channel 
extending  upwardly  from  the  periphery  of  the  base  of  said 
member,  a  fuel  supply  pipe  extending  vertically  through  the 


shaped  member,  an  arc  supply  pipe  terminating  above  said 
bowl-shaped  member,  and  a  deflector  supported  on  the  upper 
portion   of   said   bowl-shaped   member. 
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TYPE  H  OIL  CIRCUIT  BREAKERS  FOR  ALTERNATING 
CURRENT  CIRCUITS, 

Realizing  tlie  need  lor  a  simple,  reliable  and,  at  the  same 
time,  inexpensive  oil  circuit-breaker  lor  use  in  general  indus- 
trial application  ultilizing  low  potentials,  the  Westinghouse 
Electric  &  Manulacturing  Company,  a  few  years  ago,  placed 
on  the  market  the  now  well-known  type  II  oil  circuit  breaker, 
designed  for  potentials  not  exceeding  600  volts  and  with  a  cur- 
rent carrying  capacity  of  from  10  to  300  amperes.  This 
breaker  was  designed  for  mounting  on  a  wall  or  post  or  any 
location  convenient  to  the  operator. 

So  successful  have  been  the  principles  of  operation  em- 
bodied in  the  type  11  circuit-breaker,  that  it  has  been  decided 
to  extend  this  line  to  include  breakers  of  the  same  current 
carrying  capacity  adapted  for  switchboard  mounting,  and 
for  use  on  alternating  current  circuits  having  potentials  as 
high  as  2500  volts. 

The  new  type  in  addition  to  embodying  all  the  distin- 
guishing features  of  the  old  600  volt  type,  also  possesses  sev- 
eral inherent  advantages,  the  most  prominent  of  which  are 
the  inverse  time  element  and  the  "full  automatic  overload"  re- 
lease attachments. 


Type    H   Oil    ('ncint    Breaker. 

The  type  H  oil  circuit  breakers  are  equipped  with  over- 
load release  trip  coils  suspended  from  the  frame  of  the 
breaker.  Immersed  in  oil  and  connected  directly  in  series 
with  the  line.  The  plungers  of  these  trip  coils  are  retarded 
in  their  action  by  a  device  giving  the  circuit-breaker  an 
inverse  time  element.  The  time  element  introduced  is  sufficient 
to  permit  the  use  of  this  type  of  circuit  breaker  for  motor 
starting  service.  The  mechanism  is  known  as  "full  auto- 
matic overload."  that  is,  it  is  equipped  with  a  device  that  ren- 
ders it  impossible  to  c'ose  the  breaker  or  to  hold  it  in  the 
closed  position  while  a  continued  abnormal  overload  condi- 
tion or  a  short  circuit  exists  on  the  line.  The  time  limit  device 
referred  to  above,  permits  the  breaker  to  be  closed  under  a 
momentary  overload  or  rush  of  current  such  as  is  incident  to 
starting  an  induction  motor  or  fhrowing  the  controller  to 
"running"  position. 

An  under  voltage  release  atachnient  which  opens  the 
breaker  whenever  the  line  voltage  falls  below  a  certain  prede- 
termined value  can  be  supplied  for  these  type  H  oil  circuit- 
breakers.  It  consists  of  a  magnet  coil  connected  directly 
across  the  line  for  voltages  not  exceeding  600  and  through 
potential   transformers    for   voltages   higher    than    600.     This 


coil  is  self-contained  and  is  so  designed  that  it  may 
be  attached  to  the  breaker  without  any  modification  in  the 
mechanism. 

The  600-volt  style  has  a  single  break  to  each  pole,  while 
in  the  2.500-volt  style  there  are  two  upper  and  two  lower  con- 
tacts for  each  pole,  thus  securing  a  double  break  per  pole. 
The  contacts  consist  of  cylindrical  brass  rods,  the  lower 
ones  being  backed  up  by  individual  spiral  springs  to  insure 
good  contact,  and  form  the  well  known  "butt"  contact  type. 
This  method,  familiar  in  the  multiple  unit  system  of  control 
on  heavy  street  railway  equipments,  has  been  adopted  with 
great  success  in  oil  circuit  breaker  practice.  It  insures  good 
contact  always  and  prevents  any  possible  failure  due  to  eat- 
ing aw-ay  the  contacts  by  continued  arcing.  The  compres- 
sion springs  mentioned  take  up  any  wear  that  may  occur  and 
render  the  contacts  self-aligning. 


EMERGENCY    ELECTRIC    LIGHTS    FOR    SHIPS. 

The  steamship  "Alabama"  of  the  Goodrich  Line,  which 
runs  between  Chicago  and  Muskeegon,  Mich.,  has  recently 
installed  an  interesting  system  of  emergency  electric  lights 
\,hich  is  furnished  with  current  from  a  storage  battery. 

These  lights  have  been  installed  to  provide  illumination 
in  the  corridors  and  on  stairways  in  case  of  an  accident  to 
the  generating  apparatus,  or,  in  case  of  the  sinking  of  the 
vessel,  lights  would  be  available  to  aid  passengers  in  making 
their  escape  after  the  hull  of  the  boat  had  sunk  some  dis- 
tance in  the  water. 

In  order  to  provide  illumination  as  long  as  possible  in 
case  the  boat  should  sink,  the  battery  has  been  placed  at  the 
bigliesi  point  of  one  of  the  upper  decks. 

The  storage  battery  in  use  is  composed  of  50  cells  type 
IT  "Chloride  Accumulator"  in  g'.ass  jars,  manufactured  by 
The  t^lectric  Storage  Battery  Co.,  having  a  rated  output  of 
•l.'i  amperes  for  S  hours.  This  battery  will  supply  current  for 
10  hours  on  one  charge  for  2.5  four  candle-power  110-volt 
carbon  lamps  which  are  in  use  in  this  installation. 

The  battery  is  charged  during  the  day,  and  at  night  after 
the  generators  stop  running,  the  lights  used  on  decks,  in  halls 
and  stairways  are  supplied  with  current  from  the  battery 
alone.  This  system  provides  a  reliable  source  of  lighting 
which  is  always  available  in  case  of  accident. 

Similar  battery  equipments  installed  on  other  boats  for 
furnishing  current  for  emergency  electric  lighting  service  are 
also  extensively  used  for  the  operation  of  wireless  telegraph 
ajiparatus. 

ERRATA    NOTICE. 

The  first  line,  second  column,  page.S?,.  issue  July  23,  1910 
in  article  on  "Witt  Automatic  Feed  Water  Regulator  and  Oil 
Burner  Governor"  is  superfluous  and  should  be  omitted.  The 
word  "boiled"  in  the  next  line  should  be  "boiler."  Further- 
more, it  should  be  understood  that  this  regulator  is  simple  in 
construction  and  has  but  one  wearing  part.  The  entire  device 
IS  external  to  the  boiler. 


TRADE   NOTES. 

The  national  convention  of  the  Electrical  .Jobbers'  Asso- 
ciation w,ill  be  held  at  Del  Monte,  California,  in  the  spring  of 
1911. 

G.  B.  Witt  Co.  of  San  Francisco  has  just  received  an  order 
from  Densmone-Stabler  Refining  Company  of  Los  Anceles  tor 
four  sets  of  their  automatic  oil  burner  governors  and  boiler 
feed  regulators. 
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THE    WESTERN     ELECTRIC    WATCH-CASE    BATTERY 
GAUGE. 

The  No.  30  battery  gauge  recently  developed  and  placed  on 
the  market  by  the  Western  Electric  Company  is  a  compact 
instrument  for  measuring  accurately  and  efficiently  the 
strength  of  telephone  dry  batteries  used   in   connection  with 


Western  Electric  transmitters.  It  is  designed  for  connection 
to  three  cells  in  series,  duplicating  conditions  of  the  local 
battery  subscribers'  set.  It  contains  apparatus  for  gauging 
( urrent  through  two  resistances,  corresponding  to  high  and 
low  resistance  transmitters. 

The  No.  30  gauge  is  in  watch-case  form,  and  the  views 
which  are  shown  herewith  demonstrate  the  convenience  of 
the    arrangement.      It    contains    no    scale,    but    is    designed 


merely  to  show  the  point  at  which  batteries  should  be  put 
out  of  service.  For  the  high  resistance  transmitter  a  mark 
above  the  arc  on  the  face  of  the  gauge  is  used  to  denote  the 
cut-off  point.  This  means  that  current  from  the  three  cells 
is  being  sent  through  20  ohms  resistance.  The  cut-off  point 
is  140  milli-amperes,  a  point  which  conforms  with  the  best 
telephone  practice. 

When  the  stem  of  the  watch-case  is  depressed,  15  ohms 
resistance  are  removed,  leaving  only  five.  This  produces 
the  conditions  of  the  low  resistance  transmitter,  and  the 
cut-off  point,  which  is  indicated  below  the  arc,  is  420  milli- 
amperes. 


WILMETTE    PUMPING    STATION. 

The  drainage  canal  and  incident  works  of  the  Sanitary 
District  of  Chicago  has  attracted  the  attention  of  engineers 
for  several  years.  Of  chief  importance  has  been  the  method 
thus  employed  of  securing  a  pure  water  supply  for  a  city 
of  this  size.  Previous  to  tlie  beginning  of  this  work  the  sew- 
age of  the  entire  city  was  discharged  into  the  harbor  directly, 
or  through  the  Chicago  and  Calumet  rivers.  This  condition  of 
sewage  pollution  led  to  sever  epidemics  of  typhoid  fever 
and  Chicago  had  an  unenviable  reputation  for  this  disease. 
Long  and  serious  study  of  conditions  by  both  engineers  and 
sanitarians  led  to  the  determination  of  the  system  finally 
adopted   for  removing  the   trouble. 

This  consisted  in  the  construction  of  a  canal,  about  28 
miles  long,  connecting  the  Chicago  and  Desplaines  rivers, 
striking  the  latter  near  Lockport.  By  this  means  the  direc- 
tion of  the  flow  of  the  Chicago  River  was  reversed  and  the 
waters  of  Lake  Michigan  were  used  to  dilute  the  sewage 
which  later  finds  its  way   to  the  Mississippi  River. 

Upon  the  completion  of  the  canal  proper  further  safe- 
guards were  carried  forward,  first  the  building  of  an  inter- 
cepting sewer  along  the  lake  shore  on  the  south  side  of 
the  city  extending  as  far  south  as  87th  Street  and  covering 
all  that  section  included  up  to  the  Chicago  River.  At  39th 
Street  a  pumping  station  was  built  which  not  only  handled 
the  sewage  collected  by  the  intercepting  sewer,  but  also 
took  large  quantities  of  water  from  Lake  Michigan  and  dis- 
charged it  with  the  sewage  into  the  south  branch  qI  the 
river,  thus  tending  to  maintain  a  current  which  would  keep 
it  free  from  any  dangerous  or  disagreeable  condition. 

This  station  contains  four  AUis-Chalmers  centrifugal  puuips 
for  handling  sewage  and  two  screw  pumps  for  taking  the 
water  from  the  lake.  It  has  a  total  capacity  of  two  billion 
one  hundred  million  gallons  (2,100,000,000)  per  twenty-four 
hours,  which  is  the  largest  pumping  capacity  of  any  single 
plant  in  the  world.  After  this  was  completed,  work  was 
started  on  what  is  known  as  the  Lawrence  Avenue  Station 
which  handles  the  sewage  from  the  intercepting  sewer  along 
the  north  shore  of  the  city  and  also  takes  water  from  Lake 
Michigan  and  discharges  it  into  the  north  branch  of  the 
t'hicago  River. 

Beside  these  projects  already  completed,  the  district  now 
has  under  construction  what  is  known  as  the  north  shore 
channel  on  which  will  be  located  the  Wilmette  Pumping 
Station.  There  is  also  in  contemplation  a  plan  for  the  re- 
versal of  flow  in  the  Calumet  River  at  the  south  of  the  city 
and  when  this  is  completed,  together  with  certain  sewage 
pumping  stations  which  the  city  itself  maintains,  the  entire 
shore  front  of  Chicago  and  its  immediate  vicinity  will  be 
well   protected. 

The  construction  of  the  north  shore  channel  is  progressing 
quite  rapidly  now  and  probably  within  the  course  of  the 
present  year  will  be  completed  and  in  operation.  This  chan- 
nel takes  water  from  Lake  Michigan  near  Wilmette  and  dis- 
charges it  into  the  north  branch  of  the  Chicago  River.  FYom 
the  Lake  to  Sheridan  Road,  a  distance  of  about  400  ft.,  the 
water  will  flow  by  gravity.  Here  a  viaduct  carries  this 
road  across  the  canal  channel,  and  built  as  a  part  of  the 
viaduct   and   beneath   it   is   the  pumping   station   and  a  lock. 

Beneath  the  center  span  of  the  bridge  will  be  located  the 
pumping  station.  This  will  consist  of  a  motor  room  and 
transformer  room  each  29  feet  by  54  feet  inside  dimen- 
sions. Four  horizontal  screw  pumps  each  having  a  capacity 
of  fifteen  thousand  cubic  feet  per  minute  against  a  head 
of  3  feet  when  running  75  r.  p.  m.  will  be  installed.  Each 
of  these  pumps  will  be  driven  by  a  150  h.p.,  3  phase,  60 
cycle,  2300  volt  induction  motor.  The  pump  runners  will  be 
located  on  the  easterly  side  of  the  building  with  the  shafts 
extended  horizontally  into  the  motor  room.  These  pumps 
are  similar  in  construction  to  others  of  the  same  character 
installed  by  AUis-Chalmers  Company  in  the  39th  Street  and 
Lawrence  Avenue  stations. 
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FINANCIAL. 
ASHLAND,   ORE.— Bids   will    be   received   up   to   August 
2   by   the  city   recorder  for   the   purchase   of   $25,000   electric 
light  bonds  of  this  place. 

KENDRICK,  WASH.— The  proposed  bond  issue  to  pro- 
vide a  fund  of  $10,000  for  the  purpose  of  installing  an  ade- 
quate water  system  has  been  defeated. 

JACKSONVILLE,  CAL.— The  City  Council  has  called 
an  election  for  August  1  for  the  purpose  of  voting  $30,000 
bonds  for  the  establishment  of  a  gravity  water  system. 

MODESTO,  CAL.— The  city  will  hold  a  bond  election  for 
municipal  improvements.  Sewer  improvements,  $6.5,000; 
water  system,  $1.5,000;  street  improvement,  $10,000;  fire  de- 
partment,  $10,000. 

MOUNTAIN  HOME,  IDAHO.— Electors  of  the  village  of 
Mountain  Home,  Elmore  county,  Idaho,  will  hold  an  election 
on  the  17th  of  August  for  the  purpose  of  submitting  to  the 
(lualified  electors  the  question  of  authorizing  the  issue  of 
$48,000  of  negotiable  coupon  bonds;  interest  at  6  per  cent,  due 
in  20  years. 

PORTERVILLE,  CAL.— A  500,000  gallon  reservoir  on 
Murry  or  Park  hill  and  a  pumping  plant  on  the  flat  below,  to 
be  used  in  conjunction  with  the  present  plant  has  been  decided 
upon  at  a  consultation  of  the  City  Trustees.  The  voters  of 
the  city  will  be  called  upon  this  summer  to  approve  about 
$50,000  in  bonds  to  build  the  reservoir  and  put  in  the  pump- 
ing plant 


the  new  agreement  outside  electrical  workers  will  receive 
$4.25  per  day  with  time  and  a  half  overtime  and  $5  per  day 
for  foremen.  The  raise  dates  from  June  1  of  this  year. 
All  the  outside  electricians  from  San  Francisco  to  Central 
California  are  benefitted  by  this  new  schedule  and  this 
means  that  1000  men  have  received  a  wage  raise.  The  new 
schedule  adds  $1.50,000  per  year  to  the  company's  pay-roll. 


INCORPORATIONS. 
OROFINO.   IDAHO— The   Clearwater  Telephone   &  Tele- 
graph Company  has  been  incorporated  for  $40,000  by  Samson 
Snyder. 

SEATTLE,  WASH.— The  Sunset  Falls  Light  &  Power 
Company,  capital  $100,000.  has  been  incorporated  by  J.  A. 
Soderberg,  .310  Alaska  building;  G.  N.  Miller  and  J.  S.  Jurey. 

REDLANDS.  CAL.- The  Mill  Creek  Pipe  Line  &  Reser- 
voir Company  has  been  incorporated  by  N.  B.  Hlckley,  J.  M. 
Cole,  J.  H.  Strait,  J.  M.  L.  Frink  and  W.  H.  Van  Lenrein.  with 
a  capital  stock  of  $50,000. 

HEDGESVILLE,  MONT.— The  Montana  Telephone  Com- 
pany has  been  incorporated  by  W.'*E.  Ford  et  al,  for  $10,000. 
This  company  will  take  over  the  interests  of  the  local  com- 
pany and  a  number  of  rural  lines  will  be  constructed. 


ILLUMINATION 

HELENA,  MONT —Dr.  C.  E.  Schroeder,  and  J.  C.  McCar- 
thy have  been  granted  a  franchise  for  a  gas  plant  in  this 
city. 

PASADENA,  CAL.— A  five-year  contract  has  been  signed 
with  the  Pacific  Light  &  Power  Company  for  the  installation 
of  a  new  tungsten  power  system  of  550  lights. 

JACKSON,  CAL.— The  natural  flow  of  water  getting 
short  at  the  summit,  the  Pacific  Gas  &  Electric  Company  will 
order  the  water  turned  out  of  Blue  Lakes.  Alpine  county,  for 
tise  to  furnish  power  for  the  plant  at  Electra,  this  county. 
The  lake  supply  will  last  about  seven  weeks. 

SAN  FRANCISCO.  CAL —An  advance  in  wages  of  25 
cents  per  day  has  been  granted  the  electrical  workers  in  the 
employ  of  the  Pacific  Gas  &  Electric  Company.  The  agree- 
ment has  been  signed  here  between  the  Pacific  District 
Council  of  the  Electrical  Workers  and  the  company.    Under 


TRANSMISSION. 
ELK    CITY,    CAL.— C.    S.    Batchelder,    superintendent   at 
the  South  Fork  mine,  reports  that  a  power  plant  is  planned 
for   the   near   future. 

OROVILLE,  CAL.— John  A  Hall  of  Plumas  county  and 
George  H.  Sparks  of  this  city  have  filed  a  notice  of  the 
appropriation  of  2000  inches  of  the  waters  of  Coldwater  creek 
below  Buck's  ranch,  in  Plumas  county.  The  intention  of  the 
locators  is  to  carry  the  waters  of  the  ditch  and  pipe  line 
a  distance  of  about  650  feet  from  the  point  of  diversion  to 
the  site  of  the  proposed  power  plant. 

BOCA,  CAL. — A  survey  is  now  being  made  along  the 
Truckee  river  in  the  vicinity  of  Boca  for  the  construction 
of  a  power  plant  to  cost  $750,000.  The  Truckee  river  will  be 
tapped  above  Boca,  and  a  long  tunnel  through  the  mountain 
south  of  the  river  will  be  constructed  to  carry  the  water. 
which  will  empty  back  into  the  river  about  a  mile  below 
Boca,  insuring  over  10,000  horsepower  to  supply  lights  and 
power  to  Reno  and  other  cities  along  the  Truckee  river. 

SAN  FRANCISCO,  CAL.— The  Sierra  and  San  Francisco 
Power  Company,  allied  with  the  United  Railroads,  has  filed 
papers  by  which  it  appears  that  there  has  been  a  reclassifica- 
tion of  its  bonds.  When  the  company  was  first  organized 
i;  authorized  a  bonded  indebtedness  of  $20,000,000.  First 
mortgage  bonds  were  authorized  to  the  amount  of  $14,000,000 
and  second  mortgage  bonds  in  the  sum  of  $6,000,000.  The 
rearrangement  places  the  first  mortgage  bonds  at  $10,500,00(t 
and  the  second  mortgage  securities  at  $9,500,000.  The  total 
remains  as  before  at  $20,000,000. 

THE  DALLES,  ORE.— The  American  Power  &  Light 
Company,  the  new  holding  concern  organized  last  month  to 
take  over  the  properties  of  the  Northwest  Corporation  lo- 
cated in  Idaho  and  Oregon,  has  purchased  the  hydroelectric 
plant  and  distributing  system  of  the  Wasco  Warehouse  Mill- 
ing Company,  of  The  Dalles.  The  plant  consists  of  a  hydro- 
electric station  on  White  river  and  transmission  lines  to 
Dufur  and  The  Dalles,  Ore.  The  energy  is  uocd  for  lighting 
and  power,  including  the  operation  of  the  large  flour  mills 
of  the  Wasco  company. 

SPOKANE,  WASH. — Five  hundred'  thousand  dollars  will 
be  expended  by  the  Washington  Power  Company  in  tunnel- 
ing under  the  Spokane  river  for  about  a  quarter  of  a  mile 
T^est  from  the  upper  falls  in  the  business  district  of  Spokane, 
where  four  water  wheels  of  1000  kw.  capacity  will  be  in- 
stalled to  generate  53,500  h.p.  Work  has  been  started  by 
the  Church  &  McCoy  Company  of  St.  Paul,  which  also  has 
contracts  to  erect  a  three-section  car  barn  to  cover  a  block. 
The  tunnel  work  is  similar  to  that  under  Niagara  Falls  and 
presents  the  same  engineering  feats.  "This  method  of  util- 
izing the  power  of  the  Spokane  river  will  give  us  a  direct 
fall  of  1'44  feet  or  about  twice  what  we  have  at  present 
by  using  the  lower  falls,"  said  D.  L.  Huntington,  president 
of  the  company.  "It  is  impossible  to  give  the  entire  esti- 
mated cost  at  this  time,  as  this  preliminary  work  on  the 
shaft  will  have  to  be  completed  first  to  get  at  the  real  tun- 
neling work.     It  is  safe  to  say,  however,  that  the   cost  will 
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be  around  $500,000,  possibly  more.  We  have  set  no  specific 
time  for  completing  the  work,  that  depending  largely  upon 
the  engineers  after  they  have  made  their  estimates  when 
the  first  shaft  is  sunk.  The  work  on  this  shaft  will  go  right 
ahead."  Three  temporary  compressed  air  drills,  each  of 
250  horsepower,  are  in  operation  and  will  be  supplpmented 
by  a  compressor  of  1200  cubic  feet  a  minute.  The  work- 
ing shaft  of  the  tunnel.  10  by  20  feet,  will  be  sunk  150  feet. 
There  will  be  three  compartments,  two  for  elevators  and 
one  for  the  pipes  and  other  stationary  working  equipment. 
From  the  bottom  of  the  shaft  the  tunnel  will  be  driven  1000 
feet  up  and  down  the  river,  the  western  extreme  terminating 
just  below  the  lower  falls  now  used  by  the  power  company. 
This  tunnel  will  be  22  feet  in  height  and  27  feet  in  width. 
The  company  also  is  surveying  a  route  for  a  new  power  line 
from  Post  Falls,  Idaho,  to  Newport,  Wash.,  to  supply  light  and 
power  to  Newport,  Sandpoint  and  other  cities  in  eastern 
Washington  and  northern  Idaho. 


TRANSPORTATION. 
ALBANY,  ORE.— The  Albany  &  Interurban  Electric  Rail- 
way has  been  granted  a  franchise  by  the  city  council. 

OREGON  CITY,  ORE.— G.  Clarence  Fields  has  announced 
his  intention  of  constructing  an  electric  railway  from  Oregon 
City   through    the   Molalla   valley. 

SALT  LAKE,  UTAH. — An  application  for  a  franchise  to 
run  electric  cars  through  the  city  has  been  made  by  the  Salt 
Lake    and    Ogden    Railway    Company. 

LOS  ANGELES,  CAL.— By  a  vote  of  5  to  2  the  City 
Council  of  Long  Beach  has  decided  to  table  the  application 
of  the  Pacific  Electric  Railway  for  an  entrance  to  the  water 
front  of  the  inner  harbor. 

LOS  ANGELES,  CAL.— Preparations  for  beginning  of  im- 
provements by  the  Los  Angeles-Pacific  Comapny  that  will 
cost  $5,000,000  or  more,  are  complete.  The  first  work  will 
be  the  construction  of  a  series  of  tunnels  in  the  southwestern 
part  of  the  city. 

REDLANDS,  CAL.— A.  C.  Denman  Jr.  of  Redlands  is 
at  the  head  of  a  syndicate  that  will  build  an  electric  line 
starting  at  Chino  and  passing  through  Riverside,  Allessan- 
dro  valley  to  Perris,  T^akeview,  San  .Jacinto.  Hemet.  Elsinore, 
Corona  and  Chino.  The  central  power  plant  is  to  be  in  that 
town. 

GILROY,  CAL.— Gilroy,  as  well  as  all  of  southern  Santa 
Clara  valley  may  expect  interurban  car  service  within  a  short 
time.  It  is  the  intention  of  the  Peninsula  Electric  Railway 
managers  to  extend  their  line  to  this  section  when  the  work 
of  completing  the  improvements  between  San  Jose  and  San 
Francisco  is  ended. 

CHEHALIS,  WASH.  — \V.  H.  Allen  &  Co..  engineers  of 
this  city,  have  helped  to  complete  the  survey  for  a  $3,000,000 
trolley  line  to  be  constructed  between  this  place  and  Cen- 
tralia  and  the  various  towns  along  the  line  to  Randle.  to  be 
constructed  by  eastern  capital.  It  is  announced  that  work 
will  b"gin  this  summer. 

PASADENA,  CAL. — Negotiations  are  pending  between 
the  Pasadena  Rapid  Transit  Company  and  the  North  End 
Syndicate  of  Los  Angeles  property  owners,  whereby  the  syn- 
dicate is  to  furnish  capital  needed  for  the  completion  of 
a  road  building  project  and  in  return  the  road  is  to  make  its 
terminus    at    the    Plaza    in    Los    .\ngeles. 

ROSWELL,  N.  M.— The  Berendo  Irrigated  Farms  Com- 
pany, which  acquired  the  Roswell  electric  light  plant,  will  put 
in  a  modern  electric  street  car  system  in  this  city.  It  is  pro- 
posed to  run  out  to  the  Beraendo  irrigated  farms,  Roswell 
Country  Club.  Lea  Lake  Club,  Hagerman  orchards  and  farms 
at  South  Springs,  five  miles  so\ith  of  Roswell. 


.  LOS  ANGELES,  CAL.— R.  C.  Gillis,  president  of  the 
Los  Angeles-Pacific  Railway  Company,  has  left  for  New  York 
to  complete  financial  arrangements  for  the  construction  of  a 
double  track  subway  electric  road  to  Santa  Monica,  Ocean 
Park  and  Venice,  and  the  construction  of  terminal  and  office 
building  on   Mill  street,  between   Fourth  and   Fifth. 

SACRAMENTO,  CAL.— Representatives  of  the  Northern 
Electric  Company  have  made  application  for  a  franchise  on 
Nineteenth  street  from  C  to  K  streets.  It  is  the  intention  of 
the  Northern  Electric  to  run  their  interurban  cars  from  their 
yards  at  Nineteenth  and  C,  where  the  road  enters  the  city 
to  the  depot  of  the  Western  Pacific  Company,  located  in  the 
block  bounded  by  Nineteenth  and  Twentieth,  J  and  K  streets. 

SOUTH  PASADENA,  CAL.— The  Pacific  Electric  Rail- 
way Company  has  purchased  three  lots  on  the  south  side  of 
Pasadena  avenue  on  the  north  slope  of  the  hill,  south  of  the 
Cawston  cstrich  farm.  It  is  understood  that  these  lots  were 
purchased  for  the  purpose  of  putting  a  tunnel  through  the 
hill  in  order  to  lay  street  railway  tracks  from  the  Pacific 
old  line  to  Lincoln  Park  station  south  through  the  hills  to 
connect  within  a  short  time  at  a  point  near  Bairdstown.  This 
will    shorten   the   distance   to   Pasadena. 

LOS  ANGELES,  CAL.— The  Pacific  Electric  Company  has 
let  the  contract  for  the  extension  of  the  Covina  line  from 
Covina  to  San  Dimas  to  Robert  Sherer  &  Co.  The  Ontario  and 
San  Antonio  Heights  line  from  Pomona  to  Uplands  via  Clare- 
mont  has  settled  its  right  of  way  difficulties  and  construction 
is  being  rushed  on  this  line  as  well.  This  will  mean  that 
within  30  days  there  will  be  only  the  seven-mile  gap  between 
San  Dimas  and  Pomona  to  be  connected  up  before  the  Pacific 
Electric  will  be  in  a  position  to  run  through  cars  from  I>ong 
Beach  to  Ontario. 

SACRAMENTO.  CAL.— Work  of  ballasting  the  Northern 
Electric  Roadbed  from  Alamos,  20  miles  north  of  here,  to 
Sacramento,  is  in  progress  and  will  be  finished  before  the 
wet  weather  commences.  A  new  depot  has  been  finished 
on  the  line  at  Thermalito,  and  work  is  in  progress  on  a  struc- 
ture at  Nicolaus.  The  construction  of  a  new  station  at  Live 
Oak  will  soon  be  commenced.  The  report  of  the  Northern 
Electric  to  the  State  Board  of  Equalization  shows  the  gross 
earnings  of  the  railroad  to  have  been  $422,642  for  the  fiscal 
year.  Because  of  the  fact  that  for  two  months  in  1909  the 
railroad  was  practically  out  of  business  because  of  damage 
done  by  the  Feather,  Yuba  and  Bear  rivers  to  its  bridges, 
this  amount  was  slightly  under  the  amount  of  earnings  for 
the  year  previous. 

ALAMEDA.  CAL.- The  work  of  converting  the  local 
steam  roads  of  the  Southern  Pacific  Company  into  a  modern 
electric  traction  system  is  Hearing  completion.  Practically  all 
of  the  tracklaying  has  been  finished  and  nearly  all  of  the 
grading  is  done.  Crossarm  trolley  poles  have  been  installed 
and  the  large  feed  cables  placed  in  position.  The  auxiliary 
electric  power  plant  on  the  north  side  of  the  tidal  canal  near 
the  Fruitvale  avenue  bridge  is  approaching  completion,  and 
the  steel  framework  of  the  car  house  at  Alameda  point  is  in 
position.  The  ballasting  of  the  double  track  roadbed  on  the 
extension  loop  from  Eagle  avenue  and  Broadway  around  the 
east  end  of  the  city  to  the  eastern  end  of  Encinal  avenue 
is  under  way.  The  Eighth  street  crosstown  line,  which  con- 
nects the  north  and  south  side  lines,  is  completed  and  the 
double  track  extension  in  Lincoln  avenue,  west  from  Mastick 
station  to  a  point  on  the  south  side  line  near  Pacific  avenue 
station  is  finished.  On  the  Alameda  mole  the  trolley  wires 
and  power  cable  will  be  carried  on  trusses  extended  between 
heavy  iron  poles.  The  trusses  are  already  in  position.  .  Near 
the  depot  at  the  pier,  where  a  number  of  switches  are  to  be 
used,  the  trolley  lines  will  be  attached  to  wires  suspended 
from  tall  wooden  poles.  No  definite  date  has  yet  been  fixed 
ijy  the  Southern  Pacific  management  for  the  opening  of  the 
new  electric  system. 
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-    TELEPHONE   AND   TELEGRAPH. 
PORT  TOWNSEND,  WASH.— The  Independent  Telephone 
Company  has  been  awarded  the  contract  for  furnishing   tlie 
three  forts  at  this  place  with  telephone  service. 

ASHLAND,  ORE.— The  Pacific  States  Telephone  (\,\n- 
pany  has  bought  out  the  Midway  Telephone  Company,  oper- 
ating  between   Ashland    and    Klamath    Falls. 

PENDLETON,  ORE.— The  Butter  Creek  telephone  line 
has  been  taken  over  by  the  Eastern  Oregon  Independent  Tel- 
ephone Company.-  A.  B.  Thomas  has  been  named  as  manager, 

GRANDVIEW,  \V.\SI1.— Harry  Miles  of  the  Benton  Inde- 
pendent Telephone  Company  of  Prosser  has  secured  a  2.j-year 
franchise  in  this  city.  Material  has  been  ordered  for  an  tx- 
change. 

KLAMATH  FALLS.  ORE.— The  Council  has  passed  an 
ordinance  granting  to  the  Pacific  Telephone  &  Telegraph 
Company  a  franchise  to  place  poles  and  wires  in  the  streets 
of  this  city. 

PORTLAND,  ORE.— Contracts  have  been  let  for  6.")0  miles 
of  copper-clad  telephone  wire  for  the  proposed  telephone 
system  of  the  Oregon  Trunk.  The  proposed  system  will  cost 
about  $.50,000. 

VANCOUVER,  B.  C-  The  Pacific  Telephone  &  Telegraph 
Company  has  been  granted  permission  to  excavate  and  lay 
an  underground  conduit  for  a  trunk  line  for  the  new  subway 
system  of  telephone  lines. 

NEW  WEST.MINSTER,  B.  C— The  British  Columbia  Tel- 
ephone Company  proposes  to  make  extensive  improvements 
in  its  system  here  next  year,  including  an  addition  to  its 
building  and   a  new   switch   board. 

LAS  CRUCES,  N.  M.— The  Tri-State  Telejihone  Company, 
which  has  taken  over  the  local  telephone  excliange.  will  soon 
begin  the  erection  of  a  new  plant,  also  the  construction  of 
a   new   system   tlirougbout    the   town 

MYRTLE  CREEK,  ORE— The  Council  has  passed  an 
ordinance  granting  to  the  Myrtle  Creek  Telephone  &  Tele- 
graph Company  a  franchise  for  installing  within  tlie  town 
of  Myrtle  Creek,  a  system  of  telephone  and  tolegraijh  wires. 

PORTLAND,  ORE. — $100,000  will  be  expended  in  this  city 
and  adjacent  country  within  the  next  six  months  by  the 
Pacific  Telephone  &  Telegraph  Company,  which  recently 
closed  the  deal  for  the  purchase  of  the  local  telephone  system 
from  "II.    Gates. 

H.\KER  CITY,  ORE,— The  contract  for  the  re-building 
of  the  telephone  line  of  the  Sunipter  valley  railroad  from 
Baker  City  to  Sumpter  has  been  lef  to  Walter  Kuhn,  of  the 
telephone  company,  and  Jack  London,  of  the  electric  light 
company.     Work  is  to  begin  within  a  few  days. 

VALLEJO,  CAL.— On  Inspector  Han.scom's  return  to  Mare 
Island  which  will  be  some  time  in  the  fall,  h"  will  supervise 
the  erection  of  a  ;?00-foot  wireless  tower  at  the  Mare  Island 
yard  and  the  instaKation  of  one  of  the  most  powerful  wireless 
outfits  that  the  Navy   Department  can  manufacture. 

SEATTLE,  WASH.— C.  H.  Gaunt,  general  superintendent 
of  the  Pacific  division  of  the  Western  Iinion  Telegraph  Com- 
pany, announces  that  his  company  will  build  a  new  tele- 
graph line  from  Seattle  to  Helena.  Mont.  Material  for  this 
line  is  now' being  assembled.  Gaunt  also  made  public  the 
appointment  of  Edward  Boening,  formerly  attached  to  the 
superintendent's  office  in  San  Francisco,  to  take  charge 
of  the  Seattle  office,  succeeding  District  Superintendent  R, 
T.   Reid,  whose   resignation   has  already  been   presented. 

SAN  FRANCISCO,  CAL.- The  Home  Telephone  Com- 
panies of  San  Francisco  and  of  Alameda  counties,  which  have 
been  operated  under  a  common  management,  were  announced 


recently  to  have  merged  their  interests  into  the  Bay  Cities 
Home  Telephone  Company.  The  consolidation  necessitated 
the  taking  up  of  the  bond  issues  of  the  former  two  companies 
and  the  issuance  of  $20,000,000  of  new  securities.  Attorney 
Frick  says:  "The  mortgages  held  by  the  Union  Trust  Com- 
pany on  the  properties  of  the  local  Home  Company  and  by  the 
Mercantile  Trust  Company  on  those  of  the  Alameda  company 
have  been  taken  up  and  the  Angle-California  Trust  Company 
has  assumed  the  trusteeship  of  the  new  corporation  and  will 
underwrite  a  $20,000,000  bond  issure  retiring  the  others." 


WATERWORKS. 
RIVERSIDE,   WASH.— F.   .1.   Cummings  will   improve   the 
streets  and   install   a  water  system  on  Glenwood  acre  tracts 
this    fall. 

VALE,  ORE.— The  City  Council  has  awarded  to  the 
American  Light  &  Water  Company  the  contract  tor  the  Vale 
water  system.  Engineer  Bullock  will  have  charge  of  the 
work. 

TACOMA,  WASH.— The  Council  has  passed  an  ordinance 
providing  for  the  construction  of  water  mains  in  portions  of 
Pacific  avenue,  South  Fortieth  street,  South  G  street.  Division 
lane,  being  Local  Improvement  District  No.  a.jS,  the  pipe 
ranging  in  size  from  6  to  12  inches. 

FALLON,  NEV. — The  City  Council  passed  an  ordinance 
authorizing  the  establishment,  building  and  constructing  a 
waterworks  system  for  domestic  use,  manufacturing  and  fire 
protection  for  said  city,  to  borrow  the  sum  of  $3ri,onO  for  this 
purpose  and  to  issue  and  sell  bonds  of  said  city  therefor. 

ALAMEDA,  CAL. — The  negotiations  between  this  city  and 
the  Bay  Cities  Water  Company  progressed  another  step  July 
25,  when  the  acting  city  physician,  H.  A.  Miller,  reported  that 
the  analysis  of  samples  of  Bay  Cities'  water,  made  by  the 
City  Chemist,  Miss  Jessie  Berry,  showed  that  the  water  is 
good  for  all  domestic  purposes. 

NEWARK,  CAL. — For  the  last  few  days  surveyors  of  the 
Bay  Cities  Water  Company  have  been  running  a  line  through 
the  Pacific  Land  Improvement  Company's  property  near  this 
place.  Surveys  have  been  made  along  the  principal  thor- 
oughfares of  Newark,  and  it  is  believed  the  new  company 
],lans  to  supply  water  to  the  residents  of  this  district. 

S.\N  FRANCISCO,  CAL.— City  Engineer  Manson  has 
filed  a  recommendation  with  the  Board  of  Public  Works  that 
$:i.000,000  of  municipal  water  supply  bonds  be  offered  for 
sa'e,  delivery  to  be  made  during  the  next  two  years,  in  order 
to  provide  funds  for  work.  The  amount  of  money  named  will, 
he  states,  enable  the  municipality  to  accomplish  the  fol- 
lowing things:  "To  take  up  all,  or  an  agreed  jwrtion.  of 
the  option  on  the  Cherry  Creek  lands  and  rights;  to  con- 
struct" the  Lake  Eleanor  dam  and  canal;  to  construct  the 
North  Mountain  power  station,  and  to  utilize  the  power  there- 
fore for  construction  and  municipal  purposes;  to  sell  the 
water  during  the  dry  season  under  the  terms  of  the  grant  of 
May  11,  190S,  until  the  construction  of  conduits  to  the  city." 
Regarding  the  Spring  Valley  property  the  city  engineer  says: 
"We  are  advised  that  extensive  purchases  of  lands  and  rights 
in  Livermore  valley  and  of  lands  adjacent  to  the  Sunol  filter 
beds  and  the  acquisition  of  the  final  rights  in  the  Alameda 
creek  drainage  basin  have  been  accomplished  by  the  Spring 
Valley  (^onipany  since  the  election  of  January  14,  1910. 
These  acquisitions  cover  about  14,200  acres  and  have  re- 
-moved  the  possibility  of  litigation  then  under  way  or  in 
prospect,  and  have  involved  an  expenditure  of  about  $1,700,- 
000.  More  .thorough  explorations  for  the  foundation  for  Cala- 
veras dam  are  being  made  with  a  view  of  its  early  construc- 
tion,. The  use  of  the  water  so  stored  is  not  definitely  an- 
nounced, but  without  an  adequate  increase  in  conduit  capa- 
city it  would  not  be  available  to  this  city. 
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THE  INTERNAL  COMBUSTION  ENGINE  VERSUS  THE 
STEAM  ENGINE  ON  THE  PACIFIC  COAST 


1!Y    W  .VI.  V.\N   DEN    HEUVEL. 


The  internal  ciniihu.stiun  eiii^^ine  as  a  prime  mover  the  different  kinds  i)f  fuel  u.sed  with  internal  combus- 

in  jjrnver  plant  work  on  the   Pacific  Coast  and  adjoin-  tion   engines  and  to  analyze  such   features  as  become 

ing  territory  is  yet  in  its  infancy  compared  with  the  evident  in  a  comparison  with  a  steam   plant  of  from 

development  of  this  form  of  motive  power  in  the  East  lOO  to  500  h.p.  capacity.     Most  purchasers  and  a  good 


.\iii.-t-En.HK'n  Oil  Gas  Producer  Inslallalion  at  Vuiua.  .\riz. 


and  in  Europe.  Analyzing-  the  local  situation  we  find 
a  wide-spread  prejudice  that  retards  the  installation 
of  gas  engine  plants  and  favors  the  use  of  steam,  even 
with  its  lower  economy.  As  many  put  it,  '"The  good, 
old  reliable  steam  engine  is  good  enough  for  me;  we 
need  power  24  hours  per  day  and  we  cannot  afiford 
to  have  any  shut-downs." 

It  is  the  object  of  this  article  to  roughly  review 


many  of  the  dealers  in  gas  engines  do  not  realize  that 
with  each  gas  engine  installation  there  should  be  a 
thorough,'  complete,  advance  consideration  of  the  load 
and  conditions  under  which  the  gas  engine  is  to  oper- 
ate. Though  the  number  of  adjustments  left  in  the 
hands  of  the  operator  are  few,  they  are,  nevertheless, 
all  the  more  important. 

The  writer  has  seen  gas  engines  operating  poorly 
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because  of  faulty  timing  of  the  ignition  and  of  the 
valves;  the  governor  was  working  only  as  an  objec- 
tionable ornament ;  the  cooling  water  in  the  jackets 
had  no- relation  whatever  to  the  average  load  carried, 
or  even  to  full  load.  Engines  which  were  sparking 
past  the  center  had  marks  on  the  lay-shaft  made  by 
the  factory,  but  creep  and  wear  had  made  them  obso- 
lete. Such  marks  should  be  on  the  fly-wheel  and  the 
frame.  Little  has  been  said  or  done  regarding  the 
use  that  can  be  made  of  the  75  per  cent  of  the  total 
energy  in  the  fuel  fed  to  the  engine  that  is  lost  in  the 
cooling  water  for  the  jackets  and  in  the  exhaust  gases. 
The  popular  opinion  is,  that,  in  most  cases,  arrange- 
ments to  save  this  energy  are  only  objectionable  re- 
finements yet  in  the  experimental  stage. 

The  amount  of  cooling  water  establishes  the  tem- 
perature of  the  cylinder  walls  and  the  form  and  effi- 
ciency of  the  explosion.  It  also  affects  the  lubricating 
properties  of  the  cylinder  oil.  As  a  result,  cylinders 
and  valves  may  foul  quickly  or  again  remain  clean  for 
a  long  period.  A  thermostat-valve  in  the  water  supply 
to  the  jackets  would  regulate  the  cooling  water  under 
variations  in  load  and  in  the  initial  temperature  of 
the  cooling  water.  I  am  merely  touching  upon  these 
points  to  emphasize  the  fact  that  gas  engines,  even 
while  operating,  require  intelligent  adjustment  to  give 
satisfactory  operation  and  fuel-economy. 

In  a  steam  plant  the  power  absorbed  by  the  aux- 
iliaries varies  from  7  to  as  high  as  30  per  cent,  de- 
pending upon  the  arrangement  of  the  plant  and  the 
skill  with  which  it  is  operated.  Careful  firing  may 
decrease  the  fuel  bill  as  much  as  20  per  cent,  and 
yet,  even  with  the  most  wasteful  firing,  and  the  num- 
ber of  steamplants  with  smokestacks  coming  under  the 
classification  of  public  nuisance  is  large,  the  continu- 
ous operation  of  the  plant  is  not  interrupted. 

We  may  say  that  the  gas  engine  plant,  in  its  op- 
eration, is  a  check  on  itself  and  the  operators.  When 
the  plant  shows  no  or  few  interruptions  of  service,  the 
owner  may  be  reasonably  sure  that  his  plant  is  also 
being  operated  with  the  least  amount  of  fuel  neces- 
sary. No  such  conclusion  can  be  drawn  with  the 
steam  plant. 

Far  be  it  from  the  writer's  intention  to  depre- 
ciate the  operation  and  management  of  our  good 
steam  plants,  particularly  the  large  ones,  but  he 
wishes  to  emphasize  that  steam  plant  methods  do  not 
fit  the  gas  engine  plant,  that  one  cannot  get  the  benefits 
of  the  inherent  low  fuel' consumption  and  continuous 
operation  without  necessary  care  and  adjustments, 
also  that  with  these  adjustments  once  made  in  the 
properly  installed  gas  engine  plant  continuous  power 
i^'  just  as  much  of  a  possibility  as  in  the  steam  plant. 

It  will  be  of  interest  to  consider  at  some  length 
some  of  the  construction  details  of  the  gas  engine 
plant.  One  of  the  most  important  advantages  of  the 
gas  engine  plant  over  the  steam  plant  is  the  absence 
of  large  stand-by  losses,  in  other  words,  the  gas  engine 
plant  may  be  started  and  stopped  at  will,  without  in- 
curring a  loss  incident  to  bringing  up  steam  and  to 
the  stored  and  wasted  energy  in  the  boilers.  Starting 
of  the  gas  engine  is  usually  afifected  by  compressed 
air  admitted  to  one  or  more  of  the  main  engine  cylin- 
ders ;  air  is  furni.shed  by  an  air-compressor  outfit  driv- 
en by  a  separate  engine  or  motor.     This  compressor 


and  the  storage  tanks  should  be  of  liberal  size.  Manu- 
facturers tend  to  economize  on  this  feature,  saving  per- 
haps $150,  while  the  losses  in  time  and  fuel  counted 
over  the  entire  year  mean  a  loss  several  times  this 
amount. 

Direct  connection  of  the  gas  engine  is,  often  con- 
demned, the  argument  being  that  the  shock  due  to 
the  explosion  calls  for  flexible  parts  to  take  it  up  and 
it  is  held  that  the  more  flexible  steam  drive  admits 
more  readily  of  direct  connection. 

While  this  contention  is  correct  in  principle,  the 
writer  wishes  to  state  that  there  are  many  instances 
in  which  it  is  carried  too  far;  the  problem  of  the  selec- 
tion of  a  suitable  drive,  comparing  gas  and  steam 
engines,  becomes  entirely  one  of  the  design  of  the 
engine,  especiarlly  of  the  flywheel.  Many  installations 
consisting  of  a  belted  engine  could  have  been  made 
direct  connected  by  arranging  from  the  outstart  for 
heavier  fly-wheels  and  a  flexible  coupling  between  the 
engine-shaft  and  the  apparatus  to  be  driven. 

Particularly  in  pumping  plants  the  prejudice 
against  the  direct  connected  gas  engine  has  been  car- 
ried too  far.  It  is  not  necessary  to  use  special  en- 
gines to  obtain  the  flywheel  effect  desired,  as  manu- 
facturers can  arrange  this  when  duly  informed  as  to 
the  nature  of  the  load  to  be  carried.  The  difficulties 
of  a  large  belt-drive  together  with  its  maintenance, 
cost  and  increased  floor  space  make  a  consideration  of 
each  individual  case  well  worth  while. 

The  regulation  of  an  engine,  whether  steam  or 
gas  engine,  must  satisfy  two  requirements.  The  first, 
the  so  called  rotative  regulation,  is  an  expression  giv- 
ing the  fluctuation  of  angular  velocity  during  a  full 
revolution.  The  better  the  rotative  regulation  the 
more  uniform  is  the  velocity  of  a  point  at  the  circum- 
ference of  the  fly-wheel  under  constant  load.  The 
weight  of  the  fly-wheel,  in  conjunction  with  its  di- 
mensions and  the  number  of  revolutions  at  which  it 
is  operated,  serves  the  purpose  of  counteracting  the 
impulse  due  to  steam  admission  or  explosion  of  the 
mi.xture.  The  flywheel  absorbs  or  gives  up  the  en- 
ergy due  to  the  reciprocating  motion  of  the  piston. 
connecting  rod  and  cross  head,  at  the  moment  of  re- 
versal of  the  stroke.  Changes  of  load  instantaneous 
in  nature,  are  also  neutralized  to  a  certain  extent ;  how- 
ever, here  the  governor  begins  to  play  its  part.  The 
more  sensitive  the  governor,  the  more  readily  will  it 
respond  to  changes  of  load,  maintaining  a  uniform 
speed  under  variations  of  load  within  the  so-called 
speed  regulation  of  the  engine.  In  comparisons  of 
the  regulation  of  steam  and  gas  engines  we  must  deal 
entirely  with  the  rotative  regulation,  and  we  find  that 
the  designer  of  the  gas  engine  must  provide  heavier 
and  larger  fly-wheels  to  obtain  the  same  regulation 
as  in  the  steam  engine. 

High  rotative  regulation  is  nut  always  necessary; 
electric  service  has  made  high  demands,  however,  in 
order' to  eliminate  voltage  fluctuations  and  also  to  pre- 
vent cross-currents  in  synchronizing  generators  and 
to  overcome  hunting  as  a  result  thereof.  Any  good 
gas  engine  manufacturer  is  now  in  a  position  to  make 
guarantees  on  speed  or  rotative  regulation,  entirely 
meeting  the  requirements  of  electric  service  under  the 
severest  conditions. 

The  gasoline  engine  and  the  distillate  engine  are 
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essentially  a  compromise  for  the  use  of  crude  oil  di- 
rect in  the  cylinders.  Even  though  in  many  cases  the 
reason  for  the  use  of  these  engines  may  be  well 
founded,  it  still  remains  true  that  the  direct  use  of 
the  raw  material,  under  elimination  of  cost  for  either 
partial  or  total  refining,  will  always  be  considered  the 
most    desirable. 

The  economical  production  of  power  on  a  large 
scale,  say  above  lOO  h.p.  occurs  in  the  oil  engine  by 
burning  the  oil  direct  in  the  cylinders  or  in  the  pro- 
ducer gas  engine,  utilizing  a  gas  made  from  crude  oil 
I'n   special   apparatus  provided  for  that  purpose. 

There  are  two  practical  oil  engines  now  on  the 
market,  the  Diesel  engine,  manufactured  under  a  for- 
eign license  by  Adolphus  Busch  of  Saint  Louis.  Mo., 
and  the  oil  engine  of  the  De  La  Vergne  Machine  Co. 
of  New  York  City.  To  my  knowledge  both  manu- 
facturers build  engines  in  sizes  not  to  exceed  300  h.p. 
and  their  engines  have  met  with  good  success  in  the 
Eastern  States.  So  far,  neither  firm  has  installed  en- 
gines on  the  Pacific  Coast.  The  writer  has  received 
proposals  from  of  these  firms,  expressing  their  will- 
ingness to  make  guarantees  on  performances  with  Cal- 
ifornia crude  oil.  Little  can  be  said  in  an  article  of 
this  kind,  dealing  with  established  facts  only,  what 
the  future  of  these  engines  will  be  on  our  coast.  The 
engines  are  constructed  in  a  first-class  manner  by 
jiigldy  reputed  builders  who  will  undoubtedly  exhaust 
.-ill  means  to  overcome  the  difficulties  incident  to  the 
direct  use  of  California  asphaltum  base  oil  in  the  en- 
gine cylinders. 

Natural  gas.  usually  of  a  heating  value  of  about 
900-1000  B.t.u.  per  cu.  ft.,  is  found  in  a  number  of 
localities  throughout  California,  and  is  particularly 
suited  for  use  in  gas  engines.  Invariably,  the  develop- 
ment of  the  natural  gas  flows  is  restricted  by  the  risk 
that  the  flow  may  stop  or  diminish  and  thus  make  the 
engine-installation  useless.  The  measure  of  risk  as- 
sumed in  making  a  natural  gas  installation  would  be 
reduced  by  the  installation  of  oil-gas  producers  at  the 
outstart  or  whenever  the  yield  of  the  gas  wells  would 
make  desirable  an  additional  gas  supply.  Natural  gas 
and  producer  gas  may  be  mixed  in  any  proportion  and 
this  would  occur  by  diffusion  in  the  gas  holder  which 
would  be  a  part  of  the  installation.  The  gas  engine 
can  be  made  to  fit  either  gas  by  a  change  of  the  com- 
pression  carried. 

An  engine  that  is  to  work  on  both  natural  and 
producer  gas  should  be  designed  to  meet  the  require- 
ments of  the  producer  gas.  Thus  all  dimensions,  in- 
cluding the  weight  of  the  fly-wheel,  would  be  ample 
or  rather  too  large  for  operation  on  natural  gas.  The 
compression  can  easily  be  changed  by  the  introduc- 
tion of  shimming  pieces  in  the  connecting  rod.  thus 
moving  backward  the  piston  and  reducing  the  com- 
pression space. 

The  gas-engine  operating  on  illuminating  gas 
works  less  efficiently  than  any  other  gas-engine  of 
the  same  type  and  size.  The  large  percentage  of 
hydrogen  contained  in  the  gas  causes  premature  com- 
bustion at  the  compression  that  corresponds  to  the 
explosive  pressure  for  the  best  result  in  economy.  A 
large  part  of  the  cost  of  illuminating  gas  is  due  to 
the   process   of  cleaning  and   washing  to   which   it   is 


put   for   lighting  purposes  and   we  may  say   that  the 
gas  engine  will  operate  as  well  with  a  gas  less  clean. 

The  only  gas  engine  installation  of  magnitude, 
operated  on  oil-gas  was  the  Martin  plant  of  the  Pa- 
cific Gas  &  Electric  Co.,  San  Francisco.  The  gas  used 
was  practically  an  illuminating  gas  and  the  percent- 
age of  hydrogen  by  volume  contained  in  the  gas  made 
at  various  times  varied  from  60  per  cent  to  about  40 
per  cent.  All  the  reports  on  the  operation  of  this 
plant  seem  to  indicate  that  premature  combustion  has 
been  one  of  the  serious  obstacles.  The  cause  for  this 
may  have  been  in  the  presence  of  too  large  an  amount 
of  hydrogen,  though  it  has  also  been  found  that  larger 
percentages  of  hydrogen  may  be  used  satisfactorily, 
provided  that  the  compression  chamber  is  constructed 
without  sharp  corners,  that  the  valve-ports  are  prop- 
erly rounded  and  that  the  ignition  devices  are  placed 
at  the  proper  point  in  the  combustion-chamber.  Even 
with  the  scant  knowledge  available  of  the  construction 
details  of  this  plant,  the  writer  considers  unfair  a 
comi)arison  of  it  with  tlie  large  steam  turbine  plant,  in 
a  manner  as  presented  by  Mr.  A.  M.  Hunt  in  an  ar- 
ticle read  before  the  American  Institute  of  Electrical 
Engineers  at  San  Erancisco.  If  it  were  possible, 
tiirough  presence  of  data  on  large  oil  producer  and  gas 
engine  plants,  to  make  a  comparison  at  this  present 
date,  we  might  safely  say  that  only  such  oil-gas  in- 
stallations will  offer  serious  competition  for  the  steam- 
turbine  plant  as  require  no  more  attention  for  the  pro- 
(hiccrs  than  a  first-class  boiler  plant,  preferably  less. 
The  holder  should  be  only  large  enough  to  operate  the 
plant  at  full  load  for,  say  no  longer  than  10  minutes. 
This  would  call  for  a  producer  fit  to  operate  contin- 
uously. To  properly  compete  an  oil-gas  installation 
should  manufacture  a  gas  that  would  be  fit  for  use  in 
the  engines  without  danger  of  premature  explosion 
or  that  would  not  be  so  variable  in  its  properties  as  to 
make  it  impossible  for  the  governor  of  the  engines  to 
follow  up  the  fluctuations  and  give  good   regulation. 

Producer  gas  manufactured  from  crude  oil  has 
been  the  nightmare  and  aim  of  many  inventors;  lack 
of  knowledge  of  the  chemical  phenomena  or  of  design 
of  the  producer  and  washing  apparatus  or  again  failure 
to  grasp  the  physical  and  mechanical  requirements  that 
go  to  make  a  successful,  commercial  plant  have  been 
the  obstacles  in  most  cases.  Oil-gas  has  been  made  in 
Germany,  Russia  and  America  for  a  number  of  years. 
We  find  mostly  the  so  called  retort  process  used  where- 
by the  crude  oil  is  heated  in  a  closed  vessel  and  thus 
broken  down  into  the  constituents  of  the  gas.  Most 
processes  are  a  combination  of  this  retort  process  and 
of  the  water-gas  process,  the  latter  being  the  familiar 
reduction  process  of  manufacturing  carbon  monoxide 
gas  from  carbonic  acid  gas  by  leading  the  latter  over 
incandescent  carbon.  All  these  processes  are  intermit 
tent  in  their  nature  ;  the  gas-maker  manipulates  con- 
stantlv  and  at  regular  intervals  the  various  valves  for 
oil,  air  and  steam,  alternating  thereby  a  series  of  gas- 
makes  and  blasts.  The  latter  are  necessary  to  re- 
establish the  temperatures  necessary  to  conduct  the 
process,  also,  to  prevent  injurious  accumulations  in 
the  path  of  the  gases  as  well  as  in  the  retort  of  lamp- 
black and  tar  that  might  interfere  with  the  continuous 
operation  of  the  producer. 
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In  order  to  eliminate  the  constant  manipulation  of 
valves  and  constant  attention  of  the  operator,  other 
producers  have  been  devised.  To  the  writer's  knowl- 
edge, only  two  of  these  types  of  producers  have  been 
in  actual  operation,  namely  the  Amet-luisign  and  the 
Nix-Frost  producers. 

To  go  into  the  detail  construction  and  operation 
of  producers  is  not  the  object  of  this  article.  The 
writer,  however,  has  had  considerable  personal  exper- 
ience with  the  Amet-Ensign  producer  in  several  places, 
particularly  the  government  installation  at  Yuma, 
Ariz.,  where  he  made  tests  for  the  purpose  of  accept- 
ance of  the  plant.  With  this  process  a  fixed  gas  is 
made  of  an  approximate  heating  value  of  200  B.t.u. 
per  cu.  ft.  On  the  basis  of  an  economy  of  the  engine 
equivalent  to  a  consumi)tion  of  10,000  B.t.u.  per  brake 
h.p.  per  hour.  This  means  an  hourly  consumption  of 
50  cu.  ft.  of  gas  per  brake  h.p. 

The  economies  obtained  in  plants  using  oil-gas  is 
high,  averaging  about  7  brake  h.p.  per  gallon  of  oil 
per  hour.  While  in  some  cases  it  has  been  demon- 
strated that  this  figure  may  be  exceeded,  it  may  be 
considered  to  represent  the  present  state  of  the  art. 
Economy  in  the  oil-gas  producer  plant  is  not  as  much 
dependent  upon  the  size  of  the  plant  as  is  the  case  with 
steam-platits,  the  economy  mentioned  above  being  re- 
alized in  all  plants  above  and  including  100  h.p. 

Steam-plants  in  actual  operation  do  well  when  pro- 
ducing 3.5  brake  h.p.  per  gallon  of  oil  per  hour  fired 
under  the  boilers.  Test  reports  published  by  the  U.  S. 
Geological  Survey  during  the  last  few  years  show 
such  figures  and  owners  of  steam-plants  below  300  h.p.. 
as  well  as  of  a  good  many  of  a  larger  capacity,  know 
from  their  own  records  that  they  cannot  do  any  better 
in  operation  from  month  to  month.  Continuing  the 
comparison  of  the  steam  and  the  gas  engine  plants, 
experience  has  shown  that  a  producer  plant  does  not 
require  any  more  attention  than  a  boiler  plant,  even 
less,  but  if  we  assume  that  the  number  of  operators 
is  the  same,  then  the  comparison  results  in  a  balance 
of  the  higher  first  cost  of  the  gas  engine  plant  on  the 
one  side  against  the  larger  fuel  consumption  of  the 
steam-plant  on  the  other.  Allowing  for  the  different 
types  of  plants,  varying  with  the  work  that  the  plant 
is  to  perform,  the  statement  may  be  made  that  the 
cost  of  the  gas  engine  plant  may  be  as  much  as  double 
that  of  the  steam  plant  before  it  will  offset  the  saving 
in  fuel  made  each  year  in  the  gas  engine  plant. 

To  illustrate  this  statement,  we  may  take  a  300 
h.p.  plant  operating  at  60  per  cent  load-factor,  24  hours 
per  day  during  the  entire  year.  The  total  powder  pro- 
duced will  be  157.000  h.p.  hours  or  the  yearly  fuel 
consumption  10.700  bbl.,  assuming  an  economy  of  3.3 
brake  h.p.  per  gallon.  The  gas-engine  plant  with  an 
economy  of  7  brake  h.p.  per  gallon  will  consume  half 
this  amount  or  5350  bbl.,  costing,  putting  the  price  very 
low,  $2675.  Against  this  saving  we  must  balance  the 
larger  cost  of  the  gas  engine  plant.  Assuming  that 
the  investor  pays  7  per  cent  for  his  money  and  that  he 
w-rites  off  on  the  books  for  depreciation  of  the  plant 
each  year  7  per  cent  of  the  total  cost,  then  14  per  cent 
must  represent  $2675  or  in  other  words  the  surplus  cost 
of  the  gas  engine  plant  must  be  $18,000.  Again,  sup- 
posing for  the  sake  of  simplicity  of  comparison,  that 


the  first  cost  of  the  steam  plant  installed  amounts  to 
$18,000,  which  would  be  $60  per  h.p.,  a  rather  low 
figure,  then  the  cost  of  the  gas  engine  plant  would 
have  to  be  $36,000  in  order  to  obtain  the  same  yearly 
nperating  expense  for  the  tw^o  types  of  plants.  The 
average  gas  engine  plant  does  not,  by  any  means,  cost 
twice  as  much  as  the  average  steam  plant;  the  excess 
cost  generally  amounts  to  about  30  ])er  cent  and  it 
becomes  evident  that  big  savings  may  be  affected. 

The  lost  energy  of  the  gas  engine  becomes  avail- 
able in  two  forms  and  amounts  to  approximately  75  per 
cent  of  the  energy  in  the  fuel  consumed.  The  energy 
lost  through  the  jacket-water  is  available  at  a  tempe- 
rature of  about  160  degrees  F.,  that  through  the  ex- 
haust gases  at  about  600-1000  degrees  F.  The  num- 
ber of  uses  to  which  this  energy  may  be  put  is  large, 
much  larger  than  with  the  steam  plant  which  gives 
up  its  lost  energy  through  the  exhaust  steam  at  the 
temperature  of  steam  at  nearly  atmos])heric  pressure 
or  about  220-230  degrees,  F.  When  utilizing  the  lost 
energj'  in  the  steam  plant,  the  economy  of  the  engine, 
run  non-condensing,  is  very  low  and  when  attempting 
to  better  this  economy  by  condensing,  the  lost  energy 
is  presented  to  us  in  the  cooling  water  at  the  still 
lower  temperature  of  about  no  degrees  ¥.  Generally, 
it  is  desirable  to  use  the  lost  energy  at  as  high  a  tem- 
perature as  possible  and  therefor  the  gas  engine  offers 
a  larger  field  of  application. 

A  large  number  of  auxiliaries  for  gas  engine  plants 
have  been  placed  on  the  market,  but  here,  even  more 
than  with  the  steam-plant,  one  should  be  careful  in 
the  selection  of  apparatus  best  suited  for  the  applica- 
tion of  the  waste  heat,  in  particular  with  a  view  on 
the  probable  load  on  the  plant  from  day  to  day. 

The  introduction  of  the  internal  combustion  en- 
gine into  plants  for  office  buildings  will  be  possible 
only  with  careful  considerations  of  the  above  nature. 
The  same  nnist  be  said  of  plants  for  laundries  and  for 
various  factories  where  hot  water  or  the  heating  of 
substances  in  driers  .hot-rooms  or  otherwise  forms  an 
important  item.  In  plants  where  the  requirements  for 
heating  exceed  the  amount  of  heat  available  from  the 
lost  energy  in  the  gas  engine,  the  old  auxiliary  heater 
with  an  oil-burner  constitutes  a  simple  and  effective 
means  to  supply  the  lacking  heat  independent  from  the 
performance  or  load  of  the  main  engine.  This  is  an 
important  economical  feature,  for  do  we  seldom  see 
installations  using  exhaust  steam  from  engines  where 
the  load  is  occasionally  insufficient  to  provide  the  re- 
quired amount  of  steam  for  steam  heating  and  where 
live  steam  is  introduced  by  means  of  a  reduction  valve 
from  the  main  steam  line  and  thus  converted  into 
steam  of  low  [jressure  with  accompanying  unnecessarv 
large  losses. 

California,  with  its  large  oil  deposits,  ajid  under 
the  present  activity  in  oil-production  and  transporta- 
tion, is  facing  a  problem  in  the  economical  transport 
of  the  oil.  The  present  method  using  large  direct- 
acting  steam  pumps  is  indeed  one  whereby  economy  is 
not  given  much  consideration.  The  gas  producer  and 
the  gas  engine  will  offer  an  opportunity  for  some  true 
conservation  work  in  the  oil  fields,  going  hand  in  liand 
with  the  practical  application  of  the  lost  energy-  of  the 
gas  engine  to  the  heating  of  the  oil  to  a  degree  desirable 
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for  minimum  friction  in  the  pipe-lines  versus  loss  in 
valuable  volatiles  caused  by  excessive  heating. 

In  all  considerations  presented  in  this  article  the 
reciprocating  steam-engine  has  been  referred  to,  not 
the  steam-turbine  simply  because  on  this  coast  the 
steam-turbine  has  asserted  itself  more  particularly  in 
the  larger  plants,  because  of  the  high  economies  re- 
alized in  such  and  not  obtainable  in  the  smaller  units, 
also  on  account  of  the  simplicity  of  operation  and  com- 
pactness of  plant  lay-out.  It  cannot  be  stated  at  the 
present  date,  in  how  far  the  large  gas-engine  plant  will 
rival  the  large  steam-turbine  plant ;  so  far,  no  gas- 
engine  plant  has  been  installed,  embodying  all  the  high 
attainments  of  the  gas-producer  and  gas-engine  profes- 
sions. 


UTILIZING  WASTE  HEAT  FROM  GAS  ENGINE 
PLANTS.' 

BY    JOHN    T.    FAIG. 

Two  sources  of  great  heat  waste  occur  in  internal 
combustion  engines,  the  jacket  water  and  the  exhaust. 
This  waste  is  so  common  that  there  is  danger  of  losing 
sight  of  its  importance.  The  amount  of  heat  so  lost 
varies  in  different  engines,  but  is  nearly  always  three 
times  as  great  as  the  amount  converted  into  work  in 
the  cylinder. 

Not  only  is  the  heat  of  the  jacket  water  lost  in 
most  cases,  but  its  removal  entails  considerable  ex- 
pense; that  is,  the  cost  of  the  jacket  water  itself. 
There  are,  it  is  true,  some  few  installations  where  the 
jr^cket  water  is  used  for  heating  or  industrial  purposes, 
but  these  are  merely  exceptions  to  the  general  run  of 
jjlants. 


"  Jacket  Waffr 

t"9'"'  E.houst  Hear  Jacket  Meet 

Interchonger  Interchonger 

Fig.  1.     Proposed  Method  of  Utilizing  Waste  Heat  in 
Jacket   Water   and    Extiaust    from    Gas    Engines. 

The  development  of  auxiliaries  that  will  utilize 
the  heat  of  the  jacket  water  and  exhaust  gases  must 
keep  pace  with  the  development  of  internal  combustion 
engines  if  these  engines  are  to  compete  with  steam 
engines  where  the  exhaust  is  used.  Where  hot  water 
for  heating  or  industrial  purposes  is  required  the  utiliz- 
ation of  most  of  this  waste  heat  presents  no  great  diffi- 
culty. Fig.  I  represents  an  engines  with  two  simple 
heat  interchanges,  one  using  the  jacket  water  and 
the  other  the  exhaust  gases.  The  jacket  water  is  used 
over  and  over.  The  water  to  be  heated  must  have  suf- 
ficient pressure  to  overcome  friction  of  passage 
through   the   interchangers. 

The  same  idea  may  be  expressed  in  many  different 
designs.     There    is   no   reason   why   t)ne   interchanger 

1  Extract   from   paper    read   at   a   July.    1910,    meeting   of    tlie 
National   Gas   and   Gasoline   Trades   Association. 


should  not  be  placed  on  top  of  the  other,  or  the  two 
combined  in  the  same  shell.  One  form  of  interchanger 
has  recently  been  put  upon  the  market. 

Some  firms  use  part  of  the  heat  of  the  exhaust  for 
vaporization  of  water  for  the  producer.  The  writer 
has  given  some  attention  to  the  utilization  of  waste 
heat  from  producer  power  plants  and  has  designed  a 
plant  utilizing  practically  all  of  the  heat  in  the  coal, 
e.xcept  the  inevitable  losses  of  hot  ash,  mechanical 
friction  and  radiation,  all  of  which  may  be  reduced 
to  very  small  percentages  of  the  total. 

The  interchanges  may  be  of  the  simplest  construc- 
tion, since  all  pressures  are  small  and  temperatures 
comparatively  low,  the  highest  being  that  of  the  ex- 
haust gases,  from  600°  to  1,000°.  A  thermostatic  valve 
could  be  installed  to  automatically  admit  cold  water 
from  the  city  mains  should  the  temperature  rise  too 
high.     This  might  occur  if  for  any  reason  the  circu- 

Cold  Water 


_^      ToUHfiuit^lntenhanger 


Fig.  2. 


'"JaiVet  Water 


Alternative  Method  of  Utilizing-  Waste  Heat 
in  Jacliet  Water  from  Gas  Engines. 


lati( 

Tin 


11  of  the  water  being  heated  should  lie  stopped, 
exhaust  gas  interchanger  should  frirm  an  excel- 
lent muffler.  The  exhaust  pipe  between  ihe  engine 
and  interchanger  should  be  covered  to  reduce  heat 
loss  to  maintain  a  reasonable  temperature  near  the  en- 
gine and  to  prevent  burnt  hands. 

Fig.  2  shows  an  interchanger  using  the  jacket 
water  of  an  internal  combustion  engine  to  heat  water. 
The  jacket  water  is  used  over  and  over.  The  heated 
water  passes  to  an  exhaust  interchanger,  similar  to 
that  in  Fig.  i,  to  be  further  heated.  This  arrangement 
does  away  with  the  necessity  for  a  circulating  pump 
in  the  jacket  water  line.  A  thermostat  controls  the 
admission  of  cold  water  to  the  jacket  water  line  and 
will  operate  if  for  any  reason  the  interchanger  does 
not  absorb 'Sufficient  heat  from  the  jacket  water.  The 
jacket  water  interchanger  may  be  secured  against  a 
wall  overhead  to  save  space  if  there  is  sufficient  heid 
room.  The  height  which  will  give  the  proper  circula- 
tion for  a  given  engine  could  probably  be  determined 
onlv  by  trial. 
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CALCULATION  OF  GAS  ANALYSIS. 

IIV     R.    F.    ClIliVAI.lKR. 

Having   already    described     tlu'     coniljiiialion 


A 


oxygen  with  the  various  elements  in  the  oil.  and  the 
combining  weights  of  each,  the  ap|)lication  of  the 
results  obtainable  from  the  flue  gas  analysis  will  now 
be  illustrated. 

For  complete  combustion,  a  pound  of  carbon  re- 
quires 2.67  pounds  of  oxygen,  ecpial  to  a  vfdume  of 
;p  feet  at  60  degrees  F.  When  the  products  of  the 
combination  (carbon  dioxide)  cool,  they  occupy  the 
same  volume  as  the  oxygen  did  originally.  Oxygen  is 
mixed  with  the  nitrogen  in  the  air  in  the  proportion 


dioxide  by  volume  found  in  waste  gases  from  the  aver- 
age oil   fuel  is   15.75  i)er  cent. 

Column  3  is  calculated  by  dividing  cohnnn  1  by 
llie  weight  of  one  cubic  foot  of  gas.  The  densit\'  and 
weights  of  gases  at  atm<isplieric  pressure  will  be  found 
in  table  No.  6. 

To  determine  the  ratio  of  air  supplied  per  ])ound 
of  oil  to  the  amount  theoretically  required,  use  is  made 
of  the  following  formula. 

N 


N  —  3.782  O 

which  is  derived  as  follows: 
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Tabular    \'iew    f)f    l*'urnace    Comlm.stioii    of    One   Pound    of   Oil. 


of  20.91  to  70.00.  .\fter  complete  combustion,  the 
volume  of  carbon  dioxide  will  be  in  the  same  pro- 
portion to  the  nitrogen  as  that  of  the  oxygen  originally. 
Therefore  with  complete  combustion  of  carbon  with 
no  excess  of  air,  the  volumetric  analysis  of  the  gases  is 

Carbon    dioxide    €02  =  20.91% 

Carbon   monoxide    CO  =    O.O  % 

{ ).xygen    CJ  =    0.0  % 

Nitrogen   X  =  79.09% 

When  air  is  in  excess  of  the  amount  rec|uired  to 
supply  the  oxygen  needed,  the  sum  of  the  volumes  of 
carbon  dioxide  and  oxygen  is  the  same  as  that  of  the 
oxygen  before  condjustion. 

In  a  fuel  containing  h\<lrugen,  the  percentage  of 
riilrogen  in  the  flue  gases  is  apparently  increased.  This 
is  due  to  the  fact  that  the  nitrogen  accompanying  the 
oxygen  required  for  combustion  with  the  hydrogen  re- 
mains in  a  gaseous  form  while  the  products  of  the 
combination  of  hydrogen  and  oxygen  (H=  O  or  steam) 
condense  at  the  temperature  that  the  analysis  is  made 
Oil  fuel  contains  from  it  per  cent  to  13  per  cent  of 
hydrogen.  Therefore  the  percentage  in  volume  of 
nitrogen  would  be  increased,  and  that  of  carbon  dioxide 
v.'ould  be  correspondingly  decreased  in  the  composi- 
tion of  the  flue  gases  of  this  fuel. 

( )n  referring  to  the"Tabular  view  of  furnace  com- 
bustion of  one  pound  of  oil,"  the  results  in  the  last 
column    show   that   the   maximum    amount   of   carbon 


The  nitrogen  in  the  flue  gas  is  the  total  amount  that 
entered  the  furnace  with  the  oxygen  of  the  air.  The 
oxygen  was  supj^lied  with  the  air,  but  was 
not  used.  Nitrogen  accompanied  the  oxygen 
by  3.782  times  the  volume  of  the  latter.  If 
N  — 3.782  O  represents  the  nitrogen  entering  with  the 
air  actually  required  for  conduistion,  then 


N 


N  —  3.782  O 


=   the    ratio    of    the 


air  supplied  to  that  actually  required.     Subtr;ictiiig  1.0 
gives  the  excess  air  in  ])er  cent. 

Heat  loss  in  flue  gases  is  equal  to  the  weight  of 
the  gas  per  pound  of  combustible,  times  the  specific 
heat  of  the  gases,  times  the  difference  of  temperature 
of  the  escaping  gases  and  that  of  the  air  entering  the 
furnace,  the  formula  r)f  wliicli  is  as  follows: 

L  =  o.24  W  (T  — t) 

where 

I^  =  B.  t.  u.  lost  per  pound  of  fuel. 
W  =  Weight  of  flue  gases  in  lbs.  per  pound  of  fuel. 
T  ^  Temperature  of  flue  gases, 
t  ^  Temperature  of  atmosphere. 
0.24  is  the  specific  heat  of  the  flue  gases. 

\\'here  an  analysis  by  weight  is  required,  it  can  be 
found  from  the  volumetric  analysis,  by  multi])lying  the 
percentages  by  volume  by  the  molecular  weight  (A  the 
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gas  and  dividing  by  the  sum  of  all  the  products.     The 
quotient  will  then  be  the  percentage  by  weight. 

We  will  assume  that  an  average  of  the  analysis  of 
gases  from  a  furnace  show  carbon  dio.xide  12.6  per  cent; 
oxygen  4.2  per  cent;  and  no  carbon  monoxide.  The 
nitrogen,  the  other  constituent  of  the  gas  is  found  by 
difiference,  i.  e. : 

100  —  (12.6  +  4-2)=  83.270 

The  completed  results  will  then  read : 

CO2— 12.6% 

O  —    4.2% 
CO  —   0.0% 

N  —83.2% 


Total ioo.q7o 

The  ratio  of  air  sn])]>licd  to  that  rcr|uirt'(l  wnuld  be 


N 


substituting 


N  — 3.782  O 
83.2 


83.2— (3.782X4-2) 

83.2 


67.7 


=  1.228  ^  ratio  of  air  supply. 


1.228 — I.  =  .228  or  22.87"  excess  air. 

In  table  No.  7  is  shown  the  method  of  converting 
an  analysis  of  flue  gases  by  volume  into  per  cent  by 
weight. 


TABLR    NO.    6. 
DEX.SITY    OP     G.VSKS     .VT     -VT^IOSPIIKUIC     PHESSIRE. 


Oxygen O 

Nitrogen    N 
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Carbon     dioxide. .  .CO.. 
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Sulpliur   dioxide.  .  .so. 
Air 
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JACKETING    STEAM    CYLINDERS.' 

/?.  f.  CheiaHer:  At  the  last  meeting  we  had  a  discussion 
on  hi.gii  and  low  receiver  pressure,  and  steam  jacketing,  but 
we  were  unable  to  come  to  any  conclusions. 

.1.  \\  .  McDonald:  As.  regards  the  subject  of  high  and  low 
receiver  pressure  let  us  determine  which  is  the  best. 

//.  D.  Sai  illc :  For  this  purpose  let  us  assume  that  the 
majority  do  not  know  anything  about  this  subject  and  proceed- 
ing upon  this  assumption  we  will  ask  Lawrence  to  tell  us  what 
he  knows  about  it.  He  will  tell  us  about  steam-jacketing  and 
what   its  purpose  is. 

J.  M.  LaiiTciicc :  The  object  of  steam-jacketing  is  to  keep 
tile  steam  in  the  cylinder,  all  that  can  be  kept  there,  so  that  it 
(lues  not   lose  its  heat  to  the  atmosphere. 

John  Traynor :  Jacketing  superheats  the  steam  and  gives 
better  economic  results.  It  is  said  that  vacuum  gets  better  re- 
sults. 1  have  nut  tried  it;  though  I  am  convinced  that  the 
\aciunn  wiiuUl  lie  the  proper  thing.  The  engine  might  not 
sliDW  quite  the  energy  that  it  would  with  superheating  the 
steam  in  the  jacket,  but  would  give  very  much  better  results 
wluii  one  takes  into  account  the  efliciency  of  the  plant  as  a 
w  linli-  because  of  less  fuel  being  used.  I  contend  and 
can  prove  that  the  sleam-jacket  on  a  cylinder  as  ordinarily 
used  is  absolutely  worthless.  The  idea  is  that  it  increases 
the  efliciency  of  the  plant  as  a  whole,  with  certain  exceptions. 
(Jur  object  nine  times  out  of  ten  is  to  produce  and  give  power 
with  less  fuel.     When  a  jacket  is  put  on  you  do  not  do  this. 

A'.  /■'.  Chnalicr :  The  object  of  steam-jacketing  is  this: 
.Supposing  Ih.it  steam  enters  the  cylinder  at  a  pressure  of 
2U  lb.  absolute  vvhieli  would  b^-  5  lb.  by  gauge,  and  that  the  ter- 
minal pressure  is  2  lb.,  equivalent  to  a  vacuum  of  26  inches. 
The  temperature  of  the  steam  entering  is  228  degrees  F.  When 
expanded  to  2  lb.  the  temperature  is  126  degrees  F.,  causing  a 
drop  of  102  degrees.  This  has  a  tendency  to  cool  the  cylinder, 
and  when  steam  is  again  admitted,  some  of  the  heat  units  are 
used  to  again  raise  the  temperature  of  the  cylinder,  thus  absorb- 
ing some  of  the  energy  that  would  have  otherwise  done  useful 
work.     Steam-jacketing  is  supposed  to  offset  this  loss. 

//.  L).  Savillc:  As  regards  the  number  of  foot-pounds  of 
duty  per  thousand  pounds  of  steam.  In  a  pumping  plant  for 
example,  the  final  result  is  not  so  much  foot  pounds  of  duty  per 
given  amount  of  steam,  but  rather  the  actual  duty  of  putting 
a  certain  amount  of  water  into  the  reservoir.  Sieain-jacketing 
is  like  this  :  if  the  coinbined  heat  units  used  in  the  cylinder  in 
doing  the  work,  and  in  the  jacket,  are  measured,  and  the  cost 
of  producing  this  heat  is  known,  fhat  will  represent  the  effi- 
ciency of  the  plant  as  a  whole  and  this  is  the  point  in  which  we 
are  interested.  We  are  interested  in  the  units  generated  in 
kilowatt  hours  but  the  thing  in  which  we  .ire  particularly 
interested  is  the  putting  of  the  kilowatts  on  the  board.  In  stat- 
ing the  question  of  steam-jacketing  or  economy  of  the  plant 
as  a  whole  everything  is  taken  into  consideration,  inclusive 
of  the  benefit  derived  from  the  steam-jacket  alone,  and  if 
there  is  not  a  saving  it  inay  not  be  worth  the  while.  The  best 
way  to  determine  the  value  of  steam-jacketing  is  to  make  tests 
with  and  without  the  jacket,  all  other  conditions  being  kept 
the  same. 

C.  E.  Vail  Meter :  I  put  up  a  compound  condensing  engine 
guaranteed  to  produce  a  horsepower  on  13  pounds  of  steam. 
1  jacketed  both  the  high  and  low  pressure  cylinders,  everything 
being  jacketed  to  make  it  as  efficient  as  possible,  .\fter  it  had 
run  smoothly  for  some  time  one  of  the  jackets  sprung  a  leak 
and  both  jackets  had  to  be  cut  out.  In  installing  this  plant 
everything  was  up-to-date ;  meters  on  the  feed  and  oil  pipes ; 
reports  filled'  out  each  shift  by  the  engineers ;  the  oil  used,  and 
the  gravity,  the  number  of  gallons  of  water  fed  the  boilers  and 
the    load    on    the    engines     being     regularly     read.      When     the 
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jackets  were  cut  out  on  account  of  the  leak  there  were  reports 
every  twenty-four  hours  to  show  the  difference  in  the  con- 
sumption of  fuel  and  oil.  Cards  were  taken  from  the  engines 
before  and  after  the  jackets  were  taken  out.  It  was  thus  found 
that  the  consumption  of  fuel  was  just  the  same  with  jackets  on 
or  off,  but  the  efficiency  of  the  engine  and  the  horsepower  de- 
livered per  pound  of  steam  were  different  and  so  I  came  to 
the  conclusion  that  it  was  merely  a  scheme  to  boom  the  en- 
gines but  that  it  does  not  affect  the  owner's  pocket-book  a  bit. 

IV.  H.  Munro  :  My  plant  had  40  feet  between  cylinders  and 
the  jackets  were  a  great  help.  The  load  was  changed  all  the 
time.  You  could  hold  your  hand  on  the  low  pressure  cylinder. 
If  you  cut  the  jackets  out  the  fireman  knew  the  difference  right 
away.     However,  this  is  an  unusual  case. 

G.  E.  (•'oM  Meter:  My  engine  is  a  high  pressure  one  only. 
The  steam  enters  the  jacket  at  about  4  degrees  F.  above  what 
the  temperature  due  to  the  pressure  would  be  but  the  steam 
was  re-heated.  The  steam-jacket  here  would  be  a  waste  be- 
cause  of   the   re-healing. 

R.  f.  Chevalier:  Steam-jacketing  supposedly  overcomes 
condensation;  therefore  a  loss  of  heat  in  the  cylinders;  thereby 
obtaining  more  work  with  a  given  quantity  of  steam  entering 
the  cylinder. 

L.  W.  Holbrook :  I  f  you  have  a  big  compound  engine  for 
fire  service  and  want  to  start  up  in  a  second,  high  and  low  pres- 
sure steam-jackets  will  make  this  possible,  but  there  is  no 
economy.  This  is  a  special  advantage.  Heat  is  on  the  steam- 
jacket  all  the -time,  and  it  takes  but  little  fuel  to  keep  the  steam 
on  all  the  time.  .At  the  present  time  it  is  an  open  question 
whether  or  not  steam-jacketing  pays  when  judged  from  the 
standpoint  of  fuel  consumption.  For  emergency  service  as  in 
the  case  of  a  fire  pump  the  hot  jackets  make  it  possible  to  start 
u;i  much  more  quickly  than  could  be  done  with  a  cold  engine. 


THE  SLIDE  RULE. 

BY  J.   G.    DE  REMER. 


[The  subject  matter  of  the  first  lecture  on  the  slide  rule 
is  contained  in  an  article  b.v  Mr.  De  Remer  in  the  issue  of  the 
Journal   ot   Electricity    for    .\pril    2,    1910. — p:ditor.] 

The  Alannlieini  .•slide  rule  lias  I'oiir  scales;  two 
on  the  rule,  and  two  on  the  slide.  These  are  desig- 
nate as  A,  B,  C  and  D  scales  as  shown  in  the  accom- 
panying illtistration. 


lU 

o 

2 


miiiibers  opposite  each  other  on  the  adjacent  scales 
is  constant.  Thus  set  2  on  ii  over  3  on  D  and  it  will 
he  seen  that  the  ratio  2'3  exists  throughout  the  range 
of  the  scales.  This  fact  can  be  utilized  in  solving  all 
l)rol)lcins  in  proportion  by  observing  the  following 
instruction: 


Set  fiirst  term 


Over  second  term 


Under  third  tern 


Find  fourth  term 


Thus   2/3^ — :   by    setting   as   above    it    will    be 

found  that  6  is  o\er  <;.  This  is  a  useful  proj^ertv  of 
the  slide  rule,  and  by  means  of  the  following  ratios 
the  steam  engineer  can  greatly  facilitate  his  calcu- 
lation : 

Diameter  of  circle  ;  Circumference  of  circle. 
:  Diameter  of  circle  :  Side  of  equal  square. 
:  U.  S.  gallons  :  Cubic  inches. 

U.  S.  gallons  : 'Cubic  feet. 
:  Inches  :  Centimeters. 
:  Square  inches  :  Square  centimeters. 
:  Cubic  inches  :  Cubic  centimeters. 
:  Pounds  :  Kilogrammes. 

:  Inches   of   mercury  ;  Pounds    per   squarj^   inch. 
:  Inches  of  water  :  Pounds  per  square  inch. 
:  Feet   of   water  :  Pounds   per   square   inch. 
:  Inches  of  mercury  :  Feet  of  water. 
:  Atmospheres  :  Inches  of  mercury, 
:  Atmospheres  :  Pounds    per    square    inch. 
:  Initial    pres.   steam  :  .\verage   pres.    %    cut   off 
:      "  ■•  "        :  "  "        % 

■ '       :  "  "       % 

■■     "  "  "       :  "  "       Vi 


All  problems  in   multiplication  can  be  reduced  to 
proportions     similar    to     the    above.     Thus  2  X  3  ^  6 


226: 

710 

79: 

90 

1: 

231 

SOO: 

107 

26: 

66 

31 

200 

5: 

82 

75: 

34 

->1\ 

28 

720: 

26 

60: 

26 

15: 

17 

90: 

2960 

.•U: 

124 

125: 

124 

55: 

53 

37: 

34 

13: 

11 

31: 

23 

57: 

34 

2   ■  o  2 

may  be  read  — j —  ^6  or  - 


LEFT  SCALE  A  &   B 


CD 

u 

^ 

_J 

Q 

< 

Q 

X 

s 

UJ 

0 

Z 

.1. 

-:r.    Hence  set  1  on  C 


I-  X 


RIGHT  SCALE  A  &   B 


|iiii|iiii|iiii|iiii|iiii|iiii|iiii!iiiili|iiili|i|i|i|^^^ 


+ 


M 


Ij  MucfL*!  ivtricr  ■(••0««  Ij 


m 


iiiii|iiiiiiiii[iiiiiiiii[iiiiiiiii|irt^^^^^ 


X 


C  &  D  SCALES 


111 


I-  X 

I  UJ 


The  .\  and  B  scales  are  laid  out  to  just  half  the 
length  of  the  C  and  D  scales.  Hence  the  runner,  if 
set  opposite  a  certain  number  on  the  D  scale  is  on 
the  square  of  that  number  on  the  A  scale.     Thus  over 

2  on  the  D  scale  will  be  found  4  on  the  A  scale ;  over 

3  on  D,  9  on  A,  etc. 

For  any  given  position  of  the  slide  the   ratio  of 

'Lecture  given  before  California  No.  3,  National  Association 
of   Stationary    Engineer.-;.   Aug.    4.    1910. 


over  2  on  D  and  under  3  on  C  find  6  on  D  or  vice 
versa  set  2  on  C  over  i  on  D  and  over  3  on  D  find 
6  on  C. 

The  rule  for  multiplication  is : 


D 


Set  1 


On  one  factor 


Under  the  other  factor 


Find  their  product 
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In  division  tlie  procedure  is  similar  6 -;- 3  =  2  or 
-^ 7-.     Hence  set 


c 

Set  3 

L'nd.r  1 

D 

Ovnr  f, 

Find  2 

The  rule  for  division  is: 


Set  Divisor 


On  Dividend 


Under  I 


Find  tile  Quotient. 


In     performinsi;'    a     successive     multiplication     or 
division  the  runner  is  useful.     Thus: 

Example:     12  X  4  X  5  X  3  =  720  is  worked  thus: 


c 

Set  1 

Runner  to4 

1  to  Runner 

Runner  to .5 

1  to  Runner 

Under  3 

D 

On  12 

Find  720— .\nswer. 

In  the  same  way  several  divisions  can  he  easily 
performed,  and  also  a  combination  of  nnilti])lications 
and  divisions,  as  in  the  case  of  a  train  of  wheels,  as 


71  X  21,4  X35X  17 
8.5  X  42  X  5.8  X  20 


■=  21.8,  which  is  worked  thus: 


c 

Set  85 

Runner  t 

<)214 

42  to  R  R  to  ,\S 

•SS  to  R 

R  to  1 

20  to  R 

L'nder  17 

D 

On  71 

21.8— .\n5wer. 

A  little  practice  will  enable  similar  problems  to 
be  worked  out  with  ease.  No  notice  has  so  far  been 
taken  of  the  real  ijosition  of  the  decimal  points,  the 
finding  of  which  has  been  left  to  insi>ection.  which  in 
many  problems  is  all  that  is  necessary.  We  now 
give  the  rules  in  full  with  e-\am])les  ancl  ex|.)lanations. 

Multiplication. —  If  the  product  is  obtained  with 
the  Slide  projecting  to  the  left,  its  characteristic  is 
the  sum  of  the  characteristics  of  the  two  factors:  but 
if  the  Slide  projects  to  the  right,  the  characteristic 
of  the  product  is  the  sum  of  the  characteristics  of  the 
two  factors  less  i. 

Example:     45X2.5^112.5. 

The  sum  of  the  characteristics  of  the  two  factors 
is  3,  and  the  Slide  projects  to  the  left,  therefore  the 
integral  portion  of  the  ]iroduct  is  composed  of  three 
figures. 

Example  :     S-3  X  18  =  59.4. 

The  sum  of  the  characteristics  of  the  two  factors 
is  3,  but  to  obtain  the  result,  the  Slide  projects  to  the 
right.  The  product  contains,  therefore,  3  —  i;  or  two 
figures  only  in  the  interger. 

Division. —  If  the  tpiotient  is  obtained  uith  the 
Slide  projecting  to  the  left,  its  characteristic  is  the 
characteristic  of  the  dividend,  minus  the  characteristic 
of  the  devisor;  but  if  the  Slide  projects  to  the  right, 
this  difference  must  be  increased  by  i. 

Example  :     33  -^  7.5  =  4.4. 

The  characteristic  of  the  dividend,  less  the  char- 
acteristic of  the  divisor,  is  I,  and  as  the  Slide  pro- 
jects to  the  left,  the  integral  part  of  the  quotient  con- 
tains one  figure. 


Example:     65.1 -f- 21  ^  3.1. 

The  characteristic  of  the  dividend,  less  the  char- 
acteristic of  the  division,  is  o,  but  as  the  Slide  projects 
to  the  right,  the  quotient  contains  o-f-  i,  or  one  digit 
in  its  integral  portion. 

The  slide  rule  is  of  value  to  an  engineer  only 
in  ])roportion  to  the  amount  he  endeavors  to  use  it. 
It  becomes  a  habit,  as  it  were ;  and  once  mastered 
the  rule  seems  indispensable. 

To  master  it  requires  only  a  little  application  to 
the  elementary  problems  after  which  the  more  com- 
l)lex  becomes  clear. 

The  engineer  is  referred  to  the  "Mannheim  Man- 
ual on  the  Slide  Rule"  for  further  explanation  of  its 
use,  it  being  from  that  text  that  most  of  the  above 
data   was  obtained. 


PROTECTIVE    DEVICES    FOR    ELECTRICAL 
APPARATUS.' 

EV     A.     (.;.     F.     HE.^THEK. 

The  cpiestion  of  the  adequate  protection  of  elec- 
trical apparatus  is  one  that  deserves  careful  considera- 
tion by  those  concerned  in  the  running  and  main- 
tenance of  plant.  In  the  early  days,  when  power  un- 
dertakings were  limited  in  area,  and  supply  was  car- 
ried out  almost  entirely  by  continuous  currents  at 
low  voltage,  the  problem  presented  few  practical  dif- 
ficrdties.  Fuses,  which  at  first  met  any  case  that  was 
likely  to  arise,  were  gradually  superseded  more  or  less 
by  automatic  circuit  breakers,  which  were  soon 
brought  to  a  state  of  great  reliability,  and  rendered  ex- 
cellent service  under  severe  conditions.  The  advent 
of  alternating  current  transmission  at  high  voltage 
over  great  distances,  and  the  development  of  power 
undertakings  lia\-e,  however,  considerably  changed  the 
nature  of  the  problem.  At  the  present  time,  one  of  th 
essential  features  of  protecti\'e  devices,  especially  in 
the  case  of  a  large  supjjly  company,  is  that  they  must 
i>e  so  adjusted  as  to  protect  promptly  and  certainly 
'he  particular  section  of  the  system  to  which  they 
are  applied,  without  interfering  with  the  supply  to  any 
ether  portion  of  the  system.  Each  consumer's  substa- 
tion must  be  protected,  so  that  a  fault  on  the  installa- 
tion or  low  tension  net  work  will  cut  out  'he  installs 
tion  only,  without  tripping  the  distributor  which  sup- 
plies probably  several  other  consumers,  anrl  similarly, 
a  fault  on  a  distributor  must  trip  only  that  line  at  the 
control  house  from  which  it  is  fed,  without  interfering 
with  the  feeder  which  supplies  the  control  house  from 
the  generating  station.  Then,  again,  it  must  be  i  e- 
membered  that  temporary  overloads,  earths,  antt 
surges  are  very  common  occurrences,  and  must  be 
carried  without  any  interruption  to  supply.  Any  ten;- 
porarv  disturbance,  such  as  induction  caused  by  a  light- 
ning discharge,  an  earth,  or  the  opening  of  a  switch 
carrying  load,  may  cause  surges  all  o\-cr  the  system, 
which  would  be  (|uite  heavy  enough  t<i  triji  other 
switches.  With  pro])er  protection  against  excessive 
voltage,  such  as  static  discharges,  these  surges  would 
be  cleareci  in  a  few  seconds,  and  hence  the  necessity 
has  arisen  for  introducing  time  elements  in  trip  gear, 
so  arranged  that  a  switch  will  only  trip  after  an  over- 
load has  been  on  the  circuit  for  some  appreciable  time. 


'Ahstraeted    from    May    1.    I'JIO,   Transactions    South    African 
Institute    of    Electrical    Engineers. 


150 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXV-No.  7 


The  time  elements  may  be  fixed,  so  that  the  switch 
will  trip  after  a  definite  number  of  seconds  have 
elapsed,  irrespective  of  the  severity  of  the  overload, 
or  they  may  be  inversely  proportional  to  the  over- 
load. 

.As  the  question  of  alternating  current  si'i)i)ly  i-;  of 
very  much  wider  interest  to  us  on  the  Witwatersraud 
at  present,  I  do  not  propose  in  these  few  notes  to 
refer  at  any  length  to  the  protection  of  continuous 
current  systems.  Continuous  current  circuit  break- 
ers find  by  far  their  largest  field  in  traction  work 
and  are.  therefore,  of  most  interest  to  traction  engi- 
rcers.  They  arc  practically  all  built  on  one  principle, 
this  being  rendered  possible  by  the  fact  that  they  aie 
all  operated  on  low  voltage  systems,  although,  of 
course,  there  is  great  variation  in  details  of  design  .is 
there  must  necessarily  be  in  all  switch  work. 

Turning  now  to  the  protection  of  alternating  cur- 
rent systems,  we  find  that  the  problem  with  which  we 
have  to  deal  is  different,  mainlv  because  of  the  fact 
that  nearly  all  alternating  distribution  is  carried  out 
at  voltages  which  prohibit,  or  at  least  render  unde- 
sirable, the  direct  connection  of  tripping  devices  to 
the  main  supply.  This,  however,  is  not  altogether  a 
disadvantage,  as  it  introduces  the  possibility  of  actu- 
ating all  tripping  gear  with  a  current  of  about  5  amps, 
at  a  pressure  of  100  volts,  by  the  use  of  current  and 
potential  transformers,  thereby  considerably  cheap- 
ening and  simplifying  the  wiring  of  the  switch-board. 

Apart  from  the  protection  of  electric  plants  from 
lightning,  with  which  it  is  impossible  to  deal  in  so 
short  a  paper  as  this,  the  main  points  to  be  considered 
are  the  prevention  of  injury  from  overloads,  failure  of 
supply,  and  reverse  currents. 

Overload  protection  is  generally  necessary  in  the 
case  of  feeders  and  motors,  and  may  be  accomplished 
in  the  same  way  on  alternating  as  on  continuous  cur- 
rent systems.  The  growth  of  supply  undertakings, 
and  the  consequent  necessity  of  localizing  interrup- 
tions as  far  as  possible,  and  of  carrying  temporary 
overloads  without  any  interruption  at  all.  have,  how- 
ever, made  it  imperative  to  develop  a  system  of  protec- 
tection  capable  of  close  adiustmcnt  as  regards  com- 
parative severity  of  overload  and  its  duration.  These 
ends  may  be  attained  either  by  the  use  of  fuses  or  of 
relays. 

Fuses  on  the  whole  do  not  present  a  satisfactorv 
solution  of  the  problem  of  protection  against  overload. 
The  design  of  fuses  has  made  enormous  strides  since 
the  early  davs  of  power  transmission,  when  a  fuse  was 
simplv  a  hit  of  wire  clamped  at  each  end  under  a 
thumb  screw.  A  fuse  for  a  500  volt  circuit  was  then 
looked  upon  as  rather  an  uncertain  piece  of  apparatus. 
Tt  could  be  relied  upon  to  break  the  circuit,  centainly, 
but  it  might  also  break  a  good  many  other  things  in 
doing  so.  Fuses  are  now  designed  to  operate  on  cir- 
cuits of  60.000  volts,  and  they  afford  satisfactory  pro- 
tection without  causing  any  serious  after-effects.  Nev- 
ertheless, they  are  ooen  to  many  objections  which  ren- 
der them  less  reliable  than  other  svstems  of  protection 
which  depend  for  their  action  on  purely  mechanical 
and  magnetic  principles.  Small  local  flaws,  variations 
in  cross  section  and  chemical  composition,  cooling 
facilities,  aging  of  the  wire,  security  of  contacts,  and 
the  temperature  of  the  fuse  previous  to  the  occurrence 
of  an  overload  all  influence  the  blowing  point  to  a 


certain  extent,  and  contribute  towards  making  the  fuse 
on  the  whole  unreliable.  An  old  fuse  rated  at  100  amps 
may  blow  sooner  than  a  new  one  rated  at  50  amps  on 
the  same  circuit.  Fuses  can  only  be  calibrated  by 
destruction,  and  the  blowing  point  of  one  fuse  is  in 
many  cases  no  indication  that  another  of  t'he  same 
type  will  blow  under  the  same  conditions. 

Methods  of  protection  depending  on  purcl\'  mag- 
netic and  mechanical  principles  possess  advantages 
over  fuses,  inasmuch  as  both  the  overload  and  time 
elements  can  be  adjusted  with  great  accuracy,  and  can 
be  periodically  checked  and  altered  as  the  require- 
ments vary.  The  actual  tripping  of  the  switch  is  ac- 
complished in  the  same  way  with  alternating  as  with 
continuous  currents,  namely,  by  causing  a  plunger  con- 
trolled by  a  solenoid  to  strike  the  trigger  by  which  the 
switch  is  held  in  position.  The  overload  and  time 
limits  depend  upon  the  action  of  a  relay,  or  in  some 
cases  upon  the  blowing  of  a  fuse  connected  in  parallel 
with  the  tripping  coil.  In  the  latter  case,  the  tri])ping 
coil  is  not  intended  to  carry  the  full  load  current  of 
the  current  transformer  which  operates  it.  but  being 
of  higher  resistance  it  is  short  circuited  by  the  fuse. 
This  type  of  tripping  gear  is  very  useful  in  cases  where 
no  auxiliary  current  is  available,  and  close  adjustment 
is  not  of  great  importance,  but  it  is  open  to  the  objec- 
tions already  mentioned  in  respect  of  the  fuses. 

A  far  preferable  arrangement  where  an  auxiliary 
tripping  circuit,  either  alternating  or  continuous  cur- 
rent, is  available,  is  to  employ  relays.  The  use  of  an 
auxiliary  current  has  the  great  advantage  that  the 
force  employed  to  operate  the  main  switch  is 
invariable,  whatever  the  load  on  the  relay  may  be.  In 
three-phase  work  it  is  advisable  to  use  two  or  three 
single-phase  relays,  rather  than  to  combine  the  action 
in  a  three-phase  relay. 

Coming  now  to  the  question  of  protecting  gener- 
ators operating  in  parallel,  it  is  usual  to  dispense  en- 
tirely with  overload  relays,  and  to  rely  solely  on  re- 
verse current  protection,  or  in  some  cases  to  have  no 
protection  whatever,  but  merely  an  indicating  device 
for  each  machine,  which  will  warn  the  switchboard 
attendant  in  case  a  fault  develops  on  any  machine. 
A  modern  generator  will  carry  a  heavy  overload 
for  a  time  sufficient  to  enable  the  attendant  to 
take  steps  to  remove  any  fault  on  the  system, 
or  in  case  of  necessity  to  run  up  and  syn- 
chronize another  machine.  Overload  protection  on 
generators  is  rather  a  source  of  danger  than  other- 
wise, since,  if  a  heavy  overload  comes  on,  or  a  fault 
develops,  causing  one  machine  to  trip,  the  load  will 
all  be  thrown  on  the  other  machines,  and  they  will 
probably  trip  as  well,  causing  a  total  shut  down  of  the 
plant.  The  best  system  to  adopt  is  generally  accepted 
to  be  only  reverse-current  protection  for  generators, 
and  overload  protection  for  feeders,  together  with  some 
discriminating  device  in  the  case  of  duplicate  feeders 
and  ring  mains.  These  discriminating  devices,  some 
of  which  will  be  dealt  with  later,  are  so  arranged  as 
to  cut  out  only  the  faulty  section  of  the  feeder  or  feed- 
ers, while  an  uninterrupted  supply  can  be  maintained 
on  the  sound  sections.  With  only  reverse  current  pro- 
tection on  the  generators,  the  bus  bars  are  left  un- 
protected, but  faults  on  bus  bars  are,  or  should  be, 
comparativelv  so  rare  that  this  is  not  really  a  serious 
objection.     Reverse-current  protection   will  cut  out  a 
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generator  for  any  fault  in  itself  or  its  prime  mover 
oi  exciter,  but  will  leave  it  free  to  carrj'  any  ordinary 
overload  that  it  may  be  called  upon  to  take,  provided 
its  power  factor  does  not  fall  too  low. 

Reverse-current  relays  are,  in  general,  similar  to 
overload  relays,  except  that  they  depend  for  their 
action  on  the  resultant  or  a  shunt  and  series  field.  On 
inductive  circuits  it  is  usual  to  arrange  the  coils  so 
that  they  act  in  direct  opposition  at  the  normal  power 
factor.  .  If  the  current  becomes  reversed  in  phase  the 
action  of  the  series  coil  is  added  to  that  of  the  shunt 
coil,  and  the  relaj'  at  once  operates.  In  practice,  how- 
ever, the  relay  is  generally  set  to  operate  at  low  power 
factor,  that  is,  before  an  actual  reversal  of  the  phase 
of  the  current  takes  place.  A  certain  margin  of  re- 
verse current  is  usually  allowed  in  order  to  avoid  trip- 
ping a  machine  if  it  should  bap])en  to  lie  paralleled 
when  sliglnly  out  of  phase. 


s;iine  trigger  as  the  overload  coil.  Occasionally,  how- 
c\er,  more  especially  in  the  case  of  small  motors,  the 
shunt  coil  is  fixed  on  the  motor  starter  and  operates  on 
the  switch  arm  against  the  action  of  a  spring.  When 
all  resistance  is  cut  out  the  switch  arm  is  in  contact 
with  the  pole-pieces  of  the  shunt  coil,  and  forms  the 
armature  for  them. 

On  high  tension  systems  no  voltage  release  can  be 
accomplished  in  the  ordinary  manner  by  means  of  po- 
tential transformers  and  relays,  the  latter  of  course 
l)eing  set  to  operate  instantaneously. 


THREE  IN  ONE. 

It  is  seldom  that  an  electric  power  plant  is 
equipped  with  three  prime  movers,  a  water-wheel,  a 
gas  engine  and  a  steam  engine,  as  shown  in  the  accom- 
panying view  of  the  A\'innemucca  Light  &  Water 
Company's  plant  at  Winnemucca,  Nevada.  The  water- 


PowiT  Plant  of  Winnemucca  Liulit  and  Wat^r  Cu. 


In  addition  to  protecting  motors  against  overload, 
it  is  necessary  to  arrange  for  the  motor  to  be  cut  out  in 
case  of  failure  of  supply,  owing  to  the  absence  of  any 
external  resistance  in  the  armature  or  rotor  circuit 
when  the  motor  is  running  at  speed.  This  point  is 
of  very  much  greater  importance  when  the  power  is 
supplied  from  an  outside  source  than  in  the  case  of  a 
private  supply,  as  in  the  former  case  it  is  essential  that 
the  supply  should  be  resumed  as  quickly  as  possible, 
without  reference  to  the  time  required  by  any  indi- 
vidual customer  to  go  round  and  switch  out  all  his 
motors  by   hand. 

The  system  adopted  for,  cutting  out  motors  in 
case  of  failure  of  supply,  is  to  connect  a  solenoid  across 
the  mains.  The  solenoid  is  energized  as  long  as  there 
is  voltage  on  the  system,  and  consequently  holds  its 
armature  in  position.  Immediately  the  voltage  fails, 
the  armature  is  released.  In  some  cases  this  shunt  coil 
is  applied  to  the  main  circuit  breaker,  and  operates  the 


wheel  is  a  150  h.p.  Pelton,  the  gas  engine  a  175  h.p. 
Doak  all  belted  to  the  same  driving  shaft  as  is  the 
125  h.  p.  steam  engine.  Any  one,  two  or  three  of  these 
engines  at  will  can  be  used  to  operate  the  two  50  k\v. 
generators  supplying  light  and  power  to  \'\'innemucca. 

The  chief  reliance  for  the  greater  part  of  the  year 
is  placed  upon  the  water  wheel  which  is  supplied  from 
a  500,000  gallon  reservoir  four  rniles  from  the  plant 
through  a  pipe  line  made  up  of  12,  10  and  8-in.  pipe, 
there  being  7500  ft.  of  each.  The  head  is  nominally 
iioo  ft.  varying  with  the  change  of  season  from  wet 
to  dry.  The  water  as  discharged  from  the  wheel  is  col- 
lected in  settling  reservoirs  of  cement  where  it  is  piped 
throughout  the  town  for  general  use. 

The  gas  and  steam  engines  are  stand-by  auxil- 
iaries for  use  during  periods  of  low  water  or  at  times 
of  overload,  a  not  infrequent  occurrence.  This  novel 
combination  was  installed  by  IMr.  W.  L.  Aiken,  the 
superintendent  of  the  plant. 
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JOBBERS'  MEETING  AT  DEL  MONTE. 

A  comeiitioii  of  the  I'acitic  C"oast  Electrical  Job- 
bers" Association  was  held  al  Del  Monte,  California, 
.\ugiist  4,  5  and  6,  1910.  hnitations  had  been  ex- 
tended ti>  a  number  of  manufacturers"  agents,  their 
l)resencc  contributing  to  the  success  of  the  meeting, 
'i'hursdav  was  de\oted  ])rincipally  to  golf  practice  and 
other  amusements.  The  business  meeting  was  called 
to  order  at  9:30  a.  m.  I'riday  and  lasted  through  the 
entire  day  with  an  e\ening  session  till  9:30  p.  ,m. 
Saturday  morning  the  meeting  was  called  to  order 
for  final  work  and  adjourned  at  9:30  a.  m.  to  meet 
again  at  Catalina  Island  for  the  fall  meeting.  Golf 
formed  the  principal  pastime,  the  incentive  being  a 
handsome  silver  cup  presented  by  Mr.  Clark,  son  of 
Senator  Clark  of  Montana,  whose  interest  as  a  copper 
jiroducer  is  closely  allied  with  the  electrical  jobbers 
as  copper  consmners.     The  excellent  singing  of  Frank 


The  toastmaster  in  behalf  of  the  association  then 
thanked  Mr.  Clark  for  his  generous  gift  and  suggested 
that  lie  be  made  an  ex-officio  member.  The  motion 
was  carried  unanimously  and  three  hearty  cheers  were 
gi\  n  for  the  d(inor.  Mr.  Clark  addressed  the  meeting 
and  in  well  chosen  words  expressed  his  pleasure  at 
being  a  member,  and  advised  everyone  present  to  de- 
vote their  spare  moments  to  practicing  golf,  for  it  was 
his  intention  to  present  a  cup  for  the  National  Con- 
vention of  the  Electrical  Jobbers  which  is  to  to  be 
held  at  Del  Monte  in  Ajiril.  Will  (loiPilwin  of  the 
I'acitic  States  Electric  Com])any  was  then  retjuestcd 
to  give  his  excuses  as  to  how  he  happened  to  win  the 
trophy.  If  there  is  one  thing  that  Mr.  Goodwin  is 
jiistly  entitled  to,  it  is  the  sobriquet  of  "Honest  P.ill." 
lie  told  of  his  great  disappointment  in  his  first  drive, 
which  he  had  hoped  and  prayed  would  l)e  a  perfect 
lyiie,    when    the   ball    landed    in    the    thick    un(lerl)rush 


M.-iiibt-rs  and  Gut.'M> 


ijiit.'  MeptinK.  I'.icilic  Coast  Electrical  Jobbers'  .\ssocialion. 


Fowden  was  the  primary  cause  of  the  presentation, 
which  was  handily  won  by  \V.  L.  Goodwin  of  the 
Pacific  States  Electric  Ci>m])any  with  a  gross  low 
score  of  87.  The  score  of  88  made  by  W.  S.  Berry  of 
the  Western  Electric  Com])any.  made  a  close  second. 

The  ban(]uet  was  held  on  Saturday  evening,  the 
management  of  the  Del  Monte  Hotel  excelling  them- 
selves not  only  in  the  decoration  but  also  in  the  viands. 
Tracy  Bibbins  of  the  General  Electric  Company  acted 
in  his  usual  graceful  way  as  toastmaster  and  the  feast 
of  reason  and  the  flow  of  soul  that  emanated  from  that 
festive  board  were  gems  of  thought  that  the  Journal 
regrets  exceedingly  cannot  be  given  in  full. 

.\fter  R.  S.  Holabird  had  entertained  his  listeners 
in  lighter  vein.  E.  K.  Patton  gave  an  able  address  on 
"Co-operation  Petween  the  Jobber.  Manufacturers' 
.Agent  and  Manufacturer,""  speaking  in  the  highest 
praise  of  the  harmony  and  strength  shown  by  the 
local  representatives  of  these  interests.  His  remarks 
formed  the  basis  of  much  that  followed  and  were  re- 
ceived with  hearty  applause. 


■Nome  distance  from  the  links.  .After  finding  the  ball 
he  was  about  to  make  a  masse  shot,  when  he  noticed 
a  few  feet  from  the  ball  a  large  snake  coiled  ready 
for  a  spring.  He  admitted  that  he  was  superstitious 
and  that  in  order  to  win  the  trophy  he  must  first  kill 
the  snake.  Decision  and  action  was  the  work  of  a 
iiioment.  With  a  dry  blade  of  grass  he  smote  the 
snake  and  its  dead  carcass  lay  there  in  evidence.  While 
there  was  no  need  of  corroboration.  Mr.  R.  S.  Hol- 
abird stated  that  he  had  seen  the  snake  if  anyone 
doubted  the  story.  The  next  drive  was  a  trophy 
N'inner  as  it  proved  at  the  conclusion  of  the  game. 

Colonel  Carter,  also  of  the  Pacific  States  Electric 
Company,  was  next  called  upon  to  address  the  meeting 
from  the  standpoint  of  the  jobber.  He  handled  his 
subject  not  only  with  skill  but  with  convincing  argu- 
ments. When  he  had  finished  the  applause  of  approval 
was  equal  to  the  reception  to  ~Mr.  Patton"s  address. 

A.  Z.  Thompson  of  the  General  Electric  Company, 
when  asked  to  entertain  the  company,  in  most  poetic 
language  vveaved  a  story  so  weird  that  for  the  nonce 
all  felt  that  the  beauty  had  pierced  the  ivory  dome 
of  even  the  most  obtuse.     F.  F.  Skeel  of  the  Grouse 
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Hinds  Company  of  Boston,  ably  seconded  Mr.  Patten's 
argument  from  the  manufacturer's  side  of  the  ques- 
tion. Charlie  Carter  of  Los  Angeles  told  how  he  hap- 
pened to  be  entitled  to  have  his  name  engraved  on 
the  jobbers'  cup.  As  co-operation  was  the  slogan  of 
every  speech  he  ex])lained  how  how  he  had  won 
through  co-operation.  A  cigarette  given  to  one  of 
the  handicappers  the  evening  before,  gave  him  an 
enormous  handicap.  The  constant  coaching  of  John 
Cole  throughout  the  game  cinched  the  co-operation. 

Then  the  patriarch  of  the  manufacturers'  agents 
of  the  Pacific  Coast,  John  R.  Cole,  in  his  frank  and 
straight  from  the  shoulder  manner,  carried  his  audi- 
ence by  storm  and  asked  that  the  jobbers  be  jobbers 
only,  that  the  manufacturers  confine  themselves  to 
manufacturing  and  thus  allow  the  manufacturers' 
agents  to  co-operate  to  the  last  ditch. 


l)r()viding  a  cup  for  which  the  jobbers  are  to  compete. 
Tills  is  to  be  known  as  the  Patton  cup. 

.\fter  the  Ijanquet,  dancing  and  music  was  the 
order  of  the  hour.  Mr.  Thompson  and  Mr.  Holabird 
favored  the  audience  with  instrumental  and  vocal 
nuisic,  as  did  several  of  the  guests  of  the  hotel,  among 
whom  was  Miss  Lillian  Berry. 

The  members  and  guests  present  were:  H.  V. 
Carter,  C.  H.  Carter,  W.  S.  Berry  and  wife,  Frank 
howden,  |.  Shaufelberger,  H.  V.  .\verin,  S.  R.  Dede- 
r:ck.  T.  E.  Bibbins,  C.  C.  Hillis,  N.  W.  Graham,  R. 
1).  Holabirfl,  J.  S.  Eels,  F.  B.  Gleason,  W.  L.  Goodwin 
and  wife,  Albert  H.  Elliott,  Henry  Frosch,  H.  G.  Ayls- 
worth,  John  R.  Cole,  Garnet  Young,  H.  B.  Squires,  H. 

E.  Sanderson  and  wife.  S.  B.  Gregory,  E.  K.  Patton, 

F.  F.  Skeel,  E.  J.  Dwyer,  Duncan  Reynolds,  A.  Z. 
Tb.ompson,  E.  B.  Strorg  and  wife. 


Tlie  Cup  WiniiLTs  and  Oihir^ 


Mr.  Albert  Elliott,  beloved  secretary  of  the  asso- 
ciation, in  a.  flow  of  oratory  and  good  stories,  closed 
one  of  the  most  successful  meetings  the  jobbers  have 
ever  held.  The  loving  cup  went  the  round.  Uld  Lang 
.Syne  was  sung  and  tiie  co-ojierative  meeting  of  man- 
ufacturer, manufacturers'  agent  and  j<ibl)er  passed  into 
history. 

As  the  competition  for  the  cup  put  up  by  the  job- 
bers for  their  guests  had  proven  a  tie  between  Mr.  Pat- 
ton and  Mf.  Gregory,  the  banquet  was  interrupted  long 
enough  to  allow  the  tie  played  off  in  an  individual  put- 
ting contest  on  the  carpet.  A  dainty  flower  was  placed 
at  each  corner  of  the  room  indicating  the  hole,  and  the 
two  contestants  gave  an  exhibition  of  their  skill.  The 
first  two  holes  were  won  by  Mr.  Gregory,  the  third  by 
Mr.  Patton  and  from  the  position  of  Mr.  Gregory's  ball 
after  the  fourth  shot,  it  was  suspected  that  Mr.  Pat- 
ton preferred  to  leave  the  cup  on  the  coast  than  to  take 
it  East  with  him,  for  in  place  of  a  put  Mr.  Patton  gave 
more  of  an  exhibition  of  a  drive  from  the  tee,  and 
Mr.  Gregory  was  declared  the  winner.  Mr.  Patton  of 
Brvant  Electric  Co.  then  announced  his  intention  of 


SCORE    CARD. 

Gross 
Name  of  Player.  Score.      Handicap. 

W.  L.  Goodwin 87  0 

\V.    Berry    88  0 

R.  D.   Holabird    94  fl 

H.  E.  Sanderson   96  j\0 

C.  C.    Hillis    100  ■  2 

H.  V.  Carter   102  1 

D.  L.  Reynolds   103  0 

C.   H.  Carter    104  27 

T.   E.   Bibbins    107  3 

F.  B.  Gleason   112  3 

J.  S.  Ells  112  22 

S.  B.  Gregory    114  27 

E.  K.   Pallon    114  27 

A.  H.   Elliott    117  18 

H.  B.   Squires    125  27 

J.  R.  Cole  126  10 

C.  R.  Dederick   127  27 

N.   W.  Graham    129  27 

Jno.   Schaufelberger    172  27 

*  Winner  of  best  gross  score,  Clark's  trophy. 
J  Winner  of  best  net  score  cup. 
t  Winner  of  Manufacturers'  cup. 


Net 
Score. 

87* 

88 

95 

106 

98 

101 

103 

77J 

104 

109 

90 

87t 

87 

99 

98 

116 

100 

102 

145 
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.\id\\  iliistaiidiuL;    llie    iars^'o    sums    annually    siH-nt 
fur  lul)ricatin(;  oils,  friction  continues  to  create  a  tre- 
mendous     power      waste.        Some 

.  authorities     estimate      that      more 

Lubrication  ^,         ,    ir     r  r     i   ■  i 

tlian  half  <n  our  fuel  is  consumed 

by  friction,  a  large  proportion  of 
this  waste  being  due  to  imperfect  lubrication.  Fric- 
tion is  a  form  of  mechanical  resistance  and  as  such 
r.ot  only  opposes  the  motion  of  rubbing  surfaces  but 
also  causes  them  to  wear  and  become  overheated,  the 
last  being  a  too-frequent  fire  hazard. 

Experience  has  shown  that  friction  may  he.  min- 
imized by  proper  choice  of  bearing  metals  and  by  the 
intervention  of  sonic  unctuous  substance.  Contact  of 
dissimilar  metals,  such  as  a  steel  journal  and  a  liabbitl 
bearing,  gives  the  best  results  for  most  requirements. 
It  is  necessary  to  exercise  constant  care  to  keep  these 
rubbing  ])arts  in  gotxl  condition,  it  being  an  absolute 
necessity  that  they  be  sn'ioothl\-  milled  to  true  sur- 
f;'ces  in  order  to  reduce  friction  to  the  lowest  incre- 
ment of  the  ])ower  in  use. 

Lubrication's  ])rime  ])robleni,  however,  is  the 
jjroper  introduction  of  an  oil  or  grease  that  wiU  keep 
the  moving  materials  a])art  l)y  means  of  a  continuous, 
toherent  and  durable  film  having  small  internal  fric- 
tion, 'llie  lirsi  luliricant  was  water,  which,  while 
]iossessing  no  oiliness,  is  still  used  in  cylinders  to 
keep  metallic  surfaces  smooth.  Various  oils  and 
greases  of  animal  or  vegetable  origin  were  next  em- 
])loycd,  but  were  soon  superseded  l)y  mineral  oils  or 
by  mixtures  of  botii,  these  compounded  oils  being 
\ahiable  in  heavy  work  which  breaks  down  lighter 
oils.  Later  it  was  found  that  excellent  heavy  lubri- 
c<-'.tors  could  be  preiiarcd  from  the  crude  petroleum  of 
Texas  and  California  if  carefully  refined  so  as  not 
to  decompose  the  original  constituents.  Recently  it 
lias  been  found  that  defiocculated  graphite,  originally 
juepared  in  the  electric  furnace  by  .\cheson,  is  an 
efficient  lubricating  agent  for  many  forms  of  mechan- 
ical work.  A  small  proportion  of  graphite  mixed  either 
with  oil  or  water,  the  latter  being  merely  a  distribut- 
ing vehicle,  (|tiickly  forms  a  \eneer  that  smooths  the 
Ijearing  surfaces  and  reduces  to  a  minimum  the  co- 
efficient of  friction,  that  ratio  of  the  force  necessary 
to  slide  a  body  along  a  horizontal  plane  to  its  weight. 

No  one  of  the  above  lubricants  is  universally  ap- 
plicable, each  particular  kind  of  machine  and  special 
service  to  which  it  may  be  applied  constituting  a  dif- 
ferent problem.  The  chemical  engineer  has  devised 
a  series  of  tests  by  which  it  is  possible  to  select  the  oil 
best  adapted  for  the  required  w^ork.  In  making  such 
tests  it  should  be  his  constant  endeavor  to  closely  ap- 
proximate service  conditions  of  speed  and  load,  kind 
of  bearings  and  method  of  feeding.  It  is  thus  possible 
tc  guard  against  the  likelihood  of  a  compressor  oil  car- 
bonizing at  the  high  temperature  inherent  in  com- 
pressing air,  or  of  an  oil  used  in  a  circulating  system, 
such  as  a  steam  turbine  installation,  emulsifying  or 
oxidizing  so  as  to  clog  or  corrode  the  bearing.  The 
full  measure  of  power  plant  economy  may  be  attained 
onlv  by  vigilant  attention  to  such  precautions. 
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PERSONALS. 

E.  K.  Patton  of  the  Bryaut  Electric  Company  is  at  Port- 
land. 

S.  K.  Colby,  head  of  the  railway  department  of  Pierson, 
Roeding  &  Co.,  is  at  Los  Angeles. 

G.  W.  Merrill,  superintendent  of  the  Sacramento  Electric, 
Gas   &   Railway   System,   has   tendered   his   resignation. 

Sidney  Sprout  is  at  Winnemucca,  Nev.,  on  engineering 
business  for  the  Winnemucca  Light  &  Power  Company. 

R.  D.  Holabird  of  the  Holabird-Reynolds  Company,  has 
returned  to  San  Francisco  after  an  extensive  Eastern  tour. 

Duncan  L.  Reynolds,  of  the  Holabird-Reynolds  Company's 
Los  Angeles  branch,  spent  the  past  week  at  San  Francisco. 

Edward  G.  Dewald,  who  recently  joined  the  sales  force 
of  the  Pelton  Water  Wheel  Company,  has  returned  from  Utah. 

Charles  Casassa  has  been  promoted  from  chief  clerk 
to  assistant  auditor  of  the  Pacific  Telephone  &  Telegraph 
Company. 

C.  E.  Ingalls  was  recently  appointed  manager  of  the  small 
motor  department  of  the  Los  Angeles  office  of  the  General 
Electric  Company. 

E.  J.  Dwyer,  manager  of  the  Holabird  Electric  Company, 
of  Seattle,  has  returned  to  Puget  Sound  after  spending  a  few 
days  at  San   Francisco. 

\V.  .Jamieson,  first  assistant  engineer  of  the  Merchants' 
Exchange  Building  plant  in  San  Francisco,  is  again  on  duty 
after   his   summer   vacation. 

Leon  M.  Hall,  consulting  engineer  lor  the  Comstock 
mines,  has  returned  to  his  San  Francisco  office  after  an  au- 
tomobile trip  to  Virginia  City,  Nev. 

D.  P.  FuUerton,  division  superintendent  of  the  lines  of  the 
Pacific  Telephone  &  Telegraph  Company,  has  been  making 
an   inspection    tour    in    Southern    California. 

W.  S.  Cone,  superintendent  of  construction  on  the  Great 
Western  Power  Company's  large  dam  at  Big  Bend,  spent  a 
day  at  the  company's  city  office  during  the  past  week. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  who  recently  re- 
turned from  Eureka,  is  about  to  visit  the  Westinghouse 
Machine  Company's  works  at  Pittsburg.  His  itinerary  will 
also  include  New  York,  Chicago  and  Milwaukee. 

F.  C.  Phelps,  C.  W.  Burkett  and  G.  B.  Bush,  respectively 
auditor,  general  superintendent  of  plant  and  general  com- 
mercial superintendent  for  the  Pacific  Telephone  &  Tele- 
graph Company  are  making  a  trip  over  the  Northwestern 
Division. 

George  F.  Averill,  president  of  the  Coos  Bay  Traction 
Company  is  at  San  Francisco  to  confer  with  some  of  the 
backers  of  the  new  railway  enterprise  which  will  connect 
Marshfield,  Ore.,  with  a  number  of  the  towns  in  the  Coos 
Bay  region. 

Dwight  B.  Dean,  manager  of  the  Kuhlman  Car  Company, 
Cleveland,  Ohio,  (one  of  the  Associated  Brill  Companies), 
is  at  Los  Angeles  on  a  tour  of  the  Pacific  Coast.  He  will 
later  visit  Pierson,  Roeding  &  Co.,  who  represent  his  com- 
pany at    San   Francisco. 

J.  E.  .Jones  has  joined  the  .John  G.  Sutton  Company  as  a 
construction  foreman.  He  will  be  employed  on  the  $11,000 
wiring  contract  that  the  company  has  secured  for  the  elabo- 
rate decorative  street  lighting  for  the  Native  Sons'  Admis- 
sion  Day   Carnival   in   September. 

G.  R.  Field,  assistant  general  manager  of  the  Great 
Western  Power  Company,  returned  last  week  from  an  in- 
spection tour  covering  the  new  work  under  way.  Rapid 
construction  work  is  reported  on  the  dam  at  the  Big  Bend 
plant,  while  the  exploration  work  for  the  projected  impound- 
ing dam  at  Big  Meadows  is  progressing  nicely. 


ELECTRIC  SHOW  EXHIBITORS. 

Following  is  a  partial  list  of  exhibitors  at  the  Pacific 
Coast  Electrical  Exhibition  to  be  held  in  San  Francisco  Sep- 
tember 17^24,  1910: 

Standard  Underground  &  Cable  Co.,  American  Steel  & 
Wire  Co.,  John  R.  Cole  Co.,  H.  W.  Johns-Manville  Co.,  Na- 
tional India  Rubber  Co.,  Elec.  Ry.  &  Mfrs.  Sup.  Co.,  Kehogg 
Sw.  Bd.  &  Sup.  Co.,  Dean  Electric  Co.,  Crocker-Wheeler  Co., 
Engineering  &  Maintenance  Co.,  National  Dictograph,  Gen- 
eva! Acoustic  Co..  Benjamin  Elec.  Co.,  Holophane  Elec.  Co., 
H-  F.  Prosch  Co.,  Collins  Wireless  Tel.  Co.,  Parrot  &  Co., 
Aylesworth  Agencies,  Babcock  Electric  Vehicle  Co.,  Ranch 
&  Lang,  Columbus  Vehicle  Co.,  Electric  Review  &  Western 
Electrician,  Pacific  Electric  &  Mfg.  Co.,  Home  Tel.  Co.,  Wes- 
ton Elec.  Instrument  Co.,  Levy  Electric  Co.,  Otis  &  Squires, 
Electric  Cleaner  Co.,  Electrical  World,  S.  F.  Compressed  Air 
Cleaning  Co..  Holabird-Reynolds  Co.,  Drendell  Sw.  Bd.  &  Sup. 
Co.,  Keller  Mfg.  Co.,  Telephone  Elec.  &  Equip.  Co.,  Elec.  Mfg. 
Co.,  National  Elec.  Lamp  Ass'n.,  Amer.  Ever  Ready  Co.,  Wal- 
ters Surgical  Co.,  Studebaker  Bros.,  Elec.  Storage  Battery  Co., 
Direct  Line  Tel.  Co.,  Burroughs  Adding  Mch.  Co.,  Southern 
Pacific  Ry.,  Grant  Flaming  Arc,  Sprague  Elec.  Co.,  General 
Elec.  Co.,  Ft.  Wayne  Elec.  Co.,  Laugenour  Sales  Co.,  Appleton 
Elec.  Co.,  National  Elec.  Co.,  Excello  Arc  Lamp  Co.,  Federal 
Sign  Co.,  Pierson-Roeding  &  Co.,  Daggett  &  Co.,  Paraffine 
Paint  Co.,  Kohler  &  Chase,  C.  C.  Moore  &  Co.,  Cal.  State 
Ass'n.  of  Elec.  Contractors,  Baker  &  Hamilton,  Hoover  Suc- 
tion Sweeper,  Stave  Elec.  Co.,  Simplex  Elec.  Co.,  University 
of  California,  Santa  Clara  College,  Gray  Telautograph  Co., 
Cyphers  Incubator  Co.,  American  Elec.  Fuse  Co.,  S.  P.  Gas 
&  Elec.  Co..  Pacific  States  Elec.  Co.,  Amer.  Ironing  Mch.  Co., 
City   Electric  Co. 


TRADE   NOTE. 

William  D.  Ward  is  at  Denver,  where  he  has  closed  up  a 
large  hydro-electric  contract  for  the  Pelton  Water  Wheel  Com- 
pany in  connection  with  a  development  in  Colorado. 

R.  F.  Chevalier  has  removed  his  office  and  laboratory 
from  Alameda  to  729-731  Merchants'  Exchange  Building,  San 
Francisco,  Cal.,  where  he  is  equipped  to  better  the  fuel 
economy   of  steam   power   plants. 

The  General  Electric  Company  has  sold  to  the  San 
,T(  aquin  Lisht  &  Power  Company  a  2000  kw.  Curtis  Steam 
turbine  which  is  to  be  installed  at  Bakersfield  where  the 
Power  Transit  Company's  plant  was  recently  acquired.  The 
new  equipment  comprises  one  A.  T.  B.  4,  2000  kw.,  1800  r.p.m, 
2300  v.,  horizontal  condensing  turbine  generator  set.  arranged 
for  185  pounds  steam  pressure  (with  2  pounds  absolute  back 
pressure)  and  one  C.  C.  8,  35  kw.,  3600  r.p.m.,  125  v.,  slant, 
125  V  ,  condensing  Curtis  turbine  exciter  set. 


NEW  CATALOGUES. 
"The  Cost  of  Light,"  by  S.  E.  Doane,  is  ably  treated  in 
Bulletin  9A  from  the  Engineering  Department  of  the  National 
Electric  Lamp  Association.  The  subject  is  first  considered 
under  the  three  heads  ot  the  cost  of  electrical  service,  the 
cost  of  electrical  energy  and  the  cost  of  lamp  renewals,  their 
weighted  effect  determining  a  logical  central  station  rate. 

The  Electric  Storage  Battery  Company  has  issued  a  book- 
let entitled  "How  to  Get  that  Undeveloped  Central  Station 
Business."  This  book  is  for  the  purpose  of  interesting  cen- 
cral  stations  in  the  popularization  of  the  electric  vehicle  and 
explains  how  profitable  this  business  is,  and  how  easily  It 
can  be  procured.  Opinions  of  some  central  station  experts 
are  also  given  and  diagrams  showing  methods  of  charging 
electric  vehicles,  both  from  d.c,  and  a.c.  circuits.  The  booklet 
also  contains  announcements  from  eighteen  electric  vehicle 
manufacturers. 
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965,985..  Combined  Liquid  and  Gas  Turbine.  Carl  E. 
Brockhausen,  Chicago,  111.  In  mechanism  of  the  class  de- 
scribed the  combination  of  an  impulse  wheel,  mechanism  by 
means  of  which  the  working  fluid  causes  said  wheel  to  rotate, 
means  for  admitting  an  explosive  gas  to  said  working   fluid 


before 
bubble 


it  operates  upon  the  wheel,  means  for  exploding  a 
of  gas  upon  the  working  fluid  about  to  operate  upon 
the  wheel  and  mechanism  for  then  successively  exploding 
other  bubbles  of  gas  at  different  distances  from  the  point 
where  the  working  fluid  operates  upon  the  wheel. 

966,373.  Automatic  Feed  Regulating  and  IVIixing  Device 
for  Crude-Oil  Burners.  Joseph  B.  VV'illings,  Maricopa.  Cal 
A  fuel  feeding  device  for  crude  oil  burners  comprising  a  con 
ducting  tube  having  in  one  end  an  oil  chamber,  a  steam  in 
jecting  tube  in  said  oil  chamber,  a  mixing  chamber  surround 
ing  the  outer  end  of  the  conducting  tube,  a  valve  casing  pro 
vided  with  a  hollow  dome  screwing  in  the  conducting  tube 
between  the  mixing  chamber  and  oil  and  steam  injecting 
chambers,   a   regulating   valve   arranged    in   said   conducting 


/         \c:r:;::;IZ-Z:;^$^^ 


tube  and  movable  into  the  valve  casing  to  regulate  the  quan- 
tity of  oil  and  steam  passing  through  the  tube,  a  weighted 
lever  pivoted  to  the  casing  and  having  a  slotted  engagement 
with  the  valve  stem  to  normally  hold  the  valve  in  raised 
position,  a  disk  upon  the  upper  end  of  the  valve  stem,  an  elas- 
tic diaphragh  arranged  in  the  casing  and  engaging  said  disk, 
and  a  cover  plate  having  a  steam  inlet  opening  over  said 
diaphragm,  the  diaphragm  being  adapted  to  move  the  valve 
ii!  a  cut-off  position  when  the  pressure  of  steam  thereupon 
overbalances  the  weighted  lever. 

966,025.  Apparaus  for  Purification  of  Sewage  and  Other 
Waters..  Lewis  G.  Lautzenhiser  and  Charles  P.  Chandler, 
Los  Angeles,  Cal.,  assignors  of  one-half  to  De  Witt  A.  Siem- 
mer  and  Shirley  C.  Ward,  and  said  Chandler,  assignor  of  one- 
twentieth  to  W.  K.  Reese,  .Jr.,  Los  Angeles,  Cal.  An  apparaus 


lor  the  deodorization  of  sewage,  comprising  a  flume  having  a 
smooth,  continuous,  imperforate  bottom,  a  plurality  of  sets  of 
electrodes  supported  in  said  flume,  said  electrodes  extending  in 
planes  parallel  to  the  length  of  the  flume,  a  cross  board  extend- 
ing  transversely  of   the  other  end   of   the   flume   and   separated 


from  the  bottom  of  the  flume  to  form  a  discharge  outlet  be- 
tween said  board  and  adjustable  vertically  to  control  the 
level  of  the  sewage  in  the  flume  and  the  normal  discharge 
from  the  flume,  a  discharge  gate  hinged  to  said  cross  board 
and  extending  downwardly  therefrom  to  the  bottom  of  the 
flume  to  normally  close  the  said  discharge  outlet,  and  manual 
operating  for  opening  said  discharge  gate. 

966,323.  Water-Gage  Attachment.  Zachariah  C.  I-^erris, 
Caldor,  Cal.  .\  water  gage  glass  attachment  comiirising  an 
oblong  sheet  provided  at  distances  from  its  opposite  ends, 
equal  to  the  width  of  the  sheet  with  rows  of  transverse  in- 
dentations and  having  one  of  its  flat  surfaces  coated  with  a 
light  color,  a  pair  of  angular-shaped  channeled  strips  flanking 
the  opposite  ends  and  portions  of  the  opposite  sides  of  said 
■sheet  and  extending  to  points  approximately  in  alinement  with 
ilie  adjacent  rows  of  indentations,  and  a  second  pair  of  chan- 


neled strips  arranged  on  the  opposite  longitudinal  sides  of  said 
sheet  and  having  their  inner  ends  bearing  on  the  extremities 
of  the  first-named  strips  in  alinement  with  the  indentations 
and  their  outer  ends  bearing  on  the  opposite  or  outer  ex- 
tremities of  the  first-named  strips,  the  outer  end  portions  of 
the  second-named  strips  being  bendable  over  opposite  ends  of 
the  sheet  after  the  portions  of  the  laater  in  advance  of  the 
indentations  together  with  the  first-named  strips  have  been 
removed, 

966,070.  Solar  Heater.  William  J.  Bailey,  Monrovia,  Cal. 
A  solar  heater  comprising  a  series  of  tubes  of  extended 
length  and  of  relatively  small  cross  section  in  communication 
with   each   other,   and   sheets   of   copper   connected   with   the 


botom  walls  of  the  said  tubes  for  conductive  heat  to  the 
lower  part  of  the  tube  in  which  the  colder  water  is,  said 
sheets  being  in  heat  absorbing  relation  to  the  sun's  rays  for 
imparting  additional  heat  to  the  tubes. 
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NATIONAL    ELECTRIC    LIGHT   ASSOCIATION    PLANS    FOR 
THE   ELECTRIC  SHOW. 

The  advance  of  the  electrical  industry  during  the  past 
decade  has  truly  been  phenomenal.  The  development  has 
been  so  rapid  that  tor  a  long  time  only  the  technical  man 
was  able  to  keep  himself  well  informed  regarding  the  progress 
made.  The  recent  development  of  the  industry  has  been 
largely  along  lines  that  are  particularly  interesting  to  the 
general    public. 

Fortunately,  it  is  human  nature  to  be  inquisitive  about 
new  things.  It  is,  therefore,  natural  to  assume  that  the  public 
is  desirous  of  becoming  acquainted  with  recent  inventions 
and  particularly  those  which   promise  to  add  to  the  comfort 


National  Electric  Light  Association,  The  object  of  this  ex- 
hibit is  to  bring  to  the  attention  of  the  association  members, 
who  represent  a  very  large  portion  of  the  leaders  in  the 
electrical  industry  today,  the  annual  progress  in  the  applica- 
tion of  electricity. 

The  East,  then,  is  the  pioneer  in  the  promotion  of  elec- 
trical expositions.  That  the  West  has  recognized  the  Im- 
portance of  promoting  the  general  application  of  electricity 
is  evidenced  by  the  elaborate  plans  which  have  been  made 
for  an  electrical  exposition  to  be  held  in  San  Francisco,  be- 
ginning  September   17th. 

Many  of  the  largest  manufacturers  of  electrical  apparatus 
are   planning   to   have   elaborate   displays   at   this   exposition. 


Fiii.  I 


or  safety  of  man.  Manufacturers  of  electrical  apparatus  and 
devices  have  very  gladly  seized  the  opportunity  thus  afforded 
to  place  their  products  before  the  public  for  inspection,  and 
consequently  enormous  sums  of  money  are  annually  spent 
for  the  purpose  of  exhibiting  goods  of  every  description  at 
industrial  expositions.  These  expo.sitions  have  aided  mater- 
ially in  educating  the  public,  and  as  a  result  have  become 
exceedingly  popular  in  several  of  the  larger  cities,  of  the  East. 
The  names  ''Chicago  Electric  Show"  and  "New  York  Electric 
Show"  have  become  widely  known. 

Many  manufacturers  consider  the  preparation  of  exhibits 
for  these  expositions  as  a  regular  part  of  the  year's  work. 
During  the  past  twelve  months  electric  shows  of  no  mean 
success  have  been  held  at  Boston,  Minneapolis  and  St.  Louis. 
Each  year,  also,  there  is  a  commendable  exhibition  of  elec- 
tric apparatus  held  in  connection  with  the  convention  of  the 


The  handsome  new  Coliseum  building  is  iuluiirably  adapted 
for  shows  of  this  sort,  and  will  admit  of  a  most  attractive 
scheme    of   decorating. 

.Judging  from  electrical  shows  held  in  the  East,  one  of 
the  most  attractive  exhibits  at  the  coming  exposition  will 
be  that  of  the  National  Electric  Lamp  Association,  the  largest 
exclusive  manufacturers  of  incandescent  lamps  in  the  world. 
The  member  companies  of  this  association,  through  their 
engineering  department  in  Cleveland,  Ohio,  have  adopted  a 
liberal  policy  governing  their  exhibits  at  electric  shows. 

Illustrations  of  what  the  National  Electric  Lamp  Asso- 
ciation has  been  doing  in  the  past  in  the  way  of  assisting 
these  educative  campaigns  Is  shown  in  the  accompanying 
pictures.  Fig.  1  shows  their  elaborate  booth  at  the  New  York 
Electric  Show  held  at  Madison  Square  Garden  in  October, 
1909.     This  is  one  of  the  largest  of  the  electrical  expositions. 
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Fig.  2.    National  Electric  Lamp  .Asi^cjciation  at  .\tlantic  City,  VM}. 


aii'l  attracts  thousands  of  people  annually.  Fig.  Z  shows  the 
exhibit  of  this  association  at  the  thirty-second  annual  con- 
vention of  the  National  Electric  Light  Association  held  at 
Atlantic  City  in  June,  1909.  The  most  recent  exhibit  of  the 
company  is  shown  in  Fig.  3.  This  was  the  booth  at  the  St. 
Louis  Electric  Show  held  in  the  Coliseum  in  June,  1910. 

In  view  of  the  fact  that  the  San  Francisco  show  is  to  be 
the  first  large  electrical  show  to  be  held  on  the  Pacific  Coast, 
the  manufacturers  are  sparing  no  efforts  to  make  it  a  suc- 
cess, and  from  present  indications  the  show  promises  to  equal 
anythini;  of  its  kind  ever  held  in  the  East  or  West. 


NEW    INTERPOLE    RAILWAY    IVIOTOR. 

In  further  extending  its  line  of  railway  motors  Allis- 
Chalmers  f^ompany  has  recently  placed  on  the  market  its 
Type  TiOl.  This  is  an  interpole  motor  which  has  been  de- 
veloped to  meet  severe  conditions  of  operation,  especially  on 
lines  which  use  a  potential  of  600  volts  or  over.  It  also  has 
desirable  features  for  use  where  a  low'er  voltage  is  employed. 

As  is  seen  by  the  accompanying  photograph,  the  motor 
is  unusually  sturdy  and  strong  with  ample  provision  for 
wearing  surface  in  the  bearings.  The  arrangement  of  the 
interpoles  can  also  be  plainly  seen.  Special  arrangements 
are  made  for  ventilating  the  motor  and  therefore  very  cool 
running  is  secured. 

The  field  frame  is  constructed  of  high  quality  cast  steel 
and  is  split  horizontally  through  armature  and  axle  bearings 
so  that  it  may  be  opened  downward.  The  commutator  and 
brushes  can  be  readily  inspected  by  means  of  an  opening  of 


large  size  which  can  be  covered  when  the  motor  is  not  being 
inspected. 

The  main  pole  pieces  are  of  soft  steel  punchings,  securely 
clamped  between  malleable  iron  end  plates,  to  which  they 
are  riveted.  The  interpole  or  commutating  pole  pieces  are 
of  solid  steel.  The  field  coils  are  of  the  mummified  type 
thoroughly  insulated  and  with  the  insulation  impregnated 
with  a  moisture  and  water-proof  compound.  The  coils  are 
firm  and  have  excellent  heat  conducting  properties  which 
assist  in  the  cool  running  of  the  motor. 

The  bearings  are  bronze  with  a  thin  lining  of  babbitt  and 
are  carefully  fitted  to  the  bearing  housings.  Ample  lubrica- 
tion is  provided  for  the  bearings,  and  at  the  same  time  there 
is  no  chance  for  the  oil  to  work  into  the  commutator  or 
windings.  The  armature  journals  are  made  amply  large 
and  the  axle  bearing  bushings  correspond.  The  standard  axle 
of  the  American  Street  and  Interurban  Railway  Association 
can  be  used. 

The  gears  are  made  of  high  grade  cast  steel  and  are 
furnished  either  .n  the  solid  or  split  type.  The  pinions  are 
made  from  high  grade  hammered  steel  and  are  bored  taper 
to  fit  the  taper  on  the  armature  shaft.  The  gear  case  can 
he  supp'ied  either  of  sheet  steel  or  malleable  iron.  The 
former  is  preferred,  as  it  combines  lightness  with  strength, 
and  Allis-Chalmers  Company  has  worked  out  a  special  con- 
struction which  does  away  with  difficulties  formerly  ex- 
perienced. 

The  armature  core  is  built  up  of  soft  steel  laminations 
carefully  annealed  and  varnished  after  punching.  They  are 
securely  clamped  between  end  heads  which  also  have  rims 
to  support  the  coil  ends  a  uniform  distance  from  the  shaft. 
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'J'he  laminations  are  built  up  on  a  cast  spider  and  ventilation 
ducts  are  arranged.  The  spider  also  carries  the  commutator, 
so  that  shaft  renewals  can  be  made  without  disturbing  the 
windings.  The  coils  are  wire  wound  and  insulated  in  the 
usual  way,  but  alter  being  pressed  in  steam  heated  moulds 
are  cooled  under  pressure,  which  gives  each  the  same  dimen- 
sions. This  makes  the  coils  absolutely  intercnangeable,  which 
greatly  reduces  the  labor  whenever  it  becomes  necessary  to 
rewind   the  armatures. 

Hard  drawn  copper  commutator  bars  are  mounted  on  a 
cast  steel  sleeve.  Mica  insulation  is  used  between  the  bars 
and  a  one-piece  mica  cone  ring  is  employed.  The  commu- 
tator is  carefully  constructed  with  ample  dimensions  and 
with   creepage   surlaces  extra  long. 

Two  cast  brass  brush  holders  are  mounted  in  the  top 
half  field  frame.  They  are  each  arranged  for  two  carbon 
brushes  held  down  by  spring  pressed  arms.  The  holder  body 
is  adjustable  to  care  for  commutator  wear  and  the  brushes 
are  kept  in  correct  position.  The  brush  end  of  the  copper 
shunt  or  "pigtail"  is  so  arranged  that  an  exchange  of  brushes 
is   easily  effected. 

The  501  motor  is  rated  at  50  h.p.  on  600  volts  or  42  h.p. 
(  n  500  volts.  These  loads  can  be  carried  for  one  hour  with 
a  temperature  rise  not  exceeding  75  degrees  C.  above  the 
surrounding  air.  It  has  a  continuous  capacity  of  36  amperes 
at  400  volts.  The  motors  are  designed  for  either  double  or 
four  motor  equipment  and  standard  gear  ratios  are  employed. 

Allis-Chalmers  Company  is  now  building,  in  addition  to 
the  Type  501  interpole  motor  described,  the  non-interpole 
Type  301  rated  at  40  h.p.,  Type  302  rated  at  55  h.p.  and  Type 
303  rated  at  75  h.p. 
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FINANCIAL. 

JACKSONVILLE,  CAU— A  municipal  election  has  been 
called  for  the  purpose  of  voting  an  issue  of  |30,000  bonds 
to  provide  for  a  gravity  water  system. 

MOUNTAIN  HOME,  IDAHO.— The  voters  of  Mountain 
Home  will  hold  an  election  August  17  to  decide  on  voting 
bonds  for  the  construction  of  a  system  entirely  in  keeping 
with  the  requirements  of  the  underwriters  affording  the  very 
lowest  rate  of  insurance. 


INCORPORATIONS. 

PETALUMA,  CAL.— The  Healdsburg  Telephone  Company 
has  been  incorporated  by  Rli  Bush  with  a  capital  stock  of 
$00,000. 

NORTH  BEND,  WASH.— The  North  Bend  Heat,  Light, 
Water  &  Power  Company  has  been  incorporated  for  $20,000 
by   Fred  E.  Sander. 

PORTLAND,  ORE.— The  Pacific  Power  &  Light  Company 
of  Augusta,  Me.,  has  been  incorporated  to  do  business  in  the 
state  of  Oregon,  with  a  capital  stock  of  $7,500,000. 

SANTA  ANA,  CAL.— The  Freehold  Water  Company  has 
been  incorporated  by  W.  P.  and  I.  E.  O'Meara,  E.  H.  and  T. 
M,  Kennard  and  .1.  D.  Pope  with  a  capital  stock  of  $100,000. 

LOS  ANGELES,  CAL.  The  Long  Beach  Consolidated 
(ias  Company  has  been  incorporated  by  A.  E.  Murphy,  B.  T. 
Story,  H.  F.  Keenan,  H.  J.  Bauer  and  L.  .1.  Lee,  with  a  capi- 
tal stock  of  $1,500,000. 

SAN  BERNARDINO,  CAL.— The  Mill  Creek  Reservoir 
Company  has  been  incorporated  by  W.  H.  Van  Leuren  of  Red- 
lands,  Cal.,  N.  P.  Hinkley  and  .1.  M.  Cole  of  Bryn  Mawr,  and 
,1     II.   Strait   of   Redlands,   Cal. 

SAN  FRANCISCO,  CAL.— The  Merchants'  Light,  Heat 
&  Power  Company  has  been  incorporated  by  M.  D.  Levenson, 
B.  A.  Goldsmith,  W.  Lilienthal,  V.  E.  Mathews,  A.  J.  Donovan. 
S.  L.  Yehl  and  .1.  Greenbaum  with  a  capital  stock  of  $1,500,- 

uoo. 

LEWISTON,  IDAHO.— The  Clearwater  Telephone  &  Tele- 
graph Company  has  been  incorporated  by  Sampson  Snyder, 
A.  Anderson.  F.  .lones,  .T.  Decourtesey  and  J.  Fairley  with  a 
capital  stock  of  $40,000.  The  |)roposod  length  of  the  com- 
pany's line  is  200  miles. 


LOS  ANGELES,  CAL.— In  order  to  protect  llie  city's  in- 
terests and  those  of  bond  buyers  two  friendly  suits  are  to  be 
instituted  within  a  short  time  to  test  the  city's  legal  right 
to  issue  and  sell  the  $G,.500,000  bonds  recently  voted  by  the 
people  for  harbor  improvements  and  aqueduct  power  plants. 
BALLS  FERRY,  CAL.— The  ferryboat  built  by  the  North- 
ern California  Power  Company  has  been  completed  at  a  cost 
of  $2500.  The  boat  was  built  expressly  to  transport  heavy 
machinery  across  the  river.  The  machinery  is  to  be  hauled 
from  Anderson  to  the  new  power  house  at  Coleman,  four 
miles  up  Battle  Creek  from  this  place. 

BERKELEY,  CAL.— The  City  Council  passed  an  ordi- 
nance granting  to  the  Great  Western  Power  Company,  a 
franchise,  to  erect,  construct,  maintain  and  operate  for  a 
period  of  35  years,  piers,  poles,  metal  masts  and  other  su- 
perstructures for  conducting  electricity  along  public  high- 
ways, public  ways,  etc.,  for  furnishing  heat  and  power. 

CITY  OP  MEXICO,  MEX.— Lie  Francisco  Alfaro  has  re- 
ceived a  telegram  from  A.  B.  Adams  &  Co.  of  New  York,  to 
the  effect  that  the  capital  of  the  Balsas  Power  &  Irrigation 
Company,  amounting  to  $200,000  has  been  raised  and  tliat 
the  work  of  exploiting  the  concession  which  Lie'  Alfaro 
secured  from  the  government  for  the  New  York  house  will 
begin  at  once. 

JACKSON,  CAL.— A  party  of  capitalists  from  the  East 
representing  the  syndicate  interested  in  the  new  power 
plant  to  be  constructed  on  the  Mokelumne  river  have  been 
visiting  this  vicinity  under  the  guide  of  W.  H.  Underwood, 
head  of  the  General  Electric  Power  Co.  While  in  Jackson 
Mr.  Underwood  confirmed  the  report  that  engineers  are  in 
the  field  making  final  locations  of  the  ditch  line  and  power 
site,  together  with  other  important  work  preparatory  to 
construction   of   the  entire   system. 


TRANSMISSION. 

COLV'ILLE,  WASH.  Paul  La  I'lant  was  awarded  the 
contract  to  construct  an  additional  electric  line  from  the 
power  house  at   Meyers  to   this  place. 

VIRGINIA  CITY,  MONT.— It  is  reported  that  U.  S.  Sen- 
ator Dixon  and  Spokane  capitalists  will  erect  a  power  plant 
at  Three  Forks,  at  a  cost  of  about  $200,000. 

VANCOUVER,  B.  C— The  Western  Canada  Power  Com- 
pany will  shortly  award  a  contract  for  the  40  miles  of  %  in. 
steel  cable  to  be  used  on  the  transmission  line  from  Stave 
river  falls  to  this  place. 

REDDING,  CAL— On  account  of  the  illness  of  Attorney 
A.  M.  McCoy  at  Red  Bluff,  the  water  suit  has  been  continued 
from  August  22  to  Sept.  12.  This  is  the  case  of  the  power 
company  vs.  A.  F.  Smith  et  al. 

COTTONWOOD,  IDAHO.— The  Grangeville  Electric 
Light  &  Power  Company  has  purchased  the  local  light  sys- 
tem and  franchise.  The  plant  will  be  improved  and  18  miles 
of  high  voltage  line  constructed. 


TRANSPORTATION, 

STOCKTON.  CAL.— The  Board  of  Supervisors  has 
granted  the  Central  California  Traction  Company  a  fran- 
chise through  Fair  Oaks  to  the  Santa  Fe. 

SAN  FRANCISCO,  CAL.  The  strike  of  the  linemen  on 
the  Northern  Electric  is  not  having  any  effect  on  the  com- 
pany's time  schedule.  .All  trains  are  running  on  time  with- 
out interference. 

POMONA,  CAL.  Vice-President  W.  G.  Kerchoff  of 
the  Pacific  Electric  Railway,  said  when  he  was  in  Pomona 
last  week  that  his  company  will  at  once  begin  further  con- 
struction  work  in   this   city. 

SPOKANE,  WASH.— It  is  reported  that  James  J.  Hill 
will  invade  the  territory  now  belonging  to  the  Blackwell 
interests  and  the  Milwaukee  road  by  building  an  electric 
line  from  a  point  near  Spokane  to  Priest  Lake. 

TACOMA,  WASH.— A  movement  for  active  work  toward 
tlie  building  of  the  proposed  new  interurban  line,  which  will 
be  over  30  miles  in  length,  connecting  Tacoma  with  Seattle, 
was  made  at  the  meeting  of  the  Seattle-Tacoma  Short  Line 
Company.  James  B.  Murphy.  Lowman  building,  Seattle,  is 
president. 

STOCKTON,  CAL.— Ground  has  been  broken  on  the 
Stockton-Modesto  electric  interurban  road  near  French 
Camp,  south  of  Stockton,  and  a  camp  has  been  established 
along  the  side  of  the  Western  Pacific  at  the  Priest  place. 
M.  L.  Bracket!  expects  to  have  all  of  the  grading  completed 
in  HO  days.  Practically  all  of  the  rights  of  way  have  been 
secured. 
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ROSEBURG,  ORE.— The  Coos  Bay  Traction  Company 
has  announced  its  intention  of  beginning  within  sixty  days  on 
construction  of  a  standard  gauge  electric  railway  between 
this  place  and  Coos  Bay.  Articles  of  incorporation  have 
been  filed  for  $1,000,000  with  the  Secretary  of  State.  Geo. 
T.  Averill   is   president   of   the   company. 

ALAMEDA,  CAL.— Industrial  Agent  F.  W.  Hoover  of  the 
Southern  Pacific  states  that  the  new  Alameda  County  elec- 
tric service  of  the  S.  P.  will  start  operations  this  coming  No- 
vember. Hoover  said  that  all  of  the  pole  lines,  save  for  the 
High  street,  connecting  loop,  were  in  place.  He  explained 
that  a  delay  in  finishing  the  transmission  power-house  caused 
the  opening  of  the  service  to  be  put  off  until  late  in  the  fall. 

SAN  FRANCISCO,  CAL.— At  the  last  meeting  of  the 
Supervisors  a  resolution  was  passed  to  print  determining  to 
grant  a  franchise  for  a  street  railroad  from  the  intersection 
ol  Parnassus  and  Third  avenues,  along  Parnassus  avenue 
to  .Tudah  street  to  Ninth  avenue  to  Pacheco  street  and  au- 
thorizing the  clerk  to  advertise  for  bids  for  the  same,  and 
fixing  Monday,  September  12,  as  the  day  for  opening  the 
bids   and   the   awarding   of   franchise. 

STOCKTON,  CAL.— The  last  spike  has  been  driven  on 
the  Central  California  Traction  line  between  Stockton  and 
Sacramento,  and  preparations  for  the  opening  of  traffic  about 
August  1.')  are  being  completed.  The  connecting  link  was 
made  near  Arno,  and  the  finishing  work  is  now  being  done. 
An  express  service  between  the  two  cities  in  one  hour  and 
45  minutes  is  contemplated.  There  will  also  be  an  accom- 
modation train,  scheduled  to  make  the  run  in  two  hours  and 
ten  minutes. 


of  supplying  electric  current  for  power  to  persons.  Sealed 
bids  will  be  received  by  the  Board  of  Supervisors  for  the 
franchise  up  to  10  a.  m.,  September  6th. 

ALAMEDA,  CAL. — The  city  of  Alameda  is  to  purchase 
electric  current  for  day  service  from  either  the  Great  Western 
Power  Company  or  the  Pacific  Gas  and  Electric  Company 
both  of  which  companies  submitted  bids  to  the  electricity 
commission.  The  Great  Western  concern  agrees  to  furnish 
the  municipality  with  a  minimum  amount  of  175  kilowatts 
at  a  cost  of  Ic  per  kilowatt,  current  in  excess  of  the  mini- 
mum to  cost  l%c.  The  bid  of  the  Pacific  Gas  &  Electric  Com- 
pany contracts  for  power  at  Ic  per  kilowatt  and  3c  per  kilo- 
watt   for   emergency   energy. 

SAN  BERNARDINO,  CAL.— Asking  damages  for  over  a 
million  dollars  the  San  Bernardino  Valley  Gas  Company  has 
filed  suit  against  the  Home  Gas  &  Electric  Company  of  Red- 
land,  W.  R.  Cheney,  J.  F.  Dostal,  C.  S.  Chestnut,  Pacific  Light 
&  Power  Company,  San  Bernardino  Gas  &  Electric  Com- 
pany, a  branch  of  the  Pacific  company,  the  First  National 
Bank  of  Redlands,  H.  B.  Duncan,  Walter  M.  Campbell,  Pay- 
ton  H.  Moore  and  L.  Cruickshank,  W.  G.  Kerchoif,  and  A.  C. 
Balch  The  complaint  charges  that  the  defendants  by  filing  a 
petition  in  bankruptcy  sought  to  ruin  the  plaintiff  company's 
business  and  credit.  For  general  and  actual  damages  sus- 
tained, the  plaintiff  asks  judgment  for  $500,000;  for  punitive 
damages  caused  by  the  alleged  malicious  acts  of  the  defend- 
ants the  sum  of  $500,000  is  asked  and  $3500  is  demanded 
for  costs  of  suit. 


ILLUMINATION. 

SPOKANE,  WASH.— The  Spokane  Falls  Gas  Light  Com- 
pany is  getting  ready  to  make  numerous  extensions  to  its 
plant. 

COEUR  d'ALENE,  IDAHO.— The  Commercial  Club  is 
negotiating  with  the  Sessex  Construction  Company  of  At- 
lantic City,  N.  J.,  with  a  view  of  having  that  company  estab- 
lish a  gas  plant  here. 

LONG  BEACH,  CAL.— The  application  of  the  Pacific 
Electric  Company  for  a  franchise  on  the  harbor  front  has 
been  withdrawn,  the  company's  attorney  saying  there  was 
no  particular  need  for  it  at  present. 

FALLS  CITY,  ORE.— W.  E.  Newson,  proprietor  of  the 
Falls  City  Electric  Company,  is  making  arrangements  pre- 
paratory to  the  construction  of  a  new  power  house  which  will 
be  situated  about  two  hundred  yards  below  the  plant  now  in 
operation.  ^ 

SAN  FRANCISCO,  CAL.— The  order  heretofore  made 
to  the  City  and  County  of  San  Francisco  to  show  cause  why 
the  Supervisors  should  not  be  restrained  from  enforcing  the 
gas  rates  against  the  San  Francisco  Gas  &  Electric  Com- 
pany, came  up  on  the  law  and  motion  calendar  last  week 
in  the  U.  S.  Circuit  Court.  By  agreement  of  counsel  the 
hearing  was  set  for  the  first  Tuesday  in  September. 

THE  DALLES,  ORE.— The  Columbia  Power  &  Light 
Company  which  recently  purchased  the  electrical  plant  and 
business  of  the  Wasco  Warehouse  Milling  Company  will 
spend  $60,000  in  improving  the  electric  system  in  Wasco 
county.  Forty-five  thousand  will  be  expended  in  enlarging 
and  improving  the  plant  at  White  River  falls,  while  $15,000 
will  be  spent  in  this  city  by  the  concern  in  making  improve- 
ments. 

MARTINEZ,  CAl!— The  Richmond  Light  &  Power  Com-_ 
pany  has  applied  for  a  franchise  to  construct,  erect,  main- 
tain and  operate,  over,  along,  across,  and  upon  the  county 
roads,  highways,  public  ways,  streets,  lanes  and  public 
grounds,  such  poles,  masts  and  superstructures  as  it  may 
deem  necessary  to  transmit  electric  current  for  the  purpose 


WATERWORKS. 

MERIDIAN,  ORE.— The  village  board  of  Meridian 
has  let  contracts  for  furnishing  the  iron  tank  and  frame  and 
also  the  pipe  for  the  waterworks  system. 

S.VX  .lOSE,  CAL. — Bids  have  been  ordered  advertised 
for  water  pipe  to  be  used  in  the  construction  of  a  water 
system  on  the  Pacheco  Pass  road  for  road  purposes. 

SPOKANE,  WASH. — Negotiations  are  now  going  on  be- 
tween the  Washington  Water  Power  Company  and  the  Lew- 
iston-Clarkston  Investment  Company  of  Lewiston,  Idaho,  for 
the  construction  of  a  power  line  between  this  place  and 
Lewiston. 

EL  PASO.  TEX.— The  City  Council  has  made  a  demand 
upon  the  International  Water  Company  to  install  at  once  im- 
provements to  its  system  in  the  shape  of  new  mains,  pipes, 
fire  hydrants,  valves  and  valve  boxes  which  the  city  engineer 
estimates  will  cost  $25,000. 

SAN  FRANCISCO,  CAL.— The  construction  of  the  fire 
protection  mains  leading  from  the  Twin  Peaks  reservoirs  to 
the  initial  center  of  the  fan  shape  distribuMon  system  of 
pipes  at  Castro  and  Scott  streets,  has  been  awarded  by 
the  Board  of  Works  to  the  Raisch  Improvement  Company 
for    $44,205.40. 

HILLYARD,  WASH. — Plans  for  a  new  reservoir  to  sup- 
ply the  city  of  Hillyard  with  water  are  now  on  foot  by  mem- 
bers of  the  city  council.  According  to  the  proposition  now 
under  consideration  a  reservoir  having  a  capacity  of  1,000,000 
to  1,500,000  gallons  will  be  built  in  Berg's  addition,  formerly 
set  aside  for  a  dump  ground. 

SEATTLE,  WASH. — This  city  lias  begun  condomuatiou 
proceedings  for  the  acquisition  of  35,000  acres  of  land  in  the 
Cedar  River  watershed,  comprising  all  of  the  land  not  gov- 
ernment land  which  the  city  does  not  now  own  in  the  water- 
shed. When  the  condemnation  proceedings  shall  have  been 
finished  the  city  will  own  70,000  acres  between  the  city  and 
the  summit  of  the  Cascades,  and  will  have  full  control  of  all 
the  drainage  naturally  emptying  into  the  Cedar  River.  The 
tract  is  to  be  acquired  for  the  purpose  of  protecting  the 
city's  water  supply  from  pollution. 
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Aluminum  Co.  of  America 

Pittsburgh.  Pa. 

San  Francisco.  Monadnock 
Bldg. 

Los  Angeles.  Pacific  Elec- 
tric Bldg. 

Seattle,  Colman  Bldg. 

American  Circular  Loom  Co 13 

Boston.  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle.  416  American  Bank 
Building. 

American  Electrical  Heater  Co 

Detroit.   U.   S.   A. 

Ayliworth  Agencies  Co 13 

San  Francisco.  165  Second. 


B 

Benjamin  Electric  Mtg.  Co 

New  York,  27  Thames. 
Chicago.     120-128    S.    San- 
gamon. 
San     Francisco,     151     New 
Montgomery. 

Blake  Signal  and  Mfg.  Co -- 

Boston.  246  Summer. 

Bonertell  &  Co 12 

San   Francisco,    118   First. 

Brookfield  Glass  Co.,  The 1 

New  York,  U.  S.  Exp.  Bldg. 

Buzbaum  &  Cooley 

Seattle.    69   Columbia  St. 


Cal.  Incandescent  Lamp  Co 12 

San  Francisco.  633  Howard. 

Century  Electric  Co. 16 

San  Francisco,  633  Howard. 

Colonial   Electrical  Agency  Co..-   3 

San     Francisco,     576     Mis- 
sion. 


D 

D.  &  W.  Fuse  Co.-- 

Providence,  R.  I. 

Davis,  R.  J.... 16 

San  Francisco,  633  Howard. 

Dearborn  Drug  &  Chem.  Works..  12 
Chicago,  Postal  Bldg. 
San    Francisco,    301    Front. 
Los  Angeles,  355  E.  2d. 


Duncan  Elec.  Mfg.  Co 

Lafayette,   Indiana. 

San  Francisco,  61  Second. 


E 

Exonomy  Electric  Co.,  The 3 

Warren,     Ohio. 

Eleftric  Goods  Mfg.  Co 13 

Boston.  Mass. 

San  Francisco,   165  Second. 

Electric  Storage  Battery  Co 

Philadelphia,  Pa. 

San   Francisco.  Monadnock 

Bldg. 


Fort  Wayne  Electric  Works 2 

Fort   Wayne,    Ind. 

San   Francisco,  604  Mission. 

Seattle,  Colman  Bide 


General  Electric   Co 14 

Schenectady.  N.  Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle.  Colman  Bldg. 
Portland.  Worcester   Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte.   N.   C. 
Chicago,   111. 
Cincinnati.    O. 
Cleveland.  O. 
Columbus.   O. 
Denver.    Colo. 
Detroit,  Mich. 
Indianapolis.    Ind. 
Kansas    City.    Mo. 
Minneapolis,    Minn. 
Nashville,  Tenn. 
New  Haven,  Conn. 
New    Orleans,    La. 
New  York.  N.  Y. 
Philadelphia,   Pa. 
Pittsburg,    Pa. 
Richmond.   Va. 
Salt  Lake  City.  Utah. 
St.   Louis,   Mo. 
Spokane,  Wash. 
Syracuse,  N.  Y. 

Goeriz,  O.  C.  &  Co 

San    Francisco,    916    Postal 
Tel.   Bldg. 

H 

Henshaw.  Bulkley  &  Co I 

San  Francisco,  19  Fremont. 
Oakland,   1436  5th. 
Los    Angeles,     262     S.     Los 
Angeles. 

Holtiet-Cabot  Elec.  Co..  The 

Boston  and  Chicago. 

San  Francisco.  612  Howard. 

Hughes  &  Co..  E.  C 13 

San       Francisco.       147-151 
Minna. 

Hunt,  Mirk  &  Co 6 

San  Francisco.  141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co 1 

Jonesboro.    Indiana. 

J 

Johns-Manville  Co..  H.  W 5 

New   York.    100  William. 
San     Francisco.     159     New 

Montgomery. 
Los  Angeles.   203   E.   5th. 
Seattle.  576  1st  Ave.  So. 

K 

Kellogg  Swi(chb"d  &  Supply  Co.- 15 
Chicago. 
San   Francisco.   88   First. 

Kienilff,  B.  F.  Jr.  &Co 4 

Los    Angeles,     120    S.     Los 
Angeles. 

Kiewert,  Chas.  L.  Co 5 

San  Francisco.  \95-7  Fremont. 
Los  .^nBcles.  225  Franklin  Court. 


Lindsley- Wright  Co 

Portland,  Ore.,  336  Sher- 
lock   Bldg. 

Locke  Insulator  Mfg.  Co 

Victor,  N.    Y. 

San  Francisco,  Monadnock 
Bldg. 

Los  .\ngeles.  Pacific  Elec- 
trical Bldg. 

Seattle,  Colman  Bldg. 


M 

Moore,  Chai.  C.  &  Co.  Engineers.   3 
San  Francisco,  99  First. 
Lo3       Angeles,       American 

Bank  Bldg. 
Seattle.  Mutual  Life  Bldg. 
Port  land.  Wfl  Is -FargoBldB. 
Salt  Lake  City.  Atlas  Blk. 
-New  York  City.  Fulton 
Bldg. 


N 

New  York  Insl'td  Wire  Co 

New   York,   114   Liberty. 
San  Francisco.  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 

Northwestern  Pacific  Railroad 16 

San  Francisco.  874  Marktt. 


Ohio  Brass  Co 

Mansfield.  Ohio. 

San  Francisco.  Monadnock 

Bldg. 
Los  Angeles.  Fac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co I 

New  York,  263  Broadway. 


Pacific  Electric  6c  Mfg.  Co 5 

San  Francisco,  .S<)  Tehama. 

Pacific  Gas  &  Elect.  Co.,  The. .  - 1  I 
San    Francisco. 

Pacific  Meier  Co I 

San    Francisco,    311    Santa 
Marina  Bldg. 

Pacific  Stales  Electric  Co. 2 

San     Francisco,     137     New 

Montgomery. 
Oakland,    526    Thirteenth. 
Los     Angeles,     330    S.     Los 

Angeles. 
Portland,    90-92    Seventh. 

Pacific  Tel.  &  Tel.  Co.,  The 

San    Francisco. 

Paitrick  Carter  &  Wilkins  Co 

Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The...  15 
San     Francisco,     1095    Mo- 
nadnock Bldg. 

Phillips  Insulated  Wire  Co 1 

Pawtucket,  R.  I. 

Pierson,  Roeding  &  Co 4 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Portland  Wood  Pipe  Co 

Portland.  Ore. 


Reisinger,  Hugo. 


New^  York,  11  Broadway. 


Schaw-Balcher  Co.  Pipe  Works.  _ 
Sacramento.  Cal.,  211  J  St. 
San  Francisco,  356  Market. 

Simplex  Elect'l  Co.,  The 

Boston,    110   State. 
San  Francisco,  612  Howard. 
Los  ,A.ngeles.  SecurityBldg. 
Seattle,  Alaska  Bldg. 
Portland.  Couch  Bldg. 


Simplex  Electric  Healing  Co 4 

Cambridge.  Mass. 
San  Francisco.  612  Howard. 
iMS  .Angeles.  Security Bl<lg. 
Seattle.  Alaska  Bldg. 
Portland.  Couch  Bldg. 

Southern  Pacific  Co. 16 

San  Francisco.  Flood  Bldg. 

Sprague  Electric  Co. II 

New     York     City,     627-631 

W.    34  th. 
San  Francisco,  Atlas  Bldg. 
Seattle.  Colman  Bldg. 

Standard  Und.  Cable  Co 1 

San  Francisco.  First  Na- 
tional Bank  Bldg. 

Los  Angeles.  Union  Trust 
Bldg. 

Seattle  Office.  Lowman 
Bldg. 

Star  Elxpansion  Bolt  Co 13 

New     York     City.     147-149 

Cedar. 
San    Francisco.    1010   How- 
ard. 

Sterling  Paint  Company, 12 

San   Francisco.    118   First. 


Technical  Book  Shop 5 

.San  Francisco,  604  Mission. 

Tel.  &  Elec.  Elquip.  Co. 

San  Francisco,  612  Howard. 
Los  Angeles.  Security  Bdg. 
Seattle.  Alaska  Bldg. 
Portland,  Couch  Bldg. 


Thomas  and  Sons  Co.,  R 

New    York.    227    Fulton. 
East  Liverpool.  Ohio. 

Tracy  Elngineeting  Co 13 

San  Francisco.  461  MarkeL 
Los   Angeles.Central   Bldg. 


Vulcan  Iron  Works I 

San  Francisco.  604  Mission. 


W 

Western  Electric  Co 4 

San  Francisco.  680  Folsom. 
Oakland.  607   16th. 
Los  Angeles.  119  E.  7th 
Seattle.     1518  First  Ave.  So. 

Western  Wireless  Equipment  Co..   4 
San  Francisco.  Grant  Bldg, 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co.-.  6 

Pittsburg.   Pa. 

Los  Angeles.  527  So.  Main. 

Denver,    429    17th. 

Seattle.    Central    Bldg. 

Salt  Lake  City.  212-214 
So.  W.  Temple. 

San    Francisco.    165   2d. 

Spokane.    Columbia    Bldg. 

Portland.   Couch   Bldg. 

Butte,    Lewisohn    Bldg. 

Canada,  Canadian -West- 
inghouse Co.,  Ltd..  Ham- 
ilton,   Ontario. 

Mexico.  G.  cS:  O..  Braniff  & 
Co..   City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg.    Pa. 

San  Francisco,  141  Second. 

Weston  Elect'l.  Instrument  Co 16 

Waverly   Park,   N.    J. 
New  York,  114  Liberty. 
San        Francisco,        682-684 
Mission. 

Wilbur,  G.  A 

San    Francisco.    61    Second. 


Witt  Company.  G.  E..  Inc 

San  Francisco,  850  Howard. 
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POWER  SYSTEM  OF  THE  CITY  ELECTRIC  COMPANY 


BY    J.    G.    DE  REMER    AND   CH.^S.   W.    B.4KER 

The  steam  power  plant  of  the  City  Electric  Com- 
pany of  San    Francisco  stands  as  a  concrete  example 


on    tlie    affirmative    side    of    the    arjjument    on    steam 
versus   hydrauHc    power   in    California.     Coming   into 


ilhistration  ,of  the  remarkable  (le\clopment  of  the 
modern  steam  turljo-generator.  the  entire  station 
being  equipped  with  this  type  of  machine. 

The  power  house  is  at  the  corner  of  Tleach  and 


existence,  as  it  did,  shortly  after  the  great  conflagra- 
tion of  1906,  this  company  has  grown  up  with  the  new 
city,  until  it  possesses  at  the  present  time  a  generat- 
ing station  and  distribution  system  of  the  m.^st  mod- 
ern type,  now  being  the  largest  on  the  Pacific  Coast. 
Furthermore,    the    generating   station    is   an    excellent 


Mason  streets,  San  Francisco,  immediately  adjacent 
to  the  bay  where  the  Golden  Gate  guards  the  entrance 
to  San  Francisco. 

The  building  is  constructed  of  reinforced  con- 
crete, is  137!  2  ft.  square  and  approximately  40  ft. 
high.    The  turbo-generator  room  is  4^  ft.  by  i37>4  ft. 
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Within  this  space  has  been  concentrated  30,000  kw. 
of  steam-electric  generating  capacity,  in  addition  to 
the  controlling  switchboard  and  circuit  breaker  equip- 
ment, as  well  as  the  exciter.  This  represents  an  aver- 
age of  .21  sq.  ft.  of  floor  space  per  kvv.  Where  a  power 
plant  stands  on  valuable  city  property,  as  in  this  in- 
stance, this  feature  of  compactness  is  a  most  desirable 
one,  and  in  this  respect  the  steam  turbo-generator 
excels  all  other  types  of  power  generators. 

Boiler  Room. 

The  boiler  room  is  equipped  tiiroughout-  willi 
Habcock  and  Wilcox  water  tube  boilers.  The  original 
installation  was  made  up  in  batteries  21  rows  wide  and 
14  rows  high,  while  the  later  installation   is  made  up 


|)ower  house  has  a  capacity  of  10,000  bbls.,  while  the 
other  has  a  capacity  of  30,000  bbl.,  42  gals,  per  bbl. 
The  fuel  is  delivered  to  these  tanks  directly  from  oil 
floats  or  vessels,  being  ])unipecl  into  the  tanks  by  tin- 
\essel  pump.  .\n  8-in.  buried  pipe  conveys  tiie  fuel 
from  these  tanks  to  the  street  line  of  the  power  house, 
where  it  is  reduced  to  a  6-in.  pipe,  which  conveys  it 
directly  to  the  fuel  ])umps.  This  latter  ])ii)e  is  steam- 
jackctetl,  exhaust  steam  from  the  fuel  pumps  thus  heat- 
ing the  oil  before  it  reaches  the  fuel  pump.  After  going 
through  the  fuel  pump  the  fuel  is  heated  in  a  special 
heater  which  was  built  by  the  City  Electric  Company. 
This  heater  consists  of  a  steam  tank  through  which 
passes  a  coil  carrying  the  oil.     This  causes  hut  slight 


Boiler  Room 


in  batteries  24  rows  wide  and  14  rows  high.  The 
accompanying  photograph  shows  the  arrangement  of 
the  boilers  and  the  ample  space  which  is  avaihble  for 
operation,  repair  work,  and  general  cleaning.  Each 
boiler  is  equipped  with  a  Babcock  and  a  W^ilcox  super- 
heater giving  from  50  to  60  degrees  superheat,  the 
principal  purpose  being  to  ensure  dry  steam  for  ope- 
rating the  turbines,  rather  than  to  obtain  a  higher  effi- 
ciency due  to  a  greater  temperature  range  as  is  usually 
desired  when  superheating  is  adopted. 

Fuel  Supply. 

The  fuel  is  supplied  througli  pipes  leading  direct 
from  two  storage  tanks.  These  tanks  are  situated,  one 
500  ft.  away  and  the  other  one  1000  ft.  away  from  the 
power  house,  one  being  about  50  ft.  higher  than  the 
boiler  room  floor  and  the  other  approximately  on  the 
same   level    as    the    floor.      The    fuel    lank    nearer    the 


back  pressure  upon  the  exhaust  of  the  auxiliary,  and  is 
considered  one  of  the  unique  features  of  the  plant. 
There  are  two  of  these  heaters,  having  an  area  of  ap- 
proximately 300  sq.  ft.  each.  .After  passing  through 
these  heaters  the  oil  goes  through  a  separator,  made  by 
the  City  Electric  Company,  and  consisting  of  an  8-in. 
pipe  approximately  16  ft.  long,  inside  of  which  arc 
fitted  baffle  plates.  The  oil  then  goes  directly  to  the 
burners  under  a  pressure  of  about  60  lb.  per  sq.  in. 

The  amount  of  fuel  admitted  to  the  burners  is 
controlled  by  a  \\'itt  diajihragm  regulator  on  the  throt- 
tle valve  of  the  fuel  pump.  This  regulator  will  vary 
the  pressure  approximately  20  lb.  per  sq.  in.  It  is  con- 
trolled by  the  variation  in  boiler  steam  pressure.  Since 
such  a  large  variation  in  oil  pressure  is  controlled  by 
the  regulator,  but  one  fireman  is  necessary  to  attend  to 
the  whole  battery  of  boilers,  his  attention  only  being 
necessarv  when  the  pressure  limits  exceed  the  above 
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mentioned  variation.     The  oil  on  reaching  the  burners  Th 

bat^a  temperature  between   i6o  and    i8o  degrees  F.     Chas.  C.   iloore   &  Co 


e  original  plant   was  designed  and  erected  by 
engineers,  of  San   Francisco, 


ine  Durners  are  ot  tne  Leahy  type  made  bv  the  T  eahv     ^shr.  oic„  t       ■  u   j  .,     ,    -■ '^  '  "'   ^'*"   ^  "^^^^'^^^ 

mg  from  the  rear  towards  the  front  of  the  fire  box  auuuionai  units. 


re  box 
Feed  Water  Supply. 

The  feed  water  is  supplied  directly  from  the  city 
mains  and  from  a  well  near  the  fuel  tanks,  about  one- 
half  of  the  make-up  water  being  taken  from  the  well. 
The  feed  water  is  passed  through  Cochrane  heaters 
and  brought  up  to  a  temperature  of  i8o  degrees  F. 
before  entering  the  boilers.  While  the  water  is  not 
hard  on  the  boilers  it  is  treated  with  tri-sodium  phos- 
phate before  going  into  the  boilers. 

The  feed  pump  equipment  consists  of  two  marine 
type  duplex  pumps;  one  a  horizontal,  duplex  outside 
packed   Scranton    type   W'orthington    pump,    and    the 


Turbine  Room. 

The  main  generating  units  are  two  3000  k.v.a., 
one  9000  k.v.a.,  and  one  15,000  k.v.a.  Westinghouse- 
Parsons  horizontal  turbo-generators.  All  of  these 
units  were  installed  by  Hunt,  Mirk  &  Co..  Inc. 

The  first  two  units  were  installed  in  .'Kugust,  1907, 
and  are  of  the  parallel  flow  reaction  type.  Their  char- 
acteristics are:  3000  k.v.a.,  60  cycle,  11,000  volts,  1200 
rp.m.,  three  phase,  four-wire,  grounded  neutral,  the 
turbine  operating  on  a  steam  pressure  of  175  lb.  per 
sq.  in.  at  the  throttle,  28  in.  vacuum.  The  steam  is 
super-heated  to  approximately  45  degrees  F. 

The  second  unit  installed  was  a  9000  k.v.a.  West- 
inghouse  single  double  flow  turbine  with    the    same 


Turbo  ■  Generators 


Other  a  vertical  marine  type  fire  and  general  ser\ice 
pump  which  can  be  used  as  a  teed  water  pump,  or  if 
necessary  as  a  fire  auxiliary.  There  is  also  a  5  in. 
turbine  driven  pump  consisting  of  Kerr  steam 
turbine  direct  connected  to  a  Janesville  Iron  Works 
four-stage  centrifugal  pump.  This  pump  has  a  capa- 
city of  700  gallons  per  minute  against  a  boiler  pressure 
of  250  lb.  per  sq.  in.  It  has  been  found  that  these 
centrifugal-turbine  driven  pumps  have  a  higher  effi- 
ciency than  the  duplex  reciprocating  pumps,  the  effi- 
ciency being  approximately  equal  to  that  of  a  single 
cylinder,  non-condensing  engine.  These  four  feed 
pumps  take  water  directly  from  the  heater  and  are 
controlled  by  butterfly  throttle  valves  in  the  steam 
pipes  which  are.  in  turn,  controlled  by  the  water  level 
in  the  heaters. 

The  boilers  lead  directly  into  steel  headers  and 
from  there  piping  leads  out  to  the  various  turbines. 
Solid  drawn  steel  piping  is  used  throughout,  expansion 
being  provided  by  loops.  The  piping  used  in  the  plant 
was  manufactured  by  the  Best  Company  of  Pittsburg. 


characteristics  on  the  generator  end  as  in  the  3000 
k.x.a.  units.  The  only  difference  in  construction  ap- 
pears in  the  turbine  end,  where  the  steam  enters  in 
the  center  and  expands  first  through  an  unpulse  ele- 
ment, known  as  the  high  pressure  cylinder;  it  then 
passes  through  the  intermediate  section  of  blades  at 
the  end  of  which  section  the  steam  is  divided,  part 
going  through  the  spindle  body,  supplying  the  low 
pressure  blading  at  one  end,  while  the  remaining  part 
goes  directly  on  through  the  low  pressure  blading  at 
the  other  end. 

The  last  unit  installed  is  one  of  the  largest  single 
steam  turbine  units  in  the  United  States,  being  rated 
at  15,000  k.v.a..  It  possesses  some  marked  improve- 
ments in  design,  more  particularly  in  the  high  rotative 
speed  ratings  employed,  namely,  1800  r.p.m.,  which 
is  a  distinct  advance  for  units  of  this  capacity. 

The  value  of  high  speeds  for  obtaining  the  best 
ecomomies  with  turbines  has  always  been  recognized, 
v.'hile  the  feasibility  of  operating  at  high  speeds  has 
been  viewed   with   uncertainty  by  those  interested  in 
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Rotor  of  Wi'slinghousr-Parsons  Turbiiu- 


turbines,  except  tlic  designer.  It  has  been  with  the 
characteristic  double-flow  turbine  that  the  use  of  in- 
creased speeds  has  been  made  practical.  A  typical 
section  of  the  machine  installed  shows  that  the  steam 
entering  at  the  center  flows  in  two  directions,  as  the 
name  implies.  Hence,  with  the  steam  thus  divided, 
the  necessarj-  steam  passage  at  the  low  pressure  ends 
is  accordingly  reduced.  It  is  evident  that  the  same 
peripheral  speed  may  obtain  in  case  of  either  the  high 
or  the  low  rotative  speeds.  Generalh'  where  the  peri- 
pheral speeds  are  made  to  correspond  in  any  two 
types,  the  centrifugal  stresses  should  not  dififer.  But 
the  smaller  rotor  of  the  higher  rotative  speed,  contain- 
ing less  mass,  may  be  cast  or  made  of  greater  integ- 
rity, and  there  will  invariably  exist  a  higher  factor  of 
safety  in  high  rotative  speed  units. 

.■\n  impulse  w'lieel  is  used  at  the  high  pressure  end. 
Both  intermediate  and  low  pressure  stages  are  double- 
flow,  dispensing  with  tlie  dummy  pistons  occurring  in 
single  reaction  turbines  to  balance  the  axial  thrust. 
Steam  after  being  directed  upon  the  impulse  section 
by  the  expanding  nozzles  provided,  divides,  part  ex- 
pending its  energy  in  passing  through   the   right   cle- 


ment and  the  remaining  half  being  diverted  to  the  leit 
liirougli  the  steam  patir  circumventing  the  impiUu 
wheel. 

The  symmetry  of  structure  necessary  for  large 
ca])acities  in  order  to  avoid  disproportionate  exhaust 
ports  or  widely  \arying  sectional  dimensions,  which 
would  produce  unwieldly  and  cumbersome  tastings 
has  been  amply  fulfilled  in  this  design.  A  rotor  view 
accom|)anies.  Similarly,  the  cylinder  presents  a  cor- 
res])onding  ap])earance.  These  facts  are  emphasized 
strikingly  in  tlie  illustration  of  a  shop  view  of  the  unit 
after  it  has  been  tested  at  the  lnulder"s  works  and 
opened  up  for  inspection  before  shipment. 

The  redistribution  of  steam  and  the  ability  to  util- 
ize more  efficient  blade  proportions  in  the  high  rota- 
tive speed  designs,  has  manifestly  secured  the  very 
highest  performance  results.  Recent  demonstration 
tests  have  confirmed  the  value  of  these  particular  fea- 
tures of  the  design,  and  a  thermodynamic  efficiency 
of  69  per  cent  at  the  generator  terminals  was  obtained, 
which  excells  any  other  steam  motor  record  kiiDWii. 
The  principle  data  of  the  test  will  l)e  published  shortly 
in  these  columns. 


Cross-SectjojiEof  Double  Flow  Steam  Turbin 
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City  Electric  Coai[)any"s  I.S.iXtJ  k.v.a.  Turhini-  in  Wi-htinghouse  Shops. 


The  machine  is  designed  to  ojierate  normally  at     b)'  a   Kcmt  turbine,  direct  connected  to  a  centrifugal 


175  lb.  steam  pressure,  100  degrees  superheat  and  28 
in.  vacuum.  A  four-pole  rotor  is  employed  in  the  60- 
cycle  three-phase  generator  coupled  to  the  turbine. 
It  is  of  steel  casting  made  in  halves  and  held  securely 
by  through  bolts,  'I'ho  shaft  ends  are  cast  integral 
with  each  half  of  the  rotor  drum,  which  prcnes  to  be 
substantial  construction  for  the  high  speed  for  which 
through  shaft  designs  would  not  serve  in  large  units. 

The  exciter  for  this  machine  is  mounted  upon  a 
pedestal  beyond  the  main  bearing  and  is  direct  con- 
nected to  the  end  of  the  generator  shaft,  ft  is  a  75 
kw.  d.c.  inter-pole  genera'^or  of  the  same  operating 
characteristics  as  the  exciters  for  the  other  units.  This 
latter  feature  permits  all  exciters  being  throvvu  on  to 
the  common  bus-bars  and  makes  ])ossible  tb.eir  con- 
trol by  one  Tirrell  regulator. 

The  main  turbine  room  is  equipped  with  a  .30-ton 
crane  manufactured  by  the  Cyclops  Iron  Works. 

Condensers. 

The  vacuum  of  the  turbines  is  maintained  by 
Wheeler  condensers.  There  are  two  condensers  of 
7500  sq.  ft.  area  each  :  one  of  18,000  sq.  ft  area,  and  one 
of  25,000  sq.  ft.  area.  The  circulating  water  for  these 
condensers  is  taken  from  the  waters  of  the  San  Fran- 
cisco Bay,  550  ft.  from  the  power  house.  It  is  brought 
in  through  a  42  in.  pipe,  which  was  installed  below 
tide  level  and  pitches  toward  the  station.  The  circu- 
lating water  for  the  two  smaller  condensers  is  supplied 


pump,  i'his  turbine  has  a  rating  of  150  brake  h.p.  at 
750  r.  p.  m.  The  pump  has  a  20  in.  discharge  pipe 
and  a  24  in.  suction  pipe. 


For  the  intermediate  condenser,  the  circulating 
water  is  supplied  by  a  puiiip  which  is  direct  connected 
to  a  vertical  double  acting  Lawrence  Machine  Works 
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Lcntfiiukial  >.ilt  Watrr  Circulating'  Pump  and  Ktiyines  with  Cliaiiinari  (iai.    \  . 


lii  >iiv_littn   LiJU- 


engine.  The  ])unip  has  a  30  in.  suction  and  J4  in.  dis- 
charge. The  engine  is  iixio  in.,  single  expansion, 
two  cylinders. 

For  the  large  condenser,  the  circulating  water  is 
provided  by  a  Harrisburg  Foundry  &  Machine  Works 
15x17  in.  piston  engine,  operating  at  from  175  to  250 
r.p.m.  and  direct  connected  to  a  centrifugal  i)unii). 
This  pump  has  a  36  in.  suction  by  30  in.  discharge  pipe. 

The  condensers  are  so  situated  that  their  center 
lines  in  each  instance  are  perpendicular  to  the  center 
lines  of  the  turbines  to  which  they  are  connected,  and 
they  are  placed  in  the  basement  directly  under  their 
respective  turbines. 

The  exhaust  from  all  of  these  pumps  and  pump- 
ing engines  is  condensed  in  the  fuel  and  feed  water 
heaters.  The  condensers  operate  on  the  wet  and  dry 
system,  there  being  an  independent  dry  air  pump  for 
each  condenser,  as  well  as  independent  hot  well  pumps. 
These  latter  pumps  are  all  reciprocating  with  the  ex- 
ception of  the  hot  well  pump,  which  takes  care  of  the 
large  condenser.  These  pumps  are  all  manufactured 
by  the  Wheeler  company. 

Exciters. 

The  excitation  for  the  turbines  is  furnished  by  one 
100  kw.  horizontal,  2400  r.p.m.  Curtis  type  d.c. 
turbo-generator ;  one  Westinghouse  75  kw.  motor 
generator  set  consisting  of  a  type  CCL. 
100  hp.,  690  r.p.m.  motor.  direct  connected 
to  a  type  "S"  75  kw.  generator ;  the  two  ma- 
chine being  mounted  on  a  common  bed  plate.     On  the 
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main  frame  of  the  large  turbine  there  is  a  direct  con- 
nected 75  k.w.  W'estinghouse,  i8oo  r.p.m.  d.c.  gen- 
erator. The  switchboard  mounting  is  such  that  either 
of  the  first  two  mentioned  exciters  may  be  connected 
direct  into  any  of  the  three  above  mentioned  turbines, 
or  all  three  exciters  may  be  operated  in  ])arallel.  excit- 
ing all  four  turbines  at  the  same  time. 

Switchboard. 
The  switchboard  is  mounted  on  an  elevated  gal- 
lery over  the  circuit-breaker  compartments.  It  con- 
sists of  seventeen  panels,  as  follows :  I-"our  generator 
panels,  three  exciter  panels,  four  three-i)hase  feeder 
panels,  and  six  single-phase  panels  operating  double 
bus  bars.  .Ml  oil  switches  are  in  reinforced  concrete 
compartments  underneath  the  switchboard  gallery. 
These  are  15,000-volt,  type  "F,"  form  K-4,  300-ampere, 
General  l-'lectric  oil  switches.  These  switches  are 
manually  operated  but  are  provided  with  overload 
series  relays  of  General  Electric  manufacture,  type  B-2 
and  type  C-2.  Generator  panels  Xos.  3  and  4  are  pro- 
vided with  remote  control  600  and  800-ampere  switches. 
It  is  "to  be  noted  that  the  highest  voltage  on  the 
switchboard  gallerv  is  220  volts. 


Regulators. 

The  regulation  of  the  plant  is  controlled  by  a  7- 
point    type   "DA,"   form    F-7   Tirrell    regulator.     The 


Voltage  Curve  at  Bus  Bar. 


Voltage  Curves  at  Two  Centers  of  Distribution. 
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acconipanyiiifj  reproduction  of  the  curves  of  the  volt- 
age at  the  t)us  bars  under  normal  operating  conditions 
show  that  an  exceedingly  good  regulation  is  obtained. 

The  outgoing  feeders  are  controlled  by  six  single- 
phase,  automatic  induction  type  regulators  of  General 
Eilectric  manufacture,  being  designated  as  type  I.R.S. 
These  regulators  are  adjusted  for  constant  potential 
at  the  centers  of  distribution.  The  accompanying  Bris- 
tol charts  indicate  voltages  taken  from  two  prominent 
centers  of  distribution  and  show  the  remarkably  con- 
stant voltage  which  is  maintained  even  though,  the 
load  is  fluctuating  considerably.  These  feeders  are  fed 
by  the  same  buses  that  supply  the  railway  load  men- 
tioned below. 

Distribution  System. 

Leading  out  from  the  power  house  are  two  main 
circuits  consisting  of  three  No.  2  copper  wires  with  a 
neutral  of  Xo.  i  copper.  The  distribution  is  at  11,000 
volts,  three-phase,  four-wire,  and  runs  overhead  from 
the  power  house  to  Stockton  and  Bush  streets  and 
thence  underground  to  the  sub-station  on  Grant  ave- 
nue between  Sutter  and  Bush  streets.  There  is  also  a 
similar  circuit  running  via  Chestnut,  Laguna  and  Bush 
streets,  through  the  Mission  district  out  as  far  as 
Fifteenth  and  Harrison  streets.  This  is  a  single  cir- 
cuit consisting  of  four  wires  of  No.  i  copper.  These 
lines,  together  with  the  interconnecting  service  lines, 
form  a  closed  network,  through  which  the  service  can 
be  su])plie(I  in  either  direction.  On  these  outgoing 
mains  there  are  switches  at  each  branching  street  from 
which  single-phase  feeders  and  the  neutral  run  out  for 
distribution. 

There  are  also  two  circuits  running  l>etween  the 
United  Railroads  North  Beach  power  house  and  the 
City  Electric  main  power  house,  these  circuits  consist- 
ing of  three  0000  copper  each.  There  is  no  neutral  nui 
between  these  stations.  These  circuits  supply  the 
motor  generator  sets  through  which  the  United  Rail- 
roads receive  a  portion  of  their  energ^^ 

.\t  convenient  points  throughout  the  city,  man- 
holes and  subway  compartments  are  arranged  in  which 
are  placed  the  manhole  subway  type  transformers. 
These  transformers  reduce  the  voltage  to  220  and  iio 
volts  for  customers'  use. 

The    City    Electric    Company    manufacture    their 
own  disconnecting  oil  switches  and  have  developed  a 
highly  efficient  and  extremely  simple  type  of  switch. 
Motor  Service. 

Two-phase  motor  service  is  furnished  in  nearly  all 
cases,  use  being  made  of  the  Scott  connection  or  a 
modified  T  connection,  through  which  the  company 
ingcniou.^ly  obtains  the  proper  quarter-phase  voltage. 
This  latter  arrangement  consists  of  placing  an  ir,ooo- 
volt  to  220  and  ito-volt  transformer  directly  across 
the  11,000-volt  mains,  and  a  6400  to  220-1  lovolt  trans- 
former between  the  remaining  main  and  the  neutral. 
It  will  be  observed  that  the  secondaries  are  then  of  the 
same  voltage  and  at  right  angles  in  their  phase  rela- 
tions. By  distributing  such  transformer  stations 
around  the  system,  using  in  each  case  a  dififerent  main 
for  connecting  the  neutral  transformer,  the  whole  sys- 
tem remains  well  balanced. 

Sub-Station  Switchboard. 

The  direct  current  distribution  is  from  the  com- 
pany's sub-station  at  Bush  and  Grant  avenue.     This 


station  consists  of  three  500-kw.,  11,000-volt,  three- 
iihase,  alternating  current,  600  r.p.m.  Westinghousc 
synchronous  mot(jrs,  each  direct  connected  to  two 
250-kw.,  250-volt,  direct  current  generators.  One  gen- 
erator of  each  set  is  of  the  three-wire  type,  thus  giving 
the  sub-station  the  advantage  of  distributing  120,  240, 
or  480  volts.  These  machines  are  each  started  with  a 
37y>-h.p.,  two-phase,  220-volt  induction  motor,  wound 
for  a  speed  slightly  higher  than  the  operating  speed  of 
the  set.  This  motor  is  direct  connected  to  the  end  of 
the  common  shaft. 

These  machines  are  controlled  by  three  direct  cur- 
rent generator  panels  and  three  a.c.  motor  panels. 

The  direct  current  distribution  is  ccjntrolled  l)y 
eleven  feeder  panels  protected  by  General  Elctric  cir- 
cuit breakers.  The  alternating  distribution  from  the 
sub-station  is  controlled  by  nine  single-phase  feeder 
[janels,  and  one  three-phase  feeder  panel. 

Local  Distribution. 

The  direct  current  feeders  consist  of  two  750,000 
circular  mil  mains  with  one  500,000  circular  mil  neu- 
tral, in  addition  to  several  circuits  consisting  of  two 
500,000  circular  mil  mains  with  300.000  circular  mil 
neutral.  The  iio-volt  cable  is  a  4/0.  single  conductor, 
lead-covered  cable  and  is  carried  along  with  each 
feeder. 

The  general  offices  of  the  Citj^  Electric  Company 
are  on  the  main  floor,  directly  over  the  sub-station  at 
Bush  and  Grant  avenue.  The  offices  are  conveniently 
arranged  for  the  accommodation  of  customers  and  the 
transaction  of  the  routine  business  of  the  organization. 
The  same  policy  is  in  evidence  in  the  office  arrange- 
ments, which  maintain  throughout  the  entire  organi- 
zation, viz..  that  usefulness  and  a  general  high  effi- 
ciency, is  the  criterion  go\erning  the  operation  of  all 
departments. 


HONGKONG  WANTS  WIRELESS. 
Tn  stating  that  great  interest  has  lately  been  taken 
in  Hongkong  in  the  question  of  wireless  telegraphy. 
\'ice-Consul-General  Stuart  J.  Fuller  states  that  those 
interested  in  merchant  shipping  desire  that  a  cf)m- 
nicrcial  wireless  station  be  established  in  Hongkong, 
and  the  Chamber  of  Commerce  and  many  influential 
residents  in  the  colony  have  strongly  urged  it.  A 
jiroposal  was  made  last  fall  by  an  American  com- 
jiain-  to  establish  a  wireless  station  here  to  do  a  com- 
mercial business.  They  were  prepared  to  put  in  a 
first-class  installation,  capable  of  communicating  with 
Manila.  Singapore,  .'^hanghai  and  "S'okohama.  and 
though  they  did  not  believe  that  the  station  would  be 
]>rofitable  for  some  time  they  were  prepared  to  bear 
the  early  losses  in  consideration  of  a  license  giving 
them  the  sole  right  to  conduct  a  commercral  wire- 
less telegraph  business  for  25  years,  with  the  proviso 
that  the  government  should  have  the  right  to  purchase 
the  station  and  business  at  a  valuation  at  the  end  of 
10,  15.  20  or  25  years.  The  ])ropostion  was  referred 
to  the  Colonial  Office  in  London,  but  was  not  ac- 
cepted. At  present  there  are  no  facilities  in  the  colony 
for  handling  commercial  messages  by  wireless, 
although  the  American.  German  and  Japanese  mail 
steamers  calling  at  the  port  are  being  equipped  with 
the  apparatus. 
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PETROLEUM  LUBRICATING  OILS.' 

BY    PAUL   \V.   PRUTZMAN. 

In  these  days,  wlien  lubricatine  oils  are  Dractically 
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all  of  mineral  origin,  we  are  first  interested  in  the  pro- 
duction of  the  crude  oil.  Petroleum  is  produced  from 
holes  drilled  in  the  ground,  in  various  places  where 
oil  is  known  or  supposed  to  exist.  In  this  country 
most  drilling  is  done  by  means  of  the  standard  rio-, 
which  consists  essentially  of  a  string  of  tools,  a  cable, 
a  walking-beam  by  means  of  which  the  tools  are  given 
an  up-and-down  motion,  and  a  jjlain  slide-valve  engine 
of  25  to  30  h.p.  connected  to  the  walking  beam  by 
means  of  a  crank  with  adjustable  throw. 

The  string  of  tools  consists  of  the  bit,  a  sort  of 
blunt  chisel,  with  a  width  of  face  equal  to  the  diameter 
of  the  hole  to  be  drilled,  length  ranging  from  5  to  10 
ft.,  and  weight  running  often  into  many  hundreds  of 
pounds.  Above  this  the  jars  are  attached  by  means 
of  a  coarse  taper  thread,  usually  j4  '"•  U.  S.  S.  and  a 
taper  of  i  to  4.  The  jars  are  a  pair  of  slip  shackles 
with  an  end  pla}'  of  about  twelve  inches,  and  at  the 
upper  end  are  screwed  to  the  stem,  which  is  a  long 
steel  bar  used  as  a  weight. 

This  drill  is  a  churn  drill,  and  pounds  its  way 
into  the  ground,  being  given  a  vertical  reciprocating 
motion  by  the  walking  beam.  Un  the  down  stroke 
the  weight  of  the  stem  collapses  the  jars,  and  strikes 
the  bit  a  hammer  blow,  while  on  the  upstroke  the  stem 
jerks  the  bit  free. 

Manila  rope  is  used  for  drilling  shallow  holes,  and 
wire  line  for  deep  holes,  the  rope  being  attached  to 
the  tools  by  a  rope  socket,  and  at  the  upper  entl  to 
the  temper  screw  by  a  slip  socket.  The  temper  screw 
is  a  swivel  screw  for  lowering  the  tools  away  from 
the  beam — as  the  hole  becomes  deeper  the  tools  are 
lowered  to  keep  them  on  the  bottom,  and  when  the 
length  of  the  screw  (fi\e  feetj  is  run  out,  the  beam  is 
stopped,  the  socket  slipped  up  on  the  rope,  and  the 
screw  run  back  to  its  upper  end.  The  reciprocating 
motion  of  the  tools  in  drilling  is  from  3  to  5  ft.,  and 
the  beam  runs  about  30  strokes  per  minute. 

Water  is  kept  in  the  hole  at  all  times,  and  the  drill- 
ings work  up. to  a  mud,  which  is  removed  from  time  to 
time  by  means  of  the  bailer.  Tliis  is  a  long  tubular 
bucket  with  a  flap  valve  in  the  bottom,  which  is  low- 
ered into  the  hole  by  a  small  wire  line  called  a  sand 
line.  Reels  and  suitable  bull-wheels,  brakes,  etc.,  are 
provided  for  raising  and  lowering  the  tools  and  bailer. 

As  soon  as  a  small  amount  of  hole  is  made,  the 
casing  is  started  into  the  hole,  being  screwed  on  at 
the  top  and-  lowered  or  forced  down  as  the  case  may 
be.  The  first  and  largest  string  of  casing  is  usually 
of  light  weight,  and  known  as  stove-pipe.  The  smaller 
sizes  are  either  screw  casing,  about  the  weight  of 
ordinary  black  pipe,  or  drive  or  line  pipe,  both  consid- 
erably heavier.  These  pipes  must  have  very  perfect 
threads — some  brands  have  taper  threads  like  gas 
pipe,  others  have  parallel  threads  and  butt  inside 
the  collar.  Each  string  of  pipe  is  put  down  as  far  as 
it  will  go,  or  as  far  as  safety  permits,  and  then  a 
smaller  size  is  put  inside,  so  that  often  a  deep  well 
is  finished  with  four  or  five  strings  of  pipe  in  it,  each 
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starting  from  the  top  of  the  hole,  but  only  the  small- 
est going  to  the  bottom.  The  inside  string  is  carried 
right  through  the  oil  sand  and  into  the  clay  or  shale 
l)elow,  and  the  last  step  is  to  punch  this  casing  full 
of  holes  where  it  passes  through  the  sand,  so  as  to 
allow  the  oil  to  enter  the  casing.  If  the  casing  were 
left  open  at  the  bottom,  not  only  the  oil,  but  also  a 
great  deal  of  sand  would  enter,  and  the  pump  could 
not  handle  it,  so  the  perforations  are  used  as  a  strainer, 
to  hold  back  the  sand. 

The  oil  which  flows  into  the  casing  is  pumped 
out  through  the  tubing,  a  string  of  ordinary  black  pipe 
2,  2>4  or  3  in.  in  diameter,  long  enough  to  reach  the 
oil  level.  At  the  bottom  of  this  tubing  is  the  pump, 
a  i)lain  working  barrel  with  a  ball  valve  at  the  bot- 
tom, and  a  similar  valve  in  the  plunger.  This  pump,  of 
course,  is  single  acting.  The  plunger  is  actuated  by 
a  string  of  .)4  or  Ji  in.  steel  rods,  attached  at  the 
upper  end  to  the  walking  beam.  In  pumping  a  much 
shorter  stroke  is  used  than  in  drilling,  and  the  beam 
is  run  slower,  being  adjusted  to  keep  the  oil  at  some 
certain  le\'el  in  the  casing.  When  anything  goes 
wrong  with  the  pump  it  is  necessary  to  raise  tubing 
and  rods  a  stand  at  a  time  (a  stand  is  the  greatest 
leiigtli  which  can  be  handled  in  the  derrick,  usually 
three  20  ft.  points),  which  are  unscrewed  and  stood 
11])  ill  the  derrick  until  all  is  out.  Pulling  the  tubing 
and  rods  from  a  deep  well  is  a  heavy  job. 

A  few  wells  flow  naturally,  but  most  must  be 
])iimi)ed — in  some  fields  many  wells  are  pumped  by 
means  of  air,  in  a  manner  similar  to  water  pumping. 
The  average  production  of  wells  in  California  was 
said.  .-iliDiit  a  year  ago,  to  be  near  thirty  barrels  per 
day.  though  1  would  consider  this  a  little  high.  In 
some  fields  wells  may  be  profitably  pumped  when 
tliev  give  as  little  as  one  barrel  per  day,  but  this  is 
under  the  most  favorable  conditions.  In  some  terri- 
tor\-  the  niininuim  of  profitable  production  runs  as  high 
as   100  barrels. 

The  oils  of  this  state  run  all  the  way  from  12  to 
35  degrees  in  gravity,  but  most  of  the  oil  which  is  re- 
fined is  21  degrees  or  lighter.  These  oils  give  as  pro- 
ducts, gasoline  (64  degrees),  benzine  (57  degrees), 
engine  distillate  (52  to  48  degrees),  kerosene  (42  to 
41  degrees),  stove  oil  (34  degrees),  various  lubri- 
cating oils  and  asphalt. 

Distillation. 

The  first  step  in  the  actual  manufacture  of  lubri- 
cating oils  is  the  distillation  of  the  crude.  Tlie  still  is 
a  horizontal  l)oiler,  without  tubes  or  other  internal 
contrivances  except  a  perforated  pipe  or  series  of  pipes 
along  the  bottom,  by  means  of  which  either  wet  or 
superheated  steam  is  blown  into  the  oil.  The  still  is 
connected  to  a  surface  condenser,  usually  square  coils 
of  iron  I'ip^.  ""■  often  a  battery  of  coils  in  parallel. 
The  ciimlensed  vapors  run  through  a  si,i^ht  box.  a 
steel  box  with  windnws  through  which  the  stream  of 
,nl  iiiav  be  seen,  and  are  distributed  by  a  battery  of 
\alves  to  the  various  running  tanks. 

Distillation  is  by  open  fire  in  a  plain  firel)Ox.  The 
first  distillate  is  the'lightest,  and  the  oil  running  from 
the  condenser  becomes  heavier  as  more  is  taken  ofi. 
The  stock  from  which  the  lubricating  oils  are  made 
is  the  last  which  is  taken  from  the  still,  and  is  of  about 
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20  degrees  gravity,  and  of  a  green-red  color.  That  is, 
it  is  green  when  viewed  in  a  mass,  but  red  when  looked 
through  in  thin  layers.  The  color  when  fresh  from  the 
iftill  is  much  lighter,  from  straw  to  amber,  but  this 
darkens  within  a  few  hours.  The  residuum  left  in 
the  still  from  distillation  of  crude  is  asphalt,  the  hard- 
ness of  which  will  vary  with  the  amount  of  distillate 
taken  off. 

Refining. 

The  lubricating  stock  is  now  pumped  back  to  a 
clean  still,  and  is  again  boiled  and  steamed  until  a 
proper  amount  is  taken  off.  The  pistillate  from  this 
run  is  partly  fuel  oil,  partly  stock  for  very  light  lubri- 
cants, such  as  ice  machine  and  neutral  oil.  The  re- 
sidue in  the  still,  which  is  known  as  reduced  stock,  is 
thicker  and  heavier  than  the  raw  lubricating  stock, 
and  a  little  darker  in  color.  Ordinary  green  oil  or  skid 
oil  is  an  example  of  a  reduced  stock. 

The  gravity  to  which  the  stock  is  reduced  depends 
on  the  kind  of  oil  to  be  made,  and  the  refiner's  ideas 
as  to  treatment,  but  is  always  lower  than  the  gravity 
of  the  finished  oil,  as  the  stock  loses  in  both  gravity 
and  viscosity  in  the  finishing  treatment.  The  follow- 
ing oils  are  typical  lubricating  oils,  and  other  varieties 
are  but  variants  from  these. 

Ice  machine  oil  and  neutral  oil  are  usually  made  by 
reducing  the  distillate  from  the  first  reduction  of  lubri- 
cating stock.  An  ice  machine  oil  which  is  23  de- 
grees when  finished  will  be  reduced  to  say  2iy2  de- 
grees, a  neutral  finished  at  22  degrees  will  be  reduced 
to  21  degrees. 

Red  oils  (engine  oils)  and  automobile  cylinder 
oils  are  made  from  reduced  lubricating  stock.  A  red 
oil  to  be  finished  at  19  degrees  will  be  reduced  to  16 
degrees,  an  auto  oil  to  be  finished  at  20  degrees  will 
be  reduced  to  say  16  degrees.  .\11  the  above  oils  are 
finished  by  an  acid  treatment  and  washing. 

Cylinder  oils  are  made  from  straight  reduced  stock 
either  by  acid  treatment  or  by  filtration.  Filtration 
consists  in  passing  the  hot  reduced  stock  through 
layers  of  freshly  ignited  bone  charcoal.  The  coal  takes 
out  the  impurities  and  the  coloring  matters — the  first 
drops  coming  through  the  filter  will  be  very  pale,  this 
color  becoming  darker  and  darker  until  finally  the  bone 
coal  is  exhausted,  and  the  oil  passes  through  un- 
changed. This  method  of  finishing  gives  a  pure  and 
clean  o\\,  but  is  difficult  to  apply  to  California  oils. 
Filtration,  in  improving  the  color,  greatly  reduces  the 
viscosity  and  the  lubricating  power. 

In  finishing  by  acid  treatment,  the  reduced  stock 
is  pumped  into  steel  tanks  with  conical  bottoms, 
called  agitators.  These  are  provided  with  open  end 
air  pipes  reaching  to  the  bottom  of  the  cone,  by  means 
of  which  the  contents  are  agitated.  Into  the  oil  is 
poured  a  small  amount  of  commercial  sulfuric  acid 
and  the  mixture  agitated  for  some  time.  The  acid 
becomes  thick  and  black,  absorbing  several  times  its 
bulk  from  the  oil,  and  in  this  state  is  known  as  acid  tar 
or  sludge.  The  sludge  is  allowed  to  settle  out,  and 
finally  drawn  ofif  at  the  bottom,  and  burned  or  thrown 
away.  This  treatment  with  acid  is  repeated  until 
the  oil  comes  to  the  proper  color,  a  point  requiring 
some  skill  to  determine,  as   the  acid  oil  has  not  the 


color  of  a  finished  oil,  but  is  a  greenish-blue,  sky-blue 
or  even  purple  color  when  seen  from  above,  and  a  dark 
red  color  in  drops. 

After  all  the  acid  possible  has  settled  out  and  been 
drawn  off,  the  alkali,  a  solution  of  caustic  soda  in 
water,  is  added  and  thoroughly  mixed.  The  oil  turns 
very  sharply  to  a  j)ale  cloudy  color,  or  even  to  a  milk 
white.  Great  care  is  exercised  at  this  point  to  get 
the  mixture  exactly  neutral,  as  if  it  is  left  acid  the  oil 
will  darken,  while  if  it  is  made  alkaline  the  excess  of 
alkali  is  very  difficult  to  wash  out. 

When  neutralized,  the  oil  is  washed  with  warm 
water,  either  by  adding  water  in  small  doses,  mixing, 
settling  and  drawing  off,  or  by  spraying  water  over 
the  top,  and  drawing  it  off  as  it  accumulates  at  the 
bottom.  The  first  water  which  comes  through  is  milk 
white,  and  washing  is  continued  until  the  water  comes 
through  perfectly  clear.  The  oil  then  has  its  finished 
color,  but  is  cloudy. 

The  last  step  is  clearing  out  the  cloud,  which  is 
done  by  kee])ing  the  oil  warm  in  flat  pans,  and  blow- 
ing air  through  it  by  perforated  pipes.  This  air  takes 
out  the  water  cloud,  and  leaves  the  oil  perfectly  clear 
and  bright,  when  it  is  ready  for  the  market. 

.\cid  treatment  is  essentially  the  same  for  ail  kinds 
of  oil.  Light  oils  lose  about  ten  per  cent  of  their  vol- 
ume to  the  acid,  and  one  or  two  per  cent  to  the  alkali 
and  water.  Engine  oils  lose  up  to  twenty-five  or 
thirty  per  cent  of  their  volume  in  treatment.  This 
loss  and  the  handling  are  the  principal  sources  of 
expense,  as  the  chemicals  are  not  very  expensive,  but 
in  the  making  of  such  oils  as  auto  oil,  which  loses  up 
to  40  per  cent,  the  expense  is  considerable. 

The  color  of  the  finished  oil  may  be  anything 
which  the  i)rice  will  justify.  The  more  acid  used,  the 
greater  the  loss  and  tlifficulty  in  handling,  and  the 
paler  the  color.  The  color,  as  has  been  often  repeated, 
is  of  no  im()ortance  whatever  for  most  uses,  but  the 
market  demands  certain  shades,  and  often  pays  heav- 
ily for  them. 

The  principal  difference  between  California  lubri- 
cating oils  and  those  of  I'ennsylvania  is  in  weight — 
\iscosities  being  eipial  our  oils  will  be  several  degrees 
IJeaume  heavier  than  the  Eastern  oil.  The  flash  point 
of  our  oils  is  also  lower  for  the  same  gravity — these 
differences  are  due  to  basic  differences  in  the  raw  ma- 
terials, and  cannot  be  much  affected  b}-  refining  meth- 
ods. The  reputation  of  California  lubricating  oils  has 
also  suffered  from  the  difficulty  of  washing  them  en- 
tirely clean,  which  has  led  to  a  good  deal  of  oil  being 
put  on  the  market  with  traces  of  soapy  alkali  products 
in  it.  These  do  not  harm  the  lubricating  properties, 
but  cause  the  oil  to  emulsify  and  froth  when  rubbed 
up  with  water,  and  sometimes  cause  it  to  turn  cloudy 
on  standing.  In  the  case  of  cylinder  oils  this  i?  a  very 
bad  feature,  and  the  production  of  a  satisfactory  cyl- 
inder oil  from  local  stock  has  onl}'  been  accomplished 
v.ithin  the  last  two  or  three  years.  So  far  as  other 
i«ils  are  concerned,  while  they  have  not  the  beautiful 
green  color  of  the  best  eastern  goods,  they  are  in  use 
fully  equal  to  the  best,  and  with  the  shrinkage  in  east- 
ern supply,  and  the  growth  of  our  own  fields,  Cali- 
fornia lubricating  oils  have  about  absorbed  the  local 
market,  and  are  rapidly  becoming  standard  in  the  east. 
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says,  "here   in  sight  of  the   eternal   flames,   flickering 
above  crannies  in  the  rocks,  lighted  no  one  knows  how, 
,-,,    ,  .  ™^"'  subdued  with  awe,  came  first  to  worship  the  mvs- 

Of  the  many  mterested  m  oil  few  give  a  thought     tery  of  fire.     Here,  for  countless  generations    hordes 
to  the  history  of  the  petroleum  industry,  yet  natural     "^  Parsee  worshippers  came  from  Persia  and  f'ar  away 
hydrocarbons  have   been   known  and   used   from   time      ^"^1'^.  from  across  the  Caspian  and  the  river  Oxus   on 
Gordon  Surr,  in  the  Mining  World,  re-     pilffrimages  to  Baku,  the  holy  city  of  fire,  to  their'an- 

cieiit  stone  temples  and  shrines,  dedicated  to  the  hidden 


immemorial. 

cently  abstracted  the  following  notes,  drawing  freely 

upon  W.  S.  Tower's  "The  Story  of  Oil." 

The  words  rendered  "pitch"  in  the  Dible  appa- 
rently refer  to  mineral  pitch  or  bitumen,  and  we  are 
given  to  understand  that  Xoah  coated  his  ark  "within 
and  without  with  pitch."  In  building  the  Tower  of 
Babel,  it  is  said  "slime  had  they  for  mortar,"  but  in 
some  versions  the  words  are  translated  "bitumen"  in 
place  of  "slime,"  which  throws  light  on  the  statement 
that  "the  vale  of  Siddim  was  full  of  slime  pits." 

Pieces  of  brick  are  found  with  a  kind  of  asphalt 
mortar  attached  to  them  among  the  ruins  of  ancient 
Assyrian  cities,  while  walls  cemented  with  bitumen 
may  still  be  seen  in  the  ruins  of  the  tower  ut  .\cker- 
ouf,  in  old  Chaldca,  which  was  built  at  least  3500  years 
ago.  Ancient  bitumen  and  iiai)luha  wells  are  said  to 
have  been  discovered  in  many  .Assyrian  localities,  and 
bitumen  is  found  to  have  been  largely  used  as  cement 
in  building  liabylon  and  Xineveh.   The  F-lgyptiaiis  usei 


power  of  flames  that  never  ceased.  Even  until  a  gen- 
eration ago.  the  famous  temple  of  Surakhany  welcomed 
Us  devotees  from  India,  who  still  came  to  worship  at 
the  altars  where  the  fires  burned  unquenched  after 
thousands  of  years.  Today  pipes  have  been  fitted  to 
the  crannies  in  the  rocks ;  the  gas  is  used  by  enter- 
prising natives  to  warm  their  huts  or  cook  their  food, 
and  profane  oil  derricks  dot  the  surface.  But  in  spite 
"f  all  the  dirt  and  ugliness  in  a  modern  oil  region,  the 
romance  of  history  still  hovers  over  the  place  where 
man  perhaps  first  learned  the  nature  of  fire  and  bowed 
himself  down  in  its  worship." 

The  burning  gas  springs  and  fire  worsiiippers  are 
referred  to  in  the  early  stories  of  Baku,  but  the  use 
of  petroleum  itself  is  first  directly  mentioned  by  Marco 
i'nlo.  who.  visiting  the  region  in  the  latter  part  of 
the  i.^tii  century.  re])urted  a  great  fountain  of  oil  from 
which    "a   luindred    shiploads   might    be   taken    at   one 


)itumens  in  embalming,  probably  4000  years  ago,  for      tinu."     lie  further  remarks  that  the  oil  was  good  to 


in  many  mummies  the  cavities  are  filled  with  asphaltic 
material,  and  petroleum  is  .said  to  have  been  employed 
in  the  manufacture  of  the  Kgyptian  papyrus. 

The  first  account  of  t,he  apparently  more  or  less 
regular  collection  of  petroleum  was,  however,  written 
about  450  B.  C.  by  the  (ireek  historian,  Herodotus, 
who  says,  "At  Ardcricca  is  a  well  that  produces  three 
diflFerent  substances,  for  asphalt,  salt,  and  oil  are  drawn 
up  from  it  in  the  following  manner.  It  is  ])umped 
up  by  means  of  a  swipe  and,  instead  of  a  bucket,  half 
a  wine  skin  is  attached  to  it.  Ha\ing  dipped  down 
with  the  swi])e,  a  man  draws  it  up,  and  ])our's  the  con- 
tents into  a  reservoir,  and  being  poured  from  this  into 
another  it  assumes  these  different  forms;  the  as])halt 
and  the  salt  immediately  become  solid,  but  the  oil  they 
collect:  it  is  black,  and  emits  a  strong  odor."  .\r- 
dericca  was  in  ancient  Persia. 

The  Roman  records  arc  of  particular  interest 
owing  to  the  references  to  wells  in  Sicily,  from  whence 
oil  was  obtained  which  was  burned  in  lamps  in  the  tem- 
ple of  Jupiter  about  the  beginning  of  the  Christian  era. 
This  is  the  first  recorded  instance  of  the  use  of  petro- 
leum for  lighting,  and  Italian  petroleum  has  been  more 
or  less  used  ever  since  as  a  source  of  light. 

The  inhabitants  of  the  Hanover  district  in  Ger- 
many are  said  to  have  used  petroleum  for  ages,  both 
for  lighting  and  lubricating.  They  obtained  their  sup- 
plies from  deep  pits,  called  "grease  holes,"  by  dipping 
bundles  of  long  reeds  into  the  water,  the  adhering  oil 
being  removed  by  twisting  the  reeds  together  and  thus 
wringing  them  out. 

Although  the  petroleum  wells  in  British  Burma 
are  considered  by  some  as  possibly  the  oldest  in  the 
world,  the  Baku  district  in  Russia  is  far  and  away  of 
chief  interest  in  the  ancient  history  of  petroleum. 
Burning  jets  of  natural  gas  are  supposed  to  have  e.x- 
isted  for  unknown  ages  in  this  region,  and  probably 
gave  rise  to  the  worship  of  fire.     .\s  Mr.  Tower  well 


burn,  but  not  to  eat,  and  was  also  used  to  cure  diseased 
camels.  Polo,  though  at  times  inclined  to  exaggerate, 
certainly  spoke  the  truth  when  he  stated  that  the  oil 
was  not  good  to  eat,  and,  in  later  accounts,  Baku  is 
described  as  the  .source  of  oil  which  is  "burned  through- 
out all  Persia."  h>om  springs  in  the  Baku  district,  the 
Persians  seem  to  have  obtained  oil  in  great  abundance, 
which  was  used  by  all  classes  for  fuel  and  light,  and 
was,  moreover,  carried  in  bulk  in  sailing  craft.  Had 
the  worthy  Marco  Polo  been  living  a  few  years  ago 
he  could  assuredly  have  seen  another  great  fountain 
of  oil  for,  in  1898,  a  single  well  in  the  Baku  region 
yielded  3,500.000  bbls.  of  petroleum  in  30  days,  which 
means  about  117,000  bbls.  daily. 

In  short,  bitumens  and  petroleum  have  been  long 
employed   for  various  purposes  in   many  countries  of 
the  Old  World  and  there  is  no  doubt  that  petroleum 
was  used  medicinally  by  the  American  Indians  before 
the  coming  of  the  French  or  English.     The  first  men- 
tion on   record  of  American   petroleum,  however,  ap- 
years  in  a  letter  of  a  French  missionary  who,  in  1627, 
saw  a  fountain  of  bitumen  near  Lake  Ontario,  and  a 
"fountain  of  bitumen"  is  marked  on  a  map,  dating  from 
1650,  in  the  vicinity  of  the  present  village  of  Cuba  in 
New  York  State.     During  the  latter  part  of  the  18th 
century  petroleum  was  used  to  some  extent  as  a  medi- 
cine by  the  whites,  under  the  name  of  "Seneca  Oil," 
but   of  so  little  account  was  it  considered  that,  even 
in  the  earlier  part  of  the   19th  century,  it  was  looked 
upon  as  a  nuisance  by  the  salt  makers  who  cursed  the 
oil  that  ruined  their  brine.    These  salt  makers  formerly 
dirg  wells  from  whence  they  obtained  their  brine,  but 
later  drilling  tools  were  employed,  and  the  first  real 
drilled   well   west  of  the  Alleghanies   and  possibly  in 
the   country,  was   bored   about    100  years  ago   in   the 
Kanawha  valley.  West  Virginia.     After  this  it  became 
the   general    practice,    in    sinking   these    wells,    to    dig 
down  to  the  bedrock  and  then  to  drill. 
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In  1826,  a  certain  Dr.  Hildreth  published  an  ar- 
ticle in  which  he  prophetically  stated,  regarding  pe- 
troleum, that  "this  product  offers  great  resources  as 
an  illuminating  agent,  and  will  certainly  become  of 
great  utility  in  lighting  the  future  villages  of  Ohio," 
and,  a  few  years  later  petroleum  was  used,  where  abun- 
dant, for  lighting  and  lubricating,  in  place  of  sperm  oil. 

Some  years  before,  Samuel  Kier,  a  Pittsburg  drug- 
gist, put  up  crude  petroleum  in  small  bottles  bearing 
the  following  legend: 

"Kier's  Petroleum  or  Rock  Oil.  Celebrated  for  its 
wonderful  curing  power.   A  Natural  Medicine  Pumped 


conductor.  Drake  loft  for  Oil  Creek  in  1858,  and  at  the 
time  of  his  departure  his  emploj'ers  are  said  to  have 
dignified  him  with  the  title  of  "Colonel,"  for  business 
reasons,  by  which  title  he  was  thereafter  known. 

The  plan  was  to  dig  down  to  the  bed  rock  and 
then  to  drill  l)ut,  in  spite  of  every  effort,  the,  sand  con- 
tinually caved  in  and  filled  up  the  pit.  At  length,  in 
1859,  Drake  hit  upon  the  ingenious  device  of  driving 
an  iron  pipe  down  to  the  solid  rock,  and  working  the 
drilling  tools  through  the  pipe.  At  this  time  he  suc- 
ceeded in  getting  William  Smith  and  his  sons  as  drill- 
man  and  helpers,  who  were  men  of  long  experience  in 


from  a  well  in  Allegheny  County,   Pennsylvania,  400     sinking  salt   wells,   including  those   from   which    Kier 

is  said  to  have  obtained  his  oil.  After  repeated  at- 
tempts, the  pipe  was  finally  forced  through  the  sand 
and  loose  material,  when  drilling  was  commenced  with 
no  more  trouble  from  caving.  Two  or  three  feet  a  day 
was  the  best  they  could  do  in  drilling,  and  having  gone 
down  about  69  ft.  the  men,  returning  to  work  on  the 
morning  of  August  26,  1859,  found  the  well  nearly  full 
of  oil.  Thus  "Colonel"  Drdke  and  "Uncle  Billy"  Smith 
brought  into  being  the  first  well  ever  drilled  for  oil 
in  the  United  States,  little  dreaming  of  the  present 
gigantic  industry  which  has  grown  from  this  humble 
beginning.  Truly  it  is  not  the  part  of  wisdom  to 
despise  "the  day  of  small  things." 


feet  below  the  surface  of  the  ground." 

.Although  by  extensive  and  ingenious  advertising, 
the  sales  were  raised  to  as  much  as  three  barrels  a 
(lay,  the  demand  began  to  fall  off  and  Kier  found  him- 
self overstocked,  whereupon  he  began  to  sell  his 
medicine  as  lamp  oil,  but  naturally  the  crude  oil,  with 
its  abominable  smell  and  smoke,  was  not  much  of  a 
success  as  a  household  illuminant. 

While  Kier  was  trying  to  dispose  of  his  oil  as  a 
cure-all,  plants  were  being  erected  in  various  places 
for  distilling  illuminating  oils  from  coal  and  shale,  an 
industry  which  started  in  France  about  1832.  In  1846 
Abraham  G«sner,  the  famous  engineer,  made  an  illum- 
inating oil  from  coal  and  introduced  it  into  the  United 
States,  from  Prince  Edward  Island,  under  the  trade 
name  of  "Kerosene,"  and  a  few  years  later  several 
plants  in  the  United  States  were  manufacturing  these 
"coal  oils."  Possibly  the  success  of  these  oils  as  illinii- 
inants  suggested  possibilities  to  Kier,  but,  at  any 
rate,  he  tried  refining  crude  petroleum  about  1852,  and 
after  various  experiments  finally  produced  a  distilled 
illuminating  oil,  which,  though  far  from  perfect,  was 
a  great  improvement  over  crude  petroleum.  Oil,  dis- 
tilled from  crude  petroleum,  is  said  to  have  been  first 
used  for  lighting  in  Prague,  Bohemia,  in  1810,  although 
Kier's  was  the  first  illuminating  oil  distilled  from 
American  petroleum,  and  Pittsburg  the  first  place  to 
use  it.  The  first  barrel  of  this  refined  oil  was  sold  in 
New  York  at  70  cents  a  gallon,  and  at  times  prices 
reached  $2  a  gallon. 

The    consumption    of    Kier's   "Carbon    Oil"    soon 


AMERICAN  SOCIETY  OF  ENGINEER 
DRAFTSMEN. 

On  June  i8th  the  first  steps  were  taken  to  form 
a  permanent  organization  to  be  known  as  the  American 
Society  of  Engineer  Draftsmen,  embracing  every 
branch  of  the  profession,  including  mechanical,  elec- 
trical, civil  architectural,  marine,  sanitary,  automobile 
and  aeronautical  draftsmen.  The  first  meeting  of  the 
Society  was  held  on  July  27th.  The  formation  of  this 
organization,  which  was  conceived  by  E.  Farrington 
Chandler,  a  well  known  designer  and  inventor,  marks 
the  first  effort  to  form  a  national  society  among  drafts- 
men. 

Draftsmen  have  long  felt  the  need  of  an  organiza- 
tion, both  from  an  engineering  and  a  fraternal  stand- 
point, which  w'ould  be  the  means  to  establish  a  higher 


taxed  the  old  salt  wells  to  their  utmost  capacities,  for     P^f/ssional  standing  and  place  them  on  a  recognized 


not  a  single  well  had  as  yet  been  put  down  expressly 
for  oil.  In  1854,  Jonathan  Eveleth  and  George  H.  Bis- 
sell.  New  York  lawyers,  organized  the  first  oil  com- 
pany in  the  United  States,  under  the  name  of  the 
Pennsylvania  Rock  Oil  Company,  "to  raise,  procure, 
manufacture  and  sell  rock  oil."  The  property  of  the 
company  consisted  of  some  100  acres  on  "Watson's 
Mats,"  bordering  Oil  Creek,  Pennsylvania.  The  com- 
])any  was  later  reorganized  but  it  was  soon  plain  that, 
to  make  a  profit,  larger  quantities  of  oil  would  have  to 
be  obtained  than  what  could  be  procured  by  skimming 
the  water  in  pits  and  streams.  Strangely  enough,  the 
suggestion  for  a  solution  of  the  problem  was  offered,  it 
is  said,  by  one  of  Kier's  old  cure-all  circulars,  which 
pictured  the  artesian  well  from  whence  he  claimed  to 
have  secured  his  oil.  Finally  the  company  decided  to 
drill  a  well  on  the  Oil  Creek  property,  and  the  work 
v.as  put  in  charge  of  Ehvin  L.  Drake,  then  a  railroad 


])rofessional  plane,  in  the  field  of  engineering. 

The  benefits  of  an  organization  of  this  character 
are  well  understood  and  need  no  elaboration.  A  de- 
cided feature  of  the  Society  is  the  opportunity  offered 
Juniors,  affording  means  by  which  they  may  become 
familiar  with  the  demands  of  practice,  in  the  drafting 
room,  while  students  or  employees  in  other  branches 
of  industrial  work,  as  is  also  an  employment  bureau  co- 
operating with  employers. 

The  qualifications  for  membership  are  such,  that 
a  standard  will  be  established,  as  in  other  branches  of 
engineering,  and  it  is  the  aim  of  the  Society  to  main- 
tain this  standard,  and  to  secure  recognition  from  every 
concern  employing  draftsmen. 

The  officers  chosen,  are  E.  Farrington  Chandler, 
president;  Wm.  B.  Harsel,  vice-president,  and  Henry 
I-.  Sloan,  secretary  and  treasurer,  w'ith  headquarters 
at  116  Nassau  Street,  New  York. 
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ALEXANDER  HENDERSON.  The  Editor: 

On  Thursday,  August  II,  1910,  Alexander  Hender-  "Friday    last    we    were   advised    that   our    mutual 

son  died  at   "The   Anchorage,"  his  home   in  the  hills  friend,    Alec    Henderson,    has    gone    across   the    Great 

of  New  Hampshire,  after  an  illness  of  several  months ;  Divide.     Alec    was   one   of   my   best   friends.      He    no 

he  was  buried  on  Monday  of  this  week.  douhl,  had  the  most  extensive  acquaintance  of  any  man 

"Alec"   Henderson,   as   he   was   fondly   known   by  in  the  electrical  l)usiness.  a  man  beloved  and  respected 

thousands    of    friends    in    the    electrical    fraternity    to  by  all.     He  had  the  peculiar  quality   of  making  fast 

whom  he  had  endeared  himself  by  his  lovable  nature,  friends  on  short  acquaintance;  this  was  because  of  his 

was   prominently   identified    with    the    electrical   trade  sterling  qualities.     Liberal  to  the  limits  of  his  purse, 

for  over  a  score  of  years,  since  1906  having  been  asso-  honest    without    regard    to    personal    interest,    always 

ciated  with  the  American  Circular  Loom  Company  of  courteous  and  a  man  above  men.     .^lec  was  a  prince 

Boston,  Mass.,  remaining  with  them  until  the  time  of  and  all  who  knew  him  loved  him. 


his  death. 

During  some  thirty-five 
years  of  business  life,  he 
traveled  throughout  the 
length  and  breadth  of  the 
land,  always  ably  repre- 
senting his  employers  and 
also  drawing  to  himself 
the  friendship  of  every 
man  with  whom  he  came 
in  contact,  until  it  became 
proverbial  that  all  of  his 
acquaintances  where  his 
friends. 

Of  his  many  visits  to 
the  Pacific  Coast  perhaps 
the  most  memorable  was 
that  in  January,  1908, 
when,  as  the  guest  of  the 
electrical  jobbers  at  Del 
Monte,  he  told  of  the 
hopes  and  aspirations  to 
which  he  had  steadfastly 
clung  throughout  the 
many  buffetings  of  busi- 
ness life.  His  fondest 
dream,  that  during  his  de- 
clining years  he  might 
have  a  home  "whose  latch- 
string  would  not  be  hang- 
ing on  the  outside,  because 
there  would  be  no  latch- 
string,   but  always  a  warm 

welcome  to  his  friends,"  was  finally  realized  when  he 
bought  a  beautiful  spot  in  the  hills  of  New  Hampshire 
and  erected  a  mode.st  cabin,  which  he  called  "The  -An- 
chorage" iir^ncmory  of  the  feeling  of  perfect  peace  and 
contentment,  which  this  term  symbolizes  to  those  that 
brave  the  seas,  such  an  experience  being  an  episode 
of  his  own  bovhood  life. 

Mere  words  cannot  do  justice  to  the  memory  of 
this  man,  which  has  been  perpetuated  by  the  good 
deeds  he  accomplished.  Of  him  it  might  truly  he 
said  that  the  world  is  better  because  he  lived;  in  this 
respect  he  achieved  the  fullest  measure  of  success. 

His  death  is  a  personal  loss  to  every  member  of 
the  electrical  fraternity.  This  is  feelingly  exemplified 
in  the  following  letter  from  one  of  his  dearest  friends. 


.Mixandcr  Hfnd<T50ii 


"About  a  year  ago,  he 
wrote  me  in  a  vein  unusual 
to  him.  It  is  difficult  to 
say  what  prompted  him;  a 
man  usually  reticent  about 
his  own  feelings,  he  gave 
expression  to  sentiments 
that  showed  the  character 
of  the  man.  I  am  taking 
the  liberty  of  cjuoting  one 
or  two  passages  from  the 
letter; 

7^  raiiiKit  hi'  iiiorc  than  a 
ffii!  ]/cnrs  until  Hdiiic  <if  i/our 
i)hlrr  friciidx  rruss  thr  Divide 
II lid  irlii'ii  nil/  tiiiii  cuiiieK  to 
//'),  I  xiiirn-rlji  liii/if  that  there 
irill  Ijr  hilt  line  fediiiij  tiiiiong 
iiijl  i'rieiidn,  that  of  great  re- 
jtiii-iiii/  that  the  xtriiggle  is 
iirer  and  tlial  at  last  I  am 
free  to  explore  new  eonditiona 
of  irhieh  ire  Inoir  xo  little.  " 

That  he  esteemed  his 
friends  on  the  Coast  is 
evidenced  by  the  expres- 
sions in  that  letter; 

1  doiiH  know  how  else  to 
make  you  v nderstrrnd^  the  great 
depth  of  appreeiatioH  in  which 
I  hold  i/oiir  friendship  and  the  friendship  if  the  'bogs' 
that  siritrh  up  and  doirii  and  across  the  continent;  yes  and 
even  beyond  on  both  seas  and  tJiut  hare  helped  me  so  mueh 
during  all  the  years  and  that  will  give  me  strength  and  eour- 
age  and  euduranee  to  the  end." 

The  expression  of  aft'ection  which  .\Iec  gives  ut- 
terance to,  quoted  above,  is  of  such  a  character  that 
all  his  friends  should  know  of  it.  I,  therefore,  appre- 
ciate the  opportunity  to  express,  through  the  Journal, 
these  lines  'in  Alec's  behalf. 


Yours  very  truly, 


T.    E.    BiBBINS. 
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DISCUSSION  ON  STEAM  ENGINEERING 

PRACTICE.' 

Rating  Boilers  on  Thermal  Efficiency. 

IV.  P.  MilUicr:  How  about  rating  boiltrs  and  engines  on 
tlieir   thermal    efficiency? 

R.  F.  Chevalier:  Rating  by  thermal  efficiency  is  the  correct 
method.  .-X  boiler  rated  at  100  h.p.  is  capable  of  developing  50 
to  150  per  cent  more  without  injury.  Builders  rate  boilers  by 
square  feet  of  heating  surface.  The  capacity  of  a  boiler  depends 
upon  the  quantity  of  fuel  capable  of  being  burned  beneath  it. 
Where  coal  is  used,  grate  area  is  an  object.  By  increasing  this 
grate  area  and  with  proper  combustion  boiler  capacity  is  in- 
creased. There  are  several  instances  where  fuel  is  burned 'from 
both  ends  of  a  boiler  thereby  doubling  the  capacity.  The  volume 
of  the  gases  of  combustion  is  considerably  less  with  oil  fuel 
than  with  coal.  The  temperature  drop  over  the  heating  surface 
is  greater  due  to  rapid  and  complete  combustion.  The  area  of 
gas  passages  throughout  the  boiler  may  be  decreased  to  great 
advantage  and  also  a  longer  travel  given  to  the  gases.  These 
conditions  are  favorable  to  higher  efficiencies  and  greater  capa- 
city. More  draft  is  required  at  the  damper  which  increases  the 
velocity  at  which  the  gases  travel  over  the  heating  surface.  A 
Babcock  and  VVilco.x  boiler  fourteen  tubes  high  and  rated  at 
6S0  h.p.,  with  superheater,  showed  an  average  temperature  of 
900  degrees  F.  at  the  top  of  the  first  pass.  The  gases  traveling 
through  the  superheater  dropped  150  degrees  F.,  so  that  when 
entering  the  second  pass  over  the  boiler  tubes  the  temperature 
was  750  degrees  F.  The  temperature  of  the  escaping  gases  at 
the  damper  .were  550  degrees  F.  The  furnace  temperature  was 
26(X)  degrees  F.  About  27  per  cent  of  the  total  heating  surface 
of  this  boiler  is  in  the  first  pass,  where  83  per  cent  of  the  drop 
in  temperature  occurred.  The  superheater  reduced  the  temper- 
ature of  the  gases  7  per  cent  and  the  remaining  63  per  cent  of 
heating  surface  reduced  tlu-ni  .inotlK-r  10  per  cent. 
Baffling   Boilers. 

R.  F.  Chevalier:  The  question  of  bafHing  boilers  has  been 
given  considerable  thought  where  coal  is  used  as  fuel.  Builders 
seem  to  persist  in  thinking  that  the  same  conditions  should  pre- 
vail where  oil  is  used  as  fuel,  at  least  very  few  attempts  have 
been  made  to  alter  the  arrangement  of  the  baffles.  Reducing  the 
draft  by  adding  baffles  to  decrease  the  cross  sectional  area  of  a 
pass  where  the  gases  turn  usually  results  in  greater  efficiency. 
The  same  effect  is  obtained  by  partially  closing  the  stack  damper. 
In  following  this  method  the  velocity  of  the  gases  is  retarded 
and  tend  to  increase  the  amount  of  inert  gas  surrounding  the 
heating  surface.  Better  results  would  be  obtained  by  increas- 
ing the  number  of  passes  thereby  decreasing  the  area  of  each 
and  increasing  the  velocity  of  the  gases  over  the  heating  sur- 
face and  reducing  the  layer  of  inert  gases. 

Question:  Would  you  narrow  the  first  pass  in  proportion 
to  the  second? 

R.  F.  Chezalicr:  Reducing  the  passes  would  depend  upon 
existing  conditions.  With  a  draft  at  the  damper  of  0.25 
in.  of  water,  and  .1  in.  or  less  in  the  furnace  it  would  not  be 
advisable  to  change  the  baffles,  as  that  would  tend  to  reduce 
the  capacity  of  the  boiler.  But  if  the  draft  at  the  damper  and 
that  in  the  furnace  is  high  the  best  results  would  be  obuined 
by  a  change  in  baffles.  Moving  baffles  in  a  boiler  that  is  already 
bricked  in  is  expensive,  the  gain  effected  by  such  would  have  to 
be  considerable  to  warrant  the  expense.  A  thorough  investigation 
01  conditions  would  be  necessary  before  determining  the  area  and 
number  of  passes  that  would  be  best  suited. 

L.  W.  Holbrook :  Uo  gases  contract  or  e.xpand  more  as  they 
go  out? 

R.  F.  Chezalicr:  .\s  the  gases  move  over  the  heating  sur- 
face their  temperature  decrease  and  the  volume  is  reduced  ac- 
cordingly. 

/.  G.  De  Remer:     Does  the  velocity  increase? 

7?.  F.  Chevalier:  As  the  volume  decreases,  the  velocity  in- 
creases. This  increase  in  velocity  is  also  due  to  an  increase  of 
draft  r.nd  a  lessening  of  resistance  to  the  flow  of  gas. 
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THE  FACTORS  OF  INDUSTRY. 
That  capital  and  labor  are  the  prime  factors  in  the  pro- 
duction of  wealth  was  always  a  mistaken  belief  and  is  now 
an  outworn  doctrine,  we  are  told  by  an  editorial  writer  in 
Engineering  (London,  July  8).  He  admits  both  as  factors, 
but  ranks  labor  second  and  capital  third.  First  of  all  he 
places  enterprise,  aided   by  experience  and  knowledge. 

There  is  plenty  of  capital  in  the  city,  and  plenty  of  labor 
walking  the  streets,  yet  they  do  not  produce  wealth.  I-^nter- 
prise,  aided  by  experience  and  knowledge  in  the  form  of  man- 
agement, is  required  to  utilize  these  forces— i.e.,  capital  and 
labor.  Labor  is  the  second  factor  in  production,  and  capital 
the  third  factor.  It  is  essential,  however,  that  management 
and  labor  should  be  highly  skilled,  for  otherwise  neither  can 

profitably  assist  capital 

We  have  indicated  that  enterprise,  experience  and  knowl- 
edge are  the  principal  factors  in  wealth  production.  This  ap- 
plies to  the  manager  in  management,  and  to  the  workman  at 
his  machine.  Modern  economics  demand  this  differentiation. 
Knterprise.  knowledge  and  concentration  are  wealth  produc- 
tive, and  especially  so  if  confined  within  the  sphere  of  activ- 
ity in  which  experience  has  been  gained.  In  other  words, 
specialization  is  the  key  to'  profitable  production.  If  these 
forces  are  to  be  utilized  for  the  common  good,  they  will  re- 
quire some  form  of  organization,  and  a  good  organization  re- 
quires good  management.  If  these  forces  are  not  organized 
and  managed,  unemployment  will  be  prevalent  in  labor  and 
in  the  higher  spheres  of  life.  We  perforce  see  thjvt  one  of 
the  greatest  factors  in  production  is  management,  and  as  the 
evolutionary  process  advances  we  recognize  this  more  and 
more. 

The  large  producer  has  many  advantages  which  the 
smaller  has  not;  he  can  afford  to  install  new  machinery  built 
specially  for  cheapening  production  as  it  appears  on  the  mar- 
ket. As  already  stated,  what  is  new  to-day  is  old  to-morrow, 
and  nowhere  is  this  more  true  than  in  engineering,  (^hoap 
production  is  a  boon  to  humanity,  for  it  tends  to  bring  luxury 
within  the  reach  of  all;  cheap  production  in  one  sphere  of 
activity  stimulates  further  production  in  other  spheres  of  ac- 
tivity, as  it  makes  possible  what  in  other  circumstances 
might  be  impossible.  As  an  illustration,  let  us  take  the  case 
of  a  sewing  machine.  This  is  a  necessity  in  most  homes, 
more  especially  in  poor  ones.  If  the  cost  of  producing  these 
machines  were  high,  only  the  better-class  families  could 
afford  to  buy  them;  but  if  the  cost  of  production  be  low, 
every  family  may  buy  them;  and  so  we  come  to  see  that 
one  of  the  esseiitial  factors  in  human  welfare  is  cheap  pro- 
duction. It  should  be  our  main  object  in  life,  therefore,  to 
bring  about  a  general  recognition  of  this  principle;  to  see 
that  the  economic  aspect  of  it  is  thoroughly  understood  by 
the  workman  himself.  But  it  should  he  borne  in  mind  that 
cheap  production  will  not  be  brought  about  by  cheap  labor 
or  by  forcing  labor  to  do  more  than  it  is  physically  capable 
of  doing.  Labor  should  have  an  adequate  return  for  the 
services  which  it  performs  in  production,  and  labor  should 
not  expect  more. 

We  know  that  all  men  are  not  equal  in  ability,  and  can 
not  be  made  so,  but  it  is  desirable  that  all  men  shall  have 
equal  opportunities.  In  the  countries  in  which  this  principle 
finds  the  widest  acceptance  economic  progress  is  the  greatest. 
The  enormous  business  activity  in  the  United  States  of  Amer- 
ica is  in  a  large  measure  due  to  this.  One  of  the  advantages 
of  the  free  play  of  individuality  is  that  by  it  the  creative 
class  of  man — the  man  with  ideas — is  brought  to  the  front. 
Men  are  divided  into  three  classes — viz.:  1.  The  creative,  the 
men  of  genius,  the  originators.  2.  Those  who  manage  for  the 
first — the  administrators.  3.  Those  who  do  the  labor  ap- 
pointed by  the  first  and  second — the  artizans. 

Men  of  the  first  class  will  always  be  the  real  governors 
of  the  state.  They  are  born  not  made,  but  economic  condi- 
tions should  be  fostered  that  will  favor  their  free  develop- 
ment 
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966,809.  Electric  Service-Meter.  Oliver  C.  Dennis,  Chi- 
CBgo,  III.,  assignor,  by  mesne  assignments,  to  Western  Elec- 
tric Company,  Chicago,  111.  In  a  telephone  metering  system, 
a  telephone  line,  talking  apparatus  associated  with  the  line, 


tonduit  opposite  said  pipes  being  provided  with  an  aperture, 
a  box  fitting  said  aperture  and  having  a  closed  bottom  ex- 
tending outwardly  and  downwardly  therefrom,  said  aper-' 
lure  and  said  box  being  of  greater  height  than  the  distance 
between  the  upper  and  lower  pipes,  and  a  drain  pipe  extend- 
ing from  the  lower  portion  of  said  box. 

967,058.  Electric  Water-Heater.  Herbert  N.  Roche,  San 
Francisco,  Cal.,  assignor  to  Thomas  B.  Gray-,  San  Francisco, 
Cal.  In  a  water  heater,  the  combination  of  a  receiver,  inlet 
and  discharge  connections  thereto,  an  electric  heating  unit  in 


a  register  connected  to  the  line,  manual  means  for  operating 
the  register,  and  an  electrical  circuit  independent  of  the  talk- 
ing apparatus  for  disconnecting  the  manual  operating  means 
of  the  register. 

966,899.  Oil-Burner.  August  J.  Oarloff,  Stony  Point,  Cal. 
An  oil  burner  comprising  a  base  plate  having  a  depressed 
pan,  an  oil  conducting  tube  extending  through  the  pan  to 
a    point   above    the   same,   and   having   the    extended    portion 


bent  transversely  to  form  a  vertical  series  of  coils,  the  ter- 
minal of  the  upper  coil  being  bent  horizontally  in  a  plane  at 
right  angles  to  the  coils,  and  having  a  burner  fixed  to  its 
end,  and  an  air-conduit  extending  upwardly  from  the  base 
and  having  its  discharge  end  separated  from  and  presented 
horizontally  toward  the  burner. 

967,135.  Smoke-Cleaner.  Joseph -Lachance,  Morgan  Hill, 
Cal.  A  smoke  conduit  in  combination  with  a  plurality  of 
horizontally    disposed    parallel   pipes   extending   through    said 


conduit  one  above  the  other  and  each  provided  with  a  longi- 
tudinally disposed  slot  extending  substantially  the  width  or 
the  conduit  and  upon  the  same  side  of  the  pipes,  said  pipes 
being  arranged  at  one  side  of  said  conduit,  the  side  ot  saiQ 


Ufeil 

jf^n 


said  receiver,  a  rotatable  snap-switch,  and  means  including 
a  longitudinally  movable  member  associated  with  the  inlet 
connection,  and  a  member  engaged  and  rotated  thereby 
and   connectible  to  the  switch. 

966,718.  Gas-Producer.  Walter  Thomas,  Vancouver, 
British  Columbia,  Canada.  In  a  device  of  the  class  described 
a  casing,  a  grate  within  said  casing  dividing  it  into  an  upper 
and  a  lower  portion,  a  partition  in  said  upper  portion  divid- 
ing said   upper   portion   into  a  pair  of  generating  chambers, 


said  casing  and  said  partition  each  having  surrounding  pas- 
sages and  twyers  effecting  communication  between  said  pas- 
sages and  the  interior  of  said  generating  chambers,  valve 
controlled  means  for  admitting  air  into  said  passages,  valved 
controlled  means  for  conducting  gases  from  said  passages, 
said  passages  for  each  of  the  generating  chambers  being 
separate  and  distinct,  and  means  for  admitting  fuel  through 
the  top  of  said  casing. 
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The   manifold   savers   of  time   and  of  labor  that 
ha\c  been  provided  by  our  modern  civilization  are  un- 
fortunately not  proving  to  be  savers 
Preventing  of  life.     Whereas  the  accidents  that 

Accidents  threatened     primitive     man     could 

be  counted  on  the  fingers  of  his 
liaiids,  we  are  now  encompassed  by  dangers  whose 
inimbers  exceed  the  hairs  on  our  head.  The  advantage 
of  the  time  economy  eft'ecled  by  the  electric  railway 
is  largely  nullified  by  the  growing  list  of  trolley  vic- 
tims. Every  branch  of  manufacturing,  from  the  win- 
ning of  the  fuel  and  raw  material  to  the  marketing  of 
the  finisiied  ijroduct,  is  accom])anied  by  its  life  hazard. 
E.xploding  boilers,  bursting  flywheels,  unguarded 
gears  and  unprotected  electrical  apparatus  add  their 
daily  toll  of  death.  .\o  wonder  the  small  boy  differ- 
entiated "the  (luick  and  the  ilead"  as  those  who  do  and 
those  who  do  not  get  out  of  the  way  of  the  automobile. 

The  social  resi)onsibility  of  parent  for  child  is  far 
less  binding  than  is  the  obligation  of  science  for  these 
agents  which  it  has  created.  More  than  half  the  acci- 
dents to  which  we  are  heir  are  due  to  preventable 
causes,  the  remainder  being  inherent  in  the  inevitable 
ri?ks  of  certain  emi)loyments.  Statistics  show  that 
about  half  of  the  avoidable  accidents  are  due  to  the 
worker's  carelessness  or  lack  of  skill,  the  other  half 
being  caused  directly  or  indirectly  b\'  the  employer's 
negligence,  especially  in  i)roviding  proper  safety  ap- 
pliances. The  inventor  has  already  shifted  a  portion 
of  liis  responsibility  by  furnishing  devices  which  obvi- 
ate many  dangers  and  is  now  busily  engaged  in  provid- 
ing additional  ones.  Consequently  it  remains  for 
employers  to  adopt  these  safeguards  either  through 
enforced  legislation  or  from  self-interest. 

The  last  factor  has  already  proven  to  be  a  ])owerful 
incentive,  insomuch  as  it  is  cheaper  to  ins'-all  safety 
appliances  than  to  fight  law  suits  and  i)ay  damage 
claims.  Wider  recognition  of  the  employers'  liability 
cannot  but  lessen  industrial  casualities. 

The  efforts  of  individuals  to  minimize  accidents  are 
now  being  supplemented  by  concerted  action  on  the 
part  of  several  organizations,  particularly  noteworthy 
i)eing  tiu"  newly  established  I'.iireau  of  Mines,  the 
.Museum  of  Safely  and  Sanitation  established  in  Xew 
York  City  last  year,  and  the  National  Association  of 
Manufacturers,  who  have  sent  a  committee  abroad  to 
study  prevention  and  industrial  relief  methods  in 
I'Airope.  The  result  of  their  researches  should  be  of 
great  aid  in  lessening  accidents. 

Piut  the  fact  still  remains  thai  ihe  employee  has 
a  like  responsibility.  Many  workers  for  whose  bene- 
fit all  these  precautions  are  taken  often  oppose  their 
introduction.  .\  strike  was  recently  called  in  one  of 
the  Pennsvlvania  coal  mines  because  a  helper  was  dis- 
charged for  attempting  to  carry  matches  into  a  mine 
showing  signs  of  gas  accumulation.  Man}'  a  boiler 
e.x-plosion  has  been  traced  to  the  engineers'  carelessness 
in  allowing  scale  to  accumulate,  just  as  bursting  fly- 
wheels are  frequently  due  to  a  blocked  engine  gov- 
ernor. Familiarity  with  danger  often  brings  corre- 
sponding contempt  among  experienced  workers  who 
fail  to  exercise  the  ordinary  ])recaution  of  the  novice. 
Tl  is  impossible  to  make  all  machinery  absolutely  fool- 
liroof.  and  so  Nature  mu.st  continue  to  exercise  hev 
inexorable  law  of  the  survival  of  the  fittest. 
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PERSONALS. 

A.  M.  Hunt  has  returned  to  San  Francisco  after  a  busi- 
ness  trip   to   Portland,   Oregon. 

F.  F.  Skeel,  of  Grouse,  Hinds  &  Co.,  is  in  the  North- 
west, whence  he  will  return  East. 

E.  C.  Johnson  has  been  appointed  chief  engineer  of  the 
Los  Angeles-Pacific  Company,  Los  Angeles. 

K.  G.  Dunn,  electrical  engineer  with  Hunt,  Mirk  &  Co., 
has  returned  to  San  Francisco  from  an  Idaho  trip. 

H.  R.  Noack,  of  Pierson,  Reeding  &  Co.,  San  Francisco, 
made  a  trip  through  Nevada  during  the  past  week. 

H.  A.  Foster  has  opened  an  office  as  consulting  electrical 
engineer  at  521  San  Fernando  Building,  Los  Angeles. 

F.  T.  Mumnia,  formerly  with  the  Great  Western  Power 
Company,  recently  joined  the  engineering  staff  of  Hunt,  Mirk 
&  Co. 

B.  C.  Carroll,  general  agent  of  the  Pacific  Telephone  & 
Telegraph  Company,  is  making  a  tour  of  Northern  Cali- 
fornia. 

John  Coffee  Hays,  general  manager  of  the  Mount  Whit- 
ney Power  Company  of  Visalia,  arrived  at  San  Francisco  last 
Monday. 

H.  C.  Keyes,  secretary  of  the  Sacramento  Natural  Gas 
Company,  of  Sacramento,  Cal..  was  a  San  Francisco  visitor 
last    week. 

R.  S.  Chapman,  an  electrical  engineer  with  H.  M.  Byl- 
lesby  &  Co.,  of  Chicago,  is  in  San  Francisco  from  the  Pacific 
Northwest. 

Guy  C.  Earl,  chief  counsel  of  the  Great  Western  Power 
Company,  has  returned  to  San  Francisco  after  a  tour  of 
four   months   through    Europe. 

H.  V.  Carter,  president  of  the  Pacific  States  Electric 
Co.,  returned  to  San  Francisco  from  Los  .\ngeles  this  week, 
being  accompanied  by  his  family. 

J.  B.  Struble,  one  of  the  engineers  of  the  Union  Switch 
&  Signal  Company,  which  furnishes  equipment  for  both  elec- 
tric and  steam  roads,  arrived  at  San  Francisco  last   week. 

J.  D.  Ross,  electrical  engineer  for  the  Seattle  Municipal 
Light  &  Power  Plant,  has  been  transferred  to  the  grade  of 
Member  in  the  American  Institute  of  Electrical  Engineers. 

E.  V.  Eardley,  formerly  with  the  General  Electric  Com- 
pany at  Boston,  has  resi.gned  to  take  a  position  as  electrical 
engineer  with  the  Knight  Power  Company,  Salt  Lake  City, 
ITtah. 

Paul  Shoup,  assistant  general  manager  of  the  Southern 
Pacific  electric  lines,  spent  the  past  week  at  Portland,  Ore., 
in  conference  with  R.  S.  Lovett,  the'  president  of  the  com- 
pany. 

Arnold  Pfau,  hydraulic  engineer  with  the  Allis-Chalmers 
Company,  of  Milwaukee,  recently  paid  a  visit  to  the  com- 
pany's San  Francisco  office  after  makins  a  lour  of  the 
Northwest. 

L.  H.  Baldwin,  assistant  manager  of  ilu»  Kellogg  Switch- 
board &  Supply  Company's  San  Francisco  office,  is  making 
an  extensive' business  trip  through  Northern  Californin  and 
Southern    Oregon. 

John  Harisberger.  superintendent  and  electrical  engi- 
neer of  the  Seattle-Tacoma  Power  Company,  has  been  trans- 
ferred to  the  grade  of  Member  in  the  .\meriran  Institute  ol 
Electrical   Engineers. 

R  \V  Sorensen,  formerly  with  the  transformer  engi- 
neering department  of  the  General  Electric  Company,  Pitts- 
field,  is  now  associate  professor  of  electrical  engmeermg  at 
Throop  Polytechnic  Institute,  Pasadena,  Cal. 

Henry  S.  Carhart,  formerly  professor  of  physics  at  the 
University  of  Michigan,  and  now  retired  under  the  provi- 
sions of  the  Carnegie  foundation,  has  returned  to  Ann  Arbor 
after  spending  six  months  at  Pasadena,  Cal. 


Wynn  Meredith,  Pacific  Coast  manager  of  Sanderson 
&  Porter,  of  New  York,  will  return  to  British  Columbia  on 
engineering  business  next  Tuesday  after  spending  two  weeks 
at  his  San  Francisco  office. 

Alfred  E.  Braddell  has  been  transferred  from  the  Chicago 
office  of  the  Sprague  Electric  Company  to  the  company's 
general  offices  in  New  York  City  where  he  will  devote  his 
time  to  special  work  in  the  conduit  supply  and  sales  depart- 
ment. 

C.  E.  Maynard,  auditor,  and  J.  H.  Hornung,  commercial 
agent,  for  the  Great  Western  Power  Company,  have  returned 
from  a  trip  through  Southern  California.  They  visited  the 
Southern  California  Edison  Company's  hydro-electric  plant  in 
the  Kern  River  Canyon,  near  Bakersfield,  and  the  steam 
power  plants  of  Los  Angeles. 

W.  R.  Alberger  has  been  elected  a  director  and  a  vice- 
president  of  the  Oakland  Traction  Company,  and  will  be  the 
active  head  of  the  electric  system  at  Oakland,  Cal.  Mr.  Al- 
berger will  continue  to  perform  his  duties  as  traffic  man- 
ager of  the  Tonopah  &  Tidewater  Railroad,  which  is  an- 
other of  F.  M.  Smith's  enterprises. 

J.  F.  Adams  has  resigned  as  district  commercial  manager 
of  the  Pacific  Telephone  and  Telegraph  Company  with  offices 
in  Reno,  Nev.,  to  become  general  manager  of  the  Nevada- 
California-Oregon  Telephone  and  Telegraph  Company.  The 
company  has  already  constructed  14.5  miles  of  line  and  has 
offices  at  Reno.  Plumas  Junction,  Amadee.  Hot  Springs  and 
Doyle. 

George  B.  Ellis,  president  of  the  Union  Home  Telephone 
Company,  with  headquarters  at  Los  Angeles,  has  been  spend- 
ing a  few  days  at  San  Francisco.  His  growing  company 
has  twelve  exchanges  in  Southern  California  cities,  includ- 
ing Riverside,  San  Bernardino  and  Long  Beach,  and  inter- 
changes business  with  the  Home  Telephone  Company,  of 
Los  .\ngeles. 

Newly  elected  Associates  in  the  American  Institute  of 
Electrical  Engineers  include  F.  W.  Brown,  draughtsman.  Pa- 
cific Gas  &  Electric  Company,  San  Francisco;  W.  M.  Fagan, 
purchasing  agent.  Pacific  States  Electric  Company,  107  Se- 
curity building,  Los  Angeles;  O.  M.  Fisher,  electrical  engineer, 
Spokane;  H.  J.  Flager.  engineer.  Eastern  Montana  Electric 
Railway,  Red  Lodge,  Mont.;  C.  F.  Forshund,  power  house  fore- 
man. Sierra  &  San  Francisco  Power  Company,  Vallecito, 
Cal.;  C.  K.  Goodwin,  electrical  superintendent.  West  Side 
Lumber  Company,  Tuolumne,  Cal.;  L.  J.  Kraps,  .repair  elec- 
trician. Sierra  &  San  Francisco  Power  Company,  'Vallecito, 
Cal.;  F.  S.  Lorentz,  electrical  engineer,  construction  depart- 
ment. Keating  Gold  Mining  Company,  Radersburg,  Mont.;  W. 
C  Miller,  Jr.,  engineer  of  power  stations.  Southern  Pacific 
Company,  San  Francisco;  T.  W.  O'Reilly,  Los  Angeles;  C. 
N.  Rakestraw,  assistant  engineer  Telluride  Power  Company, 
Provo,  Utah;  T.  J.  Royer,  steam  electric  operator,  Los  An- 
geles Aqueduct,  Aqueduct.  Cal.;  S.  P.  Skoog,  electrician,  Cali- 
fornia Wine  Association,  San  Francisco;  -W.  M.  Stahl,  plant 
department.  Rocky  Mountain  Bell  Telephone  Company,  Salt 
Lake  City;  E.  F.  Whitney,  sales  agent.  General  Electric  Com- 
pi.ny.  Seattle;  C.  A.  Wolfrum,  superintendent,  Telluride 
Power  Company.  Grace,  Idaho;  C,  Wortman.  engineer.  Home 
Telephone  Company.  San  Francisco. 


NORTHWEST   ELECTRIC   LIGHT  AND   POWER 
ASSOCIATION. 

As  herebefore  mentioned,  the  annual  convention  of  the 
Northwest  Electric  Light  and  Power  Association  will  be  held 
this  year  on  the  steamer  Queen  leaving  Seattle  the  evening 
of  August  26th  and  returning  the  morning  of  August  29th. 
Arrangements  have  been  perfected  for  a  number  of  excellent 
papers  and  all  signs  point  to  a  most  successful  meeting. 
Arthur  Gunn  of  Wenatchee,  Wash.,  is  president,  and  Norwood 
W   Brockett,  Cataract  Building,  Seattle,  Wash.,  secretary. 
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SELF-PROPELLED    MACHINE    SHOP. 

The  North  Coast  "Short  Line"  Railroad,  of  which  Mr. 
Robert  E.  Strahorn  is  president,  is  still  forcing  its  way 
through  central  and  western  Washington,  from  Spokane  west 
to  the  rocky  slope  of  the  Cascades.  The  North  Coast  passes 
through  the  most  fertile,  irrigated  valleys  in  the  State,  and 
will  cross  the  Snake  and  Columbia  rivers,  the  latter  in  two 
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North  Coast  Machinr  far. 

different  placfs;  the  bridge  at  Burbank  across  the  Columbia, 
costing  $1,000,000.  This  line  is  the  Walla  Walla  extension 
which  will  probably  build  east  through  the  Blue  Mountains 
and   make   connections   with   some   eastern   line. 

The  line  now  building  from  North   Yakima  to   a   point   on 
the    Columbia,    in    Walla    Walla    county,    making    connections 


Interior  of  Machine  Car. 

with    the    O.    R.   &    N..   will    be    completed    and    in    operation 
early  this  year  for  the  fall  trade. 

The  North  Coast  equipment  is  all  new,  and  of  the  very 
best  and  latest  designs,  including  two  gasoline  motor  pas- 
senger cars,  to  handle  the  local  business.  The  advance  in 
mechanical  appliances,  which  will  be  used  in  construction 
work,  has  been  well  planned. 


For  repairing  locomotives  and  other  equipment,  until 
such  time  as  a  permanent  shop  can  be  erected  a  machine  car 
is  being  used.  The  interior  view  shows  a  12  h.p.  Fairbanks- 
Morse  vertical  gasoline  engine,  oil  cooled,  connected  to  fric- 
tion clutch  and  to  the  wheels  of  the  car  by  sprockets  and 
chain,  which  enables  the  operator  to  do  switching  with  the 
car  and  also  move  from  one  station  to  another,  doing  work 
without  assistance  of  a  locomotive,  making  eight  or  ten 
miles  an  hour.  The  tools  in  the  car  include  one  23  in.  engine 
lathe,  one  16  in.  shaper,  one  Wz  in.  bolt  cutter,  one  6  in. 
pipe  threading  machine,  emery  wheel,  and  a  22  in.  vertical 
drill.  The  dimensions  of  car  inside  39  ft.  10  in.  long,  9  ft.  6 
in.  wide  and  9  ft.  high. 

The  gasoline  engine  when  running  the  shop  12%  hours 
consumed  4  gallons  of  gasoline,  with  two  men  working  in 
car  on  different  tools  as  the  work  came  in.  The  engine  has 
been  rimning  nine  months  without  one  cent  of  repairs. 


SPEED  CONTROLLERS. 

CR-164  speed  controlling  rheostats  are  so  designed  that 
they  combine  in  a  single  box  both  armature  and  field  regulat- 
ing rheostats,  and  all  speed  changes  are  effected  by  move- 
ments of  a  single  rheostat  arm,  which  is  automatically  held 
in  any  position  by  a  mechanical  device.  The  line  includes 
rheostats  designed  for  machine  tool  service  where  full  load 
current  is  taken  at  the  lower  speeds  in  order  that  the  mo- 
tors may  maintain  a  constant  torque,  and  also  for  fan  service 
where  the  load  increases  with  the  speed.  They  permit  of  a 
.50  per  cent  reduction  in  speed  by  armature  control  and  a  25 
per  cent  increase  by  field  control. 

For  protection  from  failure  of  voltage  and  the  consequent 
danger  of  power  being  again  thrown  on  the  line  without  re- 


CR-164    Speed-Controlling    Rheostat. 

sistance  in  series  with  the  motor  armature,  they  are  pro- 
vided with  a  no-voltage  release  attachment.  Upon  failure  of 
the  voltage,  the  retaining  magnet  is  demagnetized,  releasing 
I  lie  arm  and  a  spring  instantly  returns  it  to  the  off  position, 
making  it  absolutely  impossible  to  close  the  armature  circuit 
without  cutting  in  all  the  armature  controlling  resistance. 
Tlie  no-voltage  release  coil  is  connected  directly  across  the 
line  in  series  with  a  resistance  and  is  thus  independent  of 
the  current  of  the  motor  field  and  will  protect  any  motor 
with  which  this  rheostat  may  be  used. 

The  contact  segments  are  of  liberal  size  and  so  designed 
that  they  may  be  very  easily  and  quickly  renewed.  The  re- 
sistance units  are  of  an  improved  design  so  constructed  as 
to  be  non-fragile,  and  thoroughly  ventilated. 

CR-165  rheostats  are  the  CR-164  rheostats  described  above 
with  the  addition  of  an  overload  release  coil. 

This  device  is  manufactured  by  the  General  Electric 
Company,  Schenectady,  N.   Y. 
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THE  HOLOPHANE  CONFERENCE. 

The  annual  conference  of  the  managers  and  engineers 
ct  the  Holophane  Conipany  was  held  at  Sagamore  Island, 
Lake  George,  New  York.  July  10-17,  inclusive.  This  con- 
vention is  regularly  called  to  discuss  improved  illumination 
and  incidentally  to  promote  the  sale  of  the  Holophane  pro- 
ducts. 

F.  H.  PoES.  the  manager  of  the  San  Francisco  office  of  the 
company,  who  has  just  returned  from  the  convention,  reports 
that  it  was  a  great  success.  Through  his  courtesy  we  are 
enabled  to  publish  the  accompanying  illustration  of  the  dele- 
gates and  invited  guests.  The  latter  included  Mr.  Rocker- 
feller  cf  the  Western  Electric  Company,  as  the  representative 
of  the  Eastern  jobbers,  William  Low  of  the  Electric  Appli- 
ance Company  as  representative  of  the  Central  jobbers,  and 
Andrew  Carrigan  of  San  Francisco  as  representative  of 
the  Western  jobbers.  Other  guests  included  members  of 
the  National  Electric  Light  Association  and  National  Electric 
Lamp  Association. 


ciple  and  designed  for  switchboard  use.  The  bulletin  illus- 
trations comprise  external  and  internal  views  of  the  instru- 
ments, showing  the  details  of  construction  together  with  di- 
mension diagrams  of  the  instruments  and  the  shunts,  and 
the  scales  used  for  different   capacities  are  also  shown. 

The  General  Electric  Company  has  recsntly  issued  Bul- 
letin No.  4718,  illustrating  and  describing  all  of  the  apparatus 
required  for  a  complete  series  incandescent  lighting  system. 
The  illustrations  inc'.ude  Mazda  lamps  for  street  lighting  with 
various  forms  of  reflectors  and  suspension  insulators,  street 
system  brackets,  constant  current  transformers,  panel  boards, 
socket  cutouts  and  ornamental  poles,  as  well  as  complete  di- 
mension and  connection  diagram  and  illumination  curves. 

The  General  Electric  Company  has  recently  issued  Bul- 
Iftin  No.  47.TI1.  describing  standard  couplings  which  have  been 
found  by  experience  to  fill  all  requirements,  and  are  adapted 
for  coupling  electrical  apparatus  together,  or  to  other  ma- 
chinery. The  types  described  are  the  leather  link  flexible 
laced   belt,   rubber  buffer   and    flange   coupling.      .\11   of   these 


Members  and  Guusts  -Attending  Holophane  Conference. 


This  year's  conference  brought  up  many  points  of  vital 
interest.  Within  the  past  year,  the  field  of  industrial  light- 
ing has  been  entered  and  the  need  of  correct,  and  scientific 
reflectors  for  mill,  shop  and  factory  illumination  has  been 
proven.  While  the  Holophane  Company  was  the  first  to 
enter  this  field,  and  while  their  product  is  today  pre-eminent 
for  industrial  lighting,  plans  are  already  being  laid  for  ad- 
vance in  this  direction. 

Residence  lighting,  also,  has  become  a  matter  of  great 
importance  within  the  year,  especially  from  the  central  sta- 
tion standpoint.  In  this  field  this  company  have  already 
been  working  for  many  months  and  within  sixty  days  will 
announce  a  new  line  of  artistic  reflectors  especially  designed 
for  residence   lighting  service. 

The  Holophane  Company's  policy  has  been  one  of  serv- 
ice, which  it  is  the  purpose  of  their  annual  conference  to 
improve  wherever  possible. 


NEW  CATALOGUES. 

"Hot  Points"  for  August  1910  from  the  Pacific  Electric 
Heating  Co.  te'.ls  of  the  return  of  the  "bill-raisers"  and 
a'so  gives  notice  of  improvements  in  their  electric  toaster. 

The  General  Electric  Company  has  recently  issued  Bul- 
letin No.  4760.  illustrating  and  describing  a  line  of  direct 
current    instruments    constructed    upon    the    D'Arsonval    prin- 


will  run  equally  well  in  either  direction.  The  bulletin  is 
fully  illustrated  and  contains  dimension  diagrams  of  the  va- 
rious types. 

Bulletins  Nos.  21-27  inclusive,  from  The  ^''airmount  Electric 
&  Mfg.  Co.,  of  Philadelphia,  illustrate  and  describe  new  elec- 
trical specialties  manufactured  by  this  company.  These  in- 
clude a  station  pot-heat  for  lead-covered  cables  which  elimi- 
nates the  wiped  joint  and  is  practically  indestructible,  "Arc- 
lets."  a  new  form  of  hickey  for  hanging  arc  lights  or  clusters 
cu  tubing,  "Bendhicks,"  a  short  ell  bend-proof  conduit  fitting. 
"Emery"  adjustable  and  separable  tripods  for  straight  elec- 
tric fixtures,  "All-in-one"  ground  clamps,  "Vogel"  ground 
clamps   and     "Alligator"   test    connectors. 

The  General  Electric  Company  has  recently  issued  Bul- 
letin No.  4752,  illustrating  and  describing  rectifier  sets,  lumi- 
nous arc  lamps  and  all  necessary  auxiliary  apparatus  for  com- 
plete series  luminous  arc  rectifier  systems.  The  bulletin  is 
fully  illustrated  and  shows  views  of  the  exterior  and  the 
mechanism  of  the  luminous  arc  lamp,  as  well  as  the  series 
vertical  carbon  flame  arc  lamp  for  operation  in  series  with 
luminous  arc  lamps  Luminometer  chart,  illumination  curves 
and  wiring  diagrams  are  also  shown,  together  with  standard 
panel  boards  designed  for  this  class  of  work.  A  complete 
set  of  dimension  diagrams  of  the  various  apparatus  and  a 
partial  list  of  actual  installations  are  also  included. 
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WITT  AUTOMATIC  FEED  WATER  REGULATOR  AND 
OIL  BURNER  GOVERNORS. 
The  accompanying  illustration  and  text  of  the  G.  E.  Witt 
Company's  automatic  oil  burner  governors  and  boiler  feed 
water  regulator,  is  herewith  reprinted  from  the  Journal  of 
.July  23,  1910,  to  correct  typographical  errors  that  changed 
the  meaning  of  vital  details.  The  most  essential  thing  in  the 
operation  of  a  steam  boiler  is  the  close  regulation  of  the  feed 
water  and  constant  steam  pressure,  which  is  almost  impos- 
sible to  accomplish   by  hand  regulation.     The  advantages  of 


one  governor  on  the  oil  pipe  leading  to  the  burner.  The  oil 
and  steam  governors  are  set  at  the  desired  boiler  pres- 
sure, the  diaphragm  being  connected  to  the  drum  or  main 
steam  pipe  of  the  boiler.  As  the  load  increases  on  the  boiler, 
the  steam  pressure  will  decrease,  thus  causing  the  governors 
lo  rpen  and  increase  the  flow  of  oil  and  steam  to  the  burner. 
Should  the  load  decrease,  the  boiler  pressure  will  rise,  causing 
the  governors  to  close  the  flow  of  oil  and  steam  to  the  burner. 
The  reducing  valve  is  used  in  order  to  get  a  reduced  pressure 
which  is  more  ecoomical  and  noiseless. 
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automatic  regulation  include  a  great  saving  of  fuel  and  labor, 
increase  in  capacity  of  the  plant  and  fewer  repairs  on  the 
furnace  and  boiler. 

This  boiler  feed  regulator  is  operated  by  expansion  and 
contraction.  This  device  is  simple  in  construction,  has  but 
one  wearing  part  and  is  entirely  external  to  the  boiler,  the 
expansion  member  consisting  of  a  brass  tube  placed  in  a 
frame  and  located  on  a  level  with  the  desired  water  level  in 
the  boiler,  one  end  of  the  tube  being  connected  to  the  top  of 
water  column  and  the  other  end  to  the  lower  part  of  water 
column.  As  the  water  rises  in  the  boiler  it  also  rises  in  the 
tube,  causing  it  to  contract.  This  closes  the  valve  and 
slows  down  the  boiler  feed  pump  which  causes  the  water  to 
recede  in  the  boiler  and  tube  until  the  steam  enters  the  tube, 
which  causes  the  same  to  expand  and  open  the  valve  to  the 
feed  pump.  The  brass  tube  in  this  regulator  being  placed 
on  a  level,  it  requires  but  slight  movement  of  the  water  to 
operate  the  valve.  This  feature  insures  a  close  regulation 
of  the  water. 

The  automatic  oil  burner  regulation  consists  of  two 
governors  and  one  reducing  valve,  a  reducing  valve  and  one 
governor  being  placed  on  the  steam  pipe  to  the  burner  and 


TRADE   NOTES. 
E.  H.  Hefferman  has  succeeded  J.  F.  Adams,  resigned,  as 
district   commercial   manager   of   the    Pacific   Telephone    and 
Telegraph  Company  at  Reno,  Nev. 

The  General  Electric  Company  is  building  for  the  Mon- 
treal sub-station  of  the  Canadian  Light  &  Power  Company. 
(.1.  G.  White  &  Co.,  Engrs. ).  a  switchboard  consisting  of  a 
high  and  low  tension  switching  apparatus.  The  current  will 
be  received  at  48.000  volts,  stepping  down  to  13.200.  -The 
capacity  of  the  sub-station  when  put  in  operation  will  be 
16,000  kw.  with  a  steam  auxiliary  of  4000  kw.  The  ultimate 
capacity  is  48.000  kw.  with  a  steam  auxiliary  of  8000  kw^ 

The  new  hydro-electric  plant  of  the  Oregon  Iron  and 
Steel  Company  at  Oswego,  Ore.,  consisting  of  a  900-h.p.  Pelton- 
Francis  turbine  direct  connected  to  a  Westinghouse  genera- 
tor, is  completed  and  ready  for  operation.  The  plant,  which 
was  installed  by  the  Pacific  Electric  Engineering  Company, 
of  Portland,  will  be  used  to  furnish  power  for  the  cement  mill 
now  under  construction  by  the  steel  company.  S.  G.  Gorbett 
is  the  engineer  in  charge  of  construction  of  the  cement  plant. 
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INCORPORATIONS. 
KUGENK,  ORK.— The  Rogue   River   Valley   Gas  Coiapany 
has  been  Incorporated  for  $300,000  by  .1.  R.  Anderson. 

ABERDEEN,  WASH— The  E.  H.  Smith  Electric  Com- 
pany has  been  incorporated  for  $2r)0,000  by  Edward  H.  Smith 
and  Will  Lanning. 

REDLANDS,  CAL.— The  Northbrae  Water  Company  has 
been  incorporated  by  H.  P.  D.  Kingsbury,  F.  E.  Hotchkiss, 
E.  S.  Graham,  W.  P.  Burke  and  E.  B.  Meeker. 

SACRAMENTO,  CAL.— The  South  Sacramento  Power 
Company  has  been  incorporated  by  H.  W.  Conger,  Fred  Fer- 
heart.  Robert  Lewis,  F.  L.  Holland,  A  I,.  Harrow,  J.  Goran, 
George  J.  Bryle,  E.  A.  Nicolaus,  K.  L.  Southworlh  and  Joseph 
Shaw. 


FINANCIAL. 

JACKSONVILLE,  ORE.— At  the  munici|)al  election  Jack- 
sonville voted  to  issue  $30,000  in  bonds  lor  the  establish- 
ment of  a  gravity  water  system. 

VALLEJO,  CAL. — The  ordinance  calling  for  the  raising 
of  $90,000  for  water  system  betterments  and  $75,000  for  a 
new  city  hall  and  branch  county  jail  has  been  passed  by  the 
Trustees. 

FALLON,  NE\'. — The  City  Council  has  passed  an  ordi- 
nance authorizing  the  establishment,  building  and  construct- 
ing a  water  works  system  for  domestic  use,  man\ifacturing 
and  fire  protection  for  this  city;  to  borrow  the  sum  of  $3"),- 
000  for  the  purpose  and  to  issue  and  sell  bonds  of  the  city. 

OGDEN,  UTAH.— An  election  will  be  held  in  the  City  of 
Ogden,  ITtah.  on  September  6,  1910,  for  the  purpose  of  submit- 
ting to  vote  the  question  of  issuing  and  selling  bonds  in 
the  amount  of  $100,000  for  the  purpose  of  constructing  an 
additional  conduit  from  the  sources  of  water  supply  in  the 
Ogdeu  River  system. 

EUGENE,  ORE.— Eugene's  recent  $60,000  bond  issue  for 
a  filtration  plant  and  for  water  main  extension  has  been  ap- 
proved by  the  attorneys  for  Morris  Bros.,  the  Portland  bond 
buyers,  who  were  the  successful  bidders  for  the  bonds,  and 
they  will  at  once  be  sold  and  the  work  of  building  the  filter 
and  of  extending  the  mains  will  go  ahead. 

MODESTO,  C.A.L.— The  Board  of  Trustees  met  in  ad- 
journed session  and  after  some  discussion  the  ordinance, 
calling  for  a  special  election  Tuesday,  Septemlier  6th,  for  the 
purpose  of  voting  on  a  bond  issue  of  $100,000  for  public  im- 
provements was  introduced.  For  the  acquisition,  construction 
and  completion  of  a  sewers  system,  $6."), 000;  for  waterworks, 
$15,000;   for  the  construction  of  street  work,  $10,000. 


TRANSMISSION. 

STEVENSON,  WASH.— The  Skamania  Light  &  Power 
Company  is  preparing  to  extend  its  lines  to  Carson  at  once. 

SAN  FRANCISCO,  CAL.— Steps  are  to  he  taken  immedi- 
ately to  add  10,000  h..p  to  the  capacity  of  the  Great  Western 
Power  Company  plant  at  Big  Bend. 

COQUILLE,  ORE.— Fire  recently  destroyed  the  lighting 
plant  of  the  Johnson  T^umber  Company's  sawmill,  causing  a 
loss  of  $50,000.  The  plant  furnished  light  for  this  place  and 
Myrtle   Point. 

MYRTLE  CREEK,  ORE.— Negotiations  have  about  been 
completed  for  the  purchase  of  the  plant  of  the  Myrtle  Creek 
Water,  Light  &  Milling  Co.  by  J.  L.  Blaisdell  of  Portland. 
The  smaller  plants  will  be  eliminated  and  their  places  taken 
by  transformer  sub-stations,  etc. 


SAN  ANDREAS.  CAL.- Engineers  have  begun  on  the 
final  plans  and  field  work  by  the  General  Electric  Power 
Cnmpany  on  power  sites  in  Calaveras  county,  wliich  control 
sufficient  water  to  generate  60,000  h.p.  Le  Grand  Brown, 
a  consulting  engineer  from  New  York,  is  in  charge  of  the 
present   work. 

SACRAMENTO,  CAL.— The  Great  Western  Power  Com- 
patiy  has  contracted  for  nearly  all  the  power  that  it  origi- 
nally estimated  to  produce.  Up  to  date,  contracts  have  been 
signed  for  about  50,000  h.p.  along  the  route  of  delivery. 
Manager  Hillborn,  local  representative  of  the  company,  says 
that  immediate  steps  will  be  taken  to  add  another  unit  to 
the  10,000  h.p.,  capacity  of  the  plant. 


ILLUMINATION. 
LOS    ANGELES.   CAL.— The   City    Council    has   employed 
an   engineer   to   give   an   estimate   of   cost    of   erecting   a   gas 
plant  to  supply  the  entire  city. 

OREGON  CITY.  ORE.  An  ordinance  has  been  passed  au- 
thorizing the  City  Council  of  Oregon  City,  Oregon,  to  enter 
into  a  contract  with  the  Portland  Railway,  Light  and  Power 
Company,  to  light  Oregon  City  from  the  first  day  of  Septem- 
ber, 1910,  to  the  first  day  of  September,  1915. 

S.\N  DIEGO,  CAL.— The  people  of  San  Diego  have  de- 
cided against  municipal  ownership.  At  the  election  19  out 
of  20  propositions  submitted  to  the  people  were  adopted 
and  the  20th  and  last,  a  proposition  to  bond  San  Diego  for 
a  municipally  owned-  and  operated  gas,  electric  and  power 
plant,  was  defeated  by  a  vote  of  five  to  one. 

SPOKANE,  WASH.-  SiJokane  capital  will  build  a  water 
power  e'ectric  plant  at  Three  Forks.  Gallatin  county,  Mont., 
to  furnish  water,  electric  light,  power  and  heat.  It  is  esti- 
mated that  the  plant  will  cost  in  the  neighborhood  of  $200,- 
000.  .Associated  with  a  Spokane  syndicate  is  said  to  be 
Senatiir  Joseph  i\l.  Dixon  of  Montana. 

ASHLAND,  ORE.— The  Council  has  i)assed  an  ordinance 
granting  to  J.  R.  Allen  the  right  to  lay  down  and  construct, 
operate  and  maintain  and  use  railway  poles,  and  wires,  and 
underground  conduits  and  conductors  in  the  city  of  Ashland. 
Ore.,  to  operate  cars  and  locomotives  other  than  steam,  to 
generate  and  transmit  power,  and  to  send  and  receive  mes- 
sages by  telegraph  and  telephone  over  certain  streets  in  the 
city  of  Ashland,  Oregon. 

SAN  FRANCISCO,  CAL.— A  petition  for  the  dissolution 
of  the  Union  Light  &  Power  Company,  which  for  the  last 
five  years  has  held  franchises  and  power  rights  on  the  eastern 
slope  of  the  Sierra  Nevada  Mountains,  has  been  filed.  Out 
of  the  1.515,748  shares  issued,  1.505.266  were  represented  at 
a  company  directors'  meeting  on  July  6,  which  authorized  the 
dissolution.  Following  are  the  officers  and  directors  of  the 
company:  Charles  H.  Hammon,  president;  A.  E.  Boynton, 
secretary;  A.  L.  Dahl.  Ray  Marrows,  C.  F.  Mel  tier.  H.  C.  Mack, 
11.  S.   Goodfellow,   directors. 

ALLEGHA.NY,  CAL.— The  snb-slalion  of  llie  Middle 
Yuba  Hydro  Electric  Company  is  being  constructed  in  Buck- 
eye Diggings  near  Smith's  Flat,  and  the  agent  of  the  com- 
pany, says  he  will  be  ready  to  deliver  electricity  throughout 
Alleghany  by  September  15.  The  company  is  reconstruct- 
ing the  road  on  the  Lafayette  ridge  between  the  Croesus  mill 
and  the  Plumbago  mine  in  order  to  facilitate  the  transpor- 
tation of  material  for  the  new  plant  in  American  Hill.  It 
will  be  two  years  before  the  latter  is  completed.  In  the 
meantime  the  company  will  rent  its  power  from  the  Pike 
City    plant. 
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TRANSPORTATION. 
GRANTS  PASS,  ORE.— It  is  reported  that  the  Coos  Bay 
Traction  Corporation,  with  an  authorized  capital  of  11,000,000 
will  construct  a  line  from  Coos  Bay   to  Grants  Pass  with  a 
branch  to  Roseburg. 

POMONA,  CAL.— The  J5,500  required  to  purchase  right  of 
way  from  Claremont  to  Pomona  for  an  electric  railway  has 
been  raised  and  the  road  will  be  in  operation  December  1st. 
It  will  be  the  Pacific  Electric  Railroad  Company's  line. 

SEATTLE,  WASH. — It  is  announced  that  the  Bainbridge 
Development  Company  will  begin  construction  on  its  pro- 
posed trolley  line  on  Bainbridge  island  about  December  1. 
M.  B.  Jackson,  Jr.,  409  Bailey  building,  is  president  of  the  com- 
pany. 

LOS  ANGELES,  CAL.— The  City  Council  yesterday  au- 
thorized publication  of  notice  of  the  sale  of  an  electric  street 
railway  franchise  along  Evergreen  avenue  from  Brooklyn 
avenue  to  Blanchard  street  and  thence  along  Blanchard  street 
to  the  easterly  boundary  of  the  city. 

PORTERVILLE,  CAL.— An  official  of  the  Holley  railroad 
makes  the  statement  that  the  Porterville-  Coalinga  Electric 
Railroad  Company  has  $3,000,000  in  cash  available  for  the 
construction  of  a  railroad  from  this  city  to  tidewater.  Pre- 
liminary surveys  have  been  made  of  the  road  which  has 
been  planned  to  run  from  Porterville  through  Tulare,  Han- 
ford  and  Coalinga',  with  a  branch  from  this  city  to  run  also 
through  Lindsay,  by  way  of  Frazier  valley,  through  Exeter 
and  other  small  settlements  to  Visalia.  Sites  for  power  plants 
have  already  been  secured  on  the  Upper  Tule  river  and  it 
is  proposed  to  equip  the  entire  road  electrically.  The  offi- 
cials, which  include  J.  J.  Vossburg,  orange  grower  of  this 
city  and  Charles  Eiester  are  among  the  incorporators  of 
the  road. 


TELEPHONE   AND   TELEGRAPH. 
NEZ   PERCE,   IDAHO.— The   Xez    Perce   Telephone   Com- 
pany will  build  a  line  from  VoUmer  to  Cottonwood. 

KLAMATH  FALLS.  ORE.— The  Council  has  passed  an 
ordinance  granting  to  the  Pacific  Telephone  &  Telegraph 
Company  a  franchise  to  conduct  its  business  in  this  city  for 
a  period  of  25  years. 

SAN  LUIS  OBISPO,  CAL.— Negotiations  have  been  con- 
summated whereby  the  two  Home  Telephone  Companies  lo- 
cated at  Whlttier  and  Downey  have  been  added  to  the  sys- 
tem of  the  Pacific  Telephone  Company. 

YREKA,  CAL.— A  petition  of  the  Cedar  Park  Rural  Tel- 
ephone Company  for  permission  to  erect  and  maintain  a  tel- 
ephone line  along  the  public  highway  in  a  northerly  direction 
from  Mayten  for  a  distance  of  about  10  miles,  etc.,  has  been 
granted. 

MANTON,  CAL. — The  Volta  power  house  is  putting  in  a 
wireless  system  to  be  used  with  the  Redding,  Shasta  county, 
power  office.  This  will  be  used  mostly  during  the  winter, 
when  the  w'ires  of  other  systems  are  down  during  the  heavy 
snowfalls. 

SAN  FRANCISCO,  CAL.— The  Santa  Fe  has  ordered 
apparatus  to  equip  460  miles  of  its  line  with  telephones  for 
dispatching  trains.  The  outside  construction  work  is  already 
under  way  and  eventually  all  traffic  and  all  train  move- 
ments on  the  Santa  Fe  will  be  directed  by  telephone.  At 
present  227.5  miles  of  the  line  are  so  equipped. 

SAN  FRANCISCO,  CAL.— The  Western  Union  Telegraph 
Company,  under  Charles  H.  Gaunt,  the  new  general  super- 
intendent of  the  Pacific  Division,  has  leased  the  four  upper 
floors  of  the  five-story  building  at  2.50  Montgomery  street 
adjoining  the  San  Francisco  main  office.  A  great  deal  of 
additional  office  space  will  be  occupied  under  the  new  three- 


column  organization  that  is  being  inaugurated.  Many  im- 
provements in  the  plant  as  well  as  office  arrangements 
will  be  made  in  San  Francisco,  Seattle  and  elsewhere  in  the 
nine  States  of  the  Pacific  Division.  This  is  admitted  to 
he  one  of  the  most  important  of  the  four  sections  into  which 
the  United  States  is  divided  by  the  company. 

TRUCKEE,  CAL.— George  Walling,  George  Carter,  Law- 
rence Carter  and  Marcellus  Fischer  of  Nevada  City  are  here 
to  repair  and  rebuild  telephone  lines  in  this  section.  They 
will  do  the  work  for  the  Tahoe  national  forest,  which  is 
'building  a  complete  system  hereabouts  and  when  they  fin- 
ish, communication  may  be  had  with  the  ranger  stations 
resorts. 

PORTLAND,  ORE.— The  United  Wireless  Telephone  Com- 
pany has  announced  the  discontinuance  of  its  stations  at  Port- 
land and  St.  Helens.  This  completes  the  elimination  of  the 
land  offices  of  the  company,  which,  in  the  Northwest  at  least, 
will  hereafter  confine  itself  to  the  stations  along  the  coast. 
The  station  at  Astoria,  well  situated  for  communication  with 
vessels,  will  become  a  24-hour  statjon. 

KLAMATH  FALLS.— At  the  meeting  of  the  City  Council 
last  week  a  2.5-year  franchise  was  granted  to  the  Pacific  Tele- 
phone &  Telegraph  Company.  L.  H.  Newton,  who  is  here 
looking  after  the  interests  of  the  company  which  took  over 
the  plant  from  the  Midway  Telephone  Company  recently, 
states  that  his  company  w^ill  have  engineers  in  the  field 
within  a  short  time  working  out  the  plans  for  the  proposed 
improvements. 


WATERWORKS. 
JOSEPH,  OREGON.— J.  M.  Mitchell  of  Joseph  will  install 
the  Joseph  water  system  for  $16,S00.  It  is  the  intention  to 
connect  the  large  main  with  Wallowa  Lake,  a  mile  south, 
and  above  the  town  which  will  give  ample  force  for  all  pur- 
poses. 

SAN  JOSE,  CAL.— Judge  Welch  has  denied  the  motion 
of  the  Bay  Cities  Water  Company  which  is  the  defendant  in 
an  action  brought  by  the  Hayes-Chenoweth  Company  to  re- 
strain it  from  diverting  the  waters  of  Coyote  Creek,  so  to 
amend  its  answer  as  to  narrow  the  issue  to  its  use  of  the 
surplus  waters  instead  of  the  entire  flow.  The  question  of 
riparian  rights  involved  was  settled  in  a  similar  suit  against 
the  company  a  few  years  ago,  when  Superior  Judge  Rhodes 
decided  against  the  company.  This  ruling  was  subsequently 
affirmed  by  the  Supreme  Court. 

SAN  FRANCISCO,  CAL— City  Engineer  Manson  has  filed 
a  report  embodying  statements  of  interest  in  connection  with 
the  daily  consumption  of  water.  The  average  daily  consump- 
tion for  June,  according  to  the  report,  was  38,100,000  gal- 
lons, a  considerable  increase  from  the  35,700,000  gallons  rep- 
resenting the  average  consumption  for  the  corresponding 
month  last  year.  The  maximum  daily  Consumption  during 
June  of  this  year  was  41,200,000  gallons,  as  against  a  cor- 
responding maximum  of  40,100,000  for  June,  1909.  The  in- 
crease in  the  June  daily  consumption,  the  <3ity  Engineer 
notes,  is  the  more  worthy  of  attention  in  view  of  the  fact 
that  the  month  named  was  comparatively  cool  this  year. 
The  minimum  daily  consumption  this  year  was  34,700,000,  oc- 
curring in  January  last,  the  corresponding  mininmm  for  last 
year  was  32,600,000  gallons.  The  report  calls  attention  to  the 
fact  that  there  is  every  reason  to  anticipate  a  group  of 
warm  weeks  during  August,  September  and  the  early  part  of 
October  during  which  the  maximum  daily  consmption  for 
June  mentioned,  much  as  it  exceeds  the  average  daily  sup- 
ply now  available,  36.000.000  gallons,  is  likely  to  be  still  fur- 
ther exceeded.  There  is,  in  fact,  he  suggests,  an  evident 
nunimum  increase  of  2,500,000  gallons  daily  provided  for 
each  year  for  several  yet  to  come. 
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ELECTRIC  POWER  IN  THE  CONSTRUCTION  OF  THE 

LOS  ANGELES  AQUEDUCT' 


BY    K.    V.    SCATTERGOOD. 


Excavation  in  Los  .Xngcles  .\iiueduct 

The  Los  Angeles  aqueduct  extends  from  the  in-  city  water  department   will   take  care  of  the  distnhii- 

take  in  Owens  valley,  about  12  miles  north  of  the  town  tion'of  the  water.     The  length  of  the  aqueduct  proper 

of  Independence,  to  the  storage  reser\-oirs  at  the  head  is.  therefdrc.  240  miles. 

of  the  San  Fernanrlo  \-alley.  aliont  24  miles  distant  !"rom  the  southern  end  north  lo  the  iKutli  p(jrlal 
from  the  city  of  Los  Angeles,  from  which  point  the  of  the  Elizabeth  lake  tunnel,  a  distance  "\  _^3  miles,  the 
work   is   heavy,   being  to   a   considerable   extent   coni- 

'Paper    presenter]    before    the    Los    Anseles    Section    of    the 
Anieiican  Institute  of  Electrical  Ensineers.  March  22,   1910. 


posed  of  tunnels,  including  the  Elizabeth  lake  tunnel, 
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some  27,000  ft.  in  length,  throuo;li  granite  rock.  Pre- 
liminary estimates  showed  tliat  in  such  sections  the 
considerable  amount  of  power  required  could  be  fur- 
nished much  more  cheaply,  from  a  central  generating 
plant  and  distributed  by  high  tension  transmission, 
than  by  small  power  generating  units,  either  by  steam 
or  distillate  engines  at  various  points  as  required.  This 
.section  is  supplied  with  power  purchased  from  the 
Southern  California  Edison  Company,  and  delivered  at 
one  of  its  sub-stations  about  four  miles  west  of  the 
aqueduct  line  and  near  the  center  of  this  section.  From 
the  Elizabeth  lake  tunnel  to  a  point  55  miles  further 
north,  the  aepied.Mct  follows  along  the  desert  in  the 
open,  and  estimates  indicated  that  the  conduit  exca- 
vation, and  concrete  work  of  lining  and  cover,  could 
be  done  more  cheaply  with  the  use  of  steam  shovels 
and  gas  engines  than  by  the  erection  of  a  temporary 
electrical  generating  and  distributing  system.  Erom 
the  Pinto  hills  north  to  the  intake,  a  distance  of  150 
miles,  there  are  alternate  sections  of  the  heavy  tunnel 
work  and  of  the  lighter  conduit  work.  In  the  Owens 
valley  there  are  numerous  creeks  flowing  down  the 
eastern  slope  of  the  Sierra  Nevada  mountains  offering 
excellent  opportunities  for  power  in  sufficient  quanti- 
ties for  construction  work  on  the  aqueduct;  and  esti- 
mates showed  clearly  that  power  could  be  developed 
at  these  creeks  and  transmitted  along  this  150  miles, 
and  delivered  to  all  points  recpiiring  jjower,  in  large 
or  small  amounts,  at  a  very  much  lower  cost  than  that 
for  which  it  could  be  furnished  in  any  other  way. 

It  should  be  stated  for  the  benefit  of  those  who 
are  not  so  familiar  with  the  city's  project,  and  who 
may  read  this  paper,  that  the  power  referred  to  here  is 
for  construction  purposes  only,  and  should  not  be 
confused  in  any  way  with  the  large  amount  of  electric 
power  which  may  be  developed  along  the  line  of  the 
aqueduct  when  it  is  in  operation,  and  which  will  total 
a  peak  load  capacity  of  120,000  h.p.  delivered  at  step- 
down  voltage  in  the  city. 

Power  System. 

Eor  the  purpose  of  supplying  power  along  the  sec- 
tion of  the  aqueduct  from  the  intake  to  the  Pinto  hills, 
hydroelectric  plants  were  installed  on  Division  and 
Cottonwood  Creeks.  The  Division  Creek  plant  is 
about  three  miles  south  from  the  aqueduct  intake,  and 
has  a  rated  capacity  of  600  kw.  The  works  at  the 
point  of  diversion  at  the  creek  cost  S1214.  The  pen- 
stock starting  from  this  point,  and  extending  down 
the  slope  10,500  ft.,  consists  of  6291  ft.  of  iS-in.  riveted 
pipe  and  4209  ft.  of  15-in.  lap-welded  pipe,  and  cost, 
in  place,  $28,102.  The  effective  head  obtained  is  ap- 
proximately 1200  ft.  The  power  house  equipment  con- 
sists of  one  tangential  wheel  direct  connected  to  a 
2200-volt,  three-phase.  600  r.p.m.  generator  and  a  bank 
of  transformers,  stepping  the  voltage  up  to  33,000.  each 
of  which  has  a  continuous  overload  capacity  of  25  per 
cent  above  the  600-kw.  rating.  The  power  house  is 
built  of  concrete  in  a  substantial  manner.  This  is  also 
true  of  the  second  one  to  be  described,  as  these  plants 
are  intended  to  become  a  part  of  the  permanent  aque- 
duct power  system.  The  cost  of  the  power  house  and 
equipment,  including  three  cottages,  etc.,  is  $21,100, 
making  a  total  cost  of  approximately  $84.50  per  kw., 
or  $63  per  h.  p.  rated  capacity  at  the  switchV-oard. 


Map  of  Los  Angeks  Aqueduct  and  Adjacent  Territory. 
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The  Cottonwood  power  house  is  approximately  40 
miles  south  from  the  Division  Creek  plant.  Its  equip- 
ment consists  of  two  tangential  wheels,  operated  under 
1200  ft.  effective  head,  each  direct  connected  to  a 
750-kw.  three-phase,  2200-volt,  600  r.p.m.,  generator, 
each  of  which  in  turn  is  connected  to  the  33,000-volt 
line  through  a  separate  bank  of  transformers.  The 
works  at  the  diversion  point  cost  $3964.  The  canyon 
for  a  distance  of  3750  ft.  is  so  precipitous  as  to  u^ake 
a  conduit  or  tunnel  impracticable  within  reasonable 
cost,  therefore,  a  24-in.,  No.  12  gauge,  riveted  pipe 
was  buried  along  the  side  of  the  canyon,  at  a  cost  of 
$9352.  From  this  point  to  the  forebay,  a  distance  of 
7042  ft.,  a  covered  concrete  conduit,  30  in.  by  20  in. 
inside  section,  was  constructed  on  the  mountain  side  at 
a  cost  of  $11,228.  The  penstock,  with  523  ft.  of  24-in. 
pipe  and  4009  ft.  of  22-in.  pipe,  or  a  total  of  4532  ft., 
cost  $29,820.  The  power  house  and  camp  complete 
cost  $49,638,  making  a  total  of  $69.40  per  kw.,  or  $51.75 
per  h.p.  of  rated  capacity  at  the  switchboard,  the  plant 
having  25  per  cent  overload  capacity. 


Cottonwood  at  30,000  volts  with  35,000  volts  at  Cot- 
tonwood when  not  in  parallel  with  the  steam  turbines; 
and  that  800  kw.  can  be  delivered  at  the  cement  plant 
when  running  in  parallel,  by  strengthening  the  field 
of  the  turbo-generators,  with  the  same  voltage  drop 
and  the  same  distributed  load  along  the  line. 

There  are  about  74  step-down  transformers  con- 
nected to  this  line  in  banks  of  two  or  three ;  most  of 
these  transformers  are  of  40  kw.  capacity,  the  remain- 
der are  either  20  kw.  or  80  kw.  The  greater  number 
are  of  the  out-door  type,  which  have  given  excellent 
satisfaction,  and  are  very  much  liked  by  the  men  in 
charge  of  work,  because  of  the  decreased  expense  and 
time  of  setting  them  up.  Most  of  them  have  been 
shipped  from  the  factory  with  the  oil  in  them,  as  they 
are  in  boiler  iron  cases,  made  suitable  for  moving  with 
the  oil  in  place,  thus  avoiding  the  necessity  for  drying 
out  of  transformers  at  isolated  places.  The  protection 
of  this  high-tension  line  against  lightning  and  surge 
voltages  is  a  combination  of  low-equivalent  arresters 
at  the  Cottonwood  power  house  and  three  sets  of  horn- 


Cottonwood   Power   House — two   750-kw.   generators — 
Power  an   utilized   for  Construction  W'ork. 

The  transmission  line  is  151  miles  long,  and  is 
made  up  of  three  No.  4  bare  copper  wires;  two-part 
seven-inch  porcelain  insulators  with  iron  thimbles,  pins 
and  bases:  one  wire  on  a  15-in.  crossarm  at  the  top  of 
a  30-ft.  pole,  and  two  on  a  6-ft.  crossarm  below,  and 
poles  spaced  180  ft.  apart.  The  average  cost  of  this 
line  is  $862.50  per  mile.  About  one-fifth  of  this  line 
is  through  rough  mountainous  country,  and  the  wagon 
haul  for  the  entire  line  an  average  of  12  to  15  miles. 
This  line  has  since  been  extended  from  its  southern 
end  to  the  aqueduct  cement  plant,  a  distance  of  17 
miles,  with  No.  2  copper,  at  a  cost  of  $1050  per  mile. 
The  object  of  this  extension  is  to  deliver  surplus  power 
to  the  cement  plant,  with  the  advantage  of  supple- 
menting the  steam  plant,  thus  saving  fuel  oil  and  mak- 
ing the  entire  system  more  flexible  and  reliable  by 
running  in  parallel  with  two  750-kw.  steam  turbines 
at  that  point.  Had  the  cement  plant  been  contem- 
plated originally,  more  copper  might  have  been  used 
along  the  whole  line,  and  more  generating  capacity  in- 
stalled to  advantage.  As  an  interesting  illustration 
of  the  value  of  synchronous  condensers  in  connection 
with  transmission  of  electric  power,  it  may  be  stated 
that  while  delivering  a  distributed  load  of  1000  kw. 
between  the  intake  and  the  Pinto  hills,  400  to  420  kw. 
could  be  delivered  at  the  cement  plant,  125  miles  from 


33,000-VoU   Portable    Sub-Station — o    tdoor    type 
transformers. 

gap  arresters  at  other  important  places.  The  trans- 
former stations  are  protected  by  air-insulated  choke 
coils  and  fused  horn-gap  switches.  The  comparatively 
small  insulators  for  the  voltage  used,  while  they  have 
given  no  trouble  whatever,  do  undoubtedly  serve  to 
give  additional  protection  to  apparatus  along  the  line 
by  affording  relief  from  any  excessive  potential.  No 
apparatus  has  been  lost  from  lightning  or  surges  dur- 
ing the  eighteen  months  of  its  operation. 

By  including  interest,  placing  a  proper  deprecia- 
tion on  the  permanent  power  plant,  and  assuming  a 
low  value  of  return  from  the  copper  on  the  temporary 
line,  and  on  the  transformers  constituting  the  sub- 
stations, (the  system  to  be  in  use  but  foui  years),  it 
was  estimated  that  the  cost  per  kilowatt  hour  delivered 
at  a  step-down  voltage,  in  large  and  small  quantities 
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as  desired,  woidd  be  approximately  1.15  cents.  The 
indications  are  that  this  estimate  will  prove  to  have 
been  conservative. 

Uses  of  Electric  Power. 

Stating  as  briefly  as  possible  the  uses  to  which 
this  power  is  put ;  there  are  in  Owens  valley  about  20 
miles  of  the  aqueduct  which  can  conveniently  be  built 
with  dredges.  Four  electric  shovels  are  in  use  for  con- 
duit excavation  in  the  open  country.  One  mill  for  re- 
grinding  tufa  with  the  cement  is  located  at  Haiwee, 
22  miles  south  of  Cottonwood.  Klectric  power  is  used 
at  Haiwee,  also  for  sluicing  and  other  work  connected 
with  the  building  of  the  earthen  dam.  There  are  ap- 
proximately 18  miles  of  rock  tunnels  and  three  miles 
of  earth  tunnels  provided  for  by  this  power  sj'stem. 
The  typical  tunnel  eipiipment  consists  of  one  air  com- 
pressor, driven  by  a  100  h.p.,  440-volt,  three-phase  in- 
duction motor:  one  80  kw.  motor-generator  set,  pro- 
viding 250-voIt  direct  current  for  electric  locomotives; 
lighting  and  other  work  inside  the  tunnels;  other 
power  for  blowers,  machine  shop,  hoists,  pumping,  etc., 
as  the  case  may  be,  and  for  lighting  camp.  In  case 
electric  locomotives  are  not  used,  as  in  shorter  tun- 
nels, alternating  current  at  iio  volts  is  used  for  light- 
ing in  the  tunnels  also. 

Dredges.  There  are  two  suction  dredges  in  opera- 
tion in  Owens  \alley.  each  equipped  with  a  12-inch  cen- 
trifugal pump,  driven  by  a  100  h.p.,  440-volt  induction 
motor;  one  40  h.p.  motor  to  run  the  cutter,  one  40  h.]). 
motor  to  run  the  jetting  pump  for  breaking  down  the 
bank  over  the  cutter,  and  one  20  h.p.  motor  for  oper- 
ating various  hoists.  There  is  also  one  dipper  dredge 
of  one  and  one-half  yards  capacity  of  the  friction  type, 
driven  by  one  100  h.p.  induction  motor.  The  step-down 
transformers  in  each  case  are  mounted  on  a  float,  with 
the  rack  overhead  supporting  the  choke  coils  and 
switch  on  which  the  taps  from  the  transmission  line 
land.  The  line  being  close  by  requires  but  one  short 
span,  and  a  crossarm  is  placed  on  the  round  cedar  pole 
by  clamping  it  with  two  bolts  and  a  short  piece  on 
the  back,  and  then  safety  is  insured  by  pushing  up 
at  a  safe  distance  from  the  lower  arm.  Connection  is 
made  with  the  line  through  long  spiral  springs  of  tem- 
pered brass  and  a  brass  slip  at  the  end.  These  are  put 
in  place  by  means  of  a  long  pole  from  an  insulating 
stand,  or  by  climbing  a  short  distance  up  the  power 
poles,  with  the  line  switches  at  the  transformers  open, 
and  the  transmission  line  hot.  which  necessity  requires, 
and  which  cannot  result  in  personal  harm  when  done 
by  an  experienced  lineman,  as  is  the  case.  The  con- 
nection from  the  transformer  float  tb  the  dredge  is  made 
by  means  of  a  three-conductor  submarine  armored 
cable.  The  cable  is  stored  on  a  reel  on  a  second  float 
attached  behind  the  dredge,,  with  flexible  connections 
to  the  dredge,  so  that  the  cable  is  automatically  paid 
out,  and  when  all  out  the  flexible  connections  arc  de- 
tached and  the  cable  wound  up,  then  the  reel  float  and 
the  transformer  float  are  towed  up  to  the  dredge  to- 
gether. This  method  has  proved  very  satisfactory  in 
avoiding  abuse  to  the  cable  and  in  saving  time  and  ex- 
pense in  moving. 

Electric  Shovels.  Electric  shovels  with  three- 
quarter  yard  buckets,  and  25-ft.  booms,  used  for  conduit 
excavation,  are  of  the  friction  type,  driven  by  one 
75  h.p.,   2200-volt    induction    motor.     The    step-down 


Uanstormers  are  mounted  ]jermanently  on  sleds  or 
trucks,  with  the  racks  supporting  the  choke  coils  and 
switches  permanently  fixed  overhead,  and  with  two 
10  kw.,  2200  to  440-volt  transformers  attached,  sup- 
plying i)ower  for  concrete  mixers  operated  in  connec- 
tion with  each  shovel.  The  cable  used  is  three  con- 
ductor No.  10  with  rubber  insulation,  rounded  out  with 
jute,  taped  with  wcather-i)roof  braid  and  half  round 
steel  armor  over  all.  This  connects  between  the  trans- 
formers and  the  sho\el  and  between  the  temporary 
440-v(ilt  line  on  the  power  poles  (about  1000  ft.  back 
from  the  transformers)  and  the  mixers,  and  is  giving 
excellent  satisfaction.  The  considerable  advantage  ex- 
perienced with  the  use  of  out-door  type  transformers 
in  connection  \>,ith  dredges  and  shovels  is  very  evident. 

Electric  Locomotives.  TweKe  three-ton  electric 
locomotives  rated  at  1200  11).  draw-bar  jiull  at  six  miles 
]ier  hour  are  in  use  in  this  section  of  the  aciueduct.  .\t 
each  end  of  the  Elizabeth  tunnel,  which  is  not  suj)- 
])lied  from  this  power  system,  there  is  one  locomotive 
of  this  size  and  one  six-ton  locomotive.  In  that  tun- 
pcl  , which  is  ai^proximately  90  sc|.  ft.  in  section  when 
lined,  the  larger  locomotise  is  preferred,  making  it  pos- 
sible to  pull  out  14  to  16  cars  of  muck  at  one  t'nne. 
I  he  three-ton  locomoti\es  are  of  good  size  for  the 
tunnels  in  the  section  imder  consideration,  which  are 
a[)proximately  70  s(|.  ft.  in  finished  section,  and  range 
from  2000  to  10,000  ft.  in  length  where  locomotives  are 
used.  The  use  of  electric  locomotives  in  these  tunnels 
results  in  a  reduction  in  cost  of  excavation  and  plac- 
ing the  concrete  lining,  which  is  a  considerable  per- 
centage of  their  total  cost.  The  actual  cost  of  remov- 
ing muck  and  delivering  concrete  is  considerably  less 
than  it  woidd  be  if  d<ine  in  other  ways,  especially  by 
mules;  but  the  greater  reduction  in  cost  is  due  to  the 
[)ractical  condition  of  being  able  to  get  the  muck  away 
for  the  convenience  and  economic  working  of  the 
miners  in  excavation,  and  allowing  the  placing  of  rock 
crushers  and  concrete  mixers  at  a  convenient  point 
outside  of  the  tunnel  for  concrete  work.  Concreting 
is  being  done  successfully  and  with  perfect  satisfac- 
tion to  the  engineers  at  a  distance  of  10.000  feet  in  one 
instance.  This  use  of  these  machines  makes  it  possi- 
ble not  only  to  reduce  the  cost  where  speed  is  not  a 
consideration.  l)ut  to  \ery  materially  increase  the  speed, 
if  desired. 

Small  Isolated  Power.  Experience  with  distillate 
(iigines  in  connection  with  concrete  mi.xers  and  other 
small  power  has  led  the  men  in  the  field  to  plead  for 
ilectric  power;  for  example,  several  steam  shovels 
are  in  use  in  this  section  for  conduit  excavation,  and  it 
was  thought  at  first  that  the  expense  of  stepping 
down  the  voltage,  moving  transformers,  etc.,  for  sup- 
l>lying  two  or  three  motors  of  7JX  to  10  h.  p.'  each 
would  not  be  justifiable  but  the  division  engineers 
n'>vv  insist  that  the  cost  of  maintaining  and  operating 
distillate  engines  under  the  conditions  experienced 
along  such  work  is  in  itself  greater  than  the  cost  of 
supplying  the  electric  power,  including  the  charge 
made  against  them  for  the  energy,  as  well  as  the 
equipment,  beyond  the  transformers;  and  the}^  fur- 
ther state  that  the  interruptions  which  they  have  ex- 
perienced in  concrete  work  with  distillate  engines 
behind  a  single  steam  shovel,  as  compared  with  what 
they  have  experienced  in  concrete  work  with  electric 
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power  behind  an  electric  shovel,  has  cost  them  any- 
where from  $20  to  $40  a  day  after  the  engines  had 
been  in  use  a  few  months  and  began  to  develop  trou- 
bles under  those  conditions  of  operation ;  in  other 
words,  the  saving  is  due  to  the  consideration  of  relia- 
l)ility  aside  from  actual  cost  of  supplying  power  to 
the  mixers.  The  cost  for  tunnel  work  is  considerably 
reduced   and   the  s|)ecd   increased  by  electric   lighting. 

Protection   Against    Gases. 

One  of  the  long  tunnels  in  another  section  runs 
through  an  oil  district,  and  at  times  has  developed 
considerable  explosive  gases.  In  order  to  protect  the 
men  against  this  danger,  electric  sparking  devices 
lia\e  l)een  installed,  designed  as  shown  in  the  illustra- 
tion.    Thev  ma\-  l)e  operated  either  by  alternating  or 


Siwrkint'  Device  (or  Exploding  Gas  in  Tunnel 

direct  ciintiit.  They  are  t)perated  by  direct  current 
in  this  case  by  means  of  a  switch  outside  of  the  tun- 
nel, and  as  may  be  seen,  are  absolutely  pt)sitive  in 
tiieir  action  and  cannot  fail  if  properly  trimmed  when 
the  miners  leave  the  tunnel.  They  have  exploded 
gases  several  times,  and  in  the  form  shown  are  usually 
found  intact  after  the  explosion;  several  of  them  being 
in  use  gives  opportunity  for  further  trials  before  en- 
tering the  tunnel. 

Telephone  System. 

The  telephone  system  is  considered  not  only  one 
of  the  most  profitable  adjuncts  to  the  aqueduct  con- 
struction, but  one  which  is  essential  to  its  economic 
construction  at  reasonable  speed.  It  consists  of  ap- 
proximately 260  miles  of  main  line  from  the  Lc)s 
Angeles  offices  to  the  intake,  built  of  two  Xo.  lo  coj)- 
per  wires  strung  on  redwood  ])oles,  at  a  cost  of  $188 
per  mile.  This  line  is  divided  in  three  sections  by 
two  exchanges,  which  more  than  doubles  its  effi- 
ciency. In  addition  to  this  there  are  local  telephone 
S3'stems  in  each  of  the  various  divisions  along  the 
work;  some  of  these  have  as  high  as  26  telephones. 
Each  local  system  may  be  temporarily  connected  with 
the  main  line  by  a  switch  in  the  division  engineer's 
office,  there  being  but  one  main  line  telephone  on 
each  division.  As  the  telephone  system  is  to  be  used 
by  all  classes  of  men,  very  few  of  them  familiar  with 
electrical  work,  it  was  thought  undesirable-,  if  not 
wholly  impossible,  to  operate  it  successfully  with  the 
line  on  the  power  poles.  Estimates  showed  that  by 
making  the  poles  on  the  transmission  line  five  feet 
shorter,  the  telephone  line  could  be  placed  on  sepa- 
rate redwood  poles  at  an  equal  or  slightly  less  cost, 
and  this  has  been  done.  The  telephone  lines  are  in 
every  case  placed  underground  at  crossings  with  high- 
tension  electric  lines. 

Amount  of  Power  Required. 

A  good  idea  of  the  amount  of  power  necessary  to 
operate  the  equipment  may  be  obtained  by  studying 
the  following  tabulation,   which  gives  the  total  rated 


motor  capacity,  approximately  3470  h.p.,  of  the  va- 
rious equipment  attached  to  this  system,  and  the 
total  electrical  horsepower,  approximately  2000  h.p., 
required  at  the  switch  board  of  the  two  power  plants 
combined  for  supplying  this  system  independent  of 
the  cement  plant.  The  energy  necessary  for  lighting 
machine  shops  and  other  small  requirements  is  not 
tabulated,  but  is  included  in  the  power  at  the  switch- 
board. In  many  instances  power  is  used  24  hours 
each  day,  but  in  other  cases  during  16  or  8  hours 
per  day;  on  an  average  about  16  hours  per  day.  The 
amount  stated  as  being  required  at  the  switch- 
board is  taken  from  the  heavy  load  'periods  during 
the  day;  in  other  words,  the  average  peak  load  for 
that  work.  The  average  load  during  the  24  hours 
would  be  about  60  per  cent  of  this. 

Motor  Installation  Intake  to  Pinto  Hills. 

2  suction  ilredges    400  h.\). 

1  dipper  dredge,  ij^-yard  dipper 1000  " 

4  electric  sho\els,   ^-yard  dippers 300  " 

Tufa  regrinding  mill   200  " 

Haivvee  dam,  hydraulic  work   100  " 

<S  air  compressors,  500  cu,  ft.  each   800  " 

8  motor  generators,  80  kw.  each   1000  " 

7  rock  crushers,  10  and  20  tons  per  hr.  each.    140  " 

28  concrete  mixers,  6  and  10  cu.  ft.  per  batch.    280  " 

7  blowers,   1350  cu,   ft.  per  minute  eacii .  .  .  .      70  " 

3  hoists 60  " 

2  pumps 20  " 


Total  rated  capacity  of  motors   347°     " 

The  a\erage  power  used  at  each  end  of  the  Eliz- 
alieth  tunnel,  already  described,  is  88  kw.  during  the 
24  hours,  divided,  as  follows:  ^yi  kw.  for  lighting 
outside  the  tunnel;  35^/2  kw.  for  operating  the  motor- 
generator  which  supplies  power  for  ventilation,  elec- 
tric locomotives,  lighting  the  tunnel  and  a  small 
amount  of  pumping  from  the  tunnel ;  and  47  kw.  for 
compressed  air  for  drilling,  machine  shop,  camp  water 
supply,  etc.  The  average  peak  is  about  double  the 
average   load. 


JAPAN'S  HYDRO-ELECTRIC  POWER. 

It  is  e\ident  thai  the  central  government  of  Japan 
has  recently  come  to  appreciate  the  great  value  and 
importance  of  its  water-power  resources.  Heretofore 
provincial  authorities  have  granted  certain  water- 
power  rights,  but  now  the  centrkl  government  authori- 
ties have  taken  the  matter  into  their  own  hands,  with 
the  intention  of  inaugurating  a  characteristic  Japan- 
ese system  of  exact  procedure  in  the  conservation  of 
the  country's  extensive  hydro-electric  possibilities.  The 
Ijromotion  of  industries  and  providing  new  means  of 
raising  revenue  are  here  combined  in  advancing  rea- 
sons why  the  government  should  inaugurate  the  new 
system  of  conservation. 

There  has  been  a  rush  for  water-power  rights 
throughout  Japan,  and  it  is  now  evident  that  the  gov- 
ernment proposes  to  restrict  those  who  are  presumed 
to  seek  franchises  of  this  nature  for  purely  speculative 
purposes.  American  capital  is  largely  interested  in 
hydro-electric  enterprises  in  Jajjan.  and  under  favor- 
able conditions  American  capital  is  ready  for  large 
investment  in  extensive  power  plants. 


190 


JOURNAL    OF    EI  ECTRICITY.    POWER    AND    GAS 


[Vol.  XXV-No.  9 


THE  DIRECT  MEASUREMENT  OF   HIGH   RE- 
SISTANCE BY  A  MEGGER. 

BY   ARTHUR  J.   ROWLAND. 

No  matter  what  the  thing  to  be  measured  a  direct 
method  is  always  to  be  preferred.  It  is  not  only  that 
the  observation  is  made  quickly  and  the  result  known 
at  once,  but  the  attention  of  the  observer  is  fixed  on 
the  result  he  is  securing  and  not  taken  up  with  calcu- 
lation or  manipulation  in  trying  to  arrive  at  an  intelli.- 
gent  conception  of  the  magnitude  of  the  thing  about 
which  he  wants  to  know.  There  was  a  day  when  gal- 
vanometers were  used  for  most  measurements  of  cur- 
rent ;  but  now  ammeters  are  invariably  applied  to 
any  sort  of  test  where  their  range  and  accuracy  can 
make  them  available.  Years  ago  Thomson  galvan- 
ometers were  widely  used  for  switchboard  w'ork ; 
no  one  would  think  of  such  an  instrument  for  such  a 
use  now.  In  these  days  engineers  install  watt-meters, 
power  factor  meters,  frequency  meters,  etc.,  for  the 
direct  measurement  of  the  quantity  each  can  indicate 
rather  than  take  the  trouble  to  determine  them  by  in- 
direct means. 

Among  those  things  which  must  be  known  about 
and  measured  in  dealing  with  electrical  circuits,  none 
is  more  important  than  resistance.  Yet  very  little  in- 
deed has  been  done  in  the  way  of  producing  instru- 
ments for  measuring  it.  We  use  volt  meters  and  am- 
meters and  compute  it  by  the  aid  of  Ohm's  law;  or 
we  take  a  Wheatstone  bridge  for  the  measurement ; 
or  perhaps  a  voltmeter  is  employed  for  high  resist- 
ance determinations.  ,\11  of  these  involve  indirect 
methods  with  well  known  limitations  and  faults. 
There  are  such  things  are  ohmmeters,  but  they  are 
scarcely  used  because  the  only  instruments  W'hich 
have  been  available  have  such  serious  practical  limi- 
tations that  they  are  nearly  worthless. 

For  high  resistance  measurements  there  has  been 
no  instrument  available  in  the  past  except  the  Ever- 
shed  ohmmeter  which  was  made  and  sold  in  this  coun- 
try for  a  number  of  years.  It  was  never  much  used, 
probably  on  account  of  the  various  serious  inherent 
defects  only  too  well  understood  by  the  inventor;  and 
he  turned  from  it  to  a  prolonged  search  for  a  method 
of  building  an  ohmmeter  which  should  have  very  much 
higher  sensibility  than  anything  which  had  been  pro- 
duced before,  be  dead  beat,  have  a  good  scale,  and 
be  reliable  in  calibration.  He  found  this  in  an  instru- 
ment of  the  permanent-magnet-moving-coil-type ;  a 
true  ohmmeter  but  one  with  sensibility  great  enough  to 
make  it  possible  to  read  directly  in  commercial  in- 
struments of  various  ranges  from  an  upper  limit  of 
2000  megohms  down  to  looo  ohms.  This  instrument 
is  the  megger.  Its  general  appearance  is  shown  in 
Fig.  I.  The  author's  experience  with  it  makes  him 
ready  to  assert  that  it  is  a  remarkable  instrument  in 
sensibility  and  accuracy,  while  it  has  also  wonderful 
ruggedness.  It  has  revealed  to  him  a  great  many 
things  which  are  comparatively  unknown  regarding 
high  resistance — particularly  insulation  resistance. 

Measuring  Insulation. 
The  measurement  of  insulation  resistance  has  an 
importance  which  seems  not  to  have  been  properly 
recognized.  People  have  become  so  taken  up  with 
breakdown  tests  for  determining  the  reliability  of  in- 
sulation, that  the  feeling  seems  to  have  crept  abroad 


that  failures  on  lines  and  cables  and  machinery  (par- 
ticularly for  high  voltage  work)  are  due  to  disruptive 
breakdowns ;  that  a  fault  suddenly  develops,  or  a 
breakdown  comes  by  a  direct  arcing  discharge  punc- 
turing the  insulation.  The  fact  seems  to  be  overlooked 
that  frequently  insulation  deteriorates  gradually,  and 
along  with  it  the  leakage  current  rises  through  the 
diminished  instilation  resistance  until  at  last  the  local 
heating  and  charring  brings  a  time  when  away  goes 
the  whole  structure  when  a  vast  increase  in  current 
occurs,  through  what  has  at  last  become  a  good 
conducting  path.  Breakdown  tests  are  not  applied 
except  at  the  time  of  acceptance  of  a  piece  of  appa- 
ratus, and  anyone  who  has  had  experience  with  them 
know  how   unsatisfactorv   thev   are.    One   cannot   tell 


Fig.    1.     The   Megger    (one-sl.xih    full   size). 

whether  the  insulation  has  all  but  gone  from  perma- 
nent strain,  nor  whether  under  a  different  set  of  con- 
ditions a  breakdown  might  have  occurred.  No  one 
would  dare  subject  new  apparatus  to  a  breakdown 
test  until  he  knew  its  insulation  resistance  was  suf- 
ticiently  high.  The  man  would  not  be  considered 
sane  who  subjected  his  dynamos  or  cables  to  a  weekly 
high  voltage  test  to  determine  their  security  for  the 
next  succeeding  period. 

A  megger  can  be  applied  as  often  as  one  pleases  to 
measure  insulation  resistance  without  the  possibility 
of  any  harm  coming  to  the  apparatus  under  inves- 
tigation, and  it  may  even  be  an  important  auxiliary 
when  breakdown  tests  are  contemplated.  Take  a  sin- 
gle example.  An  oil  insulated  high  voltage  trans- 
former is  to  be  installed.  Before  the  oil  is  put  in, 
the  transformer  must  be  dried;  because  dry  insu- 
lation and  dry  oil  are  essential  to  satisfactory  dielec- 
tric strength.  ^Moisture  has  a  wonderful  efifect  in 
Ljwering  insulation  resistance:  hence,  by  the  use  of 
a  megger  it  is  easy  to  tell  whether  much  moisture  is 
present,  and  as  the  drying  operation  goes  on  how 
effective  it  is  when  the  insulation  has  become  dry. 
Or,  suppose  the  transformer  is  an  air  cooled  type  now 
liecoming  old.  Is  it  safe  to  keep  it  in  operation  or 
-hould  repairs  be  made?  A  record  of  insulation  re- 
sistance taken  from  time  to  time  would  make  it  pos- 
sible to  tell  about  this. 

Figures  2  and  3  show  the  interior  of  the  megger. 
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Fig.  2  shows  clearly  the  permanent  magnets  so  placed 
that  a  nearly  closed  magnetic  circuit  is  formed.  At 
one  end  is  a  dynamo  armature  in  which,  by  turn- 
ing the  crank,  the  e.m.f.  necessary  to  operate  the  in- 
strument is  generated.  At  the  other  end  is  the  me- 
chanism, more  clearly  shown  by  Fig.  3,  by  means  of 
which  the  indications  of  the  instrument  are  secured. 


Fig.    2.     An   Interior   View. 

In  l'"ig.  4  the  inagiielic  circuit  is  shown  diagraminati- 
cally  as  well  as  the  internal  connections  of  the  instru- 
ment. When  a  resistance  measurement  is  to  be  made 
the  a])])aratus  under  test  is  connected  between  the 
binding  posts  marked  "I^ine"  and  "Earth"  (Fig.  i), 
or  at  the  point  marked  "External  Terminals"  in  Fig. 
4.  The  crank  is  then  turned  at  a  convenient  si)eed  and 
the  scale  reading  taken. 


Fig. 


Tlie    MoviiiK    S.vstem. 


A  brief  explanation  may  serve  to  show  how  the 
instrument  works  and  that  it  not  only  is  a  true 
ohmmeter  but  more  true  to  calibration  than  most 
direct  reading  instruments. 

The  moving  system  consists  of  a  coil  marked  A 
(Figs.  3  and  4),  which  is  in  series  with  the  thing  to 
be  measured;  and  a  pair  of  coils  connected  in  series, 
marked  B  and  B",  which  with  resistance  R  are  con- 
nected directly  across  the  dynamo  terminals.  All 
three  coils  are  rigidly  connected  together  as  indicated 
in  the  cuts  and  current  leads  are  provided  as  shown 


in  Fig.  3,  where  very  slender  copper  strips  may  be 
seen  hung  loosely  around  small  spools.  These  strips 
oppose  a  negligible  restraining  force.  There  are  no 
springs  in  the  instrument  and  the  needle  is  liable  to 
stand  anywhere  along  the  scale  when  the  dynamo  is 
not  in  operation.  \A'hen  the  crank  is  turned  and  an 
e.m.f.   acts,  a   current   flows   through   coils    B    B'   pro- 


EXTERNAL 
TERMINALS 


M 


Fig.    4.      Magnetic    Circuit    and    Electrical    Connections. 

I)ortional  to  it.  Suppose  nothing  is  connected  between 
the  external  terminals.  The  current  in  coils  B  B' 
drives  them  to  a  position  where  the  least  flux  from  the 
permanent  magnet  field  is  through  them ;  that  is, 
directly  opposite  the  gap  in  the  C  shaped  iron  piece 
about  which  coils  A  and  B'  move.  The  needle  then 
stands  over  the  line  marked  "Infinity"  on  the  scale. 
If  now  something  having  suitable  high  resistance  is 
connected  to  the  external  terminals,  current  flowing 
in  coil  A  produces  a  deflecting  torque  toward  the 
position  in  which  it  is  shown  in  Fig.  4;  and  as  the 
system  moves  the  coils  B  and  B'  exert  a  stronger  and 
stronger  restraining  torque.  Hence  a  definite  posi- 
tion is  assumed  by  the  system  and  needle  for  the 
particular   resistance   connected. 

The  instrument  is  a  true  ohmmeter,  since  an  in- 
crease in  the  e.m.f.  would  increase  the  current  in  both 
coils  the  same  proportionate  amount,  and  the  position 
of  the  needle  stay  fixed.  It  is  dead  beat;  for  the  same 
means  are  taken  to  produce  this  result  as  in  most  in- 
struments using  a  moving  coil  in  a  permanent  magnet 
field,  and  fine  results  are  obtained.  It  is  also  constant 
in  calibration  because  deterioration  of  magnets  can 
no  more  influence  the  position  of  the  needle  for  a 
given  resistance  under  measurement  than  a  change 
in  dynamo  e.m.f.  Time  can  have  no  appreciable  effect 
since  the  case  is  not  only  dust  -proof,  but  the  moving 
system  is  completely  enclosed  in  an  aluminum  casting 
where  neither  dust  nor  moisture  can  reach  it. 

When  measuring  apparatus  having  considerable 
capacity,  it  is  necessary  to  have  a  fixed  e.m.f.  so  that 
charging  and  discharging  currents  shall  not  distort 
the  reading  of  the  instruments.  This  is  provided  by 
a  friction  clutch  interposed  between  the  armature  and 
the  driving  gears.  Above  slipping  speed  of  this  clutch 
the  dynamo  e.  m.  f.  is  constant  within  half  of  one  per 
cent.  ' 

The  instrument,  although  made  in  England  for  sev- 
eral years  and  widely  in  use  there  and  on  the  conti- 
nent in  much  important  work  by  the  besc  of  engi- 
neers, has  hitherto  been  scarcely  known  in  America. 
Complete  information  regarding  it  may  be  obtained 
from  J.  G.  Biddle,  1114  Chestnut  Street,  Philadelphia. 
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BURNING  FUEL  OIL  ON  SHIPBOARD. 

'I'hc  folldwin^  notes  on  oil  hiiriu-rs  are  con- 
densed from  a  jiaper  on  "I'uel  Oil  Installations  and 
Tests  Made  on  U.  S.  S.  'Cheyenne,'  "  by  F.  F.  Ingram, 
published  in  the  May,  1910,  Journal  of  the  American 
Society  of  Naval  Kngineers.  This  is  published  as 
su])plenicntary  to  the  series  of  articles  on  "California 
l'"uel  Oil"  which  are  being  written  l)y  K.  F.  Cheva- 
lier and  in  which  details  will  soon  be  given  of  all 
other  makes  of  Pacific  Coast  oil  burners  besides  tht 
two  herein  described.  Mr.  Ingram's  advocacy  of  the 
outside  mixer  as  comjiarcd  with  the  inside  mixer  is 
open  to  a  discussion  for  whicii  the  columns  of  the 
Journal  are  freely  of?ered. 

There  are  a  great  many  devices  on  the  market 
for  burning  fuel  oil.  The  oil  found  in  California  and 
many  western  States  contains  an  asphaltum  base, 
which  makes  it  impossible  to  use  mechanical  burners, 
Iiecause  the  asphaltum  and  carbon  are  readily  depos- 
ited when  the  oil  is  highly  heated  and  close  the  small 
appertures  in  the  mechanical  burners,  necessitating 
frequent  cleaning  and  removing  and  causing  a  fluctu- 
ation of  steam  and  a  great  deal  of  annoyance  to  the 
attendant.  With  Pennsylvania  and  Ohio  oils  this  dif- 
ficulty is  not  experienced,  as  paraffin  is  the  base,  and 
superheating  the  oil  assists  its  combustion. 

The  type  of  burner  used  on  the  Pacific  Coast  is 
adapted  to  both  paraffin  and  asphaltum  bases,  two 
general  tyjies  of  burners  being  used — an  outside  mixer, 
or  atomizer,  and  an  inside  mixer,  or  vaporizer.  Both 
have  their  relative  merits  and  deserve  mention. 

The  outside  mixer  or  atomizer  is  simple  in  con- 
struction. There  are  no  parts  to  get  out  of  order,  and 
there  is  no  internal  deposit  of  carbon  and  asphaltum 
in  the  oil  passage,  the  oil  being  kept  under  i)ressure 
until  it  reaches  the  combustion  chamber,  when  it  is 
released  at  right  angles  to  the  atomizing  agent  in  the 
open  combustion  chamber.  Xo  adjusting  of  parts 
is  necessary  except  to  vary  the  amount  of  oil  to  suit 
the  load  being  carried.  With  outside  mixers  the  oil 
and  atomizing  agent  do  not  come  in  contact  with 
each  other  until  they  reach  the  coiubustion  chamber, 
and  a  small  percentage  of  water  in  the  oil  does  not 
interfere  materially,  as  the  water  contains  enough  oil 
t(.  keep  the  burner  lighted.  The  oil  being  superheated 
to  230  degrees  in  the  burner  immediately  evaporates 
any  water  that  is  held  in  suspension  in  the  fuel  oil. 
W'hh  outside  mixers  there  is  no  sputtering  or  series 
of  explosions,  so  objectionable  and  annoying  to  the 
attendant. 

Fig.  I  shows  an  outside  mixer  or  atomizer  of  the 
type  used  in  the  U.  S.  S.  Cheyenne.  This  burner  has 
given  very  good  results.  The  oil  is  kept  under  a  con- 
stant pressure  of  50  pounds  and  the  atomizing  agent 
at  70  pounds.  The  oil  passes  through  a  heater  that 
has  a  steady  pressure  in  its  jacket  of  50  pounds  per 
square  inch.  The  temperature  of  saturated  steam  at 
50  pounds  pressure  equal  281  degrees  P.,  consequently 
the  oil  is  kept  at  a  high  temperature.  It  is  further 
heated  by  passing  through  the  superheater  3,  in  the 
Inirner,  where  the  atomizing  agent  surrounds  the  oil. 
This  further  adds  to  the  already  superheated  condi- 
tion of  the  oil,  and  upon  being  released  in  the  com- 
bustion chamber  at  right  angles  to  the  atomizing 
agent   it   instantly  becomes   a   gas   and   burns   with   a 


soft,  white  incandescent  flame,  almost  noiseless  except 
when  being  forced.  Fig.  2  shows  the  head  of  burner. 
When  the  oil  is  delivered  through  the  small  hole 
5/32-in.  in  diameter,  the  oil  is  retarded  by  the  baffle 
plate  I,  and  forced  through  the  circular  passages  into 
the  annular  opening  4,  where  the  atomization  agent 
comes  in  contact  with  the  oil ;  a  handle  is  also  fitted 
to  these  burners  to  facilitate  handling  when  hot. 
.After  being  placed  in  position  the  handle  is  detached. 
To  clean  these  burners,  remove  the  baffle  plate  and 
clean  the  obstruction  from  the  circular  grooves;  with 
good  oil  these  burners  do  not  require  to  be  changed 
for  weeks. 

The  U.  S.  Tug  Navajo  is  fitted  with  the  Ingram 
type  of  outside  mixer  or  atomizer,  and  on  a  recent  trip 
from  San  Francisco  to  San  Diego,  a  distance  of  500 
miles,  these  burners  were  not  removed  from  the  fur- 
naces nor  did  they  require  cleaning  during  the  entire 


tri]).  Steam  was  maintained  at  a  steady  pressure  and 
smoke  was  not  seen  during  the  trip,  showing  that  com- 
bustion was  perfect.  The  U.  S.  Tug  Umatilla  and 
the  U.  S.  Monitor  Cheyenne,  also  steam  launch  and 
galleys,  are  equipped  with  Ingram  burners.  Coal  was 
not  used  on  the  U.  S.  S.  Cheyenne  for  four  months 
previous  to  going  out  of  commission  at  Mare  Island. 
With  inside  mixers  or  vaporizers  the  steam  or 
other  atomizer  comes  in  contact  with  the  oil  in  the 
internal  portion  of  the  burner.  The  oil  is  contained 
in  a  pipe  -)^-in.  diameter  inside  of  a  pipe  i  in.  in  diam- 
eter. The  steam  surrotmds  the  oil  pipe,  therefore 
heating  it  to  a  very  high  temperature.  The  oil  passes 
out  at  the  small  holes  in  the  mixer  where  it  comes  in 
contact  with  the  steam.  It  passes  through  to  the  mix- 
ing space  where  it  is  given  a  circular  motion  by 
rifling  in  the  mixer  head.  Then  it  passes  to  the  burner 
tip  and  is  admitted  into  the  combustion  chamber  in 
the  saturated  condition.  A  soft,  white  incandescent 
tlame  is  the  result.  W'hh  careful  regulation  the  in- 
side mixer  gives  excellent  results,  but  when  forced  it 
has  a  tendency  to  smoke  and  show  a  red  flame,  because 
more  oil  is  being  admitted  to  the  burner  than  it  can 
\aporize.  There  are  many  parts  to  the  inside  mixer 
which  require  a  certain  amount  of  skill  to  take  apart 
and  put  together  again.  An  objectionable  feature  is 
the  packing  in  the  burner,  as  the  high  temperature  of 
the  metal  has  a  tendency  to  burn  the  packing,  thereby 
causing  it  to  leak  steam   into  the  oil   passage.     Care 
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must  lie  exercised  with  inside  mixers,  as  an}'  increase 
or  fluctuation  in  the  pressure  changes  the  mixture  of 
the  gas  and  causes  it  to  go  out  or  to  sputter  or  give 
nff  a  series  of  explosions,  giving  notice  that  it  needs 
attention. 

With  inside  mixers  water  in  the  oil  has  caused 
annoyance,  and  it  has  been  proven  that  oil  containing 
I  per  cent  of  water  cannot  be  burned  with  inside 
mixers  without  giving  a  great  deal  of  trouble  and 
smoke,  sputtering,  and  finally  g^^ing  out.  In  another 
boiler  using  the  same  oil,  same  atomizing  agent,  same 
conditions  except  that  an  outside  mixer  was  installed, 
no  change  seemed  to  occur  except  that  the  oil  valve 
had  to  be  opened  a  little  more. 

An  inside  mixer  type  of  burner  of  the  Staples  & 
PfeifTer  design  has  been  used  constantly  on  the  Pacific 
Coast  for  a  number  of  years  and  given  excellent  re- 
sults. Troubles  encountered  with  this  type  of  burner 
are  not  always  due  to  the  burner,  but  in  many  cases 
due  to  faults  in  other  parts  of  the  installation,  drcat 
care  should  be  taken  to  see  that  an  excessive  amount  of 
air  does  not  enter  the  combustion  space,  causing  an 
undue  amount  of  waste  by  heating  the  surplus  air. 
Too  little  air  will  be  easily  detected  by  the  furnace 
showing  a  dull  red  flame,  indicating  that  not  enough 
oxygen  is  supplied  to  consume  the  gases. 

Advantages  of  Oil  Firing. 

With  fuel  oil  a  steady  pressure  can  be  maintained 
and  hence  more  uniform  and  efficient  results  obtained 
at  the  engine  than  with  coal.  With  coal  it  is  necessary 
to  open  the  furnace  doors  at  short  intervals  to  allow 
for  coaling,  slicing,  raking  and  cleaning  fires,  causing 
a  fluctuation  in  the  steam  pressure,  besides  allowing  a 
great  rush  of  cold  air  to  strike  the  heated  tubes,  which 
produce  unequal  strains  on  parts  of  the  boiler  ex- 
posed to  the  cold  air.  thus  causing  the  tubes  to  warp 
and  bend  and  even  leak.  With  oil  fuel  it  is  not  nec- 
essary to  open  the  furnace  doors,  as  peep  holes  are 
provided  in  the  furnaces  over  each  burner,  enabling 
the  attendant  to  watch  the  burner. 

It  is  desirable  in  ships  of  war  to  get  up  steam 
in  a  hurrv.  On  one  occasion  a  boiler  was  connected 
up  in  26  minutes  from  cold  water.  There  is  also  the 
advantage  that  on  cutting  z  boiler  out  or  securing 
boilers,  when  fires  are  extinguished  the  fuel  expense 
ceases  and  the  boiler  ceases  to  steam.  Valves  can  be 
closed  and  ash-pan  secured,  damper  closed,  there  is 
no  further  trouble ;  no  fires  to  haul,  no  ashes  to  care 
for  and  get  in  bilges  to  stop  up  strainers ;  no  grate  bars 
to  renew ;  no  tubes  to  sweep,  nor  paint  work  to  scrape 
when  coming  to  anchor.  \\'\\h  oil  all  such  worry  and 
labor  is  avoided  and  the  labor  for  coaling  ship  is  re- 
duced to  two  men.  With  oil  a  hose  is  led  to  the  fill- 
ing valve  on  the  outside  of  the  ship,  the  pump  is 
started  and  a  manipulation  of  the  valves  is  all  that  is 
necessary.  Three  hours  is  all  that  is  needed  to  sup- 
ply 1485  barrels  of  oil.  where  in  a  former  commission 
it  required  the  ship's  company  all  day  to  take  on 
388  tons  of  coal,  besides  a  whole  day  to  scrub  and 
clean  ship  and  the  next  day  for  the  men  to  remove 
the  coal  and  dust  from  their  bodies  and  clothes. 

Installation. 
There  are  no  given  or  set  rules   for  the  bricking 
or  arrangement  of  the  interior  of  the  furnaces.    W^ith 
tubular  boilers  the  custom  is  to  have  the  grate  bars 


in  and  construct  a  l)lind  wall  under  the  front  row  of 
grate  bars,  near  their  further  end  to  prevent  t,he  air 
from  passing  into  the  back  connection.  The  grate 
bars  are  co\ered  with  a  layer  of  fire  brick.  A  few 
bricks  are  omitted  directly  under  the  burner  to  allow 
of  sufficient  air  to  pass  in  for  combustion.  It  also 
tends  to  superheat  the  incoming  air. 

With  water-tube  boilers  the  usual  practice  is  to 
remove  the  grate  and  bearing  bars  and  construct  a 
bridge  wall  in  front,  with  occasional  holes  to  allow 
sufficient  air  to  pass  to  the  combustion  chamber.  In 
large  combustion  chambers  pyramids  of  open  brick 
work  are  often  constructed,  as  they  assist  combustion 
by  giving  off  a  glowing  heat.  No  general  rule  can 
be  followed  for  installation,  as  conditions  vary.  Chim- 
ney heights  have  to  be  taken  into  consideration.  Baf- 
fling and  bricking  should  be  done  to  suit  the  individual 
plant. 

.A  great  deal  of  fuel  is  needlessly  expended  in 
smoke  and  on  account  of  defective  installation.  When 
insufficient  air  is  supplied  a  certain  amount  of  gas 
must  pass  off  unconsumed  into  the  atmosphere  in  the 
form  of  smoke.  If  we  could  remove  the  carbon  and 
sulplnu"  from  the  smoke  we  would  have  smokeless 
burners.  I'usually  it  is  the  fault  of  the  installation, 
and  not  the  burners,  that  causes  smoke.  If  the  burners 
are  turned  down  sufficiently,  so  as  to  eliminate  smoke, 
you  may  know  that  the  supply  of  air  is  nearly  right, 
but  this  will  produce  a  drop  in  the  steam  pressure, 
as  the  oil  must  be  turned  on  smoke  or  no  smoke. 
Many  plants  are  installed  without  regard  to  economy 
because  a  contract  has  been  awarded  to  the  lowest 
bidder,  and  he  in  turn  installs  the  plant  in  the  most 
convenient  manner  to  suit  his  own  pocket-book,  re- 
gardless of  economic  results.  A  certain  evaporation 
efficiency  is  usually  guaranteed  per  pound  of  oil.  but 
few  plant  owners  care  to  go  to  such  trouble  or  expense 
to  prove  the  truth  of  this  boasted  guarantee. 

A  reducing  valve  should  be  installed  on  the  steam 
line  leading  to  the  burners,  thereby  causing  steady 
and  even  pressure  at  the  burner.  With  the  boiler 
pressure  on  the  burner  a  slight  fluctuation  in  the  pres- 
sure causes  a  change  in  the  adjustment,  .\fter  months 
of  experimenting  at  different  pressures  on  oil  and 
steam,  a  constant  pressure  of  70  pounds  on  the  steam 
and  50  pounds  on  the  oil  gave  good  results,  and  these 
pressures  were  adopted  by  the  inventor,  .\fter  the 
burner  is  once  adjusted  to  the  load  no  further  adjust- 
ment is  necessary. 

All  fittings  on  pipes  3  ft.  a'nd  up  should  be  made 
with  screwed  flanges  beaded  over  into  a  counterbore. 
Gaskets  of  rubber  should  not  be  used,  as  the  oil  dis- 
solves the  rubber  and  causes  leaky  joints.  A  piece 
of  No.  I  canvas  shellaced  on  both  sides  and  made  up 
wet  will  never  give  any  further  trouble.  Seven  threads 
on  all  piping  where  oil  passes  through  should  be  made 
up  with  shellac.  Means  for  getting  rid  of  an  accumu- 
lation of  water  in  the  oil  should  be  provided,  as  water 
causes  sputtering  and  intermittent  explosions. 

Foreign  substances  in  the  oil  cause  a  lot  of  annoy- 
ance to  the  attendant.  Strainers  or  filters  composed 
of  fine  gauze  wire  around  the  basket  of  the  strainer, 
and  placed  so  as  to  be  easily  gotten  at  to  clean  these 
strainers,  should  be  on  the  discharge  line  from  the  fuel- 
oil  pump  to  the  burner.    Magnesia  and  dirt  are  hard  to 
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burn  and  are  prime  factors  in  ])higging  up  the  holes 
in  the  burners. 

A  separate  line  should  be  employed  for  filling  tanks 
and  double  bottoms  on  ships,  thereb_y  not  interfering 
with  the  suction  from  any  tank.  The  suction  line 
should  be  placed  as  low  down  as  possible,  and  the 
pumps  should  be  installed  in  such  a  manner  as  to 
prevent  any  great  lift  on  the  suction  side.  Means 
should  also  be  provided  for  proper  ventilation  of  all 
tanks.  Vents  should  be  carried  sufficiently  high  so  as  to 
avoid  ignition  of  vajxirs.  date  valves  on  all  suction 
lines  prevent  undue  friction,  as  they  can  be  opened  to 
their  full  area,  (ilobe  valves  are  not  so  well  adapted 
to  oil  as  gate  vah  es,  as  cold  oil  flows  sluggishly.  Re- 
stricted areas  and  short  bends  in  pipe  and  fittings 
cau.se  undue  friction,  thereby  retarding  the  flow  of  oil. 
Ships  that  cruise  in  Xorthern  latitudes  are  fitted  with 
a  steam  coil  in  their  fuel  tank,  so  as  to  assist  the  puni]) 
in  delivering  the  oil  to  the  burners  by  rendering  it 
more  fluid. 

Great  care  should  be  exercised  in  regard  to  leaky 
joints,  as  disastrous  results  might  occur  from  an  ac- 
cumulation of  gas  in  bilges  and  Innikers.  The  oil 
lines  in  the  firerooni  space  should  be  examined  once 
each  week  for  leaks,  (ireat  care  should  be  taken 
around  the  furnaces  while  changing  burners  to  see 
that  no  oil  valves  are  left  o|)en.  Rurners  should 
never  be  allowed  to  remain  in  dead  or  cold  boilers, 
as  the  oil  valve  might  accidentally  be  opened,  causing 
the  oil  to  flow  into  the  furnace  unnoticed ;  a  formation 
of  gas  and  an  explosion  might  be  the  result  of  some- 
one's carelessness.  'I'he  usual  method  is  to  have  a 
rack.  \Mien  the  burners  are  removed  from  the  boilers 
they  are  cleaned  and.  placed  in  the  rack,  where  they 
remain  until  required  for  use. 

Combustion  of  petroleum,  like  that  of  all  gaseous 
fuels,  can  be  carried  on  with  a  much  higher  degree 
of  efficiency  than  that  of  solid  fuel.  While  the  calorific 
value  of  I  pound  of  oil  is  as  1.37  to  that  of  a 
pound  of  bituminous  coal,  and  1.63  to  that  of  a  pound 
of  anthracite  coal,  in  actual  practice  it  is  found  that 
one  pound  of  oil  is  fully  equivalent  to  i.S  pounds  of 
coal. 

There  are  three  further  ad\antages  in  the  use 
of  oil  apart  from  the  direct  cost  of  fuel.  First  there 
is  the  economy  of  labor  in  attendance  at  the  boiler,  ow- 
ing to  the  larger  consuming  capacity  of  a  boiler,  be- 
cause the  heat  is  applied  continuously  without  any 
interference  or  interruption  compared  to  that  of  ap- 
plying the  coal  on  a  furnace  of  an  ordinary  boiler, 
then  there  is  the  absence  of  smoke  and  cinders,  or 
waste  of  any  kind,  compared  with  the  smoke  and 
ashes  and  refuse  left  from  coal :  and  lastly,  the  clean- 
liness and   ease  of  manipulation  at   the  furnace. 

In  oil-fuel  burning  a  high  furnace  temperature 
gives  more  perfect  cr)nibustion.  and  it  requires  less 
force  to  atomize  the  oil.  With  a  properly  arranged 
furnace,  very  little  steam  or  air  pressure  is  necessary 
for  atomization.  because  the  heat  from  the  glowing 
brick  work  immediately  converts  the  petroleum  into 
an  oil  gas.  and  sufficient  oxygen  being  admitted  to  the 
furnace  is  all  that  is  necessary  for  complete  combus- 
tion. The  ash  pan  should  be  arranged  with  a  door 
that  could  be  adjusted  to  suit  the  amount  of  air  neces- 
sary for  combustion,  which  can  easilv  be  seen  bv  an 


experienced  fireman.  A  clear,  white,  incandescent 
flame  burning  up  to  the  tip  of  the  burner  denotes 
proper  combustion.  Means  should  be  provided  to 
iieat  the  incoming  air  before  coming  in  contact  with 
the  oil  gas.  DifTerent  methods  are  used  to  obtain  these 
results,  but  general  practice  will  determine  the  most 
suitable  arrangement  for  each  individual  installation, 
as  conditions  ditTer  in  most  plants  that  were  originally 
etjuipped  for  coal. 

Smoke  consists  of  the  com])ustil)le  and  incombust- 
ible products  evolved  in  the  conilnistion  of  fuel  oil, 
and  is  composed  of  such  portions  of  hydrogen  and  car- 
bon of  the  fuel  gas  as  have  been  supplied  or  combined 
with  oxygen,  and,  consequently,  have  not  been  con- 
verted into  a  carbonic  acid  ;  the  hydrogen  so  passing 
away  is  invisible,  but  the  carbon,  upon  being  separated 
from  the  hydrogen,  loses  its  gaseous  character  and  re- 
turns to  its  elementary  or  organic  condition,  that  of  a 
black  pulverized  carbon,  and  as  such  becomes  visible 
and  passes  up  the  stack  in  the  form  of  unconsumed 
carbon,  or  smoke.  Carbon  dioxide  is  the  result  of  per- 
fect combustion  ;  carbon  monoxide  is  that  of  imperfect 
combustion.  One  pound  of  carbon  combines  with  2.5 
pounds  of  oxygen  and  jiroduced  3.5  jiounds  of  car- 
bonic acid. 

An  insufficient  supply  of  air  causes  imjierfect  com- 
I)ustion  and  causes  the  unconsumed  gases  to  be  given 
(itif  in  the  form  of  smoke,  while  an  excess  of  air  causes 
a  waste  of  heat. 

The  volatile  products  of  oil  gas  in  the  furnaces 
are  "carbureted  hydrogen"  and  olefant  ,gas,  which, 
upon  combining  with  the  oxygen  nf  the  air,  becomes 
carbonic  acid. 

Theoretical  or  complete  combustion  teaches  us 
that  for  every  atom  of  carbon  and  for  every  atom  of 
hydrogen  there  should  be  at  least  one  atom  of  oxygen 
brought  into  contact  with  each  other,  and  then  sub- 
jected to  a  temjierature  sufficiently  high  to  ignite  them. 
The  only  way  carbon  can  be  burned  is  by  dift'usion  of 
the  gases,  whereby  the  molecules  are  brought  into 
close  contact  with  each  other.  But  this  diffusion  re- 
<|uires  time,  as  the  gases  are  constantly  being  cooled 
liv  the  incoming  air,  and  carried  away  by  the  uptakes 
before  being  sufficiently  heated:  and.  not  reaching  the 
point  of  ignition,  the  particles  pass  up  the  stack  in 
tiie  form  of  dense  black  smoke.  An  excess  of  air  enter- 
ing the  furnace  is  a  waste,  especially  with  fuel  oil. 
as  too  much  air  cools  the  furnace  sufficiently  low  to 
retard  the  proper  commingling  of  the  gases.  The  in- 
coming air  should,  if  possible,  be  superheated  before 
cnming  in  contact  with  the  oil  gas.  A  portion  of  the  air 
is  heated  by  coming  in  contact  with  the  brick  work  in- 
side the  furnace,  which,  under  ordinary  conditions,  is 
\  erv  hot.  Therefore  it  is  evident  that  with  the  fuel  oil 
iiiNtallation  forced  or  induced  draft  is  not  to  be  coilsid- 
ered  economical,  as  the  open  furnace  allows  the  incom- 
ing oil  to  flow  to  the  combustion  chamber  with  such 
\  elocity  that  the  gases  are  cooled  below  the  ignition 
point  and  pass  off  unconsumed.  Only  the  gases  that 
are  deflected  and  baffled  by  a  series  of  brickwork  in 
the  combustion  space  are  ignited  :  consequently  a  large 
\  olume  of  smoke  is  emitted.  A  short,  white  incandes- 
ci-nt  flame  indicates  good  combustion,  as  the  cooled 
gases  from  perfect  combustion  are  colorless. 

Where   it    is   possible    for   the    dififusion    of   gases 
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to  be  completed  before  combustion  begins,  as  in  the 
Bunsen  gas  burner,  these  difficulties  naturally  disap- 
pear, and  there  is  readily  attained  a  short  flame, 
which,  moreover,  is  incapable  of  depositing  soot  even 
on  a  cold  object.  In  the  case  of  liquid  fuel,  which  is 
incapable  of  vaiKjrization,  the  diffusion  and  ignition 
must  occur  simultaneously.  With  such  a  fuel  there  is 
bound  to  be  considerable  flaming,  and  a  long  tongue 
of  flame  issuing  from  a  burner  with  great  velocity, 
will,  sooner  or  later,  prove  disastrous  to  the  back 
sheet  of  the  combustion  chamber.  Where  stay-bolt 
nuts  are  exposed  to  the  flame  they  should  be  pro- 
tected by  porcupines  held  in  place  by  set  screws,  or, 
what  is  still  more  desirable,  a  lining  of  fire  brick.  The 
point  of  the  flame  is  always  the  hottest,  and  if  it  im- 
pinges on  a  tube  or  back  sheet  it  will  burn  it.  The 
flame  being  so  intense,  and  the  circulation  in  that 
portion  of  the  boiler  so  slow,  a  film  of  steam  forms 
between  the  tube  or  sheet  and  prevents  radiation  of 
the  metal,  thereby  causing  overheating  and  bulging 
of  the  back  sheet  of  the  combustion  chamber,  and, 
in  many  cases,  in  water-tube  boilers  the  tubes  become 
warped  and  l)ent  due  to  the  flame  impinging  on  the 
tube.  Several  naval  vessels  have  had  tubes  burned  out 
on  their  trial  trips  due  to  this  cause.  These  ships  were 
fitted  up  with  oil  as  auxiliary  to  coal,  as  has  recently 
been  the  practice  in  the  British  navy. 

The  process  of  burning  oil  in  this  way  in  combi- 
nation with  coal  cannot  be  considered  satisfactory 
as  far  as  combustion  is  concerned.  The  oil  is  sprayed 
■on  top  of  the  bed  of  coal.  The  opening  and  closing 
of  furnace  doors  allows  a  large  (piantity  of  air  to  enter 
the  furnace,  cooling  down  the  gases  already  in  the 
process  of  difTusion  below  their  ignition  point.  .-\lso 
the  gases  being  distilled  from  the  coal  suffer  from 
the  volumes  of  excess  oxygen  being  admitted  to  the 
combustion  space.  Great  danger  of  back  flaming  while 
working  the  fire  causes  the  firemen  to  neglect  the  fires 
to  a  great  extent  and  allows  holes  to  be  burned  in  the 
back  of  the  furnace,  allnwing  free  air  to  enter  without 
passing  through  the  fuel  bed,  thereby  doing  no  useful 
work,  but  causing  a  waste  of  fuel  and  energy. 

Settling  Tanks. 

Where  oil  is  carried  in  double  bottoms,  and  re- 
quired to  be  pumped  into  settling  tanks,  some  pro- 
vision should  be  made  for  getting  rid  of  the  water 
precipitated.  A  convenient  and  safe  method  is  to  have 
a  hand  pump  on  the  main  deck  connected  from  the 
bottom  of  the  settling  tank,  and  discharging  into  a 
funnel  and  carried  overboard.  Then  when  water  ac- 
cumulates in  the  settling  tank  it  can  be  pumped  inde- 
pendent of  any  pump  that  might  be  on  the  suction  line 
to  the  burners.  When  the  water  is  nearly  gone  oil 
will  appear  in  the  funnel,  showing  that  the  water 
has  been  displaced,  and  is  a  sign  to  stop  pumping. 
In  every  oil-fuel  installation  special  provision  should 
be  made  for  the  removal  of  the  water  that  will  collect 
from  various  sources  at  the  bottom  of  the  settling 
tank.  Even  a  small  amount  of  water  pumped  to  the 
burners  will  interfere  with  the  efficient  and  satisfac- 
tory  work   of   an   oil-fuel    installation. 

As  it  is  essential  with  every  boiler  plant  to  secure 
a  uniform  if  not  large  output,  the  annoyance  and  evil 
of  occasionally  pumping  water  rather  than  oil  to  the 
burners  cannot  be  overestimated.    The  trained  and  in- 


telligent fireman  can  always  tell  when  water  is  present 
in  the  oil;  a  slight  sputtering  and  series  of  short  ex- 
plosions gives  warning;  if  attention  is  not  given  the 
oil  system  the  fire  will  keep  going  out.  The  trained 
fireman  proceeds  to  drain  his  heater  and  get  rid  of  the 
accumulation  of  water  precipitated  caused  by  the  heat- 
ing of  the  oil.  Therefore  it  is  apparent  that  more  skill 
and  intelligence  is  required  to  burn  oil  than  coal. 
C  heap  and  careless  help  around  an  oil-burning  plant 
is  liable  to  prove  expensive  in  the  end. 


THE  ELECTRIC  SERVICE  OF  THE  PENIN- 
SULAR TOWNS. 

HV   LEE   H.    NEWnERT. 

For  business  reasons  the  vast  territory  served  by 
the  Pacific  Gas  and  Electric  Company  is  cut  up  into 
more  than  twenty  districts.  These  districts  are  roughly 
somewhat  larger  than  California  counties,  and,  like 
them,  they  vary  in  shape  and  area  according  to  the 
lay  of  the  land  and  the  density  of  the  population. 

The  railroad  route  about  the  southerly  arm  of  San 
l^rancisco  Bay  roughly  outlines  a  wish-bone.  The 
joint  of  the  wish-hone  is  the  city  of  San  Jose,  down  be- 
yond the  reach  of  the  waters;  the  lobe  at  the  end  of 
one  arm  is  the  city  of  Oakland;  and  the  lobe  at  the 
end  of  the  other  arm  is  the  city  of  San  Francisco. 
Along  the  ])eninsular  arm,  from  the  limits  of  San 
Francisco  to  the  limits  of  San  Jose,  there  is  a  valley 
and  foothill  stretch  of  territory  about  forty  miles  lonf 
and  about  five  miles  wide,  gently  sloping  eastward 
ti'ward  the  bay.  Midway  of  this  great  suburban  strip  of 
live-oak  country  is  Redwood,  so  called  because  half  a 
century  ago  it  was  the  center  of  a  redwood  lumber 
district,  one  old  tree  of  which  remains  in  the  giant 
"I'alo  .Alto,"  near  Stanford  University.  And  Redwood 
is  the  headcjuarters  of  the  Redwood,  or  peninsular, 
district  of  the  Pacific  Gas  and  Electric  Company's 
system.  This  Redwood  district  includes  just  a  dozen 
communities:  Belmont,  with  6oo  people;  Rurlingame, 
with  5000;  Easton,  with  500;  IMayfield,  with  1500; 
.Menlo  Park,  with  1500;  Milbrae,  with  300;  Mountain 
\'iew,  with  2500;  Palrj  Alto,  with  6000;  Redwood, 
w^ith  3500;  San  Carlos,  with  150;  San  Mateo,  with 
7000;  Stanford  University,  with  2000;  and  Sunnyvale, 
with  2000 — total,  32,500  people. 

All  the  peninsular  communities  as  far  down  as 
and  including  Palo  Alto  are  supplied  with  gas  manu- 
factured at  the  Pacific  Gas  and  Electric  Company's 
great  oil-gas  plant  in  Visitacion  Valley,  known  as 
Martin  Station.  A  huge  main  more  than  twenty  miles 
in  length  carries  the  gas  supply  to  these  communities. 

But  this  article  is  chiefly  concerned  with  the  elec- 
tric supply  and  how  it  is  distributed.  The  great  high- 
tension  power-lines  from  the  mighty  hydro-electric 
lilants  up  in  the  Sierras  come  down  through  the  in- 
teriftr  valleys  and  stretch  high  across  Carquinez  Straits. 
A  southern  branch  extends  through  to  Mission  San 
Jose,  and  then  goes  on  to  San  Jose  and  way  down  to 
Davenport  and  the  city  of  Santa  Cruz.  From  Mission 
San  Jose  a  branch  of  this  high-tension  system  comes 
up  round  the  bay,  through  Redwood,  and  or  into  San 
Francisco.  The  pole  line,  with  its  big  insulators,  is  a 
familiar  sight  across  the  marsh  lands. 

At  Redwood  there  is  an  electric  station.  It  serves 
two   functions:  It   is  the  distributing  station   for  sup- 
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plying  the  electric  needs  of  the  northern  part  of  the 
peninsular  district,  and  it  is  an  important  high-tension 
switching  station.  The  second  floor  of  the  concrete 
building  is  devoted  exclusively  to  high-tension  wiring 
and  switching.  That  long  marsh  land  pole  line  carries 
two  6o,ooo-volt  lines  from  Mission  San  Jose  round  into 
San  Francisco,  and  those  two  lines  pass  through  the 
Redwood  station,  where  the  switching  arrangement  is 
such  that  either  of  the  two  lines  coming  into  or  going 


The  Station  at  Kcdwoud 

out  of  the  station  can  be  taken  out  of  service  tem- 
porarily to  permit  repairs  or  work  on  them  without 
shutting  oft  the  current  along  the  entire  double  line. 
The  diiTerent  high-voltage  switches  making  this  safety 
plan  possible  are  placed  in  separate  concrete  compart- 
ments, the  construction  of  which,  like  that  of  the  en- 
tire building,  is  intended  to  reduce  fire  risk  to  the 
smallest  possible  factor. 

When  what  is  now  the  Pacific  (las  and  Electric 
Company  came  into  possession,  about  eight  years 
ago,  of  the  gas  and  electric  properties  of  the  peninsula, 
the  sub-station  at  Redwood  consisted  of  a  wooden- 
frame  building,  covered  with  corrugated  iron.  It  was 
20  ft.  square  and  24  ft.  high.  For  equipment  that 
building  had  simply  four  20D-kw.,  high-tension  trans- 
formers (one  being  a  spare  held  in  reserve)  and  three 
high-tension  Stanley  air-switches.  The  6000-volt  sec- 
ondaries were  carried  overhead  to  another  frame  and 
corrugated-iron  structure  housing  a  steam  auxiliary 
plant  and  a  secondary  switchboard,  which  was  a  com- 
bination 01  marble,  wood,  open  fuses  and  air-brake 
switches. 

By  1906  business  along  the  peninsula  had  so  in- 
creased that  the  present  two-story  concrete  station 
building  at  Redwood  was  ordered  erected.  It  is  26  by 
36  ft.  and  stands  28  ft.  high.  The  high  tension  oil  and 
disconnecting  switches  in  the  enclosed  concrete  com- 
partments on  the  upper  floor  are  operated  from  the 
lower  floor  by  means  of  levers.  And  on  the  lower 
floor  are  the  high-tension  transformers,  the  switch- 
boards, the  regulators  and  other  apparatus. 

There  are  three  500-kw.  transformers.  They  re- 
duce the  main-line  current  to  11,000  volts  for  transmis- 
sion northward  to  San  Mateo  and  other  towns  and 
southward  to  Palo  Alto,  Mountain  \'iew  and  Sunny- 
vale ;  and  to  4000  volts  for  local  distribution  in  Red- 
wood and  the  vicinity.  There  are  also  three  loo-kw. 
transformers  to  supply  Redwood's  local  service.  These 
smaller  transformers  are  fed  from  the  11,000-volt  lines 
coming  from  the  high-tension  transformers.    The  con- 


nection is  such  that  if  anything  should  happen  to  the 
Redwood  station  these  smaller  transformers  for  Red- 
wood's local  service  could  be  instantly  supplied 
through  the  ii,ooo-volt  line  from  the  Mountain  View 
station.  The  11,000-volt  circuits  are  three-phase,  and 
the  local  distributing  circuits  are  three-phase,  four- 
wire,  4000-volt. 

Ordinarily  the  current  all  comes  from  the  hydro- 
electric plants  in  the  distant  Sierras  through  either 
of  the  two  three-phase  60,000-volt  lines,  which  extend 
on  to  San  Francisco.  But  if  something  should  hap- 
pen along  the  hydro-electric  power  line  there  is  an 
emergency  switching  arrangement  by  which  current 
may  be  turned  on  from  the  company's  great  steam- 
generating  electric  plant  situated  out  beyond  the  Union 
Iron  Works  in  San  l-'rancisco,  or  from  the  company's 
steam-generating  electric  plant  at  San  Jose.  So  the 
peninsular  towns  cannot  be  deprived  of  electricity 
e.xcept  through  some  rare  ct)mbination  of  accidents  put- 
ting several  mountain  and  two  city  plants  temporarily 
out  of  commission. 

The  growth  of  peninsular  jjopulation  following  the 
San  Francisco  fire  was  rapid,  and  early  in  1907  it  be- 
came evident  that  the  existing  electric  system  of  the 
United  Gas  and  Electric  Company  (a  subsidiary  com- 
pany of  the  Pacific  Gas  and  Ele'ctric  Company)  would 
have  to  be  completely  reconstructed  in  order  to  meet 
the  increased  demand  for  light  and  power  service. 
Briefly  described,  the  system  to  be  replaced  consisted 
of  a  main  high-tension  sub-station  at  Redwood,  with 
two-phase,  6000-volt  lines  extending  southward  four- 
teen miles  to  Sunnyvale  and  northward  eight  miles  to 
San  Mateo.  At  San  Mateo  two  loo-kw.  transformers 
were  employed  to  reduce  the  pressure  to  2200  volts 
for  distribution  to  San   Mateo  and   Burlingame.  ' 


The  4000-volt  distributing  switchboard,    the    oi 

switches  being  mounted  on  the  left.    At  the 

left  are  the  high  tension  levers. 

After  a  thorough  study  of  conditions  it  was  de- 
termined, notwithstanding  the  existing  high  price  of 
materials,  to  rebuild  in  such  a  manner  as  to  give  not 
1  iiily  a  greatly  improved  service,  but  also  to  meet 
requirements  for  some  time  into  the  future.  Subse- 
quent development  in  the  peninsular  towns  has  demon- 
strated that  the  decision  was  a  wise  one,  as  the  elec- 
tric load  taken  to-day  exceeds  that  of  1906  by  one 
hundred  per  cent. 

The  new  peninsular  system  as  laid  out  by  the  en- 
Lfneering  department  called  for  an  additional  high- 
tension  station  at  Mountain  View,  eleven  miles  south 
'  '■  the  existing  station  at  Redwood.  The  Mountain 
' 'iew  station  was  to  be  fed  from  the  high-tension  line 
■■hen    in    course    of    construction    and    now    supplying 
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Davenport  and  Santa  Cruz.  There  was  to  be  a  second-  single-phase  (for  commercial  district),  Palo  Alto  poly- 
ary  sub-station  at  Palo  Alto  and  an  enlargement  of  phase  (for  residence  service),  power,  Menlo  three- 
the  secondary  sub-station  at  San  Mateo.     These  sta-     phase. 


tions  were  to  be  connected  by  a  three-phase,  iiooo-volt 
tie  line,  with  current  supply  from  either  Redwood  or 
Mountain  View. 


^#^ 

W^'^^ 

^^<«SSIII^ 

■*                         1       '         '      ' 

HI''     1 

Hi       P 

Two  ot  the  three  lOO-kilowatt  transformers  that 
supply  the  local  service. 

As  a  result  of  the  work,  which  was  completed  in 
the  summer  of  1908,  the  system  consists  to-day  of  the 
high-tension  station  at  Mountain  View,  which,  under 
regular  operating  conditions,  supplies  service  to  Moun- 
tain View  and  Sunnyvale  and  to  the  Palo  Alto  sub- 
station; and  of  the  high-tension  station  at  Redwood, 
which  supplies  Redwood  and  the  San  Mateo  sub- 
station. The  switching  arrangement  is  such  that,  when 
circumstances  require,  either  the  high-tension  station 
at  Redwood  or  the  one  at  Mountain  \'iew  can  supply 
the  entire  peninsular  district. 

The  Mountain  View  station  contains  three  soo-kw. 
oil-insulated,  water-cooled,  single-phase  transformers, 
slar-connected  for  60,000  to  11,000  and  4000  volts; 
three  lOO-kw.,  single-phase,  oil-insulated,  air-cooled 
transformers;  and  the  neces.sary  switchboard  and  con- 
trol apparatus.  The  high-tension  oil-switches,  like 
ihose  at  Redwood,  are  located  mi  the  second  Hoor.  The 
disconnecting  switches  are  pole  type,  and  are  located 
on  suitable  structures  outside.  Voltage  regulation  is 
by  hand,  with  two  sets  of  regulators,  one  on  the  sec- 
ondaries of  the  high-tension  transformers  and  the  other 
on  the  secondaries  of  the  low-tension,  or  4000-volt, 
transformers. 

Service  to  Sunnyvale,  three  miles  south  of  Moun- 
tain View,  is  through  a  three-phase,  four-wire.  11.000- 
volt  line.  :Mountain  View  service  is  three-phase,  four- 
wire,  and  is  regularly  supplied  from  the  4000-volt 
transformers.  When  necessary,  this  service  may  be 
supplied  from  the  4000-volt  taps  of  the  high-tension 
transformers.  Service  transformers  have  voltages  of 
2400  to  220  or  1 10. 

The  Palo  Alto  sub-station  is  supplied  through 
a  three-phase,  four-wire  line.  Service  transformers  are 
connected  to  supply  consumers  along  the  seven-mile 
line  between  Mountain  View  and  Palo  Alto.  The 
Palo  Alto  sub-station  contains  three  250-kw.,  oil- 
insulated,  single-phase  transformers,  11,000  to  2400 
volts;  and  the  necessary  switchboard,  control  appara- 
tus and  instruments.  Voltage  regulation  is  by  means 
of  two  single-phase,  automatic  induction  regulators  so 
connected  as  to  maintain  a  maximum  voltage  during 
the   peak   of   the    load.     The    secondary   circuits    are: 


An  ii,ooo-vo!t,  three-phase.  No.  4  copper,  three- 
wire  circuit  extends  from  the  Redwood  station  to  the 
Palo  Alto  sub-station,  four  miles  south,  where  it  can  be 
joined  to  the  11,000-volt  line  from  the  Mountain  View- 
station,  when  operating  conditions  require.  Another 
ii,ooo-volt,  three-phase.  No.  4  copper,  three-wire  cir- 
cuit extends  from  Redwood  north  eight  miles  to  the 
San  Mateo  sub-station.. 

The  local  circuits  from  Redwood  station  are:  Red- 
wood lighting  (single-phase.  4000  volts).  Redwood 
power  (three-phase,  four-wire,  4000  volts),  San  Carlos 
and  Belmont  (three-phase,  four-wire,  4000  volts).  Fair 
Oaks  (single-phase,  4000  volts),  street  lights. 

The  San  Mateo  sub-station  contains  three  single- 
phase,  300-kw.,  oil-insulated,  air-cooled  transformers, 
11,000  to  2400  volts,  together  with  the  necessary 
switchboard  and  control  apparatus.  Voltage  regula- 
tion is  by  means  of  two  single-phase,  automatic  induc- 
tion regulators.  The  secondary  circuits  are :  San 
Mateo  single-phase  (2400-volt  for  commercial  district 
lighting),  San  Mateo  poly-phase  (for  residence  dis- 
trict). Homestead  poly-phase,  water  works  poly-phase. 
Peninsular  Hotel  poly-phase,  Burlingame  poh -phase, 
San  Mateo  street  lights,  Burlingame  street  lights. 

In  addition  to  the  regular  telephone  service  a  pri- 
vate telephone  line  connects  the  stations  at  Redwood, 
Mountain  View,  San  Mateo  and  Palo  Alto. 

All  switching  on  the   ii.ooo-volt  line  is  directed  by 
the  Redwood  station. 
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The  ll.OOOvolt  Switchboard  (oil  switches  are  in 
concrete  compartments  at  the  left). 


The  current  supply  to  both  high-tension  stations 
is  through  duplicate  lines  from  the  Sierra  power  houses 
or  (through  the  same  lines)  from  the  steam  plants  at 
San  Francisco  and  San  Jose.  With  the  aid  of  the 
11,000-volt  tie  line  in  case  of  accident  at  either  high- 
tension  station  interruptions  in  service  are  doubly  pro- 
t    and  the  rare  occasions  when   they  do 


vided   agains 
Stanford  University7Peninsular"  Railway,   Palo  Alto     occur  they  last  but  a  few  moments 
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The  present  hue  and  cry  aj^ainst  (lelran(hn_n-  the 
f^overniiient  with  "fixed"  sugar  scales  and  cheatino  the 
ignorant  jjoor  by  means  of  false 
Measuring  weights  and  measures  are,  popular 

Instruments  manifestatidiis  of  a  general  demand 

for  precisinn.  'idiis  insistence  tipun 
accuracy  pervades  every  branch  of  business  antl  is  the 
fundamental  requirement  of  all  scientific  work.  Ex- 
actitude is  fast  superseding  guess  work  and  the  definite 
ftirmula  is  displacing  the  rule  of  thumb.  To  meet  com- 
mercial requirements  of  rapid  correctness  there  have 
been  devised  man}-  ingenious  instruments,  such  as  the 
adding  machine,  computing  scale,  and  cash  register, 
which  substitute  mechanical  for  mental  calculation. 
lUit,  as  science  was  the  first  to  demand  accurate  meas- 
urement, so  it  has  been  the  first  to  be  supplied,  and  we 
iu)w  find  many  scientific  instruments  of  ])rccision  being 
adopted  for  iiuhistrial  uses. 

Of  these  perhaps  the  iiuist  notevvorth\  is  the 
adaptation  of  the  laboratory  galvanometer  to  the  meas- 
urement of  electric  ])o\ver.  The  watthour  meter  regu- 
lates the  financial  relaticins  between  the  producer  am! 
the  consumer  and  upon  its  integrity  depends  much  of 
that  desirable  confidence  which  exists  between  the  pub- 
lic and  the  corporation  that  serves  it.  Similar  princi- 
ples underlie  many  of  the  \arious  switchboard  instru- 
ments which  control  the  operation  of  power  plants. 
These  include  ammeters,  volt-meters,  l^oth  indicating 
and  recording,  together  with  frequency  meters,  ])ower 
factor  meters  and  synchroscopes. 

For  the  laboratory,  also,  man}-  new  electrical  in- 
struments have  lately  been  perfected  with  a  range  or  a 
delicacy  so  great  that  it  is  now  possible  to  measure 
I'henoniena  which  but  a  few  years  ago  was  difficult 
of  even  mental  concei)tion.  Of  such  is  the  oscillograph, 
which  give  visible  confirmation  of  the  theorj'  of  alter- 
nating currents;  also  Professor  Ryan's  corona  volt- 
meter and  cathode  ray  indicator  for  observing  high  ten- 
sion behaviors.  Of  equal  value  is  the  newly  perfected 
megger  for  measuring  insulation  resistance,  as  de- 
scribed elsewhere  in  these  columns. 

Steam  power  ]:)lant  economy  has  long  required 
careful  measurement  of  in-going  fuel,  air  and  water, 
and  of  out-coming  power  and  waste,  but  it  is  only 
recently  that  these  have  been  automatically  determined 
liy  recording  instruments  from  which  the  plant  effi- 
ciency may  be  computed.  Coal  is  delivered  through 
an  automatic  weigher  and  oil  is  supplied,  like  air  and 
water,  through  a  recording  meter.  The  amount  of  the 
Hue  gases,  as  well  as  their  content,  may  be  continually 
recorded  for  comparison  with  the  weight  of  ash.  A 
gauge  tells  of  the  maintenance  of  steam  pressure  and 
the  recently  perfected  steam  flow  meter  not  only  shows 
v,  hether  a  boiler  is  delivering  the  proper  amount  of 
steam,  but  also  indicates  any  leaks  between  the  boiler 
and  the  engine,  the  performance  of  the  latter  being  in 
turn  checked  by  the  indicator. 

Many  other  examples  could  be  quoted  to  show  the 
increased  industrial  uses  of  measuring  instruments,  but 
enough  has  been  said  to  indicate  the  trend  of  this 
movement,  which  will  soon  eliminate  many  of  the  old 
nit  and  try  methods  and  make  possible  that  accuracy 
which  leads  to  true  economy. 


August  27.  1910] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


199 


PERSONALS. 

A.  W.  Fulton,  an  electrical  engineer  of  Chicago,  was 
a   recent   San   Francisco   visitor. 

C.  R.  Downs  of  the  water  and  lighting  company  at  Sutter 
Creek,   was  at   San   Fi-ancisco  last   week. 

H.  B.  Woodhill,  of  the  Woodhill-Hulse  Electric  Company 
of  Los  Angeles,  is  visiting  at  San  FYancisco. 

T.  Meyers,  an  electrical  engineer  from  the  Island  of 
Java,  was  a  recent  arrival  at  San  Francisco. 

W.  P.  Thomas,  president  of  the  Snow  Mountain  Power 
Company,  was  at  San  Francisco  from  Ukiah  last  week. 

C.  H.  Coulter  has  succeeded  H.  P.  Pitts,  resigned,  as 
purchasing  agent  for  the  Great  Western  Power  Company. 

E.  B.  Spalding,  of  Spalding,  Sloan  &  Robson,  San  Fran- 
cisco, has  gone  to  Newman  on  electrical  construction  work. 

W.  B.  Cline,  president  of  the  Los  Angeles  Gas  and  Elec- 
tric Company,  spent  several  days  at  San  Francisco  last 
week. 

C.  L.  Cory  has  recently  been  successful  in  adapting  elec- 
tric motors  to  the  requirements  of  the  oil  operators  in  the 
Bakersfield  district. 

F.  A.  Cressey,  president  and  manager  of  the  Modesto 
Gas  Light,  Coal  and  Coke  Company  of  Modesto,  recently 
spent  a  day  at  San  Francisco. 

D.  B.  Dean,  representing  the  Kuhlman  Car  Company,  after 
visiting  Pierson,  Roeding  &  Co.  of  San  Francisco,  left  last 
Thursday  for  the  Pacific  Northwest. 

H.  E.  Sanderson,  Pacific  Coast  manager  for  the  Bryant 
Electric  Company,  returned  to  San  Francisco  this  week  after 
a  successful  trip  throughout  the  Pacific  Northwest. 

William  Spalding,  formerly  with  the  Portland  Railway. 
JLight  and  Power  Company,  is  now  general  manager  of  the 
Tillamook  p:iectric  Light  and  Fuel  Company  of  Tillamook. 
Oregon. 

James  D.  Schuyler,  a  hydraulic  engineer  of  Southern 
California,  who  has  been  making  engineering  investigations 
in  foreign  countries  for  several  years  past,  has  arrived  at 
San  Francisco  from  Budapest. 

Frank  B.  Hall,  of  Wheeling,  West  Virginia,  and  C.  H. 
Judson  are  making  an  examination  of  the  plant  valuations 
and  rates  of  the  two  telephone  companies  operating  in  Seattle 
lor  the  Department  of  Public  Utilities  of  that  city. 

M.  de  Chatelain,  professor  of  the  Polytechnic  Institute 
and  president  of  the  Russian  Imperial  Technical  Society,  of 
St.  Petersburg,  recently  spent  a  few  days  at  San  Francisco 
on  a  tour  of  the  Pacific  Coast,  inclviding  a  visit  to  the  largest 
hydro-electric  plants. 

Hugh  McPhee,  formerly  chief  dispatcher  and  chief 
division  operator  of  the  Eastern  and  Kansas  City  division 
ol  the  Western  l^nion  Telegraph  Company,  with  headquarters 
at  Emporia,  Kansas,  has  been  made  manager  of  the  main 
and  branch  offices  of  San  Francisco,  succeeding  J.  V.  O'Brien. 
John  V.  O'Brien,  for  years  manager  of  the  San  Fran- 
cisco city-offices  of  the  Western  Union  Telegraph  Company, 
has  been  appointed  special  agent  for  the  company  for  its 
First  District,  a  territory  comprising  Northern  California, 
Nevada  and  a  portion  of  Arizona.  He  will  have  charge  of 
the  commercial  business  of  the  company  under  District 
Superintendent  May. 

Leon  M.  Hall,  of  San  Francisco,  has  resigned  as  con- 
sulting engineer  of  the  Comstock  Pumping  Association,  after 
eleven  years  of  faithful  service.  He  had  charge  of  the  de- 
signing and  installation  of  the  famous  electric  pumping  sta- 
tions in  the  depths  of  the  Comstock  mines  under  conditions 
that  required  great  skill  and  daring.  Excellent  showings  were 
made  as  to  efficiency.  Major  George  Burbank,  who  represents 
the  Probst-Wetzler  banking  Interests  behind  the  new  United 
Comstock  Pumping  Association,  has  arrived  at  Virginia  City 
as  Mr.  Hall's  successor. 


MEETING    OF    PACIFIC    COAST    GAS    ASSOCIATION. 

The  eighteenth  annual  convention 
of  the  Pacific  Coast  Gas  Association 
will  be  held  at  Los  Angeles,  Califor- 
nia, September  20,  21  and  22,  1910, 
meetings  being  held  in  Choral  Hall, 
Auditorium  Bldg.,  Fifth  and  Olive 
streets. 

The  following  papers  will  be  read 
before  the  meeting:  President's  ad- 
dress, W.  B.  Cline;  "Progress  in  Oil  Gas  Manufacture,"  J.  M. 
Berkley;  "Work  Economies,"  Sherwood  Crover;  "The  Muni- 
cipal Inspection  of  Gas  and  Meters,"  Wm.  Schade;  "Gas  Leak- 
age," Geo.  Kirk;  "Relations  With  the  Public,"  R.  H.  Ballard; 
"Necessities  for  a  Public  Service  Commission  in  California, " 
John  A.  Britton;  "General  Policy  Regarding  Pipe  Extensions," 
C.  A.  Luckenbach;  "Prevention  of  Accidents,"  J.  P.  Coghlan; 
"The  Oil  Situation  From  the  Gas  Man's  View  Point,"  H.  W. 
Burkhart;  "Suburban  Distribution,"  L.  H.  Newbert;  "The  In- 
troduction of  the  Gas  Furnace,"  Charles  F.  Stamps,  Jr.;  "Fire 
Insurance  and  Protection,"  R.  J.  Cantrell;  "The  Chemical 
Control  of  Gas  Works,"  E.  L.  Hall;  "Wrinkles,"  Wm.  Schade; 
"Experiences,"  Leon  B.  Jones. 

Arrangements  have  been  made  with  the  Southern  Pacific 
Company,  the  Santa  Fe  Company  and  the  Salt  Lake  Company 
whereby  the  members  attending  the  convention  will  be  given 
a  rate  of  one  and  one-third  fare  for  the  round  trip  (receipt 
certificate  plan),  and  which  plan  will  be  in  force  for  the 
period  from  September  10th  to  October  2d  for  all  members 
attending  the  convention  from  points  north  of  Mojave  and 
Santa  Barbara.  Members  attending  from  Mojave  and  Santa 
Barbara  and  points  south  thereof  will  have  their  certificates 
honored  for  return  trip  tickets  up  to  and  including  Septem- 
ber 26th. 

The  banquet  will  be  held  in  the  Hotel  Alexandria  on 
Wednesday  evening,  September  2Ist,  at  8:00  o'clock. 

Entertainments  have  been  arranged  as  follows: 

Thursday,  September  22d,  will  be  known  as  "Southern 
California  Edison  Company  Day."  At  9:00  o'clock  a.  m.  the 
Edison  Company  will  take  the  members  of  the  association 
and  their  friends  on  an  excursion  to  Soldiers'  Home,  Santa 
Monica,  Ocean  Park,  Venice  and  Redondo.  At  Redondo 
luncheon  will  be  served  at  12:00  o'clock  noon.  Dancing, 
bathing  and  other  entertainments  during  the  afternoon.  Re- 
turning to  Los  Angeles  at  5:00  o'clock  p.   m. 

Friday,  September  23d,  will  be  known  as  "Domestic  Gas 
Company  Day."  At  9:00  o'clock  a.  m.  the  Domestic  Gas  Com- 
pany will  take  the  members  of  the  association  and  their 
friends  on  an  excursion  to  Mount  Lowe,  where  luncheon  will 
be  served  at  noon.  Returning  to  Altadena  at  2:00  o'clock 
p.  m.,  automobiles  will  meet  them  for  a  trip  through  Altadena, 
Pasadena,  South  Pasadena,  Alhambra".  Eagle  Rock  Valley  to 
Casa  Verdugo  (where  light  refreshments  will  be  served), 
thence  to  Glendale,  Tropico,  Hollywood  and  Los  Angeles. 

Saturday,  September  24th,  will  be  known  as  "Los  Angeles 
Gas  and  Electric  Corporation  Day."  The  Los  Angeles  Gas 
and  Electric  Corporation  will  take  the  members  and  their 
friends  on  an  excursion  through  Watts,  Compton  and  Wil- 
mington to  San  Pedro,  at  which  point  steamer  will  be  boarded 
for  Catalina  Island.  Lunch  will  be  served  at  noon  at  the 
Hotel  Metropole.  in  Avalon. 

It  h^s  been  decided  by  the  directors  of  the  association  to 
give  an  Appliance  Exhibition.  The  Central  Park  Skating 
Rink,  at  No.  416  West  Sixth  street,  has  been  secured  for  this 
purpose.  Up  to  the  present  time  more  than  twenty  of  the 
large  manufacturers  of  appliances  have  signified  their  inten- 
tion of  taking  space  in  this  hall  for  the  exhibition  of  their 
appliances.  This  exhibition  will  be  open  to  all  members  and 
their  friends,  as  well  as  the  general  public. 
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967,634.  Water-Gage.  George  H.  Goodwin,  Los  Angeles, 
Cal.  In  a  duplex  water  gage,  the  combination  with  a  jacketed 
boiler,  of  two  hollow  nipples  therein,  the  outer  end  of  each 
of  which  is  provided  with  a  seat,  an  elongated  hollow  body 
provided  with  two  elongated  sight  openings  set  at  an  angle 


to  each  other  and  provided  with  a  passage  and  perforated 
ears  at  each  end,  valve  mechanism  for  controlling  said  pas- 
sages, a  perforated  joint  ring  between  each  seat  and  a  cor- 
responding end  of  the  body,  and  bolts  through  said  ears  and 
said  jacket  into  the  head  of  the  boiler. 

967,213.  Process  of  Making  Producer-Gas.  Leon  P.  Lowe, 
San  Francisco,  Cal.  The  process  of  making  producer  gan 
which  consists  in  passing  air  through  an  ignited  bed  of 
solid  fuel  to  heat  the  same  to  incandencence  and  then 
passing  oil  and  air  into  and  through  said  incandescent  bed  in 


a  downward  direction,  to,  first,  disassociate  the  oil  into  gases 
and  heavy  hydro-carbons,  and  then  to  convert  the  heavy 
hydro-carbons  into  gases  and  solid  carbons,  the  latter  com- 
bining with  the  air  to  maintain  the  proper  temperature  and 
assist  in  forming  the  producer  gas  In  the  usual  manner. 

967,234.  Fluid-Pressure  Regulator.  Thomas  S.  Fufferud, 
Pittsburg,  Pa.,  assignor  to  Westinghouse  Electric  &  Manu- 
facturing Company.  The  combination  with  a  fluid-pressure 
tank  or  chamber,  a  fluid-pumping  mechanism  connected 
thereto,  a  driving  motor  for  said  pumping  mechanism,  a  start- 
ing controller  for  the  motor,  and  an  operating  cylinder  and 
piston,  of  a  regulator  for  automatically  admitting  fluid-pres- 
sure to  and  exhausting  it  from  the  operating  cylinder  to  re- 


spectively  start  and   stop   the   motor  as   the   pressure   in   the 
storage  tank  or  chamber  rises  above  and  falls  below  a  pre- 


determined value,  and  means  for  compensating  for  the  varia- 
tions in  the  friction  of  the  regulator. 

967,171.  Low-Speed  Circuit-Controller.  FYed  B.  Corey, 
Schenectady,  N.  Y.,  assignor  to  General  Electric  Company.  A 
low  speed  circuit  controller  comprising  a  worm,  a  worm  wheel 
adapted  to  be  driven  in  either  direction  by  said  worin,  two 
sets  of  stationary  contacts,  and  two  members  carried  by  the 


C^^tf 


wheel  serving  as  stops  to  limit  the  movement  of  the  wheel 
in  opposite  directions  and  to  engage  the  two  sets  of  contacts 
respectively  when  the  wheel  reaches  the  two  limits  of  its 
range  of  movement,  said  two  members  being  relatively  ad- 
justable to  vary  the  range  of  movement  of  said  wheel. 

967,295.  Braking  Alternating-Current  Motors.  Ernst  F. 
\V.  Alexanderson.  Schenectady,  N.  Y.,  assignor  to  General 
Electric  Company.  The  method  of  braking  an  alternating 
current    motor    of    the    commutator    type    which    consists    in 


connecting  the  armature  to  the  source  and  impressing  on  the 
field  of  the  motor  a  voltage  displaced  in  phase  substantially 
ninety  degrees  from  the  voltage  of  the  source  and  controlling 
the  phase  of  said  impressed  voltage  to  vary  the  braking  effect. 
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ALUMINUM     LIGHTNING     ARRESTERS     FOR     UNDER- 
GROUND  CABLES. 

One  of  the  most  serious  problems  with  which  operators 
ot  underground  cable  systems  have  to  contend  is  the  pro- 
tection ot  the  cables  against  internal  surges  and  against  light- 
ning in  cases  where  the  underground  circuits  are  connected 
to  overhead  lines.  During  the  past  two  years  the  General 
Electric  aluminum  arrester  has  been  given  a  wide  application 
in  the  protection  of  cable  and  mixed  overhead  and  cable  cir- 
cuits, in  fact  has  practically  superseded  all  other  forms  and 
with  its  recent  improvements  is  still  better  adapted  for  this 
class  of  service. 

One  characteristic  of  the  aluniinuui  arrester  which  has  an 
important  bearing  on  this  application  is  the  daily  charging 
of  the  cells — a  process  which  consists  simply  of  subjecting  the 
stacks  of  aluminum  cones  to  the  line  voltage  and  short-cir- 
cuiting the  series  horn  gaps  for  a  brief  period.  This  charg- 
ing process  as  well  as  normal  discharges  resulting  from  high 
voltage    disturbances    is   accompanied    by    a   slight   arcing   at 


gap  with  the  charging  resistance  combines  a  number  of  val- 
uable features  in  safety  of  operation  without  in  any  way 
decreasing  the  efficiency  of  the  arrester  as  a  protector  of 
cable  systems. 


Alumiiuim  Li;.'htniiii4  Arrt'strr. 

the  horn  gaps.  On  cable  systems  where  the  electro-static 
capacity  is  large  compared  with  the  iiiductance  of  the  cir- 
cuit, it  is  advisable  to  take  every  possible  precaution  to  limit 
the   charging   current   to   a   minimum   value. 

In  the  General  Electric  aluminum  arrester  this  is  accom- 
plished by  -means  of  a  special  ho/n  gap  used  in  connection 
with  a  charging  resistance.  The  resistance  limits  the  charg- 
ing current  and  even  if  the  cells  are  in  poor  condition  smooths 
out  the  wave  shape  of  the  current  and  damps  out  any  ten- 
dencies to  oscillate.  At  the  same  time  it  does  not  prevent 
the  cells  from  taking  their  full  charge.  These  auxiliaries 
are  so  arranged  as  to  give  selective  paths  to  the  cells;  one 
through  a  horn  gap  without  resistance,  which  is  the  same 
as  in  the  arresters  for  overhead  circuits,  and  the  other  through 
a  resistance  and  a  horn  gap,  the  setting  of  whidh  is  slightly 
less  than  that  of  the  gap  resistance.  With  this  arrangement 
the  daily  charging  current  and  the  average  surge  discharge 
take  the  path  through  the  resistance.  This  resistance  is  ad- 
justed to  a  value  which  will  so  modify  the  nature  ot  the  charg- 
ing arcs  that  there  is  no  liability  of  resonance  occurring.  It 
also  makes  the  charging  more  uniform  and  reliable. 

Heavy  discharges  which  will  be  impeded  somewhat  by 
the  resistance  will  be  shunted  through  the  principal  horn  gap 
and  have  a  free  path  without  resistance.  The  arc  from  this 
discharge,  rising  on  the  horns,  will  be  intercepted  by  the 
blade  which  is  connected  to  the  resistance  and  hence  the  cur- 
rent is  limited  at  the  end  of  the  discharge  and  as  the  arc 
breaks.  Thus  surging  which  would  be  produced  by  the  break- 
ing of  a  large  current  arc  in  air  is  entirely  elimiated  by  hav- 
ing the   arc  and  current  suppressed.     Thus  the   safety   horn 


TWO     TO    THREE-PHASE     TRANSFORMATION     WITH 
STANDARD  TRANSFORMERS. 

It  is  frequently  desirable  to  operate  three-phase  motors 
from  a  two-phase  circuit.  Almost  any  handbook  or  textbook 
will  tell  you  that  this  may  be  done  by  using  Scott  transfor- 
mation. The  book  will  proceed  to  tell  you  that  it  is  neces- 
sary to  have  the  "three-phase  coils  ot  one  transformer  de- 
signed for  100  volts  while  the  three-phase  coils  of  the  other 
transformer  must  be  designed  for  86.6  volts,  or  in  that  ratio." 
Such  information  is  of  but  little  value  when  a  three-phase 
motor  must  be  connected  to  a  two-phase  circuit,  and  con- 
nected in  a  hurry. 

The  accompaning  diagram  shows  a  connection  which  has 
been  made  frequently  with  standard  Hawthorn  transformers. 


Tmo-  phase 


Sto/  Ratio 
Main 


lOfol  Ratio 
Teaser 


Thfee- Phase 

Diagram  ctf  Transfuruifr  Connections. 

A  1100-2200  volt  primary,  122-244  volt  secondary,  (ratio  9:1) 
transformer  connected  as  "main"  with  a  1100-2200  volt  primary, 
110-220  volt  secondary,  (ratio  10:1)  transformer  connected 
as  "teaser"  may  be  recommended  to  operate  a  220-volt  three- 
phase  motor  on  a  2200-volt  two-phase  supply.  The  second- 
ary voltage  given  by  this  arrangement  is  244  volts  three- 
phase,  but,  allowing  for  line  drop,  etc.,  it  is  a  satisfactory 
voltage  on  which  to  operate  220-volt  motor=.  The  unbalance 
and  increase  in  heating  are  so  small  as  to  be  negligible. 

The  Western  Electric  Company's  Hawthorn  transformers 
are  well-suited  to  this  work,  the  four  secondary  leads  which 
are  brought  out  on  all  of  them,  in  order  to  make  possible 
either  of  two  secondary  voltage  connections,  are  a  great  con- 
venience in  making  the  two-phase  to  three-phase  connections. 


TRADE  NOTES. 
The  F.  B.  Kellogg  Switchboard  &  Supply  Company  have 
closed  a  contract  for  a  switchboard  at  Grand  View,  Wash, 
in  connection  with  the  Benton  Independent  Telephone  Com- 
pany of  Prosser.  Wash.  It  is  being  engineered  by  Harry 
Miles  at  Prosser. 

Thd  Mexican-Northwestern  Railway  Company  of  2.')  Broad 
Street,  New  York  City,  has  recently  placed  a  large  order  for 
motors  with  Westinghouse  Electric  &  Manufacturing  Com- 
pany. The  order  includes  168  induction  motors,  a^'gregating 
3736  h.p.,  of  the  types  MS  and  HF,  ranging  from  3  to  200  h.p. 
These  motors  will  be  shipped  to  the  company's  property  at 
Madera,  Chihuahua.  Mexico,  to  be  used  in  the  operation  of 
the  saw  and  planing  mills. 
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APPROVED  ELECTRICAL  DEVICES 


CABINETS. 

Sheet  Metal.    Types  J  and  K,  also  sectional  Types  G  and 
11.     Cast   Iron.     Type   A.     Approved   Aug.    11,   1910.      Manu- 
factured by 
H.  T.  Paiste  Company,  32nd  and  Arch  Sts.,  Philadelphia,  Pa. 

CONDUIT   BOXES. 

"Pipe-End"    fittings,    Cat.    Nos.    1201-1204    incl.,    1251    and 
1252,  with  steel  or  porcelain  covers.    Approved,  only  for  ex- 
posed work,  July  i,  1910.     Manufactured  by 
Arrow  Electric  Company,  630  Capitol  Ave.,  Hartford,  Conn. 

"Pipe  Taplets."  Cast  iron  outlet  boxes  with  threaded 
opening  for  standard  sizes  of  rigid  conduits.  Types  A,  B,  C, 
E,  LL,  LR,  T,  U  and  X.  Also  Cat.  Nos.  4115,  4125,  4135  and 
4170  for  use  with  special  porcelain  covers  or  with  suitable 
approved  rosettes  or  receptacles.  Approved,  for  exposed  work 
only,  July  20,  1910.  Manufactured  by 
H.  T.  Paiste  Company,  32d  and  Arch  Sts.,  Philadelphia,  Pa. 

CONDUIT,   MISCELLANEOUS. 

Indurated  Fibre  Conduit.  Approved,  for  use  only  in  cen- 
tral stations  and  when  laid  in  concrete  for  its  entire  length, 
July  IS,  1910.     Manufactured  by 

United   Indurated   Fibre  Co.  of  New  York,  Lockport,  N.  Y. 

CONDUIT    OUTLET    BUSHING. 

"Burns'  Entrance  Hoods.  Cat.  Nos.  801-807  inclusive. 
"Burns"  Terminal  Fittings  of  the  type  of  Cat.  No.  911,  etc., 
for  conduit  from  V2  in.  to  4  in.  Approved  July  22,  1910.  Manu- 
factured by 

James  F.  Burns,  47  N.  Hutchinson  St.,  Philadelphia,  Pa. 

FLEXIBLE  CORD,  PORTABLE,  FOR   ELECTRIC   HEATERS. 

Double  conductor  cord.  Stranded  conductors  with  rubber 
and  asbestos  coverings.  One  type  having  single  protecting 
braid  over  parallel  pair  of  conductors;  another  type  having 
single  protecting  braid  over  each  of  a  twisted  pair  of  con- 
ductors, and  a  third  type  having  protecting  braid  on  each 
conductor  and  a  second  protecting  braid  over  the  twisted 
pair  of  conductors.  Marking:  Yellow  thread  in  cotton  wind 
around  copper  strands.  Approved  August  8,  1910.  Manufac- 
tured by 

Safety  Insulated  Wire  &  Cable  Co..  114  Liberty  St., 
New  York,  N.  Y. 

GROUND  CLAMPS. 

A  malleable  cast  iron  fitting  marked  "T"  for  grounding 
gas  pipe  in  conduit  outlet  boxes.     Sizes  for  %   inch  and   % 
inch  pipes.    Approved  July  30,  1910.     Manufactured  by 
Thomas  &  Betts  Company,  299  Broadway,  New  York,  N.  Y. 

HANGERBOARDS,   ARC    LAMPS. 

"Perkins."  Cat.  Nos.  3221,  3226  (with  plug  fuse  recep- 
tacles) and  3269  (with  double  pole  ceiling  switch  and  plug 
fuse  receptacles).  The  switches  are  approved  and  labeled 
under  the  conditions  previously  stated.  Appro\ed  July  20, 
1910.     Manufactured  by 

Perkins  Electric  Switch  Mfg.  Co.,  Bridgeport,  Conn. 

HEATERS,    ELECTRIC. 

"Johns-Manville"  cylindrical  heaters.  Special  Type  H 
No.  1.  Cat.  No.  1566  for  110  volts.  Cat.  No.  1567  for  220 
volts.  A  group  of  heat  coils  encased  with  perforated  sheet 
metal  and  supported  on  iron  legs.  Supplied  with  regulating 
switch  and  approved  lieater  cord  for  portables,  for  use  on 
circuits  up  to  5,000  watts.  Approved,  when  installed  for  use 
with  suitable  supply  circuit,  July  25.  1910.  Manufactured  by 
H.  W.  Johns-Manville  Co.,  100  William  St.,  New  York,  N.  Y. 


INSULATING    SUPPORTS. 

Glazed  porcelain  insulating  knobs  for  supporting  twisted 
pair  telephone  wires  outside  buildings  and  on  poles.  Cat. 
.\os.  1001,  1002,  1003.  Approved,  for  outside  work  for  wires 
1)1'  signaling  system,  July  20,  1910.     Manufactured  by 

Universal   Specialty  Company,  120  South  Seventh  St., 
Terre  Haute,  Ind. 

MISCELLANEOUS. 

Consolidated  Buzzer  System  for  use  on  electric  cars  or 
in  power  houses  and  car  shops  operating  on  600  volt  circuits, 
consisting  of  a  fuse,  resistance  coil,  interrupter  and  buzzers 
in  series  with  a  multiple  series  of  push  buttons.  Approved, 
only  when  installed  in  compliance  with  requirements  for  car 
wiring  or  constant  potential  systems,  and  with  push  buttons 
in  which  the  contacts  are  mounted  upon  bases  of  insulating 
fire  resisting  material,  July  20,  1910.  Manufactured  by 
Consolidated  Car-Heating  Company,  Fisher  BIdg.,  Chicago,  III. 

RECEPTACLES,  FOR  ATTACHMENT  PLUGS. 

"Arrow    E"    12   A.    250   V.     Flush    Receptacle.      Cat.   No. 
1062  with  attaching  plug  1065.    Approved  July  6,  1910.    TVIanu- 
lactured  by 
Arrow  Electric  Company,  630  Capitol  Ave.,  Hartford,  Conn. 

Hubbell"  Flush  Receptacles.  Cat.  Nos.  5498  and  5547, 
with  plugs  5419-5421,  inclusive,  and  Cat.  No.  5566,  with  plug 
5567,  10  A.,  250  V.  Cat.  No.  5552,  20  A.,  250  V.,  with  plug  5553. 
.Approved  August  8,  1910.     Manufactured  by 

Harvey  Hubbell,  Inc.,  Bridgeport,  Conn. 

"Hubbell"  Surface  Receptacles.  Cat.  Nos.  5617-5620,  in- 
clusive, 10  A.,  250  v.,  with  plugs  5419-5421  inclusive.  Cat.  Nos. 
5621-5623,  inclusive,  20  A.,  250  V.,  with  plug  5553.  Conduit 
box  types.  Cat.  Nos.  5614  and  5624,  10  A.,  250  V.,  with  plugs 
5419-5421,  inclusive.  Cleat,  concealed  and  moulding  types. 
Cat.  Nos.  5558,  5557  and  5559,  respectively,  20  A.,  250  V.,  with 
plug  5553.  Approved  .\ugust  8,  1910.  .Manufactured  by 
Harvey  Hubbell,  Inc.,  Bridgeport,  Conn. 

RECEPTACLES,  STANDARD. 

"Bryant"  660  W.,  250  V.  Sign,  Cat.  Nos.  1700,  4003, 
40488,  46749  and  59108.  Also  4014  ("Ruby"  102717)  when 
installed  so  that  both  the  porcelain  base  and  metal  rings  are 
held  by  means  of  solder  so  that  they  cannot  turn  in  the  sign 
lace.  Cleat,  Cat.  Nos.  921,  1011,  1123,  4013,  9402,  9403,  11221, 
28795,  .50715,  58300,  58301,  58949.     Concealed,  Cat.  Nos.  4000- 

4002,  inclusive,  50744,  also  9447,  fusible,  2  A.,  125  V.     Mould- 
ing, Cat.  Nos.  42453,  58302  and  58950.     Conduit  Box,  Cat.  Nos. 

4003,  9397,   9514,   40507,   40537,59107,   62355,   62356   and   62357. 
-\pproved  August  13,  1910.    Manufactured  by 

Bryant  Electric  Company,  Bridgeport,  Conn. 

"H;  T.  P.  Co.,"  660  Vf.,  250  V.  Sign  Receptacles,  Cat.  Nos. 
1700,  40488,  46749  and  "Russell"  59439.  Cleat  Receptacles, 
Cat.  Nos.  9402,  9403,  11221,  50715,  and  Fielding  23209,  23210. 
Concealed  Receptacles,  Cat.  No.  50744.  Moulding  Receptacles 
(two-wire).  Cat.  Nos.  47567,  47568,  Fielding  50724,  50726,  also 
I  three-wire)  Fielding  36519.  Conduit  Box  Receptacles,  Cat. 
Nos.  9397, '40507  and  "Russell"  47566.  Condulet  Receptacles, 
Cat.  Nos.  46555,  47696.  Approved  August  11,  1910.  Manu- 
lactured  by 

H.  T.  Paiste  Co.,  32d  and  Arch  Sts.,  Philadelphia,  Pa. 

"P.  &  S.,"  3  A.,  250  V.  Cleat,  Cat.  Nos.  61870  (870),  61871 
(871),  64369  (821),  and  66612  (822).  Moulding,  Cat.  Nos. 
G1670  (670),  61770  (770),  and  100136.  Sign  or  Conduit  Box 
Type,  Cat.  Nos.  975,  61072  (1072),  61777  (777),  61973  (973), 
and  61977  (977).    Removable  ring  types.  Cat.  Nos.  61577  (577), 
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61578  (57S),  61877  (877),  61988  (988),  102703  and  102704.  Also 
61900  (900),  for  use  only  in  borders  of  double  faced  metal 
panel  signs,  and  61960  ready  wired  for  sign  work  with  re- 
ceptacles spaced  4  inches  on  centers.  This  receptacle  is  also 
furnished  wired  with  No.  12  or  No.  14  wire  and  with  spac- 
ings  5-30  inches  on  centers.  Condulet  Receptacle,  Cat.  No. 
88259.  Conduit  Box  Type,  Cat.  Nos.  9514,  50717,  62357,  103704 
and  104603.  Approved  August  11,  1910.  Manufactured  by 
Pass  &  Seymour,  Inc.,  Solvay,  N.  Y. 

"Marshall,"  3  A.,  250  V.  Cleat  Type,  Cat.  No.  44954.  Ap- 
proved .July  11,  1910.     Manufactured  by 

Marshall    Electric  Company,    Hartford,   Conn. 

"G.  E.,"  key  and  keyless  types.  Wall  Sockets,  brass  shell. 
Key,  Cat.  Nos.  9184,  27742,  28721  (slotted  or  closed  base), 
29404,  29406,  50753  (slotted  or  closed  base),  and  60018,  also 
88959  (for  use  on  metal  ceilings).  Keyless,  Cat.  Nos.  9183, 
27743,  28722,  29405,  29407,  50755,  60019  and  60020,  also  88960 
(for  use  on  metal  ceilings).  Porcelain  Shell,  keyless,  3  A., 
250  V.  Cleat  type.  Cat.  Nos.  11221,  28794,  28795,  50715,  59275 
and  61039.  Concealed  type.  Cat.  Nos.  49355,  50717,  50744.  Also 
50752,  fused,  2  A.,  125  V.  Moulding  types.  Cat.  Nos.  34152, 
58303  and  100266.  Conduit  Box,  Cat.  Nos.  9397,  9514,  40537, 
49354,  60931  and  62357.  Sign  Receptacle,  Cat.  Nos.  46627  and 
105000.     Approved  July  22,  1910.     Manufactured  by 

General   Electric  Company,  Schenectady,  N.  Y. 

RECEPTACLES,  WEATHERPROOF. 

■Paiste,"  66U  \V.,  6Uu  \'.  Porcelain  base  receptacles.  Cat. 
Nos.  9407,  9408,  9411  and  44912.  Approved,  for  use  with  in- 
candescent lamps  in  series  on  600  volts  circuits,  August  11, 
1910.     Manufactured  by 

H.  T,  Paiste  Co.,  32d  and  Arch  Sts.,  Philadelphia,  Pa. 

"Paiste,"  66U  \V.,  250  Y.     Porcelain  base  cleat  receptacle. 
Cat.  No.  59275.     Approved  August  13,  1910.     Manufactured  by 
H.  T.  Paiste  Co.,  32d  and  Arch  Sts.,  Philadelphia,  Pa. 

RHEOSTATS. 

"G.  E.,"  all  capacities,  125-500  volts.  Motor  starters 
CR-107  and  CR-109  (Type  SA).  Motor  starters  with  field 
control,  CR-162  (Type  SFA).  Speed  regulating  continuous 
duty,  CR-151-154,  inclusive,  (Type  RA).  Printing  press  con- 
trol, CR-170  and  170-A,  CR-171  and  171-A  (Type  PB).  Field 
Rheostats,  CR-174  (Type  F).  Field  Rheostats,  sprocket  driven, 
CR:178  (Type  F).  Field  Rheostats,  electrically  operated, 
CR-179  (Type  F).  Also  CR-111,  CR-163  and  CR-155  to  158,  in- 
clusive (Types  SO,  RO  and  SFO,  respectively),  with  overload 
release  devices  which  are  inoperative  during  process  of  start- 
ing motor.  Approved  only  when  other  cii'cuit  breakers  or 
fuses  are  installed  in  connection  with  them.  See  N.  E.  Code 
Rule  60-g.  Approved  August  8,  1910.  Manufactured  by 
General  Electric  Company,  Schenectady,  N.  Y. 

ROSETTES,  FUSELESS. 

"H.  T.  P.  Co.,"  3  A.,  250  V.  Cleat,  Cat.  Nos.  433,  434,  480 
also  463,  with  sub-base  464.  Concealed,  Cat.  Nos.  441  and  481. 
Moulding,-  Cat.  Nos.  435  to  438,  inclusive,  and  482.  Approved 
August  11,  1910.     Manufactured  by 

H.  T.   Paiste  Co.,  32d  and  Arch  Sts.,  Philadelphia,  Pa. 

SIGN    IVIACHINES. 

Single  pole,  single  break,  capacity  3  to  15  A.  per  switch, 
110  volts.  Single  pole,  double  break,  capacity  10  to  50  A. 
per  switch,  110  volts.  Single  pole,  script  writing,  capacity  1  A. 
per  switch,  110  volts.  Double  pole,  double  break,  capacity  20 
to  50  A.  per  switch,  220  volts.  Triple  pole,  double  break, 
capacity  20  to  50  A.  per  switch,  110-220  volts.  Approved,  only 
when  provided  with  cabinets  complying  with  the  requirements 
of  the  National  Electrical  Code,  and  when  wired  and  installed 
in  a  manner  satisfactory  to  inspection  department  having 
jurisdiction,  July  11,  1910.  Manufactured  by 
Electric  Carriage  Call  &  Specialty  Co.,  173  Christopher  St., 
New  York,  N.  Y. 


SOCKETS,  MINIATURE. 

Miniature  and  Candelabra  Socket,  75  W.,  125  V.  Pen- 
dant, Cat.  Nos.  322  and  323.  Brass  Shell,  Keyless,  Cat.  Nos. 
320,  321,  Pull,  Cat.  No.  386.  Candle  Sockets,  Cat.  Nos.  327, 
328,  346  and  347  for  use  only  in  connection  with  porcelain 
candle.  Approved  August  11,  1910.  Manufactured  by 
Bryant  Electric  Co.,  Bridgeport,  Conn. 

SOCKETS,   WEATHERPROOF. 

"P.  &  S.,"  3  A.,  250  V.  Composition  shall.  Cat.  Nos.  43310 
and  60666.  Porcelain  shell,  Cat.  Nos.  9366  (116),  9448 
(0116 1/2)  and  9496  (116 1^).  Also  61418  (418)  for  festoon  work, 
and  61420,  ready  wired  for  decorative  work  with  sockets 
spaced  4  inches  on  centers  and  with  insulated  suspension 
cleat  and  hook.  Cat.  No.  430.  This  socket  is  also  furnished 
wired  with  No.  12  or  No.  14  wire  and  with  spacings  5-30 
inches  on  centers.  Approved  August  13,  1910.  Manufac- 
tured   by 

Pass  &  Seymour,  Inc.,  Solvay,  N.  Y. 

SWITCHES,  COMBINATION   CUTOUT. 

"Perkins,"  10  A.,  125  V.  Double  pole  snap  switches  com- 
bined with  Edison  plug  cutouts.  Cat.  Nos.  2300,  2360  and  2400. 
The  switches  are  approved  and  labeled  under  the  conditions 
stated  on  card  1464  A.  dated  April  15,  1910,  filed  Switches 
Surface  Snap.  Approved  July  20,  1910.  Manufactured  by 
Perkins  Electric  Switch  Mfg.  Co.,  Bridgeport,  Conn. 

SWITCHES,   KNIFE. 

"Barkelew"  motor  starting  switches,  for  use  with  A.  C. 
motors  of  not  over  5  h.p.  Spring-controlled  double-throw 
knife  switches  equipped  with  cutouts  for  N.  E.  Code  cart- 
ridge euclosed  fuses.  Fuses  are  in  circuit  only  when  switch 
is  in  running  position.  Type  L,  2  and  3-phase,  30  A.,  250  and 
500  V.     Approved  July  6,  1910.     Manufactured  by 

Barkelew   Electric   Mfg.  Co.,   Middletown,  Ohio. 

SWITCHES,  PUSH   BUTTON   FLUSH. 

Diamond  11.  Single  pole,  5  A.,  250  V.,  10  A.,  125  V.,  Cat. 
Nos.  10  and  050.  Double  pole,  10  A.,  250  V.,  Cat.  Nos.  20  and 
060.  3-way,  5  A.,  250  V.,  10  A.,  125  V.,  Cat.  Nos.  30  and  070. 
4-way,  5  A.,  250  V.,  10  A.,  125  V.,  Cat.  No.  40.  Also  above 
types  with  lock  attachment.  Approved  August  8,  1910.  Manu- 
factured by 

Hart  Mfg.  Co.,  103  Allyn  St.,   Hartford,  Conn. 

SWITCH   BOXES. 

"S.  E.  Co."  For  flexible  steel  conduit.  Cat.  Nos.  5950, 
6965,  0966,  6971-6978,  inclusive.  For  steel  armored  cable.  Cat. 
Nos.  5951,  6960,  6961,  6991-6998,  inclusive.  For  rigid  conduit. 
Cat.  Nos.  3001-3006,  inclusive,  lined  of  uulined.  Approved 
July  25,  1910.     Jlanufactured  by 

Sprague  Electric  Co  ,  527  West  34th  St.,  New  York,  N.  Y. 

TRANSFORMERS. 

Air  cooled  transformer  for  outdoor  use.  Type  SL,  primary 
voltage  110  to  220,  secondary  voltage  10  to  20,  capacity  1000 
watts.  Approved,  only  when  installed  and  wired  in  both  prim- 
ary and  secondary  circuits  in  accordance  with  Class  C  wiring 
National  Electrical  Code,  August  11,  1910.  Manufactured  by 
Duncan  Electric  Mfg.  Co.,  LaFayette-,  Ind. 

"Beacon"  transformer  for  use  on  104-120  volt  A.  C.  cir- 
cuits. Type  X  delivering  current  on  secondary  side  at  6,  12 
and  18  volts.  Approved,  only  for  ringing  bells  and  for  similar 
signaling  work  and  when  primary  wiring  Is  installed  in  ac- 
cordance with  Class  C  of  the  National  Electrical  Code,  July 
18,  1910.     Manufactured  by 

Electric   Economy  Co.,  64  Warren  St.,  Roxbury,  Mass. 

TUBING,    FLEXIBLE. 

Approved  July  11,  1910.     Manufactured  by 

Conduit  &  Cable  Mfg.  Co.,  Boston,  Mass. 
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INCORPORATIONS. 

VISALIA,  CAL. — The  Terra  Bella  Water  Company  has 
been  incorporated  by  Marco  Hellman,  A.  A.  Hart,  W.  A.  Fran- 
cis, F.  J.  Thomas  and  I.  M.  Walker,  all  of  Los  Angeles,  with 
a  capital  stock  of  $25,000. 

SPOKANK,  WASH. — To  develop  the  water-power  -on 
Warner  Creek,  in  Lake  County,  Ore.,  the  Southern  Oregon 
Water  Power  Company,  capitalized  at  $300,000,  has  been  or- 
ganized and  soon  will  start  work,  it  is  announced  on  a  $140,000 
power  plant  to  be  used  in  supplying  light  and  power.  The 
president  of  the  company  is  F.  II.  Oliver  of  Spokane,  and 
M.  R.  Jennings,  editor  of  the  Edmonds  Journal,  is  vice- 
president. 


FINANCIAL. 

WENATCHEE,  WASH.— The  Wenatchee  Electric  Com- 
pany and  the  P^ntiat  Power  Company  have  pooled  their  inter- 
ests and  purchased  the  Valley  Power  Company.  The  new 
company  will  be  known  as  the  Wenatchee  Valley  Gas  &  Elec- 
tric Company,  with  a  capitalization  of  $1,000,000.  Arthur 
Gunn  will  be  president  of  the  company. 

TACOMA,-  WASH.— At  the  meeting  of  the  executive 
board  the  sinking  fund  commission  was  authorized  to  issue 
$200,000  bonds,  the  proceeds  to  be  expended  in  payment  for 
work  upon  the  Green  river  gravity  water  system  for  the  city 
of  Tacoma.  Of  this  sum  $100,000  will  be  used  for  work  about 
the  intake,  and  the  balance  of  the  fund  will  be  used  to  pay 
for  the  preliminary  work  at  the  reservoir. 

SAN  FRANCISCO,  CAL.— The  advance  in  the  common 
and  preferred  stocks  of  the  Pacific  Gas  and  Electric  Company 
is  said  to  be  founded  on  increased  earnings  and  the  rumor  that 
there  is  to  be  a  melon  cutting  next  year  for  the  holdings  of 
the  common  stock.  The  original  trust  agreement  provided 
that  no  dividends  were  to  be  paid  on  common  before  1911. 
The  big  disaster  of  1906  followed  so  close  upon  the  heels 
of  the  organization  of  the  Pacific  Gas  &  Electric  that  small 
hope  was  then  entertained  of  so  speedy  a  recovery  of  earning 
power.  Last  year's  statement  showed  a  balance  of  $1,502,957. 
For  the  first  six  months  of  1910  the  balance  amounts  to  $943,- 
117.31.  A  duplication  of  earnings  for  the  second  half  year  will 
afford  a  surplus  of  $3,500,000  available  for  distribution. 
Houses  that  have  made  a  specialty  of  Pacific  Gas  &  Electric 
securities  are  predicting  6  per  cent  dividends  on  common 
for  next  year.  This  would  mean  an  annual  disbursement  of 
some  $1,200,000;  an  outlay  which  the  record  of  the  past  18 
months  would  indicate  was  not  beyond  the  power  of  the  cor- 
poration. The  company  carries  a  heavy  bond  issue,  reaching  a 
total  of  $58,933,542.  Against  this  it  lists  assets  of  $113,757,- 
660.  Operating  in  24  counties  in  the  central  part  of  the  State, 
the  corporation  has  been  able  to  take  advantage  of  the  great 
growth  of  the  last  few  years.  The  summary  of  earnings 
for  the  first  six  months  of  the  year  follows: 

Gross  revenue   $7,230,538.17 

Deduce  rev.  in  sus.    (S.  F.  r.  case)      192,470.60     $7,038,067.57 

Maintenance   $    583,678.18 

Op.  exp.  tax,  reserves,  etc 3,307,261.60     $3,890,939.78 

Net  revenue $3,147,127.79 

Int.  (incl.  int.  on  unify.  &  ret.  bds) 1,511,742.27 

Balance   $1,635,385.52 

Div.  on  pfd.  stock $300,000.00 

Sinking  funds   368,658.21 

Amort,  of  bd.  dis.  and  exp 23,610.00  692,268.21 

Balance $    943,117  31 


TRANSMISSION. 
GRANGER,  WASH.— The  town  council  has  granted  a  50- 
year  franchise  to  the  Pacific  Power  &  Light  Company. 

FLORENCE,  ORE.— George  M.  Miller  and  brothers  have 
completed  surveys  for  the  construction  of  a  water-power  plant 
near  here  and  are  seeking  a  franchise  for  furnishing  light 
and  power  to  the  city. 

EVERSON,  WASH.— The  Washington  Mining  &  Devel- 
opment Company,  of  Bellingham,  let  a  contract  to  Albert 
Rivers  of  this  city,  for  the  erection  of  poles  on  the  streets 
of  this  place  and  Nooksack. 

GRANTS  PASS,  ORE.— M.  J.  Anderson  of  this  place  is 
working  on  a  large  power  project  on  the  South  Fork  of  the 
Coquille  river,  about  30  miles  southeast  of  Myrtle  Point,  where 
from  5000  to  10,000  h.p.  can  be  developed. 

OAKLAND,  CAL. — The  Sierra  and  San  Francisco  Power 
Company  has  applied  for  a  franchise,  under  which  it  intends 
to  operate  a  telephone  line  through  the  county.  The  line  is 
to  be  used  by  the  company  alone  and  will  in  no  way  be  a  pub- 
lic service  corporation.  The  Sierra  and  San  Francisco  tower 
Company  has  been  operating  in  this  county  for  two  years.  It 
has  been  supplying  a  number  of  local  firms  with  power,  and 
now  intends  to  widen  the  field.  Under  the  franchise  the  com- 
pany proposes  to  run  wires  for  the  transmission  of  electric 
power,  and,  on  the  same  poles,  its  telephone  wires. 

VERDI,  NEV. — The  hydroelectric  power  plant  to  be  built 
on  the  Truckee  river,  a  short  distance  east  of  Verdi,  at  the 
end  of  a  big  canal  which  will  tap  the  Truckee  near  Boca,  a 
few  miles  above  Verdi,  and  will  be  large  enough  to  carry  all 
the  water  in  the  Truckee,  will  develop  3000  h.p.  It  is  to 
be  built  by  the  Sierra-Pacific  Electric  Company,  which  was 
organized  by  W.  P.  Hammon  and  associates,  and  which  is 
the  holding  company  for  the  Truckee  River  General  Electric 
Company,  Reno  Power,  Light  &  Water  Company,  Washoe 
Power  &  Development  Company,  and  Union  Gas  Company. 
The  Sierra  Pacific  Company,  has  at  present  power  plants  at 
Farad,  Washoe,  Reno  and  Fleish,  which  develop  7800  h.p., 
but  the  new  plant  will  develop  nearly  half  as  much  as  all 
these  plants  combined.  J.  B.  Lukes,  who  is  the  engineer  in 
charge  of  the  project,  states  that  the  company  has  plenty  of 
use  for  this  additional  power.  Engineering  parties  are  now 
in  the  field,  and  the  right  of  way  for  the  canal  is  being 
secured.  It  is  stated  that  a  sixth  plant  may  be  built  just  east 
of  Reno  after  the  completion  of  the  proposed  Verdi  plant. 


TRANSPORTATION. 
BROWNSVILLE,  ORE.— The  Albany  Interurban  Railway 
Company  has  asked  for  a  franchise  here. 

BELGRADE,  MONT.— The  Galaltin  Valley  Electric  Rail- 
way Company,  will  build  a  branch  from  Buckley's  ranch,  south 
of  Central  Park,  to  this  place. 

STOCKTON,  CAL. — The  electric  line  known  as  the  Jenny 
Lind  line  which  has  been  completed  to  Linden,  will  be  ex- 
tended on  to  Jenny  Lind  at  once. 

EUGENE,  ORE.— The  franchise  for  the  Oregon  Electric 
Company  has  been  granted  under  which  the  company  is  to 
have  the  line  completed  and  in  operation  between  this  place 
and  Albany  within  18  months. 

LOS  ANGELES,  CAL  —The  City  Clerk  will  receive  sealed 
bids  to  11  a.  m.  September  20th,  for  a  franchise  granting  right 
to  construct  and  for  a  period  of  21  years  to  operate  and  main- 
tain a  double  track  electric  railroad  on  Brooklyn  and  Ever- 
green avenues.    H.   J.  Lelande,  City   Clerk. 
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CITY  OF  MEXICO.  M  EX.— The  Department  of  Public 
Works  has  under  consideration  the  proposed  new  line  of  the 
Mexico  Tramways  Company,  which  will  pass  through  the 
colonies  of  Indianola  and  El  Buen  Tono  to  the  general  hos- 
pital. 

SOUTH  BEND,  WASH.— J.  B.  Crary,  former  manager  of 
the  Grays  Harbor  Electric  Light  &  Power  Company  of  Aber- 
deen, announces  that  he  is  interested  in  the  probable  construc- 
tion of  an  electric  railway  to  cost  $".00.1100  between  South 
Bend  and  Raymond. 

OAKLAND,  CAL— The  City  Council  has  granted  to  the 
Southern  Pacific  Company  a  50-year  franchise  for  the  exten- 
sion of  its  Melrose  and  annexed  territory  branch  of  the  ferry 
service  lines  to  Stanley  road.  The  extension,  as  well  as  all 
of  the  corporation's  local  lines,  will  be  electrified.  The  fran- 
chise grants  the  S.  P.  the  right  to  carry  freight  over  the  road 
during  the  night. 

S.\NTA  ROSA,  CAL.— Petaluma  and  Santa  Rosa  electric 
railway  officials  have  bonded  the  summer  resort  known  as 
Mirabel  Park,  on  the  Russian  river,  and  taken  options  on 
many  other  pieces  of  property  in  that  section.  Surveys  are 
being  made  from  Forestville,  the  terminus  of  the  road  at  the 
present  time,  to  Mirabel  Park,  one  mile  and  a  half  distant 
and  construction  work  will  be  begun  this  fall.  It  is  intended 
to  b\iild  the  electric  line  down  the  river  westward  and  touch 
all  the  principal  summer  resorts  as  far  as  Monte  Rio. 

SAN  FRANCISCO,  CAL.— The  Northern  Electric  Coni- 
l)any  will  within  a  few  days,  issue  a  new  time  table  for  its 
trains  between  Sacramento,  Marysville,  Oroville  and  Chico. 
There  will  be  no  change  in  the  number  of  trains  run,  but 
merely  a  change  in  the  running  time.  The  time  between 
Sacramento  and  Marysville  will  be  lessened  about  ten  min- 
utes and  about  that  much  added  to  the  running  time  from 
Marysville  to  Chico.  Failing  to  reach  a  settlement  of  the 
strike  of  linemen  and  operators  of  the  Northern  Electric 
Company  with  the  officials  of  the  railway  in  San  Francisco, 
Hugh  Murrin,  president  of  the  district  council  of  the  Electrical 
Workers'  Union,  is  to  take  charge  of  the  situation  So  far 
the  Northern  Electric  Company  has  been  able  to  operate  its 
trains   notwithstanding  the   strike. 


ILLUMINATION. 

REDMOND,  ORE.— The  City  Council  has  granted  a  fran- 
chise to  the  Creek  County  Water,  Power  &  Light  Company, 
a  local  organization  for  an  e'ectric  lighting  and  power  system 
here. 

NEW  ARLINGTON,  CAL.— Wm.  V.  Lockwood.  represent- 
ing a  large  electric  ccntracting  concern  is  figuring  with  the 
Arlington  Hotel  Company,  on  installing  a  light  and  power 
plant  for  New  Arlington. 

SAN  BERNARDINO  CAL.— The  City  Council  has  formally 
declared  in  favor  of  a  municipal  lighting  and  power  plant  and 
a  committee  has  been  appointed  who  will  report  in  a  month 
the  cost  of-  installing  a  lighting  plant. 

OGDEN,  UTAH.— When  the  present  improvements 
planned  by  the  Pintsch  Compressor  Company  are  completed, 
Ogden  will  have  the  fourth  largest  gas  plant  in  the  United 
States.  The  present  capacity  of  the  plant  is  to  be  increased 
from  50,000  to  200,000  cubic  feet  per  day,  and  the  work  of 
placing  the  necessary  equipment  for  the  enlarged  capacity 
is  to  start  at  once. 

MYRTLE  CREEK,  ORE, — It  has  been  decided  to  con- 
struct an  electric  light,  heat  and  power  system  and  to  trans- 
mit and  sell  electricity  at  Myrtle  Creek,  Canyonville  and 
Riddle  if  a  sufficient  load  can  be  obtained.  The  power  will 
he  generated  by  steam.  This  plant  will  be  a  temporary  one 
and  will  be  replaced  by  a  larger  one  in  a  few  years.  .1.  L. 
Blaisdell  of  Portland,  Ore.,  is  one  of  the  men  interested  in 
the  project. 


WATERWORKS. 
NAMPA,   IDAHO. — Messrs.   Dutcher   and   Ednie   have   se- 
cured  the  contract   to   install   the   new-   water   system   in   the 
town  of  Meridian. 

WESTON,  ORE.— The  Council  has  made  a  contract  with 
J.  Franklin,  of  Walla  Walla,  for  improvements  in  the  local 
waterworks  system  to  cost  $3370. 

WESTON.  ORE.— The  city  of  Weston  has  contracted  with 
.lesse  L.  Frankum  of  Walla  Walla  for  improvements  in  the 
v/aterworks  system  to  cost  $3370. 

.lOSEPH,  ORE.— J.  Mitchell  of  Joseph  will  install  a  new 
water  system  for  $16,800.  It  is  the  intention  to  connect  the 
large  feed  main  with. Wallowa  Lake,  one  mile  south  of  the 
town. 

SAN  FRANCISCO,  CAL.— The  Board  of  Health  has  been 
allowed  $30,000  for  the  purpose  of  equipping  the  infirmary 
at  the  Relief  Home  and  $20,000  has  been  awarded  to  the 
Board  of  Public  Works  to  provide  additional  plans  and  speci- 
fications for  the  auxiliary  system  for  fire  protection. 

SPOKANE,  WASH.— Spokane  will  lay  plans  for  a  gravity 
water  system.  The  matter  was  laid  before  the  leading  citi- 
zens at  a  meeting  of  the  Spokane  Chamber  of  Commerce  by 
Mayor  N.  S.  Pratt,  and  was  turned  over  to  the  Chamber's 
special  water  committee  for  full  investigation.  The  cost  of 
the  plans  will  approximate  $1,000,000. 

SEATTLE,  WASH.— The  Vashon  Country  Club  is  being 
organized  and  has  purchased  8  acres  of  land  located  on  the 
north  end  of  Vashon  island  on  which  it  proposes  to  erect 
a  club  house  and  will  also  install  a  water  system.  Those  in- 
terested are  .1.  Roberts,  .1.  Braid,  B.  Wadell.  Geo.  Francis 
Rowe,  .T.  Leslie,  B.  Petty,  R.  Cameron  and  C.  Brockhagen. 

LODI,  CAL. — The  bids  for  installing  the  municipal  water 
plant  were  opened  at  the  meeting  of  the  trustees  and  they 
were  as  follows:  Williams  &  Belser,  San  Francisco,  $6793; 
.Appleton  &  Frederickson  Bros.,  $6901.7.5;  Ernest  H.  Fink. 
$7300.  After  the  bids  liad  been  referred  to  the  city  engineer, 
H.  H.  Henderson,  and  City  Attorney  E.  I  .lones,  it  was  de- 
cided to  award  the  contract  to  Williams  &  Belser. 

OAKLAND,  CAL.— The  Board  of  Public  Works  has 
adopted  a  resolution  recommending  to  the  (Mty  Council  that 
a  sum  be  appropriated  by  the  city  for  the  extension  of  the 
recently  installed  salt  water  fire  fighting  auxiliary  system 
along  Fourteenth  street  from  Washington  to  Market  street. 
With  the  contemplated  addition,  the  system  will  extend  from 
Fourteenth  street  to  First,  and  from  Market  to  Oak  street,  and 
will  place  every  part  of  the  business  district  within  its  con- 
fines. 

LOS  ANGELES,  CAL. — Work  on  the  Los  Angeles  aque- 
duct is  again  progressing  at  the  rate  of  five  miles  a  month 
and  is  costing  about  $10  per  lineal  foot.  The  only  problem 
left  in  completing  the  ditch  on  time  is  that  of  steam  shovel 
work.  The  general  work  is  moving  faster  and  costing  less 
than  was  anticipated.  According  to  the  original  aqueduct 
estimates  the  entire  work  was  to  cost  an  average  of  $22  a 
lineal  foot.  Nearly  all  of  the  accessory  and  preliminary  work 
ia  now  out  of  the  way,  and  the  actual  construction  figures, 
averaging  the  tunnels,  conduit  and  canal,  have  been  reduced 
to  $10  a  foot.  This  includes  over  $1,000,000  worth  of  conduit 
covering  which  was  not  included  in  the  original  estimates. 
Full  forces  are  now  operating  at  both  the  north  and  south 
portals  of  the  Elizabeth  tunnel.  On  the  1st  inst.,  there  had 
been  completed  22,284  feet  of  this  tunnel  and  there  remains 
but  4576  feet  to  put  through.  The  Haiwee  dam  work  is  being 
pushed  rapidly  with  a  strong  force.  On  the  four  long  tunnels 
of  the  Grapevine  division  full  crews  are  at  work.  Chief  En- 
gineer Mulh.illand  says:  ".At  the  rate  of  five  miles  a  month, 
as  we  are  going  now  we  should  easily  complete  the  work  on 
time." 
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Straight  Line  Engineering  Diagrams 

By  Manifold  &  Poole 

A  Series  of  35  Computing  Diagrams  Assembled 
in  a  Leather  Pocket-book 

Xo.  1. — BEARING  POWER  OK  PILES.  Gives  the 
safe  load  in  tons  that  can  be  sustained  by  a 
pile  having  a  given  penetration  under  the 
last  blow  of  a  hammer  of  known  weight  and 
drop. 

No.  2 MASOXRY  .\11CIIES.     For  a  given  span  and 

a  given  rise  determines  the  horizontal  thrust 
tor  each  1000  lb.  load  and  the  depth  of  key- 
stone for  both  brick  and  cut  stone  arches. 

\o.  3. — STRE.\GTH  OF  CONCRETE.  For  given  age 
and  aggregate  gives  modulus  of  elasticity  and 
ultimate  compref!sive  strength;  also  for  known 
percer  tage  of  voids  gives  barrels  of  cement 
per  cubic  yard  of  rammed  concrete. 

.\o!<.  4,  5,  0. — CONCRETE  .STEEL.  For  given  modu- 
lus of  el.nsticity  and  ultimate  compressive 
strength  as  found  from  No.  3  and  for  a  given 
elastic  limit  of  steel  determines  the  percent- 
age of  reinforcement  and  the  strengtli  co- 
efficient K. 

Xo.  7. — CONCRETE  SI'EEI..  For  given  bending 
moment  and  strength  coefficient  determines 
the  necessary  weight  and  depth  of  concrete 
above  ttie  steel  and  for  given  percentage  of 
steel  determines  the  square  inches  of  steel 
necessary  per  foot  width  of  concrete. 

No.  S. — CONCRETE  STEEL.  For  given  cross- 
section  of  steel  determines  the  spacing  for 
various  sizes  of  round  and  steel  bars. 

Nos.  11,  12. — POLE  LINE  CONSTRL'CTION.  COPPER. 
For  given  length  of  span,  given  deflection 
and  assumed  temperature  determines  the 
strain  at  the  center  of  the  span. 

No.  1.1. — POLE  LINE  CONSTRUCTION.  .tLUMI- 
-Nl"M.     .Same  as  Nos.   11   and   12. 

No.  14 ELECTRIC  CIRCL'ITS.  For  given  horse- 
power or  kilowatts  and  given  voltage  deter- 
mines the  actual  amperes  transmitted  at  va- 
rious power  factors  tor  both  single-phiise  and 
three-phase  circuits. 

No.  15. — POWK.R  TRANS.MISSION  LINES.  COPPER. 
HO-CVCLE.  For  given  wire  spacing  and  size 
determines  impedance  for  both  single-pliase 
and  three-phase  circuits;  also  for  given  num- 
ber of  amperes  determines  the  volts  drop  per 
mile. 

No.  1« COMPAR.4TIVE  COST  OF  POWER.     Gives 

the  equivalents  of  distillate  engines,  crude  oil 
engines,  non-condensing  steam  engines,  con- 
densing engines  and  electric  motors  at  va- 
rious prices  of  fuel. 

No.  10. — ECONOMIC  SIZE  OF  PIPE.  Determines 
the  best  pipe  diameter  for  carrying  a  given 
volume  of  water  un^ier  a  known  head  for 
various  power  values  (dollars  per  horsepower 
year)  as  compared  with  tlie  price  of  steel. 

iNo.  20. — FLOW  OF  AVATER  IN  SM.\LL  PIPES. 
Determines  the  friction  head  per  1000  feet  of 
pipe   of  capacity   and   diameter. 

No.  21. — CAN.ALS  IN  E.\RTII.  For  given  hydraulic 
radius  or  area  of  cross-section  and  for  given 
slope  determines  the  carrying  capacity  in 
second-feet  or  miner's  incites  for  various 
values  of  n. 

No.  22. — WATER  POWER.  GENER-\TING  AND 
Pl'MPIN'G.  For  given  quantity  in  second-feet 
or  miner's  inches  and  given  head  determines 
either  the  power  generated  or  the  power 
necessary  to  pump  at  various  efficiencies. 

N'o.  23. — STEEL  PIPE  LINES.  For  given  diameter 
of  pipe  and  given  head  or  pressure  per  square 
inch  determines  the  weight  per  foot  and  tlie 
thickness  of  steel  for  both  double  riveted  lap 
joint  and  triple  iiveted  butt  joint  pipe. 

Nos.  24,  25,  26.  27,  2S  and  2». — FLO^W  OF  WATER 
IN  PIPES.  For  given  quantity  of  flow  and 
given  diameter  of  pipe  determines  the  velocity 
in  feet  per  second  and  the  friction  head  per 
1000  feet  for  all  values  of  n. 

No.  30. — WOOD-ST.WE  PIPE  LINES.  For  given 
diameter  of  pipe  and  given  head  determines 
the  distance  between  bands  and  liie  weight  of 
metal  per  foot. 

No.  31. — FLOW  OF  WATER  OVER  SHARP-EDGED 
WEIRS.  (Bazin's  Formula.)  For  observed 
head  in  feet  and  given  height  of  weir  deter- 
mines the  second-feet  discharged  per  foot  of 
weir  len.§t.i. 

Nos.  32,  33.  34.  33,  30  and  37. — FLOW  OF  WATER 
IN  CAX.VLS  AND  FLCMES.  For  given  hy- 
draulic r.adius  and  given  velocitv  determines 
the  flow  in  second-feet  for  various  values 
of  n. 

Xo.  38. — W\ATEU  MEASUREMENTS.  Comparative 
value.?   of   uni'.s   of  water   measurement. 

All  determinations  are  reversible  and  are  made  quickly  and  accurately 
by  merely  moving  a  straight  edge  or  string. 
Pri'ce    $4  00  Not  Sold  Singly 
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The  Only  UP-TO-DATE 
Meter  Book  on  the  Market 

NOW  READY 

The  Watthour  Meter 

BY  SHEPARD  &  JONES 

An  illustrated  book  ot  two  hundred  pages  show- 
ing  how  the    Walthour  Meier  is  made,  how  it 
measures  and  records,  how  il  is  connected  and 
how  tested.     Its  theory  is  clearly  explained  with- 
out the  use  of  higher  mathematics  and  its  prac- 
tical operation  and  maintenance  plainly  set  forth. 
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THE  BAY  SHORE  SUBSTATION 


Few  San  I'ranci.scans  wlio  complain  of  the  occa- 
sional delay  in  the  street-car  service  ever  stop  to  ihink 
that  most  of  the  power  by  which  these  cars  are  run 
is  generated  in  the  Sierra  Nevada  Mountains  nearly 
150  miles  from  the  city  of  San  Francisco.  Only  an 
engineer  familiar  with  the  many  difficulties  involved 
in  transmitting  a  large  amount  of  power  such  a  great 
distance  can  appreciate  the  constant  care  that  is  iiec- 
cessary  to  avoid  even  a  brief  interruption  to  service. 


are  transmitted  at  100,000  volts  by  means  of  a  double 
circuit  steel  tower  line  135  miles  long.  This  line  ter- 
minates at  the  Bay  Shore  substation  of  the  Sierra 
and  San  Francisco  Power  Company,  which  is  illus- 
trated herewith,  and  which  it  is  the  purpose  of  the 
present  article  to  briefly  describe. 

This  substation  is  situated  in  Visitacion  Valley, 
south  of  San  Francisco,  and  close  to  Martin  Station 
of    the    Pacific    Gas    &    Electric    Company.     Briefly 


hay  :^hore  Substation  ui     .m 

Although  it  is  cheaper  to  generate  electric  power 
by  means  of  water,  continuity  of  service  demands  that 
there  be  one  or  more  reserve  steam  stations  in  case 
of  emergency  or  at  times  of  heavy  load.  So,  as  a  matter 
of  economy,  the  United  Railroads  of  San  Francisco 
place  their  main  reliance  for  power  upon  the  hydraulic 
plants  in  the  Sierra  Nevada  Mountains,  but  have  in 
reserve  a  sufficient  steam  power  plant  capacity  to  be 
thrown  on  as  occasion  demands.  As  described  in  this 
journal,  August  21  and  September  4,  IQOQ,  20,000  kilo- 
watts hydraulically  generated  on  the  Stanislaus  river 


stated,  its  function  is  to  reduce  the  incoming  high 
voltage  of  100,000  to  an  out-going  lower  voltage  of 
12,000  for  distribution  to  the  various  converting  sta- 
tions throughout  the  city  and  county  of  San  Francisco. 
As  is  well  known,  a  high  voltage,  while  economical 
in  transmitting  power  long  distances,  is  dangerous  to 
introduce  into  cities  and  must  consequently  be  re- 
duced for  distribution. 

This  is  done  by  means  of  six  great  transformers, 
each  having  a  capacity  of  3750  kw.  These  immense 
transformers  are  the  latest,  though   probably  not   the 
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l;ist  wovd  ill  tlio  design  of  apparatus  to  meet  increas- 
ing (Icniaiuis  for  greater  capacity  and  higher  voltage. 
'1  hey  were  intended  for  a  high  tension  voltage  of 
138.500,  but  before  installation  an  insulation  test  of 
280,000  volts  was  applied  for  one  minute.  The  other 
noteworthy  features  of  the  installation  arc  the  meth- 
ods of  automatic  switching,  oil  filtering  and  jnirifying 
system,  and  the  means  of  circulating  and  cooling  the 
water. 

Exterior  Equipment. 
All   of   this   apparatus   is   substantially    housecl    in 
a  class  .\  rc-inforced  concrete  structure   124  by  60  ft. 
in  area  and  60  ft.  high.     Provision  has  been  made  for 


Bowir  Disconnecting;  Switch 

future  increase  in  capacity  by  merely  building  addi- 
tions at  either  end,  where  the  walls  have  been  tem- 
porarily constructed  of  wire-lath  and  plaster  and  the 
steel  frame  adapted  for  easy  extension.  A  small  wing 
on  the  west  side  of  the  building  contains  the  switch- 
board gallery  and  the  storage  battery  equipment. 

The  sub-station  faces  the  east  and  as  the  transmis- 
sion lines  come  in  from  the  south  it  has  been  neces- 
sary to  change  their  direction  through  an  angle  of 
ninety  degrees  by  means  of  two  turning  towers  as 
illustrated  on  the  first  page.  The  lines  are  dead  ended 
upon  these  towers  with  f.ocke  five-element  suspension- 
type  strain  insulators. 

A  long  transmission  line  of  this  character  is  likely 
to  be  subjected  to  the  effects  of  lightning  or  high  fre- 
quency surges  resulting  from  short  circuits  or  sudden 
load  variations,  it  is  consequently  necessary  that  the 


valuable  apparatus  in  the  sub-station,  as  well  as  the 
lives  of  the  operators,  be  protected  by  every  means 
possible.  Though  lightning  seldom  occurs  on  this 
coast,  a  most  elaborate  system  of  protection  has  never- 
theless been  installed,  the  main  reliance  being  placed 
upon  aluminum  cell  lightning  arresters  and  upon  a 
system  of  well  designed  grounds. 

Furthermore  one  of  the  incoming  circuits  passes 
from  the  turning  tower  directly  through  a  Bowie  104 
kilovolt  open  break  disconnecting  switch  just  outside 
the  building.  This  is  manually  operated  and  will  break 
any  arc  by  means  of  the  diverging  horns. 

After  taps  have  been  taken  ofif  to  the  lightning  ar- 
resters below,  the  two  circuits  are  lead  into  the  build- 
ing through  large  open  porticos  giving  a  circular  open- 
ing 6  ft.  in  diameter  and  overhung  for  protection 
against  the  rain.  The  circuits  are  dead-ended  to  the 
steel  frame  work  by  disc  insulators. 

Interior  High  Tension  Wiring. 

The  system  is  at  present  run  at  60  cycles,  3-phase, 
104,000  volts,  grounded  "Y"  on  the  high  tension  side, 
.-dtliough  all  the  high  tension  apparatus,  except  the 
lightning  arresters,  is  specified  as  114,000  volt.  To  fully 
understand  the  ensuing  course  of  the  circuits  it  is  nec- 
essary to  supplement  the  descriptive  text  with  the  ac- 
companying wiring  diagrams. 
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Typical  Section  of  Higli  Tension  Switcliini!  Arr.ii  Bcnic-nt. 


Inside  the  building  and  just  below  the  entrance 
porticos  are  six  pneumatically  operated  disconnecting 
switches.  These  are  furnished  with  air  at  8o-lb  pres- 
sure from  two  storage  tanks  supplied  by  two  motor 
driven  compressors  and  are  controlled  by  two-way 
motorman's  valves  attached  to  the  railing  of  the  steel 
deck  below.  The  same  compressor  outfit  also  supplies 
air  for  all  other  pneumatic  switches  in  the  building, 
and   also  for  cleaning  purposes. 

From  the  disconnecting  switches  the  circuits  pass 
through  double  choke-coils  mounted  on  post  type  insu- 
lators, then  through  the  current  transformers,  thence 
through  and  finally  to  the  main  bus  to  which  the  main 
transformers  are  connected  through  the  K  15  oil 
switches  and  the  disconnecting  switches. 

From  the  iio-volt  secondaries  of  the  current 
transformers  wires  are  lead  directly  to  the  switchboard 
totalizing  and  indicating  wattmeters  and  ammeters. 
In  the  main  circuit  there  are  also  inserted  200  ampere 
type  R  2  primary  ammeters  which  are  used  primarily 
to  determine  whether  the  lines  are  alive. 

The  automatic  circuit  breakers  are  a  special  adap- 
tation of  the  usual  type  K  oil  switch  designated  as  type 

K  15  and  designed  for  large  capacities.     As  shown  by     sheet-iron  tank  with  dome  shaped  top  of  cast-iron  and 
the  accompanying  view  they  consist  essentially  of  a     filled  with  oil.    The  two  lines  are  brought  through  the 
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cover  in  larsjjc  insulator  hushins^s  made  up  of  sc}.^- 
ments  of  insulating-  compound  se])arated  by  fiber  bush- 
ings. The  switch  itself  is  a  horizontal  bar  suspended 
at  the  lower  end  of  a  wooden  arm  operated  by  the  out- 
side mechanism  so  as  to  make  and  break  the  con- 
tact with  sjiring  clips  suspended  from  the  bushings. 
As  this  niake-and-break  occurs  under  oil  there  is  lit- 
tle danger  of  severe  arcing.  In  fact  16,000  kilowatts 
at  104,000  volts  have  been  interrupted  with  no  trouble. 
This  circuit-l)reaker  is  pneumatically  operated  throu^^'h 
an  electro-magnctically  controlled  air  valve   which   in 


All  high  tension  connections  are  made  from  ^4-in. 
copper  tubing  [proven  to  be  satisfactory  and  rigid  as 
well  as  presenting  a  symmetrical  and  pleasing  ap- 
pearance. 

'ihc  leads  from  the  high  tension  bus  to  the  main 
transformers  have  air-operated  disconnecting  switches 
between  the  bus  and  the  transformer  K-15  oil  switches. 
Another  set  of  disconnecting  switches  together  with 
current  transformers  the  secondaries  of  which  ojierate 
differential  relays,  is  placed  in  circuit  between  one  end 
of  the  primary  winding  and  the  grounded  neutral. 

Openings  in  the  walls  of  the  transformer  compart- 
ments have  been  left,  together  with  disconnecting 
switciics  mounted  on  post  type  insulators  to  facilitate 
changing  from  "Y"  to  "delta." 

Transformers. 

The  transformers  arc  seven  in  number,  one  for 
each  phase  of  the  two  incoming  three-phase  lines  and 
one  spare.  They  are  of  the  standard  oil  insulated 
water-cooled  single-phase  type,  each  having  a  normal 
capacity  of  3750  kw.,  primary  voltage  ratings  of  138,- 
500  and  104,000  when  "Y"  connected  and  several  steps 
ranging  from  40,000  to  120,000  when  "delta"  connected, 
the  secondary  \oltage  rating  similarly  \aryinof  from 
12.000  to  3666  with  delta  connections  and  a  primary 
normal  ampere  rating  of  31.2  and  secondary  of  312. 

These  transformers  are  now  being  operated  in  two 
l)anks  of  three  eacli.  ""S"'  connected  on  the  high  ten- 
sion side  and  "delta"  on  the  low.  stepping  down  from 
104,000  to  12,000  volts.  They  have  guaranteed  effi- 
ciencies of  f)8.Ci.  98.5,  98.3,  ()-.H  and  96.0  per  cent  for 
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Elcv.ition  Showing  High  Tension  Switching  .Arraneement 


Diagram  of  Iranslonncr  Connections. 


turn  controls  the  three  diaphragms  connected  in  par- 
allel which  operates  the  three  switches.  Three  series 
trip-coils  are  mounted  on  insulators  as  shown  in  the 
illustration.  The  circuit  Ijreaker  is  second  in  import- 
ance only  to  the  tra-;sformers  and  its  proper  design  in 
controlling  circuits  of  such  magnitude  marks  the  re- 
moval of  one  of  the  most  serious  limitations  to  high 
voltage  transmission. 

The  main  high-tension  bus  is  of  open  construc- 
tion, dead-ended  to  each  end  of  the  building  and  also 
suspended  from  the  roof  truss  by  disc  strain  insula- 
tors. If  for  any  reason  it  is  advisable  to  run  one  bank 
of  transformers  independently  the  high  tension  bus 
can  be  sectionalized  by  pneumatically  operated  dis- 
connecting switches. 


load  and  a  quartei,  full-load,  three-quarters,  one-half 
and  one-quarter  loads  respectively.  The  non-induc- 
tive regulation  is  approximateh'  1.5  per  cent  at  unity 
power  factor. 

They  stand  nearly  17  ft.  high  and  occupy  a  floor 
space  10  by  6  ft.,  each  being  placed  in  a  separate  re- 
inforced concrete  compartment  as  shown  in  the  illus- 
tration. Each  unit  complete  with  oil  weighs  28  tons, 
3100  gallons  of  No.  8  Transil  oil  and  20  gallons  of 
water  per  minute  being  required  per  transformer. 

The  primary  and  secondary  windings  are  sub- 
divided into  se\'eral  coils,  each  built  up  of  flat  con- 
ductors arranged  with  one  turn  per  layer  so  as  to 
form  thin  coils  presenting  a  large  radiating  surface  to 
the  oil.     The  excellence  of  the  insulation  is  indicated 
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WiriiiK  Arrangmu-nl  of  Transformer  Connections 

by  the  28o,ooo-\oli  tost  wliich  tlie  coils  successfully 
withstood.  The  low  tension  side  is  further  protected 
with   aluminum    cell    lig'htnintr   arresters. 

()ther  noteworthy  features  are  the  water-circulat- 
ing system  and  the  nil  dryini^  a:id  ]uirifyinti-  system. 
Cooling  System. 

Water  for  cooling  is  pumped  from  a  near-by  well 
by  means  of  a  Krogh  centrifugal  pump  driven  by  a 
,^  h.p.  three-phase  induction  motor  supiilied  from  the 
station  bus.  .\nother  centrifugal  pump  keeps  the 
water  continuousl}-  circulating  through  the  copper 
cooling  coils  in  the  transformers  and  the  spraying  noz- 
zles and  cooling  tank  in  front  of  the  building.  A  du- 
plicate set  of  circulating  ])umps  is  ])ro\ided  and  the 
entire  system  has  pro\-en  cxceeditigly  efticieiit  in  cool- 
ing the  water. 

Oil   Dryer  and   Purifier. 

\\'hen  it  is  necessary  to  purify  the  transformer 
oil,  a  quick  opening  valve  allows  it  to  flow  from  the 
transformer  through  a  4-in.  pipe  to  a  tank.  By  means 
of  this  apparatus  it  is  possible  to  treat  the  oil 
while  the  transformers  arc  in  service.  From  this 
dirty  oil  tank  the  oil  is  ])umix'd  by  a  2' 2  in.  force 
pump  driven  by  a  jVj  h.p.  iimtor  to  the  filter  press 
wdience  it  passes  into  a  clean  oil  tank  and  thence  to  together  with  the  necessary  piping,  valves,  pressure 
the  transformer  through  a  2  in.  pressure  pipe  as  gauges,  etc.  The  press  is  made  up  of  a  number  of 
shown  in  the  accompanying  sketch,  alternate  grids  and  chamber.s  so  arrang 


.Main  Transformer  Compartments 

This  oil  drver  and  ]nirifier  consists  essentially  of 
I  filter  ])ress,  a  [M-essure  pumj)  and  an  operating  motor 
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of  blotting  paper  may  be  clamped  between  them.  By 
means  of  suitable  channels  and  openings  oil  is  forced 
into  the  chamber  and  through  the  blotting  paper  into 
grooves  in  tiie  grids  and  tinall\-  out  through  the  dis- 
charge  pipe. 

The  filter  paper  catches  all  imiiurities  in  the  oil 
and  absorbs  any  moisture  present,  thus  accomplishing 
a  dual  purpose.  The  foul  paper  is  withdrawn  and 
new  paper  readily  inserted  whenever  necessary. 

The  press  is  12  in.  stpiare,  gi\ing  an  area  of  27 
Sep  ft.  It  is  operated  b\'  a  3-h.]).  three-phase  induction 
motor,  the  pressure  varying  from  20  to  100  lb.  per  sq. 
in.,  depending  upon  the  grade  of  the  oil  and  its  free- 
dom from  foreign  matter.     The  outfit  has  a  capacity 
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Sketch  of  Oil  Dryer  and  Purifier  .\rrang:ement 

of  900  gallons  per  hour  and  its  total  operating  cost  is 
considerably  less  than  one  dollar  per  thousand  gallons 
of  oil  treated. 

Low   Tension    Wiring. 

Disconnecting  switches  have  been  placed  in  the 
main  transformer  secondary  leads  so  that  the  system 
may  be  operated  "open  delta"  if  for  any  reason  one  of 
the  transformer  banks  should  be  disabled  by  such  an 
accident  as  a  short  circuit  within  a  transformer  which 
would  set  up  large  cross  currents  or  surges  due  to 
the  unbalanced  condition.  Current  transformers  have 
been  connected  inside  the  "delta"  to  operate  the  differ- 
ential relay,  which  in  turn  governs  the  trip  coils  of 
both  the  type  K  15  and  type  H  3  oil  switches.  The 
latter  are  placed  in  the  t 2.000  volt  leads  and  are  motor 
driven  by  direct  current  from  a  storage  battery  set. 
Taps  are  taken  ofT  just  back  of  the  oil  switches  to  a 
set  of  aluminum  i.ell  lightning  arresters  with  horn 
gaps  carefully  adjusted  so  as  to  relieve  the  system  of 
any  surging. 

The  transformer  secondary  type  H  3  oil  switches 
are  mounted  in  concrete  cells  on  a  level  with  a  false 
floor  two  feet  above  the  main  bus  compartment  floor, 
thus  allowing  ample  clearance  for  the  flat  copper  bar 
connections.  All  disconnecting  switches  placed  in 
these  connections  are  mounted  in  the  bus  structure 
in  a  vertical  plane,  giving  an  arrangement  easily  ac- 
cessible for  switching  or  repairs. 


The  transformer  secondary,  or  main  bus,  runs 
throughout  the  length  of  the  building  dipping  under 
the  false  floor  at  the  center.  The  feeder  bus  paral- 
lels this  main  bus  and  both  are  sectionalized  by  type 
\\  3  oil  switches.  Space  has  been  left  at  the  north  and 
south  ends  for  large  capacity  group  oil  switches,  the 
manually  operated  disconnecting  switches  sufficing 
for  the  present. 

The  synchrotiizing  and  wattmeter  potential  trans- 
formers are  mounted  in  concrete  slal)  pockets  placed 
abo\-c  the  buses,  their  fuses  being  mounted  on  insu- 
lator bases  in  a  \crtical  plane  convenient  and  safe  for 
pulling  or  replacement.  The  feeder  H  3  oil  switches 
parallel    the    feeder    bus,    one    set    of    disconnecting 


Low  Tension  Switcliing  .Arran^'enient 

switches  being  mounted  on  the  bus  compartment  and 
the  other  under  the  outgoing  feeder  exits,  being  oper- 
ated by  means  of  a  switch  stick  from  the  feeder  light- 
ning arrester  deck. 

The  feeder  current  transformers  are  mounted  in 
batteries  beneath  the  west  side  window  sills,  being 
totally  enclosed  with  asbestos  board.  The  feeder  light- 
ning arresters  are  on  a  deck  ten  feet  above  the  bus 
compartment  floor  their  taps  being  conveniently 
dropped  from  the  dead-ended  feeder.  On  this  same 
deck  are  constructed  the  feeded  potential  transformer 
pockets  with  their  fuses,  taps  for  the  transformers 
being  taken  from  the  outgoing  feeders  just  below  the 
choke  coils. 

Switchboard. 

The  switchboard  galler}',  trigcther  with  the  stor- 
age battery  equipment  under  it,  occupies  the  wing  on 
the  west  side  of  the  iiiain  building.  The  switchboard 
proper  consists  of  two  parts,  a  front  section  and  a 
back  section.  The  front  section  has  a  bench-board 
consisting  of  five  panels  and  bench  upon  which  the 
bus-bar  system  is  laid  out  in  miniature;  the  five  panels 
include  two  line  panels,  two  feeder  panels  and  a  tie 
panel  placed  between  them. 

The  line  panels  control  the  two  incoming  104.000 
volt  lines  and  are  each  equipped  with  one  a.c.  ammeter, 
having  an  800  ampere  scale  and  connected  to  a  three 
wav  ammeter  sw^itch  by  which  it  is  possible  to  deter- 
mine the  current  upon  each  one  of  the  three  incom- 
ing lines  comprising  the  circuit ;  one  polyphase  indi- 
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eating  wattmeter  with  a  scale  for  indicating  the  watt- 
less component,  and  one  a.c.  voltmeter  with  a  20,000 
volt  scale.  All  these  instruments  give  readings  on  the 
low  tension  side. 

The  two  feeder  panels  control  the  eight  12.000  volt. 
250  ampere,  three-phase  feeder  circuits,  the  instruments 
for  four  circuits  being  mounted  upon  each  panel,  in- 
cluding one  a.c.  ammeter  with  'a  300  ampere  scale, 
one  polyphase  indicating  wattmeter  with  6000  kw. 
scale,  and  one  balanced  three-phase  power  factor  indi- 
cator with  60-100-60  per  cent  scale  for  each  of  the 
eight  circuits. 

The  central  tie  panel  is  e(|ui]i])ed  wi;li  a  syn- 
chroscope, a  vibrating  reed  frecpiency  indicator  and 
an  a.c.  voltameter  with  a  20,000  \olt  scale. 

On  the  back  boards  are  mounted  induction  re- 
cording and  polyphase  curve  drawing  wattmeters  and 
curve  drawing  voltmeters  for  the  corresponding  in- 
coming and  outgoing  lines.  This  lioard  has  been  <K'- 
signed  for  future  extension  of  station  capacity  and  the 
addition  of  such  other  instruments  as  may  be  needed. 

Storage  Battery  Equipment. 

Current  for  lighting  ihe  Iniilding  and  operating 
the  motor  driven  switches  must  be  independent  of  any 
line  break-downs  and  is  consecpientlv  provided  fnim 
a  storage  battery  set  charged  bv  a  motor  generator 
installed  under  the  switchboard  gallery.  The  motor 
generator  consists  of  a  5  k\v.,  125  volt  shunt  wound 
generator  driven   by  a   no  volt   three-phase  60  cycle 


/■/J  h.p.  induction  motor.  The  motor  is  started 
through  a  compensator  having  its  own  switches  and 
fuses.  The  battery  equipment  consists  of  62  type 
K-/  "Chloride"  accunnilator  cells.  An  independent 
switchboard  or  battery  charging  panel-  has  been 
mounted  nearby  with  the  usual  instrument  equipment. 
Current  for  all  power  and  lighting  auxiliaries  is  de- 
rived from  two  lianks.  three  each,  of  60  kw.  station 
transformers,  stepping  the  voltage  down  from  12.000 
to  I  10.  Adjoining  it  is  a  board  controlling  all  the  sta- 
tion lighting  and  power  equipment. 

All  the  apparatus,  except  where  otherwise  noted 
was  manufactured  by  the  General  Electric  Company. 
The  plant  was  designed  and  installed  l)y  .Sanderson 
&  Porter,  Otto  I'alch  superintending  the  local  design- 
ing and  William  Hutton  the  construction.  The  editor 
is  indebted  to  Geo.  S.  Johnson,  who  did  much  of  the 
detail  designing,  for  collaboration  in  preparing  this 
article.  This  substation,  together  with  the  generating 
plant  and  transmission  line  is  operated  by  the  Sierra 
&  San  Francisco  Company. 


Examination  for  Civil  Engineer  and  Superintendent 
of  Construction  is  announced  by  the  United  States 
Civil  Service  Commission  on  September  14-15.  iQio. 
to  fill  vacancies  in  the  position  of  civil  engineer  and 
superintendent  of  construction.  $1500  per  annum  each, 
in  the  Quartermaster's  Department  at  Large,  San 
Francisco,  Cal..  Fort  Bayard.  Xew  Mexico,  and  ^\'ash- 
ington,  D.  C. 
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RATIONAL  UTILIZATION  OF  WATER-POWER 

BY  J.  J.  BROWNE.' 

We  believe  in  conservation,  but  we  are  also  in 
favor  of  progress  and  development.  Our  public  lands 
should  be  used  for  the  purposes  to  which  they  are 
best  adapted,  but  not  abused;  the  mines  should  be 
made  to  give  up  their  wealth,  but  not  destroyed;  the 
timber  should  be  cut  in  such  a  manner  as  not  to  wipe 
out  our  forests,  and  our  water  powers  should  be  de- 
veloped, as  we  need  them  for  hundreds  of  civilizing 
purposes    all    over    the    Rocky    ^Mountain    and    I'acitic 

States. 

To  carry  out  the  ideas  of  the  ultra  conservation- 
ists in  this  matter  of  federal  control  of  our  public 
lands  and  water  powers,  mineral,  forest  and  other 
natural  resources,  would  greatly  retard  the  devel- 
opment of  the  Northwestern  and  Pacific  States  and 
Alaska,  without  adequate  compensation  to  the  nation 
as  a  whole.  The  average  conservationist  has  been 
made  to  take  an  e.\treme  position  on  this  important 
question,  owing  largely  to  having  only  one-sided  in- 
formation.- lUit  there  is  another  side,  which,  in  fair- 
ness, ought  to  be  understood. 

The  total  horsepower  of  water  in  the  United 
States  is  estimated  at  66,518,500,' and  of  this  more  than 
one-third  is  in  Washington,  Oregon,  Idaho  and  West- 
ern Montana.  Less  than  $500,000  horsepower  is  de- 
veloped. It  may  also  be  noted  that  nearly  all  the  re- 
maining public  lands  are  located  in  the  Rocky  Moun- 
tain and  Pacific  States  and  Alaska.  East  of  the  :\Iiss- 
i.-sippi  river  are  20,000,000  horsepower  of  water  and 
only  4,000,000  developed. 

In  the  Columbia  river  valley,  between  the  Rocky 
Mountains  on  the  east  and  the  Cascades  on  the  west, 
there  is  sufficient  water  for  all  purposes  of  the  pres- 
ent day  and  for  generations  to  come,  including  the 
operation  of  all  the  railroads  and  irrigation  projects 
we  shall  ever  need,  all  the  manufacturing  we  shall 
ever  do  and  all  the  cities  we  shall  ever  build.  That 
water-power  is  so  great  that  if  10,000  horsepower  of 
it  on  an  average  should  be  developed  every  year,  it 
would  take,  2400  years  before  all  of  it  would  be  in  use, 
and  when  once  in  use  it  would  be  so  for  all  time.  If 
we  w?re  to  harness  100.000  horsepower  a  year,  it 
would  require  more  than  240  years  to  develop  all  of  it. 

Water-powers  are  local  and  confined  in  their  oper- 
ation to  comparatively  small  areas.  Each  community 
needs  power  to  manufacture  its  raw  materials.  If 
the  land  upon  which  these  powers  are  located  is  re- 
stored to  entry  under  existing  laws,  the  titles  for 
the  most  part  will  go  to  bona  fide  settlers  living  in 
the  several  communities,  and  will  largely  be  developed 
by  local  capital.  Water-powers  on  public  lands  are 
not  located  in  cities,  but  in  the  wilderness  or  in 
sparsely  settled  districts,  and  if  the  power  should  be 
a  large  one,  it  will  take  many  years  for  its  full  de- 
velopment. No  man  can  afiford  to  devote  his  time 
and  money  developing  such  a  power  under  a  lease- 
hold. He  needs  the  title  in  fee  simple.  He  is  not 
Viuilding  for  himself  alone,  but  for  posterity. 


'i"he  go\'ernment  should  cancel  its  withdrawal  of 
those  lands  and  dispose  of  them  to  the  people  who 
need  them  and  will  use  them.  In  the  very  natvire 
of  the  case  there  can  be  no  monopoly  in  this  matter. 
The  States  respectively  own  the  water  in  the  rivers 
within  their  boundaries,  subject  only  to  the  right  of 
navigation,  which  is  controlled  by  the  federal  gov- 
ernment. This  principle  is  so  generally  recognized 
that  every  well-read  lawyer  is  familiar  with  the  decis- 
ions of  the  courts  justifying  it. 

Each  State  has  full  power  In  regulate  the  water- 
powers  within  its  ijoundaries,  and  the  federal  go\ern- 
ment  shoiUd  either  give  the  settler  the  title  in  fee 
simple  to  those  lands,  or  turn  the  lands  containing 
water-powers  and  coal  and  minerals,  over  to  the 
States.  The  present  ]iolicy  is  retarding  development, 
and  progress  nnist  soon  cease  unless  it  can  be 
changed.  The  people  should  be  given  every  oppor- 
tunity to  develo])  the  couiitry  in  which  they  live.  .-Xs 
the  .State  already  owns  the  water,  why  should  it  not 
own  the  land  also?  All  these  lands,  with  coal  and  min- 
eral and  other  dejiosits  should  be  turned  over  to  the 
States,  which  alone  have  the  power  to  take  and  to 
regulate  the  industries  tliat  may  result  fron'i  these 
mineral  resources. 

Many  water-powers  in  our  territory,  including  a 
large  number  along  the  .Snake  river,  have  been  with- 
drawn by  the  government  recently,  and  the  result 
today  is  that  numerous  ])rojects  to  establish  nianu- 
facturies  are  held  up.  Capitalists  and  owners  of  fac- 
tories in  the  New  England,  eastern  and  middle  west- 
ern States  would  operate  more  mills  and  plants  in  our 
country,  but  under  existing  regulations,  which  I  Imld 
are  unlawful,  these  men  cannot  secure  the  land  they 
must  ha\e  if  they  are  to  develop  the  power.  Under 
the  old  law.  which  gave  any  person  the  right  to  select 
land  and  develop  power,  the  water-power  of  the  East 
has  all  been  developed.  It  is  in  private  hands  and 
has  been  from  the  beginning. 

^^'hat  we  desire  is  the  opportunity  for  any  man 
in  the  United  States  to  come  to  our  country  and  get 
water  and  otherwise  assist  in  developing  our  re- 
sources. We  do  not  want  the  country  standing  idle, 
and  the  water  running  to  the  ocean  as  it  has  been 
doing  for  countless  thousands  of  years.  The  way  to 
get  population,  wealth,  revenue,  cities,  manufacturing 
establishments,  churches  and  schools  into  our  country 
is  to  develop  these  water-])Owers.  Spokane,  now  a 
city  of  125,000,  has  grown  because  it  is  built  on  an 
immense  water-power.  There  are  many  other  e(|ually 
valuable  water-powers  in  the  Northwest  and  they 
ought  to  be  developed.  \\'e  should  ha\e  cities  of  fmm 
50,000  to  150,000  all  iner  the  western  country  and  we 
would  have  them  if  permitted  to  develop  the  wealth 
at  (lur  doors." 


'President  of  Western  Conse'vation  League  and  Chairman 
of  Spokane  delegation  of  National  Conservation  Congress  in  St. 
Paul,  September  5  to  9. 


An   examination  for  inspector  of  construction   is 

announced  by  the  United  States  Civil  Service  Commis- 
sion on  October  5.  igio.  to  fill  a  vacancy  in  the  posi- 
tion of  inspector,  qualified  as  a  good  all-round  build- 
ing inspector,  male,  at  $900  per  annum,  in  the  Quar- 
termaster's Department  at  Large,  Fort  Crockett.  Tex., 
and  vacancies  as  they  may  occur  in  any  branch  of  the 
service  requiring  similar  qualifications. 
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METHODS  OF  OBTAINING  BUSINESS.' 

KV    A.    C.    m'miCKEN. 

Probably  no  suljjecl  to  be  presented  at  this  con- 
vention covers  so  wide  a  field  and  presents  so  many 
topics  for  discussion  as  "Methods  of  Obtaining  Busi- 
ness," and  certainly  no  subject  has  been  more  cussed 
and  discussed  by  central  station  managers. 

About  ten  years  ago,  in  Denver,  Colo.,  Henry  L. 
Doherty  conceived  the  idea  of  "going  after"  business 
for  the  central  station  instead  of  following  the  time- 
worn  custom  of  letting  the  business  present  itself. 
This  was  the  real  beginning  of  the  commercial  depart- 
ment of  central  station  business  and  you  are  all  familiar 
with  the  wonderful  success  of  Mr.  Doherty's  scheme. 
A  few  companies  previous  to  that  time  had  mack- 
weak  endeavors  toward  commercial  organizations,  but 
none  had  conceived  the  organization  perfected  by  H. 
L.  Doherty  and  none  had  met  with  much  success. 

The  commercial  department  is  the  first  requisite 
in  the  business-getting  game.  Due  to  the  extremely 
rapid  growth  of  our  Pacific  northwestern  cities  ag- 
gressive commercial  departments  were  not  considered 
a  neecssity  until  a  few  years  ago.  Central  station 
managers  had  difficulty  in  caring  for  the  wonderful 
natural  increase  in  business  and  few  could  see  where  a 
commercial  or  new  business  department  would  be  of 
much  benefit. 

W'e  are  all,  now,  fully  aware  of  the  absolute  neces- 
sity of  a  business-getting  department  in  both  large  and 
small  cities.  Especially  is  this  true  of  the  small  plant 
even  if  the  department  consists  of  but  one  good  man. 
Stations  in  cities  of  5000  or  more  can  afford  a  commer- 
cial man.  It  is  manifestly  unwise,  if  not  impossil)lc, 
for  the  small  plant  manager  to  add  to  his  duties  as 
superintendent,  bookkeeper,  and  lineman,  the  work  of 
commercial  manager  and  solicitor.  This  is  the  age  of 
specialization  and  trained  commercial  men  are  just  as 
necessary  as  electrical  engineers. 

The  good  commercial  man  has  established  his  po- 
sition- as  of  equal  importance  with  the  engineer,  and 
who  can  say  that  the  day  is  not  near  at  hand  when 
the  commercial  manager  will  overshadow  the  engineer. 
Commercial  -work  no  longer  merely  constitutes  solic- 
iting for  business,  but  now  in  a  great  measure  dic- 
tates company  policy. 

The  regular  commercial  organization  consisting 
of  the  manager,  the  district  representatives  or  solici- 
tors, the  power  man,  the  sign  man,  illuminating  engi- 
neer, and  other  specialty  men  is  doubtless  familiar  to 
all  of  us.  It  is  needless  to  say  that  the  success  of  the 
commerciaf  department  depends  entirely  uponthe  per- 
sonel  of  the  men  composing  it  and  the  support  given 
it  by  the  company. 

One  of  the  greatest  assets  in  getting  business  is 
publicity — advertising,  if  you  please.  Many  central 
stations  are  slow  to  realize  the  benefits  of  intelligent, 
educating,  intere.sting  advertising.  Educate  the  public 
to  the  necessity  of  electricity  and  variety  of  its  appli- 
cation and  you  have  paved  the  way  for  your  represent- 
atives "call"  which  is  sure  to  show  unexpected  results. 
Many  central  station  managers  use  a  little  space  in  the 
daily  papers  for  the  sake  of  friendship  of  the  paper. 


iPaper  read  at  convention   N.  W.  Electric   Ligiit  &  Power  .Association. 
Seattle.  Wash..  Aug.  26-29.  1910. 


and  usually  run  some  hackneyed  phrase  year  in  and 
\ear  out.  This  is  not  advertising.  Both  newspaper 
and  bill-board  advertising  can  be  used  with  the  most 
gratifving  results.  Illuminated  bill-boards  calling  the 
attention  in  a  concise,  catching  way  to  electric  heating 
and  cooking  devices  and  high  efficiency  lamps  have 
proved  their  worth.  In  newspapers,  bulletins  should 
Ije  run  familiarizing  the  public  with  operating  as  well 
as  commercial  conditions.  Other  bulletins  should  also 
be  published  explaining  the  operation  of  motors  on 
various  power  applications,  the  use  and  design  of  cook- 
ing and  heating  utensils,  fans,  high  efficiency  lamps, 
the  necessity  of  scientific  illumination  of  stores  and 
other  l)uildings,  and  decorative  lighting.  "Flyers" 
should  be  enclosed  with  the  monthly  bills  calling  at- 
tention to  some  particular  household  device  such  as 
toasters,  irons,  etc.  Most  of  the  largest  central  sta- 
tions in  the  country,  such  as  New  York,  Boston,  Chi- 
cago, and  Philadelphia  advertise  very  extensively  in 
these  ways  with  most  gratifying  results. 

The  display  room  as  an  advertising  and  business 
getting  medium  must  not  be  overlooked.  Too  much 
stress  cannot  be  laid  on  the  value  of  such  a  room.  In 
Portland  we  have  a  demonstrator  on  duty  at  all  times 
to  give  practical  demonstrations  of  the  use  and  effi- 
ciency of  various  heating  and  cooking  utensils.  Her 
reports  for  the  first  six  months  of  this  year  show  that 
her  sale  of  electrical  devices  has  averaged  better  than 
$600  per  month ;  this  does  not  include  the  ordinary 
sales  made  in  our  electric  store  but  onl\'  her  personal 
work.  That  the  addition  of  this  class  of  business  to 
our  load  is  most  desirable  goes  without  saying. 

In  many  of  the  larger  cities  of  the  country,  the 
display  room  is  combined  with  a  retail  store  where 
most  of  the  devices  displayed  are  also  sold.  Chicago, 
Boston,  Philadelphia,  St.  Louis,  Denver  and  others  fol- 
low this  method.  In  most  of  these  places  standard 
retail  prices  are  maintained  and  the  stores  are  self- 
sup])orting  and  profitable.  In  a  few  cases  goods  are 
sold  at  cost  with  a  view  of  stimulating  sales.  It  is  be- 
lieved that  this  practice  is  bad  as  it  interferes  with 
exploitation  by  supply  dealers,  and  destroys  their  in- 
terest. If  central  stations  sell  appliances,  it  should 
be  at  regular  retail  prices. 

Many  central  stations  sell  current  consuming  de- 
vices on  installments  which  is  unquestionably  a  good 
scheme  if  closely  watched  for  credit.  Chicago  recently 
distributed  2500  electric  toasters,  payments  being  made 
at  $0.40  per  month  for  12  months.-  Collections  were 
made  with  the  monthly  lighting  bill. 

We  have  recently  tried  what  we  call  "District 
Demonstrating"  with  excellent  results.  In  diif'erent 
parts  of  our  city  arrangements  were  made  to  hold 
demonstrations  of  electric  heating  and  cooking  devices 
in  the  leading  grocery  and  mercantile  stores.  Cards 
were  mailed  to  the  house-wives  in  the  territory  in 
which  the  demonstration  was  to  be  made  inviting  them 
to  attend.  .An  attractive  window  display  of  electric 
devices  was  installed  and  the  demonstration  lasting 
one  or  tw^o  weeks  was  conducted  by  our  regular  dem- 
onstrator. --Ml  manner  of  devices  were  on  sale,  a  per- 
centage of  the  profits  going  to  the  proprietor  of  the 
store,  thus  compensating  him  for  the  floor  space  used. 
A  solicitor  was  also  on  duty  at  all  of  the  demonstra- 
tions and  a  large  amount  of  residence  lighting  was  se- 
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cured  solely  through  the  desire  of  the  housewives  to 
use  electric  irons  and  other  devices. 

The  securing  of  residence  business  has  been  a  pop- 
ular topic  for  discussion  for  some  time  past  and  numer- 
ous articles  have  been  published  in  the  various  elec- 
trical journals  which  have  thoroug^hly  covered  this 
very  interesting  problem. 

From  the  number  of  inquiries  received  I  find  that 
many  central  station  managers  have  asked,  "To  what 
extent  is  the  central  station  justified  in  doing  free  wir- 
ing?" This  question  arises  from  the  fact  that  in  many 
of  our  cities  a  large  number  of  the  older  residences  and 
buildings  have  never  been  wired,  due  either  to  the  gas 
company  being  in  the  field  first,  or  to  the  fact  that  at 
the  time  of  building  electric  lighting  rates  were  pro- 
hibitive. We  believe  it  is  both  unnece-ssary  and  unwise 
for  the  central  station  to  do  any  free  wiring. 

One  of  the  members  of  this  .Association  informs  me 
that  he  was  able  to  add  more  than  looo  residences  to 
the  load  of  the  central  station  by  wiring  the  houses  at 
cost  for  the  consumer  and  allowing  him  to  pay  for  this 
wiring  in  monthly  installments  covering  a  period  not 
longer  than  five  months.  This  was  all  done  without 
loss  to  the  central  station. 

Probably  the  most  essential  requisite  to  all  central 
stations  is  a  good  "power"  load.  P>y  the  word  "power" 
1  mean  all  uses  for  electrical  energy  other  than  for  ordi- 
nary lighting.  This  is  the  most  difficult  business  to  se- 
cure and  it  is  at  the  same  time  the  most  desirable  from 
every  viewpoint.  In  thinking  of  the  word  "power," 
motor  applications  first  come  to  mind.  I  believe  that 
none  of  us  have  had  much  difficulty  in  securing  small 
motor  loads,  for  the  public  generally  realizes  that  no 
drive  compares  with  the  electric  motor  in  efficiency 
and  cost  of  operation  for  small  power  purposes.  Our 
greatest  difficulty  arises  in  securing  power  business 
from  the  larger  manufacturing  industries  who  have  suf- 
ficient load  to  warrant  the  installation  of  steam  or  other 
motive  power  than  electricity.  Six  years  ago  in  Port- 
land the  motor  load  consisted  of  about  400  motors  ag- 
gregating about  3500  horsepower.  This  load  cotisisted 
most]}'  of  electric  elevators  and  small  motor  installa- 
tions, machine  shops,  printing  shops,  etc.  Owing  to 
the  low  price  of  fuel  easily  obtained  from  the  numerous 
sawmills  in  the  city,  most  of  the  larger  manufacturing 
concerns  were  operating  by  steam.  Fuel  oil  at  that 
time  sold  for  65c  per  barrel.  A  systematic  campaign 
was  instituted  to  win  over  as  much  of  this  business  as 
possible.  All  of  the  different  manufacturers  were 
classified  under  their  respective  business,  foundries, 
machine  shops,  printers,  planing  mills,  brick  yards, 
etc.  Data  was  secured  showing  the  hours  of  opera- 
tion, the  amount  of  power  used  and  the  approximate 
operating  expense.  If  the  engines  or  boilers  were 
old  or  in  poor  condition  special  note  was  made  of  this 
fact  and  these  firms  w-ere  placed  at  the  head  of  the  list 
as  the  best  prospects. 

Literature  on  electric  (lri\e  was  mailed  from  time 
to  time  and  in  this  manner  much  interest  was  aroused. 
Personal  solicitation  and  good  hard  work  won  over  a 
majority  of  these  concerns,  but  a  number  of  the  larger 
manufacturing  firms  could  not  be  reached.  The  com- 
pany then  decided  to  put  in  three  or  four  complete 
motor  installations  in  some  of  the  largest  and  most 
representative  factories  and  assume  all  the  expense 
of  a   ninety-day   trial.      If   the   installation   proved    as 


represented  at  the  end  of  ninety  days,  the  customer 
was  to  purchase  same  outright;  if  not  satisfactory,  the 
company  was  to  bear  all  expense.  This  was  done  and 
proved^ entirely  satisfactory.  Numerous  manufactur- 
ers who  had  previously  been  very  skeptical  were  now 
ready  to  talk  electric  power  and  new  confidence  in  the 
company  was   inspired. 

A  special  power  man  is  always  in  the  employ  of 
the  company  who  not  only  looks  out  for  every  oppor- 
tunity to  install  electric  drive,  but  also  makes  sug- 
gestions for  bettering  the  installations  of  present  cus- 
tomers. In  many  instances  he  is  called  upon  to  "lay 
out"  the  entire  equi]>ment  of  machine  shops,  factor- 
ies, etc.  This,  of  course,  presents  splendid  opportuni- 
ties for  ap])lying  motors.  \'ery  friendly  relations  are 
maintained  with  machinery  houses,  architects  and 
engineers,  and  through  them  new  business  op]iortuni- 
ties  are  located  [promptly. 

-As  a  result  of  systematically  following  up  power 
prospects  we  have  at  present  a  motor  load  aggregat- 
ing 25,000  horsepower. 

Other  uses  fc)r  electric  energy  which  may  properly 
come  under  the  heading  "power"  and  which  are  more 
or  less  special  applications  and  must  be  treated  as  such 
are,  mercury  arc  rectifiers,  battery  and  automobile 
charging,  cooking,  heating,  and  industrial  appliances; 
dental  and  tonsorial  apparatus,  artificial  refrigeration, 
\acuum  cleaning,  blowers,  musical  instruments;  the 
use  of  current  in  hospitals,  bakeries,  confectionery 
and  ice  cream  factories,  etc.  In  securing  this  class  of 
business  it  is  essential  that  a  trained  man  be  employed 
to  devote  his  entire  time  and  energy  to  this  work. 

Too  much  attention  cannot  be  given  to  the  elec- 
tric automobile  business.  .Some  stations  are  selling 
"electrics"  keeping  one  or  more  men  soliciting  and 
having  a  car  on  display  in  their  display  room  and  dem- 
onstrating to  customers  as  desired.  Some  maintain 
a  charging  and  repair  station.  Others  co-operate  with 
dealers  b\-  running  strong  ads  in  the  newspapers.  It 
is  rapidly  becoming  a  large  factor  in  current  consump- 
tion and  no  station  can  afford  to  overlook  it.  It  is 
new  business  of  the  newest  kind. 

Of  the  lighting  business,  the  long  hour  burning 
"commercial"  customer  is  the  most  desirable.  Multi- 
tudinous are  the  ways  of  securing  patronage  and  too 
much  credit  cannot  be  given  the  solicitor  who  works 
in  the  business  territory.  A  knowledge  of  illuminat- 
ing engineering  is  very  essential  to  the  solicitor  in 
the  business  territory  as  his  suggestions  for  better 
illumination  are  usually  gratefully  received  and  are 
the  means  of  securing  and  holding  many  desirable 
customers. 

In  the  larger  cities  I  believe  that  the  Illuminating 
Engineering  Department  is  an  absolute  necessity. 
The  work  done  by  the  Illuminating  Engineering  De- 
partment in  Portland  in  the  three  years  past  fully 
bears  out  this  statement.  At  the  present  time  three 
men  comprise  this  department.  Their  entire  time  is 
devoted  to  improving  the  standard  of  illumination, 
both  of  business  already  on  our  lines  and  new  busi- 
ness about  to  be  added.  The)'  are  in  close  touch  with 
all  of  the  architects  and  so  friendly  are  our  relations 
that  with  one  exception  all  of  the  architects  submit 
the  plans  of  new  buildings  and  stores  to  us  for  com- 
l)lete  lighting  schemes  and  specifications.  In  this  way 
we  are  able  to  encourage  better  illumination,  to  hold 


September  3,   1910] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


217 


up  the  wattage  where  high  efficiency  lamps  are  used, 
and   best   of  all,   to   have   satisfied   customers   on    our 
'books. 

In  Portland  the  introduction  of  high  efficiency 
lamps  has  been  a  boon  and  not  a  detriment.  They  have 
made  it  possible  for  us  to  successfully  compete  with 
gas  both  in  illumination  and  in  cost.  Hundreds  of 
gas  arcs  have  been  replaced  with  the  jNIazda  lamps 
and  it  has  been  possible  to  add  much  desirable  busi- 
ness on  already  established  lines.  In  almost  every 
instance  where  arc  lamjjs,  Xernst  lamps,  gem  and  car- 
bon filament  lamps  ha\e  been  replaced  with  the 
Mazda  lamp,  high  efficiency  lamps  of  equal  wattage 
have  been  installed  on  the  basis  of  more  li.ght  for 
the  same  money. 

Controlled  flat  rate  service  which  includes  sign 
and  bill-board  lighting,  window^  lighting  and  orna- 
mental street  lighting  is  most  desirable  both  from  the 
viewpoint  of  income  and  load.  In  the  year  past  we 
have  been  paying  particular  attention  to  sign  and 
boulevard  post  lighting.  This  class  of  business  brings 
a  revenue  of  $111.50  per  kw.  year  and  is  also  most  val- 
uable advertising.  Of  the  two,  post  lighting  is  the 
hardest  to  secure,  as  our  company  did  not  care  to 
carry  an  investment  of  from  $75.00  to  $100.00  per 
post  and  great  difficulty  was  experienced  in  selling 
the  posts  to  the  customer.  We  finally  evolved  a 
scheme  of  organizing  street  improvements  associations 
composed  of  all  the  property  owners  on  a  street.  This 
was  done  by  inducing  the  property  ow'ners  who  were 
favorable  to  boulevard  post  lighting  to  call  a  mass 
meeting  of  the  pro]>erly  owners  on  their  street  on  one 
pretext  or  other,  thus  giving  us  an  opportunity  to  pre- 
sent the  plan. 

This  was  first  done  on  Seventh  street  and  so  en- 
thusiastically was  the  jilan  for  lighting  Seventh  street 
received  that  the  property  owners  incorporated  under 
the  name  of  the  Seventh  Street  Improvement  .Associa- 
tion and  we  secured  the  illumination  of  the  entire 
street — the  association  buying  the  posts  and  contract- 
ing -with  us  to  light  the  same  for  fi\e  years.  .\  few 
of  the  property  owners  who  were  not  in  faxor  dI  this 
lighting  were  soon  ])rought  into  line  by  the  owners  of 
adjoining  property.  The  illumination  of  one  street 
create  a  demand  for  tliis  lighting  on  other  streets 
and  where  w^e  were  not  successful  in  forming  street 
associations,  we  were  able  to  sell  the  post  to  the  in- 
dividual property  owner.  In  no  case  was  less  than  a 
five-year  lighting  contract  made.  .\t  the  present  time 
we  have  installed  some  445  posts. 

Many  central  stations  I'lave  special  electric  sign 
departments  where  signs  are  designed,  built  and  sdjd 
to  the  customer.  Some  central  stations  rent  or  lend 
electric  signs  to  their  customers  but  this  plan  is  oi)en 
to  many  objections.  It  is  unquestionably  better  to 
have  the  customer  own  his  sign,  for  he  will  not  be 
so  ready  to  have  it  taken  down  if  he  tires  of  it  and 
he  will  be  more  particular  about  having  "something 
different"  from  his  competitor.  In  electric  sign  busi- 
ness "variety"  is  an  absolute  necessity.  Nothing  will 
kill  sign  business  so  quickly  as  a  sameness  of  appear- 
ance and  design. 

I  wish  to  emphasize  the  necessity  of  trained  com- 
mercial men.  Too  much  value  cannot  be  placed  on  the 
services  of  competent,  versatile  commercial  representa- 


tives, as  no  lousiness  requires  a  greater  knowledge  of 
more  subjects  than  central  .station  commercial  work. 

Summarizing. 

Constant  solicitation  on  established  feeders.  Am- 
ple, trained,  soliciting  capacity  to  see  and  develop  new 
fields.  Advertising  in  attractive  and  varied  form. 
Display  rooms  well  equipped  with  current  consuming 
devices.  Popular  demonstration  of  electrical  appli- 
cations. Engineering  advice  available  free  to  custom- 
ers. 

Let  us  hope  that  the  future  sessions  of  this  con- 
vention will  devote  more  thought,  more  interest,  and 
more  time  to  this  important  feature  of  central  station 
management.  The  Commercial  Day  session  should 
and  must  be  given  more  prominence.  Let  us  have  it 
a  clearing  house  of  information  that  will  be  of  ines- 
timable \ahie  to  ever^-  member  of  this  association. 


ITALY'S   ELECTRICAL  UTILIZATION. 

liiiitinued  activity  is  noted  by  Consul  John  O. 
Wood  of  Venice  in  the  exploitation  of  new  hydro- 
electric plants  of  North  Italy.  Work  is  progressing 
rai)i(lly  (in  the  yooo-h.p.  works  at  Ponte  della  Serra  in 
the  Province  of  r)elluno,  under  the  direction  of  three 
electrical  companies,  one  of  which  is  the  Edison  ;  Ital- 
ian company),  whose  central  office  is  located  in  Milan. 
The  Milani  hydro-electrical  plant,  producing  a  force 
of  10,000  horsepower,  was  inaugurated  in  November, 
near  the  city  of  Verona.  The  electrical  equipment  was 
sup])lie<l  by  the  Westinghouse  Company  of  Havre. 

liilectric  car  lines  are  springing  up  in  all  parts  of 
this  district,  enormously  stimulated  by  the  cheap  elec- 
tric jiower.  The  State  frequently  subsidizes  these 
com])anies,  as  in  the  case  of  the  line  from  P)elluno  to 
Pieve  di  Cadcjre,  which  will  receive  $115  per  kilometer 
(0.62  of  a  mile).  Railroad  activities  are  also  pro- 
gressing. The  line  from  P)ologna  to  Verona  is  nearing 
com])leti<in,  much  to  the  regret  of  the  citizens  of  Padua 
and  Vicenza,  for  these  cities  will  be  cut  off  from  the 
international  line  to  and  from  iMilan  and  Bologna,  and 
incidentally  Venice  will  lose  many  visitors  who  have 
been  accustomed  to  stop  off  at  Padua  and  pay  a  little 
visit  to  Venice  before  proceeding  north  or  south 


Examination  for  electrical  assistant  is  announced 
bv  the  I'nited  States  Civil  Service  Commission  on  Oc- 
tober 5,  1910,  to  fill  a  vacancy  in  the  position  of  elec- 
trical assistant  in  the  Si,gnal  Service  at  Large,  at  New 
York  City,  at  $1500  per  annum,  and  vacancies  requir- 
ing similar  qualifications  as  they  may  occur  in  any 
branch  of  the  service.  The  examination  will  consist  of 
practical  questions  in  electrical  science,  practical  ques- 
tions in  the  installation  of  electrical  instruments  and 
construction,  with  particular  attention  to  cable  instal- 
lation, inspection  and  testing,  training  and  experience. 
Applicants  should  be  thoroughly  familiar  with  the  prac- 
tical side  of  electricity  as  applied  to  telegraph,  tele- 
phone, and  cable  engineering,  and  should  have  a  practi- 
cal knowledge  of  the  methods  of  manufacture  of  subter- 
ranean, aerial,  and  submarine  cables,  both  rubber  and 
paper  insulated,  and  insulated  wires  of  various  kinds, 
and  of  the  properties  both  physical  and  chemical  of  the 
substances  used   in  the  process  of  their  manufacture. 
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HOW  CAN  A  PUBLIC  UTILITY  CORPORATION 

BEST  SECURE  AND  RETAIN  THE  FAVOR 

OF  THE  PUBLIC? 

11V     KniTH     T.     TAVl-OK.' 

A  public  service  corporation,  working  on  the 
right  principle,  desires  the  friendship  of  the  people 
it'^serves  and  of  the  public  at  large.  It  is  not  the  in- 
dividual alone,  it  is  the  corporation  that  wants  the 
favor  of  the  city  that  gives  them  a  franchise;  to  win 
the  approval  of  the  City  Council,  not  merely  for  the 
good  it  will  do  them,  but  for  the  sake  of  promoting 
good  fellowship.  It  courts  the  favor  of  the  news- 
papers, who  can,  in  a  few  lines,  make  or  mar  a  situa- 
tion which  is  all-important  to  the  company.  All  these 
things  conspire  to  win  approval,  and  approval  begets 

friendship. 

The  public  service  corporation  is  not,  and  cannot 
be  a  success,  without  friendship— for  it  is  the  spirit 
of  the  age  to  make  an  artistic  triumph  of  the  business 
in  which  we  engage,  which  cannot  fail  to  excite  the  re- 
spect and  admiration  of  the  world  we  serve,  and 
respect  and  admiration  are  synonymous  with  friend- 
ship. And  it  is  more  and  more  realized  that  without 
friends  a  business  cannot  continue  to  rise  and  grow 
to  the  benefit  of  those  vitally  interested.  For  a  time 
a  company  may  hold  full  sway  and  conduct  things  in 
a  high-handed  manner;  but  by  and  by  the  field  is 
entered  by  competitors,  who  will  play  merry  mischief 
with  the  concern  which  is  not  safe-guarded  by  the 
warm  friends  that  should  rightfully  belong  to  it. 

Anv  business  appreciates  that  first  necessity,  to 
produce'  goods  which  are  pleasing;  and,  second,  to 
render  a  service  that  is  satisfactory.  The  public  serv- 
ice corporation  faces  a  difficult  proposition,  as  com- 
pared with  other  types  of  business,  inasmuch  as  its 
field  is  so  large  that  there  is  the  greater  chance  of 
complaints;  but  consistant  endeavor  must  be  exerted 
to  smooth  out  all  troubles  and  satisfy  all  complaints. 
The  public  utility  must  market  a  perfect  product,  or, 
if  not  perfect,  it  is  as  nearly  so  as  science  and  invent- 
ive genius  have  up  to  the  minute  made  possible.  It 
must,  then,  strive  to  give  satisfactory  service,  and 
every  conceivable  opportunity  to  improve  either  pro- 
duct or  service  is  to  be  grasped  with  avidity. 

The  human  mind  is  constantly  evolving  schemes 
(we  call  them  inventions)  which  the  manufacturers, 
always  on  the  alert  for  improvements,  hear  of,  investi- 
gate, and,  finding  acceptable,  adopt.  The  public  may 
well  be  kept  advised  of  the  addition  or  advancement, 
as  may  be  the  case,  and  it  will  watch  results  eagerly. 
People  are  in  the  main  charitable,  but  they  like  once  in 
a  wliile  to  be  taken  into  the  confidence  of  a  corpora- 
tion, whom  they  are  all  too  ready  to  conclude  is  guilty 
of  dark  conspiracy.  ^lake  a  bid  for  their  interest  and 
sympathy.  Let  them  know  about  some  of  the  obsta- 
cles that  a  big  service  has  to  meet  and  overcome,  and 
arouse  their  interest  by  our  efforts  to  please.  The  at- 
titude of  aloofness  is,  I  believe,  much  too  prevalent 
among  the  public  utility  corporations. 

Therefore,  with  never-ceasing  ambition  to  make 
its  product  as  highly  satisfactory  as  money  and  brains 
permit,  the  major  consideration  is  how  to  give  serv- 
ice to  the  consumer  that  shall  be  above  approach. 


(  Vol.  X.XV— No.  10 


'Paper   in   the   Prize   Competition 
Falls    Gas    Light    Company. 


instituted   by   the   Spokane 


Here  comes  in  the  power  of  the  employes.  The 
outside  men  are  chosen  on  account  of  their  fine  appear- 
ance, aggressiveness,  desire  to  please  and  general 
"snap."  Armed  with  an  absolute  and  thorough  knowl- 
edge of  the  business  they  represent,  they  go  out  to  face 
our  consumers.  They  are  the  firm's  best  asset,  the 
representative  in  every  sense.  They  must  be  cour- 
teous under  all  circumstances,  patient  and  long- 
sufifering  many  times;  they  must  be  sympathetic,  in- 
terested and  strive  to  win,  if  not  a  customer,  at  least 

a  friend. 

(Jlher  employes  meet  the  consumer  in  other  ways, 
and  most  important  is  the  attitude  of  these  employes 
toward  the  company.  All  at  times  have  their  griev- 
ances, real  or  fancied,  but  these  should  never  be  aired 
in  public.  A  spirit  of  loyalty  should  at  all  times  pos- 
sess the  conscientious  employe,  and  he  should  never 
fail  to  speak  well,  and  with  praise,  of  the  company 
for  which  he  works  and  from  which  he  gets  his  pay. 

The  public  utility  has  always  a  carefully  organized 
complaint  department,  probably  the  most  important 
department  from  the  standpoint  of  winning  and  keep- 
ing friends.  .Assuming  that  such  a  department  is 
backed  by  an  honest  purpose  on  the  part  of  the_  com- 
pany, which  is  absolutely  essential,  each  member  of 
the  complaint  department  meets  the  consumer,  not 
alone  with  the  courtesy  which  pleases,  serious  interest 
in  the  trouble  exhibited,  and  with  an  assurance  of 
ready  relief  and  thorough  attention  to  the  complaint, 
but  is  able  furthermore  to  know  that  every  assertion 
he  makes  is  going  to  be  backed  up  by  the  other  de- 
partments, which,  with  the  all-imperative  co-operation 
their  employers  insist  upon,  will  each  do  his  part  to 
see  the  matter  through  to  a  conclusion  to  make  an 
absolute  adjustment  of  the  trouble.  But  we  must  not 
rest  here.  We  must  not  lose  the  interest  vve  have 
aroused  in  ourselves,  nor  suffer  the  approval  of  the 
erstwhile  complainant  to  lapse  and  grow  cold.  We 
must  keep  after  the  matter,  communicating  with  the 
consumer  to  let  him  feel  that  it  is  as  much  a  matter 
of  weight  with  us  as  if  it  personally  concerned  our- 
selves. We  will  make  a  friend  and  keep  him.  And 
one  friend  gained  is  of  inestimable  benefit,  and,  after 
all,  our  best  advertiser.  The  world  is  full  of  kind 
hearts,  and  there  are  very  few  people  who  would  not 
rather  be  friends  than  enemies,  no  matter  to  whom  or 

what. 

Courteous  treatment  of  the  public  at  the  com- 
pany's place  of  business,  I  think,  does  more  to  create 
a  favorable  impression  than  many  realize.  Put  your- 
self in  the  customer's  place.  We  all  like  to  go  into 
i:  place  of  business  where  vve  don't  have  to  wait-and- 
wait,  while  an  employe  stands  in  a  pre-occupied  man- 
ner, giving  attention  to  something  that  might  better 
wait  a  time.  We  like  to  be  treated  as  though  our 
patronage  is  valued;  in  short,  we  like  attention.  It 
is  human  nature,  that's  all. 

.\11  departments,  working  together,  form  a  high 
class  institution ;  keen  business  men  are  quick  to  note 
the  careful,  businesslike  methods.  Bill  payers  appre- 
ciate the  efforts  to  set  right  an  error  and  save  further 
difficulties,  and  adverse  criticism  is  turned  to  praise, 
so  that  we  will  one  day.  and  in  the  very  near  future, 
be  able  to  adopt  the  slogan  of  a  notable  advertiser 
and  say,  "^^'e  are  advertised  by  our  loving  friends." 
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968,082.  Movable  Crest  for  Dams.  Phillip  Savard  and  Ai- 
tliur  Savard,  Omaha,  Neb.  In  coiuljination  with  a  water  dam, 
a  rectangular  barrier  plate  disposed  longitudinally  of  and  hav- 
ing a  mounting  of  one  of  its  edges  upon  said  dam,  one  of  its 


sides  near  its  opposite  edge  being  provided  with  hollow,  air- 
tight compartments;  and  a  plurality  of  upright  braces  dis- 
posed in  alinement  adjacent  to  one  of  the  sides  of  said  bar- 
rier plate,  said  barrier  plate  adapted  to  have  upwardly  ar.d 
downwardly  swinging  movements  intermodiato  the  unpor 
ends  of  said  braces  and  the  other  surface  of  .^aid  dam. 

968,484.  Telephotograhpy.  Osias  Otto  Kruli,  Schenectady, 
N,  Y,,  assignor  to  General  Electric  Company.  In  a  telephoto- 
graphic  system,  a  luminous  tube  having  a  light  transmitting 


lit 
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window,  and  electromagnetic  means  for  varying  tlie  intensity 
of  light  at  said  window  to  correspond  with  the  variations  in 
current  received  from  a  distant  point. 

968,173.  Spark-Coil.  August  R.  Luschka,  Chicago,  III., 
assignor  to  Western  Electric  Company,  Chicago,  111.  An  in- 
duction coil  consisting  of  a  spool  provided  with  a  pi-imary  and 
a  secondary  winding,  each  end  of  said  spool  being  provided 


with  a  plurality  of  channels  in  its  periphery,  each  spool  end 
being  further  provided  with  a  radial  channel  communicating 
with  one  of  said  other  channels,  terminal  clips  for  the  primary 
connections  arranged  in  said  radial  channels,  and  a  secondary 
terminal  plate  carried  by  said  spool. 


968,206.  Art  of  Separating  Liquids  and  Apparatus  There- 
for. Lawrence  Strom,  Los  Angeles.  Cal.  A  process  for  phys- 
ically separating  oil  and  water  in  admixture  into  its  constit- 
uents, consisting  in  feeding  said  mixture  onto  a  rapidly  re- 
volving surface,  ejecting  said   mixture   from  said   surface  by 


centrifugal  force,  dividing  the  ejected  mixture  into  spray  and 
drops  by  projecting  it  against  an  obstacle,  and  leading  the  oil 
of  the  mixture  along  the  surface  of  said  obstacle  to  a  receiver 
leaving  the  water  of  said  mixture  to  be  separately  dealt  with. 

968,281.  Oil-Burner  and  Draft  Appliance.  Fred  A.  Stev- 
ens, San  Francisco,  Cal.  In  an  oil  burner,  the  combination  of 
II  pipe,  the  front  end  of  which  is  divided  by  a  horizontal  parti- 
tion into  parallel  steam  and  oil  passages,  said  passages  having 
greater  width  than  height  and  one  of  said  passages  having 
a  steam  inlet  and  the  other  an  oil  inlet,  a  barrier  at  the  front 
end  of  the  steam  passage  extending  across  the  same,  to  a 
point  adjacent  the  partiti(m  so  as  to  form  a  narrower  passage 


for  the  escape  of  steam,  said  barrier  being  disposed  just  be- 
neath the  discharge  end  of  the  oil  passage  whereby  the  jet 
of  steam  will  receive  the  oil  as  it  is  delivered  from  its 
passage  and  will  drive  said  oil  forcibly  forward  and  atomize 
it  and  mix  it  with  the  steam,  and  a  casing  or  box-like  exten- 
sion fitted  to  the  front  end  of  the  pipe  in  line  with  said  pas- 
sages, said  extension  having  a  height  in  excess  of  that  of  the 
front  end  of  the  pipe  whereby  openings  are  formed  above  and 
below  the  pipe  for  the  entrance  of  air  for  admixture  with  the 
oil   and   steam. 

968,441.  Electric-Heater  Combination.  .Tames  I.  Ayer, 
Cambridge,  .Mass.,  assignor  to  Simplex  Electric  Heating  Com 
pany,  Cambridge,  Mass.  The  combination  with  a  heater  pro- 
vided with  a  flat-top  heating  plate  having  electric  heating  re- 
sistance secured  to  its  under  side,  of  a  utensil  whose  contents 


--y 


is  to  be  heated,  one  of  said  parts  having  opposite  parallel 
longitudinal  flanges  substantially  co-extensive  with  the  length 
thereof  for  embracing  and  retaining  the  other  part  in  relative 
snug  sliding  engagement  in  the  direction  of  said  longitudinal 
flanges. 
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In  the  days  cit  (ild,  when  man  obtained  light  fnnii 
the  tallow  dip.  transportation  with  his  own  horse, 
water  from  his  spring,  and  in  fact 
Modern  provided  independently  for  himself 

Power  Stations  '"s  few  conveniences  of  life,  there 
was  no  necessity  of  cooperation  with 
anybody  as  far  as  he  was  concerned,  his  life  was  inde- 
pendent to  a  great  degree  and  there  was  no  necessit}' 
for  him  to  consider  anyone  else  or  to  work  with  his 
neighbor  to  make  existence  tolerable. 

The  hamlet  as  well  as  the  metropolitan  city  is  now 
provided  with  water,  fuel,  light  and  power  from  an  in- 
stallation which  in  the  majorit}-  of  cases  is  but  a  part 


Ol  a  great  system,  in  meeting  fully  and  adccjuately 
the  needs  of  the  people  the  efforts  of  a  great  man}'  men 
of  widely  different  professions  and  occupations  are 
necessary.  \'e\ertheless,  each  must  do  his  jjart  proj)- 
erly  and  accurately,  at  the  same  time  not  losing  sight 
of  the  necessity  of  adapting  his  plans  to  the  require- 
ments of  his  associates.  Expert  engineering  ability  of 
the  highest-  type  must  go  hand  in  hand  with  capable 
business  management  and  the  financial  prol)lems  also 
require  the  most  capable  handling. 

The  great  electric  power  system  begins  with  a 
])roper  conception  of  the  opportunity.  No  one, 
whether  engineer  or  financier,  not  naturally  endowed 
v/ith  imagination  and  good  judgment  should  be  fol- 
lowed verj'  far  in  a  proposed  utilization  of  natural  re- 
sources or  the  develoiJiiient  for  commercial  purposes 
or  a  newly  found  principle.  (Iranted.  however,  that 
the  work  to  be  done  will  be  of  real  value  in  the  future, 
one  is  almost  overwhelmed  vylien  he  begins  to  consider 
the  degree  of  engineering  al)ility  and  financial  acumen, 
coupled  with  sound  business  judgment  and  a  pro|>er 
consideration  of  the  rights  of  the  people,  which  are 
necessary  for  the  real  success  of  a  great  corporation 
such  as  an  extensi\e  light  and  ])ower  system,  .with 
which  the  great  cities  of  the  East  and  the  more  scat- 
tered civilization  of  the  West  are  both  becoming  more 
and  more  familiar  every  day. 

.As  a  necessary  part  of  such  development  there  is 
constantly  before  us  tlie  relation  of  munici])al,  state 
and  national  government  with  such  private  enterprises. 
It  is  evident  that  in  the  end  the  best  results  can  only 
obtain  if  complete  and  unqualified  co-operatioii  ac- 
tually results  from  the  comi^osite  eft'orts  and  work  of 
all  concerned.  L'nreasonaljle  delays  invariably  result 
in  loss  of  time,  money  and  opportunity.  If  one  wheel 
of  the  system  is  inoperative,  whether  from  ignorance, 
malice  or  any  other  reason,  the  success  of  the  plan  is 
jeopardized. 

What  a  degree  of  resjject  we  should  have  for  the 
work  of  those  to  whom  credit  is  due  when  contemplat- 
ing the  extent  of  the  development  of,  and  excellent 
service  rendered  by,  any  one  of  the  great  electric 
power  systems,  embracing  all  kinds  of  prime  movers, 
that  are  so  common  in  every  quarter  of  the  globe.  In 
every  instance  one  can  be  assured  that  the  best  efforts 
of  engineers,  managers  and  financiers  have  all  been 
freely  given  to  transform  the  brilliant  idea  of  someone 
with  a  great  imagination  into  the  physical  and  material 
development  which  is  represented  by  the  complete  in- 
stallation with  all  of  its  intricate  details  ready  to  serve 
a  great  people.  If  it  should  happen  then  that  in  our 
daily  life  we  are  fortunate  enough  to  be  a  small  part  of 
the  great  machine  of  progress  in  the  engineering 
world,  we  should  not  forget  that  our  work  must  of 
necessity  be  supplemented  and  in  manj-  cases  iipheld 
hv  others  whose  responsibilities  are  directed  in  an 
entirely  dift'erent  line.  It  is  necessary  to  w'isely  and 
without  hesitation  separate  the  true  from  the  false,  the 
reasonable  from  the  unreasonable,  the  sensible  from 
the  foolish.  To  be  wrong  and  to  fail  to  right  oneself 
when  given  the  opportunity  is  a  crime  of  which  no 
engineer,  general  manager,  financier  or  public  official 
should  ever  be  honestly  convicted  if  the  material  pro- 
gress of  the  latter  part  of  the  nineteenth  century  is  to 
continue  throughout  the  twentieth. 
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PERSONALS. 

Charles  C.  Moore,  of  Chas.  C.  Moore  &  Co.,  has  returned 
to  San  Francisco  after  an  outing  at  Lake  Tahoe. 

E.  G.  Dewald,  of  the  sales  department  of  the  Pelton 
Water  Wheel  Company,  was  at  Los  Angeles  last  week. 

Geo.  P.  Cooley,  of  the  firm  of  Buxbaum  &  Cooley,  of  Se- 
attle, has  returned  from  an  extensive  trip  in  the  Eastern 
States. 

Emory  Wishon,  assistant  manager  of  the  San  Joaquin 
Light  &  Power  Company,  of  Fresno,  spent  the  past  week  at 
San  FVancisco. 

H.  C.  Goldrick,  San  Francisco,  manager  of  the  Kellogg 
Switchboard  &  Supply  Company,  spent  the  past  week  in  the 
Pacific  Northwest. 

Melville  Dozier,  Jr.,  assistant  manager  of  the  Northern 
Electric  Railway  Company,  has  returned  to  Cliico,  Cal,,  from 
an  extensive  Eastern  trip. 

W.  G.  Clark,  consulting  engineer  for  the  North  Fork 
Power  Company  is  superintending  the  company's  hydro- 
electric plant  near  Dawson. 

R.  F.  Monges,  electrical  engineer  with  the  General  Elec- 
tric Company's  Portland  office,  is  spending  his  summer  va- 
cation with  relatives  at  Berkeley,  Cal. 

J.  W.  White,  sales  engineer  with  the  San  Francisco  office 
of  the  Fort  Wayne  Electric  Works,  is  spending  a  two  weeks' 
vacation  in  the  Santa  Cruz  Mountains. 

George  W.  Bacon,  of  F'ord,  Bacon  &  Davis,  electrical 
engineers  of  New  York,  arrived  from  the  East  last  week 
and  visited  his  firm's  San  Francisco  office. 

E.  C.  Jones,  manager  of  the  Gas  Department  of  the  Pacific 
Gas  &  Electric  Company,  returned  this  week  from  an  ex- 
tended tour  of  the   principal   Eastern   cities. 

I.  P.  Jones  has  resigned  from  the  U.  S.  Reclamation  Serv- 
ice at  North  Yakima,  Wash.,  to  join  the  staff  of  the  Sacra- 
mento  Valley   Irrigation   Company   at   Willows,   Cal. 

J.  Hyderdahl  Hansen,  a  hydraulic  engineer  witli  the  Pel- 
ton  Water  Wheel  Company,  has  just  returned  to  San  Fran- 
cisco from  Europe  via  Seattle,  accompanied  by  his  bride. 

Cards  are  out  announcing  the  marriage  of  Miss  Adelaide 
L.  Weiner  to  S.  P.  Russell,  assistant  manager  of  the  electrical 
department  of  H.  W.  Johns-Manville  Comi)anys  San  P'rancisco 
office,  on  August  17,  1910. 

H.  A.  Mitchell  of  San  Francisco,  who  is  secretary  of  the 
Central  California  Traction  Company,  was  at  Sacramento 
August  29th,  on  the  occasion  of  tire  opening  of  the  new  T,2- 
mile  electric  railway  line  from  that  city  to  Stockton. 

E.  L.  Haines,  electrical  engineer  with  J.  G.  White  &  Co., 
of  New  York,  was  recently  at  Fresno,  consulting  with  A.  G. 
Wishon,  manager  of  the  San  Joaquin  Power  Company  in 
connection  with  the  extension  of  the  power  lines  into  the 
Midway  and  Sunset  oil  fields. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  who  recently  re- 
turned froln  a  trip  to  the  Westinghouse  Machine-  Company's 
plant  at  East  Pittsburg,  left  San  FVancisco  for  San  Diego 
during  the  past  week.  His  firm  is  installing  a  turbo-generator 
plant  for  the  Consolidated  Gas  &  Electric  Company  of  San 
Diego. 

C.  K.  Durbin,  general  manager  of  the  Federal  Light  & 
Traction  Company  (the  holding  company  for  Sanderson  & 
Porter  of  New  York)  which  owns  a  number  of  electric  power 
and  railway  plants  throughout  the  West,  paid  a  visit  to 
the  firm's  San  Francisco  office  during  the  past  week  on  his 
way  south.  He  will  next  visit  the  company's  plants  at 
Tucson,  Ariz.,  and  Albuquerque.  N.  M.  Other  plants  held 
by  his  company  are  at  Las  Vegas,  N.  M.;  Hoquiam,  Wash.; 
Aberdeen,  Wash.;  Hobart,  Okla.;  Montrose,  Colo.;  Sheridan, 
Wyo.,   and  Rawlins,  Wyo. 


TRADE     NOTES. 

The  Fort  Wayne  Electric  Works  have  a  contract  for  in- 
stalling two  35  kw.  2-wire,  2.50  volt  turbo-generator  sets,  to- 
gether with  balancer  set  and  complete  switchboard  control  at 
the  Children's  Hospital,  San   Francisco. 

The  General  Electric  Company  reports  the  sale  of  a  hori- 
zontal Curtis  turbine  generator  set  to  the  O'Connell  Lumber 
Company,  of  Winlock,  Wash.  It  is  rated  as  follows:  A.  T. 
B.  4,  1200  k.v.a.,  1800  r.p.m.,  480  v..  with  a  C.  C.  2,  3.5  kw., 
3600  12.5  V.  shunt  wound  Curtis  turbine  exciter. 

The  Sierra  &  San  Francisco  Power  Company  has  pur- 
chased of  the  General  Electric  Company  one  C.  C.  4,  125 
kw.,  2400  r.p.m.,  125  v.,  1125  v,  compound  wound,  horizontal, 
d  c.  Curtis  turbine,  which  is  to  be  used  as  an  exciter  in  con- 
nection with  the  two  9000  kw.  Curtis  turbine  generator  sets 
at  the  North  Beach  power  station. 

Chas.  C.  Moore  &  Co.  have  been  awarded  the  contract  for 
installing  the  new  electric  power  plant  on  Alcatraz  Island, 
San  Francisco,  Bay,  including  boilers,  engines  and  gener- 
ators. The  latter  consists  of  two  3-wire,  250  volt  50  kw. 
engine  type  generators,  to  be  furnished  complete  with  switch- 
board by  the  Fort  Wayne  Electric  Works. 

The  Westinghouse  Electric  &  Manufacturing  Company 
has  shipped  to  Dawson  for  O.  N.  G.  Treadgold  of  the  North 
Fork  Power  Company,  a  complete  6000  kw.  electric  plant,  in- 
cluding two  3000  kw.  water-wheel  driven  generators,  60  cycle, 
2300  volts,  514  r.p.m.,  motor-generator  set  and  5-panel  switch- 
board. The  power  company  will  supply  electricity  for  dredg- 
ing and  mining. 

The  Pelton  Water  Wheel  Company  has  closed  a  contract 
with  the  Stevens  City  Power  and  Light  Company  for  high- 
class  equipment  for  a  hydroelectric  plant  at  Myers  Falls, 
Wash.  It  consists  of  a  550  h.p.  (max.)  Pelton-Francis  water- 
wheel,  with  bronze  runner  and  Pelton  oil-pressure  governor 
direct  connected  to  a  General  Electric  generator.  The  presi- 
dent of  the  company  is  A.  H.  Sperry,  who  is  also  assistant 
traffic  manager  of  the  Spokane  &  International  Railway. 

The  Pelton  Water  Wheel  Company  reports  closing  a  con- 
tract with  the  Telluride  Power  Company  for  a  1200-h.p.  Pelton 
water  wheel,  for  the  purpose  of  increasing  the  capacity  of 
the  Howard's  Fork  installation.  The  wheel  will  be  of  special 
design  so  as  to  operate  at  two  different  water  pressures  at 
different  seasons  of  the  year  and  at  the  same  time  secure 
the  maximum  efficiency.  The  already  large  development  of 
the  system  supplying  the  power  to  the  Telluride  and  Ouray 
mining  districts  of  Southern  Colorado  will  be  increased  by 
the  above  amount.  L.  L.  and  P.  N.  Nunn,  the  engineers  of 
the  100,000  h.p.  Ontario  development  at  Niagara  Falls,  have 
charge  of  the  work. 

The  Industrial  Engineering  Company  of  Portland,  Ore., 
was  incorporated  May  1,  1910,  to  engage  in  the  general  busi- 
ness of  engineers  and  manufacturers'  agents.  They  are  the 
exclusive  northwest  agents  of  the  Humphrey  Company  of 
Kalamazoo,  selling  a  full  line  of  the  well  known  Humphrey 
gas  heaters;  the  exclusive  northwest  agents  of  the  Ideal 
Manufacturing  Company  of  Detroit,  Mich.,  handling  a  full 
line  of  gas  ranges  and  Ideal  plumbing  goods;  northwest  agents 
for  the  Samson  Iron  Works  of  Stockton,  Cal.,  and  are  just 
installing  for  them  one  of  the  largest  office  building  lighting 
and  power  plants  on  the  Pacific  Coast,  made  up  of  Samson 
four  cylinder  gas  engines;  two  units  driving  75  kw.  Westing- 
house gefaerator,  one  unit  driving  100  kw.  Westinghouse  gen- 
erator. These  engines  furnish  the  light  and  power  for  the 
Spaulding  Building  of  this  city,  and  are  operated  on  city  gas. 
Among  other  lines  might  be  mentioned  a  gas  meter  account, 
industrial  appliances  and  a  full  line  of  loggers  and  contrac- 
tors' machinery.  They  have  excellent  display  rooms  at  71-73 
Fifth  street. 
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THE  OPERATION   OF  THE   NEWEST  TELEPHONE 
SELECTOR. 

IIV      k.     \V.     K.NDRES. 

The  growth  in  popularity  of  the  telephone  system  of  train 
dispatching,  which  has  recently  been  replacing  the  telegraph 
on  many  of  the  most  inijiortant  railroads  of  the  country,  has 
just  been  shown  in  an  order  placed  by  the  Santa  Fe  system  for 
over  600  Western  Electric  selectors.  This  order  exceeds  by 
more  than  400  the  largest  order  for  selectors  ever  before  re- 
ported.   The  Santa  fe  intends  to  equip  its  whole  system  with 


Western    Klectric    i?eleftor    \A^\    Keniox'eil. 


telephones  for  dispatching,  and  when  improvements  at  pres- 
ent under  way  are  completed  it  will  have  over  7,000  miles 
operated  by  the  telephone. 

The  selector  is  an  ingenious  mechanism  for  calling  singly 
the  several  stations  along  a  dispatcher's  section.  The  Atchi- 
son, Topeka  &  Santa  Fe,  intending  to  conform  to  a  quality 
standard  throughout  its  dispatching  circuits,  will  equip  the 
entire  line  with  the  newest  and  most  improved  form  of  selec- 
tive ajijiaratus. 


RETARDATION 
COIL 


selector  is  supplied  at  all  stations.  The  i)()sition  of  the  mov- 
ing contact  with  reference  to  the  ratchet  wheel  and  the  sta- 
tionary contact  determines  which  station  shall  be  called,  and 
this  adjustment  is  simple  and  can  be  made  without  difficulty. 
It  is  thus  seen  that  a  selector  can  be  taken  out  of  one  station 
and  used  in  another  by  changing  its  adjustment  if  such  a  thing 
becomes  necessary  in  case  of  emergency. 

The  selector  is  mounted  on  a  porcelain  base  with  heavy 
brass  binding  posts  for  the  terminal  wires.  The  glass  cover 
sets  in  a  felt-lined  groove  on  this  base  and  is  locked  by  a 
bolt  and  nut  passing  clear  through  the  selector.  It  is  thus 
rendered  inaccessible  to  the  way-station  operator  but  can  be 
removed  if  necessary  by  a  maintenance  man. 

The  selector  is  normally  operated  on  the  central  energy 
principle — that  is,  the  battery  for  slopping  it  around  as  well 
as  the  battery  lor  ringing  the  bell  is  located  at  the  dispatcher's 
office.  It  can,  however,  be  arranged  for  local  battery  service 
if  so  desired. 

The  operation  of  the  Western  Electric  selector  is  as  fol- 
lows: In  front  of  the  train  dispatcher  are  a  number  of  keys, 
one  for  each  equipped  station  on  the  line.  These  keys  are 
practically  noiseless,  and  each  one  sends  out  a  number  of 
rapid  direct  current  impulses  on  the  line  when  it  is  operated. 
The  number  of  impulses  which  are  sent  out  can  be  regulated 
by  adjustable  cams  on  the  rear  of  the  key  so  that  a  standard 
key  is  employed  in  all  cases  and  adjusted  for  the  particular 
station  desired.  This  is  an  improvement  in  train  dispatching 
service. 

The  first  impulse  which  one  of  these  keys  sends  out  is  a 
long  impulse,  the  tooth  being  three  or  four  times  the  width 
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This  new  selector  is  a  high  speed,  individual  call  mechan- 
ism and  is  the  most  simple  selector  in  existence  today.  It 
consists  of  two  electric-magnets  or  relays  which  are  con- 
nected in  st-ries  across  the  line.  These  are  of  a  very  high 
impedance  and  the  number  which  can  be  bridged  across  a 
telephone  circuit  without  affecting  transmission  is  practically 
unUmited.  These  magnets  are  mounted  in  a  brass  frame- 
work on  the  Iront  of  which  the  moving  parts  of  the  mechan- 
ism are  fastened;  the  armatures  of  the  two  magnets  are  at 
tile  bottom  of  the  selector. 

.\s  will  be  seen  from  an  inspection  of  the  cut.  the  moving 
parts  consist  of  a  ratchet  wheel  to  which  is  fastened  a  con- 
tact. This  wheel  is  stepped  around  by  means  of  a  hardened 
steel  spring  pawl  which  appears  at  the  top  of  the  mechanism. 
This  pawl  and  a  corresponding  one  on  the  under  side  of  the 
ratchet  wheel  are  connected  directly  to  the  armatures  of  the 
magnet  and,  therefore,  as  long  as  the  magnet  operates,  the 
pawl  must  move. 

The  contact  is  adjustable  so  that  one  standard   form  of 


of  the  ordinary  tooth.  This  impulse  operates  the  magnet 
shown  on  the  right-hand  of  the  selector,  which  is  a  slow  act- 
ing relay;  it  pulls  up  the  armature  of  this  magnet,  which  In 
turn  causes  the  two  pawls  to  engage  with  the  ratchet  wheel. 
The  remaining  quick  impulses  which  the  key  sends  out  oper- 
ate the  magnet  on  the  opposite  side  of  the  selector  but  do  not 
affect  the  slow  acting  magnet,  which  remains  held  up;  these 
quick  impulses  work  the  pawl  which  appears  at  the.  top  of 
the  selector  and  step  the  ratchet  wheel  around  the  proper 
number  of  teeth,  at  which  point  the  two  contacts  make  and 
the  bell  in  the  station  is  rung. 

The  remainder  of  the  revolution  of  the  key,  after  the  sig- 
naling impulses  are  complete,  keeps  the  key  contact  closed 
and,  therefore,  keeps  battery  on  the  line  during  a  period  of 
about  five  seconds.  As  long  as  this  battery  is  on  the  line, 
the  bell  at  the  way-station  rings. 

By  installing  a  simple  strap  key.  the  dispatcher  can  hold 
this  down  and  make  the  way-station  bell  ring  as  long  as  he 
pleases,  this  strap  key  merely  taking  the  place  of  the  key  con- 
tacts and  keeping  the  circuit  closed. 
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The  selector  is  high  speed  in  its  operation.  It  requires 
approximately  three  seconds  to  call  the  thirtieth  station  on 
the  line,  and  any  one  of  the  first  ten  stations  will  be  called  in 
one  second  or  less.  It  is  possible  to  place  as  many  sets  on  the 
circuit  as  may  be  desired,  this  number  being  limited  by  the 
size  of  the  ratchet  wheel.  The  present  selectors  which  are 
installed  are  equipped  to  care  for  fifty  stations,  which  would 
cover  the  majority  of  train  dispatching  districts. 

The  schematic  diagram  shows  how  the  selector  is  wirtd 
across  the  circuit,  and  also  illustrates  some  of  the  auxihary 
apparatus  which  is  used  in  connection  with  it.  Retardation 
colls  are  employed  to  choke  back  any  lightning  which  may  .got 
by  the  protectors  at  a  station.  A  variable  resistance  is  required 
at  each  selector,  since  each  must  receive  approximately  the 
same  current  and  voltage,  and  if  this  were  not  installed,  the 
high  voltage  near  the  dispatcher  would  give  the  stations  adja- 
cent to  his  office  much  more  current  than  they  should  ohiiiln. 
The  Western  Electric  selector  requires  aiiproximately  ei.uht 
milli-amperes  to  operate  and  ring  the  bell  and  thirty  volis 
across   its   terminals. 

It  will  be  noted  on  the  schematic  diagram  tliat  two  con- 
tacts on  the  selector  are  shown.  One  of  these  is  the  station 
signal  contact  which  normally  rings  the  bell  at  the  station 
when  the  train  dispatcher  wishes  to  call  in  the  operator,  and 
the  other  is  a  time  signal  contact  which  is  operated  by  a 
special  key  in  the  dispatcher's  cabinet  and  which  makes  on 
all  selectors  along  the  line  simultaneously.  The  dispatcher 
can,  therefore,  with  this  key  give_  all  the  way  stations  along 
his  division  a  time  signal  whenever  he  may  so  desire.  It  also 
permits  of  his  calling  in  all  the  stations  at  once  if  this  ever 
becomes  necessary  on  special  occasions. 

The  condenser  and  resistance  shown  bridged  around  the 
contacts  of  the  Faraday  bell  and  in  series  with  the  windings 
of  the  bell  are  for  the  purpose  of  eliminating  any  si)ark  at  this 
contact  and  also  serve  to  render  the  answer  back  signal  of 
the  proper  loudness. 

The  new  selector  has  been  subjected  to  the  most  severe 
laboratory  tests  and  the  equivalent  of  many  years  service 
has  been  given  it  under  test.  No  sign  of  wear  in  any  respect 
developed  out  of  300,000  operations.  The  New  York  Central 
and  Pennsylvania  lines  also  have  placed  repeat  orders  for  the 
new  selector,  which  was  given  extensive  experimental  service 
on  these  roads. 


break,  butt  type  and  are  protected  by  arc  shields;  there  are 
no  sliding  contacts.  All  automatic  operations  are  performed 
by  the  force  of  gravity. 

The  controller  consists  of  a  slate  panel  on  w^iich  are 
mounted  two  rows  of  switches  and  their  operating  mechanism. 
The  switches  of  the  upper  row  serve  to  connect  the  motor 
primary  with  the  line,  and  those  of  the  lower  row  short-circuit 
the  resistance  in  series  w-ith  the  motor  secondary.  All 
switches  are  alike  and  interchangeable.  Five  primary 
switches  are  used  for  a  three-phase  controller  and  six  for  a 
two-phase  controller.  The  switches  are  opened  and  closed 
by  cams.  In  closing,  each  cam  acts  on  its  own  switch  through 
a  buffer  spring  w-hich  serves  as  a  cushion  and  also  compen- 
sates for  wear;  in  opening,  a  lug  on  the  cam  engages  a  pro- 
jection on  the  switch  arm  and  forces  the  switch  open.  The 
resistors  for  the  motor  secondary  are  mounted  on  the  rear 
of  the  panel.  , 


A  NEW  FORM  OF  ALTERNATING-CURRENT  ELEVATOR 
IV10T0R   CONTROLLER. 

The  alternating-current  slip-ring  induction  motor  is  well 
adapted  for  elevator  service;  it  t>as  practically  no  wearing 
parts  except  bearings,  it  requires  little  attention,  and  its  speed 
and  torque  characteristics  are  excellent  for  this  purpose. 
But  in  spite  of  this,  the  use  of  alternating  current  for  ele- 
vators has  been  somewhat  limited  on  account  of  the  diffi- 
culty in  designing  a  suitable  controlling  device.  Such  a  con- 
troller must  perform  a  definite  series  of  operations  in  an  un- 
varying order;  it  must  be  rapid  in  action  and  yet  must  never 
complete  its  operation  in  less  than  a  given  time;  and  it  must 
be  incapable  of  disarrangement  at  the  hands  of  an  ignorant 
or  careless  operator.  In  consequence  of  these  requirements 
it  has  been  difficult  to  avoid  complications  and  expense  on 
one  hand  and  unreliability  on  the  other. 

In  a  new  form  of  alternating-current  elevator  controller 
recently  placed  on  the  market  by  the  Westinfhouse  Electric 
and  Manufacturing  Company,  the  necessary  conditions  have 
been  successfully  met  by  means  of  a  very  simple  mechanism. 
Every  operation  is  performed  in  a  positive  mechanical  man- 
ner. The  operator  has  complete  control  over  the  starting  and 
stopping  of  the  motor,  while  the  acceleration  is  performed 
automatically  at  a  rate  that  can  be  adj\isted  over  a  wide 
range  at  the  controller  but  cannot  be  altered  by  any  action 
of  the  operator  in  the  car.  Any  part  of  the  controller  is  ac- 
cessible from  the  front  and  all  the  parts  subject  to  wear  can 
be  readily  replaced.     The  electric  contacts  are  of  the  quick- 
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.\.  C.  Elevator  Motor  ControlK-r.    . 

The  movement  of  a  hand  rope  or  lever  in  the  elevator  car 
operates  a  sprocket  attached  to  the  primary  cam  shaft.  A 
turn  of  the  cam  shaft  from  the  off-position  closes  a  set  of 
primary  switches  and  starts  the  motor  so  that  the  elevator 
car  moves  up  or  down,  according  to  the  way  the  shaft  is 
turned.  The  movement  of  the  cam  shaft  simultaneously  re- 
leases a  catch  and  allows  a  weight,  attached  to  an  arm  geared 
to  the  secondary  cam  shaft,  to  fall;  the  arm  rotates  the  sec- 
ondary cam  shaft  and  closes  the  secondary  switches  in  proper 
order.  The  fall  of  the  weight  is  retarded  by  an  air  dash- 
pot,  the  piston  speed  of  which  can  be  so  adjusted  by  means 
of  a  valve  that  proper  acceleration  can  be  given  to  the  motor. 
Turning  the  cam  shaft  from  the  off-position  in  the  opposite 
direction  closes  another  set  of  primary  switches  and  reve-ses 
(he  direction  of  rotation  of  the  motor:  the  secondary 
switches  always  close  in  the  same  order. 

On  turning  the  controller  to  the  off-position,  the  secondary 
switches  are  opened,  the  weight  is  raised  and  set  ready  for 
the  next  operation,  and  the  primary  switches  are  opened; 
this  completely  disconnects  the  motor  from  the  line  and 
stops  it.  The  off-position  is  plainly  indicated  to  tne  operator 
by  a  notch.  Positive  stops  prevent  overrunning  biyond  the 
full  speed  positions. 

This  controller  is  made  for  use  in  connection  with  two  and 
three-phase  a.c.  slip-ring  induction  motors  of  ?.0  h.p.  and  less, 
for  all  voltages  under  .^.50,  and  for  all  commercial  frequencies. 
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TRANSMISSION. 

BEND,  ORK.— Machinery  lor  the  e'.ectric  light  and  power 
plant  of  the  Bend  Water,  Light  &  Power  Company  has  arrived 
and  will  he  installed  during  the  next  lew  weeks.  The  trans- 
mission line  is  ready. 

TACOMA,  WASH.— Commissioner  of  Light  and  Water 
Lawson  was  instructed  to  advertise  for  bids  for  the  con- 
struction of  the  substation  power  plant  in  this  city.  The 
estimated  cost  of  this  building  is  1104,000. 

GOLDFIELD,  NEV.— In  speaking  of  the  Lucky  Boy  mine 
recently,  .1.  H.  Miller,  president  of  the  Goldfie'd  Alamo  M.  &• 
L.  Co.,  who  is  operating  the  property,  said  that  the  power 
line  of  the  Pacific  Hydro  Power  Company,  which  is  now  in- 
stalling a  plant  near  Mono  Lake,  will  be  extended  to  the 
Lucky  Boy  in  September. 

SALT  LAKE  CITY,  UTAH.— Announcement  is  made  from 
the  office  of  the  Utah  Light  &  Railway  Company,  that  this 
company  intends  in  the  near  future  to  extend  its  distributing 
system  in  Davis  County  for  the  purpose  of  deve'oping  an  elec- 
tric lighting  and  power  market  in  the  towns  and  territory 
Ijetween  Salt  Lake  City  and  Ogden. 

LAS  VEGAS,  N.  M. — Territorial  Engineer  V.  F.  Sullivan 
has  approved  the  application  of  J.  .1.  Laubach,  Wm.  Harper,  W. 
.1  Benjamin  and  W.  B.  Bunker,  all  of  this  city,  for  the  con- 
struction of  a  power  plant  on  Rio  de  la  Casa.  The  plant  will 
cost  $100,000.  A  diversion  dam  15  ft.  in  height  and  ;!•">  ft.  wide 
at  the  top  and  SO  ft.  wide  at  the  bottom  will  he  built. 

ALBANY,  ORE. — The  power  transmission  line  of  the 
Northwestern  Corporation  is  being  surveyed  from  the  site  of 
the  plant  at  Martin's  Rapids  on  the  McKenzie  river  down  the 
valley.  Eugene,  Springfield,  Junction  City,  Harisburg,  Albany. 
Corvallis,  Independence.  Monmouth  and  Dallas  are  among 
the  places  to  be  furnished  with  electricity.  The  party  is  now 
at  Coberg,  six  miles  north  of  Eugene. 

SAN  DIEGO,  CAL.— Under  the  supervision  of  Andrew 
Ervast,  engineer  for  the  San  Diego  Electric  Railway  Com- 
pany, plans  have  been  drawn  for  a  new  power  station  cost- 
ing about  $225,000,  which  is  to  occupy  practically  the  entire 
block  from  D  to  E  streets,  and  from  Arctic  to  California 
street.  The  company  will  also  erect  a  $40,000  machine  shop 
at  the  corner  of  Fifteenth  and  L  streets. 

SACRAMENTO,  CAL —The  Great  Western  Power  Com- 
pany has  almost  completed  the  installation  of  machinery 
at  its  city  sub-power  station  at  Eighth  and  R  streets,  but 
material  for  installing  the  local  retail  light  and  power  serv- 
ice has  not  all  arrived  from  the  factories  in  the  East.  It  is 
announced  at  the  offices  of  the  company  in  this  city  that  no 
definite  date  has  been  set  for  opening  local  service. 

Oakland,  CAL.— The  application  of  the  Central  Lislit 
Sr  Power  Company  to  erect  pole  lines  for  the  distribution  of 
light  and  power  has  been  referred  to  the  Board  of  Public 
Works  to  the  city  engineer  and  city  electricians.  The  com- 
pany desires  to  erect  the  poles  at  First  and  Alice  streets, 
thence  to  Second  to  Harrison,  to  Twelfth;  also  on  First,  Web- 
ster, Third,  Oak,  Fifth,  Sixth,  Franklin  and  adjacent  streets 

RENO,  NEV. — The  Sierra  Pacific  Power  Company,  which 
is  the  holding  company  of  the  Truckee  River  General  Elec- 
tric Company  and  the  Reno  Power  Company,  has  applied  for 
500  feet  of  water  from  the  Truckee  river,  to  be  taken  a  short 
distance  above  Verdi  and  carried  to  a  big  reservoir.  From 
this  reservoir  it  will  be  carried  in  steel  and  wooden  pipes 
to  a  site  near  the  Washoe  power  plant,  where  the  new  power 
plant,  capable  of  developing  3000  h.p.,  will  be  erected. 


BEND,  ORE. — K.  G.  Gould  lias  returned  from  trenteut. 
where  he  has  been  eng  iged  in  engineering  wcrk  on  a  power 
proposition.  Mr.  Gould,  after  a  couple  of  weeks  of  preliminary 
surveying  and  prospecting,  found  the  best  dam  location  about 
a  mie  below  the  Crescent  townsite  on  the  Little  Deschutes. 
The  proposed  dam  will  be  150  feet  long  and  15  feel  high.  A 
ditch  about  5000  feet  in  length  will  have  to  be  bui:t  to  lead 
the  water  to  a  location  adaptable  to  the  best  production 
of  power.  The  survey  wcrk  is  being  done  in  the  interests  ot 
Dr.  N.  E.  Winnard  of  Albany  and  others  interested  with  him. 

STOCKTON,  WASH.— With  the  permission  to  erect  a 
power  plant  with  a  daily  capacity  of  25,000  h.p.  on  the  Pend 
Oreil'e  River  near  Waneta  granted,  the  Pacific  Exploration 
Company  is  preparing  for  active  operations.  W.  H.  .lones 
of  Portland  and  a  number  of  fipokane  capitalists  are  inter- 
ested in  the  new  project,  and  H.  G.  Hall  of  Nelson,  B.  C, 
will  be  president,  J.  W.  Falls,  manager,  and  A.  Y.  Lorch,  sec- 
retary. Electric  power  for  the  Pend  Oreille  Valley,  Sheep 
Creek  and  Ymir  districts  and  the  Orient,  Chewiah  and  Meta- 
line  districts  will  be  supplied,  while  the  Northport  smelter 
uill  be  another  consumer. 

SAN  FRANCISCO,  CAL. -A.  G.  Wishon  says;  "The  San 
ioaquin  Power  Co.  is  planning  to  hang  some  2,000.000  pounds 
of  wire  in  its  valley  power  lines.  The  routes  provide  for  400 
U'iles  of  wire.  In  six  months  we  will  have  current  supplied  to 
the  Midway  and  Sunset  oil  fields.  There  wi'.l  be  350  miles  of 
line  aside  from  the  secondaries.  We  will  build  linos  to 
Bakersfield,  Maricopa,  the  Midway  and  down  the  West  Side 
from  the  new  power  plant  in  Crane  Valley.  Following  this 
we  will  rush  our  power  line  to  Merced.  Then  we  will  pro- 
vide power  for  the  Kings  River  quarry.  We  next  will  pre- 
pare to  extend  the  power  line  from  Merced  falls  to  Exchequer 
to  supply  the  rock  crushing  plant  there.  Steps  wall  be  taken 
as  well  to  provide  power  tor  the  Santa  Fe  rock  crushing  plant 
on  the  Kings  River.  Power  will  be  supplied,  before  all  our 
plans  are  completed,  to  the  Kern  County  oil  fields  by  way  ot 
Bakersfield."  E.  L.  Haines,  electrical  engineer  in  the  San 
Francisco  office  of  the  J.  .1.  White  Co.,  the  concern  in  charge 
of  the  construction  of  the  new  Crane  Valley  power  plant,  is 
in  Fresno  consulting  with  General  Manager  Wishon  as  to  the 
best  route  for  the  prospective  power  lines  A  full  set  of  esti- 
mates for  the  route  is  being  made  out. 


TRANSPORTATION. 

STOCKTON,  CAL.— The  street  railway  employes  of 
Stockton  employed  by  the  Central  California  Traction  Com- 
pany have  been  granted  an  increase  in  pay  of  2c  per  hour. 

LOS  ANGELES.  CAL.— Residents  in  the  north  and  north- 
western part  of  the  city  have  petitioned  the  Council  to  offer 
for  sale  a  street  railway  franchise  through  the  North  Broad- 
way tunnel. 

WHITE  SALMON.  ORE. — The  survey  for  the  base  line  ot 
the  Mt.  Adams  Electric  Line  has  been  completed  and  the  en- 
gineers are  now  making  the  permanent  survey  which  will  de- 
termine the  actual  cost   of  the   system. 

SACRAMENTO,  CAL.— In  order  to  assure  adequate  street 
car  service  to  the  peop'e  of  Sacramento  and  the  thousands  of 
visitors  who  will  be  here  during  the  Fiesta  of  the  Dawn  of 
Gold  and  the  State  Fair.  Charles  W.  McKillip,, local  mana.ger 
of  the  Sacramento  Electric,  Gas  &  Railway  Company,  is  mak- 
ing special  efforts  to  get  extra  cars  from  outside  points  for 
use  on  the  lines  here  while  the  festival  is  in  progress.  It  is 
more  than  likely  that  McKillip  will  obtain  cars  from  the  Ocean 
Shore  Railroad,  which  is  not  now  operating. 
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LONG  BEACH,  CAL.— The  Richards  Neustadt  Co..  of 
Los  Angeles,  has  been  given  a  contract  to  complete  a  rein- 
forced substructure  for  the  Southern  California  Edison  Com- 
pany's power  plant  at  the  harbor.  The  cost  of  the  %vork  will 
be  $89,000. 

LOS  ANGELES,  CAL.— Electric  car  service  of  the  Pacifii. 
Electric  Railway  Company  between  Los  Angeles  and  EI  Monte 
is  to  be  improved.  The  Covina  line  is  double-tracked  as  fa; 
as  El  Monte  and  rest  of  route  will  be  rushed.  The  grade  was 
originally  made  for  two  tracks. 

OAKLAND,  CAL. — Frederick  Brooks,  construction  etisi- 
neer  for  the  Oakland  &  Antioch  Railroad,  has  announced  that 
during  the  early  part  of  the  coming  month  rails  will  be  laid 
from  Walnut  Creek  to  Bay  Point.  That  having  been  done. 
work  on  the  Concord-Martinez  branch  will  bo  undertaken  and 
extended  to  Lafayette. 

LOS  ANGELES,  CAL.— The  North.  Northeast  and  North 
west  Improvement  Association  has  asked  the  Council  to  re- 
consider its  action  in  refusing  a  franchise  to  the  Los  Angeles 
Railway  Company  on  Ann  and  Alpine  streets.  The  association 
declares-  the  transportation  service  could  be  better  if  this 
franchise   were  granted. 

LOS  A.VGKLES,  CAL.  Members  of  South  Hoover  and 
West  Vernon  Improvement  Association  w'ill  hold  an  important 
meeting  next  week.  A  resolution  to  offer  for  sale  a  fran- 
chise for  an  electric  car  line  in  Vernon  avenue  to  connect 
southeastern  and  southwestern  sections  of  the  city  is  (o  sub- 
mitted to  the  City  Council. 

UPLANDS,  CAL.— The  Pomona  Board  of  Trade  Com- 
mittee having  in  charge  the  completion  of  raising  of  funds 
required  to  provide  free  right  of  way  for  the  Pacific  Electric 
Railway  from  Clareniont  city  limits  west  and  southwest  into 
Pomona,  has  successf\illy  completed  its  work.  .Money  is 
pledged  and  ready  to  be  paid  to  W.  Gj  Kerckhoff  on  condi- 
tion that  road  is  built  and  completed  between  that  city  and 
Claremont  and  Upland  by  January  1st.  It  is  stated  that  tho 
company  will  commence  construction  work  soon  in  an  en- 
deavor to  have  the  road  completed  early  in  December. 

SACRAMENTO,  CAL.— The  new  Central  California  Trac- 
tion Company  started  interurban  service  between  Sacramento 
and  Stockton  Monday,  August  29th.  A  party  consisting  of 
Alden  Anderson,  president  of  the  new  road;  George  W.  Pel- 
tier,' vice-president;  Samuel  Napthaly,  directing  engineer; 
Frank  C.  Miller,  chief  engineer  and  superintendent  of  opera- 
tion and  J.  H.  Leary  left  the  Sacramento  terminus  at  Eighth 
and  I  streets  Sunday  afternoon  for"^  trip  of  inspection.  With 
the  third  rail  system  completed  the  regular  two-hour  sched- 
ule between  Sacramento  and  Stockton  will  be  inaugurated. 
The  30  new  cars  which  the  coni|)any  will  jjlacc  in  operation 
on  the  interurban  service  have  a  carrying  capacity  of  fli) 
people. 

SANTA  MONICA,  CAL.— Practically  every  wheel  of  tlu- 
Los  Angeles  Pacific  Railroad  was  tied  up  August  29th  and  all 
traffic  between  the  beaches  and  Los  -Angeles  was  interrupted 
through  the  walkout  of  twenty  men  who  operate  the  seven 
transforming  power  stations  along  the  route.  They  quit  work 
because  of  the  refusal  of  the  company  to  give  attention  to 
their  request  of  an  increase  in  wages  from  $8r>  to  $90  a  month. 
Thousands  of  persons  who  live  at  the  beach  and  work  in  Los 
Angeles  were  prevented  from  reaching  the  city  for  many 
hours.  Automobiles  and  carriages  were  brought  into  requi- 
sition and  brought  fancy  prices.  Later  the  men  returned  to 
work  upon  order  of  General  Manager  Sherman  that  they  all 
would  be  discharged  unless  they  were  at  their  posts  within 
half  an  hour.  Sherman  says  he  will  investigate  the  wage 
qu&stion  of  the  men  later. 

HANFORD,  CAL.— Work  on  the  Hanford  and  Summit 
Railroad,  an  electric  line  18  miles  long,  running  between  Han- 
ford and  Summit  Lake,  a  settlement  in  the  Kings  river  delta. 


was  commenced  at  Hardwick  this  week  and  the  expecta- 
tions are  that  it  will  be  completed  within  90  days.  The  rail- 
road will  cost  about  J.oOO.OOO  and  is  being  built  under  the 
supervision  of  John  B.  Rogers,  chief  engineer  and  general 
manager  of  the  company,  and  chief  engineer  of  the  Ocean 
Shore  Railroad.  The  officers  of  the  railroad  company  are 
Charles  King,  a  Hanford  capitalist,  piesident;  Ralph  W.  Heins 
of  Santa  Cruz,  vice-president;  L.  L.  Hickman,  president  of  the 
F'irst  National  Bank  of  Hanford,  treasurer;  George  C.  Ay- 
delotte  of  Hanford,  secretary;  John  B.  Rogers  of  San  Fran- 
cisco, chief  engineer  and  general  manager;  Clifford  McClellan 
of  San  Francisco,  general  counsel. 

RIVERSIDE,  CAL.— H.  E.  Huntin.gton  intends  to  make 
Riverside  division  headquarters  for  his  Southern  California 
Interurban  system.  Deeds  have  been  filed  here  disclosing  the 
purchase  by  the  Pacific  Electric  Land  Company  of  a  100-foot 
strip  along  First  street,  between  Main  street  and  Colton  ave- 
nue. The  price  paid  was  $30,000.  It  is  said  to  be  the  inten- 
tion of  the  company  to  lay  a  4-track  line  on  this  right  of  way. 
Plans  are  being  prepared  for  an  assembling  station,  car  barns 
and  offices  at  the  intersection  of  Main  and  First  streets,  where 
the  company  has  an  entire  block  of  land.  The  architecture 
will  be  of  the  mission  type.  A  half  million  dollars  will  be  ex- 
pended in  trolley  developments  in  this  section  during  the 
next  year.  The  company  is  also  engaged  in  securing  rights 
of  way  for  a  line  to  parallel  the  line  now  connecting  this  city 
with  Crestmore  and  which  is  being  extended  toward  Blnom- 
ington  and   Rialto. 


ILLUMINATION. 
TACOMA,  W.4SH. — The  city  has  jiassed  an  ordinance  to 
provide  for   the   construction   of  an   electric   substation   upon 
the  Fifth  Addition,  to  cost  $104,000. 

EUGENE,  ORE.  -H.  M.  Byllesby  &  Co.  are  spending  $2.5,- 
000  at  Eugene  in  extending  mains.  They  are  fi.gtiring  on  add- 
ing a  water-gas  set  to  the  gas  plant. 

GREENVILLE,  CAL.— The  Indian  Valley  Electric  Light 
&.  Power  Company,  which  has  established  a  plant  in  this 
town,  proposes  to  extend  its  service  to  Crescent  Mills  and 
Taylorville. 

LOON  LAKE,  WASH.— Gherke  &  Sons  of  the  Gherke 
Mill  Company,  are  planning  for  the  installation  of  a  light 
and  water  system  for  this  place.  It  is  proposed  to  have  the 
plants  completed  by  May  30.  1911. 

COQUILLE,  ORE.— F.  Norse,  proprietor  of  the  Coquille 
Electric  Company,  has  returned  from  a  trip  to  Portland,  where 
he  arranged  for  the  purchase  of  a  complete  electric  lighting 
plant  which-  will  be  shipped  to  this  city  and  in  working  order 
by  the  first  of  October. 

LOMPOC,  CAL. — A  proposition  has  been  made  to  the 
citizens  of  the  city  through  their  representatives  in  the  Town 
Board  of  Trustees  by  the  Electric  Light  &  Power  Company, 
now  supplying  the  city,  to  sell  their  plant  to  the  city  free 
of  indebtedness  for  $27,r)00.  If  plant  is  purchased  it  will  have 
to   be  enlarged. 

ESCONDIDO.  CAL. — The  p]scondido  Utilities  Company 
since  being  taken  over  by  C.  C^.  Glass,. is  planning  to  furnish 
power  and  electric  light  to  Twin  Oaks,  San  Marcos  and  San 
Pasqual  valleys.  The  cost  of  carrying  electricity  to  these  val- 
leys of  course  would  be  heavy  and  in  order  to  do  this  it  would 
be  necessary  for  people  of  these  valleys  to  subscribe  to  stock 
of  the  cpmpany. 

VENTURA,  CAL. — Lively  opposition  failed  to  defeat 
the  lighting  bond  proposition  on  Ventura  avenue  last  week. 
By  a  majority  of  three  votes  the  citizens  of  the  a\enue  de- 
cided to  tax  the  district  to  maintain  a  lighting  system.  It  re- 
quired but  a  majority  to  carry  a  proposition  of  this  kind 
and  the  vote  of  29  tor  and  26  against  shows  by  how  close  a 
margin  the  bonds  pulled  through. 
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CRESCENT,  ORE.— Surveys  are  being  made  preliminary 
to  plans  I'or  an  electric  light  and  power  plant  at  this  place 
by  Engineer  Gould  and  party  of  Bend.  The  company,  which 
has  filed  on  a  power  site  in  the  reserve  a  half  mile  north 
of  town,  is  composed  of  Albany  capitalists,  at  the  head  of 
whom  is  Dr.  N.  E.  Winnard.  It  is  the  intention  of  the 
company  to  erect  a  dam  in  the  canyon  where  the  head  of 
the  Deschutes  narrows  to  about  60  feet.  More  than  5000 
h.p.  can  be  developed  here. 

ALAMEDA,  CAL. — Two  thousand  eight  hundred  and 
eighty-seven  residents  of  Alameda  patronize  the  municipal 
electric  light  plant,  the  total  earnings  of  \vhich  for  the  last 
fiscal  year  were  $109,937.81,  against  a  total  cost  of  produc- 
tion of  $67,789.03,  l.-^aving  the  net  earnings  of  the  plant  $42,- 
148.78.  Included  in  the  total  cost  of  production  is  $13.- 
414.52,  allowed  for  interests,,  taxes  and  depreciation.  There 
was  a  gain  of  397  consumers  for  the  fiscal  year.  About  three- 
fourths  of  the  residents  of  Alameda  are  patrons  of  the  muni- 
cipal plant.  The  plant  has  under  consideration  a  bid  from 
the  Great  Western  Power  Company  to  supply  the  city  with 
electric  current  for  day  service.  It  is  the  opinion  of  the  elec- 
tric light  commission  that  the  current  can  be  purchased  at 
a  lower  rate  than  the  cost  of  operation  of  the  plant. 

NORTH  YAKIMA,  WASH.— Manager  A.  S.  Grenier  of 
Portland  was  here  a  few  days  ago  with  Superintendent 
Arrowsmith  looking  over  the  intakes  of  the  power  plant  on 
the  Naches  river,  with  a  view  to  improving  and  extending 
the  service.  Mr.  Grenier  said,  in  an  interview,  that  he  did 
not  know  how  much  additional  water-power  the  company 
could  get  if  it  wanted  it,  and  honco  was  unable  to  make  any 
statement  as  to  the  probable  increase  of  the  power  plant  in 
the  Naches.  The  result  of  the  inspection  trip  will  probably 
determine  largely  the  needs  of  the  company.  Mr.  Grenier 
also  stated  that  the  company  is  now  reviewing  engineers' 
plans  for  an  increase  in  the  size  and  capacity  of  the  gas 
plant.  The  present  one,  he  said,  which  was  built  for  a  town 
smaller  than  North  Yakima,  is  operating  to  its  capacity,  and 
a  probable  doubling  of  the  size  of  the  plant,  to  meet  the  de- 
mands of  a  city  twice  the  size  of  the  one  it  now  serves,  will 
be  one  of  the  company's  next  moves.  The  plans  for  the 
enlargement  are  all  tentative,  however,  and  will  depend 
somewhat  also  on  the  increase  of  power  which  is  being 
sought. 


WATERWORKS. 

BANDON,  ORE.— The  Council  has  decided  that  an  engi- 
neer be  employed  to  run  levels  to  the  new  water  reservoir 
and    that    a    map    be    made    of    same    and    submitted    to    the 

state  engineer. 

LIBBY.  MONT. — A  waterworks  system  is  assured  for 
Libby.  Arrangements  are  now  under  way  to  put  in  a  muni- 
cipal plant  should  the  Great  Falls  people  who  are  figuring  on 
taking  the  franchise  fail  to  begin  operations  within  a  reason- 
able time. 

COLFAX,  CAL.— The  South  Yuba  Water  Company  is 
about  to  commence  the  laying  of  new  mains  and  laterals  here. 
Since  building  the  large  reservoir  east  of  Colfax  this  place 
has  an  excellent  water  supply  and  the  laying  of  new  mains 
means  better  fire  protection, 

SPOKANE,  WASH. — The  Council  has  passed  an  ordinance 
authorizing  and  directing  the  Board  of  Public  Works  to  enter 
into  a  contract  with  the  Baker-Stearns  Company  for  water 
mains  in  Mount  Pleasant  First  Addition.  The  agreement  shall 
provide  that  kalsomine  pipe  only  shall  be  laid,  that  valves 
and  hydrants  be  placed  as  shown  on  plants, 

ALBANY,  ORE. — A  communication  from  the  Northwest- 
ern Corporation  has  been  presented  at  the  Council  and  read, 
relative  to  the  prospective  extension  of  the  water  system  in 
the  eastern  part  of  the  city.     The  expenditure  is  estimated 


at  $15,000.  In  the  communication  the  corporation  offers  to 
make  the  improvement  if  the  city  will  enter  into  a  contract 
for  33  additional  fire  hydrants,  and  30  more  arc  lights  for 
a  period  of  ten  years.  The  communication  has  been  referred 
to  the  committee  on  ways  and   means. 

RED  BLUFF,  CAL.— J,  W.  Ivey  is  in  this  city  making 
estimates  for  a  water  elevating  pumping  plant  for  irrigation 
purposes  and  obtaining  rights  of  way  for  the  proposed  canal. 
The  company  represented  by  Ivey  recently  appropriated  80,- 
000  inches  of  the  water  of  the  Sacramento  river  and  proposes 
to  divert  5000  inches  to  irrigate  farms  in  the  Antelope  valley. 

TACOMA,  WASH, — The  Council  has  passed  an  ordinance 
providing  for  the  construction  of  water  main  of  six-inch  cast 
iron  on  Melrose  street  and  South  Fifteenth  street  from  Junett 
street  to  Cedar  street  and  on  Cedar  street  from  South  Fif- 
teenth street  to  South  Fourteenth  street,  according  to  plans 
and  specifications  prepared  and  filed  in  the  office  of  the  Com- 
missioner of  Light  and  Water. 

OAKLAND,  CAL. — Rights  of  way  for  pipe  lines  extending 
from  near  Centerville  to  Dumbarton  Point  have  been  granted 
to  the  Spring  Valley  Water  Company  by  the  Southern  Pacific 
Company.  The  rights  of  way  vary  from  18  to  25  feet  in 
width  and  follow  the  line  of  the  Southern  Pacific.  At  Dum- 
barton Point,  where  the  rights  of  way  end,  the  Spring  Val- 
ley Company  has  a  conduit  under  the  bay  by  which  i,t  car- 
ries water  to  San  Francisco. 

SAN  RAFAEL,  CAL.— The  Marin  Water  &  Power  Com- 
I)any  has  broken  ground  on  the  new  dam  site  at  the  head 
of  Fairfax  grade.  A  force  of  men  have  been  at  work  for 
some  days  under  the  management  of  Superintendent  Barr. 
The  concrete  base  is  expected  to  be  laid  before  the  winter 
season  sets  in.  The  base  of  the  dam  will  be  650  feet  in  length 
and  the  dam  will  be  100  feet  in  height  and  will  be  built  of 
solid  masonry  and  will  have  a  capacity  of  3,500,000,000  gallons. 

WOODLAND,  CAL.— The  Yolo  County  Consolidated 
Water  Company,  whose  stockholders  are  Yolo  County  capital- 
ists has  secured  all  the  rights  and  interests  of  every  irriga- 
tion system  in  the  county,  and  has  contracted  to  sell  the  en- 
tire property  of  the  corporation  to  Lieutenant-Governor  War- 
ren Porter  of  Watsonville,  J.  W.  Forgeus  and  others.  The 
sale  is  outright  and  the  deal  will  be  closed  as  soon  as  an 
agreement  is  reached  between  the  landowners  adjacent  to 
Clear  Lake  and  the  purchasers  in  regard  to  raising  the  level 
of  the  lake  so  that  an  unlimited  supply  of  water  for  irrigating 
purposes  and  power  may  be  assured.  Most  of  the  land  owners 
have  signed  the  agreement  already.  There  will  be  enough 
water  to  irrigate  all  of  Yolo  and  a  large  part  of  Solano 
County.  The  water  will  follow  a  creek  bed  for  many  miles, 
saving  the  expense  of  canal  work.  The  present  company 
irrigates  thousands  of  acres  with  the  natural  flow  of  this 
creek. 

OAKLAND,  CAL.— In  a  report  to  the  Council  .T.  H.  Dock- 
weiler.  city  water  expert,  made  known  the  fact  that  the  Peo- 
ple's Water  Company  had  practically  completed  its  new  cen- 
tral reservoir,  which  is  being  constructed  to  meet  the  de- 
mands for  water  storage  facilities.  It  will  be  ready  for  receiv- 
ing water  at  the  end  of  the  present  month.  Nothing  remains 
to  be  done  but  the  trimming  and  dressing  of  the  slopes,  and 
the  work  on  the  concrete  parapet.  Dockweiler's  report  gives 
the  receipts  and  expenditures  of  the  water  company  for  the 
six  months  ending  June  30.  The  total  receipts  for  that  period, 
including  money  received  for  general  water  rents,  tapping, 
turn  on  and  land  rents,  amount  to  $451,315.87.  The  expenses, 
including  supply  and  distribution,  maintenance,  general  ex- 
penses and  service  construction,  amounted  to  $147,861.15.  The 
receipts  over  and  above  the  expenses  amount  to  $303,454.72. 
The  taxes  were  $38,878.76,  and  the  net  receipts  were  $264,- 
575.96.  Under  the  head  of  construction  expenditures  comes 
the  central  reservoir.  $55,553.97;  piping  and  street  mains, 
$61,719.23;   sundray  acounts,  $41,929.29,  a  total  of  $159,202.49. 
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D.lcyat.'s  N.  W.  El<'Ctric  Lijjlit  &  Power  Association  on  Steanu-r  Qu<'ori. 

The  third  annual  convention  of  the  Northwest  acquainteih  About  eighty  members  were  in  attend- 
Electric  Light  and  Power  Association  was  lield  August  ance,  together  with  the  wives  constituting  a  party  of 
26-29,  1910,  on  Jjoard  the  steamer  Queen,  which  en- 
circled Puget  Sound  during  the  course  of  the  meeting. 
Such  a  meeting  ])lace  is  uni(|iie  in  Pacitic  Coast  annals 
and  contributed  greatly  to  the  success  of  the  coii^-en- 
lion,  not  only  in  improved  attendance,  but  rilso  in  an 
excellent  opportunity  for  the  members  to  become  well 


about  one  hundred  and  thirty. 

The  members  and  guests  asseniljled  on  board  at 
Seattle,  Friday  evening,  .\ugust  26th,  and  arrived  at 
Tacoma  early  Saturda}-  morning.  Here  they  took 
sight-seeing  cars  placed  at  their  disposal  by  the 
'I  acoma    Rail\va\-   and    Power   C'om]jan_v,   returning   in 
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time  to  attend  the  tirsl  business  session  on  Saturday 

afternoon. 

This  was  opened  with  an  address  by  President 
.\rthur  C.unn,  president  of  the  Wenatchee  Valley  Gas 
and  Electric  Company,  who  introduced  W.  J.  Granibs 
as  the  author  of  the  paper  on  "Rate  Making,"  pub- 
lished elsewhere  in  this  issue.  Following  the  discus- 
sion on  this  paper,  the  convention  went  into  executive 
session  for  consideration  of  the  subject  of  legislation. 
On  Saturday  night  a  dance  was  held  at  the  Hotel 
'i'acoma,  the  steamer  thereafter  proceeding  to  Everett. 
\o  business  session  was  held  on  Sunday,  the  day 
being  devoted  to  rest  and  recreation.  A  number  of 
neophytes  were  initiated  into  the  "Order  of  Neptune," 
incidentally  receiving  an  unexpected  salt  water  bath. 
At  a  subsequent  mock  trial  A.  H.  Buck,  president  of 
the  Monroe  Water  and  Light  Company,  was  convicted 
cf  the  heinous  offense  of  selling  electricity  at  3  cents 
per  kw.  hour,  his  only  defense  being  that  his  cost 
of  production  from  saw-mill  refuse  justified  the  pro- 
cedure. He  was  adjudged  guilty  of  lunacy  and  sen- 
tenced to  the  Steilacoom  Insane  Asylum. 

The  party  reached  Vancouver  about  8  o'clock 
Sunday  evening,  being  there  met  by  a  delegation  from 
the  British-  Columbia  Electric  Railway  Company,  in- 
cluding Chas.  Rummel,  manager  of  the  light  and  power 
department,  W.  T.  W'oodroofe,  superintendent  of  the 
railway  department,  and  IL  E.  Grant,  illuminating  en- 
gineer, who,  together  with  D.  R.  Kennedy,  superin- 
tendent of  transportation  and  generation,  and  G.  D. 
Robinson,  of  the  engineering  department,  escorted  the 
party  on  sight-seeing  cars  throughout  the  city.  A  fire 
alarm  was  turned  in  so  that  the  visitors  might  see  the 
electric-driven  chemical  engine. 

Early  Monday  morning  tally-hos  took  the  party 
through  the  more  beautiful  parts  of  the  city,  the  party 
disbanding  at  the  Vancouver  Hotel  and  proceeding 
thence  to  the  boat.  The  reception  tendered  by  the 
British  Columbia  Electric  Railway  Company  was  most 
hearty  and  was  greatly  appreciated  by  the  visitors, 

Monday  afternoon  A.  C.  McMicken  read  a  paper 
on  "Methods  of  Obtaining  Business,"  as  published  in 
tliese  columns  of  September  4,  1910.  After  discussion 
on  this  paper,  D.  L.  Huntington's  paper  on  "Depre- 
ciation" was  read  by  Secretary  Brockett  in  the  ab- 
sence of  the  author.  This  paper  appears  elsewhere 
in  these  columns,  .\rlluir  Gunn  also  read  a  paper  on 
"Employers'  Liability."  The  steamer  meanwhile  con- 
tinued to  Bellingham  and  thence  to  Seattle,  where  the 
meeting  adjourned  on  Tuesday. 

At  the  executive  session  on  Monday  evening  offi- 
cers were  elected  for  the  ensuing  year. 

Douglass  Allmond,  of  Anacortes,  is  the  new  presi- 
dent of  the  Association,  H.  V.  Gates,  of  Heppner.  is 
vice-president  from  Oregon,  F.  Shields,  of  Moscow, 
vice-president  from  Idaho,  Norwood  W.  Brockett,  of 
Seattle,  secretary  and  treasurer.  The  executive  com- 
mittee consists  of  M.  D.  Spencer,  of  Eugene,  J.  S. 
Thornton,  of  Aberdeen,  and  L.  B.  Faulkener,  of 
r)lympia,  the  latter  being  re-elected. 

Exhibits  were  made  by  the  Westinghouse  Elec- 
tric and  Manufacturing  Company,  the  Western  Elec- 
tric  Company  and   Allis-Chalmers  Company. 

The  entire  meeting  was  voted  a  great  success, 
resolutions  of  commendation  attributing  much  to  the 
energy  of  Secretary  Brockett. 


DEPRECIATION.' 

UV   II.   I,.    HUNTINGTON. 


Depreciation  is  now  receiving  the  attention  from 
all  conservatively  managed  operating  companies  which 
it  fully  deserves.  W  hile  opinion  is  still  quite  diverse 
as  to  the  extent  of  depreciation  and  the  methods  of 
arriving  conservatively  at  proper  charges,  nearly  all 
companies  are  making  some  allowance  in  this  direc- 
tion. This  has  been  brought  about  not  only  by  the 
unavoidable  realization,  as  the  years  go  by,  that  such 
a  charge  must  be  provided  for  as  a  cost  of  operating 
the  property,  but  closer  attention  has  been  drawn  to 
the  matter  in  the  last  few  years  through  the  growth 
of  public  service  connnissions  which  have  undertaken 
the  supervision  and  regulation  of  the  rates  charged  ; 
especially  where  rates  have  been  regulated  downward, 
a  closer  scutiny  of  items  entering  into  the  cost  of 
service  has  brought  the  fact  plainly  to  view  that  such 
charges  must  be  included' in  the  cost  of  operation. 

Depreciation  accounts  in  themselves  must  of  nec- 
essity partake  of  the  nature  of  estimates,  and  such  esti- 
mates may  \ary  widely  one  from  another  even  on  the 
same  property  through  difference  of  opinion  as  to 
the  nature  uf  dei)rcciati(ni.  the  length  of  life  o"f  appa- 
ratus, and  other  considerations.-  Three  methods  of  ar- 
riving at  depreciation  cliargo  have  come  to  the  writ- 
er's attention. 

l-'irst :  Some  properties  arrive  at  the  depreciation 
charge  by  taking  the  difference  between  an  arbitrary 
percentage  of  their  gross  receipts  and  the  amount 
charged  for  maintenance.  This  is  an  easy  method,  but 
has  nothing  special  to  recomi-nend  it  excepting  the  fact 
of  the  facility  with  which  the  figures  can  be  arrived 
at.  It  has  no  logical  basis,  and  will  undoubtedly  not 
long  continue. 

Second:  Other  concerns  have  gone  into  the  most 
elaborate  determination  of  depreciation  items,  taking 
each  piece  of  apparatus  and  each  installation  as  it  is 
made  and  opening  a  separate  depreciation  account  for 
each  such  item,  and  extending  the  depreciation  charge 
yearly  for  each  such  item,  totalizing  in  order  to  arrive 
at  the  whole  depreciation  of  the  property.  This  method 
is  probably  more  nearly  accurate  theoretically  than 
any  other  method  which  has  been  used  to  any  extent, 
but  has  the  disadvantage  of  being  extremely  cumber- 
some, requiring  a  great  deal  of  clerical  and  engineer- 
ing labor  and  skill  in  its  preparation. 

Third :  This  method  consists  of  taking  the  plant 
as  a  -whole,  grouping  the  various  classes  of  apparatus, 
machinery,  buildings,  etc.,  into  classes  which  are  arbi- 
trarily assumed  to  have  about  equal  rates  of  deprecia- 
tion. From  these  figures  on  the  plant  as  a  whole  the 
charge  for  depreciation  is  arrived  at.  It  is  then  de- 
termined what  percentage  of  the  total  investment 
should  thus  be  written  off.  This  percentage  may  then 
be  applied  for  several  years  to  the  property  as  it 
grows,  when  the  whole  process  should  be  repeated 
with  a  view  to  determining  whether  any  material 
change  in  the  percentage  thus  arrived  at  has  taken 
place,  and  a  new  percentage  assumed  for  another  pe- 
riod of  years.  This  system  does  not  entail  anything 
approximating  the  labor  and  clerical  force  required 
by  the  second  plan  outlined  above,  and  yet  it  has  a 

^per  presented  at  ronvention  N.  W.  -Electric  I.igl.t  an.l 
Power    Association.    Seattle,    Aug.    2S,    1910. 
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logical  basis  which  does  not  exist  in  the  first  plan  men- 
tioned, and  it  seems  probable  that  it  is  along  such 
lines  that  depreciation  estimates  will  be  arri\ed  at  in 
the  future. 

In  determining  the  percentage  of  depreciation  for 
application  to  the  plant  as  a  whole  many  factors  must 
be  considered.  In  the  first  place  the  actual  life  of 
machinery,  apparatus,  buildings,  etc.,  should  be  de- 
termined as  accurately  as  experience  will  permit.  Sec- 
ond, the  rate  at  which  such  properties  become  obso- 
lete, regardless  of  their  actual  serviceable  life,  should 
be  determined.  For  instance,  a  machine  may  be  car- 
ried through  a  long  period  of  time,  perhaps  twenty  or 
twenty-five  years,  and  by  judicious  repairs  and  main- 
tenance, be  kept  in  almost  as  good  condition,  as  far  as 
service  is  concerned,  as  it  was  at  the  time  of  its  in- 
stallation. I,ong  before  the  period  of  its  useful  life 
as  a  serviceal)k-  machine  has  expired  it  may  become 
obsolete  \n  such  an  e.xtent,  (ju  account  of  changes  of 
methods,  new  disc<  iveries,  size  ijf  imits,  efficiency  of 
apparatus,  etc.,  ilial  il  becomes  a  useless  burden  upon 
the  system,  and  nuisi  be  discarded  as  an  asset  for  that 
reason.  This  feature  of  dcijreciation  is,  in  all  prob- 
ability, the  most  difficult  one  to  determine  upon,  and 
one  u])(in  which  there  will  be  greater  difference  of 
opinion  than  on  almost  an_v  other  ])orlion  ot  the  de- 
preciation item,  tor  the  reascMi  that  it  requires  one's 
judgment  as  to  what  the  fiUurc  dex'elopinent  of  the 
business  may  be  five,  ten  or  even  twenty  years  later. 

.Another  consideration  of  importance  upon  which 
there  wouM  be  <lifiference  of  opinion,  is  as  to  what  pro- 
vision should  be  made  with  regard  to  the  expiration 
of  franchise  rights.  Shall  it  be  assumed  that  we  can 
safely  exjiect  a  renewal  of  our  franchises  or  public 
rights  at  their  expiration,  upon  terms  sufficiently  rea- 
sonable to  enable  us  to  go  on  with  our  business,  or 
must  we  assume  that  at  the  expiration  of  our  franchise 
we  must  have  placed  ourselves  in  a  position  where  we 
have  retired  the  investment  which  has  been  made  for 
the  purpose  of  doing  business  under  such  franchises?' 
I  th.ink  that  the  managers  of  most  properties  will 
arrive  at  the  conclusion  that  this  franchise  expiration 
feature  will  have  to  l)e  largely  eliminated  from  the 
question,  aiul  that  it  will  have  to  be  assumed  that  such 
properties  will  be  continued  in  operation  under  new 
franchises  or  agreements  with  numicipalities,  or  public 
service  commissions,  which  will  permit  their  proper 
and  profitable  operation. 

In  determining  the  total  depreciation  of  the  prop- 
erty of  a  company  consideration  must  be  given  to  the 
value  of  real  estate,  water  power  rights,  freight  and 
passenger-  terminal  lands,  for  the  reason  that  they 
may  not  only  not  depreciate,  but  they  may,  and  prob- 
ably will,  in  most  communities,  show  an  actual,  and 
perhaps  a  very  large,  appreciation  in  value,  and  these 
should  be  taken  as  an  ofifset  as  against  the  deprecia- 
tion charges  otherwise  arrived  at. 

In  general  a  carefully  managed  property  will 
charge  off  to  depreciation  a  sum  which  is  conserva- 
tively sufficient  to  meet  the  purpose  for  which  it  is 
made,  as  any  other  course  will,  in  the  long  run,  where 
prices  are  close  or  competition  is  keen,  lead  to  finan- 
cial disaster,  and  it  is  much  better  to  make,  appar- 
ently, a  showing  somewhat  less  satisfactory  on  our 
books,  and  in  our  statements  to  our  stockholders,  than 


might  possibly  be  justified  by  a  less  conservative  state- 
tnent,  than  to  run  any  material  risk  that  at  some  future 
time  we  will  have  to  show  to  our  stockholders  a  con- 
dition of  impairment  of  capital. 

The  purpose  of  this  brief  paper  is  merely  to  out- 
line in  general  a  few  ideas  on  the  subject,  with  a  view 
more  to  stimulating  discussion  and  bringing  out  the 
ideas  of  other  persons,  than  to  lay  down  any  rules 
or  dictum  from  the  writer's  standpoint.  It  is  sincerely 
hoped  that  the  subject  will  receive  the  earnest  con- 
sideration which  it  deserves,  and  that  a  very  full  dis- 
cussion of  the  matter  will  take  place,  which  cannot 
help  leading  to  a  better  understanding  of  one  of  our 
most  serious  financial  problems. 


NOTES  ON  RATE  MAKING.' 

BY    \V.   J.   CR.^MnS. 

Electrical  energy  for  light  and  power  should  be 
considered  a  service  rather  than  a  commodity.  It  can- 
not be  stored  up  like  gas,  and  the  generating  plant  may 
be  called  upon  any  time  to  furnish  the  maximum 
demand  of  a  consumer's  installation,  although  this  may 
happen  only  occasionally.  The  central  station  must 
therefore  prepare  to  meet  the  consumer's  demand  by 
installing  an  equal  amount  of  generating  apparatus. 

The  proper  method  of  arriving  at  rates  for  electric 
light  and  power  current  has  been  the  subject  of  much 
discussion,  and  various  forms  of  rates  and  schedules 
have  resulted.  Local  causes  and  influences  greatly 
vary  the  results  obtained  by  different  companies,  and 
the  actual  rates  vary  in  difTerent  localities,  but  the 
underlying  principles  on  which  the  rates  are  based 
should  be  the  same. 

Flat  rates  are  objectionable  because  short  hour  con- 
sumers are  compelled  to  pay  as  much  as  long  hour  con- 
sumers for  the  same  load,  and  in  addition  to  this,  flat 
rates  lead  to  wastefulness. 

A  straight  meter  rate  is  satisfactory  only  where 
all  consumers  use  electricity  in  the  same  way  and 
under  similar  conditions.  Such  a  rate,  however,  is 
as  unfair  and  unwise  as  it  would  be  to  require  a  uni- 
form rate  for  all  classes  of  freight. 

The  plan  of  getting  what  you  can  in  competition 
leads  to  various  rates  for  exactly  the  same  class  of 
service,  and  eventually  to  financial  ruin. 

The  quantity  discount  plan,  where  a  specific  rate 
if  given  for  each  class  of  service,  and  then  step  by 
step  discounts  made  for  quantity  used,  is  a  step  in  the 
right  direction,  though  only  a  partial  solution  of  the 
problem. 

The  "two-rate"  or  primary  and  secondary  rate 
scheme,  and  the  readiness-to-serve  scheme,  based  on 
maximum  demand,  can  combine  practically  all  of  the 
features  which  go  to  make  up  an  equitable  rate. 

One  of  the  things  wdiich  restricted  central  station 
progress  for  years  was  the  failure  to  recognize  the 
-reat  difference  in  the  cost  of  serving  different  classes 
of  consupiers.  There  is  no  discrimination  when  a  rate 
automatically  gives  a  lower  rate  to  a  consumer  because 
of  greater  hours  of  use  per  day  of  electricity,  when 
such  rates  are  open  to  everybody  and  depend  entirely 
on  the  class  of  service  ck'nunuk-d. 
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A  theoretically  correct  rate,  i.  c.,  one  which  will 
divide  the  cost  and  profit  eciuitably  between  all  con- 
sumers, would  he  extremely  complicated,  and  uouhl 
cause  dissatisfaction  not  only  on  account  of  it  not  being 
generally  understood,  but  on  account  of  certain 
other  features,  among  which  might  be  mentioned  the 
following : 

(a)  \'ery  short  hour  users  would  pay  an  ex- 
tremely high  rate  per  kilowatt  hour. 

(b)  Location  of  customers  as  regards  point  oi 
generation  would  have  to  be  taken  cognizance  of  on 
account  of  ditYerence  in  line  losses. 

(c)  Large  consumers  would  have  to  pay  a  rate 
which  would  increase  isolated  ]dant  ccjmpetition. 

A  high  rate  for  short  hour  users,  while  justifiable, 
has  been  found  to  be  impracticable,  and  is  conducive 
to  rate  regulation  by  civic  commissions. 

Variation  in  rate  on  account  of  locality  has  like- 
wise been  found  not  to  be  good  policy. 

Large  consumers  must  be  given  a  price  only 
slightly  in  excess  of  what  they  can  furnish  the  same 
service  for  themselves,  which  may  be  somewhat  less 
than  the  ideal  equitable  rate. 

Now^  since  it  is  not  practical  to  chavge  the  short 
hour  user  and  the  large  consumer  at  the  theoretically 
correct  rate,  the  additional  profit  must  be  made  on  the 
ir.termediate  consumers. 

In  making  up  or  revising  rates  it  is  always  best  to 
determine  the  theoretically  equitable  rate  for  each 
class  of  consumer  and  to  vary  this  as  occasion  demands. 

In  making  up  this  theoretical  rate  for  each  class 
of  service  there  are  four  general  di\isions  of  expense 
to  be  taken  into  account,  and  which  go  to  make  up  the 
total  cost  to  the  consumer,  to  wit : 

(i)     A  consumer's  charge. 

(2)  A  capacity  charge  or  (a)  fixed  charges  based 
on  the  generating  plant  and  (b)  fixed  charges  based  on 
the  distributing  system,  which  included  converting  and 
regulating  apjjaratus,  lines,  transformers,  etc. 

(3)  An  outinit  charge. 

(4)  Profit. 

The  consumer's  charge  should  cover  cost  of  reail- 
ing  meters,  collecting,  billing,  and  all  costs  which  \  arv 
with  the  nund^er  of  customers,  and  is  usually  arbi- 
trarily fixed  at  $1.00  per  month. 

Idle  capacity  charge  should  co\'er  1)oiid  interest, 
general  salaries,  general  expense,  and  all  other  items 
due  to  the  capacity  oi  the  station  and  distributing- 
system. 

The  output  charge  should  cover  operating  supplies, 
fuel,  oil,  waste,  labor,  and  all  expenses  depending  on 
the  output  of  the  station,  and  profit. 

The  fixed  charges  on  the  operating  plant  should 
be  divided  among  consumers  in  direct  proportion  to  the 
consumer's  effect  on  the  peak  load,  wdiether  they  he 
light  or  power  customers.  To  divide  this,  what  is  gen- 
erally known  as  "diversity  factors"  must  be  obtained 
between  the  consumer's  service  and  the  generating  sta- 
tion. If  this  diversity  factor  is  known,  or  can  be  found, 
the  division  of  fixed  charge  on  plant  can  readily  be 
made. 

The  fixed  charges  on  the  distributing  system  vary 
in   general   with   each  class  of  customer,  and   for  resi- 


dence lighting  forms  the  largest  jnirt  of  the  cost,  l-'or 
large  power  customers  it  becomes  only  a  small  portion 
of  the  cost.  The  fixed  charges  on  the  distrif)uting  sys- 
tem cannot  be  di\ided  in  proportion  to  the  ;imouut  each 
consumer's  ciuTenl  is  to  the  total  current  in  the  lines 
at  peak,  or  at  any  other  time,  but  nuist  be  found  for 
each  class  of  service  separately. 

The  short  hour  consumer  will  automatically  pay 
a  higher  rate  and  the  long  hour  consumer  a  lower  rate, 
and  the  longer  the  use  each  day  the  lower  the  rate  and 
there  will  be  no  overla])i)ing  points  as  in  many  of  the 
discount  and  stej)  rates.  Such  a  rate  will  be  approxi- 
mately correct  and  be  equitable  to  all  concerned.  The 
rate  will  discriminate  between  profitable  and  unprofit- 
al)le  consumers  and  will  make  all  bills  more  uniform 
tl-.roughout  the  year  by  lowering  tlic  winter  l>ill  and  in- 
creasing the  summer  bills. 

.\fter  the  theoretical  rates  have  been  determined 
by  an  analysis  of  costs  in  conformance  with  the  above, 
then  the  rates  should  be  made  as  simple  as  possible  so 
that  the  customer  can  readily  understand  their  api)lica- 
tion  to  his  load. 

Residence  Lighting  Rates. 

While  it  is  true  that  a  consumer's  load  factor  sliould 
determine  his  rate,  the  difficulty  and  expense  of  getting 
such  data  in  the  case  of  residential  lighting  would  sug- 
gest some  simple  schedule  readily  understood  l)y  the 
consumer  and  which  will  insure  a  fair  return  to  the  cen- 
tral station.  The  diversity  of  residence  lighting  is  such 
that  the  maximum  demand  of  various  consumers  does 
not  correspond.  The  residence  peak  will  last  from 
three  to  five  hours  and  does  not,  as  a  rule,  come  on 
until  after  the  commercial  power  load  is  off.  There  is 
no  doubt  that  the  cost  of  carrying  the  small  residence 
consumer  is  abnormally  high,  due  to  meter  and  trans- 
former costs  and  changes,  accounting  and  collection 
costs,  and  it  is  therefore  proper  to  make  a  higher  rate 
for  residence  service.  The  residence  consumer,  in  spite 
of  his  relatively  large  occasional  demand  the  general 
expense  he  entails,  has  one  compensating  virtue  in  that 
his  peak  does  not,  as  a  rule,  add  itself  to  the  general 
|)eak  but  follows  it. 

.\11  maximum  demand  schemes  tend  to  discourage 
domestic  use  of  electricit}-.  In  order  to  determine  the 
maxinnun  demand  in  a  residence  it  has  been  the  i)rac- 
lice  to  assume  the  inaximuni  demand  to  be  from  30  to 
30  i)er  cent  of  the  consumer's  connected  load,  maximum 
demand  meters  being  too  expensive  for  this  class  of 
lighting.  This  puts  a  penalty  on  numerous  convenient 
l.imps  in  closets  and  other  out  of  the  way  places  wdiich 
are  only  occasionally  used.  ,\n  assessed  maximum  fle- 
i:iand  is  undesirable  because  of  the  frequent  change  of 
himps  in  a  residence,  and  unless  a  frequent  check  of 
the  service  is  made  there  will  be  a  great  inequality  in 
the  rate  which  a  consumer  will  get  from  time  to  time. 

The  consumer  having  a  good  load  factor  and  the 
one  having  a  large  demand  should  both  have  a  conces- 
sion in  rate — the  first  on  account  of  reductions  in  gen- 
erating plant  fixed  charges  per  kilowatt  hour — and  the 
second  on  account  of  reduction  in  general  expenses  and 
distribution   of  fixed   charges  per  kilowatt  hour. 

Power  Rates. 

Power  rates  should  be  based  on  the  same  general 
I)--in(-i])les  that  light  rates  are  based  uiioii  in  order  to 
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be  equitable.  The  fixed  charge  must  be  distributed  in 
proper  proportion  among  the  various  consumers  so  that 
each  customer  pays  fixed  charges  on  the  capacit_y  of 
the  plant  required  to  serve  him,  after  which  the  rate 
should  distribute  the  operating  expense  and  profit 
among  the  customers.  Power  should  be  charged  for 
on  the  average  peaks  of  the  consumers  upon  the  gen- 
erating station  rather  than  by  the  individual  peaks  of 
the  dift'erent  consumers,  which  will  as  a  rule  occur  at 
other  times  than  during  the  peak  of  the  station.  .\s  a 
matter  of  fact,  the  maximum  demand  of  power  custom- 
ers will  usually  occur  during  the  light  period  of  the 
day,  and  due  to  the  diversity  of  the  load,  these  peaks 
coming  at  difl'erent  hours  of  the  day  make  it  possible 
for  the  station  to  handle  the  load  more  economically. 
There  is  also  a  diversity  of  load  between  power  and  res- 
idence lighting,  because  as  the  power  load  goes  off  at 
the  end  of  the  day  the  residence  load  comes  on.  Power 
for  small  consumers  can  usually  be  furnished  by  elec- 
tric light  companies  without  substantially  increasing, 
the  investment.  The  price  must  be  low  enough  to 
make  the  service  attractive,  and  it  cannot  be  sold  to 
the  consumer  much  in  excess  of  what  it  wnuld  cost 
him  to  make  it.  The  rate  must  be  simple,  but  it  should 
be  fixed  and  \-ariable  cx])ense. 

The  Commonwealth  Edison  Company,  of  Chicag<i, 
determined  the  jiercentage  of  maximum  demand  to  the 
connected  of  about  four  thousand  motor  customers  to 
be  as  follows : 

Installations  under  lo  h.j).  i  motor  used.  .......   859;- 

Installations  under  10  h.]).  more  than  I  motor  used  75% 
Installations  of  from   10  to  50  h.]).  irrespective  of 

number  of  motors  used .   6^'' 

Over  50  h.p.  irrespective  of  number  of  motors  used  55^^ 

Owing  to  the  diverse  character  of  load  and  the  dif- 
ferent hours  of  maximum  demand,  the  connected  load 
may  l)e  two  or  three  times  the  station  capacity. 

Wholesale  Power  Rates. 

A\  holesale  jxnver  rates  should  carry  a  i)rimary 
charge  or  guarantee  based  on  the  maximum  demand 
and  load  factor,  plus  a  secondary  kilowatt  hour  rate 
based  on  the  variable  expense^and  profit.  It  is  diffi- 
cult, however,  to  establish  a  system  of  rates  based 
on  one  primary  and  one  secondary  charge  because  of 
tlie  fact  that  it  costs  proportionatel}-  more  to  ser\e  a 
small  consumer  than  to  serve  a  large  consumer,  and 
also  because  the  cost  of  making  current  during  long 
hours  per  day  is  less  for  the  same  demand  than  it  is 
where  the  service  is  for  short  hours  per  day. 

The  effect  of  competition  by  other  ])ublic  service 
corporations  will  have  an  effect  not  only  on  the  form 
of  rates  or  the  general  rate  plan,  but  on  the  actual 
rates  themselves.  As  an  example,  the  Munici])al  Plant 
of  Seattle,  which  also  does  a  large  commercial  busi- 
ness, will  quote  a  rate  to  a  customer  who  uses  his 
power  for  twenty  hours  per  day  or  longer' so  low  that 
The  Seattle  Electric  Company  could  not  possibly 
take  the  l)usiness  and  make  a  profit.  On  the  other 
hand.  The  Seattle  Electric  Company  has  been  able 
to  take  business  away  from  the  municijjal  plant  and 
make  a  good  profit  when  the  customer  only  uses  his 
power  from  eight  to  ten  hours  per  day. 

\A'ith  competition  of  this  sort  any  lack  of  return 


irom  long  hour  business  must  be  made  up  on  the 
shorter  hour  business,  and  the  schedule  must  be  made 
up  accordingly. 

Competition  should  be  met  by  improvement  in 
service,  and  by  a  schedule  of  rates  designed  to  fit 
your  own  and  your  competitor's  costs. 

Mr.  S.  E.  Doane,  chief  engineer  of  the  National 
Electric  Lamp  Association,  read  a  paper  before  the 
N.  E.  L.  A.  at  St.  Louis  on  the  efl:"ect  of  high  efficiency 
lamps  on  the  cost  of  light  to  the  central  station.  The 
paper  was  listened  to  with  a  great  deal  of  interest,  and 
I  have  taken  the  liberty  of  presenting  Mr.  Doane's 
paper  herewith  in  an  abbreviated  form  in  the  belief 
that  you  will  all  be  interested  in  what  he  .said,  as  fol- 
lows : 

"Dr.  John  Ffopkinson,  F.  R.  S.,  in  1892  established 
a  broad  principle  that  was  recognized  and  accepted  by 
the  electric  light  industry  as  correct,  which  divided 
costs  of  current  into  fixed  and  operating  classifica- 
tions." 

"Henry  L.  Doherty  in  1900,  in  a  paper  read  before 
the  National  Electric  Light  Association,  worked  up 
the  same  idea  and  further  divided  the  fixed  cost  into 
two  sub-divisions— and  Mr.  Doane  in  his  paper  worked 
along  the  lines  indicated  by  Mr.  Doherty.  He  con- 
sulted central  station  men  of  much  experience  from 
all  parts  of  the  country,  and  a  number  of  men  from 
his  staff  were  em])loyed  for  a  ])eriod  of  two  years  col- 
lecting, and  working  up  the  data  upon  which  he  bases 
his  deductions." 

In  discu-ssing  the  effect  of  the  high  efficiency  lamp 
on  central  station  costs  his  analysis  and  arguments 
were  based  on  the  following  ]:)remises: 

1st.  The  discussion  was  limited  to  the  lighting 
load. 

2nd.  In  order  to  obtain  a  fair  average  the  anal- 
ysis co\-er  a  ])eriod  of  at  least  one  year. 

3rd.  The  station  capacity  of  the  various  plants 
is  considered  not  greatly  in  excess  of  the  maximum  de- 
mand. 

4th.  The  items  of  outgo,  such  as  dividends,  inter- 
est, depreciation,  obsolescence,  and  all  losses,  are  as 
much  items  of  cost  as  the  items  of  coal,  labor,  etc. 

As  a  basis  for  his  discussion  he  presented  Table  I 
— the  result  of  a  careful  cost  anah'sis  o.'  a  numl:)er  of 
central  stations.  The  percentage  distribution  of  the 
total  cost  under  the  items  "General  Expense,"  "Dis- 
tributing E.xpense,"  "Generating-  Expense,"  etc.,  is 
shown  separately  for  each  of  the  four  cases  repre- 
sented in  the  column  headed  '"'<  of  Total  Station  Ex- 
pense." 

Each  of  these  items  was  further  analyzed  and  dis- 
tributed by  percentage  under  one  or  more  of  the  head- 
ings as  shown  in  the  last  three  columns  of  Table  I. 
The  proportion  of  each  item  charged  to  "Output" 
represents  the  relatixe  proportion  of  the  cost  which 
depends  upon  cost  per  k.w.h.  The  proportion  of  each 
item  charged  to  "Demand"  represents  the  relative  pro- 
portion of  the  cost  that  depends  on  the  capacity  of  the 
plant,  which  in  turn  depends  upon  the  "Demand." 
The  portion  charged  to  "Consumers"  represents  the 
relative  proportion  of  the  cost  which  depends  upon  the 
number  of  consumers  connected  and  served. 
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TABLE   1. 
C'eutral    sttitiou    Cost    Analysis. 


%  of  Total 

%  Item 

Proporti 

onal  to 
Con- 

Hem 

Station    Expense 

Output 

Demand 

sumers 

a 

12.7 

75.4 

24.6 

General 

1:. 

14.5 

71.0 

29.0 

Expense 

0 

d 
Weiglited 

10.2 
10.9 

82. S 
80.0 

17.2 
20.0 

average 

12.0 

76.9 

23.1 

a 

15.2 

'o"o'.2 

26.4 

23.4 

Distributing          •> 

9.7 

44.7 

21.4 

33.9 

Expense 

c 

17. S 

50.6 

24.7 

24.7 

d 

12.S 

31. S 

56.9 

11.3 

Weighted 

average 

n.4 

47.0 

28.9 

24.1 

a 

13.4 

80.7 

19.3 

Generating 

b 

17.7 

74.6 

25.4 

Expense 

c 

32.1 

70.3 

2J.7 

d 

32.3 

67.9 

32.1 

■Weighted 

average 

23.9 

72.0 

2S.0 

a 

S.l 

80.0 

Vo.6 

Taxes  and 

b 

10.9 

86.2 

13.8 

Insurance 

0 

6.S 

85.9 

14.1 

d 

4.4 

80.0 

20.0 

Weighted 

average 

7.8 

84.0 

16.0 

a 

11.6 

SO.O 

20.0 

b 

11.3 

79.5 

20.5 

Depreciation          c 
d 

9.0 
tJ.O 

85.9 
SO.O 

14.1 
20.0 

Weighted 

average 

9.S 

Sl.S 

18.2 

a 

39.0 

'iV.i 

68.1 

IS.S 

Interest   an 

d          b 

35.7 

27.2 

55.1 

17.7 

Dividends 

c 

24.1 

26.4 

61.4 

12.2 

d 

33.6 

8.9 

73.7 

17!4 

Weighted 

average 

32.1 

19.7 

63.7 

16.6 

a 

100.0 

23.5 

38.5 

18.0 

b 

100.0 

27.2 

55.1 

17.7 

Total 

.  .  .  .     c 

100.0 
100.0 

37.9 
28.9 

50.S 
59.5 

11.3 

d 

11.5 

■SVeighted 

average 

100.0 

30.3 

55.1 

14.6 

"a"  Represents  a  large  Central  Station  giving  free  renewals, 
"b"  Represents  a  large  Central  Station  giving  free  renewals. 
"0"  Represents  the  average  of  about  70  Stations  in  the  East, 
"d"  Represents  the  average  of  about  40  Stations  in  the  West. 

In  the  table  each  item  of  cost  has  been  li.stecl  un- 
der fixed  or  operating  cost,  or  has  been  divided  and 
party  listed  under  fixed  or  operating  costs.  Fixed 
costs  have  been  divided  into  "Demand  Costs"  and 
Consumers'  Cost." 

The  "Demand  Cost"  covers  the  cost  involved  in 
supplying  the  maximum  demand,  and  a  proper  allow- 
ance was  made  for  diversity  factor  in  arriving  at  this 
cost. 

The  "Customers"  Cost"  for  the  average  customer  is 
a  cost  which  an  individual  customer  causes,  whether  or 
not  he  actuall}-  consumes  any  current. 

The  following  rule  was  applied  to  determine  the 
cost    divisions : 

If  the  analysis  of  any  cost  showed  that  an  increase 
of  TOO  per  cent  in  the  number  of  customers,  without 
the  total  output  or  total  demand  necessarily  being  in- 
01  eased,  would  presumably  double  the  expense,  such  as 
reading  of  meters,  it  was  taken  as  an  item  which 
varied  directly  with  the  number  of  customers  and  was 
classed  as  lOO  per  cent  "Consumers'  Expense." 

If  an  item  of  cost  would  be  doubled  with  an  increase 
of  lOO  per  cent  in  capacity  of  the  plant,  even  though 
the  number  of  customers  remained  the  same,  such  an 
item  was  classed  as  a  "Demand  Expense."  In  a  simi- 
lar way  items  would  be  classed  under  "Output." 

Mr.  Doane  believes  that  the  percentages  given  in 
his  table  are  conservative,  and  that  they  indicate,  at 
least,  the  nominal  cost  at  which  a  new  customer  can 
be  added  to  the  system  on  the  present  basis. 

Every  customer,  no  matter  how  small,  must  have 
a  pair  of  wires  and  necessary  poles,  fixtures,  etc.,  to 
bring  wire  to  his  premises — he.  must  have  a  meter  and 


demands  some  attention  in  the  way  of  meter  reading 
inspection,  billing,  etc.  Consequently,  he  costs  the 
central  station  a  definite  minimum  amount  per  year 
although  he  uses  no  current  whatever. 

Mr.  Doane  then  proceeds  to  discuss  the  effect  of 
high  efficiency  lamps  on  the  cost  of  serving  the  central 
station  average  customer,  after  which  he  considers 
the  effect  of  the  high  efficiency  lamp  in  serving  larger 
and  smaller  customers  with  larger  and  smaller  load 
factors. 

Taking  the  figures  in  Table  i  Mr.  Doane  plotted 
some  diagrams  which  show  the  effect  of  the  adoption 
of  high  efficiency  lamps  by  a  customer  of  1.6  kilo- 
watts ma.ximum  demand  and  1 1  per  cent  load  factor, 
which  is  about  the  average  load  factor  for  residence 
lighting  in  Seattle.  The  fixed  customers'  cost  is  indi- 
cated by  the  letter  "C" — the  total  demand  cost  for 
1.6  kw.  maximum  by  the  letter  "D,"  and  the  total  cost 
of  the  kw.  h.  actually  coijsumed  by  the  letter  "O." 
The  value  of  these  representations  for  carbon  lamps 
in  Figure  i  is  as  follows:  "C,"  i4-6  per  cent;  "D," 
55.1  per  cent;  "O,"  30.3  per  cent  of  the  total  as  shown 
for  the  average  in  Table  I. 
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The  first  single  rectangle  in  Figure  I  represents 
the  cost  of  an  average  consumer  with  a  maximum  de- 
mand of  1.6  kw.  and  a  load  factor  of  11  per  cent  burn- 
ing carbon  lamps.  When  this  average  customer 
changes  to  high'  efficiency  lamps  and  obtains  the  same 
amount  of  light  as  before  the  result  is  shown  in  the 
middle  group  of  diagrams.  The  longest  parallelogram 
shows  the  eft'ect  of  the  cost  when  the  gem  lamp  is 
adopted,  the  next  the  tantalum  lamp  and  the  third 
when  the  tungsten  lamp  is  adopted.  If  no  new  cus- 
tomers are  added  the  central  station  cannot  reduce  the 
customers  or  demand  costs  charged  against  the  cus- 
tomer, and  the  sole  reduction  in  cost  is  the  reduction 
in  kw.  hrs.  required  to  produce  the  same  amount  of 
light. 

In  this  illustration  Mr.  Doane  shows  that  the 
reduction  of  cost  due  to  the  adoption  of  the  Gem  lamp 
is  8.7  per  cent,  for  the  tantalum   13  per  cent,  and  for 
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the  tungsten  19.5  per  cent,  and,  assuming  that 
the  tungsten  lamp  for  a  given  amount  of  light  only 
uses  1-3  the  amount  of  current  that  the  carbon  lamp 
iises,  the  cost  of  light  is  only  reduced  by  2-3  of  that 
portion  of  the  cost  which  varies  with  the  kw.  hrs.  The 
total  cost  reduction  is,  therefore,  only  about  20  per 
cent  instead  of  60  per  cent. 

Referring  again  to  Figure  i,  the  lowest  group  of 
short  rectangles  shows  what  happens  when  the  sta- 
tion has  added  enough  new  customers  to  utilize  its 
output,  all  customers  using  high  efficiency  lamps. 
Under  these  conditions  the  cost  of  producing  light  for 
the  average  consumer  with  the  tungsten  lamp  is  re- 
duced 55  per  cent. 

Figures  2  and  3  assume  a  customer  of  small  size 
having  a  maximum  demand  of  0.5  kw.  with  load  factor 
01  7  per  cent  and  20  per  cent  respectively.  In  the  case 
of  the  consumer  with  7  per  cent  load   factor  the  cost 


iif  kw.  hrs.  is  only  16  per  cent  of  the  total  cost  with 
carbon  lamps,  and  about  6  per  cent  with  the  tungsten 
Irmp. 

The  astonishing  fact  was  developed  that  even 
such  short  hour  burners  with  small  maximum  demands 
receive  the  full  benefit  of  the  tungsten  lamp  by  adding 
enough  customers  to  take  up  the  entire  capacity  of 
the  central  station  the  cost  of  current  consumed  is 
only  about  10  per  cent  of  the  total  cost  of  carrying 
such  a  consumer.  Even  in  the  case  of  a  comparatively 
long  hour  consumer,  as  shown  in  Figure  3,  having  a 
small  maximum  demand,  the  kw.  h.  consumed  cost  the 
central  station  but  a  very  small  part  of  the  total  cost 
for  the  customer.  Most  of  the  cost  for  a  small  con- 
sumer is  due  to  supplying  the  service  to  the  custoiner. 
The  diagrams  show  that  the  high  efficiency  lamp  re- 
duces the  cost  of  producing  a  given  amount  of  light 
for  the  average  small  customer,  but  this  reduction  of 
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cost    is    in    no    sense    comparable    with    the    reduction  on  the  theory  that  the  customer  will  not  increase  the 

in  current  required  for  a  given  amount  of  light.  amount  of  light   he   uses  at   peak.     The   table   shows 

Figures  4  and   5  show  a  large  consumer,  and   it  that  the  consumer's  costs,  which  are  the  costs  per  cus- 

will   be  observed  that  the  consumer's  cost   is   a   very  tomer  for  distributing  the  current  generated,  are  the 

small  part  of  the  whole.     The  reduction  in  cost  due  to  costs   which   concern    the   central    station    to    a    con- 

the  use  of  tungsten  lamps  by  a  short  hour  consumer  stantl}-  increasing  extent.     The  investment   in  meters 

is  only  about  15  per  cent  when  additional  new  custom-  and  lengtii  of  line  necessary  to  reach  a  customer,  etc., 

ers  have  not  been  taken  on  by  the  central  station.  will  be  of  greater  importance  to  the  station  man  than 

The  follow-ing  table  gives  a  summary  of  the  fore-  the   efficiency  of  the   generating  apparatus, 

going  diagrams:                                                                    -  The  table  further  shows  that  when  a  station  has 

added  80  per  cent  more  customers  than  its  total  costs 

'•'"''''■  -•  will  again  have  reached  the  present  cost  with  carbon 

Reinuve  to»t  o(  seryiu^  <u»t,„„erM.  lauips^  aud   the  cost  per  kvv.  li.   will  be  about  60  per 

PresftU        Intermediate  Cost        Ultimate  Cost  „^.,f    „,.,,..    „   *1,            *            -       »        A  i        ta               •       i  • 

Cost            Tanta-  Tungs-      Tanta-  Tungs-  Cent  greater  than  at  present.     Mr.  Doane  m  his  paper 

consumer              Carbon    Gem       lum        ten      Gem       lum       ten  brings  OUt  the  followins"  points  : 

Average 100.        91.3        ST.O        S0.5        75.6        63.8        45.1  %,         ,        .       ,       „        *,,,.,         ,,-    - 

Small— Short  hr 100.        95.5        93.2        89.8        82.5        73.8        60.6  1  he    lOglCal    efifect    of    the    high    efficiency    lamp    IS 

Small— Long    hr 100.        88.1        85.0        77.4        80.0        70.0        54.9  .         .                   "    ,                    ,               r                ii                         '              n-i  • 

Large— Short  hr 100.      92.7      89.1      83.6      71.8      57.8      36.7  to    increase   the    numl^cr   ol     small     consumers.     Ihis 

Large-Long   hr 100.      85.9      7S.S      s^^^,  ■!•'      57.5    j^6.3  ,^,^3,^^   ^,^    increase    in    the    i)roportion    of   the   central 

Consumer                                      Maximum  Demand       Factor  Station  exj)ense  for  lalxir  in  Connection   with  the  dis- 

Average            1.6                        11%  tribution   System   and  accounting,  etc.,  or  consumer's 

Small — Short    hr 0.5                                   1%  ■'                                                     " 

Small — Long    hr 0.5                                20%  COSt. 

Large--Small     hr 20.0                                   7%  ...    .             ,                                                               .,,   . 

Large — Long  hr 20.0                        20%  i  he  addition  of  many  new  customers  will  improve 

the  load  factor.     The  high  efficiency  lamps  will  enable 

Each  consumer  is  assumed  to  use  the  same  total  j,^g  ^^^^^^i  g^^.^^;,,,^  ^^  ^^^,^^1^  increase  the  number  of 

amount  of  -light  before  and  after  changing  from  car-  customers   without   increasing   the   generating   invest- 

bon  to  high  efficiency  lamps.  ment.    The  reduction  in  the  cost  of  light  can  never  be 

so  great  as  the  customer  expects — he  always  associ- 

TAiii.K  :{.  ates  the  two-thirds  reduction  of  current  consumed  with 

Eiiv.i  on  sintion  Cost  an.i  oiiipnt  I'n.diice.i  !>,•.    \.i..|,(ioii  oi  111.-  ^  two-thirds  reduction  in   cost.     The  decrease  in   the 

tligiieMt    Kfllcleucy    KiiiU|>n.  ^       r   r          •    i   •          i-     i   ,         -t.   ,                                i   ,           ,           ,   •,• 

,,    .        ,                          ,           w                         .  cost  of  furnishing  light  will  be  measured  by  the  ability 

(.\ssuming  that  each   consumer  produces   the  same   amount  . 

of  light  with  highest  efficiency  lamps  :■<=  with  the  lamps  of  low  of  the  Central  Station  to  take  On  additional  consumers 

efficiency.)  w'lio  will  assist  in  bearing  the  fixed  expenses. 

Number  o(              COST  TO  ST.\Tiox              Kw-hrs    rel.^tivk Cost  nig],  efficiency  lamps  wiU  be  made  more  efficient 

Consumers  in                                                                    Consumed  »                           .               i 

'/"o"he                    -                                      and  and  the  central  station   must  adopt  policies  that   will 

number   sup-                                                                     maxnnum  '        '            . 

plied  at         Consumer    Demand    Output    Total  demand    in  Ilot    OUlv    take    Care    Of   the    prCSCUt    lamp    SltUatl(3n,    bllt 

presentwitii                                                                       '/<  of  that  ,.,'.„               -  ,      r                   •                      •         ,      ■         r/-    • 

low  efficiency                                                    with  low                  Per  which  Will  provide  tor  any  increase  in  their  efficiencies 

lamps                                                                           efficiency      *Per          Con-  -       .1        r    * 

lamps       Kw-hr.     sumer  m    the    luture. 

100*  using                                                                    PIT          per  Ductile  tungsten  is  now  being  manufactured  and 

'""um^pl""  """"' P""^'"'  """•"'  P'-^'^'^'"'    P''r '■•■"<    cent          cent  tungstcu  lamps  will  he  hardy  and  capalile  of  satisfac- 

Changedto       14.6       .S5.I         .%.3        loo.o        100.0      KKio         100.(1  torv   employment    in   residences   and   other  places,   so 

the  folluw-lng  '              .                                                                                                     ' 

pe-rceiit  that    ultimately    nearly    every    customer    of    a    central 

usms  highest  .                -n         '         ,         ,' 

efficiency  Station  Will  use  the  lamp. 

lamps 

100  14.fi  55.1  10. S  80.5  35.7  225.0  80.5  

110  Ifi.l  55.1  II. 9  S3. 1  39.3  212.0  75.5 

120       17.5       5.^.1       13.0       s.vfi       42.9       200.0       71.4  ANCIENT  MEXICAN  WATER  MEASURES. 

130  19.0  55.1  14.1  8S.2  46.4  190.0  67.8 

150        2i'9        551        16'-'        93'2       U't       1740        "-'i  ''''''*•'  "'"^  -Mexican  standards   for  measuring  water 

160       23'.4       55!i        i7!.3        95^8       57^2        i6s!o        59!s  have  long  since  been  displaced  by  the  metric  system 

170          24.8          55.1          18.4          98. 3          60.7          162.0          57. S  .                 .   ^       .                    1      l     /    1           .  1                       1                 -        ,-,i 

ISO       26.3        55.1        19.5      100.9        64.3        157.0        56.1  tor  engineering  work,  but  the  old  nomenclature  is  still 

200       29!2        55.1        2L6      lo'sis       7i!4        i48',o        52!9  in  use  among  the  common  people  and  is  found  in  the 

220       32!i       Is'i        23]8      iii^o        78!6        i4i!o        ll'.l  old  records  and  writings.     These  ancient  hydrometric 

230       ssie       55!i        24:9      113^6        82^2        138.0        4916  measures  are  as   follows-     i    buev    (ox)      1.8  surcos  •    i 

240          35.0          55.1          26.0        116.1          S5.7          135.0          48.4  "it^^^Liic^    die    d>    lujiuw^.      i     ijul\      (  n.\  ) .    40    siULUS,     1 

250       36.5       55.1        27.1      US. 7        89.3        133.0        47.5  surco    (furrow),    T,    naranjas :    i    narania    (orange),   8 

260          38.0          55.1          2S.1        121.2          92.9          130.0          46.6  ,          ^        ,.         •'       -^                  ,     ,,  -                  ,-                /,               ( 

270       39.4       55.1        29.2      123.7        96.5        128.0        45.8  realcs  or  limoiies :    I    real    (bit)    or  limon    (lemon),  2 

280    40.9    55.1    30.3   126.3   100.0    126.0    45.1  ,  ,        i  i   ,c      >       -    /  ^      \    \      r 

dedos :  i  dedo   (nnger),  o  i>aias   (straws).     According 

•Please  do  not  confuse  this  -with  the  output  cost  per  kw-hr.  ^          ,-  ,        ,             ,                               i_i-   i      j 

ivhich   remains  practically  constant  throughout.  to  the  old  ordinances  ot  lands  and  waters  established 

in  Spanish  times,  the  buey  of  water  was  as  much  as 
Table  3  shows  in  a  general  way  what  might  be  would  flow  through  an  aperture  i  vara  (0.838  meter) 
expected  when  all  central  station  customers  will  have  square,  no  head  pressure  being  mentioned.  By  a  law 
changed  to  tungsten  lamps.  This  of  course  will  not  of  the  Mexican  Republic  of  August  2,  1863,  i  surco 
actually  c\-er  happen,  but  between  now  and  that  time  was  equal  to  6j/4  liters  per  second  for  rural  measures, 
each  station  will  have  increased  its  number  of  custom-  and  the  paja  was  made  equal  to  0.45  liters  per  minute 
crs,  and  the  table  is  made  to  include  all  percentages  for  town  measurements.  This  distinction  was  in- 
beginning  with  no  increase  and  ending  with  180  in-  tended  to  make  the  surco  a  unit  for  irrigation,  while 
crease  in  customers,  at  which  time  the  station  will  the  paja  was  made  unit  for  distributing  water  to 
be  entirelv  loaded  again.     The  table  is  further  based  houses,  etc.,  in  tovv'ns. 
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l;V   R.   F.   CHEVALIER. 

Draft. 

The  term  draft  as  employed  in  boiler  practice 
refers  to  the  difference  in  density  or  weight  of  the  ex- 
ternal air  and  the  heated  gases  in  the  passes  of  a 
boiler  or  stack.  Atmospheric  pressure  is  due  to  the 
weight  of  the  air.  The  pressure  on  any  given  area  is 
measured  by  the  weight  of  a  column  of  air  having  tiiat 
area  as  a  base  and  the  height  equal  to  that  of  the 
atmosphere.  This  height  has  not  been  accuratelv  de- 
termined. The  density  of  the  air  decreases  as  the  dis- 
tance from  the  earth  increases.  For  all  practical  pur- 
poses in  calculations  it  may  be  assumed  that  this 
density  is  uniform  throughout.  Under  ordinarv  con- 
ditions at  sea  level,  the  atmospheric  pressure  is  14.69 
pounds  per  square  inch.  .\t  this  pressure,  a  cubic 
foot  of  dry  air  at  50  degrees  F.  has  a  densitj'  or  weight 
of  0.077884  pounds. 

Difference  in  density  is  due  to  heat,  which  expands 
tjie  air  and  so  reduces  the  density  per  imit  \'olume. 
\\'ere  a  column  of  air  enclosed  in  a  vertical  cylinrlcr. 
such  as  a  chimney  or  stack,  and  heated,  the  heated 
lighter  air  woidd  be  forced  up  by  the  heavier  cold  air 
entering  to  take  its  place,  which,  when  in  turn  heated, 
would  follow  the  same  course.  .\  continuous  flow  would 
thus  be  set  up.  the  velocity  and  \nlume  of  which  would 
depend  upon  the  temperature  to  which  the  air  was 
heated,  and  the  height  of  the  cylinder,  which  would 
determine  the  difference  in  pressure  at  the  base  of  the 
cylinder  due  to  the  height  of  the  column  of  air. 

The  difference  in  density  results  from  the  appli- 
cation of  heat,  but  the  action  of  gravity  is  directly  re- 
sponsible for  the  movement  of  the  air. 

The  relative  difference  in  weight  between  the  air 
in  the  cylinder  and  that  of  a  similar  column  in  the  at- 
mosphere may  be  expressed  in  any  convenient  term, 
as,  pounds  per  square  foot,  ounces  per  square  inch. 
or  by  the  height  of  a  column  of  water  or  mercury 
necessary  to  balance  their  pressure. 

Although  usually  expressed  as  "draft  pressure," 
the  pressure  is  below  that  of  the  atmosphere,  and  in 
reality  is  a  measure  of  the  difference  in  pressure.  This 
difference  in  pressure  or  draft  is  usually  measured  in 
inches  of  water.  One  cubic  foot  of  water  at  50°  F. 
weighs  62.409  pounds;  therefore,  a  column  of  water  at 
this  temperature  1,728  inches  high  and  one  square  inch 
cross-sectional  area  would  exert  a  pressure  of  62.409 
poimds  per  square  inch  and  a  pressure  of  one  pound 
per    square    inch     wcnild     be     exerted     h\'     a     cnlnmn 


Pre.s.suies   in   Ounce.s   per  Square  Inch  Corresponding  to  Various 
Heads  of  Water  In  Inches. 


Head  in 
Indies. 


Decimal  Parts  of  an   inrli. 


.1.1 

0.5S 
1.16 
1.73 
2.31 
2.89 
.3.47 
4.04 
4.62 
5.20 


.1 
0.06 
0.63 
1.21 
1.79 
2.37 
2.94 
3.52 
4.10 
4.67 
5.26 


0.12 
0.69 
1.27 
1.85 
2.42 
3.00 
3. 58 
4.16 
4.73 
5.31 


.3 
0. 1  7 
0.75 
1.33 
1.91 
2.48 
3.06 
3.64 
4.22 
4.79 
5.37 


0.23 
0..S1 
1.39 
1.96 
2.54 
3.12 
3.70 
4.28 
4.85 
5.42 


.5 
0.29 
0.87 
1.44 
2.02 
2.60 
3.18 
3.75 
4.33 
4.91 
5.48 


.6 
0.35 
0.93 
1.50 
2.08 
2.66 
3.24 
3.81 
4.39 
4.97 
5.54 


.7 
0.40 
0.98 
1.56 
2.14 
2.72 
3.29 
3.87 
4.45 
5.03 
5.60 


.8 
0.46 
1.04 
1.62 
2.19 
2.77 
3.35 
3.92 
4.50 
5.08 
5.66 


.9 
0.52 
1.09 
1.67 
2,25 
2.83 
3.41 
3.98 
4.56 
5.14 
5.72 


T.\BI,E    NO.    9. 

Height    of   Water   Column    in    Inches   Corresponding    to    Various 

Pressures  in   Ounces  per  Square  Inch. 
Pressure  in 

ounces  per'  Decimal  Parts  of  an  Ounce. 

.0  .1  .2  .3  .4  .5  .6 

0.52      0.69      0.87      1.04 


sq.  inch. 

0 

! 


1728 
62 . 409 


=  27.7  inches  high. 


I'nmi  this,  it  is  readily  deduced  that  an  ounce 
pressure  per  square  inch  is  produced  by  a  water  col- 
umn 1.73  inches  high  and  that  one  inch  head  of  water 
is  equivalent  to  a  pressure  of  0.578  ounces  per  square 
inch.  Table  No.  8  shows  the  relation  for  different 
heights  of  water  column.  Table  No.  9  indicates  the 
height  of  water  column  corresponding  to  any  given 
pressure  in  ounces  per  square  inch. 


1.73 

3.46 

5.19 

6.92 

S.65 

10.38 

12.11 

13.84 

15.57 


.1 
0,17 
1.90 
3.63 
5.36 
7.09 
8.82 
10.55 


0.35 
2,08 
3.81 
5.54 
7.27 
9.00 
10.73 


12.28  12.46 
14.01  14.19 
15.74    15.92 


2.25 

3.98 

5.71 

7.4  4 

9.17 

10.90 

12.63 

14.36 

16.09 


2.42 

4.15 

5.88 

7.61 

9.34 

11.07 

12.80 

14.53 

16.26 


2.60 
4.33 

6.06 
7.79 
9.52 
11.26 
12.97 
14.71 
16.45 


2,77 

4.50 

6.23 

7.96 

9.69 

11.43 

13.15 

14.88 

16,62 


86  10, 
60  11. 
32  13 
05  15, 
79   16 


.9 

1.56 

3.29 

5.01 

6.75 

8.48 

10.21 

11.96 

13.67 

15.40 

17.14 


The  sini|>lest  form  of  a  draft  gauge  is  the  U- 
siiaped  tu1)c  as  shown  in  Fig.  3.  To  one  arm  is  con- 
nected a  tube  which  leads  to  a  point  where  the  draft 


^ 

^ 

1  — 

05 

0  

Oi 

1   

Fiir.  .1 

is  to  lie  dclerimiicil.  the  I'lliri-  ;iriii  is  ii|)cii  to  the 
atmosphere.  A  scale  is  placed  between  the  arms  with 
the  zero  mark  midwa>-  nf  their  hei.ght.  the  scale  read- 
ing both  ways  facilitating  reading  the  difference  in 
level.  Such  a  gauge  is  rigid  and  compact,  but  lacks 
sensitiveness.  Gauges  multiplying  the  indications  are 
better  adapted  for  investigation  around  boilers;  such 
a  gauge  which  is  practical  and  accurate  is  found  in  the 
Ellison  draft  gauge.  In  this  form  of  gauge  the  lower 
])ortion  of  the  ordinary  U-tube  has  been  repkced  by 
a  tube  slightly  inclined  to  the  horizontal,  as  shown 
in  Fig.  4.  r>y  this  arrangement  any  vertical  motion 
ii-    the    left    hand    upright    tube   causes    a    very    much 
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greater  travel  of  the  liquid  in  the  inclined  tube,  thus 
permitting  extremely  small  variation  in  the  draft  pres- 
sure to  be  read  with  facility. 

The  gauge  is  first  leveled  by  means  of  the  small 
level  attached  to  it,  both  legs  being  open  to  the  atmos- 
phere. The  liquid  is  then  adjusted  (by  adding  to  or 
taking  from  it)  until  its  meniscus  rests  at  the  zero 
point  on  the  right.  The  left  hand  leg  is  then  connected 
to  the  source  of  draft  by  means  of  a  piece  of  rubber 
tubing.  Under  these  circumstances,  a  rise  of  level  of 
one  inch  in  the  left  hand  vertical  tube  causes  the 
meniscus  in  the  inclined  tube  to  pass  from  the  point 
o  to  i.o.  The  scale  is  divided  into  tenths  of  an  inch, 
and  the  subdivisions  are  hundredths  of  an  inch. 


Fie.  4 

The  right  hand  leg  of  the  instrument  bears  two 
marks.  By  filling  the  tube  to  the  lower  of  these  the 
range  of  the  instrument  is  increased  one-half  inch  ;  i.  e., 
it  will  record  draft  pressure  from  O  to  lyi  inches.  Sim- 
ilarly, by  filling  the  upper  mark,  the  range  is  increased 
to  2  inches.  When  so  used  the  observed  readings  in 
the  scale  are  to  be  increased  by  one-half  or  one  inch, 
as  the  case  may  be.  The  makers  recommend  the  use 
of  a  non-drying  oil  for  the  liquid,  usually  a  300°  test 
refined  petroleum,  but  water  suffices  for  all  practical 
purposes. 

LONDON  GAS  AND  TELEPHONE  CHARGES. 

There  are  seven  London  companies  furnishing  gas. 
and  the  charges  vary  from  49  cents  per  1000  cubic 
feet  to  69  cents,  the  illuminating  candlepower  being 
from  14/8600  to  16/9200.  There  is  a  discount  allowed 
by  most  of  the  companies  of  from  25^  to  5  per  cent  to 
large  consumers,  10  to  20  per  cent  for  power,  and  10 
to  25  per  cent  for  gas  engines.  The  charges  for  gas 
meters  vary,  being  as  follows  in  four  companies: 
First  company,  49  cents  for  3  lights  to  $36  for  500 
lights;  second,  40  cents  for  3  lights  to  $3.90  for  50 
lights;  third,  73  cents  for  3  lights  to  $12.16  for  200 
lights;  fourth,  73  cents  for  3  lights  to  $29.20  for  500 
lights.  The  average  charge  per  1000  cubic  feet  for 
public  lamps  ranges  from  40  to  59  cents. 

The  rates  of  subscription  (including  one  telephone 
at  the  subscriber's  premises)  are  as  follows : 

Ordinary  message-rate  service:  (i)  Charges  fur 
connection  with  any  exchange  in  the  county  of  Lon- 
don within  2  miles  of  the  subscriber's  premises,  annual 
subscription,  £5  ($19.46);  message  fees.  2  cents  for 
each  call  to  a  subscriber  on  any  exchange  in  the  count}- 
of  London,  4  cents  for  each  call  to  a  sbuscriber  in  any 
exchange  outside  the  county  of  London.  (2)  Charges 
for  connection  with  any  exchange  outside  the  county 
of  London,  within  2  miles  of  the  subscriber's  premises, 
annual  subscription.  £4  $19.46)  ;  message  fees,  2  cents 
for  each  call  to  a  subscriber  on  the  same  exchange,  4 
cents  for  each  call   to  a  subscriber  on   anv  other  ex- 


change.     The  nuninuuu  jearly  amnuiit  payable  l)y  each 
subscriber  for  message  fees  is  $7.30. 

The  telephone  trunk  lines  which  connect  the  va- 
rious telephone  exchange  areas  throughout  the  King- 
dom are  under  the  control  of  the  Postmaster-General 
and  are  worked  by  his  officers.  The  tnmk  lines  can 
be  used  b)'  callers  at  postoffices  which  are  connected 
with  the  trunk  telephone  system,  as  well  as  by  sub- 
scribers and  callers  using  telephone  exchanges. 


DISCUSSION    ON    STEAM    ENGINEERING 

PRACTICE." 

Depreciation,  Maintenance  and  Up-keep. 

J.  G.  Dc  Renter:  Tdniglil  \vc  wish  to  take  up  the  subject 
of  depreciation,  maintenance  and  up-keep.  It  is  our  desire 
to  hear  the  opinions  of  the  older  operating  engineers.  From  these 
opinions  covering  many  of  the  plants  which  have  operated  and 
are  now  operating  in  San  Francisco  we  should  be  able  to  arrive 
at  a  fair  average  charge  or  percentage  to  be  set  aside  as  a  de- 
preciation fund.  We  shall  further  get  at  a  definite  understand- 
ing of  what  we  luean  by  the  term  depreciation,  and  we  should 
also  learn  something  about  the  genera!  care  which  the  engi- 
neers are  giving  their  plants  in  order  to  keep  down  the  de- 
terioration which  necessitates  the  depreciation  fund.  The  dis- 
tinction to  be  made  between  depreciation,  and  obsolescence  due 
to  the  progress  of  science  and  engineering  should  also  be  con- 
sidered by  the  operating  engineer. 

H.  D.  Saville:  The  calculation  of  depreciation  is  an  in- 
definite matter.  The  California  Street  Railroad  Company  plant 
has  been  in  operation  since  1S91  for  about  19  hours  a  day.  It 
was  built  for  a  speed  of  65  r.p.m.  and  was  later  increased  to 
75.  The  engines  have  a  54  in.  stroke.  High,  intermediate  and  low 
pressure  cylinders  are  widely  separated.  The  high  and  low  inay 
be  run  as  compound  or  the  three  together  as  triple,  or  the  low 
can  do  the  entire  work  of  all  three.  It  was  rebuilt  after  the 
fire  and  is  in  operation  today  and  is  just  as  economical  as  it 
ever  was.  There  are  the  same  boilers  with  one  or  two  new 
ones  added  to  the  original  installation.  This  is  one  extreme 
ease. 

The  Market  Street  engines  which  pulled  the  Market  Street 
cable  cars  are  another  good  example.  There  are  innumerable 
cases  opposed  to  this,  but  the  average  life  where  they  are  not 
rendered  obsolete  by  virtue  of  modern  improvements  is  about 
25  or  30  years. 

The  Redondo  plant  has  increased  in  efficiency  considerably 
over  what  it  was  left  by  the  builders,  yet  plans  for  a  .steam 
turbine  installation  are  now  being  carried  out.  A  city  plant  of 
this  company  was  recently  shut  down  entirely.  This  plant  was 
not  worn  out  yet  modern  improvements  along  the  line  of  tur- 
bine development  has  taken  this  plant  out  of  continuous  service. 

G.  Lineau :  The  question  of  depreciation  has  various  an- 
gles. If  we  are  putting  in  a  power  plant  we  want  to  determine 
what  we  are  going  to  put  aside  for  a  future  fund.  The  causes  of 
depreciation  are  two:  the  economic  and  those  due  to  wearing  out. 
A  boiler  might  be  as  good  at  the  end  of  20  years  as  on  the 
d.iv  when  you  bought  it.  The  best  way  to  get  this  data,  is 
f'  r  the  members  to  give  genenil  ideas  as  to  the  present  ronrli 
ill  ns  of  boilers,  engines,   rlc. 

Tn  the  Mills  Ruildiiig  Stirling  boilers  were  installed  in 
1R92.  Oil  .was  burned  for  six  years.  Altogether  13  new  tubes 
have  been  put  in.  The  boilers  are  worth  as  much  today  as  when 
tl'cv  were  put  in.  and  they  are  clean  and  have  not  depreciated 
at  all  and  there  is  no  corrosion.  There  was  a  little  pitting  at  one 
time  but  this  was  soon  done  away  with.  The  boilers  have  not 
depreciated  to  any  extent.  The  electric  end  of  the  plant  how- 
ever is  sadly  out  of  date.  The  Edison  bi-polar  generators  and 
Corliss  engines  being  still  used.  The  rest  of  the  plant  is  as  good 
today  as  when  put  in. 
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The  insurance  inspectors  have  not  reduced  the  pressure  any 
and  it  is  running  today  at  125  lb.  in  contradistinction  to  100  lb. 
a  while  ago,  although  there  has  been  no  material  betterment 
in  the  boilers.  They  are  cleaned  once  a  month.  Firebrick  is  a 
continual  expense  but  this  is  not  concerned  with  the  boiler. 

/.  B.  Williams:  1  charge  5  Per  cent  as  depreciation  or  re- 
serve fund  and  my  place  has  been  going  two  years.  There  has 
been  no  expense  for  repairs  or  for  the  boiler  end  of  it,  yet  I  be- 
lieve that  a  sinking  fund  should  be  provided  for  any  cases  of 
e.Ktreme  emergency  such  as  accidents,  etc.  One  of  these 
would  tear  a  great  hole  in  the  sinking  fund.  I  make  a  total  of- 
13  per  cent  in  all  charges  against  the  plant. 

G.  Lineau:  I  contend  that  the  depreciation  of  the  plant 
is  not  concerned  with  accidents.  Some  plants  would  not  be  cov- 
ered with  5  per  cent  and  an  accident  should  not  be  charged 
to  depreciation. 

/.  G.  De  Ri'iiu-r :  Almost  all  these  matters  are  covered  by 
accident  insurance.  Vou  pay  a  premium  for  this  insurance  and 
this  would  not  come  out  of  the  fund. 

H.  D.  Saville :  Say  we  have  a  plant  costing  $100,000  in 
round  figures,  assuming  the  life  to  be  20  years,  right  off  there 
is  a  depreciation  charge  of  $5000  a  year  so  that  we  could  put  in 
a  new  plant  at  the  end  of  20  years.  This  might  run  a  year 
and  possibly  we  could  get  but  $10,000  for  it,  as  is  true  in  the 
case  of  automobiles.  In  my  own  case  in  the  j\lerchants'  Ex.- 
change  Building,  there  are  installed  two  Stirling  boilers.  In 
regard  to  the  brick-work  it  w-as  in  bad  shape  after  the  fire  and 
was  rebuilt,  but  the  boilers  never  cost  five  cents  except  for  re- 
newals of  accessories  and  improvements.  These  boilers  are  to 
the  mind  of  the  insurance  inspectors  as  good  now  as  any  they 
have  ever  seen.  They  are  opened  once  a  month  and  are  given 
the  best  care.  We  also  have  a  system  of  inspection  which  is 
well  carried  out.  We  have  never  lost  a  tube  or  had  one  leak. 
■During  the  winter  months  the  boilers  are  forced  hard  though 
they  never  leak  in  any  way  nor  have  any  accidents.  They  are 
in  just  as  good  shape  now  and  except  for  crystallization  there 
is  no  cause  for  depreciation  being  taken  into  account.  There 
was  once  a  little  pitting  in  a  section  of  the  drum  but  it  was  im- 
mediately noticed  and  cared  for.  Since  1904  this  plant  has  been 
in  operation  all  the  time.  The  other  apparatus  in  the  building 
is  constantly  receiving  care,  and  5  per  cent  is  a  fair  amount  of 
depreciation  to  be  charged  against  that.  The  steam  pressure 
has  not  been  changed. 

.W-  P-  Milner:  Depreciation  is  what  we  lose  in  efficiency, 
and  is  the  increase  in  cost  necessary  to  keep  a  plant  in  order  as  it 
grows  older.  The  discovery  of  a  new  system  of  getting  power 
should  not  be  considered  depreciation  on  a  given  plant.  It 
might  cost  $100,000  to  secure  it  affd  at  the  time  of  its  being 
finally  put  in  it  might  not  be  modern;  so  it  might  not  be  as 
up-to-date  as  a  new  one  or  as  economical.  Take  rather  the  c.x 
ample  of  a  similar  plant  being  put  in  in  the  place  of  the  old. 
Accidents  would  rather  come  under  the  head  of  maintenance  A 
man  pays  out  of  his  own  pocket  for  break-downs,  crank  get- 
ting loose,  etc. 

W.  T.  Talbot:  There  is  an  insurance  against  the  interrup- 
tion of  service  now.  Depreciation  insures  against- the  gradual 
wearing  out.  .A  plant  properly  handled  might  last  forever  but 
it  would  never  last  forever  because  of  corrosion  and  the  lower- 
ing of  the  pressure  sooner  or  later.  A  new  cylinder  must  be  put 
in,  etc.     This  is  what  we  are  trying  to  find  out. 

Chas.  Dick:  A  boiler  will  not  last  forever  and  there  is  a 
limit  of  time  for  its  running  and  the  question  is  what  is  that 
time.  A  new  boiler  w.as  put  in  on  the  Southern  Pacific  because 
the  boiler  was  27  years  old.  Would  this  be  a  fair  depreciation 
insurance?  Two  boilers  about  fifty  years  old  were  run  at  40 
h.p.  and  these  were  in  good  shape  with  heavy  alkali  water  used. 
About  IS  tubes  were  put  in  these  boilers  in  15  years  and  if  it  had 
not  been  for  the  earthquake  they  would  be  operating  today.  The 
boilers  were  at  one  time  increased  to  100  h.p.  After  the  earth- 
quake  the    inspector   gave    251    lb.    more    pressure   than   before. 


There  was  nothing  in  either  which  was  not  as  good  as  could 
be.  One  boiler  could  have  been  sold  for  $600.  It  was  iron 
and  the  plate  was  one-half  inch  thick  in  most  places.  A  steel 
boiler  will  get  bad  much  sooner  where  there  is  a  bad  circulation 
uf  air.  Soot  is  the  main  thing  with  which  to  contend.  Where 
boilers  have  a  good  circulation  of  air  and  are  free  from  outside 
corrosion  and  well  cared  for  inside  I  do  not  know  where  the 
percentage  could  be  set. 

/.  S.  Richards :  It  has  generally  been  the  custom  on  marine 
boilers  to  set  5  per  cent  as  the  proper  depreciation  figure,  but 
I  have  seen  some  last  long  enough  to  bring  it  as  low  as  2  per 
cent,  or  lower.  The  Zealandia  for  instance  ran  quite  a  number 
of  years,  about  32  years,  off  and  on,  and  still  had  her  original 
boilers  in  her,  while  others  have  been  renewed  in  less  than  half 
that  time.  In  the  sister  ship,  the  Australia,  they  were  tripled 
but  they  were  not  in  as  good  condition.  It  is  hard  to  study 
exactly  the  depreciation  on  account  of  the  water,  the  help  em- 
ployed in  keeping  them,  the  assistants,  etc.  The  Alameda  and 
Mariposa  were  re-engined  and  re-boilered  at  the  same  time.  One 
loafed  at  13  knots  and  the  other  made  15  and  a  fraction,  under 
the  same  conditions.  The  time  allowed  for  cleaning  and  up- 
keep was  less  for  the  one  being  driven  at  15  knots  than  for  the 
other.  In  port  you  would  have  from  Tuesday  morning  to  Sat- 
urday noon  to  do  anything  necessary  to  these  boilers  so  that 
there  were  leaks  in  the  back  connections  caused  by  rapidly 
cooling  them  down  while  in  the  other  you  had  eight  days  in 
port  and  no  driving  or  overload  and  needed  no  repairs  to  speak 
ol  Once  we  had  to  make  a  trial  for  the  Naval  Reserve  and 
developed  4000  h.p.  The  steam-chart  showed  that  from  the 
time  that  the  word  was  given  to  the  end  of  the  trial  it  did  not 
vary  2  lb ;  it  was  almost  absolutely  perfect.  She  made  15.85 
knots. 

When  the  boilers  were  bad  and  care  was  improper,  the 
tubes  had  to  be  renewed  in  two  years  in  the  marine  boilers. 
River  water  was  once  pumped  into  the  boilers  and  it  corroded 
them  because  of  the  acid  in  it.  As  an  average  I  think  5  per 
cent   is  not  any  too  much  in  marine  affairs. 

In  the  Monadnock  Building  the  boilers  had  been  misused 
and  had  been  overloaded  and  sent  from  one  place  to  another, 
but  since  I  have  had  them  I  have  had  to  renew  only  13  or  14 
lubes  in  them,  mostly  the  bottom  row.  They  are  Babcock  & 
Wilcox  boilers;  I  keep  after  them  with  tube-cleaners  and  the 
scale  is  now  pretty  well  out  of  them.  I  open  them  up  about 
once  in  two  months.  There  is  a  saving  all  around  in  the  use 
of  Spring  Valley  water  over  well  water. 

As  to  charging  to  depreciation  the  renewal  of  the  plant 
when  it  got  out  of  date;  if  one  thing  does  not  do  as  well  as 
••mother  throw  it  out  and  get  a  new  one,  is  what  the  American 
does,  and  he  is  here  unlike  his  English  brother.  I  believe  that 
7  per  cent,  at  least,  should  be  charged  against  the  plant. 

F.  E.  Carmody :  The  plan  the  government  follows  is  to  set 
aside  15  per  cent  for  depreciation  which  includes  repairs,  put- 
ting in  new  tubes,  brick-work,  and  so  forth  I  have  had  some  of 
the  inspectors  say  that  they  have  a  haVd  time  spending  all  the 
money,  but  they  always  overdo  things  a  little.  I  think  5  per 
cent  is  not  enough  as  we  should  charge  against  depreciation  a 
good  deal  more  than  actual  repairs  to  the  machinery  itself,  as 
for  instance  repairs  that  are  necessary  to  keep  the  plant  in  good 
working  condition.  Depreciation  is  the  value  that  a  thing  loses 
froin  year  to  year  and  this  might  be  called  almost  anything.  If 
the  life  of  the  boiler  is  20  years  the  depreciation  should  be  suf- 
ficient to  replace  it  entirely. 

I  think  that  the  cost  of  repairs  should  not  go  in  on  depre- 
ciation. One  plant  that  was  well  operated  lasted  years  and  is 
still  running  but  the  cost  of  repairs  was  enormous.  A  plant 
handled  by  a  careful  man  should  be  charged  with  the  repairs. 

H.  D.  Saville:  In  a  plant  there  is  the  first  cost,  then  the 
operation,  maintenance,  repairs  and  insurance,  and  tiiese  have 
nothing  to  do  with  depreciation.  After  a  while  a  cylinder  has 
reached  the  ultimate  depreciation  and  so  with  other  parts  which 
we  must  do  away  with  and  this  only  is  depreciation. 
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<  )ncc'    ajijaiii    llie    forest    tires    are    repeating   their 
aimiKil  lioliicanst,  and  ])resent  indications  threaten  that 
this    year's    loss    will    he    fjrcater 
A  Burning  than   that   of  any    preceding,  not- 

Question  withstanding  the   most  strenuous 

efforts  to  pre\enl  them.  Statisti- 
cians tell  us  that  one-tenth  of  this  country's  half- 
hillion  acres  of  forested  land  are  burned  over  every 
year  at  an  average  monetary  cost  of  one  dollar  an 
acre  and  a  life  cost  of  one  man  per  thousand  acres 
burned. 

i\  fatal  synchronism  seems  to  govern  the  appear- 
ance of  these  tires  at  places  widely  separated  geu- 
graphicall}'.  From  every  W  estern  State  during  the 
past  month  have  come  reports  of  forest  tires.  The 
attendance  at  the  convention  of  the  Northwestern 
Electric  Light  and  Power  Association  last  week  was 
limited,  because  power  plant  men  were  trying  to  pro- 
tect their  transmission  lines  and  generating  plants 
from  the  onward  sweep  of  this  devastating  agent,  the 
Seattle  mnnicipal  plant  and  that  at  .Siuxiualmie  I'alls 
having  a  particularly  narrow  escape. 

In  the  West  forest  iires  are  so  nearly  a  liabit, 
that  iiujst  people  think  that  it  is  impossible  to  pre- 
\ent  them.  W  hile  this  is  in  a  measure  true,  the  his- 
tory of  tire  tighling  in  citie.->  shows  that  the  damage 
may  be  greatly  minimized  by  effective  organization. 
A  rainless  seastjii,  uncut  underbrush  and  a  careless 
camper  may  allow  a  tire  to  start,  but  it  is  only  lack 
of  organization  that  allows  it  to  spread.  The  National 
■■■■     -                                                    ^=^=^  -      I'orestry  Department,  together  with  the  several  State 

CONTENTS  wardens,  have  made  a  good  start  in  the  right  direc- 

tion, but  are  somewhat  handicapped  in  point  of  num- 
Xorthwest  Electric  Light  and   Power  Association    227       ^^^.^       -j-j^^   nucleus   for  an   excellent  organization   lies 

Depreciation    228  among  the  hydroelectric  and  railroad  employees  that 

By  D.  I..  Huntington.  are  constantly  patrolling  exposed  sections.    These  men 

Notes  on   Rate   .Mal<ing   229  every  year  are  called  upon  to  light  forest  fires  and  it 

By  ir.  J.  Giambs.  is  seldom  that  due  credit  is  given  to  their  efforts,  it 

.Ancient  Mexican  Water  Measnres  234      '^^'e"  being  customary  to  decry  the  presence  of  these 

corporation    representatives    in    the    forests.      It    is    a 

(.  alit'orni.i     I'liel     Oil     2^S  .  1      ^u    i   »1       ••  •    i   ■    i.  j.    "  i    • 

,,     ,,    „    ,.,       ,.  strange  anamoly  that  the    special  interests    are  doing 

/Jv  A.   /'.   thevaher.  .  ,     .  .  ,,  ,  . 

i,,..,f^  more   active   work    m    preventing   nres   than    most   of 

,..„,_..  ^^^      the  men  that  are  attacking  them. 

Uisciibsions  on  Steam  Engineering   236  ,     .^        .  .,,.., 

Maintenance  and  Depreciation.  ''1   California,  especially,   it  IS  the  railroads  that 

London  Gas  and  Teleplione  Chaises  2.V,      l-l-mgh  furrows  for  fire  breaks  and  burn  over  hazard- 
ous strips  of  ground.     They  carry  the  fire  fighters  to 

Editorial     n>^       ,,  '  ,%         •   ,     ^,        ^  %        r    ,  ^-      ^,,       c 

.  „      .       ,,      ,.  the  scene  and  furnish  the  means  tor  fighting  the  fire. 

.\  Burning  C^uestion.  o  o 

\11   danger   from   sparks   has   been   eliminated  by  the 

I  ersonals     239  •,   ,  ■         i  .•  t^i       i       t        i      .^   • 

new  oil  burning  locomotives,     ihe  hydroelectric  com- 

Tradc  Notes 239      panics,   also,    ha\e   put   trained    men    into    the    forest, 

.Xew    Catalognes    239      giving  a  patrol  that  quickly  reports  incipient  fires  over 

p     ,-     ^      ,   TTi    .  •    ,   T-        ■,■  ,,„      tlie  companies'  telephones.     More  than  once  the  wide 

racihc   Coast   Electrical    E.\position    240         .  ^  ^  ■'^  . 

rights-of-way  for  transmission   lines  have  prnVed  ef- 
P^'«"'^   , • „ --t-      fective  fire  breaks. 

Gas  Separator  for   Oil  Wells. 

Automatic  Synchronizer.  Thinking   men    realize    that    the    solution    of   the 

Valve  Mechanism  for  Gate  Vaive.s.  .  problem  of  increasing  forest  productivity  lies  in   the 

Refining    Petroleum.  ^      t       r    i.u       i:  i  i_  •    i      ^1  l  •       .^        t-i 

Gas  Generating  Apparatus.  control  of  the  fires  to   which  they  are   subject.     The 

Industrial  743      "t'cleus  for  a   forest  fire  department  has  been  estab- 

switchboard  Exhibit  of  .\gutter-Griswoid  Co.  Hslied   and   it   is   Only   necessary   that    they   be   given 

westinghouse  Induction  Type  Potential  Regulators.  means  for  quickly  reaching  exposed  spots,  and  given 

High    Tension    Weatherproof    Fuse    and    Disconnecting  »i,  1  .  u    i.        1     i    ■ 

Switch.  the  numbers  necessary  to  combat  what  is  now  prov- 

Kew  Catalogues.  ;„□,  ^q  ^g  Q^g  gf  jj^g   most  constant   sources  of  pre- 

News   Notes    245      vent  able  waste. 


September  10.    1910) 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 

PERSONALS. 


239 


Frank 
week. 


II.    SliDii     ol     Fresno    was    at    Sau    Francisco    last 


Sidney  Spi-onl,  electrical  engineer,  sijent  llie  iiasl  week 
ir  Southern  California. 

A.  C.  Sprout  left  on  Wednesday  for  Siskiyou  on  electrical 
engineering  business. 

F.  E.  Learned,  hydraulic  engineer  with  AUis-Chulniers 
Company,  is  making  a  Pacific  Coast  tour. 

A.  M.  Hunt,  electrical  engineer,  returned  to  his  San  Fran- 
cisco office  on  Wednesday  after  an  outing. 

John  Coffee  Hays,  general  manager  of  the  .Mt.  Whitney 
Power  Company  of  Visalia,  is  at  San  Fi-ancisco. 

A.  W.  Ballard,  of  the  General  Electric  Company's  Los 
Angeles  office,  was  at  San  Francisco  last  week. 

John  F.  Keeran,  master  electrician  at  the  U.  S.  Naval 
Station  at  Cavite,  P.  1.,  is  at  rierkeley  on  furlough. 

C.  L.  Cory  and  C.  E.  Sloan  of  San  Francisco  have  been 
making  an  engineering  investigation  at  Santa  Cruz. 

(;.  R.  Field,  assistant  general  manager  of  the  Great  West- 
cm  I'ower  Company,  has  gone  to  Uig  Bend  on  a  business  trip. 

.M.  H.  Sherman,  who  is  interested  in  the  Los  Angeles 
l';uiti(-  Railway  Company,  was  a  recent  San  Francisco  visitor. 

11.  K.  Sanderson,  Pacific  Coast  manager  for  the  llryant 
IClecliic^  Comiiany,  left  lor  a  trip  throughout  the  lOasl  this 
week. 

J.  H.  lUixbauiu,  (if  the  firm  of  liuxliaum  &  Cooley,  electric 
engineers,  Seattle,  is  at  San  Francisco  and  vicinity  for  a  two 
weeks'   vacation   tri|). 

H.  W.  Crozier,  electrical  engineer  of  Sanderson  &  Por- 
ter's San  B-rancisco  office,  has  been  spending  a  vacation  in 
Southern  California. 

H.  C.  Goldrick,  Pacific  Coast  manager  of  the  Kellogg 
Switchboard  and  Supply  Company,  has  returned  to  his  San 
Fiancisco  office  from  Portland. 

Delos  A.  Chappell,  who  has  charge  of  the  engineering 
\i'ork  on  the  Hydroelectric  Company's  new  California  de- 
velopment, is  at  San  Francisco. 

N.  J.  HuUin  has  succeeded  G.  W.  Merrill,  resigned,  as 
general  superintendent  of  the  Sacramento  Electric,  Gas  & 
Railway  Company  of  Sacramento,  Cal. 

J.  H.  Wise,  hydraulic  engineer  w'ith  F.  G.  Baum  &  Co..  has 
returned  to  San  Francisco  from  Alaska  after  making  some 
important  hydro-electric   investigations. 

Thomas  .Mirk,  of  Hunt.  Mirk  &  Co.,  Pacific  Coast  agents 
for  the  Westinghouse  Machine  Company,  returned  to  San 
Francisco  on  Monday  from  a  trip  to  San  Diego. 

H.  A.  Lardner.  manager  of  J.  White  &  Co.'s  San  Fra^ 
Cisco  branch  office,  is  once  more  at  his  desk  ,  after  con- 
valescing from  a  severe  attack  of  typhoid  fever. 

H.  H,  Noble,  ]u-esident  of  the  Northern  California  Power 
Company,  returned  to  San  Francisco  on  Wednesday  after  an 
inspection  trip  to  the  new  Coleman  hydroelectric  develop- 
ment  on   Battle   creek. 

H.  H.  Sinclair,  general  manager  of  the  Great  Western 
Power  Company,  has  returned  from  an  inspection  of  the 
hydroelectric  plant  at  Big  Bend.  Work  is  progressing  very 
favorably  on  the  dam. 

F.  W.  Eaton,  secretary.  F.  W.  Phelps,  auditor,  and  B.  C. 
Carroll,  special  agent,  formed  a  party  of  Pacific  Telephone 
and  Telegi-aph  officials  who  left  durin.s;  the  past  week  on  an 
automobile   trip   to  Lake   Tahoe. 


George  C.  Holberton,  general  manager  of  the  San  Fran- 
cisco Gas  and  Electric  Company,  left  September  2d  for  an  ex- 
tensive Eastern  trip.  He  will  inspect  the  lighting  and  power 
plants  of  New  York,  Chicago  and  the  principal  cities  of  the 
.Vtlantic  Coast,  with  a  view  to  gathering  information  as  to  the 
latest  improved  methods  of  operation,  etc. 

P.  O.  Crawford,  the  electrical  engineer  who  has  charge 
of  installing  the  Northern  California  Power  Company's  new 
Coleman  plant,  returned  to  Shasta  County  last  Sunday,  after 
spending  a  day  at  San  Francisco.  Good  headway  has  been 
made  u|)on  the  hydraulic  work  and  the  first  shipment  of  tur- 
liine  water  wheels  is  now  en  route  from  the  AUis-Chalmers 
Company's  works. 


TRADE    NOTES. 

Charles  C.  Moore  &  Co.  is  installing  for  the  East  Side 
power  plant  of  the  Portland  Railway,  Light  &  Power  Com- 
pany eight  4.")0  h.p.  Babcock  &  Wilcox  boilers,  ten  Copes  feed 
water  regulators,  a  12x129  ft.  Weber  chimney,  a  Hamilton- 
Corliss  engine,  direct  connected,  and  a  20(10  kw.  G.  E.  gen- 
erator. 

The  Pelton  Water  Wheel  Company  reports  that  a  con- 
tract has  been  closed  with  the  Homestake  Mining  Company, 
of  Lead,  S.  D.,  for  three  Pelton  impulse  units,  of  .^000  h.p. 
each,  operating  under  a  high  head.  Each  wheel  will  be  direct 
connected  to  a  Westinghouse  generator.  Pelton  oil-pressure 
.ncvernors  and  oil  pumping  system  are  provided  for.  The 
plant   will   supply  current  to  a  smelter. 

The  General  Electric  Company  reports  that  tlie  Phel])s- 
Dodge  Company,  of  New  York,  has  purchased  for  the  Copper 
Queen  .Mining  and  Smelting  Company  of  Globe,  Ariz.,  two 
.\. T.H.I,  T50-kw.,  1800-r.p.m.,  2:!00-v.,  horizontal,  condensing, 
Ctirtis  turbines,  arranged  for  operation  on  the  mixed  pressure 
system.  These  steam  turbines  are  in  addition  to  two  similar 
machines  which  were  installed  recently  for  the  same  com- 
pany. 

On  September  1st,  the  Central  Division  of  the  Pacific 
Telephone  and  Telegraph  Company  was  divided  into  five  dis- 
tricts, with  a  district  commercial  superintendent  in  charge 
of  each,  reporting  direct  to  John  Kearns,  the  division  com- 
mercial superintendent  at  San  Francisco.  The  district  com- 
mercial superintendents,  with  their  respective  headquarters, 
are  now  as  follows:  Chico  District,  L.  M.  Brown,  Chico;  Sac- 
ramento District,  J.  P.  Noble,  Sacramento;  Fresno  District, 
John  T.  Gross,  Fresno;  San  Francisco  District,  F.  L.  McNally, 
San  Francisco;  Oakland  District,  T.  F.  Delury,  Oakland. 


NEW  CATALOGUES. 

Bulletin  No.  4764,  published  by  the  General  Electric  Com- 
pany, illustrates  and  describes  a  line  of  Mazda  compensator 
and  low  volt  lamps. 

Archbold-Brady  Co.,  engineers  and  contractors,  of  Syra- 
cuse, N.  Y.,  have  reprinted  an  article  from  the  Electrical 
World  of  May  19,  1910,  on  "Supports  for  Transmission  Lines," 
showing  some  mechanical  aspects  of  fle.xible  tower  construc- 
tion. 

Pacific  Electric  Heating  Company  have  issued  an  inter- 
esting folder  describing  their  popular  publicity  campaign  by 
means  of  their  "Bill  Raiser"  series.  This  is  of  direct  interest 
to  central  stations  as  it  should  greatly  promote  the  use  of 
current  consuming  devices. 

In  a  96-page  book  entitled  "High  Efficiency  of  Centrifugal 
Pumps"  the  De  Laval  Steam  Turbine  Co.,  of  Trenton,  N.  J., 
have  brought  together  some  75  charts,  diagrams,  photographs 
and  a  vast  amount  of  engineering  information  relating  to  sucli 
subjects  as  ways  and  means  for  testing  centrifugal  pumps; 
charts  of  the  results  of  such  tests;  the  interpretation  of  these 
charts  for  the  purposes  of  the  engineers,  etc. 
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PACIFIC  COAST    ELECTRICAL    EXPOSITION. 

At  a  boosting  meeting  on  September  6tli  the  oxlnliiinr.s 
inn-t'ected  final  arrangements  for  the  Pacific  Coast  I'^leclrical 
Kxposition  to  be  held  at  the  new  Coliseum  in  San  Fran(is<-o. 
September  17-24.  The  building  will  be  ready  to  receiv(>  ex- 
hibits on  and  after  Monday,  September  12tli,  and  it  is  planned 
to  have  everything  completed  in  time  for  the  opening  night. 

The  building  has  the  largest  floor  space  of  any  public 
structure  west  of  Chicago  and  the  largest  unobstructed  area 
of  any  building  in  the  world,  covering  61,875  sq.  fl.,  every 
Inch  of  which  will  be  taken  in  the  electrical  show  which 
marks  its  opening. 

The  lighting  arrangements  will  be  spectacular  and  on  a 
scale  never  before  witnessed  in  the  West.  Besides  the  wealth  of 
electric  lights  consequent  upon  the  various  electric  lighting  dis- 
plays, the  Coliseum  will  have  an  independent  illuminating  sys- 
tem as  beautiful  as  a  fairy  scene.  Great  searchlights,  colored 
globes,  artistic  designs,  waving  tinsel  decorations  and  pow- 
erful arc  lights  will  combine  to  produce  a  riot  of  light  and 
color  calculated  to  turn  the  seven  nights  of  the  exposition 
into  the  most  dazzling  mid-day  brilliance. 

The  object  of  the  big  electrical  show  is  purely  educa- 
tional. Similar  expositions  have  been  held  in  New  York, 
c;hicago,  Philadelphia  and  St.  Louis.  This  is  the  first  one 
over  arranged-  for  the  Coast  or  any  city  west  of  St.  Louis,  and 
all  the  big  national  exhibitors  present  at  the  others  have  ap- 
plied for  space  in  this.  It  is  intended  for  the  more  general 
diffusion  of  electrical  information,  by  demonstrating  the  rapid 
strides  made  in  the  use  of  electricity.  It  contemplates  the 
display  of  every  device  for  electrical  light,  power,  transit 
and  transmission.  Besides  the  large  mechanical  uses  of  the 
current,  it  is  aimed  to  clearly  illustrate  its  advantages  in  the 
small  household  articles  being  invented  almost  daily.  The 
electrical  cooking  machines,  fiat  irons,  sewing  machines,  jig 
saws,  curling  irons,  toasters,  heaters,  water  healers,  milking 
machines  and  hundreds  of  other  useful  articles  known  to 
many  by  name  only  will  be  intimately  introduced  to  the  gen- 
eral public  by  reason  of  the  exposition. 

As  illustrating  the  interest  taken  by  the  exhibitors,  it  is 
stated  that  the  Southern  Pacific  Railway  exhibit  alone  will 
cost  upward  of  ten  thousand  dollars  to  install.  Many  other 
displays  will  be  equally  costly.  The  National  Electric  Lamp 
Association,  with  branches  all  over  the  United  Stales,  are 
also  expending  $10,000  on  their  exhibit.  They  will  show 
electric  lamps  in  the  making,  constituting  an  exhibit  of  great 
educational  value  to  electricians,  to  say  nothing  of  its  in- 
terest to  the  general  public.  The  Western  Electric  Equip- 
ment Company  of  New  York  will  provide  a  display  of  their 
wonderful  instruments  covering  almost  every  field  of  electrical 
invention. 

Interesting  and  amusing  features  will  be  plentiful.  Vis- 
itors will  be  allowed  to  converse  w'ith  each  other  at  opposite 
ends  of  the  Coliseum  by  means  of  the  wireless  telephone.  The 
dictograph,  by  which  messages  may  be  sent  by  telegraph 
in  the  actual  handwriting  of  the  sender,  will  be  seen.  Other 
similar  mysteries  of  electricity  will  be  demonstrated  and 
explained.  There  will  be  a  unique  chamber  of  horrors  show- 
ing remarkable  freaks  of  electricity.  There  will  be  singing 
and  talking  lamps  and  thousands  of  subjects  of  interest  in  the 
displays. 

Every  local  electrical  firm  will  take  part,  besides  the 
local  electrical  contractors,  in  a  body.  These  latter  are  devis- 
ing the  midway  and  other  schemes  to  interest  and  amuse. 
The   gas   and   electric   companies,   the   street   fire  alarm   and 


local    police   systems,   and    telephone   companies   are   all    con- 
tributing displays. 

The  Bay  Cities  Homo  Telephone  Company  expects  to  in- 
stall and  ov)erate  an  exhibit  displaying  in  actual  operation  the 
represenlative  types  of  its  telephone  equipment.^  The  ex- 
hibit will  include  working  automatic  switches  and  the  va- 
rious types  of  private  exchange  telephone  switchboards  now 
widely  used  by  the  company's  patrons.  Facilities  for  public 
telephone  service  will  be  provided  so  that  visitors  and  ex- 
hibitors may  use  the  service  if  they  wish.  Service  is  also 
to  be  furnished  to  the  exhibitors  by  means  of  telephones  in 
the  various  booths.  The  telephone  company  has  considered 
the  problem  at  length  in  an  effort  to  determine  what  rates 
should  be  named  for  unlimited  automatic  telephone  service 
during  the  period  of  the  exposition  and  found  that  the  exhibi- 
tors are  uniformly  present  patrons  of  the  Bay  Cities  Home 
Telephone  Company. 

As  the  cost  of  installing  automatic  telephone  service 
for  each  exhibitor  will  be  great  enough  to  prevent  a  substan- 
tial profit  at  any  nominal  rate,  the  company  has  decided 
to  install  an  automatic  telephone  in  each  exhibit  and  to 
furnish  the  service  to  exhibitors  during  the  time  of  install- 
ing, showing  and  removing  their  exhibits  and  to  make  no 
charge  lor  that  service. 

National    Electric    Lamp   Association. 

The  member  companies  of  tlie  Xaliniial  Electric  Lamp 
Association,  through  their  engineering  department,  are  plan- 
ning an  extensive  exhibit  of  the  latest  develo|]ments  in  incan- 
descent lamps,  and  will  show  several  interesting  devices  used 
in  the  present  day  methods  of  their  manufacture  and  testing. 

Among  the  lamps  which  wlil  be  shown  will  be  the  com- 
plete line  of  110  and  220  volt  "Mazda"  regular,  110  and  220 
volt  tantalum,  tantalum  street  car  lamps,  "Mazda"  street 
scries,  "Mazda"  sign  lamps  and  miniatures.  Part  of  the  lamps 
will  be  shown  burning  on  racks,  and  the  remainder  will  be 
exhibited  in  glass  show  cases. 

Several  features  are  being  prepared  which  will  undoubt- 
edly excite  considerable  interest.  There  will  be  shown  a 
device  consisting  of  a  box  of  wood  and  cloth  in  which  three 
mirrors  and  a  lamp  are  to  be  mounted  in  such  a  manner  that 
by  revolving  the  box  about  a  horizontal  axis,  the  intensity  of 
light  at  any  angle  in  a  vertical  plane  through  the  lamps  may 
be  observed.  The  apparatus  will  show  how  the  light  distribu- 
tion about  a  lamp  may  be  readily  obtained,  and  will  ilhistrate 
the  significance  of  such  distribution. 

Another  featuie  will  show  the  balance  position  of  a  Hun- 
sen  photometer  screen  for  a  loO-watt  "Mazda"  lamp  and  a  100- 
watt  carbon  lamp.  Two  indicating  wattmeters  will  show  the 
equal  consumption  of  power,  while  the  position  of  the  photo- 
meter screen  will  show  the  increased  light  intensity  of  the 
.Mazda"  lamp  over  that  of  the  carbon. 

A  set  of  automobile  headlights,  sidelights,  etc.,  will  be 
sliown  equipped  with  "Mazda"  lamps.  Upon  an  oak  rack  will 
le  mounted  ten  16  c.p.  carhon  and  ten  16  c.p.  tantalum  street 
car  lamps.  An  integrating  wattmeter  will  show  the  kw.  hours 
consumed  by  each  set  of  lamps  during  the  time  of  the  show. 

The  booth  decorations  will  be  elaborate  and  in  keeping 
with  the  general  decorative  scheme  of  the  Coliseum.  A 
large  portion  of  the  booth  will  be  made  attractive  by  means  of 
a  pergola,  which  will  be  built  inside  the  booth.  This  portion  is 
intended  for  the  reception  of  visitors. 

Mr.  A.  .T.  Hitzker  of  the  engineering  department  at  Cleve- 
land and  Mr.  L.  S.  Twomey,  the  Pacific  Coast  illimiinating  en- 
gineer for  the  Association,  are  already  on  the  scene  and  are 
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A  pole-top  switch  for  use  iu  the  ijower  Hues,  and  adopted 
by  about  80  per  cent  of  the  Pacific  Coast  power  systems,  for 
rutting  off  branch  lines  and  sub-stations  and  grouping  or 
segregating  the  main  lines,  will  also  be  set  up  so  that  it  can 
1)6  operated  and  inspected  as  though  It  were  in  place  on  the 
power  line. 

This  company  will  also  exhibit  some  disconnecting 
switches  for  lower  voltages  of  the  type  that  they  are  furnishing 
to  many  large  power  generating  companies,  to  show  the  fin- 
ished excellence  of  their  output. 

The  Wool!  motor  protecting  switch  will  also  be  a  part  of 
ib.is  exhibit,  and  the  first  exhibition  of  this  ingenious  and 
low-priced  switch  will  doubtless  be  a  pleasing  discovery  for 
using  every  effort  to  make  the  coming  exposition  the  best  of 
its  kind  ever  held. 

Pacific  Electric  and  Manufacturing  Company. 
The    exhibit   of   the    Pacific    Electric    and    Manufacturing 
Company   will   interest    all   those   who   are   familiar   with   the 


"  eighing  seven  tons  will  be  the  "piece  de  resistance"  in  prov- 
ing the  effectiveness  of  this  much-needed  addition  to  mining 
riiachinery    that   may   be  electrically  operated. 

H.   W.   Johns-Manville   Company. 

The  11.  W.  Johns-Manville  Company  will  feature  their 
latest  types  of  the  .1-M  linolite  system  of  electric  lighting, 
"Xoark"  service  and  subway  boxes.  "Noark"  enclosed  fuse 
material,  J-M  dry  batteries,  ,J-M  fiber  conduit  and  fittings. 

Quite  a  complete  line  of  J-M  asbestos  roofing,  insulating 
materials  and  ,I-M  packings  will  form  an  additional  feature 
of  the  exhibit. 

One  of  the  most  novel  features  of  the  exhibition  is  to  be 
the  disjjlay  of  the  various  makes  of  electric  vehicles.  This 
convenient  and  economical  mode  of  urban  fraction  is  fast  be- 
ing introduced  in  Pacific  Coast  cities.  During  the  show  a 
business  meeting  of  the  Pacific  Coast  Electric  Vehicle  Associa- 
tion will  be  held,  at  which  a  number  of  important  matters 
will  be  discussed. 
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great  development  of  power  transmission  in  recent  years,  as  it 
will  consist  of  several  switches  similar  to  those  used  in  the 
mountain  power  houses  and  on  the  miles  of  high-voltage  lines. 
An  oil  switch  will  be  shown,  operated  with  an  electric  con- 
trol and  made  for  service  under  a  pressure  of  80,000  volts,  which 
will  forcefully  illustrate  the  immensily  of  the  machinery  that 
is  required  to  successfully  IimikHo  flic  (lufpul  of  Ihe  hydro- 
electric systems. 

the  many  users  of  small  luolors  «  Im  have  long  been  in  need 
of  just  such  protection. 

Fort   Wayne   Electric   Works. 
The  main  feature  of  the  exhibit  of  the  Fort  Wayne  Elec- 
tric Works  is  to  be  their  new  electric  rock  drill,  which  will 
bo   publicly   demonstrated    for   the   first   time   at    the   Pacific 
Coast    Electrical    Exposition.      A    huge    block    of    sandstone 


Descriptions  of  other  interesting  exhibifs  will  appear  in 
the  next  issue  of  the  Journal,  contribnlions  being  invited 
from  all  exhibitors. 


SPECIAL   RAILROAD   RATES   FOR    PACIFIC  COAST 
ELECTRICAL    EXPOSITION. 

For  (ho  occasion  the  Soufliern  Pacifii'  Company  li:is 
established  reduced  rates  from  all  points  in  California  to  San 
Francisco  on  the  receipt-certificate,  fare  and  one-third  basis 
for  the  round  trip.  The  return  portions  of  tickets  to  be  val- 
idated by  holder  at  the  company's  exhibit  at  the  exposition. 
Tickets  will  be  on  sale  at  all  offices  at  the  reduced  rate 
September  12th  to  24th,  and  bear  a  return  limit  from  the  17th 
to  27th  of  September. 
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968,579.  Automatic  Synchronizer.  I'iiiil  .MacGahaii,  Wil- 
kiiisburg,  Pa.,  assignor  to  Westinghoiise  Klectric  &  Mamil'ac- 
turing  Company.  The  combination  with  an  alternating  cur- 
rent circuit,  an  alternating  current  generator,  and  means  for 


S  .^  S  i  S  I 


conned ing  llio  generator  to  said  circuit,  of  means  for  insur- 
ing operation  of  said  connecting  means  when  the  currents  in 
the  generator  agree  in  phase  with  those  in  the  circuit,  said 
means  comprising  two  solenoids  each  having  two  windings, 
tliose  of  one  solenoid  bein.g  arranged  to  act  in  opposition 
and  those  of  the  other  to  act  in  conjunction  when  the  cur- 
rents in  the  windings  agree  in  i)hase. 

968,534.  Gas-Separator  for  Oil  Wells.  T.inus  \V.  lirown, 
ilakei'sfleld.  Cal.  In  combination  with  an  oil  well,  a  drum, 
means  for  delivering  crude  oil  from  the  well  to  the  drum,  baf- 
fle plates  arranged  within  the  drum  above  the  point  of  deliv- 
cr.v  of  the  crude  oil,  a  device  in  communication  with  the  up- 
per ])ortion  of  the  drum,  having  a  circuitous  passa,ge  for  the 


outlet  of  the  crude  oil  gas,  a  sand  and  oil  separator,  and 
means  for  discharging  the  crude  oil  from  the  lower  portion 
of  the  drum  into  the  separator  as  fast  as  it  is  received  from 
the  well. 

968,640.  Refining  Petroleum.  .John  C.  Black.  Richmond, 
Cal„  assignor  to  Standard  Oil  Company,  Richmond,  Cal.  The 
improvement  in  refining  California  or  analogous  petroleum, 
consisting  in  forming  outside  the  oil  to  be  treated  a  mixture 
of  subdivided  sulfuric  anhydrid  and  diluent  gas,  sub,iecting 
such  petroleum  at  sludge  producing  temperature  and  in  the 


tt>nii  of  burning  oil  (kerosenei  distillate  conlaining  smoky 
or  sulfurous  hydro-carbons  which  resist  removal  by  sulfuric 
acid  at  66°  B.  to  such  mixture,  continuing  the  treatment  with 
such  mixture  until  an  amelioration  of  the  oil  is  effected  in 
respect  to  its  content  of  said  smoky  or  sulfurous  hydro- 
carbons, and  separating  the  resulting  sludge  and  the  so 
refined  oil  from  each  other,  substantially  as  described. 

969,085.  Gas-Generating  Apparatus.  Adelard  D.  Brasson 
and  Anton  .\.  Yankee.  San  Francisco.  Cal.  A  gas  generating 
apparatus  comprising  a  pair  of  generators  in  communication 
ai  their  lower  ends,  each  generator  having  a  stack  with  an 
air  blast  pipe  connected  therewith  and  provided  witli  a  toj) 
combined  mixing  and  combustion  chamber  and  a  bottom  com- 


bustion chamber,  a  set  of  oil  and  steam  injector  nozzles  com- 
municating with  the  lower  combustion  chamber,  a  set  of  oil 
and  steam  injector  nozzles  communicating  with  the  up|)er 
combined  mixing  and  combustion  chamber,  supply  pipes  con- 
nected with  said  nozzles,  distributing  pipes  connecting  the 
supply  pipes  of  lioth  generators  with  each  other  and  provided 
with  controlling  valves,  and  a  secondary  air  blast  means  com- 
municating with  the  connection  between  the  generators. 

968,944.  Valve  Mechanism  for  Gate-Valves.  George  J. 
Henry  .Jr.,  San  Francisco.  Cal.,  assignor  of  one-half  to  The 
Pelton  Water  Wheel  Company.  In  a  gate  valve  for  high  pres- 
sure water  systems,  the  combination  with  the  casing  thereof 


lirovided  with  parallel  valve  seats,  an  integral  valve  com- 
posed of  two  parallel  disks  separated  by  a  connecting  body 
slidably  mounted  within  the  casing  and  acting  against  said 
seats  under  water  pressure,  a  guide  rail  within  the  casing  for 
supporting  and  on  which  said  valve  slides,  and  means  for 
actuating  said  valve  within  the  casing. 
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SWITCHBOARD  EXHIBIT  OF  AGUTTER-GRISWOLD  CO. 
The  Agutter-Griswold  Co.  of  Seattle  recently  assembled 
as  a  "Made  in  Washington"  exhibit  in  the  window  of  the 
Seattle  Electric  Company  some  of  the  work  that  this  com- 
pany is  furnishing  to  eight  or  ten  large  jobs.  Included  in  the 
exhibit  is  the  large  testing  switchboard  for  the  Seattle  Elec- 
tric Company's  new  building,  metering  panels  and  cabinets 
for  the  new  Cobb  building,  and  the  equipment  for  the  new 
Providence   Hospital. 


siderable  loss  of  labor  in  the  work  of  rectification,  while  it 
is  noteworthy  that,  in  the  case  of  the  "cast-in"  tank,  a  defec- 
tive tank  entails  no  other  loss  than  the  tank  itself.  In  the 
earlier  designs  the  cast  iron  tank  was  bored  out  to  receive 
the  stator  punchings.  As  this  tank  was  open  only  at  the 
top,  difficulty  was  sometimes  experienced  in  obtaining  inner 
cylindrical  surface  which  would  be  in  perfect  alignment  with 
the  rotor  bearings  located  in  the  cover  and  bottom  of  the 
tank. 


Exhibit  .Veutti-r-Griswold  Co. 


Induction  Tvi)t'  Foti-ntial  Ke^ulator 


The  exhibit  as  shown  in  the  accompanylns  illustialion 
includes  knife  switches,  panel  switches,  metering  panels, 
switchboards,  steel  cabinets  and  accessories,  all  manufactured 
by   this   company. 


WESTINGHOUSE    INDUCTION    TYPE    POTENTIAL 
REGULATORS. 

The  motor  operated  single-phase  induction  regulator 
shown  by  .the  accompanying  illustration  embodies  the  sev- 
eral improvements  recently  made  in  this  line  by  the  West- 
inghouse  Electric  and  Manufacturing  Company.  Pittsburg,  Pa. 
Although  the  general  design  of  these  regulators  remains  un- 
changed, modifications  have  been  made  that  insure  not  only 
a  higher  degree  of  satisfactory  operation,  but  longer  life. 

The  skeleton  frame  construction  of  the  new  type  single- 
phase  potential  regulator  permits  the  use  of  a  "cast-in"  cor- 
rugated sheet  metal  tank  which  affords  a  larger  and  more 
efficient  radiating  surface  tlian  the  cast  iron  tanks  used  with 
the  earlier  regulators,  thereby  insuring  a  low  operating  tem- 
perature. This  type  of  tank  is  also  less  liable  to  give  trouble 
from  oil  leakage,  which  sometimes  occurs  with  the  cast  iron 
tanks  on  account  of  unavoidable  defects  in  the  castings.  In 
the  latter,  the  leaks  usually  developed  after  the  punchings 
and  windings  had  been  placed  in  position,  thus  causing  con- 


Up  to  and  including  the  Sl.'i-kw.  size,  the  polyphase  regu- 
lators have  "cast-in"  corrugated  sheet  metal  tanks.  They  are 
similar  to  and  possess  all  the  advantages  of  the  "cast-in" 
type  of  tank.  They  possess  great  strength  mechanically, 
have  large  radiating  surfaces  and  dirt  and  dust-proof  qual- 
ities. An  oil  gauge  at  the  top  and  a  valve  as  oil  drain  at 
the  bottom  are  provided.  The  regulator  is  shipped  assem- 
bled in  its  case.  Above  95-kw.  the  regulators  are  usually  oil 
insulated  and  water  cooled.  Boiler  iron  cases  with  cast  iron 
bases  and  covers  are  usually  used. 

The  single-phase  regulator  has  an  inherent  tendency  to 
vibrate,  but  this  has  been  overcome  in  the  Westinghouse 
regulator  by  a  careful  design  of  the  bearings  and  shaft.  The 
moving  element  is  carefully  centered  so  that  a  uniform  air 
gap  is  secured.  Furthermore,  the  tendency  to  vibrate  is  re- 
duced due  to  the  low  point  on  the  saturation  curve  at  which 
the  magnetic  circuit  of  the  regulator  is  worked.  An  agree- 
;il)le  result  of  the  elimination  of  the  vil)ration  is  the  noiseless 
operation  of  the  regulator. 


"The  Electric  Lighting  of  Automobiles"  is  well  treated 
in  Bulletin  12  from  the  Engineering  Department  of  the  Na- 
tional Electric  Lamp  Association.  It  contains  valuable  and 
practical  data  in  automobile  electric  lights  and  lighting. 
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HIGH  TENSION  WEATHERPROOF  FUSE  AND  DISCON- 
NECTING SWITCH. 

With  the  increasing  capacity  of  central  station  distri- 
bution systems  it  is  rapidly  becoming  recognized  as  good 
engineering  practice  to  install  disconnecting  switches  at 
such  points  as  to  isolate  the  various  feeders  or  important 
transformer  installations.  To  meet  these  new  conditions 
a  number  of  weatherproof  switches  have  been  developed, 
but  the  majority  simply  furnish  a  means  of  disconnecting 
service  without  affording  protection  against  overloads  or  short 
circuits.  Under  these  conditions  it  is  therefore  necessary 
to  also  install  fuses  or  circuit  breakers  at  the  transformers, 
or  other  points  of  the  circuit  to  be  protected. 

A  solution  of  the  conditions  imposed  by  modern  practice 
is  offered  in  the  combined  weatherproof  fuse  and  discon- 
necting switch  shown  in  the  accompanying  illustration  which 
has  been  developed  into  a  commercial  device  after  having 
been  thoroughly  tested  in  actual  operating  service.  The  line 
conductors  are  soldered  directly  to  heavy  detachable  con- 
nectors arranged  to  be  fastened  to  terminal  plates  which 
in  turn  support  a  pair  of  special  contact  jaws  for  reception 
of  the   fuse   chamber. 


HIkIi  Tension  Weatherproof  Fuse  and 
Disconnecting  Switch 

The  supporting  element  is  made  of  iron  so  treated  as  to 
resist  weather  conditions  and  of  sufficient  mechanical 
strength  to  minimize  danger  of  breakage  during  installation. 
At  each  end  of  the  supporting  frame  is  located  a  slot  to  per- 
mit insertion  of  lag  screws  to  attach  the  device  to  cross  arms, 
poles  or  walls. 

On  two  projecting  pins  are  mounted  a  pair  of  petticoat 
high  tension  insulators  having  great  mechanical  strength  and 
high  insulating  qualities.  The  design  and  dimensions  of  the 
insulators  are  such  that  the  standard  maximum  surface-  or 
creepage  distance  is  secured  and  the  factor  of  safety  is  then 
doubled  by  employing  designs  for  double  the  actual  line  volt- 
age or  test  conditions.  For  example,  a  1.3,200  volt  device  is 
equipped  with  insulators  tested  for  2.5.000  volt  line  pressure 
and  70,000  volt  break  down  test. 

Fastened  at  the  top  of  each  insulator  is  a  specially  de- 
signed locking  contact  device  of  such  contour  that  the 
weatherproof  fuse  chamber  can  be  inserted  in  the  usual 
manner.  The  construction  is  such  that  a  blown  fuse  can  be 
easily  be  replaced  by  the  use  of  insulating  tongs,  or  when 
desired  the  entire  element  can  be  swung  open  as  a  disconnect- 
ing switch,  thus  effectually  killing  an  entire  section  of  line. 

The  fuse  is  of  the  enclosed  type  and  specially  constructed 
to  resist  weather  conditions.  The  construction  is  such  that 
the  blowing  time  is  practically  constant  under  varying  tem- 
perature so  that  transformers  or  other  apparatus  can  be 
thoroughly  protected  by  proper  size  fuses. 

Especial  care  has  been  taken  in  designing  this  fuse  to 
insure  rapid  condensation  of  the  expanding  gases  generated 
by  Tolatization  of  the  metal  during  the  fuse  period  and  to 
break  up  their  continuity.  This  rapid  cooling  and  absorb- 
ing, or  dissipation  of  these  gases  is  of  the  highest  import- 


ance and  the  result  is  a  fuse  which  will  not  only  meet  the 
difficult  conditions  imposed  by  outdoor  service,  but  also 
quickly  suppresses  and  prevents  holding  over  of  the  heavy 
arc  incident  to  short  circuits  and  overloads. 

Rapid  lowering  of  the  gas  temperature  to  a  point  where 
their  conducting  power  ceases  is  also  of  great  importance 
in  preventing  danger  of  explosions  which  would  tend  to  strain 
or  even  destroy  the  fuse  casings.  In  the  design  illustrated  this 
feature  is  further  safeguarded  by  employing  a  casing  having 
high  mechanical  strength  and  of  such  dimensions  that  in- 
ternal pressures  generated  by  fusing  will  not  cause  damage. 

A  complete  line  has  been  developed  for  all  commercial 
voltages,  the  ampere  limits  at  present  being  as  follows: 

2200  volts— 200  amperes.  13,200  volts— 20  amperes. 
3300  volts— 1.50  amperes.  22,000  volts—  6  amperes. 
6600  volts—  30  amperes. 

The  spacing  distance  between  contacts  conforms  to  re- 
cognized commercial  practice,  thus  eliminating  the  danger 
of  leakage  under  operating  conditions,  or  danger  to  the  line 
man  during  installation  or  inspection.  This  new  device  is 
manufactured  by  the  Delta-Star  Electric  Company  of  Chicago, 
Illinois,  and  should  prove  of  much  service  to  central  station 
managers  operating  high  tension  distribution  lines. 


NEW    CATALOGUES. 

The  Sprague  General  Kloctric  type  M  control  system  is 
described  in  a  new  bulletin.  No.  4761,  just  issued  by  the 
General   Electric  Company. 

Bulletin  No.  4754,  recently  issued  by  the  General  Elec- 
tric Company,  describes  in  considerable  detail  that  company's 
continuous  current  and  alternating  current  motors  for  use  in 
steel  mills,  and  similar  places,  in  connection  with  cranes, 
hoists  and   other  apparatus. 

In  bulletin  No.  4746,  recently  published  by  the  General 
Electric  Company,  is  described  a  portable  sub-station  for  the 
supply  of  intermittent  power  for  electric  roads,  and  to  pro- 
vide for  a  temporary  supply  of  power  in  case  of  accidents  at 
sub-stations  equipped  with  only  one  rotary  converter  unit. 

"The  Advertising  of  the  Westinghouse  Vehicle  Motor,"  as 
issued  by  the  Westinghouse  Electric  and  Manufacturing  Com- 
pany, contains  a  number  of  ads  to  be  used  in  a  popular  pub- 
licity campaign  which  will  greatly  redound  to  the  benefit  of 
central  station  men  in  the  way  of  increased  demand  for 
current. 

The  Thomson  polyphase  watthour  meters,  which  are 
made  for  the  specific  purpose  of  measuring  energy  in  any 
two-phase,  three-phase  or  monocyclic  circuit,  are  described 
in  Bulletin  No.  4762  of  the  General  Electric  Company.  These 
meters  may  be  api)lied  to  a  circuit  carrying  a  mixed  load  of 
lamps,  motors  or  other  translating  devices,  and  will  record 
accurately,  irrespective  of  unbalanced  load  conditions. 

The  first  of  a  series  of  booklets  entitled  "Modern  Mer- 
chandising Establishments,"  has  been  issued  by  the  Nernst 
Lamp  Company  in  conjunction  with  companies  dealing  in 
high  class  store  furnishings,  with  a  view  of  giving  merchants 
information  of  value  in  store  arrangements.  The  first  book- 
let deals  with  Marshal  Field  &  Co.'s  Chicago  store,  and  the 
next  will  be  on  the  new  Higbee  store  in  Cleveland,  "and  will 
give  a  full  description  of  every  detail  of  spacing  and  dis- 
play. 

Bulletin  No.  4758,  published  by  the  General  Electric 
Company,  is  devoted  to  Mazda  sign  lamps  and  contains  a 
statement  of  the  characteristics  of  these  lamps,  wiring  dia- 
grams showing  the  method  of  changing  regular  multiple  sign 
wiring  to  series  for  Mazda  sign  lamps,  and  other  wiring 
methods.  It  contains  tables  giving  the  size  of  wire  for  feed- 
ers, with  different  arrangements  of  lamps.  It  also  contains 
what  will  be  found  interesting  data  on  comparative  cost  of 
electric  signs,  illuminated  by  carbon  and  by  Mazda  lamps. 
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INCORPORATIONS. 

BAKERSFIELD,  CAL.— The  Wagg  Water  Company  has 
been  incorporated  by  Jas.  Ogden  and  C.  B.  Warner  of  this 
city,  J.  I.  Wagg.  F.  V.  Gordon  and  P.  D.  McGuire  of  Los  An- 
geles, with  a  capital  stock  of  $100,000. 

LOS  ANGELES,  CAL.— The  Midway  Light  &  Power  Com- 
pany has  been  incorporated  by  H.  L.  Bearing  and  Herbert 
Williams  of  Los  Angeles,  E.  F.  Hughes  of  Sierra  Madre,  H.  J. 
Gondge  of  Alhambra  and  C.  L.  Chandler  of  South  Pasadena, 
with  a  capital  stock  of  $250,000.  Plants  will  be  located  at 
Moran  and  Maricopa,  Cal.,  and  the  principal  place  of  busi- 
ness  will   be   in   Los  Angeles. 


FINANCIAL. 

TURLOCK,  CAL. — The  bonds  carried  at  the  election  held 
and  an  indebtedness  of  $25,000  will  be  involved,  $13,000  for 
a  waterworks  system  and  $10,000  tor  a  sewer  system. 

WALLA  WALLA,  WASH. — Projections  of  Pacific  Light  & 
Power  Company  are  being  inspected  by  C.  Z.  Mitchell.  $30.- 
000,000  has  been  borrowed  by  the  company  lor  developments. 

MONROVIA,  CAL. — An  election  will  soon  be  called  here 
to  submit  to  voters  a  proposition  of  voting  bonds  in  the  sura 
of  $50,000  for  the  construction  of  a  water  system  and  $120.- 
000  for  constructing  a  sewer  system. 

OCEANSIDE,  CAL. — On  September  14th  tlie  city  will 
held  a  bond  election  to  vote  on  the  proposition  of  issuing 
$20,000  in  5  per  cent  bonds  for  improvements  on  the  munici|)al 
water  system,  which  includes  the  replacing  of  wooden  mains 
with  iron  pipe. 

HUNTINGTON  PARK,  CAL.— The  citizens  of  this  place 
have  voted  on  the  question  of  a  municipal  water  plant.  An 
election  was  called  in  order  to  ascertain  whether  or  not  the 
majority  were  in  favor  of  a  $00,000  bond  issue  with  which 
to  build  and  equip  a  rnunici|)al  plant.  The  issue  was  de- 
feated. 

SANTA  BARBARA,  CAL.— By  a  vote  of  6  to  1  with  1  !:;o 
votes  cast,  the  city  has  indorsed  a  bond  issue  of  $200,000  to 
pay  the  cost  of  driving  the  last  mile  of  the  four-mile  tunnel 
through  the  Santa  Ynez  Moimtains.  When  completed  the 
upper  Santa  Ynez  basin  becomes  available  as  a  water  sujiply. 
The  total  cost  of  the  work,  including  dams,  is  expected  to 
reach  $1,000,000.  '•' 

LOS  ANGELES,  CAL.— The  Council  has  authorized  the 
Issuance  of  $6,500,000  harbor  improvement  and  aqueduct 
power  plant  bonds  recently  voted  by  people  of  this  city. 
The  Council  authorized  the  issuance  of  $3,000,000  of  harbor 
bonds  which  when  available,  will  be  used  in  pushing  to  com- 
pletion the  proposed  construction  of  the  harbor  highway,  and 
establishment  of  municipal  wharves,  docks  and  warehouses. 
A  second  ordinance  was  adopted  authorizing  the  issuance  of 
$3,500,000  for  aqueduct  power  bond.s.  The  money  will  be 
available  about  October  1st. 


TRANSPORTATION. 
SALT  LAKE  CITY,  UTAH.— The  County  Commissioners 
have  granted  a  50-year  franchise  to  A.  Evans  et  al.,  to  con- 
struct an  electric  suburban  railroad  through  Utah  county. 

LOS  ANGELES,  CAL. — A  cross  town  line  has  been  re- 
commended by  the  board  of  public  utilities.  The  route  pro- 
posed is  west  on  Vernon,  from  Santa  Fe  to  Vermont  avenue, 
north  to  the  S.  P.  crossing;  north  to  Jefferson,  east  on  Jef- 
ferson to  Hoover,  north  to  Park  View,  north  to  West  Seventh 
street,  west  to  Rampart  and  north  to  West  Temple. 


TACOMA,  WASH. — The  council  has  passed  an  ordinance 
permitting  the  Northern  Pacific  Railway  Company  to  erect 
and  maintain  poles  and  string  wires  for  the  transmission  of 
electric  power  in  Railroad  avenue. 

SOUTH  BEND,  ORE.— J.  D.  Carey  has  asked  the  cities 
of  South  Bend  and  Raymond  to  grant  him  a  franchise  to  build 
and  operate  an  electric  road  between  the  two  cities,  and  if 
granted,  agrees  to  begin  work  immediately. 

LOS  ANGELES,  CAL.— H.  E.  Huntington  will  construct 
an  electric  line  to  connect  Redondo  Beach  with  San  Pedro. 
Surveyors  are  mapping  out  a  prospective  right  of  way  for 
an  electric  line  along  the  cliffs  overshadowing  Point  Vicente 
and  Point  Fermin. 

PASADENA,  CAL.— The  officers  of  the  Pasadena  Rapid 
Transit  Company  have  sent  notices  to  the  stockholders  call- 
ing a  meeting  for  October  for  the  purpose  of  creating  a 
bonded  indebtedness  of  $3,000,000  which  is  to  be  used  to  se- 
cure the  balance  of  the  right  of  way  between  Pasadena  and 
Los  Angeles,  and  to  purchase  power  house  and  depot  sites 
necessary  to  complete  the  proposed  electric  line.  President 
Horace  Dobbins  states  that  construction  of  line  will  begin 
some  time  during  the  winter. 

VANCOUVER,  B.  C— The  65-mile  interurban  line  jf  the 
British  Columbia  Electric  Railway  Company  between  Van- 
couver and  New  Westminster,  is  now  11  miles  out  from  Van- 
couver. Other  work  under  way  includes  8  miles  from  Van- 
couver to  Port  Gray,  two  miles  in  South  Vancouver,  two  miles 
between  North  Vancouver  and  Capilano,  and  a  completed 
stretch  of  2'/^  miles  between  North  Vancouver  and  Lynn  Val- 
ley. A  6000  kw.  auxiliary  steam  turbine  plant  has  been  re- 
cently completed  and  a  2000  kw.  rotary  converter  added  to  the 
\'ancouver  substation. 


TRANSMISSION. 

PRESCOTT,  ARIZ.— The  Arizona  Power  Company  is  to 
e.ypend  $100,000  in  building  a  new  40-mile  wire  from  Verde 
valley   to  Prescott   Ijy   the   way  of  Jerome. 

SPRINGFIELD,  ORE.— District  Manager  Spencer  of  the 
H.  .M.  Byllesby  Company  announces  that  the  company's 
power  plant  here,  will  have  a  redoubled  capacity,  work  to 
begin  this  year. 

UPLANDS,  CAL.— The  Pacific  Light  &  Power  Company 
will  construct  a  power  line  from  Sixteenth  street  wells  line, 
north  and  east  of  the  city,  directly  north  to  Wineville,  a  dis- 
tance of  11  mile.s.  A  power  station  (substation)  will  be 
erected  in  the  vicinity  of  Cucamonga. 

BREMERTON,  WASH. — The  Council  has  granted  to  the 
Hainbridge  Development  Company  authority  to  construct  and 
maintain  poles  and  wires  over  the  roads  and  highways  of 
Bainbridge  Island,  Kitspa  county,  State  of  Washington,  for 
the  purjjose  of  the  transmitting,  distribution  and  sale  of  elec- 
(ric  current  for  electric  power,  heat  and  light. 


ILLUMINATION. 
PRINCE  RUPERT,  B.  C— City  Engineer  Davis  is  prepar- 
ing plans  for  temporary  and  permanent  lighting  systems. 

LEWJSTON,  IDAHO.— E.  H.  Libby  of  the  Lewiston- 
Clarkson  Improvement  Company  asking  the  city  for  a  lighting 
and  heating  franchise. 

HOQUIAM,  WASH. — Reports  have  been  received  here 
that  the  gas  syndicate  which  has  brought  gas  to  Olympia 
and  Gate  will  extend  its  system  on  to  Aberdeen  and  this 
place. 
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REDMOND,  ORE. — An  application  has  been  received  from 
the  Odin  Falls  Power  Company  asking  lor  a  franchise  to 
furnish  this  city  with  power  and  light. 

REDMOND,  ORE. — The  Council  has  passed  an  ordinance 
granting  a  20-year  franchise  to  the  Crook  County  Water,  Power 
&  Light  Company  to  furnish  the  city  of  Redmond  with  elec- 
tric light  and  power. 

SAN  FR.ANCISCO,  CAL.— The  San  Francisco  Gas  and 
Electric  Company  has  plans  for  a  reinforced  concrete  battery 
house  which  is  to  be  erected  on  Minna  street,  east  of  Eighth 
street.     The  work  will  cost  about  $10,000. 

LOS  ANGELES.  CAL. — An  ordinance  has  been  passed 
consenting  to  the  abandoning  of  a  portion  of  a  street  franchise 
granted  to  Robert  March  and  John  Houze,  commencing  at 
Vermont  avenue  and  Thirty-ninth  street. 

LOS  ANGELES,  CAL.— The  Board  of  Public  Utilities  has 
approved  the  petition  of  the  Los  Angeles  Railway  Company 
asking  for  permission  to  abandon  a  franchise  granted  several 
years  ago  for  a  line  along  Park  View  avenue  from  Ninth  to 
Eleventh  streets. 

POMONA,  CAL.— The  City  Trustees  have  instructed  the 
Southern  California  Edison  Company  to  install  incandescent 
street  lights  on  E.  Third,  Fourth  and  Fifth.  Kingsley,  Palm. 
Laurel  and  Williams,  W  Fourth,  \V.  Holt,  North  Garey  and 
Illinois  streets. 

MADRAS,  ORE. — There  is  a  prospect  of  Madras  getting 
a  public  water  system  and  electric  lighting  plant.  The  New- 
port Engineering  Company  of  Portland  is  now  taking  an  in- 
terest in  the  matter  and  its  representatives  will  look  after 
securing  a  franchise  from  the  city  of  Madras  to  install  the 
plant  and  maintain  service. 

SAPULPA,  OKLAHOMA.— The  Sapulpa  Electric  Company 
has  been  purchased  by  H.  M.  Byllesby  &  Company  of  Chi- 
cago, who  will  hereafter  operate  and  manage  the  property. 
The  electric  lighting  and  power  system  at  Sapulpa  is  new,  but 
In  the  past  has  been  able  to  serve  only  about  one-half  of  the 
immediate  demands.  Byllesby  &  Company  will  at  once  in- 
stall a  500  kw.  generating  unit  which  will  more  than  double 
the  capacity  at  the  station. 

CREEDE,  COLO.— MacArthur  Brothers  Company  has  been 
awarded  a  contract  by  the  Rio  Grande  Reservoir  &  Ditch 
Company  for  the  construction  of  a  storage  reservoir  at  Santa 
Maria  Lake,  twenty  miles  from  Creede,  Colorado.  The  work 
will  consist  of  a  large  earth  dam,  about  90  feet  high,  a  40- 
inch  continuous  wood  stave  pipe,  SOOO  feet  long;,  an  outlet 
tunnel,  about  600  feet  long;  an  outlet  canal  3000  feet  long; 
spillway,  diversion  dam,  and  a  large  amount  of  ditch  work. 
Amount  of  contract,  $200,000.  Work  will  be  started  immedi- 
ately and  will  be  completed  by  next  summer.  MacArthur 
Bi  others  Company  have  just  completed  a  large  dam  for  the 
Eastern  Colorado  Power  Company,  near  Boulder,  Colo.,  and 
will  be  able  to  shift  much  of  their  plant  onto  this  work. 


WATERWGRKiS. 
OGDEN  CITY.  UTAH.— Upon  the  recommendation  of  the 
waterworks    committee    it    has    been    ordered    that    a    6-inch 
water  main  be  i)laced  from  Washington  avenue  to  the  State 
Industrial  School. 

HILLSBOROUGH,  CAL.— A  contract  has  been  let  to  M. 
A.  Elftman  of  San  Mateo  for  the  concrete  work  in  a  new 
500.000-gallon  reservoir  which  is  to  be  constructed  in  the 
hills  back  of  Ujilands. 

SEATTLE,  WASH.— The  Council  has  passed  a  resolution 
providing  for  the  improvement  of  a  portion  of  First  avenue 
West  and  Queen  Anne  avenue;  First  avenue  North,  Florentia 
street  by  the  construction  of  watermains. 


SOUTH  BEND,  WASH.- P.  E.  Hall  of  Everett  has  asked 
the  city  of  South  Bend  to  grant  him  a  franchise  foj  45  years 
to  furnish  a  supply  of  water  for  manufacturing  and  fire  jjrotec- 
tion  purposes. 

LOS  ANGELES,  CAL.— Engineer  F.  E.  Trask,  Los  An- 
geles, is  making  plans  for  an  extension  of  the  municipal 
water  system  of  Ontario,  to  cost  $125,000.  A  new  reservoir 
will   be   built  and   pipe   lines   laia. 

BENTON,  WASH.— At  the  meeting  of  the  Benton  City 
Council  a  discussion  relative  to  the  securing  of  water  for  do- 
mestic purposes  was  brought  up  and  was  finally  disposed  of 
when  a  committee  was  appointed  to  confer  with  the  Prosser 
Power  Company  and  ascertain  on  what  terms  water  could 
be  produced  and  furnished  from  wells. 

REDONDO  BEACH.  CAL.— A  .syndicate  composed  of  Los 
Angeles  capitalists  is  negotiating  with  Hermosa  Beach  Land 
&  Water  Company  for  the  purchase  of  the  water  system  which 
supplies  Hermosa  Beach,  Shakespeare  and  Manhattan  Beach 
with  water.  In  case  the  deal  is  consummated,  the  system 
will  be  enlarged  and  a  new  pumping  plant  installed. 

ASHLAND,  ORE.— If  the  City  Council  adopts  the  recom- 
mendation of  W.  J.  Robertson,  consulting  engineer,  the  city 
will  install  a  water  system  adequate  for  a  city  of  50,000 
This  system  includes  a  high  pressure  reservoir  of  4,000,000 
capacity,  and  a  low  pressure  reservoir  holding  1,000,000  gal- 
lons, together  with  a  complete  re-arrangement  of  the  pipe 
lines,  and  can  be  established  by  an  expenditure  of  about 
$100,000. 

BURLINGTON.  WASH.— The  rapid  increase  of  popula- 
tion in  the  town  of  Burlington  has  brought  about  a  condition 
that  makes  a  water  supply  for  the  town  an  immediate  neces- 
sity. V.  M.  Harpst  of  the  Harpst  Lumber  Company,  has  long 
taken  a  deep  interest  in  this  water  question.  The  Commer- 
cial Club  took  the  matter  up  and  appointed  I.  J.  Howe,  O. 
Peterson  and  C.  I.  Henaerson  as  a  committee  to  confer  with 
Mr.  Harpst. 


TELEPHONES. 

ELMA,  WASH.— Telephone  connections  east  of  here  w^ere 
destroyed  by  forest  fires. 

VICTORIA,  B.  C— The  B.  C.  Telephone  Company  will 
erect  a  building  for  central  station  in  this  city. 

BUTTE,  MONT.— The  Montana  Independent  Telephone 
Company  will  install  an  automatic  long-distance  system. 

RENTON  CITY,  WASH.— Arrangements  are  being  made 
for  a  large  number  of  telephone  extensions  in  this  place. 

VANCOUVER.  B.  C— The  B.  C.  Telephone  Company  will 
remove  poles  from  business  section  and  run  underground  con- 
duits. 

V.ANCOUVER,  B.  C— C.  P.  R.  cable  betw^een  here  and 
Victoria  is  nearing  completion.  It  will  be  ready  about  Octo- 
ber 1st. 

VANCOUVER.  WASH.— The  Spokane.  Portland  and  Se- 
attle Railway  is  equipping  lines  to  handle  service  by  tele- 
phones. 

MISSOULA,  MONT.— Rocky  Mountain  Bell  Telephone 
Company  is  making  rapid  progress  on  repairing  ling  to  Wal- 
lace, Idaho. 

GRANGEVILLE,  IDAHO— Telephone  lines  between  this 
i;!ace,  Stites  and  Elk  City  are  under  re-construction.  Percy 
Ellis  of  Stites  is  in  charge. 

TACOMA,  WASH. — The  commission  has  ordered  all  tele- 
phone companies  to  have  all  overhead  telephone  wires  under- 
ground before  September,  1911. 

PUYALLUP,  WASH.— John  King  &  Son  of  McMinnville 
have  purchased  controlling  interest  in  Puyallup  Valley  Home 
Telephone  Company.  They  contemplate  important  extensions 
in  the  near  future. 
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THE  STORY  OF  THE  DEER  CREEK  POWER  PLANT 


i;v    Akc  iMi;  kii  I 


(_.L1MK■^E^  OF  THt  HELl;  L  1U::EK  POWER  PLANT. 

(1)    Whore  Big  Tunnel  ditch  on.erucs:      (2)    Canal  coming  into  forebay  reservoir;      CT    Forebay  reservoir;      (4)    Ditch  tenders  home  at  res,-rvoir 

(5)  Riveting  the  pipe  before  putting  it  underBrouiid;     ((.)  Pipeline  trench  down  the  ridge;     (7)  The  power  house  (pipe-hne  enters  at 

right)-    (8)  The  generator;    TO  The  tramsform.r.s;    (10)  Old  sawmill  shacks;    (11)  The  foreman's  housein  wmter  garb 


Waterpower  is  wherever  it  is  developed.  There 
are  natural  lofty  falls,  like  those  in  the  Yosemite,  but 
generall}^  man  is  debarred  from  using  them  for  com- 
mercial purposes.  After  mining  engineers  inspected 
the  Cripple  Creek  District  in  Colorado  and  reported 
that  the  geological  formation  was  not  right  for  gold, 


About  fourteen  miles  northeasterly  of  Nevada 
City  in  Nevada  County,  up  among  the  Sierra  ridges 
of  California,  is  the  Deer  Creek  power  plant.  It  is 
hidden  away  in  the  obscurity  of  a  mountain  region 
that  has  few  visitors.  Close  to  where  it  stands  used 
to  be  an  old  sawmill.     But  after  the  woodsmen  took 


some  ordinary,  ignorant  miners  found  Cripple  Creek  their  harvest  of  big  timber  from  the  slopes  the  dis- 

one  of  the  richest  auriferous   deposits   in  the  world  !  trict  had  no  particular  interest  for  anybody  else.  Years 

.So  there  are  men  who  will  shrug  their  shoulders  and  went  by.     And  a  great  opportunity  waited  to  be  dis- 

sav,  "Gold  is  where  vou  find  it."                              .  covered. 


248 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXV— No.  12 


The  simplest  and  cheapest  hydraulic  development 
in  California  lay  there  dormant  till  some  one  should 
see  its  possibilities.  The  Folsoni  power  plant,  twenty- 
two  miles  up  the  American  River  from  Sacramenic), 
began  its  pioneer  productiveness  in  1895.  Even  before 
that  Eugene  de  Sabla  had  started  work  for  the  Nevada 
power  plant,  on  the  South  Fork  of  the  Yuba  River, 
about  six  miles  over  a  ridge  and  down  a  gorge  to 
the  northwestward  of  Nevada  City,  with  a  three-mile 
ditch  system  from  a  river  dam  upstream.  While  the 
builders  struggled  with  their  first  dam  and  lost  it  in 
the  flood  waters  and  lost  the  chance  of  having  the  first 
power  plant  for  long-distance  transmission  of  electric 
energy,  there  was  this  Deer  Creek  possibility  off  in  the 
other  direction,  with  not  half  the  work  and  with  nearly 
five  times  the  possible  power.  Unly  the  engineers 
didn't  happen  to  see  it.  Eew  people  went  over  that 
way.  But  the  Yuba  River  was  a  big  suggestion  of 
of  waterpower  to  any  one. 

in  the  days  of  miners'  ditches,  when  hydraulic 
giants  were  turned  to  flush  California  hillsides  awa}- 
in  a  wholesale  search  for  placer  gold,  there  were  many 
systems  of  mountain  water  developments.  Uft  to 
the  northeastward  of  Nevada  City  and  Grass  Valley 
are  mountain  lakes.  They  were  tapped  with  ditches, 
meandering  do\Vn  to  form  the  great  South  Yuba  water 
system  of  canals  and  flumes  for  mines  and  for  domes- 
tic and  irrigating  purposes.  Out  of  Lake  Spaulding  a 
great  ditch  extended  westerly  toward  Nevada  City  and 
pierced  through  a  hill  about  a  mile.  Then  part  of  its 
flow  was  carried  on,  and  part  was  diverted  into  Deer 
Creek  as  a  convenient  channel  to  take  it  down  toward 
Crass  Valley.  That  saved  making  a  canal,  and  down- 
stream a  diverting  channel  conveyed  it  on  again 
whither  man  desired  it  to  go. 

The  old  ditch  men  knew  in  a  general  way  that 
the  grade  of  that  creek  was  rather  steep.  Some  of 
them  would  "reckon"  it  must  be  a  fall  of  two  or  three 
hundred  feet,  may  be !  And  they  let  it  go  at  that. 
The  creek  route  was  a  convenience.  The  storage  water 
from  the  chain  of  lakes  was  turned  into  that  creek 
channel  and  then  taken  out  again  just  where  man 
wished  to  divert  it. 

Along  in  the  year  1905  I'rank  G.  Baum,  at  that 
time  electrical  superintendent  for  the  California  Gas 
and  Electric  Corporation,  happened  to  be  out  prowl- 
ing round  looking  over  the  company's  water  sources. 
He  had  studied  the  topographical  maps,  and  he  got 
to  thinking  that  there  must  be  quite  a  fall  in  that 
Deer  Creek  route.  So  he  took  an  aneroid  barometer  and 
studied  the  altitude  up  at  the  tunnel  mouth  and  where 
the  waters  were  turned  into  the  creek.  Then  he  clam- 
bered along  down  the  creek  to  where  the  water  was 
taken  out  again.  It  seemed  to  him  like  something 
more  than  a  nine-hundred-foot  fall.  He  figured  that 
all  that  was  necessary  was  to  make  another  canal 
from  near  the  mouth  of  the  tunnel  and  lead  that 
flow  gradually  round  to  the  top  of  a  convenient  ridge 
and  then  shoot  the  water  down  through  a  pipe  to 
a  power  house  to  be  erected  on  the  bank  of  the  creek. 

It  was  a  simple  problem,  considering  the  difficul- 
ties of  most  mountain  hydraulic  development  work. 
No  head  dams  were  needed.  No  great  physical  ob- 
stacles were  to  be  overcome.  There  was  an  abund- 
ance of  water  back  in  the  lakes.     Only  a  canal  had  tu 


be  made  to  the  proper  point.  There  a  forebay  reser- 
voir could  be  scooped  mu  and  i)anked  up.  Then  a 
pipe-line  trench  cinilil  br  dug  thniiigii  the  forest  and 
down  the  steep  ridge  [<>  the  creek.  The  old  sawmill 
road  was  still  available,  right  in  to  where  the  power 
plant  would  be  located.  Easy!'  Why,  it  was  like  find- 
ing a  gold  mine  with  a  ledge  sticking  out  of  the  ground. 

So  the  work  of  development  was  started  by  the 
Pacific  Gas  &  Electric  Company  in  the  summer  of 
1906.  Contracts  were  let ;  to  the  Schaw-Batcher  Com- 
pany of  Sacramento  for  the  pipe-line,  to  the  Pelton 
\\  ater  W  heel  Company  for  the  impulse  wheels,  to  the 
W  estinghouse  Company  for  the  generator,  and  to  the 
Stanley  Company  for  the  transformers.  Then  came 
a  financial  slump.  \\  ork  was  stopped.  Nothing  was 
done  till  the  approach  of  the  winter  of  1907.  When 
money  became  easily  available  things  went  with  a 
rush.  New'  demands  had  come  upon  the  growing  com- 
pany for  additional  electric  power.  Deer  Creek  was 
needed  in  the  system.  Mud  or  no  mud  the  heavy  ma- 
chinery had  to  go  in  right  then  over  those  mountain 
roads.  In  places  near  the  proposed  power  plant  the 
mud  was  so  deep  that  the  front  wheels  of  the  great 
wagons  would  sink  to  the  axle  and  not  revolver  The 
wheel  horses  had  to  be  unhitched,  and  the  wagons  ac- 
tually dragged  along  sled-fashion  over  the  ooze.  An 
old  teamster  who  had  boasted  of  muddy  roads  he  had 
known  remarked,  "Over  there  in  Nevada  it  got  so 
bad  sometimes  1  could  only  see  the  mules'  ears  stick- 
ing up,  but  on  this  dern  job  I  only  look  for  bubbles!" 

The  mud  was  so  soft  and  deep  that  small  pine 
trees  were  felled  by  the  thousand,  and  their  trunks 
laid  side  by  side  to  form  a  corduroy  road.  More 
than  five  miles  of  that  corrugated  log  surface  was 
spread  for  the  passage  of  the  heavily  loaded  wagons. 

A  good  deal  of  that  old  rumpled  surface  still  re- 
mains. Cnless  you  have  ridden  over  a  corduroy  road 
you  can  have  no  conception  of  what  the  sensation  is 
like.  The  horses  must  walk.  At  first,  for  a  few 
yards,  the  motion  is  roughly  suggestive  of  the  ner- 
vous action  of  an  old  lady  in  a  rocking-chair.  Nor 
do  you  mind  it.  But  as  yards  grow  into  rods  and  rods 
into  miles  and  miles  multiply,  the  jerking  back  and 
forth  suggests  an  eftort  to  bend  your  spine  as  you 
bend  a  piece  of  metal  to  the  breaking  point.  It  keeps 
you  busy  bowing.  You  become  a  blithering  idiot, 
nodding  approval  to  e\ery  log.  After  two  hours  ol 
it  you  clinch  your  teeth  to  hold  them  in  the  gums. 
Your  conscience  lias  become  so  calloused  that  you 
actually  approve  of  the  driver's  continued  cursing  of 
corduroy  roads.  The  horses  go  thump,  thump,  thump- 
ing along  over  the  slender  logs,  and  the  buggy  whip 
jerks  back  and  forth  thousands  of  times.  It  gets  tire- 
some. You  fear  to  open  your  mouth  lest  your  teetli 
shower  out  like  so  many  white  lieans. 

When  you  reach  the  power  plant  your  host  will 
say,  "\^^^y,  I  reckun  you  oug-ht  tuo  come  in  by 
thuh  lowuh  road!" 

You  return  by  the  lower  road,  luxuriating  in  its 
comparative  smoothness,  in  its  shade  and  in  the  ma- 
jestic forest  giants  and  the  vari-colored  splendors  of 
wild  blossoms  and  decorative  foliage. 

\Vhen  you  get  back  to  Nevada  City,  late  at  night, 
not  even  a  mining  engineer  in  the  hotel  office,  wear- 
ing a  new  suit  of  corduroy,  can   make  you   resentful 
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or  at  all  forgetful  that  you  are  as  hungr_v  as  a  long  da}' 
and  mountain  air  can  make  a  man. 

The  Deer  Creek  power  house  is  a  solid-looking 
little  cement  building,  right  in  the  acute  angle  of  a  Y 
described  by  the  union  of  the  two  branches  of  Deer 
Creek  that  form  the  main  stream.  Back  of  the  build- 
ing the  pine-grown  slopes  of  the  Sierras  start  up  with 
a  suddenness  that  suggests  toboggan  slides.  Only 
you  happen  to  be  there,  of  course,  when  the  sun  is 
beating  down  into  the  vortex  and  the  hillsides  re- 
flecting their  heat  through  a  shimmering  surface  at- 
mosphere. 

Then  the  tall,  genial,  young  southerner  who  man- 
ages the  station  says :  "See  all  that  hillside  they-uh 
by  those  old  shacks?  Well,  suh,  that  they-uh  is  saw- 
dust. It's  ten  feet  deep  with  sawdust.  Used  to  be 
an    old     sawmill    riarht    thc\--uh,    suh.       Man    named 


behind  the  man  that  is  used  to  the  altitude.  You  puf? 
and  perspire,  and  regret  you  didn't  bring  the  driver. 

Having  raised  yourself  nearly  a  thousand  feet  and 
your  temperature  in  proportion,  you  come  out  of  the 
forest  into  a  beautiful  clearing  rimmed  with  stately 
pines  standing  sentinel  around  a  lovely  little  lake. 
Swim?  Why,  you  could  die  in  that  lake!  And  then 
the  superintendent  bows  a  gallant  southern  courtesy, 
and  you  turn  and  see  the  ditch-tender's  wife  as  she 
emerges  upon  the  porch  and  nods  pleasantly  across 
lines  of  snowy  washing.  Swim?  Well,  may  be  up 
the   canal,   above   the   lake   somewhere. 

"You  see  this  watuh  goes  down  tub  thuh  pow 
house  an  then  they  drink  it  down  in  Grass  Valley,  so 
weuh  mighty  careful  bout  keeping  it  clean  and  nice." 

Swim?  You  compromise  by  scooping  up  a  palm- 
•ul  and  wetting  your  throbbing  temples. 


Location  of  Deer  Creek  Power  House  and  Its 
Water  Sources. 


t            ,3h4^J^     *^"  _"  -V^ 
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Hauling  the  Deer  Creek  Pipe  in  over  the  Snow 

Cuupuli  uwnerl  it.  lie  was  the  I'artli-iili  of 
H.  M.  Coopuh.  thuh  company's  managnli  uvuh  at 
Aubun.  Snows  good  deal  up  heuh  in  wintuh.  This 
heah-uh's  thuh  highest  lectric  plant  in  thuh  company's 
whole  system.  Altitude  of  pow  house  is  tliree  thousan 
seven  hundred  feet.  Las  wintuh  thuh  boys  dug  uli 
hole  in  that  they-uh  sawdust  an  filled  it  plimi  full  \\\ 
snow  an  covud  it  up.  ^Vhy,  we've  had  snow,  reguluh 
ice,  fuh  five  months  fuh  ice-cream." 

You  beam  and  collect  a  cottony  dryness  in  your 
mouth.    Then  he  dashes  your  hopes, 

"Only  just  used  thuh  last  uv  it  yestuday.  suh. 
And  now  if  yuh  ready  we'll  walk  up  tub  thuh  resvoir. 
It's  only  uh  mile  by  thuh  pipe-line,  if  you  do  n't  mind 
uh  HI  walk  up  hill." 

You  look  all  around  to  see  if  you  can't  spot  the 
driver  who  claimed  he  knew  all  the  roads,  and  induce 
him  to  come  along — that  corduroy  kink  still  in  your 
spine.  But  he's  hidden  safely  away  somewhere  in  a 
shady  spot.     So  you  tackle   the  slope,  trailing  along 


Putting  in  the  Curve  of  the  Deer  Creek  Pipe 
Line  in  Midwinter. 

Now  they  did  a  great  thing  when  they  stopped 
turning  the  water  into  the  creek  channel.  It  used  to 
go  tumbling  down  a  rocky,  porous  ravine.  But  no- 
body estimated  the  loss,  ^^'hen  they  inade  the  new 
tlitch  and  the  reservoir  they  found  they  had  in  the 
diverting  canal  going  to  Grass  Valley  thirty  per  cent 
more  water  than  used  to  reach  it.  Seepage  and  evap- 
oration had  been  stealing  nearly  a  third  of  the  volume 
by  the  creek  route. 

Four  men  in  the  company  were  particularly  iden- 
tified with  the  construction  of  the  Deer  Creek  power 
plant.  Frank  G.  Baum  started  the  idea.  James  H. 
Wise  had  charge  of  the  civil  engineering  problems. 
C.  F.  Adams  supervised  the  electrical  construction 
work.  And  A.  L.  Wilcox  carried  through  the  details 
of  the  power-line  from  the  plant  over  the  ridges  east- 
ward to  the  Alta  power  house. 

The  Deer  Creek  plant  was  established  to  conform 
to  a  standard.  Other  and  earlier  plants  had  been  con- 
structed   after    the    ideas    of    their    various    founders. 
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When  the  great  company  bought  and  absorbed  them 
it  found  it  had  many  kinds  and  sizes  of  apparatus. 
At  Deer  Creek  the  big,  single,  generating  unit  was 
patterned  after  the  units  of  the  Colgate  plant,  so  that 
in  an  emergency,  with  several  plants  having  like  parts, 
there  could  be  sections  readily  available  for  transfer 
where  most  needed.  The  necessity  came  while  the 
Ueer  Creek  plant  was  being  constructed.  A  bearing 
went  to  pieces  over  at  the  big  plant  at  Electra.  The 
Deer  Creek  bearing,  being  of  the  same  standard  size, 
was  rushed  over  there,  and  thus  a  delay  of  several 
months  was  avoided  in  waiting  for  a  new  part  to  come 
out  from  the  east. 

Earlier  penstock  construction  brought  pipe-lines 
directly  down  to  the  back  of  power  houses.  There  was 
an  element  of  danger  in  such  a  scheme.  A  break 
in  one  of  those  mighty  pipes  might  send  torrents  of 
water  battering  away  at  the  building,  undermining 
its  foundations,  wrecking  valuable  machinery  in  a  few 
moments.  So  at  Ueer  Creek  the  engineers  brought 
the  pipe-line  down  at  a  long  tangent,  and  then  gave  it 
a  curve  to  the  westward  near  its  lower  end,  where  it 
finally  forked  Y-shape  to  produce  two  streams  to  play 
into  the  double  set  of  water  wheels,  one  attached  to 
the  projecting  shaft  on  each  side  of  the  generator,  if 
the  long  pipe-line  coming  down  the  hill  at  Ueer  Creek 
should  ever  break,  the  downrush  of  water  will  shoot 
ort'  free  and  mil  menace  the  power  house  and  its  site. 

Newest  of  all  the  eleven  hydroelectric  power 
houses  in  the  company's  great  system  of  eleven  moun- 
tain generating  plants,  the  Ueer  Creek  station  is  small, 
compact,  simple,  and  fifth  in  kilowatt  capacity.  It 
has  one  big  generator  turning  at  three  hundred  revo- 
lutions a  minute  and  producing  5500  kilowatts ;  and 
three  water-cooled  and  oil-insulated  2000-kilowatt 
transformers.  The  transformers  step  up  from  2300 
volts  to  60,000  volts,  the  voltage  at  which  the  power 
is  transmitted  way  down  to  Sacramento.  There  the 
line  unites  with  the  main  system.  .Another  line  goes 
over  the  ridges  easterly  to  the  Alia  power  house. 
There,  through  a  bank  of  transformers,  the  Ueer  Creek 
j.'ower  is  again  ])aralleled  with  the  main  system  by  con- 
nection with  a  23,000-volt  line  from  the  Colgate  power 
house. 

In  one  c(jrner  of  the  Ueer  Creek  power  house  is  a 
small  machine  sho]>  where  most  of  the  (ordinary  rejKiir 
work  can  be  done.  The  auxiliary  apparatus  of  the 
station  consists  of  a  sixty-kilowatt,  sixty-volt  exciter, 
direct-connected  to  an  impulse-type  water  wheel  and 
an  eighty-five  horsepower  induction  motor.  .\nd  there 
is  a  type  O  Linnbard  gc.ivernor,  with  oil  pressure  i)ump 
and  tanks. 

If  you  ever  acquire  a  yearning  to  get  away  from 
the  insistent  demands  of  society,  tire  of  theater-parties 
and  dinners  and  balls  and  crowds  and  all  that  sort 
of  thing,  go  to  Ueer  Creek.  You  will  not  meet  even 
a  brush  rabbit  (-)n  the  road,  going  or  coming.  And 
when  you  get  there  you  can  spread  your  hammock 
under  the  pines  and  look  up  at  the  sizzling  slopes  and 
call  faintlv  for  more  iced-cream.  That  is.  unless  you 
go  there  in  winter.  Then  you  will  sit  close  up  to  the 
stove  and  sew  a  pair  of  socks  on  your  old  straw  hat 
lor  ear-tiaps  before  you  venture  out  into  the  soft  depths 
of  "beautiful  snow."  lUit  you  will  not  be  asking  inr 
iced-cream. 


PHYSICAL   DATA   DEER   CREEK   POWER   HOUSE. 

CiipM.U.V     ol     .-slLlilKt     li-.si-l  \ii]l> l.:i7....,i;.S.Mllll    ,:u.    tl 

Area   <if  storage   reserv'Dirs 2.   1  fiO  acres 

MUcs   nf  aittli   an. I    lUimc-    !!>.■'■ 

Flow   the  .second   in  ditcli I  on  on.    fU 

Pie.ssuio   heart    (lieiKht   i>f   fall) S:!V    ft 

Force     iiT    water    the    siiuare     inch 3G0    lbs 

Number  of  impul.se  wheels 2 

('apacity    of  generator  in  kilowatts 5.500 

Total     electrical     horsepower .  .  .  , 7,400 

Generating   voltage    2.300 

Voltage    on    power-lines    60.000 

Altitude   at   power   house 3.859   ft 

Altitude  at   forebay   reservoir iAHH   ft 

.Size    of   power    house 41  -k  53    ft 

.,.,,,.,,.  (    Concrete  walls,  galvanized 

Material  of  building ,        j^on    roof,   steel    frame. 

I'lant  placed  in  service May.    H,    H)08 


NEW  ELECTRIC-TURBINE   LOCOMOTIVE. 

.\  new  type  of  locomoli\e  known  as  the  "turbo- 
electric"  has  been  constructed  at  Glasgow,  and  recently 
tested  on  the  Caledonian  and  North  British  railways. 
Trials,  which  are  not  yet  completed,  are  said  to  have 
been  satisfactory  so  far  as  they  have  progressed.  This 
new  type  of  locomotive  is  a  self-contained  steam-elec- 
tric generating  set.  Steam  is  generated  in  a  boiler 
of  the  ordinary  locomotive  type,  which  is  fitted  with  a 
si'])er-heater.  and  the  coal  and  water  su])i)lies  are  car- 
ried in  the  side  bunkers  and  'side  water  tanks  at  both 
sides  of  the  boiler.  The  sleain  Innii  the  boiler  is  led 
to  a  turbine  of  the  iminilse  tsjie  running  at  a  speed  of 
3000  revolutions  per  minute,  to  which  is  directly 
coupled  continuous-current  variable-voltage  dynamo. 
The  dynamo  supplies  current  and  pressures  varying 
from  200  to  600  volts  to  four  service-wound  traction 
motors,  the  armatures  of  which  arc  built  on  the  four 
main  or  driving  axles  of  the  locomotive.  The  exhaust 
steam  from  the  turbine  passes  into  an  ejector  con- 
denser, and  is.  together  with  the  circulating  condens- 
ing water,  delivered  eventually  to  the  hot  well. 

.As  the  steam  turbine  requires  no  internal  lubrica- 
tion, the  water  of  condensation  is  free  from  oil,  and 
consequently  is  returned  from  the  hot  well  direct  to 
the  boiler  by  a  feed  pump.  The  water  evaporated  by 
the  boiler  is  therefore  returned  to  the  bfiiler  again  and 
again,  and  the  >upply  of  water  carried  in  the  tank  is 
actually  circulating  water  for  condensation  purposes. 
The  condensing  water  is  circulated  within  practically 
a  closed  cycle  by  small  centrifugal  pumps  driven  by 
auxiliary  steam  turbines  ])laced  alongside  the  main  tur- 
bine and  dynamn.  The  cycle  of  the  condensing  water 
IS  from  the  tanks  through  the  first  pump,  then  through 
the  condenser,  where  it  becomes  heated  in  condensing 
the  exhaust  steam,  then  to  the  hot  well.  From  the  hot 
well  it  passes  through  the  second  pump  to  the  cooler, 
situated  in  front  of  the  locomotive,  where  the  full  bene- 
fit of  the  blast  of  air  caused  by  the  movement  of  the 
locomotive,  aided  by  a  fan,  is  utilized  for  cooling  the 
hot  circulating  w-ater.  After  passing  through  the 
cooler  the  water  is  returned  to  the  supplx-  tanks  ready 
for  further  condensation. 

The  condensation  of  the  exhaust  steam  deprives 
the  locomotive  boiler  of  the  usual  exhaust  blast  which 
induces  the  draft  through  the  fire  box  and  boiler  tubes, 
fn  the  experimental  locomotive  the  induced  draft  is 
replaced  by  forced  draft  provided  by  a  small  turbine- 
driven  fan.  The  fan  is  placed  within  the  cooler  so  that 
i;  will  deliver  hot  air  to  the  boiler  fire  and  at  the  same 
time  assist  the  current  of  air  through  the  cooler. 
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ELECTRIC   TRANSMISSION   TROUBLES. 

|;Y    C.    1'.    ADAMS,' 

Industrial  ai^plicatioii  of  electricity  marks  the 
most  notable  advance  of  all  history.  Twenty  centuries 
ago  the  message  "Peace  on  earth,  good-will  toward 
man"  started  a  moral  impulse  that  is  still  a  compelling 
force.  No  individual,  society,  or  invention  has  quick- 
ened the  mind,  advanced  the  general  welfare,  and  has- 
tened the  coming  of  "peace  and  good-will"  as  has  the 
application  of  electricity  to  the  uses  of  every  day. 

The  transmission  of  speech  and  signals  has  blotted 
out  space  and  time.  The  transmission  of  energy  has 
lightened  the  labors  and  nmltiplicd  the  constructive 
capacity  and  comforts  of  the  individual.  .\  brief  half- 
century  will  almost  cover  the  entire  progress  of  the 
"electric  age."  A  quarter-century  will  almost  cover 
the  electric  transmission  of  energy  and  the  commer- 
cial use  of  the  electric  light.  Read  the  literature 
of  twenty-five  years  ago  and  see  how  little  the  founders 
of  the  art  appreciated  its  possibilities.  Then  industries 
were  located  along  streams  capable  of  power  dexclo])- 
ment.  The  mill  and  the  village  represented  tlie  manu- 
facturing interest. 

Rut  electric  power  transmission  has  carried  the 
energy  of  the  waterfall  to  tlie  city.  The  single  power- 
station  has  replaced  a  th<iusand  small  engines.  Now 
power  can  lie  delivered  al  any  ])(»int  where  an  electric 
motor  can  be  located.  The  enormous  growth  of  the 
city  is  the  direct  result.  The  next  few  years  will  see 
the  application  of  modern  power  to  the  farm,  and  a 
restoration  of  interest  in  agriculture. 

The  purpose  of  this  article  is  not  to  forecast  the 
future,  but  to  inquire  as  to  some  of  the  causes  that 
tend  to  limit  electric  service.  What  are  our  ordinary 
"electric  troubles"?  and  why  do  they  exist? 

In  the  transmission  of  electricity  we  have  advanced 
from  the  small  central  station,  with  its  maximum  range 
of  a  few  miles,  to  systems,  operating  imder  single  con- 
trol, serving  a  territory  larger  than  a  commonwealth. 
In  transmitting  voltages  we  have  progressed  by  stages 
from  looo  volts  to  130.000  volts,  and  the  final  limit 
is  reached  only  when  losses  through  the  air  from  line 
to  line  render  operating  costs  prohibitive.  The  ad- 
vances in  the  art  of  transmitting  electric  energy  have 
been  accomplished  by  careful  study  of  "the  weak 
point,"  and  by  the  selection  of  the  best  method  and  ma- 
terial as  determined  by  service  trial. 

The  entire  problem  of  transmission  is  to  confine 
electric  current  to  a  selected  channel:  to  keep  it  from 
escaping  from  the  wire. 

The  sole  tendencN'  of  an  electric  curreni  is  to  re- 
luni  to  the  ]ioint  at  which  it  was  generated.  Insula- 
tion of  numberless  forms  has  been  dex'eloped  to  con- 
fine this  force  to  useful  paths.  Practically  all  the 
"troubles"  of  the  art  are  those  due  to  some  defect  in 
insulation. 

In  the  work  of  power-transmission  the  troubles 
confronting  the  engineer  may  be  examined  in  their 
normal  order  as  those  relating  to  generating  apparatus, 
to  motors,  to  transformers,  and  to  transmission  lines. 


>Eng-ineer  of  Electric  Construction,  Pacific  Ga.s  an4  Elec- 
tric Company. 


Generator  Troubles. 

The  modern  dynamo  well  exemplifies  the  law  of 
the  survival  of  the  fittest.  It  is  the  result  of  evolution 
and  selection.  From  small  and  crude  designs  gener- 
ators have  evolved  into  a  form  of  machine  which  is 
practically  standard.  The  high  velocity  of  steam  has 
been  utilized  to  great  advantage  in  the  simple  high- 
speed turbine,  with  its  special  design  of  dynamo.  In 
hydroelectric  plants  practically  no  new  designs  of 
dynamo  have  appeared  in  the  past  five  years.  The  high 
efficiency  strong  construction,  and  durable  insulation 
of  the  modern  djaiamo  make  it  one  of  the  most  de- 
pendable of  machines. 

There  is  so  small  a  limit  of  possible  improvement 
in  the  efficiency  of  the  modern  dynamo  that  further 
progress  in  its  construction  is  questionable.  The 
"troubles"  are  generally  due  to  heat,  to  vibration,  and 
to  moisture.  The  insulation  enclosing  an  armature  coil 
consists  mainly  of  a  vegetable  fabric,  impregnated 
with  an  insulating  varnish  or  compound.  The 
useful  life  of  an  insulation  material  is  limited  to 
its  flexibility.  High  temperature  reduces  its  physi- 
cal strength,  and  renders  it  brittle.  T.ong-continued 
heat  lessens  its  dielectric  strength,  and  graduallv  re- 
duces it  to  carbon. 

.^n  electric  conductor  imbedded  in  an  armature 
slot  is  subicci  to  heavy  mechanical  strains.  A  current- 
carr^'ing  conductor  (be  it  copper  bar  or  wire)  is  alter- 
nately repelled  and  attracted  bv  the  powerful  magnetic 
field  which,  swiftly  revolving  in  front  of  it.  produces 
electric  energv  in  the  copper.  TTnless  this  conductor 
is  firnilv  secured  in  its  slot  there  will  be  vibration 
which,  in  time,  will  pulverize  the  insulation  about  the 
copper  and  result  in  current-leakage  and  damage.  This 
piilverizinc;  of  the  insulating  material  is  greatlv  has- 
tened where  the  edges  of  the  grooves  are  not  true  and 
smooth  on  the  side  walls  and  the  bottom  of  the  arma- 
ture slot. 

Where  an  armature  coil  consists  of  a  number  of 
flat  copper  bars  wound  into  several  turns  tbe  individ- 
ual bars  tend  to  repel  each  other.  The  vibration  re- 
sultiuET  from  this  repelling  force  destroys  the  insula- 
tion between  the  turns,  and  the  copper  itself  is  crys- 
talized  and  fractured.  Another  form  of  "trouble"  ex- 
perienced in  the  multiple-turn  coil  is  the  unequal  ex- 
pansion of  the  conductor;  the  centre  turns  of  the  cop- 
per, having  less  radiation,  will  expand  most,  and 
will  crowd  the  other  coil  turns  to  a  dangerous  degree. 

For  these  and  for  other  reasons  the  most  stable 
form  of  electric  generator  is  the  one  having  the  few- 
est armature  turns.  Two  conductors  to  the  slot  is  the 
preferred  type,  and  these  conductors  should  be  of  cable 
or  strand  if  the  armature  is.  of  the  open-slot  type. 
Where  the  armature  insulation  becomes  worn  and  the 
copper  conductor  comes  in  contact  with  the  iron,  the 
damage  done  depends  on  the  extent  to  which  the  ma- 
chine  is   "short-circuited." 

In  a,  generator  or  motor  every  foot  of  armature 
conductor  afl^ected  by  the  magnetism  of  the  field  adds 
to  the  total  electromotive  force  of  the  machine.  A 
single  multiple-turn  coil  may  have  an  induced  voltage 
of  from  50  to  500  volts,  according  to  the  number  of 
the  coil  turns,  the  length  of  the  "active"  conductor, 
the  strength  of  the  magnetic  field,  and  the  speed  of  the 
machine. 
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\\  here  the  short  circuit  occurs  in  a  single  coil  the 
voltage  affected  may  be  so  low  that  an  arc  will  not 
be  formed.  Under  such  conditions  the  short-circuited 
turns  will  heat  rapidly,  char  the  insulation,  ami  result 
in  damage  to  the  individual  coil,  and  possiiily  iii\o!\c 
other  coils  if  not  promptly  delected  and  replaced. 

When  a  short  circuit  affects  voltages  higher  than 
20  volts  an  arc  generally  occurs,  fusing  the  cop])er  and 
sometimes  melting  out  the  armature-iron   itself. 

It  was  once  the  pri\'ilege  of  the  writer  to  inspect 
and  rebuild  a  500-kilowatt,  engine-type  alternator  that 
was  allowed  to  run  on  a  short-circuited  bus  bar  for  a 
w'hole  hour  undei  full  steam.  Not  a  foot  of  wire  was 
left  in  the  armature.  Every  coil  melted,  warped  out  of 
shape,  and  was  torn  out  of  the  machine  by  the  revoh- 
ing  element.  This  giant  "pin-wheel"  was  a  gorgeous 
spectacle  while  it  lasted.  Steam  was  finally  shut  oft'. 
But  the  drunken  engineer  who  had  abandoned  the 
plant  never  reported  for  further  duty. 

During  that  period  of  negligence  the  armature- 
iron  was  not  burned  or  appreciably  damaged.  The 
single  field  bobbin  (Stanley-type)  was  warped  and 
sprun.g  by  the  heat  of  the  blazing  armature.  The  ma- 
chine was  repaired,  and  after  about  thirty  days  was 
again  in  use  and  as  good  as  ever. 

Armature  troubles  are  somewhat  affected  by  the 
type  of  winding:  the  manner  of  connecting  coils. 
whether  "delta"  or  "star":  and  al.'^o  hv  the  ]iotentials 
existing  between  adjacent  coils.  The  o]ierator  should 
know  his  apparatus  in  every  detail ;  know  the  voltage 
a  coil  and  a  coil  turn  :  know  the  high  potential  points: 
be  able  to  trace  out  each  phase  group  of  coils.  Such 
knowdedge  will  tend  .to  guard  against  trouble  and  pre- 
vent failures. 

Another  class  of  dynamo  trouldes  are  those  due  to 
the  failure  of  the  insulation  of  the  field  coils.  The 
intensity  of  the  electric  current  is  not  great,  ranging 
only  from  60  to  120  volts:  so  the  liability  to  puncture 
is  slight.  Rut,  because  of  the  weight  and  speed  of 
the  field  coils  themselves,  heavy  mechanical  strains 
are  imposed  on  the  insulation  and  cause  it  to  fail.  Con- 
sider a  possible  case.  In  an  eighteen-pole  machine, 
suppose  a  short  circuit  occurs  that  w'ill  affect  six  coils. 
A  part  of  the  current  will  be  diverted  from  these  coils, 
and  they  will  thus  be  weakened  as  magnets.  Each 
magnet  or  pole  may  have  exerted  a  mechanical  stress 
of  1000  pounds  or  the  armature  iron.  If  the  six  mag- 
nets are  weakened  only  ten  per  cent  this  would  reduce 
their  mechanical  pull  of  600  pounds,  and  the  rotor 
would  be  out  of  mechanical  lialance  to  that  amount.  .\t 
a  speed  of  400  revolutions  a  minute  this  would  pnssiblv 
wreck  the  machine  before  it  could  be  shut  down.  An 
accident  of  this  nature  is  positively  the  most  danger- 
ous thing  that  can  happen  to  the  revolving  field-coil- 
type  of  generators. 

In  the  Stanley,  inductor-type  generator  lliis  dan- 
ger is  eliminated,  as  all  the  magnetic  j)olcs  are  equallv 
afTcctcd  by  any  change  in  the  field  winding.  Field 
circuits  should  be  as  carefully  watched  and  tested  as 
the  armature  windings.  In  synchronous  motors  or 
in  generators  that  may  "fall  out  of  step"  there  is  a 
possibility  in  the  field  windings  of  an  induced  voltage 
many  times  the  normal  operating  voltage,  even  rising 
to  3000  or  4000  volts  in  large  machines.  Later  failure 
of  insulation  may  result   from  such   troubles. 


-\nother  annoying  class  of  troubles  is  due  to  im- 
properly clamped  armature  laminations.  Two  simi- 
larly charged  free  poles  tend  to  w\)c\  each  other.  .\s  the 
sheet-steel  armature  metal  is  magnet i/.ed  b\  the  fielfl 
magnets  it  has  a  tendenc}'  to  expand.  This  is  due  to  the 
repulsion.  .\ny  loose  laminations  arc  |iut  into  \  io- 
lent  vibration.  Crystalization  results.  The  armature 
pole,  or  "tooth"  is  broken  oft'  and  drawn  into  the  field. 
Damage  of  this  nature  is  chargeable  to  |)oor  design 
and  inferior  workmanshi]). 

There  is  one  destructi\e  agent  in  all  power  houses 
and  electric  stations  that  is  the  cause  of  endless  trouble 
and  of  rapid  deterioration — dirt.  It  chokes  up  the  ven- 
tilating ducts  in  the  armature-iron,  spreads  a  heat- 
insulating  film  over  the  machine  windings,  collects 
free  oil  or  moisture,  and  gradually  rots  out  the  insu- 
lation of  the  machine.  Trouble  from  dirt  is  most  ag- 
gravated where  constant  duty  is  imposed  and  where 
the  surrounding  atmosphere' is  dust-laden. 

Motor   Troubles. 

For  commercial  power  work  the  motor  generally 
employed  is  the  induction  motor.  The  design  of  this 
type  of  motor  is  so  simple  that  the  troubles  experi- 
enced are  generally  due  to  mechanical  causes  and  o\er- 
load.  The  running  clearance  of  the  induction  motor 
is  small,  and  the  wear  on  bearings  or  shaft  must  be 
compensated  for  by  adjustment.  The  air  gap  is  some- 
times completely  closed  by  dust,  as  in  cement  mills, 
and  the  removal  of  the  rotor  then  becomes  a  difficult 
matter. 

The  direct-current  motor  is  largely  confined  to  car 
and  elevator  use.  On  nearly  all  standard  apparatus 
of  this  class,  the  operating  troubles  have  been  prac- 
tically eliminated  by  careful  factory  design  and  con- 
struction. Sparkless  commutation,  carbon  brushes, 
and  moderate  operating  temperatures  have  cf)rrected 
most  of  the  former  troubles.  The  use  of  kerosene  oil 
as  a  commutator  cleanser  is  recommended  in  place  of 
vaseline  or  some  other  heavy  lubricant.  .-\  proper  car- 
bon requires  no  lubrication,  and  the  less  "dope"  used 
on  a  commutator  the  Itettcr  the  results. 

Transformer   Troubles. 

Transformers  are  a  class  of  apparatus  in  which 
the  service  of  an  attendant  is  generall}-  limited  to  main- 
taining a  constant  sujiply  of  cooling  water  and  an  occa- 
sional ins]:)ection  of  the  oil  to  detect  the  presence  of 
water  in  the  oil.  The  major  part  of  the  power  house 
and  substation  power  transformers  are  of  the  water- 
cooled  type.  These  cooling  coils,  of  iron,  brass,  or 
copper,  are  much  affected  by  the  presence  of  mineral 
or  sediment,  carried  ])y  the  cooling  water.  The  precipi- 
tation of  such  matter  is  dependent  on  the  water  tem- 
perature and  on  the  rapidity  of  circulation.  With  slow- 
circulation  and  hot  discharge  water,  the  coils  will  close 
n|i  from  sediment  in  a  short  time  when  the  water  is 
bad.  \\  here  the  cost  of  water  is  not  an  item,  its  free 
use  is  desirable.  Where  water  is  limited  and  expensive 
the  best  residts  are  obtained  by  using  a  cooling  tank 
of  some  form  and  a  circulating  pump. 

Concerning  transformer  oils  and  the  details  of 
transformer  construction  much  can  be  left  unsaid.  The 
construction  details  are  largely  deiiendent  on  the 
ca]irice  of  the  factory  economist.  The  only  argument 
that    impresses   and    retards    this    destructive    indixid- 
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iial  is  the  cost  nf  rcplaccniciU  of  ap])aratus  that  fails 
in  service.  "Let  the  hnycr  beware"  is  a  motto  espe- 
cially applicable  to  tlie  purcliaser  of  electrical  appa- 
ratus. 

Ten  3'ears'  operating  experience  has  demonstrateil 
that  a  thin,  fluid  oil  containing  almost  no  vaseline  is 
best  adapted  for  use  in  large  transformers.  The  oil 
serves  as  an  insulator  and  also  as  a  cooling  meilium. 
The  heavy  oils  tend  to  solidify  after  long  use,  and  thus 
close  up  the  circulating  channels  past  the  coils.  Manu- 
facturers have  learned  that  lower  operating  tempera- 
tures can  be  maintained  with  the  thin  oils,  and  arc 
now  recommending  this  grade  of  oil  for  all  power 
transformers. 

The  earlier  transformer  builders  relied  on  very- 
extensive  solid  insulation  over  the  coils.  Unable  to 
dissipate  their  heat  these  coils  shorth-  burned  up.  The 
manufacturers  charged  the  tniuble  to  the  tvpc  (if  oil 


interrupted  service  will  be  the  final  argument  and  will 
residt  in  higher-grade  apparatus. 

Line  Troubles. 

W  hen  the  total  length  of  the  entire  transmission 
line  is  considered,  the  percentage  of  trouble  due  to  line 
faults  is  surprisingly  low.  Consider  the  length  of  line 
exposed  and  the  total  number  of  insulators  subject 
lo  breakage  as  well  as  mechanical  failure.  There  are 
nearly  1800  miles  of  line  and  probably  220,000  insu- 
lators in  the  Pacific  Gas  and  Electric  Co.'s  system. 

Many  readers  are  familiar  with  the  story  of  the 
60,000-volt  insulator.  The  famous  two-part  "water- 
spout" type  was  one  of  the  first  designs.  This  was 
found  to  be  safe  in  the  foothills,  but  a  failure  in  the 
valleys,  particularly  in  the  fog  districts.  Many  of 
this  type  are  still  in  ser\'ice  in  the  fixithill  districts  of 
I'lUtte  Cduntv. 


T>p»-   uT   i^nU-s   ami    in.sululor.s    ^u.-^taining   long  .span   lu-^u 


1 'f   .S.UjI.l    power    house. 


;nid  raised  a  cry  about  low  "flashing  point,"  fire  risk, 
etc.  'I'he  grade  of  oil  was  changed  to  a  thicker  oil  of 
high  flash-test,  with  no  im])ro\enient  in  the  life  of  the 
transformer. 

After  some  years  the  idea  finally  penetrated  that 
the  oil  itself  should  come  in  direct  contact  with  the 
windings  in  order  best  to  cool  and  insulate  the  coils. 
Now  the  subjects  of  "flash  point,"  etc.,  are  no  longer 
discussed  and  the  old  grade  of  oil,  condemned  some 
years  ago,  is  now  recommended  and  used  everywhere. 
Time  has  thus  vindicated  the  consistent  policy  of  the 
Pacific  Gas  &  Electric  Company  in  regard  to  trans- 
former oils. 

The  presence  of  iiKjisture  in  oils,  methods  of  re- 
moving the  moisture,  and  the  maintenance  of  the  high- 
est dielectric  strength  are  all  im]3ortant.  The  use 
of  insulating  materials,  capable  of  absorbing  moisture, 
has  been  a  step  backward.  The  use  of  this  class  of 
material  has  been  defended  by  the  manufacturer  on 
the  ground  of  lower  cost ;  that  a  first-class  article  could 
not  be  sold  in  competition  with  cheaper  goods,  and 
so  on.  High  profit  can  always  purchase  an  able  de- 
fense.   The  flemands  of  the   i)ublic   for  first-class,   un- 


Failure  came  from  puncture  through  the  top  of  the 
insulat(.)r,  and  also  by  creepag'e  over  the  outer  surface. 
The  lower  glass  ])etticoat  was  changed  to  porcelain, 
and  a  secoiul  petticoat  was  added.  Later  the  original 
cap  was  changed  in  form  for  one  of  larger  diameter, 
lourteeii  and  si.xteen  inches  laeing  the  final  dimensions. 
.\  third  petticoat  was  finally  added,  and  the  standard, 
four-part,  California-type  insulator  thus  evolved  is  con- 
sidered the  best   vertical  type  insulati.ir  made. 

ft  is  interesting  to  note  that  an  eastern  power  com- 
pany recently  changed  all  its  triple-petticoat  top  insu- 
lators to  the  four-part  type  and  thereby  avoided  ])rac- 
tically  all  failures  from  lightning  puncture. 

Pifany  of  the  failures  of  insulators  are  due  solely 
to  dust  accumulations,  the  insulator  being  otherwise 
])erfect.  Better  to  illustrate  this  point,  the  original 
ele\-en-inch  6o,ooo-\iilt  insulator  can  not  be  depended 
on  for  consant  service  on  ii,ooo-volt  lines  in  the  fog 
districts.  A  slight  leakage,  infinitely  small,  will  in 
time  crease  and  carbonize  a  wooden  pin  or  cross-arm, 
and  fire  will  result.  Wooden  pins  are  now  practically 
obsolete,  and  wooden  cross-arms  are  marked  for  early 
abandonment. 
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The  oiih-  remedy  for  dust  troubles  is  to  have  par- 
allel lines,  and  at  intervals  to  cut  out  one  line  and 
clean  off  the  dust  from  insulator  surfaces.  Hope  is 
entertained  that  the  suspension-type  insulator  will  he 
trouble-proof  in  this  respect.  At  least  two  years'  serv- 
ice in  the  fog  districts  will  be  required  to  demon- 
strate the  ultimate  value  of  the  suspension  insulator. 

The  long-  spans  used  on  the  tower  lines  reduce 
the  number  of  insulators.  The  higher  lines  used  in 
lower  construction  and  their  wider  separation  jiromise 


on  the  length  of  the  span.  On  these  wide-spaced  lines 
the  bird  troubles  are  very  few. 

In  the  higher  hills,  snow  is  a  factor,  and  heax-ier 
lines  and  stronger  supports  are  needed. 

The  line  material  has  been  much  debated.  All 
commercial  types  of  wire  and  cable  are  in  use.  Cop- 
per, aluminum,  and  steel  are  used,  both  the  solid  and 
the  stranded  conductor  being  employed.  The  low 
melting  point  of  aluminum  is  the  chief  weakness  of  this 
metal,  as  an  arc  w'ill  cut  off  an  alnmium  line  long  before 


W 


Svispensioii  T>"pe  of  Insulator. 

some  immunity  from  certain  mechau'cal  interferences 
to  which  pole-lines  are  subject.  Some  form  of  tower- 
supported  line  is  being  adopted  by  all  the  later  sys- 
tems, the  item  of  pole  wear  and  depreciation  being  a 
strong  factor  in  this  choice. 

The  log  book  of  any  division  manager  will  sup- 
jily  a  formidable  list  of  line  trouble-makers.  Early 
lines  were  given  a  spread  of  about  forty  inches  in  order 
to  reduce  line  induction  to  a  low  value. 


Insulatoi.      V .■     water-spout,     the     sixteen-incli. 

and  the  four-part  California-type. 

Owls,  hawks,  eagles,  blue  cranes,  geese,  swans, 
and  pelicans  all  tested  these  lines  to  their  sorrow  and 
ours.  Turkeys,  ground  squirrels,  and  house  cats  tried 
to  perch  on  insulators  and  had  a  brilliant  finish.  All 
<jf  the  possible  accidents  have  occurred,  and  the  im- 
linssible  accident  has  not  yet  been  determined. 

I-ines  of  a  later  date  were  given  a  spacing  of 
sixty,  seventy-two,  and  eighty-four  inches,  dependent 


Initial   towers,  where  power-line  starts  front  power 
liouse    at    BiK    Bend    on    Feather   River. 

a  copper  line  would  fail  under  similar  trouble.  Line 
construction  materials  and  methods  have  followed  the 
laws  of  evolution.  Each  year  sees  some  new  advance 
toward  greater  strength  and  safety. 

The  problem  of  electric  transmission  from  the 
mountain  streams  is  very  largely  a  problem  of  line 
construction  and  maintenance. 

The  future  power  houses  on  the  Pacific  Coast 
will  be  either  steam  or  hydraulic,  dependent  on  the 
complete  solution  of  the  practical  problems  in  the 
high-tension  line. 


COLORADO     ELECTRIC     LIGHT,    POWER     AND     RAILWAY 
ASSOCIATION. 

The  eighth  annual  convention  of  the  Colorado  Electric 
Light,  Power  and  Railway  Association,  will  be  held  at  the 
Hotel  Colorado,  Glenwood  Springs,  September  21-23.  'Follow- 
ing Is  a  list  of  papers  which  will  be  read  at  the  meetings: 
"Storage  Batteries  in  Street  Railway  and  Central  Station 
Work,"  by  T.  A.  Warfield,  general  manager  of  the  Colorado 
Railway,  Light  and  Power  Company,  Trinidad.  "Some  Ob- 
servations on  Cultivating  Friendly  Relations  with  the  Public," 
by  J.  M.  Connelly  of  the  Denver  Gas  and  Electric  Company, 
Denver.  "Mazda"  Street  Series  Lighting,"  by  R.  L.  Jones, 
General  Electric  Company,  Denver.  "High  and  Low-Tension 
Pole  Lines,"  by  J.  C.  Lawler,  New  York,  N.  Y.  "The  Place 
of  Rotary  Condensers  and  Induction  Generators  in  Transmis- 
sion Systems."  by  H.  L.  Allen,  General  Electric  Company, 
Denver. 
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PRESIDENT  N.  W.  ELECTRIC  LIGHT  AND 
POWER  ASSOCIATION. 

As  mentioned  in  these  columns  last  week,  the  newly 
elected  president  of  the  Northwest  Electric  Light  K- 
Power  Association  is  iMr.  Douglass  Allmontl,  president 


Dou^'lass  Alimond 


of  the  Anacortes  Water  Co.,  of  Anacortes,  Wash.  As 
the  photograph  was  received  too  late  for  publication 
last  week,  it  is  reproduced  herewith. 


THE  CHEMIST'S  PLACE  IN  POWER  ECONOMY 

The  watchword  of  modern  industry  is  no  longer 
"increased  production" ;  it  has  changed  to  "increased 
efficiency  of  production."  The  day  of  cheap  raw  ma- 
terial is  passing,  if  indeed  it  has  not  already  gone,  and 
industry  faces  a  new  set  of  conditions.  Nowhere 
more  than  in  the  production  and  transmission  of  power 
are  there  greater  opportunities'  for  improvement — for 
the  saving  of  time,  and  labor,  and  money.  That  the 
chemist  ought  to  take  the  foremost  part  in  solving  the 
problems  of  power  efficiency  is  the  argument  con- 
vincingly set  forth  in  a  paper  read  before  the  recent 
convention  of  the  American  Chemical  Society  by  Ar- 
thur D.  Little,  of  Boston.  Mr.  I^ittle  makes  a  vig- 
orous presentation  of  the  chemist's  special  qualifica- 
tion for  dealing  with  questions  of  energy,  and  urges 
a  stand  against  the  customar}'  monopolizing  of  power 
problems  by  the  mechanical  engineer. 

Chemists  sometimes  forget,  says  Mr.  Little,  that 
their  science  deals  with  energy  no  less  than  with  matter, 
and  that  in  fact  chemistry  as  a  science  began  with  the 
recognition  of  the  principles,  materials,  and  products 
of   combustion 

The  combustion  of  coal  is  a  typical  chemical  pro- 
cess. The  selection  of  the  most  efficient  coal  and  the 
determination  of  the  conditions  necessary  for  its  most 
efficient  combustion  are  essentially  chemical  problems. 
Chemical  problems  also  are  those  arising  in  the  manu- 
facture of  producer  and  illuminating  gas,  their  utiliz- 


ation in  gas  engines,  the  development  of  power  from 
the  waste  gases  of  the  blast  furnace,  the  adaptation  of 
conditions  to  the  proper  handling  and  burning  of  peat, 
lignite  and  waste  coal,  the  thermometric  exploration 
of  coal  piles  to  forestall  spontaneous  combustion, 
smoke  abatement,  the  control  and  improvement  of  fire- 
room  conditions  by  draft  regulation,  flue  gas  analysis, 
temperature  measurements  and  even  the  placing  of 
firemen  on  the  bonus  basis.  Taking  power  plant  prac- 
tice and  the  conditions  of  coal  purchase  as  thev  stand, 
the  properly  equipped  chemist  should  be  able  to  in- 
crease the  efficiency  of  power  production  from  fi\-e  to 
thirty  per  cent. 

The  analysis  of  lioiler  compounds  as  an  end  in  it- 
self presents  little  to  e.xcite  enthusiasm,  but  when  such 
analyses  are  made  the  means  of  saving  $3600  a  vcar 
in  the  power  plants  of  a  single  company  they  take 
on  a  new  and  larger  aspect. 

The  chemist  who  attacks  the  problems  of  |)owcr 
production  will  not  hesitate  to  go  outside  the  labora- 
tory and  take  his  ])roperty  wherever  he  finds  it.  He 
will  cciniluct  boiler  and  engine  tests,  study  the  effi- 
ciency of  grates  and  stokers,  familiarize  himself  with 
the  mar\elous  promise  of  the  low  pressure  turbine 
as  an  agent  in  efficient  power  production.  ^Vhile 
straining  every  resource  of  his  science  to  produce 
steam  economically  by  the  combustion  of  coal,  is  it 
common  sense  for  the  chemist  to  stop  there  in  igno- 
rance of  the  fact  that  the  efficiency  of  that  steam  can 
be  increased  at  once  from  twenty-five  to  one  hundred 
per  cent  by  coupling  a  turbine  to  the  exhaust. 

The  distribution  of  power  supplies  problems  no 
less  directly  within  the  province  of  the  industrial 
chemist.  He  may  begin  with  the  analysis  of  lubricat- 
ing oils.  He  proves  his  own  inefficiency  if  he  stops 
there.  He  must  inform  himself  regarding  the  market 
prices  of  oils  u.sed  elsewhere  for  similar  service,  the 
adaptability  of  the  oils  in  question  to  application  to 
the  bearing  by  soaked  waste,  sight  feeds,  or  gravity 
cups.  He  must  be  prepared  to  interpret  his  analysis 
in  terms  of  practice,  and  to  follow  the  oil  through  the 
plant  in  order  to  prescribe  conditions  which  shall 
keep  down  waste.  There  are  few  plants  in  which  the 
i.idustrial  chemist  working  along  legitimate  lines  can- 
not save  from  twenty  to  sixty  per  cent  of  the  entire 
lubrication  account,  while  the  oil  analvst  has  to  his 
credit  merely  a  few  figures  which  his  client  probably 
fails  to  understand. 

The  efficiency  and  life  of  bearing  metals  varies 
o\'er  an  extraordinarily  wide  range.  Some  are  merely 
the  refuse  from  type  foundries,  others  are  so  care- 
fully adapted  in  their  composition  to  the  requirements 
of  particular  sersn'ce  as  to  show  an  efficiency  fifteen 
tirnies  or  more  as  great  as  that  of  inferior  material. 
Here  again  the  mere  analysis  means  little,  the  prac- 
tical question  is  "Which  is  the  more  efficient  metal 
under  the  conditions  imposed  by  practice?" 

Much  additional  might  be  said  regarding  the  op- 
portunitv  liefore  the  chemist  when  any  material  con- 
cerned in  power  transmission  is  the  subject  of  his 
study,  whether  it  be  leather,  rubber  or  canvas  belt- 
ing, belt  dressings,  insulating  material,  trolley  wire, 
trolley  cars  or  trolley  wheels.  In  every  case  it  is 
within  his  |)ower  to  create  new  standards  of  efficiency. 
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REDUCING  THE  COST  OF  TELEPHONE 
SERVICE. 

Anvtliinij  that  means  the  throwing  open  to  the 
general  public  of  first  class  telephone  service  at  rates 
which  the  general  public  can  afford  to  pay,  is  of  more 
or  less  immediate  interest  to  telephone  users,  and  to 
non-subscribers  who  would  like  to  be  users,  all  over 
the  country.  P'rom  this  point  of  view  the  scheme  of 
rates  and  the  basis  of  rate  regulation  adopted  by  the 
Massachusetts  Highway  Commission,  and  made  pub- 
lic on  August  24  as  its  official  recommendation  for  the 
Boston  and  suburban  telephone  district  is  of  much 
more  than  local  importance.  The  investigation  liy  the 
Massachusetts  Commission  has  occupied  three  years 
and  a  half,  and  the  result  has  been  to  demonstrate 
that  in  the  Boston  District,  and  presumably  in  many 
other  cities  and  towns,  the  small  user  of  the  telephone 
has  been  overcharged  for  the  service  he  receives  in 
order  to  balance  on  the  company's  books  the  waste 
caused  by  excessive  use  on  the  part  of  subscribers 
under  various  flat  rates  for  unlimited  calls. 

After  an  examination  of  the  books,  it  became 
clear  that  an  inventory  and  appraisal  of  the  telephone 
company's  entire  propert}'  must  be  made  before  there 
could  be  any  adequate  basis  for  the  adjustment  of 
rates.  This  appraisal,  which  was  most  minute,  showed 
that  the  replacement  value  of  the  company's  property 
was  nearly  20  per  cent  in  excess  of  the  par  value  of 
all  the  certificates  of  indebtedness  outstanding.  This 
result  disposed  of  the  charges  that  the  company  was 
overcapitalized.  After  referring  to  this  and  other  of 
the  earlier  steps  in  its  investigation,  the  Commission 
in  its  finding  of  last  week  says : 

"The  preliminary  studies  indicated  that  a  reduc- 
tion of  from  $300,000  to  $400,000  could  be  made  in  the 
net  yearly  income  of  your  company  from  the  metro- 
politan and  suburban  districts  with  entire  fairness  to 
your  company,  and  without  impairing  the  efficiency 
of  the  service.  This  would  amount  to  a  horizontal  re- 
duction of  only  a  small  percentage  per  telephone  if 
applied  upon  each  individual  rate. 

"The  traffic  study  showed  conclusivel}-  that  the 
rates  per  call  collected  from  individual  subscribers  in 
different  classes  varied  from  10  cents  per  call  to  less 
than  I  cent  per  call ;  certain  of  the  larger  users  secur- 
ing calls  at  a  cost  of  less  than  half  a  cent. 

"Such  a  variation  is  manifestl}-  unjust  and  in- 
equitable. 

"The  gross  collections  of  your  company  for  ex- 
change service  in  the  entire  metropolitan  and  su- 
burban district  was  slightly  less  than  3^/2  cents  for 
each  completed  call. 

"It  is  plain,  therefore,  tliat  the  larger  users  having 
i:nlimited  rates  covering  the  whole  of  the  suburl)an 
area,  who  pay  from  one-half  a  cent  to  2  cents  per  call, 
are  paying  less  than  cost,  and  this  has  to  be  made  up 
bv  the  smaller  users  paving  from  (i  to  10  cents  per 
call. 

"This  latter  cnllcctir)n  was  necessary  to  enable 
your  com])any  to  secure  an  adc(|uate  revenue  from 
the  sid)seri])crs  in  the  district  as  a  whole,  but  was 
necessary  only  because  a  proportionately  few  sub- 
scribers obtained  their  service  at   this  extremelv   low 


and  unprofitable  rate,  sometimes  so  low  that  it  does 
rot  even  pay  the  wages  of  the  operator,  to  say  noth- 
ing of  the  much  larger  expenses  required  for  interest, 
maintenance,  taxes,  etc.  The  evident  injustice  of  this 
condition  the  commission,  has  sought  to  abate. 

"The  commission,  therefore,  instructed  its  ex- 
])erts  to  report  a  schedule  of  rates  which  would  not 
only  reduce  the  net  yearly  income  in  the  metropolitan 
and  suburban  districts  from  $300,000  to  $400,000 
yearly,  but  which  would  be  founded  upon  a  rate  for 
small  users  of  a  maximum  charge  of  5  cents  a  message 
for  a  minimum  number  of  guaranteed  calls. 

"This  resulted  in  the  experts  reporting  a  recom- 
mendation for  the  establishment  of  zones  and  a  new 
schedule  of  rates  therein  as  the  only  practicable  way 
by  which  rates  can  be  secured  to  this  district  which 
are  fair,  proportionate  and  equitable. 

"The  establishment  of  zQnes  seems  the  only  prac- 
ticable means  of  securing  the  lowest  possible  rates  for 
the  moderate  user  of  calls,  who  only  needs  a  limited 
territory. 

"It  is  the  only  possible  way  by  which  any  unlim- 
ited telephone  service  can  be  properly  retained  and  an 
adequate  revenue  secured  from  the  district  without 
charging  the  loss  to  the  smaller  users,  or  by  which 
the  maximum  rate  per  call  can  be  reduced  to  5  cents. 

"The  toll  charges  recommended  cover  as  long  a 
fhstance  at  as  low  a  rate  as  seems,  even  in  such  a 
densely  populated  rlistrict.  compatible  with  securing 
for  the  company  an  adequate  revenue." 


ELECTRIC   VEHICLE  ASSOCIATION   OF 
AMERICA. 

For  the  purpose  of  promoting  the  adoption  and 
use  of  electric  vehicles  for  business  and  pleasure,  the 
Electric  ^'chicle  Association  of  America  was  organ- 
ized in  New  York  City  on  September  i.  1910.  Three 
classes  of  membership  are  provided,  active,  associate, 
and  honorary,  the  bv-laws  further  providing  for 
branches  in  centers  of  local  activity. 

The  newly  elected  officers  are:  President,  Mr. 
^^'illiam  H.  Blood  Jr..  of  Stone  &  Webster,  Boston. 
Mass. :  vice-president,  Mr,  Arthur  Williams,  New  York 
Edison  Company,  New  York:  treasurer  and  assistant 
secretary,  Mr.  Harvey  Robinson,  New  York  Edison 
Company,  New  York :  secretary,  M.  C.  E.  Firestone, 
Columbus  Buggy  Compan)',  Columbus,  Ohio.  The 
board  of  directors  is  composed  of  the  following: 
Messrs.  H.  FT.  Rice.  Waverley  Companv.  Indianapolis, 
fnd. :  F.  W.  Smith.  Ignited  Electric  Light  &  Power 
Company.  New  York  City:  P.  D.  Wagoner.  General 
A'ehicle  Company,  Long-  Island  Citv,  N.  Y. :  T.,ouis 
TUirr.  A\'ood-;  Motor  \'ehicle  Company.  Chicacro,  III. : 
F.  I..  Dver.  Edison  .Storace  Battery  Company,  Orange. 
X.  J. :  J.  T.  Hutchings.  Rochester  Railway  &  Light 
Company,  Rochester,  N.  Y. :  T.ouis  Fertruson.  Com- 
nionwealth  Edison  Company.  Chicago.  TU. :  \\'.  \\'. 
Freeman.  Edison  Electric  TlluminatincT  Companv. 
Brooklvn,  X.  Y. :  F.  M.  Tait,  Dayton  Lisrhtinsj  Com- 
pany, Dayton,  Ohio;  H.  Fames.  .Studebaker  Brothers 
Conipany.  New  York,  and  C.  Blizard.  Electric  Storage 
Batter}-  Company.  Philadelphia.  Pa. 


September  17.   1910) 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


257 


969,547.  Ozonizer.  Oscar  Linder,  Chicago,  111.,  assignor 
to  Standard  Electro-Utilities  Company.  In  a  device  of  the 
class  described,  an  insulating  annulus,  a  stationary  electrode 
surrounding  the  annulus  and  spaced  therefrom  a  distance  to 
create  an  electrical  discharge  between  the  electrodes,  the  ro- 
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tating  annulus  being  provided  with  a  plurality  of  discharge 
shoes,  each  provided  with  a  plurality  of  air  holes  whereby 
when  the  rotating  electrode  is  in  motion  air  draft  will  be 
created  through  said  hole=  to  remove  the  ozonized  air  from 
the  electrodes. 

969,760.  Gas-Turbine.  Sanford  A.  Moss,  Lynn,  Mass.,  as- 
signor to  General  Electric  Company,  a  corporation  of  New 
York.  A  gas  turbine  having  a  combustion  chamber,  rows  of 
'  wheel  buckets  for  abstracting  the  energy  of  the  gas  received 
from  the  combustion  chamber,  in  combination  with  a  nozzle 
discharging   products   of   coml)ustion    against    the   buckets    to 


produce  rotation,  intermediate  buckets,  passages  extending 
longitudinally  through  the  intermediate  buckets  for  conveying 
a  cooling  fluid  to  reduce  the  temperature,  means  separating 
the  outer  ends  of  the  passages  into  sets,  conduits  that  con- 
very  the  cooling  fluid  to  and  from  said  sets,  and  conduit 
means  connecting  the  inner  ends  of  the  passages. 

969,499.     Means  for   Neutralizing    Induced    Disturbances   In 
Intelligence-Transmission     Circuits.     Charles    F.    Scott,    Pitts- 


Pr 


?1 


burg.  Pa.,  assignor  to  Westinghouse  Electric  and  Manufactur- 
ing Company.  The  combination  with  two  e'.ectrical  circuits 
that  are  located  within  a  magnetic  field,  of  a  transformer  hav- 


ing a  primary  winding  located  in  one  of  the  circuits,  and  a 
secondary  winding  in  the  other,  an  ohmic  resistance  con- 
nected in  shunt  to  the  primary  winding,  an  indicative  resist- 
ance connected  in  series  therewith,  and  means  for  adjusting 
the  same  until  the  resultant  electromotive  force  in  the  pri- 
mary circuit  agrees  in  phase  with  the  resultant  of  the  electro- 
motive forces  impressed  upon  the  secondary  circuit  by  other 
means  than  the  transformer. 

969,158.  Sawmill-Refuse  Burner.  Arthur  B.  Diplock, 
North  Vancouver,  British  Columbia,  Canada.  As  a  means  for 
the  purpose  specified,  a  wall  inclosure  of  corrugated  sheet 
metal   the  corrugations   of   which   are   vertically   arranged,   a 
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water  pipe  located  at  the  top  of  the  walls,  said  pipe  being 
perforated  to  deliver  a  spray  against  them,  trenches  formed 
of  brick  extending  across  the  surface  of  the  ground  which  is 
inclosed  by  the  walls,  said  trenches  being  extended  laterally 
beyond  the  walls,  and  gratings  over  the  trenches  within  the 
inclosure. 

969,349.  Primary  Battery.  Eben  G.  Dodge,  Maplewood, 
N.  .1  ,  assignor  to  Edison  Manufacturing  Company,  West  Or- 
ange, N.  J.  In  a  voltaic  battery,  the  combination  with  a  cop- 
per oxid  plate  of  a  hanger  having  depending  arms  supporting 
said  plate,  a  cross  piece  connecting  the  arms  of  said  hanger. 
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a  pair  of  zinc  plates  supported  by  said  cross  piece,  insulating 
blocks  between  said  zinc  plates  and  said  cross  piece,  and  a 
bolt  passing  through  said  insulating  blocks  and  connecting 
said  zinc  plates,  each  zinc  plate  being  formed  with  an  annular 
boss  on  its  exterior  surface  surrounding  the  adjacent  end  of 
said  bolt. 


258 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


IVol.XXV-N..  12 


Journal  OF  Electricity 


POWER  AND  GAS 


PUBLISHED  WEEKLY  BY  THE 

Technical  Publishing  Company 

E.  B.  Strong.  President 

A.  H.  Halloran.  Vice  President  and  Manacing  Editor 

C.  L.  CoRV.  Secretary. 

DIRECTORS 

R.  J.  Davis   A.  M.  Hunt  A.  H.  Halloran  C.  L.  Cory   E.  B.  Strong 

604  Mission  Street,  San  Francisco 


EASTERN  OFFICE.  150  NASSAU  STREET.  NEW  YORK 

C.  N.  Manfred.  Eastern  Manager 

LOS  ANGELES  OFFICE.  107  SECURITY  BUILDING 

TERMS  OF   SUBSCRIPTION 

United  States.  Cuba  and  Mexico. .per  year.  .?2.50 

Dominion  of  Canada "       -^.50 

Other  Foreiin  Countries  within  the  Postal  Union "       5.00 

Single  Copies.  Current  Month _ each        .10 

Single  Copies,  prior  to  Current  Month _ '  .25 


NOTICE  TO   ADVERTISERS 

Changes  of  advertising  copy  should  reach  this  office  Ifn  i/ai/s  m  mlvauce  oj 
date  oJ  iistie.  New  advertisements  will  be  accepted  up  to  noon  of  Monday  dated 
Saturday  of  the  same  week.  Where  proof  is  to  be  returned  for  approval.  Eastern 
adyertisers  shouldmail  copy  at  least  thirty  days  in  advance  of  date  of  issue. 

Entered  as   second-class    matter  at   the  San   Francisco  Post  Office    as  "The 

Electrical  Journal."  July  1895. 
Entry  changed  to  "The  Journal  of  Electricity."  September.  1895. 
Entry  changed  to  "The  Journal  of  Electricity.  Power  and  Gas."   .August  1.5.  18'/). 
Entry  changed  May  1.  1906.  to  "The  Journal  of  Electricity.  Power  and  Gas." 

Weekly^ 

FOUNDED    lea?    AS   THE 
PACIFIC   LUMBERMAN.    CONTRACTOR   AND   ELECTRICIAN 


CONTENTS 


Slory  of  the  Deer  Creek   Power   Plant   

By  Archie  Rice. 

New  Electric  Turbine  Locomotive  

ElP''tric  Transmission   Troubles    

By  C.  F.  Adams. 

Colorado  Electric  Light,  Power  and  Railway  Association.... 

President  N.  W.  Electric  Light  and  Power  Association   . . . . 

The   Chemist's   Place   in   Power   Economy    

Reducing  the  Cost  of  Telephone  Service    

National    Electric    Vehicle    Association     

I'atents 

Ozonlzer. 
Gas-Turbine. 

Means    for   Neutralizing    Induced    Dii^turbances    in    Intel- 
ligence-Transmission Circuits. 
Sawmill-Retuse    Burner. 
Primary  Battery. 

Editorial     

Electric  Show. 

Personal     

Native   Sons'   Electrical   Illumination    

Annual  Jovian  Meeting   

New   Catalogues    

Trade   Notes    

Exhibits  at  Pacific  Coast  Electrical  Exposition . 

American  Eveready  Co. 

Dean   Electric  Co. 

Drendell   Electrical  &  Mfg.  Co. 

General  Acoustic  Co. 

General  Electric  Co. 

Kellogg  Switchboard  &  Supply  Co. 

Charles  L.  Kiewert. 

Levy  Electric  Co. 

National  Dictograph  Co. 

Standard  Underground  Cable  Co. 

Telephone-Electric  Equipment  Co. 

Westinghouse  Electric  &  Mfg.  Co. 

Approved    Electrical    Devices    

News    Notes    


247 

25(1 
251 

254 
255 
255 
256 
256 
257 


258 

259 
259 
259 
259 
259 
260 


Electric  Show 


262 
264 


The  Pacific  Coast  Electrical  Exposition  opens 
Se])tember  seventeenth  in  San  Francisco's  new  Col- 
iseum, continuing  until  Septem- 
l)er  twenty-fourth.  This  is  the  first 
electrical  show  to  be  held  in  the 
West  and  as  such  it  will  attract 
popular  attention  to  the  manifold  advantages  of  elec- 
tricity in  all  branches  of  work  and  of  play.  This  show 
is  the  culmination  of  more  than  three  years'  endeavor 
on  the  part  of  the  most  progressive  of  the  Pacific 
Coast  electrical  men.  Undaunted  by  the  many  diffi- 
culties that  have  beset  their  path  during  the  past  year 
they  have  persevered  until  finally  a  successful  expo- 
sition has  been  reared  as  a  reward  to  their  efforts. 

Minor  hindrances,  such  as  the  burning  of  the  only 
structure  in  San  Francisco  with  sufficient  floor  area  to 
accommodate  the  show  and  the  subsequent  delay  in 
rebuilding  another  on  the  same  site,  have  not  been 
as  difficult  to  surmount  as  the  general  apathy  that  has 
unfortunately  pervaded  the  electrical  fraternity.  Nat- 
urally we  look  to  the  manufacturer  for  the  initiative 
in  a  project  of  this  kind,  but  we  do  not  expect  to  find 
iiidifiference  and  even  opposition  from  those  so  short- 
sighted as  not  to  realize  that  any  means  of  incre'asing 
the  use  of  electricity  redounds  to  the  mutual  benefit 
of  the  manufacturer,  jobber,  contractor  and  retailer, 
and  also  tcj  the  company  selling  the  current  utilized 
by  electrical  apparatus.  Happily,  the  opening  of  the 
sb.ow  nullifies  these  past  actions  and  it  now  remains 
for  every  electrical  man  to  do  his  part  in  making  the 
show  a  success  by  inducing  others  to  attend. 

The  success  of  the  show  depends  upon  a  large 
attendance.  Of  course  everyone  in  any  way  identi- 
fied with  the  electrical  profession  and  trade  will  at- 
tend, but  they  should  also  realize  that  they  can  stim- 
ulate outside  interest  by  talking  about  the  show.  There 
will  be  exhibits  that  will  appeal  to  all  classes  and  all 
ages,  labor-saving  devices  for  men,  household  conve- 
niences for  women,  and  even  electric  pads  and  milk 
warmers  for  the  babies.  There  are  now  things  elec- 
trical that  are  indispensable  to  "rich  man,  poor  man, 
beggar  man,  thief,  doctor,  lawyer,  merchant,  chief," 
as  well  as  "the  butcher,  the  baker,  and  the  candle- 
stick maker."  People  have  been  reading  about  the 
wonders  of  electricity,  but  here  is  an  opportunity  to 
actually  see  them  and  ask  questions  about  their  opera- 
tion. The  ultimate  consumer  will  be  there  and  it  be- 
hooves the  electrical  men  "to  get  all  together,  all  the 
time  for  everything  electrical." 

The  outcome  of  this  show  will  have  a  great  in- 
fluence on  holding  similar  exhibitions  in  the  future. 
The  Eastern  electrical  shows  are  annual  afifairs  and 
tlie  importance  of  the  electrical  industry  in  the  West 
warrants  a  like  frequenc}-  of  exhibit  on  the  Pacific 
Coast.  All  of  the  exhibitors  have  gone  to  a  great  ex- 
pense in  preparing  their  displays  and  must  feel  that 
they  are  .getting  value  received  if  they  are  to  be  in- 
duced to  repeat  this  eft'ort.  The  show  is  not  a  local 
affair  and  should  receive  the  same  indorsement  in  the 
Xorthwest  and  in  the  South  as  from  those  communi- 
ties neighboring  San  Francisco  Bay.  We  therefore 
again  bespeak  the  most  earnest  support  of  all  Pacific 
Coast  electrical  men  for  this  initial  attempt  to  popu- 
larize the  use  of  electricity  on  a  large  scale. 
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PERSONALS. 

G.  McM.  Ross,  an  engineer  of  Stockton,  has  been  spend- 
ing a  few  days  at  San  Francisco. 

Leon  H.  James  an  engineer  from  tlie  Canal  Zone,  was 
a  San  Francisco  visitor  during  tlie  past  week. 

Leon  Bly,  secretary  of  the  Tehama  Irrigation  &  Power 
Company  of  Red  Bluff,  was  a  San  Francisco  visitor  last  week. 

H.  R.  Noack,  of  Pierson,  Roeding  &  Co.,  has  just  re- 
turned to  San  Francisco  from  an  automobile  trip  to  Port- 
land. 

John  M.  Gardiner,  who  is  connected  with  electric  rail- 
way corporations  at  Los  Angeles,  has  arrived  at  San  Fran- 
cisco. 

G.  H.  Palmer,  formerly  with  the  Telluride  Power  Com- 
pany, is  now  operating  superintendent  for  the  Arizona  Power 
Company  at  Prescott,  Ariz. 

J.  H.  Wise,  of  F.  G.  Baum  &  Co.,  electrical  engineers,  has 
gone  up  the  Yuba  River  on  exploration  work  in  connection 
with  electrical  development. 

A.  F.  Dieter,  secretary-treasurer  of  the  Hydroelectric 
Company,  has  returned  to  his  home  at  Bodie  after  visiting  the 
company's  San  Francisco  office. 

Frank  Thurber,  chief  electrician  of  the  San  Jose  Rail- 
roads, of  San  Jose,  was  a  San  Francisco  visitor  during  the 
Admission  Day  Festival  last  week. 

L.  J.  Corbett  has  removed  his  offices  as  consulting  elec- 
trical, hydraulic  and  mechanical  engineer,  from  the  Empire 
State  Building  to  the  Realty  Bldg.,  Spokane,  Wash. 

D.  B.  Dean,  manager  of  one  of.  the  subsidiary  plants  of 
the  J.  G.  Brill  Company,,  has  just  returned  East  after  paying 
a  visit  to  Pierson,  Roeding  &  Co.,  the  Pacific  Coast  agents. 

George  W.  Bacon,  president  of  Ford,  Bacon  &  Davis, 
left  for  the  East  last  Wednesday  after  spending  two  weeks 
on  the  Pacific  and  paying  a  visit  to  his  firm's  San  Francisco 
olfice. 

Arthur  L.  Mullergren,  formerly  assistant  electrical  engi- 
neer with  Ford,  Bacon  &.  Davis  and  recently  acting  superin- 
tendent of  the  Poteau  Light  &  Ice  Co.,  of  Poieau,  Oklahoma, 
has  opened  offices  as  consulting  electrical  engineer  in  that 
city. 

Jacob  Furth,  president  of  the  Seattle  Electric  Company, 
was  among  the  delegates  from  the  Seattle  Chamber  of  Com- 
merce who  recently  sailed  from  San  Francisco  to  visit  China 
as  the  guest  of  the  associated  commercial  bodies  of  that 
nation. 

L.  W.  Storrer,  who  recently  left  the  Postal  Telegraph 
Company  for  a  new  position  with  the  Pacific  Telephone  and 
Telegraph  Company  at  San  Francisco,  has  been  given  the 
title  of  commercial  agent,  and  will  have  charge  of  "inter- 
company relations"  and  leased  lines. 

William  Hoopes,  electrical  engineer  of  the  Aluminum 
Company  Of  America,  has  gone  to  Los  Angeles  after  spend- 
ing two  weeks  at  San  Francisco  visiting  with  Pierson,  Roed- 
ing &  Co.  He  will  make  his  headquarters  with  the  Los  An- 
geles branch  office  of  the  same  firm  while  in  Southern  Cali- 
fornia. 

Leon  M.  Hall,  of  Hall,  Demarest  &  Co.,  .  has  returned 
to  San  Francisco  after  an  automobile  trip  to  Virginia  City,  via 
Lake  Tahoe  and  other  summer  resorts.  He  had  with  him  as 
guests  Captain  Leale  of  the  steamer  Newark,  George  Wilson 
of  Virginia  City  and  Sidney  Stone,  managrer  of  the  Butters 
plant  on  the  Comstock  Lode. 

Hugh  F.  McPhee,  who  recently  became  manager  of  the 
San  Francisco  office  of  the  Western  Union  Telegraph  Com- 
pany, and  has  just  been  promoted  to  the  position  of  District 
Commercial  Superintendent  of  the  Third  District,  with  head- 


quarters at  Los  Angeles,  has  been  replaced  here  by  W.  F. 
Magee.  The  latter  was  formerly  agent  for  the  Santa  Fe  Rail- 
road Company  at  Wichita,  Kansas. 

Newly  elected  associate  members  of  the  American  Insti- 
tute of  Electrical  Engineers  include  A.  C.  Campbell,  chief  engi- 
neer Columbia  Power  &  Light  Co.,  Walla  Walla,  Wash.;  L.  L. 
Dyer,  operator  in  charge  Pacific  Light  &  Power  Co.,  Redondo, 
Cal.;  N.  A.  Eckart,  resident  engineer  Snow  Mountain  Water 
&  Power  Co.,  Potter  Valley,  Cal.;  A.  H.  Griswold,  plant  engi- 
neer. Pacific  Tel.  &  Tel.  Co.,  San  Francisco,  Cal.;  H.  H.  Jones, 
manager  San  Diego  Consolidated  Gas  &  Electric  Co.,  San 
Diego,  Cal.;  Albert  Leigh,  foreman  hydroelectric  substation 
I'acific  Gas  &  Electric  Co.,  Mission  San  Jose,  Cal.;  F.  E.  Man- 
zer,  construction  foreman  department  of  electrical  engineer- 
ing. Southern  Pacific  Railway  Co.,  San  Francisco,  Cal.;  W.  B. 
Matheson,  salesman  Pacific  States  Electric  Co.,  Los  Angeles, 
Cal.;  E.  B.  Miller,  superintendent  power  plant  construction 
Panhandle  Lumber  Co.,  lone.  Wash.;  Richard  Waldron  Jr., 
electrician  Board  of  Underwriters  of  the  Pacific,  Los  Angeles, 
Cal. 


NATIVE   SONS'    ELECTRICAL    ILLUMINATION. 

In  conjunction  with  the  celebration  by  the  Native  Sons 
of  the  Golden  West  of  the  sixtieth  anniversary  of  the  admis- 
sion of  California  to  the  Union  there  was  employed  an  elabo- 
rate scheme  of  street  illumination.  It  was  largely  a  duplica- 
tion of  the  electric  lighting  effects  adopted  at  the  Portola 
celebration  in  October,  1909,  which  was  illustrated  in  these 
columns  at  that  time. 


ANNUAL  JOVIAN   MEETING. 
The  eighth  annual   meeting  of  the  Rejuvenated   Sons  of 
Jove  will  be  held  at  Birmingham,  Ala.,  October  13,  14  and  15. 
Present  indications  are  that  this   meeting   will   be   the   most 
successful  in  ^he  history  of  the  order.' 


NEW  CATALOGUES. 

Circular  No.  117.j  from  the  Westinghouse  Electric  &  Mfg. 
Co.  shows  the  application  of  electric  heat  to  the  manufac- 
ture of  hats,  both  felt  and  straw. 

Bulletin  No.  235  from  the  Sprague  Electric  Company  deals 
v.'ith  the  application  of  Sprague  round  type  direct  current  and 
type  R  alternating  current  motors  to  disc  and  propeller  fans. 

The  American  Electric  Fuse  Company,  Muskegon,  Mich., 
has  issued  Bulletin  No.  31G  on  the  Allen-Bradley  battery 
charging  rheostats.  The  rheostats  are  fully  described  and  the 
various  types  illustrated.  A  table  is  given  showing  the  maxi- 
mum charging  rate  in  amperes  for  which  the  rheostats  are 
designed  with  various  sized  batteries. 


TRADE  NOTES. 

C.  G.  Hussey  &  Co.,  operating  th^  Pittsburg  Copper  and 
Brass  Rolling  Mills,  have  established  a  San  Francisco  office 
and  warehouse  at  565  Folsom  street,  in  charge  of  A.  H.  Burns. 

The  National  Fuel  Appliance  Co.  of  Los  Angeles,  Cal., 
manufacturers  of  the  Cyclone  system  of  fuel  oil  burning,  have 
established  branch  offices  at  17-19  Main  street,  San  Francisco, 
with  J.  R.  Douglass  as  manager. 

Sanderson  &  Porter  of  New  York  City  have  recently  con- 
tracted with  the  Westinghouse  Electric  &  Manufacturing  Com- 
pany for  two  1250  k.v.a.  turbo-generators  to  be  used  in  the 
power  plant  of  the  Federal  Light  &  Traction  Company,  Den- 
ver, Coltf.  The  generators  have  the  following  characteris- 
tics: 3-phase,  60  cycles,  2300  volts,  3600  r.p.m.  Two  No.  8 
La  Blanc  condensers  will  be  used  in  connection  with  the  steam 
turbines.  The  generator  fields  will  be  excited  by  two  50  kw. 
125  volt,  2250  r.p.m.,  d.c.  turbo  generators  to  be  used  in  con- 
nection with  a  Tirrill  regulator.  The  order  also  includes  the 
necessary  transformers,  lightning  arresters,  disconnecting 
switches,   and   switchboard. 
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EXHIBITS   AT   PACIFIC    COAST    ELECTRICAL 
EXPOSITION. 

American  Eveready  Company's  exhibit  will  embody  all 
types  of  dry  batteries  in  course  of  manufacture,  and  also  a 
complete  exhibit  of  electric  flashlights,  electrical  novelties, 
vacuum  bottles,  miniature  lamps  and  decorative  lighting  out- 
fits, spark  plugs,  speedometers,  automatic  automobile  starters, 
windshields,  tire  chains  and  automobile  accessories.  Of  spe- 
cial interest  to  the  electrical  world  is  the  "Three  Crescent" 
telephone  battery,  manufactured  only  in  San  Francisco,  and 
at  none  of  the  other  factories  controlled  by  this  concern. 
This  battery  is  sold  with  a  guarantee  of  an  initial  amperage  of 
fifteen  to  eighteen,  and  a  self  depreciation  of  only  three  am- 
peres within  six  months  time.  The  ''Eveready"'  battery  used 
for  ignition  purposes  is  too  well  known  to  require  special  men- 
tion. A  visit  to  the  "Eveready""  booth  will  more  than  repay 
those  interested  in  things  electrical  and  automobile. 

The  Dean  Electric  Company  will  have  the  following  equip- 
ment on  exhibition:  A  Standard  private  branch  board  that 
operates  in  connection  with  the  automatic  equipment.  This 
private  branch  board  is  now  being  used  by  the  Home  Tele- 
phone Company  of  San  Francisco  and  Oakland.  Common  bat- 
tery harmonic  switchboard,  together  with  telephones  and  har- 
monic converter  and  ringing  machine.  These  will  be  ex- 
hibited in  actual  operation.  A  full  line  of  Dean  telephones,  in- 
cluding late  models  for  wayside  service;  that  is,  the  hand  micro- 
phone and  jack  system  that  is  used  tor  special  service  such  as 
delivery  wagons,  taxicabs,  automobiles,  etc.,  and  also  the  new 
bedside  telephones.  They  will  have  in  operation  their  Police 
Flashlite  Switchboard;  and  from  this  switchboard  will  op- 
erate one  of  the  patrol  boxes,  showing  the  method  of  sending 
ii.  a  call  and  operating  the  flash  in  the  box  whenever  the  desK 
sergeant  is  asked  to  call  a  patrolman.  There  will  be  in  at- 
tendance at  the  show,  in  addition  to  Resident  Engineer  George 
A.  Scoville  and  his  office  organization,  M.  J.  Corwin,  Pacific 
Coast  sales  engineer,  with  headquarters  at  Seattle,  and  F.  M. 
Coker,  Southern  California  representative,  whose  headquar- 
ters are  at  Los  Angeles. 

The  Drendel!  Electrical  &  Mfg.  Co.  will  have  an  exhibit 
unique  in  character,  showing  a  line  of  locally  manufactured 
articles,  including  panel  and  power  house  switchboards,  and 
special  detail  apparatus.  An  electric  vulcanizer  for  belts  con- 
sisting of  a  resistance  unit  made  of  a  specially  baked  clay 
unaffected  by  1000  degrees  C  heat,  and  wound  with  a  resist- 
ance wire  having  a  special  plugging  in  attachment  at  both 
ends  of  tube,  will  be  shown.  The  unit  itself  is  so  designed 
that  it  can  be  wound  for  various  watt  capacities,  in  con- 
junction with  other  tubes  without  the  use  of  splices,  the  slots 
along  the  outer  side  of  tube  terminating  into  receptacles,  thus 
permitting  the  ready  starting  and  finishing  of  ends.  Theat- 
rical apparatus  as  well  as  special  connectors  and  wire  clamps 
of  all  sizes  will  also  be  exhibited,  together  with  high  ten- 
sion distributing  switchboard  units. 

General  Acoustic  Company  will  exhibit  an  electrically  op- 
erated  contrivance  for  the   deaf  known   as   the  acousticon. 

The  General  Electric  Company's  display,  1000  square  feet, 
will  be  divided  into  two  sections.  One-half  of  the  exhibit  will 
be  devoted  to  a  general  display  of  current  consuming  devices 
of  interest  to  the  general  public.  This  will  include  arc  lamps, 
incandescent  lamps,  measuring  instruments,  motors,  etc.  In 
this  section  will  be  found  a  color  booth  of  special  interest  to 
merchants  who  have  to  show  goods  of  which  the  proper 
color    value    is   essential    in    the    selection.     Every    merchant 


should  see  this  color  booth  and  the  effects  that  the  various 
electric  and  gas  lamps  have  on  colored  material.  All  of  the 
available  sizes  and  types  of  Mazda  and  tantalum  lamps  will 
bt  attractively  displayed,  as  well  as  two  or  three  of  the  re- 
cent developments  in  arc  lamps.  A  representative  line  of 
electric  motors  will  be  on  display  connected  up  in  various 
ways  with  General  Electric  automatic  controlling  and  pro- 
tective devices.  This  display  will  show  quite  clearly  to  the 
general  public  the  adaptability  of  the  various  reliable  con- 
trolling and  protective  devices  which  are  now  on  the  market. 
A  very  interesting  part  of  the  General  Electric  Company's  ex- 
hibit will  be  the  mercury  arc  rectifier  especially  adapted  for 
moving  picture  theaters.  This  rectifier  outfit  has  become 
exceedingly  popular  among  the  moving  picture  men  on  the 
Pacific  Coast,  and  in  order  to  show  it  properly  in  operation  it 
will  be  connected  to  a  stereopticon  lantern  through  which  at- 
tractive views  will  be  shown  all  during  the  exposition.  The 
other  section  of  the  General  Electric  Company "s  exhibit  will, 
be  fitted  up  as  a  model  electrical  dining  room  and  kitchen  for 
an  interesting  display  of  electrically  heated  cooking  devices, 
ar,  well  as  convenient  and  economical  labor  saving  devices 
lor  the  home.  This  portion  of  the  exhibit  will  be  under  the 
supervision  of  a  competent  demonstrator,  and  will  unques- 
tionably prove  of  great  interest  to  the  general  public.  Cook- 
ing by  electrically  heated  devices  is  not  a  luxury,  as  will 
be  proven  unquestionably  in  the  experience  of  the  next  few 
J  ears.  The  devices  exhibited  at  the  exposition  will,  within  a 
very  short   time,   be  a  necessity   in  every  home. 

The  Kellogg  Switchboard  &  Supply  Co.  will  exhibit  a  full 
line  of  standard  telephone  exchange  equipment  for  rural  and 
city  exchanges,  together  with  special  apparatus  designed  for 
railways,  mines  and  power  companies.  An  interesting  fea- 
ture will  be  telephone  train  despatching  equipment,  such 
as  is  being  used  on  the  majority  of  the  railways.  In  addi- 
tion to  the  exhibit  at  the  Coliseum  the  Kellogg  Company  also 
expects  to  exhibit  to  its  out  of  town  customers  and  friends 
the  complete  toll  boards  which  have  recently  been  installed 
lor  the  toll  suburban  service  of  the  Bay  Cities  Home  Tele- 
iihone  Company. 

Charles  L.  Kiewert  will  display  a  complete  line  of  fiaming 
and  carbon  arc  lamps  and  supplies,  including  the  Siemens 
flaming  arc  and  the  Aurola,  Alba,  Triplex,  Economy  and  Lilli- 
put  arcs.  A  show  window  containing  colored  goods  is  to 
be  lighted  by  a  Trucolor  arc  and  their  "B  10"'  carbons  for  pro- 
jecting purposes  will  be  shown  in  a  moving  picture  machine. 
Crocker-Wheeler  motors,  generators  and  dynamos  of  all  types 
are  to  be  exhibited,  including  a  motor-driven  printing  press 
turning  out  a  newspaper  every  day  during  the  show,  giving 
news  items  and  happenings  at  the  exposition. 

Levy  Electric  Company  will  show  moving  pictures  in 
which  a  lady  is  seen  telephoning  to  them  an  order  to  repair 
some  lights.  Their  operator  is  seen  taking  the  order,  another 
man  receives  the  order  and  goes  on  his  motor  cycle  with  the 
material  necessary  to  do  the  work.  He  is  seen  coming  up 
the  street,  running  up  the  stairs,  ringing  the  bell  and  going 
into  the  house.  The  next  picture  shows  him  finishing  the 
repairs  on  the  washer  machine  when  the  machine  is  running. 
In  addition  to  this,  slides  of  their  stores  and  some  of  their 
work  will  be  shown,  their  idea  being  to  advertise  the  repair- 
ing department,  believing  that  the  selling  of  goods  and  the 
use  of  utensils  will  be  shown  by  other  exhibitors.  They  will, 
however,  have  a  demonstrator  on  the  Arno'd  Vibrator,  washer 
machine  and  sewing  machine,  also  wireless  goods  and  a  gen- 
eral line  of  electrical  supplies  for  the  retail  customers  as  car- 
ried in  their  three  stores. 
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National  Dictograph  Company  will  have  a  working  exhibit 
of  the  dictograph,  an  instrument  used  for  communication,  dic- 
tating letters  to  stenographers,  issuing  orders  to  various  busi- 
ness departments  simultaneously  and  transmitting  music  and 
opera  from  theaters  to  distant  points. 

Standard  Underground  Cable  Company's  exhibit  will  in- 
clude coils  and  reels  of  bare  and  insulated  copper  wire,  lead 
covered  cable,  bare  and  insulated  copper  clad  wire,  Davis 
Open  Air  and  Davis  Station  Terminals,  insulating  compound, 
insulating  tape,  manhole  cable  supports  and  other  cable  ac- 
cessories. They  will  be  represented  by  A.  B.  Saurman,  E.  K. 
Preston,  W.  G.  Stearns  and  L.  A.  Nott. 

The  Telephone-Electric  Equipment  Co.  will  feature  three 
well  known  lines  as  follows:  Telephones  and  apparatus  man- 
ufactured by  the  Stromberg-Carlson  Tele.  Mfg.  Co.,  of  Roch- 
ester, N.  Y.,  should  be  of  particular  interest  to  architects 
and  contractors  as  they  will  feature  in  this  line  intercom- 
municating telephone  apparatus  which  is  designed  for  use 
in  the  highest  class  of  residences  and  commercial  systems. 
Simplex  Electric  Heating  Company's  line  of  household  elec- 
trical cooking  and  heating  devices  and  also  their  line  of  com- 
mercial appliances  will  be  well  represented.  This  line  should 
be  of  interest  to  all,  not  only  the  dealer,  but  also  the  con- 
sumer. The  Holtzer-Cabot  line  of  telephones,  annunciators, 
small  motors  and  a  variety  of  electrical  specialties  will  also 
interest  architects  and  contractors.  Those  in  charge  and  in 
attendance  at  the  exhibit  will  be  Mr.  Arthur  E.  Rowe.  Mr  II. 
E.  Bittmann,  and  Mr.  S.  L.  Hawken. 

Westinghouse  Electric  &  Mfg.  Co.  have  1000  square  feet 
at  the  intersection  of  the  main  aisles,  in  the  center  of  the 
building.  The  industrial  and  power  department  will  feature 
motor  driven  appliances,  operated  by  Westinghouse  motors, 
consisting  of  vacuum  cleaners,  ice  cream  freezers,  buffers, 
grinders,  polishers,  sewing  machines,  washing  machines,  drill- 
ing machines,  meat  choppers  and  grinders,  small  refrigerat- 
ing plants,  blacksmith  blowers,  ventilating  and  suction  fans, 
direct  connected  and  marine  steam-electric  sets,  and  a  com- 
plete line  of  every  type  of  motor  manufactured  by  this  com- 
pany. They  will  also  exhibit  a  miniature  oil  well  derrick 
complete  in  every  detail,  showing  the  operation  of  pumping, 
pulling  and  drilling  oil  wells  by  especially  designed  Westing- 
house motors. 

The  detail  and  supply  department  will  show  a  complete 
line  of  transformers,  oil  circuit  breakers,  switches  and  kin- 
dred apparatus.  Domestic  heating  appliances  will  be  fea- 
tured by  an  operator  from  a  local  clothing  manufacturer, 
demonstrating  the  advantage  of  thp  automatic  tailors'  iron. 
The  toaster  stove  will  be  demonstrated  by  a  pretty  little  Miss 
(strictly  juvenile),  dispensing  delicious  toast  right  off  the 
grid.  The  lamp  department  will  show  on  two  revolving  discs. 
all  types  and  sizes,  both  low  and  normal  voltages  being  sup- 
plied on  each  rack.  A  model  street  series  tungsten  system 
will  also  be  displayed. 

The  department  of  publicity  will  be  represented  and  fea- 
tured by  the  display  of  a  model  billboard  showing  street 
car  ads,  art  posters,  folders,  ad.  books,  flyers,  special  pub- 
lications, booklets,  postal  cards  and  other  forms  of  adver- 
tising literature  furnished  free  to  patrons. 

The  rear  section  of  the  booth  will  be  reserved  for  a  re- 
ception space,  this  being  fitted  with  chairs,  tables,  divans, 
palms,  for  the  comfort  of  visitors.  In  one  corner  will  be  a 
mantle,  in  the  fireplace  of  which  will  be  displayed  a  lumi- 
nous radiator.  The  Techau  Tavern  will  also  display  in  the 
reception  room,  a  model  dining  table,  .graced  by  an  electric 
fountain  in  operation,  also  showing  a  chafing  dish  and 
toaster  stove. 

G.  F.  Haller  of  the  Westinghouse  Company  will  operate 
some  electric  signs  with  high  voltage  and  frequency  current. 
Mr.    Haller   will    also    perform    some    novel    electrical    stunts 


in  the  way  of  handling  this  current  at  150.000  volts  and  102,- 
000  cycles,  illuminating  Gisler  tubes,  lighting  cigars  from  his 
finger  tips,  etc. 

This  exhibit  is  given  under  the  direction  of  W.  W.  Briggs, 
manager  of  the  San  Francisco  office,  and  supervised  by  T.  E. 
Collins,  manager  of  the  detail  and  supply  department.  The 
following  salesmen  of  the  San  Francisco  office  will  be  in 
attendance  during  the  exposition:  Messrs.  .1.  G.  DeRemer, 
C.  E.  Heise.  L.  A.  Somers,  H.  H.  Daley,  N.  K.  Cooper,  W.  R. 
Dunbar,  C.  D.  Herbert,  .1.  E.  Bridges,  .1.  J.  Pottinger,  R.  A. 
Balzari,  H.  S.  DeLancie. 


HOME     TELEPHONE     DIRECTORY     OF     EXHIBITORS     AT 
PACIFIC     COAST     ELECTRICAL     EXPOSITION. 

September  17  to  24.  1910. 

American  Steel  and  Wire  Co 16th    and    Folsom.  .  .M2121 

Jphn    R.    Cole    Co 766-70    Folsom J1400 

H.    W.   .lohns-Manville   Co 1.59    New    Montg'y.  . .  J17.51 

Aylesworth   Agencies    Co 143    Second    St J440.5 

American    Ever-Ready    Co 7-55    Folsom    St .13268 

American   Electric   Fuse   Co 143    Second    St J1193 

Burrou.ghs  Adding   Machine  Co 200   Kamm  Bldg ,11329 

Baker  &   Hamilton    433    Brannan    J3416 

Bay  Cities  Electric  Co 1-554  Van  Ness C6o69 

Brumfie'd    Electric   Sign   Co 18    Fell    J2119 

Collins   Wireless  Tel.   Co Newark,   N.    J 

City    Electric    Co 347  Grant  Ave C1632 

Dean   Electric   Co 2d   and   Natoma    .....12069 

Orendell  Switchboard  &  Supply  Co.l69    Brie    M1260 

Uaggett,  R.  B.  &  Co 1630   Van    Ness    C3684 

DeLux  Electric  Sign  Co 747   Phelan    Bldg C4049 

Elec.  Ry.  &  Mfrs.  Sup.  Co 84-86    Second     J1299 

Engineering  &   Mtce.   Co 195-7    Fremont     .J2225 

Elec.    Review  &  WesternElectrician.Chicago    J1414 

Electrical    World New    York    J1414 

Frosch,   H.    F.    Co 171-73    Second    .11985 

Ft.    Wayne    Elec.    Co 404    Atlas    Bldg J1G37 

General    Acoustic    Co 554    Monad.   Bldg .11637 

Genera!   Electric   Co Union  Trust  Bldg...C5856 

Gray   Telautograph    Co New   York    

Home    Telephone    Co. 333   Grant   Ave COS 

Journal  of  Electricity,  Power  &  Gas. 604    Mission   St J1414 

Kellogg  Switchboard   &   Supply  C0..8S    First    St J2793 

Kohler   &   Chase 28    O'Farrell    C4271 

Levy    Electric   Co 648   Sacramento    ....C1185 

National  Dictograph   554    Monaa.    Bldg.  .  .  .  J1524 

National  Elec.  Lamp  Ass'n Oakland    W'house.  .  .A1633 

Otis    &   Squires    155    New    Montg'y .  .  .  J3430 

Parrott    &    Co 320  falifornia   C4171 

Pac.  Elec.   Mfg.  Co SO    Natoma     J2164 

Pierson-Roeding    Co 407    Monad.    Bldg J3381 

Paraffine    Paint    Co 31    First    J2785 

S.  F.  CTompressed  Air  Co Sutter  and  Stockton. C5852 

Studebaker    Bros Mission  and  Fremont 

Soiithern  Pacific  Co Flood    Bldg C3111 

Sprague   Electric   Co 404    Atlas    Bldg J1637 

S.  P.  Gas  &  Electric  Co 445    Sutter    St C6340 

Standard  Underground  Cable  Co...  1st  Nat'l  Bank  Bldg.  C4231 

Tel.    &    Elec'l    Equipment    Co 612   Howard    12331 

Walters   Surgical    Co 393   Sutter   St C5651 

Westinghouse  Elec.  &   Mfg.  Co 163    Second    St .13041 

Ideal   Electric  Co . . .  1G65    Van    Ness S4542 

Weston  Electric  Equipment  Co.  .  .  .684   Mission    .11336 

Department  of  Electricity 55   Fulton   St ,13136 
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APPROVED  ELECTRICAL  DEVICES 


CABINETS. 

"Noark"  Service  Entrance  Boxes.  Cast  iron  boxes  con- 
taining 2  or  3  pole  porcelain  or  slate  cutout  bases  for  N.  E. 
Code  Standard  cartridge  enclosed  fuses.  Covers  of  boxes 
fitted  with  attachments  whereby  opening  of  box  may  cause 
fuses  to  be  withdrawn.  "Watertight"  Style,  61-100  A.,  250  "V., 
Cat.  Nos.  3678-368.5  incl.,  0-60  A.,  600  V.,  Cat.  Nos.  5868-5871 
incl.  "Weatherproof"  Style  with  porcelain  base  knife  switches 
with  extensions  for  Edison  plug  fuses,  c-30  A.,  125  V.,  Cat. 
Nos.  3665  and  3666.  "Noark"  Fuse  Boxes.  .411  capacities.  250 
and  600  volts.  "Watertight"  Style,  250  volts,  Cat.  Nos.  3C70. 
3677  incl.,  and  600  volts.  Cat.  Nos.  5760-5767  incl.  "Weather- 
proof" Style,  with  porcelain  base  cutouts  for  250  volts.  Cat. 
Nos.  3810-3815  incl.;  for  600  volts.  Cat.  Nos.  5850-58.55  incf. 
"Weatherproof"  Style,  with  porcelain  or  slate  base  branch  cut- 
outs, 0-100  A..  250  V.  only,  Cat.  Nos.  3S40-3S12  incl.  and  3860- 
3862  incl.  Approved  I'or  use  with  conduit  system,  .August  :!0, 
1910.    Manufactured  by 

The  Johns-Pratt  Company,  Hartford,  Conn. 
Panelboard  Cabinets.  Sheet  iron  with  slate  gutter  and 
slate  lined  o^k  trim  and  door.  "Schrimp  Box."  Cast  iron 
cabinets  for  enclosing  approved  cutout  bases,  with  or  with- 
out branch  switches.  Cat.  Nos.  501-511  incl.  .Approved  Au.gust 
13,  1910.     Manufactured  by 

The   Newport   Electric  &   Mfg.  Co.,  Newport,   Ky. 

FIXTURES. 

•Mazda"  four  light,  cluster  fixture  consisting  of  a  crow- 
foot support,  conduit  stem  and  an  enameled  canopy  reflector 
having  tour  lamp  receptacles  extending  through  the  top  of 
the  canopy  with  open  wiring  supported  1  Inch  above  the  upper 
surface.  .Approved  August  30,  1910.  Jlanufactured  by 
American    Arc   Lamp   Co.,    Kalamazoo,    Mich. 

GROUND  CLAMPS. 

"Yonkers."  A  two-piece  cast  iron  clamp  for  use  with 
sheet  steel  outlet  boxes,  one  part  serving  as  a  nut  for  a  set 
screw  which  clamps  the  conduit  or  gas  pipe  and  at  the  same 
time  holds  the  clamp  in  the  box  opening  by  a  wedge  action 
when  the  screw  is  set  up  tight.  Approved  August  19.  1910. 
]\Ianufactured  by 

Westchester    Electrical    Equipment    Co.,    34    North    Broadway, 
Yonkers.  N.  Y. 

HANGERBOARDS,  ARC   LAMPS. 

"Perkins."  Cat.  Nos.  3226  Iw'ith  plug  fuse  receptacles!  and 
3269  (with  double  pole  ceiling  switch  and  plug  fuse  recepta- 
cles). The  switches  are  approved  and  labeled  under  the  con- 
ditions stated  on  card  1464-A.,  dated  April  15,  1910,  filed 
Switches,  Surface  Snap.  Approved  -August  25,  1910.  Manu- 
factured by 

The   Perkins   Electric   Switch    Mfg.   Co,   Bridgeport,   Conn. 

HEATERS',   ELECTRIC. 

"Westinghouse"  heating  devices.  100-125  V.  Glue  Pots, 
Style  Nos.  102770-102777  incl.  Disc  Stoves.  Style  Nos.  121S17- 
121819  incl.  Toaster  Stoves,  Style  Nos.  102941-102943  incl. 
Approved    August    30,    1910.      Manufactured    by 

Westinghouse    Electric   &    Mfg.    Co.,    Pittsburg,    Pa. 

MISCELLANEOUS. 

"Benjamin"  Tungsten  Shock  Absorber,  consisting  of  a 
fixed  metal  yoke  within  which  a  movable  threaded  sleeve  for 
supporting  the  fixture  is  assenibled  with  a  coiled  wire  spring. 
Cat.  Nos.  3350.  3340  with  canopy  support.  Approved  August 
25,   1910.     Manufactured   by 

Benjamin    Electric    Mfg.    Co.,    120-128    S.    Sangamon    St. 
Chicago,    111. 


MOULDING    FITTINGS. 

F^ittings  lor  use  with  "National"  metal  moulding.  Crosses, 
Cat.  No.  334.  Tees,  Cat.  Nos.  335,  also  405  and  411  (moulding 
to  conduit).  Elbows,  Cat.  Nos.  336,  337  338  also  403  (moulding 
to  conduit).  Couplings  Cat.  Nos.  344  (base)  402  (moulding 
t^  conduit)  and  404  (moulding  to  open  work).  Clamps,  Cat. 
Nos.  345,  354  and  355  (ground).  Rosettes,  Cat.  Nos.  348  and 
362.  Outlet  Bushings,  Cat.  No.  356.  Panel  Box  Connectors, 
Cat.  No.  401.  Fixture  Studs.  Cat.  Nos.  406-409  incl.  Ap- 
proved August  16,  1910.     Manufactured  by 

National   Metal   Molding  Co.,  Fulton   BIdg  ,  Pittsburg,  Pa. 

MUSICAL   INSTRUMENTS. 

"Choralcelo"  Electrical  Piano.  In  this  instrument  25  volt 
current  from  a  battery  or  motor-generator  set  passes  through 
a  special  interrupting  device  to  magnets,  resistances  and  con- 
tacts in  piano  case.  This  current  serves  to  cause  the  piano 
strings  to  vibrate.  Interrupter  and  associated  devices  are 
inclosed  in  fireproof  case.  Motor  generator  in  metal  case. 
Special  cable  from  interrupter  to  piano.  The  electMcal  por- 
tions of  this  instrument  are  judged  to  be  as  well  safe-guarded 
as  can  be  demanded  in  an  instrument  of  this  type.  Be'fore  in- 
stallation application  should  be  made  to  Inspection  Depart- 
ment having  jurisdiction  for  directions  for  installing  in  ac- 
cordance with  rules  governing  Low  Potential  Systems.  Ap- 
proved August  25.  1910.     Manufactured  by 

Choralcelo  Mfg.  Co.,  33  Broad  St.,  Boston,  Mass. 

RECEPTACLES  STANDARD 

"Arrow  E"  brass  shell  wall  sockets.  Key,  "Standard" 
Cat.  Nos.  9184  and  50753,  "Twenty-point"  104840  and  104842. 
Keyless  "Standard"  Cat.  Nos.  9185  and  50755,  "Twenty-point" 
104841  and  104843.  Pull,  "Twenty-point"  Cat.  Nos.  104844  and 
104845.  Sign,  Cat.  Nos.  59108,  68027-68029  incl.  CJeat.  Cat. 
Nos.  9402  11221  and  28795.  Approved  August  20.  1910.  Man- 
ufactured by 
The  Arrow  Electric  Company,  630  Capitol  Ave.,  Hartford,  Conn. 

"G.  E."  key  and  keyless  types.  Wall  Sockets,  brass  shell. 
Key,  Cat.  Nos.  9184,  27742,  28721  (slotted  or  closed  basei. 
29404,  29406,  50753,  (slotted  or  closed  base),  and  60018,  also 
SS959  (for  use  on  metal  ceilings).  Keyless  Cat.  Nos.  9185, 
27743,  28722,  29405,  29407,  50755,  60019  and  60020,  also  88960 
(for  use  on  metal  ceilings).  Porcelain  shell,  keyless  3  A., 
250  V.  Cleat  type.  Cat.  Nos.  11221,  28794,  28795,  50715,  59275, 
and  61039Concealed  type.  Cat.  Nos.  49355,  50717,  50744,  100600, 
1O0601.  Also  50752,  fused,  2  A.  125  V.  Moulding  types,  Cat. 
Nos.  34152,  58303  and  100266.  Conduit  Box,  Cat.  Nos.  9397. 
9514.  40.537,  49354,  60931,  62357  and  103155.  Sign  Receptacle, 
Cat.  Nos.  46627,  105000.  Approved  August  30,  1910.  Manufac- 
tured by 

General   Electric  Company  Schenectady,  N.  Y. 

"C.  S.  K."  660  W.,  259  Y.     Conduit  Box  Receptacles,  HK 
No.  1,  2  and  3.  Approved  August  30,  1910.     Manufactured  by 
C.  S.  Knowles,  7  Arch  St.,  Boston,  Mass. 

Wall  Sockets.  Brass  Shell.  Key,  Cat.  Nos.  60430.  61066, 
61(167,  61068,  61387  (387).  61455  (455),  62350,  103075  and 
104606.  Keyless,  Cat.  Nos.  60387  (0387),  60431,  61456  (456), 
62351  and  104600.  Porcelain  Shell.  -  Key,  Cat.  Nos.  61087 
(1087),  61237  (237),  62247  (.247),  and  62371  (2371).  Keyless, 
Cat.  Nos.  60237  (0237),  60247  (0247),  60371  (02371)  and  61107 
(107).  Approved  August  16.  1910.  Manufactured  by 
Pass  &  Seymour,  Inc.,  Solvay,  N.  Y. 

"Circle  T,"  250  W.,  250  V.  Conduit  box  receptacle.  Cat. 
No.  976.  Moulding  receptacle.  Cat.  No.  995,  Approved  Au- 
gust 19,  1910.     Manufactured  by 

The   Trumbull    Mfg.   Co.,    Plainville,   Conn. 
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"P.  &  S."  3  A.,  250  V.  Cleat,  Cat.  Nos.  61870  (870),  61871 
(871),  64369  (821),  and  66612  (822).  "Moulding,  Cat.  Nos 
61670  (670),  61770  (770)  and  100136.  Sign  or  Conduit  Box 
Type,  Cat.  Nos.  97.5,  61072  (1072),  61777  (777),  61973  (973)  and 
61977  (977).  Removable  ring  types.  Cat.  Nos.  61577  (577),6157S 
(.578),61877((877),61988(988),10279.S.  102704.  Also  61900(900)for 
use  only  in  borders  of  double  faced  metal  panel  signs,  and  6196<i 
ready  wired  for  sign  work  with  receptacles  spaced  4  inches  on 
centers.  This  receptacle  is  also  furnished  wired  with  No.  12 
or  No.  14  wire  and  with  spacings  5-30  inches  on  centers.  Con- 
dulet  Receptacle,  Cat.  No.  88259.  Conduit  Box  Type,  Cat.  Nos. 
10,  9514,  50717,  62357,  103704  and  104603,  Approved  August 
22,  1910.     Manufactured   liy 

Pass  &  Seymour,   Inc.,  Solvay,   N.   Y. 

RECEPTACLES,   WEATHERPROOF. 

"P.  &  S."  660  W.  250  V.  Cat.  Nos.  61160  (1160),  61101 
(1161),  61163  (1163),  61972  (972),  61974  (974),  and  62358  (872). 
Also  Cat.  No.  61971  (971)  for  use  only  when  installed  where 
e.xposed  to  rainfall.  Approved  August  22,  Idlii.  Manufactured 
by 

Pass  &  Seymour,  Inc.,  Solvay,   N.  Y. 

ROSETTES,   FUSELESS. 

,    "Arrow  E"  3  A.,  250  V.     Moulding,  Cat.  No.   KKlit.     Cleat, 
Cat.  No.  920.     Approved  Aukus(  29,  191(1.    .Manufac(urcd  by 
The  Arrow/  Electric  Company,  630  Capitol  Ave.,  Hartford,  Conn. 

SIGNS,    ELECTRIC. 

Sheet   metal    closed   boxes   forming   a   single   letter   or   a 
sign   casing   upon    wliieb    lamp    receptacles   are    mounted    for 
wiring  inside  the  enclosure.     Approved,  when  properly  mount- 
ed on  suitable  frames,  .July  25,   I9U),     .Manufactured   by 
Greenwood   Advertising  Company,  511-515  State  St., 
Knoxville,  Tenn. 

SOCKETS,  STANDARD. 

"Arrow  E"  brass  shell  sockets.  Key,  Cat.  Nos.  "Two- 
point,"  104850,  104851,  104854,  "Twenty-point"  104870,  104871, 
104875,  "Sixty-point,"  68030,  68031,  68036,  "Standard"  9836  and 
50760.  Keyless  Cat.  Nos.  "Two-point"  104852,  104853,  104855, 
"Twenty-point"  104872,  104873,  104875,  "Sixty-point"  68032, 
68033,  68037,  "Standard"  9392  and  50768.  Pull  Cat.  Nos.  "Two- 
point"  104860,  104861,.  104862,  "Twenty-point"  104880,  104881, 
104882,  "Sixty-point"  104800,  104801,  104S02.  Also  the  above 
types  with  shadeholders  attached.  Approved  August  25,  1910. 
Manufactured  by 
The  Arrow/  Electric  Company,  630  Capitol  Ave..  Hartford,  Conn. 

"G.  E."  porcelain  shell  sockets.  'Key,  Cat.  Nos.  9395,  34947, 

5(.-799  and  100596.     Keyless,  Cat.  Nos.  9393,  34948,  50896  and 

100598.     Approved  for  use  only  in  places  where  they  will  not 

be  exposed  to  hard  usage,  August  3,  1910.     Manufactured  by 

General   Electric  Company  Schenectady,  N.  Y 

"Weber"  brass  shell  sockets.  Key,  250  W.,  250  V.  Cat. 
Nos.  1010,  1012,  1014,  1016,  1018,  1020,  61372,  61373,  61573  and 
t>1773.  Keyless  660  W.  250  V.  Cat.  Nos.  1011,  1013,  1015,  1017, 
1019,  102lr  61374,  61375,  61575  and  61775.  Also-  the  above 
types  with  shadeholders  attached.  Approved  August  13,  1910. 
Manufactured  by 

Weber  Electric  Company,  Schenectady,  N.  Y. 

"P.  &  S."  660  W.  250  V.  Composition  Shell,  Cat.  xMos, 
43310  and  60666.  Porcelain  shell.  Cat.  Nos.  9;i66  (116),  9448 
(01161/2)  and  9496  (116y2).  Also  61418  (418)  for  festoon  work, 
and  61420,  ready  wired  for  decorative  work  with  sockets 
spaced  four  inches  on  centers  and  with  insulated  suspension 
cleat  and  hook  Cat.  No.  430.  This  socket  is  also  furnished 
wired  with  No.  12  or  No.  14  B.  &  S.  gage  wire  and  with  spac- 
ings on  centers  of  5-30  Inches.  "P.  &  S."  660  W.  600  V.  Por- 
celain shell,  Cat.  No.  80,  for  use  with  incandescent  lamps  in 
series  on  600  V.  circuits.  Approved  August  25,  1910.  Manu- 
fi'ctured  by 

Pass  &.  Seymour,  Inc,  Solvay,  N.  Y. 


SWITCHES,  AUTOMATIC. 

"Watson  Stillman"  Automatic  Tank  Switch,  10  A.,  250  V., 
a  single  pole,  double  break  knife  switch,  the  blade  of  which 
is  operated  by  a  heavy  pivoted  sector  controlled  by  means  of 
a  pulley  carrying  a  chain  to  which  a  ball  float  and  counter- 
weight are  attached.  Switch  enclosed  in  heavy  cast  metal 
case.     Approved  August  26,  1910.     Manufactured  by 

The  Watson  Stillman  Co.,  50  Church  St.,  New  York,  N.  Y. 

SWITCHES,  COMBINATION   CUTOUT. 

"Noark"  Service  Entrance  Switches.  Cast  iron  boxes  con- 
taining 2  or  3  pole  porcelain  or  slate  cutout  bases  for  N.  E. 
Code  Standard  cartridge  enclosed  fuses.  Covers  of  boxes 
fitted  with  attachments  whereby  opening  box  may  cause  fuses 
to  be  withdrawn.  "Watertight"  Style,  with  porcelain  base 
knife  switches  with  extensions  for  Edison  plug  fuses,  0-30  A., 
125  v..  Cat.  Nos.  3665  and  3666.  Approved  for  use  with  con- 
duit systems,  August  30,  1910.    Manufactured  by 

The  Johns-Pratt  Company,  Hartford,  Conn. 

SWITCHES,    FIXTURE. 

".Junior  P\ill  Switch,"  3  A.,  125  V.,  1  A.,  250  V.,  Cat.  Nos. 
371,  372  and  373.  An  adaptation  of  the  standard  Bryant  pull 
socket  mechanism  tor  attachment  to  1-8  inch  pipe,  or  to  can- 
opies, clusters  and  chandeliers.  Approved  August  12,  1910. 
Manufactured  by 

The    Bryant    Electric    Company,    Bridgeport,    Conn. 

SWITCHES,   KNIFE. 

Single,  double  and  three-pole,  mounted  on  slate  bases, 
with  or  without  N.  E.  Code  standard  cartridge  enclosed  fuse 
extensions.  Type  A,  0  to  200  A.,  250  V.,  0  to  60  A.,  600  V. 
Type  C,  0  Id  l((0  A.,  250  V.,  0  to  60  A.,  600  V.  Approved  August 
13,  191(1,       .Mauufaclured  by 

New  Haven  Electric  Mfg.  Co.,  North  Haven,  Conn. 

SWITCHES,  SURFACE  SNAP. 

The  following  switches  are  approved  and  labeled  under 
conditions  previously  stated:  (With  Metal  Covers)  Single 
Pole,  3  A..  250  V.,  5  A.,  125  V.,Cat.  Nos.  6100-6103,  inclusive, 
6200-6203,  inclusive,  6350  and  6351.  Single  Pole,  5  A.,  250  V., 
10  A.,  125  v..  Cat.  Nos.  6204-6207,  inclusive.  Double  Pole,  5 
A.,  250  V„  Cat.  Nos.  6208-6211,  inclusive,  6352  and  6353.  Dou- 
ble Pole,  10  A.,  250  V.,  Cat.  Nos.  6215-6218,  inclusive.  Three 
Way,  1  A.,  250  V.,  3  A.,  125  V.,  Cat.  Nos.  6223  and  6224.  Three 
Way,  3  A.,  250  V.,  5  A,,  125  V.,  Cat.  Nos.  6225,  6226,  6354. 
Three  Way,  5  A.,  250  V.,  10  A.,  125  V.,  Cat.  Nos.  6229  and 
0230.  Four  Way,  2  A.,  250  V.,  5  A.,  125  V.,  Cat.  Nos.  6231 
and  6232.  Two  Circuit,  2  A.,  250  V.,  5  A.,  125  V.,  Cat.  Nos. 
623.3-6236,  inclusive;  Three  Circuit,  2  A.,  250  V.,  5  A.,  125  V., 
Cat.  Nos.  6237-6240,  inclusive.  Also  all  the  above  types  with 
lock  attachment.  See  also  card  2310-C.  Appioved  August  11, 
1910.  Manufactured  by 
Arrow  Electric  Company,  630  Capitol  Ave.,  Hartford,  Conn. 

"Perkins"  15  A.,  250  V.  Special  beater  switch.  Approved 
August  16,  1910.     Manufactured  by 

The   Perkins   Electric  Switch  Co.,   Bridgeport,  Conn. 

Single  Pole,  3  A.,  240  V.,  5  A.  125  V.,  Cat.  No.  .300.  Ap- 
proved August  20,  1910.     Manufactured  by 

The  Trumbull    Electric   Mfg.  Co.,   Plainville,   Conn. 

TRANSFORMERS. 

Air  cooled  transformer  for  indoor  or  outdoor  use.  Type 
N.  D.,  Form  6.  Primary  volts  110-220,  Secondary  volts  10, 
Capacity  1000  watts.  Approved  only  when  installed  and  wired 
in  both  pVimary  and  secondary  circuits  in  accordance  with  the 
Rules  for  Class  C.  Wiring,  Nafl  Elec.  Code,  August  12,  1910. 
-Manufactured  by 

Fort  Wayne   Electric  Works,   Fort  Wayne,   Ind. 

WIRES,   WEATHERPROOF. 

Tag   on   coil    to   read    "Nafl    Elec.    Code   Standard."      Ap- 
pioved   August    19,   1910.     .\Ian\ifactured  by 
The  National  Conduit  &  Cable  Co.,  Hastings  on  Hudson,  N.  Y. 
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FINANCIAL. 
YACOLT,  WASH. — The  Council  has  passed  an  ordinance 
pioposing  to  the  voters  of  Yacolt  that  it  construct  and  oper- 
ate a  gravity  water  system  from  Big  Creek  in  Clarke  county. 
Wash.,  providing  for  the  payment  by  the  issuance  of  $5800 
bonds. 

GRANITE  FALLS.  ORE,— The  election  held  in  Granite 
Falls  decided  in  favor  of  the  issuance  of  J13,000  in  bonds 
to  install  a  waterworks  system,  with  a  reservoir  upon  Iron 
mountain,  three-quarters  of  a  mile  from  the  town  and  240 
feet   above   the   townsite. 

OCEANSIDE,  CAL.— The  City  Council  passed  an  ordi- 
nance calling  a  special  election  to  be  held  here  on  Septem- 
ber 14th  to  submit  to  the  voters  the  proposition  of  voting 
bonds  in  the  sum  of  $20,000  for  the  purpose  of  extending 
ai.d  improving  the  present  waterworks  and  water  system. 

SAN  BERNARDINO,  CAL.  — Believing  that  e'.ectric  light 
service  is  costing  too  much  in  this  city  the  San  Bernardino  Mer- 
chants' Protective  Association  is  urging  a  municipal  plant.  .\t 
their  last  meeting  they  passed  a  resolution  calling  upon  the 
charter  revision  committee  to  submit  to  the  people  an  amend- 
ment to  do  away  with  the  bonding  limit  entirely  or  ex- 
tending it  to  1.^  per  cent  valuation  in  order  that  a  municipal 
pluul    ma.v   be   built. 


INCORPORATIONS. 
PORT  TOWNSEXD,  WASH.— The  Olympic  Power  &  De- 
velopment Company   has  been   incorporated   by  Thos.  T.   Aid- 
well,   with   a  capital   stock  of  $1,000,000. 

RIVERSIDE,  CAL.— The  North  Acres  Pumping  Company 
has  been  incorporated  by  L.  R.  Perry,  Eva  R.  Perry  and  .1.  E. 
Wherrell,  all  of  this  city,  with  a  capital  stock  of  $9000. 

MARTINEZ,  CAL.— The  Union  Water  Company  of  Cali- 
fornia has  been  incorporated  by  W.  T.  Barnett,  C.  C.  Sullivan, 
E.  T.  York.  A.  S  Grant  and  V.  W.  Vincent,  all  of  San  Fran- 
cisco, with  a  capital  stock  of  $1,000,000. 

BAKERSFIELD,  CAL.— The  Midway  Light  &  Power  Com- 
pany has  been  incorporated  by  H.  L.  Dearing  and  Herbert 
Vv'illiams  of  Los  Angeles,  E.  F.  Hughes  of  Sierra  Madre.  H.  .1. 
Gonge  and  C.  L.  Chandler  of  .Alhambra.  Cal.,  with  a  capital 
stock  of  $2.50,000. 

ALA.MEDA,  CAL.— The  Sunset  Power  Company  of  .\la- 
meda,  is  the  name  of  a  new  corporation  which  has  just  filed 
articles  of  incorporation  here.  The  company  is  capitalized 
at  $500,000  and  is  interested  in  mining  and  power  propo- 
sitions in  Placer  county.  The  directors  are  C.  B.  Greeley  and 
Theodore  Turner,  of  Alameda  and  William  L.  Boos  of  San 
Fi  ancisco. 


ILLUMINATION. 
TWIN   FALLS,   IDAHO.— E.   Miller  of  Vinton,   Iowa,   and 
r^astern  associates  have  asked  for  a  franchise  for  a  gas  plant 
t. '  be  installed  here  at  the  approximate  cost  of  $75,000. 

SALINAS.  CAL. — John  M.  Gardner,  vice-president  of 
the  Monterey  County  Electric  Light  &  Power  Company  is 
looking  over  the  local  plant  with  a  view  to  making  improve- 
ments. 

FREEWATER.  ORE.— The  Council  has  passed  an  ordi- 
n.ince  granting  to  the  Pacific  Power  &  Light  Company  the 
right  to  construct,  maintain  and  operate  an  electric  light 
and  power  plant  in  the  city  of  Freewater,  Oregon. 


SAN  PTIANCISCO,  CAL.— The  Downtown  Association 
has  undertaken  to  beautify  and  embellish  the  downtown 
district.  It  has  installed  140  electroliers  at  a  cost  of  $16,00(1. 
These  electroliers  were  designed  and  the  lighting  planned  by 
local  engineers  and  architects. 

EUGENE,  ORE.— The  Northwestern  Corporation  which 
owns  the  local  gas  plant,  announces  that  it  is  ready  to  ex- 
tend the  mains  from  here  to  Springfield  if  the  Council  will 
grant  the  company  a  franchise.  To  pipe  the  gas  to  Spring- 
fi(  Id  will  require  a  line  over  two  miles  long. 

SANTA  BARBARA,  CAL.— A  contract  for  the  building  of 
an  addition  to  the  power  house  of  the  Santa  Barbara  Gas  & 
Electric  Company  has  been  let  to  J.  M.  Williamson  at 
$7709.  The  building  is  to  be  50x100  feet,  one  story  in  height, 
with   brick   walls  and  galvanized   iron  roof. 

PORTLAND.  ORE.— Directors  of  the  Pacific  Power  & 
Light  Company,  now  inspecting  their  holdings  in  the  North- 
west, have  decided  to  spend  at  once  something  like  $500,000 
or  $600,000  for  the  construction  of  200  miles  of  electrical 
transmission   lines  in   Eastern  Oregon  and   Washington. 

LOS  ANGELES,  Cal.- The  Los  Angeles  Gas  &  Electric 
Company  have  contracted  with  the  Western  Boiler  Works, 
contractors,  to  erect  one  42-inch  blast  line,  with  shut  off 
valves  and  relief  valves,  same  to  present  main-blast  piping 
and  blast  piping  of  oil  gas  generator  sets  No.  15  and  16  and 
cast  iron  nozzles  of  Kerr  Turbine  No.  4V^,  Sirocco  gas  blow- 
ers, complete,  and  ready  for  service  for  owner  at  corner 
of  Aliso  and   Center  streets,  for  $2350. 

LOS  ANGELES,  CAL.— The  City  Council  passed  an  ordi- 
nance to  order  the  furnishing  of  electric  current  for  lighting 
ornamental  cast  iron  lighting  posts  located  on  Main  street 
between  Manchessault  and  Pico  streets.  Also  an  ordinance 
to  order  electric  current  to  be  furnished  for  lighting  orna- 
mental cast  iron  lighting  posts  on  Hill,  Fifth,  Olive  and  Sixth 
streets,  and  an  ordinance  to  order  electric  current  to  be 
furnished  for  lighting  of  ornamental  cast  iron  lighting  posts 
located  on   Fourth   street,   from   Main  to  Hill. 

PORTLAND,  ORE.— The  Portland  Gas  &  Coke  Company 
will  expend  approximately  $500,000  on  improvements  during 
the  next  year  and  already  plans  have  been  made  by  the 
Pacific  Power  &  Light  Company,  another  of  the  Electric  Bond 
Ai  Share  Company's  enterprises,  to  expend  a  like  amount  on 
power  transmission  lines  in  the  Columbia  and  Yakima  val- 
leys. Other  improvements  and  extensions  will  be  settled 
upon  after  the  return  of  S.  Z.  Mitchell,  president  of  the  Elec- 
tric Bond  &  Share  Company,  of  New  York,  to  Portland.  A 
transmission  line  will  be  built  from  Pasco  to  Lind.  and  will 
there  connect  with  the  Washington  Water  Power  Company's 
service.  The  plant  at  Walla  Walla  will  be  enlarged  and  the 
system  extended.  No  plans  have  been  made  as  yet  for  the  ex- 
tension of  the  street  railway  system. 

BAKERSFIELD,  CAL.— The  Moron  Electric  Company  is 
to  be  taken  over  by  J.  Q.  Anderson  and  associates,  who  some 
weeks  ago,  entered  into  negotiations  for  the  Maricopa  elec- 
tric plant.  A  deal  was  made  by  which  the  local  plant  will 
be  made  part  of  the  system  as  soon  as  the  transaction  is 
completed,  which  is  now  beyond  question.  The  new  com- 
pany's plans  embrace  a  much  more  extensive  service  than 
that  at  present  given  by  the  plants  in  Taft  and  Maricopa. 
These  plans  will  be  put  into  effect  as  soon  as  possible,  but 
in  the  meantime  the  present  equipment  will  be  used.  During 
next  week  the  company  will  have  a  crew  of  men  here  re- 
poling  and  re-wiring  the  local  system,  which  will  be  "tied 
in"  with  the  line  from  Maricopa.     As  soon  as  this  is  done  a 
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day  and  night  service  will  be  given,  wiiicli  will  supply  both 
power  and  light.  The  system  is  to  embrace  three  units  or 
generating  plants — two  at  Maricopa  and  one  here.  The 
local  plant  is  to  be  of  500  h.p.  capacity,  the  idea  being  to  dis- 
tribute the  juice  throughout  the  fields.  The  three  units  will 
insure  continuous  service,  as,  in  case  of  accident  to  one,  the 
others  can  be  called  upon  instantly.  It  is  proposed  to  use 
natural  gas  in  the  engines,  a  cheaper  fuel  than  distillate. 


TRANSMISSION. 
TONOPAH.     NEV.— The    .Johnnie     Mining     Company     at 
.Jiihnnie,  controlled  by  A.  D.  Myers  and  associates  will  erect 
a  power  plant  at  Amargosa  station  from  which  power  will  be 
transmitted  to  the  mine.  1?>  miles  away. 

BANNING.  CAL— The  Consolidated  Reservoir  &  Power 
Company  is  progressing  nicely  with  its  work  to  divert  the 
water  of  Whitewater  river  to  land  owned  by  this  company 
north  of  town.  Two  or  three  electric  power  houses  will  be 
built   along  the  diverted   stream. 

ONTARIO,  ORE. — At  a  meeting  of  the  directors  of  the 
Malheur  County  Pair  authority  was  given  the  electric  light 
company  to  install  a  line  to  the  fair  grounds  for  the  purpose 
of  supplying  electricity  over  the  grounds.  A  motor  will  be 
installed  as  soon  as  the  electric  wires  are  in  place  from  the 
veil  drilled  there  a  short  time  ago.  A  storage  tank  tor 
water  will  be  built  on  a  tower  about  26  feet  above  the  ground, 
and  this  will  furnish  sufficient  force  to  pipe  water  to  all 
parts  of  the  grounds. 

STOCKTON,  CAL.— The  Sierra  and  San  Francisco  Power 
Company,  the  holding  corporation  for  the  United  Railroads  of 
San  Francisco  and  owning  the  power  system  which  was  built 
in  Tuolumne  county  a  few  years  ago  by  the  Union  Con- 
struction Company,  financed  by  the  Knickerbocker  Trust 
Company  of  New  York,  is  planning  to  supply  the  southern  sec- 
tion of  San  Joaquin  county  with  electric  power  for  all  pur- 
poses. The  company  has  ordered  from  the  east  two  trans- 
formers, which  will  be  installed  at  Manteca  or  Escalon  to  re- 
duce the  voltage  from  100,000  to  ir),000  for  commercial  uses. 
The  company  is  now  building  a  second  transmission  line 
from  the  headwaters  in  Tuolumne  county  to  San  Francisco 
and  planning  to  equip  the  system  so  that  a  break  in  either  line 
will  not  interfere  with  the  supply  of  electricity  at  any  point. 

SAN  FRANCISCO,  CAL.— Henry  A.  Lardner  of  .1.  G. 
White  &  Co.,  the  construction  company  in  charge  of  the 
power  plant  at  Crane  Valley  for  the  San  Joaquin  Power  Com- 
pany, Crane  Valley,  and  other  representatives  of  both  com- 
panies, formally  turned  on  the  power  for  the  first  unit  of 
.5000  h.p.  last  week.  For  the  remaining  two  units  of  5000 
h.p.  contracts  for  the  generators  from  the  General  Electric 
Company  have  been  signed  and  the  papers  for  the  purchasing 
of  the  water  wheels  have  been  prepared.  These  units  will 
be  of  the  same  type  as  those  now  ready.  The  work  on  the 
auxiliary  steam  plant  at  Bakersfield  is  getting  along  in  good 
shape.  Mrr  Wishon  is  so  enthusiastic  and  is  so  anxious  to 
handle  a  large  current  load  that  the  San  Joaquin  company 
will  soon  have  power  enough  to  handle  any  large  develop- 
ment plans  they  may  undertake.  The  second  tmit  will  be 
ready  for  cutting  in  a  few  days.  The  two  units  tn  complete 
the  plant  will  be  completed  probably  in  the  spring. 


TRANSPORTATION. 
STOCKTON,  CAL.— An  ordinance  has  been  passed  grant- 
ing to  the  Central  California  Traction  Company  a  franchise 
to  construct  a  railroad  over  certain  streets  of  the  city. 

POMONA,  CAL.— A  contract  for  laying  steel  rails  for  the 
Pacific  Electric  Railroad  between  Claremont  and  Upland  has 
been  let  to  H.  C.  Dunn  of  Los  Angeles,  and  next  week  the 
contractor  will  start  the  work. 


LOS  ANGELES.  CAL.— The  Los  Angeles  Railway  Com- 
pany has  authorized  a  bond  issue  of  $15,000,0(i0.  These 
bonds  will  covei  improvements  now  under  way  and  exten- 
sions that  are  needed  to  supply  the  increased  traffic  of  Los 
Angeles. 

PHOPjNIX.  ARIZ. — Work  is  to  be  commenced  at  once 
on  a  street  railway  extension  up  Second  avenue  on  the  basis 
nt  a  subsidy  that  calls  for  the  tapping  of  the  newly  opened 
residential  property  in  the  northwestern  part  of  the  city. 
The  new  Glendale  electric  railway  extension  will  be  built  as 
soon  as  the  right  of  way  and  agreements  are  completed. 

LOS  ANGELES,  CAL.— A  delegation  of  50  property  own- 
ers appeared  before  the  public  welfare  committee  last  week 
and  protested  against  the  proposed  construction  of  car  barns  on 
a  strip  of  land  along  Santa  Barbara  avenue  which  they  desire 
to  be  added  to  the  park.  It  was  suggested  by  the  city  that 
a  committee  of  property  owners  representing  25  per  cent 
of  the  frontage  to  be  assessed  and  favoring  the  condemnation 
ot  the  strip  for  park  purposes,  enter  a  petition. 

LOS  ANGELES,  CAL.— Two  petitions  of  Huntington  in- 
terests for  franchise  privileges  have  been  presented  to  the 
Council  and  referred  to  the  Board  of  Public  Utilities.  One 
is  for  a  20-year  franchise  on  San  Pedro,  between  Seventh 
and  Aliso,  and  the  other  for  a  21-year  franchise  extending 
from  Sixth  and  Alvarado  streets,  thence  south  on  Alvarado 
to  Hoover,  thence  on  Hoover  to  Jefferson,  thence  on  .Jeffer- 
son to  Central,  thence  on  Central  to  Vernon  avenud  and 
east  on  Vernon  to  Santa   Fe  avenue. 

LOS  ANGELES.  CAL.— Directors  of  the  Pasadena  Rai)id 
Transit  Company  have  called  a  meeting  of  stockholders  to 
be  held  October  18,  to  create  a  bonded  indebtedness  of  $3,000,- 
000.  This  money  will  be  used  to  purchase  rights  ot  way.  depot 
sites,  terminals  and  other  real  property,  and  for  building  a 
railway  between  Pasadena  and  Los  Angeles,  including 
bridges,  tunnels,  power  houses,  stations  and  other  structures, 
and  for  purchasing  rolling  stock,  motors  and  machinery  of 
every  kind.  The  denomination  of  the  bonds  is  left  to  the 
directors  to  determine.  They  will  run  for  50  years  and  bear 
5  per  cent  interest.  The  indebtedness  is  to  be  secured  by  a 
trust  deed  of  all  the  property  of  the  corporation. 


WATERWORKS. 

SEATTLE,  WASH. — Arrangements  are  being  made  by  the 
Burlington  Commercial  Club  for  the  installation  of  a  city 
water  plant   estimated  to  cost  $6000. 

SULT.AN.  WASH.— The  Sultan  town  council  has  ordered 
a  new  advertisement  for  bids  for  building  t^e  water  works. 
the  bids  to  be  opened  at  the  next  meeting. 

CULDESAC,  IDAHO.— The  City  Council  has  called  an 
election  for  October  4  to  vote  on  the  -proposition  of  issuing 
bonds  to  put   in  a  water  system  and  electric  plant. 

PORTLAND,  ORE.— The  Pacific  Power  &  Light  Com- 
pany is  said  to  be  considering  the  purchase  of  several  large 
tiacts  of  land  in  the  Middle  Columbia  River  basin  in  further- 
ance of  its  purpose  to  make  a  specialty  of  furnishing  elec- 
tric power  for  irrigation  pumps. 

MERCED.  CAL.— The  San  Joaquin  Lighl  &  Power  Com- 
pany force  here  is  rushing  the  setting  of  the  new  pole  lines 
throughout  the  town.  .4s  soon  as  the  first  battery  of  wells 
are  finished,  a  i)umping  plant  will  be  installed  and  connec- 
tion made  with  the  electric  power  line. 

TWIN  PALLS.  IDAHO.— The  members  of  the  water  com- 
mittee which  held  a  meeting  at  the  Commercial  Club  rooms, 
have  investigated  two  or  three  sites  for  weeks  in  the  hills 
south  of  Twin  Falls  and  is  now  engaged  in  securing  esti- 
mates on  the  probable  cost  of  piping  the  water  from  the 
well  and  putting  in  a  complete  city  water  system. 
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Aluminum  Co.  of  America 

Pittsburgh.   Pa. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pacltlc  Elec- 
tric Bldg. 

Seattle,  Colman  Bldg. 

American  Circular  Loom  Co 18 

Boston.  45  Milk. 
San  Francisco.  770  Folsom. 
Seattle.  416  American  Bank 
Building. 

American  Electric  Fuse  Co 3 

MuskfK'on.  MichigRn 

San  Franc.isici,   14,^  Second  St, 

American  Electrical  Heater  Co. 

Detroit,    U.    S.    A. 

American  Ever  Ready  Co 14 

San  Francisco.  75S  Folsom. 
Los  .^nireles.  1(M2  South  Main. 
Seattle.  705  1st  Ave. 

AyUworth  Agencies  Co 

San  Francisco.  165  Second. 

B 

Benjamin  Electric  Mlg.  Co 

New  York.  27  Thames. 
Chicago,     120-128    S.    San- 
gamon. 
San     Francisco.     151     New 
Montgomery. 

Blake  Signal  and  Mfg.  Co 4 

Boston,  246  Summer. 

Boneslell  8c  Co II 

San    Francisco.    118    First. 

Brooklield  Glass  Co.,  The I 

New  York.  U.  S.  Exp.  Bldg. 

Buxbaum  &  Cooley : 

Seattle.    69    Columbia   St. 


c 

Cftl.  Incandescent  Lamp  Co I  1 

San  Francisco.  633  Howard. 

Century  Electric  Co. 18 

San  Francisco,  633  Howard. 

Colonial    Electrical  Agency  Co.__ 
San     Francisco,     576     Mis- 
sion. 

Crocker- Wheeler  Co 17 

San  Francisco.  Vi5-7  Fremont. 

D 

D.  &  W.  Fuse  Co 

Providence.  R.  I. 

Davis,  R.J 18 

San  Francisco,  633  Howard. 

Dearborn  Drug  &  Chem.  Works. .  I  I 
Chicago.  Postal  Bldg. 
.San    Francisco,    .fOl    Front. 
Los  Angeles.   355   E.   2d. 

Duncan  Elec.  Mfg.  Co 1 1 

Lafayette.   Indiana. 

San  Francisco.  61  Second. 

E 

Elconomy  Electric  Co.,  The 

Warren.     Ohio. 

Electric  Goods  Mlg.  Co 

Boston.  Mass. 

San  Francisco.   165  Second. 

Electric  Storage  Battery  Co._ 
Philadelphia,  Pa. 
San   Francisco.  Monadnock 
Bldg. 


Fort  Wayne  Electric  Works 15 

Fort   Wayne.   Ind. 

San   Francisco.  604  Mlislon. 

Seattle.  Colman  Bid*. 


General  Electric   Co 16 

Schenectady.  N.  Y. 

San  Francisco.  Union  Trust 

Bldg. 
Los    Angeles.    Delta    Bldg. 
Seattle.  Colman  Bldg. 
Portland.  Worcester   Bldg. 
Atlanta.    Ga. 
Baltimore.   Md. 
Boston.  Mass. 
Buffalo.  N.  Y. 
Butte.    Mont. 
Charleston.  W.  Va. 
Charlotte.   N.   C. 
Chicago.   111. 
Cincinnati,   O. 
Cleveland.  O. 
Columbus.   O. 
Denver.    Colo. 
Detroit,  Mich. 
Indianapolis.    Ind. 
Kansas    City.    Mo. 
Minneapolis.    Minn. 
Nashville.  Tenn. 
New  Haven,  Conn. 
New   Orleans,    La. 
New  York,  N.  Y. 
Philadelphia.   Pa, 
Pittsburg.    Pa. 
Richmond,    Va. 
Salt  Lake  City,  Utah. 
St.   Louis,   Mo. 
Syracuse.  N.  Y. 
.-<l)nk:ine.  Wash. 

Goeriz,  O.  C.  &  Co 

San    Francisco.    916   Postal 
I'el.    Bkig. 


H 


Habirshaw  Wire  Co. . -  - 

New  York.  2r.3  Broadway. 

Henshaw,  Bulkley  &  Co I 

San  Francisco,  19  Fremont. 
Oakland.    1436   5th. 
Los     Angeles.     262     S.     Los 
Angeles. 

Holtzer-Cabot  Elec.  Co.,  The 

Boston  and  Chicago. 

San  Francisco.  612  Howard. 

Hughes  &  Co..  E.  C II 

San       Francisco.       147-151 
Minna. 

Hunt,  Mirk  &  Co 6 

San  Francisco.  141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co I 

Jonesboro,    Indiana. 


Johns-Manville  Co..  H.  W 

New   York.   100  William. 
San     Francisco.     159     New 

Montgomery. 
Los  Angeles.  203   E.   Bth. 
Seattle.  576  1st  Ave.  So. 


K 

Kellogg  Switchb'd  &  Supply  Co., 
Chicago. 
San   Francisco.   88   First. 

Kieralff,  B.  F.  Jr.  &  Co 

Los    Angeles.     120    S.    Los 
Angeles. 

Kiewert.  Chas.  L.  Co 3 

San  Francisco.  195-7  Fremont. 
Los  .Angeles.  225  Franklin  Court. 


Lindsley- Wright  Co 4 

Portland.    Ore..    336    Sher- 
lock  BldK. 


Locke  Insulator  Mfg.  Co 

Victor.   N.    Y. 

San  Francisco.  Monadnock 
Bldg. 

Los  Angeles.  Pacific  Elec- 
trical Bldg. 

Seattle.  Colman  Bldg. 

M 

Moore,  Chas.  C.  &  Co.  Engineers.   3 
San  Francisco,  99  First. 
Los       Angeles,      American 

Bank   Bldg. 
Seattle,   Mutual   Life  Bldg. 
Port  land.  Wei  Is-FargoBklg. 
Salt  Lake  City,  Atlas  Blk. 
New     York     City,     Fulton 

Bldg. 

N 

New  York  Inslld  W.re  Co 

New  York.   114   Liberty. 
San  Francisco.  770  Folsom. 
Seattle.  416  American  Bank 
Bldg. 

o 

Ohio  Brass  Co. _■ 4 

Mansfield.  Ohio. 

San  Francisco.  Monadnock 

Bldg. 
Los  Angeles.  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co I 

New  York.  253  Broadway. 


Pacific  Coast  Electrical  Elxposition  1 3 

San  Francisco,  M  FIlis  Siroel 

Pacific  Gas  &  Elect.  Co.,  The 5 

San    Francisco. 

Pacific  Meter  Co. I 

San    Francisco.    311    Santa 
Marina  Bldg. 

Pacific  States  Electric  Co. 2 

San     Francisco.     137     New 

Montgomery. 
Oakland.    526    Thirteenth. 
Los    Angeles.     330    S.     Los 

Angeles. 
Portland.    90-92    Seventh. 

Pacific  Tel.  &  Tel.  Co..  The.... 
San    Francisco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia.  22d  and  Wood 

Pelton  Water  Wheel  Co..  The. ..  I  I 
San     Francisco.     1095     Mo- 
nadnock Bldg. 

Phillips  Insulated  Wire  Co I 

Pawtucket.  R.  I. 

Pierson,  Roeding  &  Co 4 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 


Portland  Wood   Pipe  Co. 
Portland,  Ore, 


.11 


R 


Reisinger,   Hugo. 


New  York,  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works. _ 
Sacramento,  Cal.,  211  J  St. 
San  Francisco,  356  Market. 

Simplex  Elect'l  Co.,  The 

Boston.    110    State. 
San  Francisco.  612  Howard. 
Los  Angeles.  SecurityBldg. 
Seattle.  Alaska  Bldg. 
Portland,  Couch   Bldg. 


Simplex  Electric  Heating  Co 2 

Cambridge.  Mass. 

San  Francisco.  612  Howard. 

Los  Angleles.  .SecuritvBldg. 
Seattle.  Alaska   Bldg. 
Portland.  Couch  Bldg. 

Southern  Pacific  Co. 18 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co. 5 

New     York     City,     527-531 

W.    34th. 
San  Francisco,  Atlas  Bldg. 
Seattle,  Colman  Bldg. 

Standard  Und.  Cable  Co I 

San  Francisco,  First  Na- 
tional   Bank   Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Star  Expansion   Boll  Co 

New     York     City,     147-149 

Cedar. 
.San    Francisco.    1010    How- 
ard. 

Sterling  Paint  Company. II 

.San    Francisco.    118    First. 


Technical  Book  Shop 4 

San  Francisco.  604  Mission. 

Tel.  fie  Elec.  Equip.  Co. 

San  Francisco.  612  Howard. 
Los  Angeles.  Security  Bdg. 
Seattle.   Alaska   Bldg. 
Portland.  Couch  Bldg. 

Thomas  and  Sons  Co.,  R 

New   York,   227   Fulton. 
East  Liverpool,  Ohio. 

Tracy  Engineering  Co II 

San  Francisco,  461  Market. 
Los    Angeles, Central    Bldg. 


Vulcan  Iron  Works 

San  Francisco,  604  Mission. 


W 

Western  Electric  Co 2 

San  Francisco,  680  Folsom. 
Oakland.   507    16th. 
Los  Angeles.  119  E.  7th 
Seattle.     1518  First  Ave.  So, 

Western  Wireless  Equipment  Co..  I  I 
San  Francisco.  Grant  Bldg, 
7th    and    Market. 

Westinghouse.  Elec.  fie  Mfg.  Co...  6 

Pittsburg,   Pa. 

Los  Angeles,  527  So.  Main. 

Denver.    429    17th, 

Seattle,    Central    Bldg. 

Salt  Lake  City.  212-214 
So.   W.   Temple. 

San    Francisco.    165   2d. 

Spokane.    Columbia   Bldg. 

Portland,   Couch    Bldg. 

Butte.    Lewisohn    Bldg. 

Canada.  CanadianrWest- 
inghouse  Co..  Ltd.,  Ham- 
ilton.   Ontario. 

Mexico.  G.  &  O,.  Branlff  & 
Co..   City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg.    Pa. 

San  Francisco.  141  Second. 

Weston  Elect'l.  Instrument  Co 18 

Waverly    Park.   N.    J. 
New  York.  114  Liberty. 
San       Francisco.       682-684 
Mission. 

Wilbur,  G.  A 11 

San   Francisco.    61    Second. 

Witt  Company,  G.  E.,  Inc I  I 

San  Francisco,  S60  Howard. 
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PACIFIC  COAST  GAS  ASSOCIATION 


PRESIDENT'S   ADDRESS 


As    president    of    tin-   Pacific    Coast    (jas 
Association  it  is  my  pleasant  duty  to  wel- 
come you  to  our   l<Sth   annual  meeting,   and 
as    a    resident    of    Los    Angeles    I    heartily 
welcome    you   to  this  city.       Those  of  you 
who  have  not  visited  Los  Anj^eles  for  some 
time   will   doubtless   see  a   great   change  in 
the  city.     We  have  grown    vith  rapid  strides 
in  the  past  few  years,  in 
fact   to   such   an    e.xtent 
that  it  has  been  difificult 
for    the    public    ser\ice 
corporations    to    keep 
pace  with  the  city.     Hut 
we  who    ha\'e    watched 
the     city    g  r  o  w    a  n  d 
helped  to  make  it  what 
it  is,  feel  proud  of  what 
has  been  accomplished, 
and  we  bid  you  a  hearty 
welcome  with  the  hope 
that  your  stay  here  will 
be    both    pleasant    and 
profitable.    - 

During  the  past  year 
the  gas  industry  on  the 
Pacific  Coast  has  shown 
a  steady  and  healthy 
growth  which  bids  fair 
to  continue.  Many  dif- 
ficulties have  been  met 
and  overcome  but  many 
problems  still  confront 
us.  W'c  have  endea\- 
orcd  to  select  the  ones 
of  most  vital  interest 
as  topics  to  be  dealt 
with  in  detail  by  the 
papers  to  be  read,  but 
there  are  a  few  matters  which  I  wish  to  briefly  review 
for  your  consideration.  For  better  presentation  I 
have  divided  these  matters   into  the  general  subjects 

'   I8th  .Annual  Meeting.  Los  .'\ngi-li-s  California,  Septeiiilier  2(l-2.v  I'HO, 


W.  B.  CLINE 
PresidL-nt  Pacific  Coast  Gas  .Association 


of  "Manufacture,"  "Distribution,"  "Legis- 
lation," "Labor  Conditions,"  and  "Miscel- 
laneous." 

Manufacture. 
The  development  of  extensive  oil  fields 
and  the  lack  of  any  large  coal  betls,  have 
made  the  question  of  producing  gas  from 
oil  one  of  absorbing  interest  to  gas  men  on 
this  c(«st.  Up  to  the 
present  time  one  pro- 
cess of  oil  gas  manufac- 
ture, with  slight  varia- 
tions, has  been  gener- 
ally adopted.  This  has 
long  since  passed  the 
e.xperimental  stage  and 
reached  the  point  where 
we  can  take  u])  the 
refinements  of  p  I  a  n  t 
e  c  o  n  o  m  y.  We  ha\'e 
proved  otir  ability  to 
regulate  the  heat  units 
and  candle  power  and 
our  principal  efforts  are 
now  bent  toward  greater 
oil  efificie.icy  and  gen- 
erator capacity.  I  pre- 
sume our  ultimate  aim, 
although  we  may  not 
reach  it  for  many  years, 
should  Ije  a  continuous 
process  and  one  which 
would  gasify  all  the  oil, 
thus  lea\  ing  nothing 
l)iit  g,is  to  he  handled 
by  the  companies. 

U  n  d  e  r  the  present 
method  we  are  still  con- 
fronted with  the  prob- 
lem of  the  handling  and  disposition  of  carbon  or 
lamp-black.  Recently  experiments  have  been  made 
with  a  filter  similar  to  that  commonly  used  in 
filtering    ore    slimes    in    mines,    the   idea   being   to  re- 
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move  most  of  the  water  from  the  carbon  with  this 
filter  as  it  comes  direct  from  the  generators,  then 
to  pass  the  carbon  through  a  mechanical  drier,  w'hen 
it  would  l)e  ready  to  briquet  or  use  otherwise.  If 
this  proves  successful  it  will  axoid  the  necessity  of 
ha\ing  large  drying  pits  and  large  cranes  or  other 
handling  apparatus. 

The  question  of  the  most  economical  use  of  car- 
bon is  one  which  presents  itself  differently  in  each 
individual  case.  The  Los  .Angeles  Gas  and  Electric 
Corporation  has  found  it  pays  best  to  briquet  it  and 
retail  it  for  household  use.  I  believe  that  in  most 
cases  if  this  fup'.  is  properly  placed  before  the  public 
it  will  find  a  ready  market  at  a  jjrice  that  will  net  the 
company  greater  returns  than  will  any  other  use.  It 
is  undoubtedly  one  of  the  best  solid  fuels  that  can 
be  obtained. 

One  question  which  always  has  our  attention  and 
which  is  probably  watched  with  the  keenest  interest, 
is  the  matter  of  oil  supjdy.  Recent  oil  developments 
ha\  c  been  quite  successful,  especially  in  the  Kern  field, 
one  gusher  brought  in  said  to  be  jM-oducing  more 
oil  than  had  theretofore  been  ])roduced  by  the  whole 
field.  I'p  to  the  present  time,  however,  the  oil  com- 
panies seem  to  be  the  only  ones  benefited,  as  the\' 
liave  comlMned  to  shut  down  a  number  of  their  well> 
and  are  storing  large  quantities  of  oil.  so  that  the 
jjrice  has  shown  little  decline. 

My  attention  has  been  called  to  a  piece  of  appa- 
ratus lately  de\eloped.  which  is  causing  consider- 
able discussion  among  electric  men,  and  which  may 
prove  useful  in  the  operation  of  gas  works ;  that  is 
the  low  pressure  .turbine.  This  provides  the  most 
economical  use  thus  far  discovered  for  exhaust  steam. 
Turbines  are  coming  into  c|uile  general  use  for  dri\-ing 
auxiliary  apparatus  at  both  gas  and  electric  stations, 
and  seem  to  be  particularly  well  adapted  to  high 
s]ieed   machines. 

Distribution. 

The  system  of  high  ])ressure  distribution,  espe- 
cially distribution  through  high  pressure  feeder 
mains  to  low  pressure  laterals  by  means  of  street- 
main  governors,  is  everywhere  growing  in  favor,  and 
its  advantages  in  the  way  of  better  pressure  control, 
ease  in  handling  variations  of  output,  and  decreased 
original  cost  are  being  generally  recognized.  This 
system  was  first  intnuluced  and  developed  in  America, 
but  since  it  has  been  demonstrated  that  compression 
does  not  seriously  affect  the  quality  of  the  gas,  other 
countries  are  fast  taking  it  up. 

In  this  rapidly  growing  western  section  of  the 
country,  this  .system  seems  to  have  been  adopted  as 
the  only  means  of  keeping  pace  with  the  increasing 
demancl.  Where  cities  and  towns  are  growing  and 
spreading  so  rajiidly  and  where  sections  of  c<iuntrv 
which  one  year  are  sparsely  settled  farming  districts 
are  the  next  year  thriving  villages,  it  becomes  neces- 
sary to  have  some  system  of  distribution  which  cnn 
readily  be  changed  to  fit  any  condition,  and  this  svs- 
tem  seems  to  serve  the  purpose  better  than  anv  other 
yet  devised. 

It  has  been  found,  too,  that  gas  can  with  econo- 
my be  distributed  at  much  greater  distances  from 
the   works   than    was   deemed   advisable   a   short    time 


ago,  thus  enai)ling  small  communilies  to  obtain  a 
supply  at  a  reasonable  ]3rice  where  it  has  heretofore 
been  practically  impossiljle.  In  the  larger  cities  the 
companies  are  extending  high  (iressure  lines  to  supply 
the  suburbs  and  outlying  districts,  and  the  smaller 
towns  are  cond)ining  with  t)ne  central  works  feeding 
several  small  cities. 

Throughout  the  east  there  has  been  considerable 
experimenting  and  discussion  over  the  problem  oi 
oiling  meters.  There  was  a  \ery  interesting  paper 
on  this  subject  read  at  the  last  meeting  of  the  Illi- 
nois Gas  Association.  It  is  ])ossible  this  matter  might 
be   taken    up    with    profit    b}-    gas    companies   on    this 


coast. 


Legislation. 


There  has  previously  been  brought  before  this 
-Association  the  question  of  having  a  State  Public 
Utilities  Board  apj)ointcd.  This  is  a  matter  of  the 
utmost  importance  to  all  'jiublic  utility  corporations 
and  I  would  urge  you  to  give  it  every  possible  aid. 
It  has  been  demonstrated  time  and  again  that  local 
men  are  not  capable  of  fixing  rates  for  public  ser\ice 
cor])orations  without  ])reju(lice.  Corporation  baiting 
has  l)ecome  too  po])ular  to  be  resisted  bv  the'i)ettv 
politicians  who  usuall\-  ha\e  this  matter  in  lianil  and 
the  hearings  are  the  most  \eritable  farces.  .Moreover, 
under  the  present  method,  rates  are  reduced  to  osten- 
sibly give  what  would  be  a  fair  rate  on  a  perfectly 
safe  investment.  l)ut  at  the  same  time  we  arc  oft"ered 
absolutely  no  jirotection  either  from  the  municipal 
ownership  craze  or  the  devastations  of  "pirates." 
.Se\-eral  of  the  eastern  states  have  already  adopted 
the  plan  of  regulating  public  service  corporations  1)\- 
a  State  Commission,  generallv  a])])ointed  Ijy  the  Go\- 
ernor  and  com])ose(l  of  men  from  \ariinis  jiarts  of  the 
.State,  thus  putting  the  matter  as  far  as  ])ossible  in 
the  hands  <if  disinterested  jjarties,  and  it  seems  to  be 
proving  a  Itenefit  to  both  the  corporations  and  the 
community.  A  comjietent  State  Connnission  I  be- 
lieve would  insure  us  fair  rates  and  a  much  more  set- 
tled condition  as  to  competition,  etc..  thus  enhanc- 
ing the  \alue  of  our  securities. 

In  connection  with  rate-fixing,  one  ptjint  which 
has  always  been  a  matter  of  contention  lietween  mu- 
nicipalities and  corporations  is  whether  the  "going 
value"  shall  be  considered.  By  its  decision  in  the  case 
of  the  City  of  Omaha  vs.  the  C)maha  Water  Com]iany. 
the  Supreme  Court  of  the  United  States  has  appar- 
ently definitely  decided  that  municipalities  must  con- 
sider this  in  their  dealings  with  corporations.  This 
was  a  case  in  which  the  city  desired  to  purchase  the 
water  plant,  and  in  deciding  the  case  the  court  uses 
the  follow'ing  language,  about  which  there  certainlv 
can  be  no  doubt : 

'The  nption  to  purclia^c  c.xchulcd  ;iii\  \:iluc  cm  iiccouiit  "f 
unexpired  franchise;  but  it  did  not  limit  tlie  value  to  the  b.arc 
bones  of  the  plant,  its  physical  properties,  such  as  its  land,  its 
machinery,  its  water-pipes  or  settling  reservoirs  nor  to  what 
it  would  take  to  reproduce  each  of  its  physical  features.  The 
value  in  equity  and  justice  must  include  whatever  is  contrib- 
uted by  tlie  fact  of  the  connectinn  of  the  items  making  a  cum- 
Iilete  and  operating  plant.  The  (liffcrciirc  hrt:^;-cii  a  ilnid  f^hint 
and  a  Vn-c  one  is  a  real  value  and  is  independent  of  any  fran- 
chise to  iio  on  or  any  mere  good  li'ill  as  belnren  sueli  a  plant  and 
its  eitstoniers," 
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Anotlicr  luatler  wliicli  was  i)ruii,i;iit  u])  at  llu' 
last  session  ui  the  California  State  Legislature,  luit 
which  was  afterward  defeated  at  the  polls,  is  the 
separation  of  State  and  local  taxation.  I  hope  this 
([uestion  will  again  be  taken  uj)  u^ith  more  successful 
results,  for  I  believe  a  carefully  framed  amendment 
to  our  constitution  would  accomplish  much  in  the 
way  of  a  more  equitable  assessment  of  public  serv- 
ice corporations  than  is  now  possible,  and  would 
avoid  the  continual  wrangling  with  equalization 
boards  and  expensive  lawsuits  now  necessary  in  a 
great  many  cases  to  obtain  a  fair  property  valuation. 

There  is  still  time  now  to  get  these  matters  be- 
fore the  next  session  of  the  Legislature  and  I  iKjpe 
the  necessary  steps  will  be  taken  to  have  them 
enacted. 

Another  care  has  been  added  during  the  past 
year  to  the  already  plentiful  suppl_\-  now  worrying  the 
corporation  manager.  .\  I-'ederal  tax  of  one  per  cent 
per  annum  has  been  imposed  on  the  net  income  of 
all  corporations,  above  $5000.  No  corporal  inn  will 
(jbject  to  a  reasonable  license  tax  for  the  |)rivilege  of 
doing  business  as  a  corporation,  but  as  our  cor])orate 
charters  come  from  the  State,  this  law  can  be  regarded 
only  as  a  revenue  tax,  and  it  certainly  seems  an  un- 
just discrimination  that  a  corporation  should  l)e  taxed 
on  its  income  while  indi\  i<liials  nf  c(|ual  wealth,  and 
perhaps  carrying  on  exactly  the  same  business,  con- 
tribute nothing.  This  matter  is  now  in  the  courts 
and  it  seems  as  though  it  sliould  be  decided  uncon- 
stjtu'^ional. 

Labor  Conditions. 
There  has  been  one  drawback  to  an  otherwise 
generally  successful  and  prosperous  year,  and  that  is 
the  strikes  which  have  occurred,  principally  among  the 
metal  workers.  There  seems  to  be  no  reason  for  these 
strikes  except  a  general  discontent  and  desire  to  ex- 
tend the  domination  of  the  unions.  This  is  a  matter 
which  seriously  afifects  the  gas  industry,  not  only  l)i-- 
cause  it  means  delay  in  construction  work  needed  for 
the  winter's  load,  work  which  many  times  cannnt 
l)e  ])tit  off  without  disastrous  results,  but  also  (in  ac- 
count of  the  general  hard  times  it  brings  to  all  in- 
dustry. I  hope  the  iron  foundrymen  will  stand  firm 
in  their  resistance  to  the  demands  of  the  union,  and  1 
believe  that  we  as  gas  men  should  render  them  c\er\- 
assistance  in  suppressing  the  agitation.  I  belie\-e  that 
all  employes  should  Ije  accorded  liberal  treatment 
and  given  every  ojipnrtunity  to  learn  and  ad\-ance 
themselves  in  their  work,  but  one  successful  strike 
merely  leads  to  another  and  one  concession- granted 
to  organized  labor  merely  means  another  demand, 
until  they  reach  beyond  all  reason. 

Miscellaneous. 

The  recent  perfection  nf  the  tungsten  electric 
light  has  given  zest  to  the  com])etition  between  elec- 
tric and  gas  lighting,  and  there  have  been  great  im- 
provements made  in  the  incandescent  gas  lamp  as 
well  as  in  the  electric  light.  It  must  be  admitted 
that  up  t(i  the  present  time,  in  economy  and  in  the 
quality  of  the  light  given,  the  gas  lamp  has  not  been 
surpassed,  and  muc^i  has  also  been  done  in  the  way 
of  making  it  as  convenient  as  the  electric  light — a  sin- 
gle chain   cm   a  fixture  or  a   push   button   on   the   wall 


now  taking  the  i)lace  of  the  match.  The  United  Gas 
lnipr(i\ement  L'ompau}'  of  I'hiladeliihia  has  recently 
fitted  up  a  large  store  in  the  heart  of  the  business  dis- 
trict, de\-oted  entirely  to  handling  gas  appliances.  A 
recent  circular  of  theirs  gives  illustrations  of  some 
\er\'  neat  and  attractive  fixtures  which  equal  in  every^ 
way  the  most  modern  electric  fixtures.  A  notable 
demnnstralion  nf  what  can  be  done  in  gas  lighting 
was  also  gi\en  by  the  .\ational  Commercial  (las  As- 
sociation at  its  exliil)itinii  in  New  York  last  Decem- 
ber, 

(  )ne  thing  that  has  hurt  gas  lighting  considerably 
in  the  past  has  been  the  claim  put  forth  b\-  many 
that  it  was  uidiealth}-,  Init  it  has  recently  been  shown 
by  eminent  scientists  that,  especially  in  large  halls, 
it   is  rather  beneficial  than  otherwise. 

The  gas  furnace  and  automatic  water  heater  hax'e 
recently  been  brought  to  a  state  of  jjerfection  which 
makes  them  cnnnnercial  appliances  ;ind  they  are  now 
])otent  factors  in  increasing  the  cnnsunqjtinn  ])er 
meter.  There  has  also  recentl\-  l)een  placed  upnn  the 
market  a  new  gas  laundry  iron  which  I  hnpe  will  sup- 
ply a  long  felt  want  in  the  appliance  line.  Since  bal- 
looning has  become  such  a  fad  the  sales  of  gas  fni-  this 
purpose  is  (piite  a  consideration  in  snme  places. 

Last  December  a  very  serious  and  imusual  acci- 
dent h,-ippeiie<l  in  the  colla]3se  of  a  7,000,000  foot 
holder  in  lland)urg,  (iermany.  It  is  very  ini])rnb- 
able  that  such  an  acciilent  cniild  happen  in  this  cnun- 
try,  but  it  has  had  its  effect  upon  the  gas  industry 
all  over  the  world  from  the  fact  that  the  impression 
undoubtedly  gi\'en  the  general  pid)lic.  who  have  not 
time  to  analyze  such  matters,  is  that  all  holders  and 
all  gas  works  are  dangerous.  .\s  a  matter  of  fact, 
however,  this  accident  seems  to  have  been  caused 
by  the  very  extraordinary  custom  adopted  in  some 
cases  in  (iermany,  of  building  annular  holder  tanks 
and  leaving  the  space  inside  to  be  used  for  storing 
materials,  etc.  The  iron  roof  of  this  store-room, 
upon  which  of  course  was  exerted  the  pressure  due 
to  the  weight  of  the  lifts  of  the  holder,  was  prob- 
ably defective,  allowing  the  gas  to  leak  nut  through 
the  chand)er  below   to  nearby  generalnr   fires. 

Speaking'  of  Imlders,  I  noticed  in  a  recent  issue 
of  the  London  Journal  nf  Gas  Lighting  a  description 
of  a  hnlder  tank  with  bulging  sides.  it  is  claimed 
for  it  that  the  strain  is  more  evenly  distril)uted,  al- 
lowing much  lighter  ])lates  to  be  used  and  conse- 
quently effecting  a  very  material  s'aving  in  cost.  .At 
first  glance  this  seems  a  very  peculiar  method  of  con- 
struction, but  as  the  one  described,  located  at  Sim- 
mering. N'ienna,  is  aj^jiarently  in  successfid  opera- 
tion and  is  of  no  small  proportions,  being  a  5,300,000 
cubic  fnot  holder,  it  would  seem  thar  this  question 
might  be  looke<l  into  with  considerable  profit. 

The  matter  of  rates  charged  for  public  utilities  has 
been  brought  \'ery  forcibly  to  our  attention  recently 
by  the  increase  in  the  prices  of  other  necessities  of 
life,  especially  the  rise  in  the  price  of  meat.  We  may 
well  feel  proud  that  rates  for  gas  and  electricitv,  nn 
the  contrary,  have  shown  a  steady  decrease,  ind  f 
hope  that  every  effort  will  be  made  to  continue  this 
decrease  in  the  future.  The  matter  of  revising  rates 
cannot  be  gone  n\er  too  frequently  by  the  companies. 
In   the  larger  cities  wdiere  the  rates  are  regulated   bv 
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iiiiinicipal  aulliorilics  llierc  i^  little  ii|i])iirluiiil\'  tn 
charRf  more  than  a  fair  rate.  Imt  in  the  smaller  cities 
wliere  there  is  iid  iiiterfereiiee  nf  this  kind  the  teinpta- 
tiun  is  tci  pnt  this  matter  nil"  liin,y;er  than  is  Inr  tlu- 
best  interests  oi  the  companies.  Such  a  jiolic}'  causes 
hard  feeling  not  only  against  the  particular  comijany 
l)ut  against  public  service  corporations  generally. 

liefore  closing  1  want  to  take  this  opportunity  to 
thank  the  officers  for  their  valuable  and  untiring  as- 
sistance during  the  past  year.  They  have  clone  e.v- 
cellenl  work  for  the  benefit  of  the  Association  and  are 
deserving  of  much  praise. 

I  also  want  to  call  your  attention  to  the  Ap]diance 
Exhibition  at  No.  416  West  Sixth  street.  Our  Novelty- 
Editor  has  succeeded  in  getting  up  a  display  which 
is  a  credit  to  the  .Association  and  I  believe  much 
benefit  will  be  derived  from  it.  I  hope  you  will  n>>{ 
fail  to  \  isit  it. 

.^ome  excellent  papers  ha\e  been  prepared  idr 
the  meeting.  The  subjects  chosen  I  believe  will  pro\e 
of  the  utmost  interest  to  all  of  us  and  they  have  been 
ahh  handled.  (  )ur  Wrinkle  and  E.xpcrience  Editors 
ha\'e  also  been  successful  in  getting  together  some 
very  interesting  and  instructive  data  in  their  depart- 
ment--. 

The  thanks  of  the  Association  are  certainly  due 
lu  the  fiiur  local  gas  corporations  which  have  ])ro- 
\ided.  in  comiection  with  the  meeting,  such  generous 
entertainment  t'or  the  members  of  the  Association  and 
their    families. 


COMBUSTION  OF  GAS  CARBON  OR  LAMP 
BLACK. 

BY  R.    L.    CLARKE. 

One  of  the  most  aggravating  positions  for  a  gas 
engineer  to  be  placed  in  is  the  accumulation  of  the 
by-products  for  which  there  is  very  little  market  and 
very  little  use  about  the  plant.  This  has  been  the 
case  for  many  years  past  in  the  manufacture  of  coal 
gas  in  which  the  by-products  of  coke,  tar  and  am- 
monia were  necessarily  considered  in  the  ])rofits  of 
the  plant  and  derived  entirely  from  the  judicious 
sale  of  the  same.  The  problems  have  been  worked 
out  by  the  coal  gas  companies  by  the  introduction 
of  water  gas  apparatus  to  consume  the  coke,  the 
placing  of  tar  burners  under  the  coal  benches  ancl 
boilers  to  consume  the  tar,  leaving  only  the  ammonia 
as  a  by-product  for  commercial  sale. 

With  the  advent  of  the  oil  gas  industry  which 
originated  on  the  Pacific  Coast,  a  new  by-product 
came  up  and  is  an  important  factor  in  the  econom- 
ical manufacture  of  gas,  i.  e.,  carbon  recovered  from 
the  manufacture  of  gas  from  crude  oil.  The  first 
plants  manufacturing  gas  from  crude  imI  considered 
this  carbon  a  nuisance  and  expense,  an  entirely  un- 
welcome visitor  about  a  clean  gas  plant,  but  as  the 
gas  manufactured  from  crude  oil  increased  and  a 
larger  mmiber  of  gas  plants  adopted  the  system,  it 
l)ecanie  generally  understood  that  the  carbon  was  at 
least  good  for  fuel  under  the  steam  boiler.  Later  on 
its  value  w-as  increased  by  being  briqtietted  and  sold 
to  the  public  for  fuel.     Later  this  carbon  was  again  in- 

1   Paper  n-ad  at  IStli  .\iinual  Convintion  Pacific  Coast  Gas  .\ssociation. 


creased  in  \alue  by  lis  use  in  water  gas  generators 
in  ])lace  <jf  coal  or  coke  and  in  these  generators  it 
delivered  a  gas  sii|ieii"r  l>i  the  cil  1  ir  water  gas.  e\  en 
increasing  the  r..t.u.  i>l  the  mixed  nil  anil  water  gas. 
This  is  at  present  the  height  of  economy  in  the  use 
of  this  gas  carbon  but  all  gas  plants  are  not  equipped 
with  the  necessary  water  gas  apparatus  or  the  neces- 
sary carbon  coke  ovens  with  which  to  carry  out  this 
system  and  in  fact  most  of  the  plants  of  the  Pacific 
Coast  are  burning  this  carbon  under  tlieir  steam  boil- 
ers at  a  great  loss  in  efficiency  compareil  with  the 
use  of  the  carbon  in  a  water  gas  plant.  In  this  con- 
nection this  paper  will  be  confined  to  the  practical- 
combustion  of  gas  carbon  under  boilers  as  fdimd  in 
the  ordinary  gas  plant,  and  will  not  enter  lu  any 
extent,  into  the  technical  .-md  chemical  points  in  the 
combustion  of  this  carbon. 

It  has  been  the  custom  in  most  gas  jilants  ui  burn 
this  carbon  under  boilers  of,  the  ordinary  form  on  cast 
iron  grates  or  on  improved  forms  of  wrought  iron 
grate  bars  and  also  on  water  cooled  grate  bars.  All 
of  these  methods  either  with  natural  or  fnrced 
draught,  have  been  tried  out  and  have  resulted  in  the 
destruction  of  the  grate  bars  in  a  short  time  by  the 
excessive  heat.  Each  plant  has  its  own  individual 
plan  of  grate  bars  and  system  liy  which  the  carl)on 
should  be  burnetl  imder  the  bdilers.  It  is  \aried  frcmi 
the  simple  throw^ing  in  of  the  carbon  on  the  grates,  to 
an  exacting  method  of  coking  the  carbon  on  the  front 
of  the  grates  anil  then  distributing  over  the  surface  of 
the  grate  bars,  after  the  carbon  becomes  incandescent. 
There  has  also  been  some  economy  gained  Ijy  the  in- 
troduction of  an  oil  or  tar  burner  above  this  layer  of 
carbon  burning  on  the  grates.  This  method  of  burn- 
ing carbon  is  absolutely  wrong  and  in  opposititj.n  to  all 
the  correct  principals  of  combustion.  It  is  impossi- 
ble to  bring  a  fire  up  to  the  point  of  incandescence 
and  then  b}'  throwing  on  top  of  it  a  l^lanket  of  wet 
carbon.  ex])ect  to  get  ])roper  combustion  or  efficiency 
from  the  fuel  consumed.  It  is  radically  wrong,  even 
to  the  extent  in  which  it  is  carried  out  in  a  water  gas 
])lant.  where  the  carlxm  is  Inirned  down  by  several 
runs  of  the  generator  ttj  place  several  feet  of  wet 
carbon  on  top  of  an  incandescent  fire.  It  is  like 
handing  the  company  a  gold  brick. 

With  this  opinion  in  \iew,  I  have  tried  tu  design 
a  furnace  in  which  the  princijjals  of  coml)ustion  of 
not  alone  gas  carbon  but  coal  and  coke,  can  be  car- 
ried out  with  more  economical  results.  In  the  case 
of  coal  and  coke  the  resultant  ash  and  clinkers  are  a 
factor  to  be  considered,  which  in  the  furnace  I  refer 
to  has  not  been  considered,  as  the  presence  of  ash  and 
clinker  in  gas  carbon  is  so  small  that  this  point  can 
be  overlooked  to  a  great  extent. 

The  first  attempts  to  properly  burn  the  gas  car- 
bon were  made  by  the  use  of  one  of  the  under-feed 
stokers,  commonly  used  in  connection  with  the  burn- 
ing of  coal.  The  results  obtained  were  so  encpurag- 
ing  that  it  led  to  further  experiments  and  resulted  in 
the  designing  of  a  gas  carbon  furnace  similar  to  a 
dutch  oven.  The  ordinary  efficiency  obtained  from  the 
burning  of  .gas  carbon  on  grates,  either  with  forced 
or  natural  draught,  was  not  over  two  pounds  of  water 
evaporated  per  pound  of  carlion  and  the  boilers  could 
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not  possibly  be  worked  up  to  their  capacity  with 
this  system  of  burning  the  carbon.  By  the  use  of  the 
under-feed  stoker,  the  efficiency  was  increased  to  four 
pounds  of  water  evaporated  per  pound  of  carbon  and 
the  boilers  were  worked  up  to  their  capacity  without 
the  least  trouble. 

Encouraged  by  this  result,  a  furnace  was  de- 
signed and  erected  similar  to  a  dutch  oven,  such  as 
is  used  by  a  great  many  in  the  burning  of  saw-dust, 
only  the  operation  of  the  furnace  is  reversed. 

By  reference  to  the  illustration  it  will  be  noticed 
that  this  furnace  is  designed  on  the  lines  of  a  base 
burner  coal  stove.  The  main  apartment  of  the  fur- 
nace containing  the  carbon,  is  rectangular  and  cone 
shape,  being  several  inches  wider  at  the  bottom  than 
at  the  top  where  the  doors  for  the  admission  of  the 
carbon  are  placed.     This  is  designed  lo  facilitate  the 


t  fias  Carbon  Furnaci- 

feeding  of  the  carbon  which  is  Inirned  away  at  the 
bottom  of  the  furnace.  E.xperience  with  this  furnace 
has  shown  that  if  the  walls  are  perpendicular,  the  car- 
bon will  "hang  u])"  and  not  feed  down  unless  some 
mechanical  means  is  used  to  force  the  carbon  down  on 
to  the  air  blast.  Next  to  this  apartment  of  the  furnace 
is  located  a  blast  flue  into  the  end  of  which  is  con- 
nected a  blast  pipe  delivering  air  at  the  pressure  of  8 
m.  of  water  from  an  ordinary  blower. 

The  wall  dividing  this  air  flue  from  the  main 
apartment  of  the  furnace  in  which  the  carbon  is  being 
burned,  is  checkered  with  air  flues  so  that  the  air  is 
driven  into  the  carbon  at  the  base  of  the  main  apart- 
ment and  after  passing  through  the  Uody  of  carbon 
and  combining  with  it,  the  resultant  flame  passes 
under  an  arch  into  the  boiler  setting  at  a  point  which 
would  ordinarily  be  the  ash  pit.  The  heat  of  the  flame 
when  passing  through  this  archway  into  the  boiler  set- 
tmg  is   intense   and   the   combustion    is   complete,   all 
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smoke  being  eliminated  and  after  a  few  hour's  run, 
the  brick  work  of  the  furnace  of  the  boiler  acquires 
an  ahnost  white  heat  and  it  has  been  necessary  to  cau- 
tion the  firemen  as  to  the  limit  of  heat  that  can  be 
maintained  on  this  arch,  the  walls  of  the  boiler  set- 
tins:;;  and  the  tul)es  of  the  boiler.  If  care  is  not  taken 
in  regulating  the  blast  on  this  furnace,  the  arch  will 
be  melted,  necessitating  the  rebuilding  of  the  furnace. 
An  air  blast  is  also  introduced  just  below  the  filling 
doors  of  this  furnace  for  the  double  purpose  of  forcing 
the  smoke  and  gases,  that  are  formed  in  the  top  of 
this  apartment,  down  into  the  incandescent  carbon 
at  the  bottom  and  also  to  gradually  dry  out  and  re- 
move the  moisture  from  the  carbon  and  force  it  down 
through  the  fire.  Air  ducts  are  also  placed  through 
the  top  of  the  arch  for  the  dual  purpose  of  cooling 
the  arch  and  aiding  in  the  combustion  of  the  gases, 
which  are  passing  the  arch,  similar  to  the  system  used 
in  an  ordinary  regenerative  coal  gas  bench. 

By  reference  to  the  prints,  it  will  be  seen  that 
the  air  ducts  in  the  dividing  wall  between  the  carbon 
apartment  and  the  main  air  duct,  are  extended  by  the 
use  of  fire  brick,  so  that  the  lower  air  ducts  are  about 
half  way  across  the  width  of  the  main  apartment. 
This  is  necessary  because  of  the  increased  width  of 
the  bed  of  carbon  at  the  base  of  the  furnace,  the  idea 
being  to  give  an  equal  depth  of  carbon  in  front  of 
each  series  of  air  ducts.  The  combustion  in  the  base 
of  this  furnace  is  intense.  There  are  no  grates  used 
in  the  furnace,  it  is  constructed  entirely  of  fire  brick 
and  unless  careful  attention  is  given  to  it,  by  the  fire- 
men, the  brick  forming  the  walls  and  the  arch  of  the 
furnace  will  be  melted.  On  account  of  the  accumula- 
tion of  the  slight  amount  of  ash  and  clinkers,  it  is 
necessary  about  once  in  ten  days  to  burn  down  the 
carbon  in  the  furnace  and  clear  out  the  accumulation 
of  clinkers  and  melted  brick. 

Careful  tests  made  on  the  boilers  to  which  these 
furnaces  were  applied,  have  given  evaporative  value 
to  this  carbon  of  five  pounds  of  water  per  pound  of 
carbon.  This  carbon  contained  40  per  cent  of  moist- 
ure when  introduced  into  the  furnace.  It  has  been 
found  necessary  to  have  from  30  per  cent  to  40  per 
cent  of  moisture  in  the  carbon  to  obtain  the  best  re- 
sults and  also  to  add  to  the  life  of  the  furnace.  If 
carbon  with  a  less  per  cent  of  moisture  is  used,  the 
same  amount  of  heat  is  not  obtained  and  the  fire  burns 
well  l)ack  into  the  furnace  apartment  and  melts  the 
openings  of  the  air  ducts.  This  seems  to  prove  con- 
clusively that  each  particle  of  carbon  with  its  absorbed 
moisture  is  really  a  small  water  gas  plant  in  itself. 
The  splitting  of  the  water  into  its  resultant  gases  and 
their  combination  with  the  carbon,  form  a  water  gas 
that,  unless  handled  with  caution,  will  melt  anything 
that  it  comes  in  contact  with.  By  the  use  of  these 
furnaces,  together  with  storage  hoppers  above  them 
and  proper  handling  of  the  carbon  by  the  latest  im- 
proved mechanical  appliances,  the  dread  that  every 
gas  man  has  for  the  pile  of  carbon,  should  soon  be 
eliminated  and  the  profits  of  the  gas  companies  in- 
creased in  accordance  with  the  increased  efficiencv  nf 
these  furnaces  over  the  ordinary  method  of  burning 
this  carbon. 


RELATIONS  WITH  THE  PUBLIC 

BY    S.    M.    KENNEDY. 

It  is  only  of  comparatively  recent  occurrence  that 
the  majority  of  public  utility  companies  have  given 
any  attention  to  the  subject  of  relations  with  the  pul)- 
lic,  and  I  am  compelled  to  admit  that  if  the  import- 
ance of  the  subject  had  been  recognized  at  an  earlier 
date  than  it  was.  there  would  now  be  less  absolute 
necessity  of  giving  it  the  grave  consideration  it  ap- 
parently deserves. 

A  few  short  years  ago  a  gathering  like  the  pres- 
ent would  have  deliberated  almost  entirely  on  such 
subjects  as  "The  Merits  of  Oil  Versus  Coal  for  Gas 
Making,"  "High  Pressure  Versus  Low  Pressure  Dis- 
tribution," "Storage  Capacity,"  "Service  Connec- 
tions," and  "Meter  Tests" — thinking  that  with  these 
conditions  satisfactory,  good  service  would  be  assured. 
Today  we  recognize  that  'good  service  only  begins 
with  the  proper  production  of  the  commodity.  A  few 
short  years  ago,  all  the  brains  and  ability  of  a  com- 
pany were  centered  in  engineers  and  operators  who 
could  calculate  how  many  thousand  cubic  feet  of  gas 
could  be  made  from  a  ton  of  coal,  or  a  barrel  of  oil. 
and  who,  at  the  end  of  a  year,  could  explain  how  their 
calculations  were  so  much  more  satisfactory  than  the 
operating  facts  developed.  At  that  time  the  public  was 
not  given  the  attention  it  receives  today.  Cheap  clerks 
and  green  boys  could  sell,  bill  and  collect  for  some- 
thing which  everybody  wanted  and  which  could  be 
procured  from  only  one  source  in  a  community. 

Notwithstanding  the  deliberations  and  discus- 
sions of  the  engineers,  the  service  was  not  always  per- 
fect, and  history  states,  complaints  were  frequently 
made,  but  not  as  frequently  given  the  needed  atten- 
tion. But,  note  the  change  today.  The  presidents 
and  directors  of  public  utility  companies  are  very 
much  on  the  alert,  and  anxious  to  secure  men  who 
are  able  to  meet  and  deal  with  customers  in  a  man- 
ner that  will  give  the  customers  satisfaction  and  re- 
flect credit  on  the  company.  It  has  been  said  that 
the  commercial  engineer  who  can  develop  the  busi- 
ness, and  please  the  public,  is  much  harder  to  obtain 
than  the  engineer  who  can  run  a  plant  or  lay  out  a 
distributing  system. 

No  one  can  deny  that  prejudice  against  corpor- 
ations exists  in  the  minds  of  many  people  through- 
out the  country.  Let  us  try  to  analyze  how  much  of 
this  prejudice  has  reasonable  cause  for  existence,  and 
how  much  of  it  may  be  classed  as  traditional.  To  a 
certain  extent,  the  antipathy  of  part  of  the  public  is 
founded  on  hearsay,  and  not  always  supported  by 
facts.  It  has  been  said  "The  evil  that  men  do  lives 
after  them."  and  I  have  in  mind  the  name  of  One  man 
who  put  a  stigma  on  public  utility  corporations  which 
seems  to  hurt  their  standing  in  the  public  mind  as 
much  today  as  it  did  a  quarter  of  a  centurv  ago.  when 
the  crime  was  committed.  He  was  a  gruff  man,  with 
a  big  head,  cold  looking  eyes  and  a  frowning  face, 
devoid  of  one  trace  of  magnetism.  He  was  a  conspic- 
uous figure  in  the  financial  world,  and  the  president 
of  a  great  railroad  corporation.  I  do  not  recall  the 
circumstances  surrounding  the  unfortunate  utterance: 
I  do  not  kiKTw  whether  or  not  he  had  anv  justification 
for  using  the   words,   but   he   is  credited   with   having 
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coined  the  expression  "The  public  be  damned."  The 
public  loudly  resented  it  then,  and  the  public  has 
since  been  unmistakably  suspicious  of  corporations, 
and  is  ever  ready  to  pounce  on  corporation  words 
or  actions  which  may  have  a  "public  be  damned  ' 
look  about  them.  Should  the  public  be  inclined  to  for- 
get the  words,  there  are  those  who  will  not  let  thcni 
do  so.  The  objectionable  sentence  is  the  cheap  phr.n^c 
used  as  a  headline  in  the  yellow  journal;  the  startling 
utterance  of  the  professional  agitator ;  the  slogan  of 
the  self-appointed  reform  politician,  and  the  squirming 
wail  of  the  unreasonable  customer. 

Not  long  ago  a  company  with  a  reputation  for  pro- 
gressiveness,  made  a  voluntary  cut  in  its  rate,  and  also 
put  into  effect  some  modifications  in  service  regula- 
tions. A  certain  councilman  in  the  benefited  city,  in 
an  effort  to  minimize  the  value  of  the  concessions,  made 
a  public  utterance  to  the  effect  that  the  Great  North- 
ern Gas  Company  had  changed  from  a  "'public  be 
damned"  corporation,  to  a  charitable  instituticm. 
E.xperience  shows,  however,  that  the  majorit}-  of 
councilmen  have  much  more  amiable  dispositions  liuui 
the  one  to  which  I  have  referred. 

You  and  I  have  had  to  work  hard  to  combut  the  dif- 
ficulties forced  upon  us  by  the  wrongs  committed,  and 
the  legacies  left  by  others  who  were  in  the  l)usiness 
before  us.  But,  gentlemen,  how  often  has  the  decent 
newspaper  had  to  acknowledge  that  a  com]nuiy  did 
not  do  the  right  thing  when  it  had  a  chance !  How 
often  has  the  fair-minded  business  men  blushed  when 
he  tried  to  defend  the  action  of  some  corporation ! 
How  often  has  the  cheap  politician  had  good  cause 
for  his  tirade  against  monopolies,  and  how  often  has 
the  complaint  of  the  reasonable  man  been  met  with 
scornful  indifference!  These  conditions  have  existed 
in  the  past — yes,  and  maybe  they  too  frequently  exist 
today. 

Prejudice  against  corporations  is  not  likely  to  be 
entirely  removed,  because  some  varieties  of  the  human 
family  can  never  be  satisfied.  However,  it  is  undoubt- 
edly true  that  this  antipathy  can  be  greatly  lessened  liy 
careful  conduct  on  the  part  of  the  corporations,  and 
the  timely  education  of  the  public  as  to  the  real  facts 
surrounding  the  production  arid  sale  of  the  utilities 
handled.  All  reasonable  people  are  willing  thai  ^ 
company  that  gives  good  service  should  receive  fair 
profits.  However,  in  a  reasonable  manner  they  must 
be  shown  just  what  rates  are  fair  for  the  service  given. 

The  one  thing  which  is  so  frequently  overlooked 
in  connection  with  the  gas  business  is  that  it  is  an 
intangible  commodity.  The  purchaser  does  not  see 
what  he  is  buying,  as  is  the  case  with  ordinary  mer- 
chandise. He  cannot  tell  by  his  bill  that  he  is  paying 
only  for  what  he  receives.  His  senses,  which  are  use- 
ful in  buying  other  things,  do  not  help  him  with  his 
gas  purchases.  The  only  sense  which  sometimes 
comes  into  use  is  that  of  smell,  and  if  he  were  to  rely 
on  that,  he  would  often  think  he  were  getting  ten 
times  as  much  as  his  bill  called  for.  Now,  under  con- 
ditions like  these,  we  nnist  rely  on  something  to  take 
the  place  of  the  senses,  and  the  only  substitute  is  re]i- 
resented  by  the  word  confidence.  It  will  be  through 
our  relations  with  the  ]>ul.)lic  that  this  confidence  will 
be  established  on  firm  ground,  or  wrecked  in  the 
quicksands  of  indift'erence. 


Let  us  now  consider  what  are  the  principal  means 
or  opportunities  which  we  have  for  friendly  relations 
with  the  public.  It  seems  to  me  that  they  are  four  in 
number:  (i)  the  press,  (2)  personal  interviews,  (3) 
letter  writing  and   (4)  the  telephone. 

The  public  utility  corporation  needs  the  columns 
of  fair  newspapers  to  help  in  educating  its  customers 
and  the  public  generally  as  to  the  best  uses  of  the  com- 
I  lodity  handled,  and  to  counteract  the  effects  of  inac- 
curate and  sometimes  intentionally  misleading  infor- 
mation, which  emanates  from  misinformed,  unreliable 
or  prejudiced  sources,  and  which  in  the  absence  of 
other  information  is  accepted  as  correct.  Good  adver- 
tising is  as  useful  to  the  gas  company  as  it  is  to  the 
department  store.  If  you  feel  that  your  customers  are 
not  using  as  many  thousand  cubic  feet  as  they  should, 
show  them  by  newspaper  advertising  how  they  can 
with  advantage  to  themselves  use  more.  If  the  public 
has  wrong  ideas  as  to  your  business  and  its  operation, 
use  the  reasonably  disposed  newspapers  to  put  them 
right.  You  have  no  more  important  duty  to  your 
own  interests  than  that  of  educating  the  public  to  a 
proper  appreciation  of  existing  facts,  after  you  are 
sure  they  are  what  they  ought  to  be.  All  publicity 
of  misinformation  should  be  counteracted  by  even 
greater  publicit}-  of  the  true  conditions.  The  public 
talks  of  your  enormous  income;  tell  them  about  enor- 
mous expenses.  Much  is  said  about  your  tremendous 
I)rofits:  tell  them  about  the  great  repair  and  mainte- 
nance, bills  you  are  called  upon  to  pay;  tell  them  about 
the  depreciation  bill  which  is  running  up  against  you 
day  and  night;  and  tell  them  about  the  small  rate  of 
interest  earned  on  the  capital  invested. 

Tell  the  public  what  you  are  really  doing  for 
them.  Show  them  how  constant  and  ready  is  your  ser- 
vice. The  consumer  turns  a  valve  in  any  part  of  his 
house ;  instantly  the  service  is  at  his  command.  Does 
^he  grocer,  butcher  or  baker  serve  him  as  quickly? 
Are  the  street  car,  or  the  telephone,  or  the  telegraph 
companies  at  his  command  as  readily?  Let  them 
know  these  and  other  advantages  they  possess  through 
your  agency.  Tell  of  your  difficulties,  your  successes 
and  your  plans  for  the  future.  Do  not  permit  the 
impression  to  be  created,  through  carelessness  or  lack 
of  frankness,  that  the  aim  of  the  company  is  to  take 
monev  irrespective  of  public  obligations.  You  will 
have  to  be  candid.  You  will  require  to  be  frank  with 
them  before  you  will  have  their  confidence. 

On  the  other  hand,  a  lack  of  a  reasonable  meas- 
ure of  publicity  is  likely  to  be  regarded  as  evidence 
of  conditions  which  you  desire  to  conceal  for  fear 
the  knowledge  of  which  would  tend  to  create  an  un- 
favorable impression. 

Let  us  now  consider  the  subject  of  personal  inter- 
views. Yours  may  be  a  great  company;  abundant 
capital  and  many  influential  stockholders.  Your 
president  and  directors  may  be  excellent  men,  with 
high  stapding  in  the  community,  but  the  truth  is  they 
are  probably  known  to  only  a  few  of  your  customers. 
Now,  the  public  does  not  judge  a  company  by  its  offi- 
cers and  directors,  but  by  such  employes  as  clerks,  col- 
lectors, solicitors,  meter  readers,  troublemen  and 
others  with  whom  business  brings  them  into  con- 
tact. These  are  the  men  who  see  the  customers  in 
your  office,  or  meet  them  m  their  homes  or  places  of 
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business,  who  represent  the  company  in  its  inter- 
course with  the  pubHc.  and  it  is  by  the  words  and 
actions  of  such  men  that  the  public  praises  or  con- 
demns your  company.  Each  man  connected  with  your 
organization  can  do  something  each  day  to  help  your 
compan}-'s  standing  in  the  public  mind.  But  one 
man's  lapse  into  careless  inattention,  or  lack  of  tact 
may  undo  in  a  minute  all  the  good  which  you  may 
have  built  up  to  your  credit  in  a  month.  Clerks  in  the 
office,  and  employes  working  on  the  outside,  do  not 
fully  realize  their  importance  in  connection  with  the 
success  of  the  company's  business.  Sometimes  those 
a  little  higher  ui  than  the  employes  mentioned,  over- 
estimate their  importance,  and  do  as  much  harm  as 
those  below-  them.  .\n  authority  on  the  subject  re- 
cently stated  that  "at  least  seventy-five  per  cent  of 
public  ill  feeling  against  public  service  organizations 
has  been  failure  of  operating  companies  to  take  pains 
to  please  their  customers."  If  such  is  the  case,  con- 
sider how  important  it  is  that  each  man  should  be  in- 
formed as  to  what  depends  upon  him,  and  have  him 
realize  that  by  his  words  and  works  the  company  is 
being  judged. 

You  may  issue  instructions  time  and  again  as  to 
the  deportment  of  your  men.  You  may  print  books 
of  rules  and  regulations  and  distrilnite  them  through- 
out your  diflferent  departments,  btit  unaided  they 
won't  obtain  the  desired  results.  Your  men  must 
also  be  taken  into  your  confidence.  The  heads  of  de- 
partments must  know  the  company's  policy  and  wishes, 
and  must  impart  them  personally  to  the  men  under 
them,  and  again  and  again,  at  every  opportunity,  by 
svord  and  action,  show  how  the  public  must  be  treated. 

It  is  a  fact  much  to  be  regretted,  that  as  a  rule 
there  is  not  the  right  sympathy  between  the  public  and 
the  gas  company,  ^^'hy  does  this  condition  exist?  Is  it 
because  they  do  not  understand  each  other?  \\'eH. 
wdiy  don't  they?  Because  the  company  is  largely  at 
fault !  True,  the  intention  of  your  directorate  may  be 
perfect,  but  a  certain  undesirable  place  is  reported 
to  be  paved  with  those  things.  Intentions  must  be 
followed  by  instructions,  and  instructions  must  be  car- 
ried out  by  individual  employes.  It  may  be  true 
that  your  business  is  the  only  one  of  its  kind  in  your 
community,  and  that  the  public  must  come  to  you  if 
it  wants  service.  Did  you  ever  stop  long  enough  to 
consider  that  that  very  reason  does  not  make  the  pub- 
lic less  critical?  If  your  customers  are  treated  with 
consideration,  it  is  particularly  pleasing  to  them,  but 
if  with  discourtesy,  it  rankles  through  and  through, 
because  they  have  no  recourse,  but  inust  continue 
doing  business  with  you.  Customers  will  ask  ques- 
tions about  what  they  do  not  know^  Employes  may 
be  asked  the  same  question  fifty  times  a  day,  by  fifty 
different  people.  But  what  of  it!  They  all  want 
the  information,  and  if  answered  politely,  will  usually 
be  satisfied.  Each  man  representing  a  point  of  con- 
tact, who  meets  the  public  personally,  should  be 
selected  and  fitted  for  his  position.  .'\t  your  plant 
you  use  great  care  in  the  construction  of  your  ma- 
chinery. You  would  not  think  of  putting  a  half  inch 
rivet  into  a  one-inch  hole  and  expect  it  to  work  satis- 
factorily. You  would  not  permit  a  rough  surface  to 
remain  on  a  valve  which  you  must  handle  constantly. 
Well,  keep  your  eye  on  your  office  and  use  the  same 


amount  of  sense.  Don't  expect  an  inexperienced  boy 
to  handle  your  complaints  satisfactorily.  Get  more 
mature  men.  They  will  handle  the  public  better,  and 
the  public  likes  to  talk  to  them.  Look  out  for  the 
men  with  the  rough  surfaces ;  the  men  who  prefer 
to  argue  and  not  explain.  They  may  win  many  ar- 
guments, but  they  lose  many  friends  for  your  com- 
pany. ^^'hile  your  mind  is  on  your  office  force,  take 
a  look  at  the  office  itself.  That  high  railing  and  grill 
work  is  not  necessary,  and  obstructs  the  view.  Take 
it  down.  Those  little  windows  through  which  your 
clerks  talk  have  a  stand-ofif  appearance ;  abolish  them. 
Let  the  public  see  into  your  office  and  learn  what 
your  men  look  like.  Let  your  men  have  a  chance  to 
mentally  put  themselves  in  the  customers'  place. 
Perhaps  it  will  help  them  to  understand  each  other 
lietter. 

Letter  writing  is  of  great  miportance  in  connec- 
tion with  the  relations  of  the  larger  companies  with 
their  customers.  Many  complaints  are  forwarded  in 
letters;  many  inquiries  are  received,  and  requests 
made.  We  all  know  that  a  letter  itself  is  only  cold 
type  and  thin  paper.  The  gesture,  the  facial  expres- 
sion, the  twinkle  of  the  eye  and  the  nod  of  the -head, 
are  all  absent.  Just  the  words  are  there  to  do  the 
talking.  Consequently  we  must  be  more  than  care- 
ful. .After  what  we  have  dictated  has  been  forgotten, 
the  letter  remains  in  the  other  fellow's  jjossession,  and 
he  may  take  it  up,  now  and  again,  to  look  at  it.  If  it 
contained  anything  that  hurt  when  received,  it  prob- 
ably hurts  more  each  time  it  is  read,  and  likely  the 
reader  is  loading  a  gun  for  some  one.  A  hot  letter 
sent  in  reply  to  a  caustic  letter  received,  is  poor  busi- 
ness. Your  letter  may  be  really  smart  and  burn  with 
righteous  indignation,  but  what  good  does  it  do  your 
ciimtiam-.  Sunnose  your  customer  had  some  griev- 
ance, real  or  imaginar}-.  he  had  better  be  conciliated. 
If  not.  he  will  become  more  angry,  and  talk  against 
you.  and  take  his  business  somewhere  else  at  first 
opportunity.  Your  company's  letters  to  customers 
should  be  handled  by  experienced  employes. 

Have  you  ever  recognized  how  much  of  your 
particular  business  is  handled  over  the  telephone,  and 
with  what  rapiditv  the  number  of  telephone  calls  in- 
crease? This  point  of  contact  bids  fair  to  one  day  be- 
come the  most  important  of  all.  Perhaps  even  today 
the  telephone  is  the  door  through  which  most  of  your 
patrons  enter.  Better  be  sure  it  is  well  oiled  and 
well  attended.  Yon  probably  have  a  private  exchange. 
Does  your  operator  answer  pleasantly  with  the  com- 
panv  name,  and  connect  at  once  with  the  person  and 
department  wanted?  Do  you  know  that  when  the 
department  answers,  as  well  as  when  the  operator 
answers,  the  response  is  clear  and  courteous.'  Some 
one  responsible  in  vour  office  should  see  that  em- 
ployes handle  all  telephone  calls  with  the  same  de- 
gree of  care  as  thev  do  when  attending  to  patrons  who 
make  personal  calls  at  vour  office.  The  telephone 
is  a  ereat  factor  in  your  business,  and  should  be  de- 
veloped ".'ith  the  care  and  attention  its  importance 
mcrit'=.  Insist  on  telephone  calls  being  'answered 
promptly  and  pleasantly.  Experience  has  shown  that 
over  the  telephone  as  nowhere  else,  pleasant  tones 
and  courteous  language  are  required.  One  must  make 
his  iniiiression  entirely  through  what  he  says  and  the 
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way  he  says  it.  The  telephone  of  sonic  companies  is 
frequently  a  liability,  but  it  can  and  should  always 
be  made  a  valuajjle  asset. 

In  all  of  a  public  utility  company's  relations  with 
the  [niblic,  the  attribute  of  tactful  courtesy  should  be 
paramount.  This  quality  attracts  the  new  customers 
you  are  looking  for,  and  makes  the  older  ones  feel 
at  ease  and  satisfied.  It  is  in  fact  the  open  sesame 
to  the  public  good  will.  It  must  now  be  acknowl- 
edged that  a  company  cannot  long  be  successfully  op- 
erated without  the  good  will  of  the  public.  No  com- 
pany can  afford  to  assume  an  independent  attitude. 
No  matter  how  big  the  corporation,  it  is  vulnerable  ; 
its  very  greatness  sometimes  making  it  a  bigger  and 
a  better  target.  And  as  for  independence,  the  man 
who  runs  a  peanut  cart,  and  has  only  a  five-dollar 
capital  invested  in  his  business,  is  a  thousand  times 
more  independent  than  the  corporation,  with  its  mil- 
lions. This  good  will  we  want  does  not  come  by  say- 
ing one  thing  and  doing  another ;  it  comes  by  doing 
the  right  thing — the  square  thing,  all  the  time;  by  giv- 
ing care  to  what  is  promised,  and  by  keeping  the 
promises  made. 

This  real  courtesy  we  are  talking  about  does  not 
mean  |)ala\  er,  bowing  and  scra])ing,  but  comnum,  or- 
dinary, every-day  politeness.  It  does  not  mean  toady- 
ing to  customers,  whether  they  are  big  or  little,  but  the 
giving  to  all  a  cheerful  attention.  It  is  the  kind  that 
gives  and  wins  a  smile :  the  kind  that  does  not  forget 
to  say  "thank  you"  when  the  opportunity  occurs. 
'  'Jliis  sort  of  courtesy  is  a  fine  art,  and  is  as  necessary  to 
the  healthy  growth  of  your  business  as  is  the  sun- 
shine to  the  Mowers. 

The  larger  a  corporation  becomes,  the  greater  the 
tendency  to  drift  farther  and  farther  away  from  indi- 
vidual consumers.  Instead  of  speaking  of  "our  cus- 
tomers," we  speak  and  think  of  the  pu]:>lic.  Xow,  that 
is  just  the  condition  that  our  customers  do  not  like. 
They  object  to  being  herded,  and  desire  their  indi- 
viduality to  be  recognized.  The  representatives  of  a 
corporation  in  any  city  should  be  men  who  are  iilen- 
tified  with  the  city's  interests  in  public  matters;  should 
be  connected  with  civic  and  commercial  bodies,  and 
known  to  be  working  for  the  up-building  of  the  mu- 
nicipality. A  line  up  with  commercial  clubs,  boards  of 
trade,  and  similar  broad-gauge  civic  bodies,  will  e\en- 
tually  be  more  profitable  than  patronizing  j^oliticians, 
and  wasting  time  in  attempting  to  manipulate  politi- 
cal machinery. 

Let  us  encourage  our  men  to  know  and  remem- 
ber our -customers  by  name.  They  are  human  and 
like  it.  Of  course,  each  man  cannot  remember  all  of  the 
company's  customers,  but  each  man  does  not  come  in 
contact  with  all.  It  is  those  he  constantly  meets  that 
the  employe  should  be  expected  to  know.  One  of 
the  best  ways  to  know  a  customer  is  when  he  comes 
with  a  complaint.  If  a  man  has  a  complaint  rankling 
in  his  Ijreast,  the  only  thing  to  do  is  to  get  it  out. 
Troubles  and  complaints  are  opportunities  to  make 
friends ;  and  friends  made  this  way  are  good  workers 
for  you  and  your  business. 

Much  is  said  these  days  regarding  the  "])ublic 
policy"  of  companies  such  as  are  represented  here, 
and  almost  every  gas  and  electric  association  in  the 


United  States  has  a  standing  committee  that  brings 
in  regular  reports  on  the  subject.  Now,  there  ai-e 
two  definitions  to  this  word  policy,  (I)  A  system  or 
method  for  the  administration  of  the  affairs  of  a  gov- 
ernment or  of  any  institution;  (2)  Management  or  ad- 
ministration based  on  temporal  or  material  interest, 
rather  than  on  principles  of  equity — hence,  worldly 
wisdom,  cunning,  stratagem.  It  will  be  remembered 
that  I  am  not  now  speaking  for  any  company  or  or- 
ganization, but  for  myself  alone.  Consequently,  I  am 
free  to  state  that  there  are  times  when  I  have  seen 
or  heard  of  the  word  policy  being  usea  in  the  latter 
sense  that  I  have  been  tempted  to  exclaim  "policy 
be  damned."  Away  back  some  years  ago,  when  I 
was  learning  to  write,  I  spent  hours  copying  a  head- 
line which  read  "Honesty  is  the  best  policy."  I  have 
learned  since  those  days  that  it  is  a  good  thing  to 
be  honest,  and  if  one  has  no  other  reason  for  his 
honesty,  let  him  be  so  as  a  policy.  But  all  the  same, 
it  is  a  mighty  poor  reason. 

Alajbe  we  consider  policy  too  much  in  our  rela- 
tions with  the  public.  When  I  borrow  my  neighbor's 
lawn  mower,  and  he  gets  the  loan  of  my  wheel-barrow, 
we  don't  think  of  the  question  of  policy.  We  are 
neighborly,  and  that's  all  there  is  to  it.  When  I  want 
to  buy  a  cigar,  or  a  necktie,  or  a  pair  of  shoes,  I  don't 
consider  the  question  of  policy — I  just  drop  in  to 
some  store  I  know,  and  select  what  I  want.  I  prob- 
ably know  that  the  man  keeps  the  desirable  kind  of 
goods;  that  his  prices  are  right;  and  that  he  and  his 
assistants  are  courteous,  and  have  a  smile  or  a  word 
of  recognition  when  they  see  me.  In  personal  mat- 
ters, I  may  sometime  think  of  reciprocity,  but  not  of 
policy.  Our  customers  should  realize  that,  after  all, 
a  corporation  is  only  an  aggregation  of  individuals. 
I  recognize  that  some  things  must  be  done  for  politic 
reasons,  but  why  should  a  corporation  eternally  re- 
quire to  study  policy?  Why  not  the  man  to  man 
idea,  instead  of  "the  corporation  and  the  public"  atti- 
tude? Why  not  have  customers  go  to  your  office 
to  do  business  feeling  that  the_\-  like  to  do  business 
with  you?  Why  not  cut  out  the  word  policy  in  the 
sense  it  is  usually  accepted  by  corporations,  and  let 
your  patrons  understand  that  the  only  policy  you 
know  in  connection  with  your  compau;'  is  "the  public 
be  pleased."  That  policy  does  not  mean  giving  way 
to  all  demands.  It  does  not  necessitate  loss  of  dignity, 
self-respect,  or  income,  but,  on-  the  contrary,  when 
faithfullv  carried  out,  it  represents  the  easy,  safe  and 
profitaljle  way  of  doing  business.  With  a  "public  be 
pleased"  policy,  your  difficulties  will  decrease  in  pro- 
portion with  the  length  of  time  it  is  in  effect,  and  the 
subject  of  "relations  with  the  public"  will  gradually  be 
changed  from  a  vexed  problem  to  a  condition  closely 
resembling  that  of  pleasure. 


The  largest  induction  coil,  hithert(T  the  famous 
Spottiswoode,  is  now  stated  to  be  a  German  coil  which 
gives  a  50  in.  spark,  requiring  30  amperes  at  1 10  volts. 
The  iron  core  is  80  in.  long.  The  primary  coil  con- 
sists of  six  layers  of  copper  tape,  making  altogether 
792  turns,  and  the  secondary  coil  contains  100  miles  of 
copper  wire  about  one-hundredth  of  an  inch  in  thick- 
ness. 
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A  SYSTEM  OF  RATES  FOR  ELECTRIC  LIGHT 
AND  POWER  AND  ITS  APPLICATION.' 

i:V   STErHEN   A.    IIOAG. 

Electricity  is  a  manufactured  [jroduct  and,  like 
other  niaiuilactured  ]iroducts,  the  cost  at  which  it  is 
sold  should  be  proportional  to  the  cost  at  which  it  can 
be  produced. 

If  electricity  could  be  manufactured  continuously 
at  a  uniform  rate  and  then  stored  away  to  be  supplied 
when  required,  it  could,  like  many  other  manufacture'd 
products,  be  sold  at  a  uniform  price.  But  electricity 
cannot,  like  oil,  be  drawn  from  a  barrel  when  wanted, 
nor  like  gas,  taken  from  a  holder  where  it  is  stored; 
manufactured  goods  can  be  made  and  placed  in  ware- 
houses to  be  supplied  when  there  is  a  market  for  them, 
water  can  be  pumped  steadily  from  wells  to  reservoir 
where  it  is  held  subject  to  the  demands  of  the  con- 
sumers, but  electricity  must  be  manufactured  the  in- 
stant it  is  used ;  the  generators  must  turn  and  the 
network  of  distribution  lines  must  be  kept  hot,  holding 
in  reserve  current  subject  to  the  instant  call  of  every 
customer  on  the  line.  Now,  if  the  requirements  of 
these  customers  came  at  various  odd  times  during  the 
day  they  might  be  made  to  fit  in  and  overlap  one 
another  and  produce  some  sort  of  uniform  load,  but 
imfortunately  this  is  not  the  case,  for  their  demands 
occur  simultaneously  as  darkness  comes  upon  us  all 
at  the  same  time  and  artificial  light  is  needed  to  pro- 
long the  daylight  hours.  This  means  that  an  electric 
generating  station  must  have  an  excess  of  capacity 
over  that  ordinarily  required  simply  to  supply  current 
during  one  or  two  hours  of  the  working  day,  moreover, 
as  darkness  comes  an  hour  or  two  before  the  close  of 
the  working  day  in  winter,  while  it  comes  after  the 
close  of  the  working  day  in  summer,  it  follows  that 
the  demand  upon  the  electrical  generating  station  in 
the  winter  will  be  much  in  excess  of  the  demand 
during  any  other  season  of  the  year. 

To  arrive  at  a  proper  rate  of  charge  for  electrical 
energy  it  is  first  necessary  to  determine  the  nature  of 
the  costs  which  enter  into  its  production  and  then  to 
properly  proportion  these  costs  among  the  various 
customers  served  so  each  shall  bear  his  just  share  and 
automatically  earn  the  rate  which  he  gets. 

For  every  electric  light  plant  with  its  distributing 
system,  there  are  certain  overhead  expenses  which  are 
independent  of  the  output  or  kilowatt  hours  generated. 
These  are  the  fixed  expenses  of  interest  and  deprecia- 
tion, taxes,  insurance ;  also  salaries  of  oflficers,  general 
office  expense,  advertising,  legal  fees,  etc.  All  these 
expenses  go  on  day  by  day  whether  current  is  sold  or 
not.  Then  there  are  the  variable  expenses  of  operation 
which  are  directly  proportional  to  the  output.  Among 
these  is  included  fuel,  if  the  plant  is  operated  by  steam, 
also  oil,  waste  and  miscellaneous  supplies,  wages  of 
various  operators,  maintenance  of  machinery,  cost  of 
operating  lamps  and  meters,  incandescent  lamp  re- 
newals, etc. 

From  the  fact  that,  as  we  have  seen,  a  plant  of 
large  excess  capacity  is  required  to  take  care  of  the 
heavy  lighting  demand  of  the  winter  peak,  it  is  evident 
that  the  fixed  charges  on  this  large  investment  will 
constitute  a  large  part  of  the  total  cost  of  producing 
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current,  also  that  the  more  hours  this  plant  is  operated 
each  day,  and  the  greater  the  number  of  kilowatt  hours 
produced,  the  lower  will  be  the  unit  cost  per  kilowatt 
hour,  since  the  fixed  expense  remains  constant  while 
the  running  expense  varies  with  the  output. 

To  illustrate  in  figures:  Consider  the  case  of  a 
plant  of  400  kw.  rated  capacity  costing  $100,000  ($250 
per  kw.),  for  generating  and  distributing  system  com- 
plete; assume  the  fixed  expenses  not  proportional  to 
output  as  16  per  cent  of  total  cost  ($16,000  per  year). 
Assume  variable  expenses  at  2  cents  per  kw.-hour. 
Then  if  this  plant  were  to  run  24  hours  per  day  for 
365  days  of  the  year  (load  factor  of  100  per  cent),  it 
would  generate  3,504,000  kw. -hours  and  the  fixed  ex- 
penses of  $16,000  divided  by  3,504,000  gives  a  fixed 
charge  of  .456  cents  per  kw.-hour,  which,  added  to  the 
\  ariable  charge  of  2  cents,  gives  a  total  cost  of  2.456 
cents  per  kw.-hour  for  current  produced.  If,  however, 
this  plant  operated  only  one  hour  per  day  (load  factor 
of  4.17  per  cent)  instead  of  24  it  would  generate  146,000 
kw. -hours  and  $16,000  divided  by  146,000  gives  a  fixed 
charge  of  10.958  cents  per  kw.-hour,  and  adding  2  cents 
to  this  gives  12.958  cents  total  cost  per  kw.-hour  gen- 
erated. The  following  table  shows  the  variation  of 
the  total  cost  of  current  with  different  number  of 
hours"  operation  of  plant  per  day,  or  what  is  the  same 
thing,  different  load  factors: 

Load        Fixed  Exp.      Variable       Total 
tirtixr       per  kw-hour     expenses.    Cts.  per 
'^""'-      output.  Cts.  Cts.         kwhour 

l.OA  43.84  2  45.84 

2.0,S  21.92  2  23.92 

4.17  10.S6  2  12.96 

8.34  5.48  2  7.48 

12.50  3,64  2  5.64 

20.80  2.19  2  4.19 

33.33  1.369  2  3.37 

41.66  1.09  2  3.09 

66.66  .685  2       '          2.68 

100.00  .456  2  2.45 

Now  the  load  factors  of  its  customers  combine  to 
make  the  load  factor  of  the  central  station,  also  we 
are  agreed  that  current  should  be  sold  at  a  price  which 
is  proportional  to  the  cost  of  its  production.  It  follows 
that  a  correct  rate  system  must  take  into  account  the 
load  factors  of  consumers  and  must  be  so  designed 
that  as  the  consumer  increases  the  number  of  hours 
per  day  that  he  uses  his  load,  he  will  automatically  get 
a  lower  average  rate. 

This  result  is  accomplished  in  the  so-called  "readi- 
ness to  serve"  and  "ma.ximum  demand"  rate  systems. 
In  the  "readiness  to  serve"  system  each  consumer  is 
subjected  to  a  fixed  charge  per  month  or  per  year  for 
current  held  in  reserve  for  him,  said  charge  being 
proportional  to  the  number  of  lamps  which  he  has 
installed  and  their  resulting  maximum  demand  upon 
the  generating  systems ;  the  consumer  then  pays  an 
additional  low  uniform  rate  per  kw.-hour  for  all  cur- 
rent he  actually  uses.  The  fixed  or  readiness  to  serve 
charges  are  intended  to  cover  those  fixed  or  overhead 
cliarges  on  the  generating  and  distributing  system  of 
the  central  station  serving  him  and  the  additional  rate 
per  unit  of  current  used  is  intended  to  cover  those 
operating  costs  proportional  to  output. 

An  example  of  this  rate  system  is  the  Doherty 
system  used  in  Denver,  Colorado,  where  a  fixed  charge 
per  year  is  made  for  each  i6-candlepower  lamp  con- 
nected, an  additional  fixed  charge  per  year  for  the  cost 
of  serving  each   individual   customer,  plus   a  uniform 


Avetige 

daily  hours 
use. 

kw-hour 
output. 

Vi    hour 

36,500 

'/2            ■■ 

73,000 

1 

146,000 

2 

292.000 

3 

438.000 

5 

730,000 

8        ■■ 

1,168,000 

10        " 

1,460,000 

16 

2,336,000 

24 

3,504,000 

September  24.  1910) 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


275 


rate  per  kw.-hour  for  all  current  used.  Another  exam- 
ple of  a  "readiness  to  serve"  system  is  that  in  St.  Louis, 
Missouri,  and  Seattle,  Washington,  where  a  guaran- 
teed minimum  charge  per  month  is  made  for  each  16- 
candlepower  lamp  connected  and  all  current  used 
above  this  minimum  is  charged  for  at  a  uniform  rate 
per  kw.-hour.  By  guaranteeing  a  larger  minimum  per 
lamp  per  month,  the  customer  may  obtain  a  lower  rate 
per  kw.-hour,  which  is  right,  since  he  thereby  increases 
his  load  factor. 

A  variation  of  the  above  "readiness  to  serve"  sys- 
tem is  the  ''maximum  demand"  or  "differential"  rate 
system  consisting  of  a  primary  or  base  rate  per  kw.- 
hour  and  a  lower  secondary  rate.  The  base  rate  applies 
to  a  certain  number  of  hours'  use  per  month  of  the 
maximum  current  demand  which  the  consumer  calls 
upon  the  station  to  supply,  and  the  lower  rate  applies 
to  all  current  consumed  in  excess  of  this  amount.  The 
consumer  does  not  get  the  benefit  of  the  lower  rate 
until  he  has  used  enough  current  at  the  higher  rate  to 
reimburse  the  company  for  the  fixed  charge  on  that 
particular  portion  of  their  capacity  which  is  tied  up  or 
reserved  for  him. 

That  the  above  "readiness  to  serve"  and  "maxi- 
mum demand"  rate  systems  are  very  similar  is  shown 
by  the  following  example  : 

In  a  certain  Western  city  the  lighting  rate  is  1 5 
cents  per  kw.-hour  for  the  first  30  hours'  use  per  month 
of  the  maximum  demand  and  5  cents  per  kw.-hour  fnr 
all  current  used  above  this  amount:  in  a  neighboring 
city  the  lighting  rate  is  $3  per  kw.  of  the  maximum 
demand  per  month  plus  5  cents  per  kw.-hour  for  all 
current  used.  Now,  with  a  maximum  demand  of  1  kw., 
30  hours'  use  at  15  cents  per  kw.-hour  equals  $450; 
likewise,  30  hours'  use  at  5  cents  per  kw.-hour  equals 
$1.50,  which  added  to  the  $3  readiness  to  serve  charge 
equals  $4.50,  consequently  these  rate  systems  alxne  a 
4  per  cent  load  factor  are  identical.  They  show  a 
difference  only  for  those  consumers  who  use  their 
maximum  demand  less  than  one  hour  per  day.  These 
consumers  get  a  lower  rate  under  the  "differential" 
system. 

Comparing  the  above  two  rate  systems,  the  "readi- 
ness to  serve"  system  theoretically  fills  more  closely 
the  requirement  that  electric  power  should  be  sold  at 
a  price  proportional  to  the  cost  of  production,  and  if 
this  is  strictly  observed  in  making  out  any  specific  case 
of  rates  it  will  usually  be  found  that  the  short  hour 
user  has  to  pay  rather  a  high  rate  per  kw.-hour  for  his 
current.  While  this  is  correct  in  theory,  in  practice  it 
is  usually  considered  advisable  to  reduce  his  rate  and 
actually  serve  him  at  a  loss,  increasing  the  running 
charges  on  the  other  class  of  customers  enough  to 
make  uj)  the  difference,  because  the  short  hour  user 
and  small  customer  form  the  largest  percentage  of 
customers  served  and  their  good  will  is  much  sought 
by  the  central  station,  for  it  is  through  them  that 
franchises  are  obtained  and  expression  of  public 
opinion  voiced  by  the  press.  Reducing  the  rate  to  the 
short  hour  user  also  tends  to  prevent  the  introduction 
of  gas  and  gasoline  lighting,  for  it  is  the  customer  who 
has  the  large  installation  and  uses  it  for  only  a  few 
minutes  each  day  in  the  summer  months  or  perhaps 
only  once  a  week,  on  Saturday  nights,  who  most  bit- 
terly objects  to  a  high  minimum  charge  and,  if  he  is 


forced  to  pay  it,  goes  to  the  gas  company.  The  moral 
effect  on  a  newcomer  of  an  electric  lighted  town 
where  one  has  to  search  closely  for  a  gas  lighted  store, 
has  a  great  advertising  value  to  the  electric  company 
and  is  a  credit  to  its  rate  system.  For  the  above 
reasons  I  would  consider  the  "maximum  demand"  rate 
system  with  a  fixed  maximum  rate  per  kw.-hour 
preferable  to  the  "readiness  to  serve"  system. 

We  have  seen  that  a  rate  system,  to  be  correct, 
must  (a)  take  account  of  load  factor.  There  are  two 
other  requisites  which  it  must  also  have :  it  must 
recognize  the  fact  that  (b)  the  large  user  of  current 
earns  a  slightly  better  rate  than  the  small  user; 
(c)  the  power  user  earns  a  better  rate  than  the  light 
user. 

Discussing  condition  (b)  it  is  evident  that  a  large 
volume  of  business  at  a  single  point  of  delivery  earns 
a  better  rate  than  the  same  amount  of  business  dis- 
tributed over  a  large  area,  for  it  is  much  cheaper  to 
deliver  large  blocks  of  power  at  one  location  than  an 
equivalent  amount  of  power  to  a  number  of  small 
consumers.  The  cost  of  handling  individual  accounts 
ie  saved  as  well  as  the  additional  expense  for  distri- 
bution lines,  small  transformers  and  meters. 

The  Doherty  rate  system  recognizes  this  by  apply- 
ing a  uniform  service  charge  to  each  individual  con- 
sumer. A  more  usual  method  is  to  provide  discounts 
for  large  quantities  of  current  used,  these  discounts 
increasing  with  the  size  of  the  bill. 

Discussing  condition  (c)  :  power  rates  should  be 
lower  than  light  rates  for  two  reasons,  (i)  The  varia- 
ble expenses  per  kw.-hour  are  lower  due  to  certain 
costs  which  enter  into  light  service  but  do  not  enter 
into  power  service — among  these  expenses  are  lamp 
renewals,  arc  and  Nernst  lamp  repairs  and  trimming, 
additional  expense  and  attention  necessary  to  maintain 
good  voltage  regulation  and  reduce  complaints. 
(2)  The  fixed  expenses  are  lower  by  reason  of  the 
higher  diversity  factor  of  a  power  load.  Light  de- 
mands necessarily  come  on  simultaneously  as  artificial 
light  is  used  to  prolong  daylight  and  follows  natural 
laws.  Power  demands  of  various  motors,  on  the  other 
hand,  do  not  tend  to  come  on  simultaneously  but  vary 
with  the  individual  conditions  affecting  them  and  fit  in 
and  ox-erlap  one  another. 

Data  collected  from  various  centr-'l  stations  hav- 
ing a  large  power  load  indicate  that  the  ratio  of  the 
actual  demand  produced  on  the  generating  station,  to 
the  rated  horsepower  of  the  connected  load  in  motors 
is  I  to  4  or  greater.  Contrasting  this  with  a  ratio  of 
I  to  i.S.  which  approximateh'  represents  the  ratio  of 
the  demand  on  station  to  connected  load  in  lamps,  we 
see  that  the  power  load  should  not  bear  as  heavy  a 
proportion  of  the  fixed  charges  as  the  light  load,  hence 
the  "readiness  to  serve"  charge  or  the  base  rate  for 
power  should  be  less. 

In  addition  to  making  its  power  rates  lower  than 
its  lighting  rates,  the  central  station  should  also  make 
a  further  reduction  for  power  used  "off  peak" — that  is 
within  certain  specified  hours  of  the  day,  which  hours 
mark  the  beginning  and  ending  of  the  station  peak 
load  during  the  different  months  of  the  year.  These 
hours  should  be  specified  in  the  contract  and  their 
strict  observance  should  be  enforced ;  this  can  be 
accomplished  by  having  the  company's  inspectors  or 
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solicitors  "drop  in"  occasionally  on  the  customer 
during  those  hours  when  he  is  supposed  to  be  closed 
down,  or  it  can  be  profitably  accomplished  in  the  case 
of  large  power  customers  by  installing  graphic-record- 
ing wattmeters  or  ammeters  which  serve  the  double 
purpose  of  recording  the  time  at  which  the  load  goes 
off  and  the  amount  of  the  maximum  demand. 

In  arriving  at  this  off  peak  schedule  of  rates,  the 
fact  to  be  considered  is  that  the  running  charge  should 
remain  constant  and  the  readiness  to  serve  charge 
should  be  reduced,  for  since  this  power  load  by  agree- 
ment cannot  overlap  the  lighting  peak,  it  does  not 
require  or  tie  up  any  additional  equipment  in  the 
generating  station  but  uses  the  same  equipment  on 
which  the  fixed  expenses  are  already  being  met  by  the 
lighting  customers.  Theoretically,  the  fixed  charges 
in  this  case  should  be  only  that  necessary  to  take  care 
of  the  charges  on  the  investment  in  line  and  equip- 
ment necessary  to  ser\e  the  particular  customer;  how- 
ever, it  would  not  be  practical  to  agree  to  supply 
power  on  this  basis,  as  the  company  would  have  no 
protection  against  the  customer  shutMng  down  his 
plant. 

As  to  minimum  charges  for  power  rates :  where 
power  is  sold  on  the  "readiness  to  serve"  basis,  the 
"readiness  to  serve"  charge  per  kw-.  of  course  is  the 
minimum,  but  where  power  is  sold  on  a  sliding  scale 
or  dift'erential  rate  basis,  there  should  be  a  minimum 
charge  per  horsepower  of  rating  or  demand.  This 
charge  varies  with  various  companies,  running  from 
50  cents  per  horsepower  per  month  upwards ;  however, 
$1  per  horsepower  per  month  is  the  most  common 
minimum  and  is,  I  think,  the  fairest  for  all  classes  of 
users.  It  is  low  enough  to  encourage  the  use  of  small 
motors  of  from  3  to  10  horsepower  in  stores  and  small 
factories  and  it  is  high  enough  to  ensure  the  power 
company  a  return  of  $12  per  year  per  horsepower  of 
connected  load,  which,  as  we  have  seen,  equals  $48 
per  horsepower  or  $36  per  kw.  per  year  of  maximum 
demand  produced  at  the  station. 

Maximum  Demand  of  Power  Load. 

To  arrive  at  the  maximum  power  demand  on 
which  to  base  a  minimum  charge,  a  readiness  to  serve 
charge  or  a  base  rate,  is  sometimes  difficult.  For  a 
single  small  motor,  or  two  or  three  motors,  the  basis 
should  be  the  horsepower  rating,  but  where  a  factory 
with  numerous  motors  must  be  considered  or  several 
large  motors  operating  at  an  unknown  load,  measure- 
ments should  be  made  from  time  to  time  and  the  actual 
maximum  demand  of  the  installation  in  question 
determined. 

If  the  revenue  from  the  installation  will  justify 
installing  a  graphic-recording  wattmeter,  this  is  de- 
sirable, in  fact  I  have  in  mind  several  cases  where  thi^ 
is  done  and  power  is  sold  at  a  flat  rate  per  horsepower 
per  year,  based  on  the  reading  of  this  meter.  The 
readings  on  which  the  customer  is  billed  each  month 
are  a  given  number  of  peaks  of  a  certain  number  of 
minutes'  duration  as  defined  in  the  contract  and  this 
maximum  demand  once  recorded  holds  until  the  ex- 
piration of  the  contract  or  until  the  meter  subsequently 
records  ?  larger  maximum.  This  method  of  selling 
large  blocks  of  power  leaves  no  doubt  as  to  the  revenue 
which  will  be  returned  per  kw.  per  year. 


Maximum  Demand  of  Light  Load. 

To  arrive  at  the  maximum  demand  of  a  lighting 
load  the  "maxmeter"  or  "Wright  demand  meter"  is 
frequently  used.  This  shows  the  maximum  current 
in  amperes  which  the  given  load  produces  and  is  satis- 
factory in  some  cases.  It  records  with  comparative 
accuracy  when  used  with  carbon,  incandescent  and 
metallic  filament  lamps,  but  is  inaccurate  when  used 
with  Nernst  lamps  and  arc  lamps,  due  to  the  heavy 
starting  current ;  however,  since  the  tungsten  lamp  is 
rapidly  replacing  other  forms  of  illumination  the 
maxmeter  can  be  used.  But  the  maxmeter  is  not 
always  necessary  ;  we  know  that  in  certain  classes  of 
business  the  maximum  demand  is  the  full  connected 
load,  we  also  know  from  experience  and  previous 
measurement  that  in  other  classes  of  business  the  ratio 
<if  the  maximum  demand  to  the  connected  load  is 
definite — two  hotels,  for  example,  similar  in  size  and 
character,  should  have  the  same  ratio ;  likewise  two 
similar  oft'ice  buildings  in  fhe  same  locality.  It  is 
advisable  to  collect  and  tabulate  data  as  to  the  ratio 
of  maximum  demand  to  connected  load  for  the  various 
classes  of  business  handled  by  any  one  power  com- 
pany. This  information  can  then  be  used  in  applying 
rates  and  estimating  monthly  bills  in  the  case  of  new 
business. 

Residence  Rates. 

Residence  lighting  fullovvs  the  same  laws  as  com- 
mercial lighting  except  that  the  peak  occurs  somewhat 
later,  which  is  an  advantage.  When  "readiness  to 
serve"  or  "maximum  demand"  rates  are  applied  to 
residence  lighting,  the  demand  taken  should  be  from 
33  1/3  to  50  per  cent  of  the  connected  load,  otherwise 
the  rate  will  be  too  high.  A  residence  rate  should  be 
so  designed  as  to  encourage  the  use  of  cooking  and 
heating  devices,  flat  irons,  vacuum  cleaners,  and  in  fact 
any  device  used  outside  the  regular  lighting  hours. 
To  accomplish  this  it  is  necessary  that  the  current 
used  by  these  appliances  come  in  under  the  secondary 
rate,  hence  they  should  not  be  figured  in  on  the  maxi- 
mum demand.  Some  companies  make  a  special  heat- 
ing and  cooking  flat  kw.-hour  rate  without  minimum 
and  require  a  separate  circuit  and  meter  to  be  installed 
for  this  purpose.  However,  the  wisdom  of  this  is 
doubtful,  as  the  additional  expense  of  wiring  is  likely 
to  discourage  the  customer  and  a  separate  meter  means 
more  work  for  the  operating  and  accounting  depart- 
ments of  the  power  company  and  hence  additional 
operating  expense.  The  same  result  can  be  accom- 
plished by  the  differential  rate  with  a  properly  applied 
maximum  demand.  A  form  of  residence  rate  fre- 
quently used  in  connection  with  the  maximum  demand 
commercial  rate  is  a  sliding  scale  rate  independent  of 
connected  load ;  say,  for  example,  10  cents  for  the  first 
20  kw.-hours  used  per  month,  9  cents  for  the  next  20 
kw. -hours,  8  cents  for  the  next  20  kw.-hours  and  5  cents 
for  all  current  in  excess  of  60  kw.-hours  per  month. 
This  form  of  rate  saves  the  trouble  of  keeping  a  check 
on  the  installation  of  lamps  and  its  low  secondary  rate 
encourages  the  use  of  current  consuming  devices. 
It  should  certainly  receive  consideration. 

On  all  residence  rates  a  minimum  charge  of  at 
least  one  dollar  per  month  should  be  made,  as  the 
customer's  account  cannot  be  profitably  handled  for 
less  than  this. 
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Rates  for  Special  Uses  of  Current. 

Sign  lighting  and  outline  lighting  should  be 
encouraged  as  they  help  to  increase  the  load  factor. 
A  flat  rate  for  this  class  of  business  is  desirable,  the 
power  company  to  maintain  the  lamps.  This  flat  rate 
can  be  figured  on  the  basis  of  the  secondary  meter  rate 
of  the  rate  system,  allowing  six  hours  a  day  use  of 
current  or  25  per  cent  load  factor;  this  reduces  to  a 
flat  rate  per  lamp  per  month  and  the  signs  can  be 
turned  on  and  off  at  certain  definite  hours  by  men 
employed  by  the  company  or  the  signs  can  be  operated 
from  a  "sign  circuit"  controlled  from  power  house  or 
substation. 

Certain  classes  of  business  not  strictly  a  power 
load  should  be  taken  at  power  rates.  This  applies  to 
blue  printing  machines,  moving  picture  arcs,  tailor's 
irons  and  laundry  irons,  and  in  fact  any  load  which 
has  the  characteristics  of  a  power  load  and  is  large 
enough  to  justify  the  installation  of  a  separate  meter 
and  circuit.  Such  devices  used  on  a  lighting  circuit 
must  of  course  take  lighting  rates,  but  in  this  case 
their  maximum  demand  may  be  estimated  at  one-half 
its  actual  amount  since  the  diversity  factor  of  these 
devices  approaches  that  of  a  power  load. 

Rates  for  charging  storage  batteries  for  auto- 
mobiles, etc.,  should  be  those  of  the  oft'  peak  schedule 
above  referred  to,  as  this  current  can  easily  be  used 
outside  of  the  peak  load  hours. 

The  Lamp  Question. 

In  my  opinion  a  power  company  should  furnish 
free  the  first  installation  of  8,  16  and  32-candlepowcr 
lamps  to  its  customers  and  should  also  furnish  free 
renewals  of  these  lamps  when  they  burn  out.  In  this 
way  they  will  control  the  voltage  and  make  of  the 
lamp  used  and  the  customer  will  get  the  lamp  best 
adapted  to  the  current  furnished.  As  to  the  proper 
wattage  of  lamp  to  use.  I  believe  that  the  Gem  metal- 
lized filament  lamp  of  2.5  watts  per  candlepower 
nominal  rating  best  fills  the  requirements.  These 
lamps  can  be  renewed  free  in  the  50-watt  and  80-watt 
sizes,  and  by  using  them  at  their  bottom  voltage,  a 
life  is  obtained  equal  to  or  better  than  that  of  the 
ordinary  3.5-\vatt  carbon  lamp,  while  the  current  con- 
sumption is  much  less.  Since  the  first  cost  of  these 
lamps  is  slightly  in  excess  of  the  carbon  lamp,  the 
renewal  cost  per  1000  hours  will  be  about  the  same, 
while  they  give  a  whiter  light  and  produce  better 
satisfaction  among  customers.  Their  use  will  reduce 
the  load  on  overloaded  lines  and  transformers  and 
improve  the  regulation,  and  by  reducing  the  station 
peak  load  will  leave  more  current  available  ,for  new 
business.  At  the  same  tmie.  with  a  proper  rate  system 
such  as  we  have  outlined,  the  revenue  to  the  central 
station  will  be  but  slightly  reduced  and  this  will  be 
much  more  than  made  up  by  the  taking  on  of  new 
business,  on  a  maximum  demand  basis. 

The  cost  of  lamp  renewals  should  of  course  be 
kept  track  of  along  with  other  operating  expenses  and 
the  kw.-hour  rate  designed  to  provide  for  this. 

The  above  remarks  as  to  reduction  of  station  peak 
by  the  used  of  high  efficiency  lamps  also  applies  to 
tungsten  lamps,  only  to  a  greater  extent,  and  with  the 
right  kind  of  rates  little  need  be  feared  from  the 
general  use  of  tungsten  lamps.  I  am  of  the  opinion 
that  central  stations  should  sell  tungsten  lamps  to 
their  customers  slightly  above  cost  and  not  attempt 


to  maintain  these  lamps  or  rent  them.  If  they  do 
undertake  the  maintenance  this  should  be  kept  entirely 
as  a  separate  proposition  and  not  affect  the  rate  per 
kw.-hour. 

In  conclusion  I  may  say  that  it  is  diff'icult  to  lay 
down  a  general  rate  system  which  will  be  applicable 
to  all  conditions  and  localities.  There  may  be  a  public 
service  commission  which  has  favored  some  particular 
form  of  rate  and  there  may  be  a  clause  in  the  com- 
pany's franchise  which  specifies  the  maximum  rate  to 
charge.  However,  the  principles  of  a  correct  rate 
system  and  the  application  of  this  system  to  different 
classes  of  business  may  be  laid  down,  and  this  I  have 
endeavored  to  do.  By  a  proper  system  of  accounting 
and  a  proper  division  of  the  costs  under  the  heads  of 
maintenance,  operating  expenses  and  general  expenses, 
it  should  be  possible  for  any  one  plant  to  determine 
very  closely  those  expenses  which  are  independent  of 
and  those  expenses  which  vary  with  the  output  in 
kw.-hours. 

The  segregation  of  fixed  charges  and  running 
charges  can  then  be  made  and  by  the  proper  applica- 
tion of  a  diversity  factor,  the  fixed  charges  apportioned 
among  the  consumers  in  accordance  with  their  demand. 
Those  expenses  which  are  peculiar  to  light  service  and 
do  not  occur  in  power  service  can  also  be  segregated, 
and  the  proper  difference  then  made  between  the  light 
and  the  power  running  charges.  In  this  way  there  will 
be  obtained  definite  rates  for  any  one  set  of  conditions. 


Renewing  carbon  lamps  whose  filaments  are  not 
broken  is  accomplished  by  German  manufacturers  by 
admitting  air  to  the  bulb  after  unsealing  the  cap  and 
then  burning  oft'  the  deposited  carbon.  The  air  is 
then  exhausted,  carburetted  hydrogen  introduced  and 
the  lamp  connected  in  an  electric  circuit.  As  the 
filament  glows  it  absorbs  carbon  until  it  has  resumed 
its  original  section,  when  the  lamp  is  sealed  and  made 
ready  for  use. 

Metallic  radium  has  been  isolated  by  ^ladame 
Curie  in  collaboration  with  IMonsieur  de  Bierne.  The 
nietal  is  highh'  oxidizable,  and  from  a  clear  white  soon 
becomes  black.  It  adheres  firmly  to  iron,  decomposes 
water,  burns  cellulose,  and  is  rapidly  dissipated.  This 
pure  element  was  obtained  by  electrolysis  of  the  salt, 
by  which  means  a  milligramme  of  radium  amalgam 
was  secured,  and  on  distilling  off  the  mercury  at  a 
temperature  of  about  700  degrees  C.  the  pure  metal 
was  left  behind. 

Mussels  in  the  condenser  circulating  system  have 
seriously  interfered  with  the  operation  of  a  number 
of  English  electrical  plants.  The  spawn  passes  through 
all  strainers  and  find  the  iron  suction  pipe  in  sea  water 
an  excellent  home.  They  soon  grow  to  a  large  size 
so  that  the  effective  bore  of  one  30-in.  pipe  was  reduced 
to  less  than  16  in.,  greatly  restricting  the  flow  of  water 
to  the  condensers  and  ])utting  an  overload  on  the 
pumps  an'd  motors  in  order  to  circulate  sufficient  cold 
sea  water  to  condense  the  steam  and  maintain  the  vac- 
uum necessary  for  efficient  turbine  operation.  All 
suggestions  such  as  boiling,  poisoning  or  electrocuting 
the  molluscs  had  proven  impracticable,  and  as  scrap- 
ing is  impossible,  it  will  probably  be  necessary  to  lay 
a  new  pipe  system  above  water  level  with  convenient 
man-holes. 
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PACIFIC  POWER  AND   LIGHT  COMPANY. 

With  the  recent  changing  of  hands  of  a  number 
of  Northwestern  ])ower  plants  which  has  resulted  in 
the  organization  of  the  Pacific  Power  &  Light  Com- 
pany, incorporated  in  Maine  witli  a  capital  stock  of 
?7, 500,000,  the  new  company  has  assumed  active 
operation  of  about  a  dozen  gas  and  electric  plants,  in- 
cluding the  Astoria  Electric  Company,  operating  gas, 
electric  and  street  railway  plants  at  Astoria.  Oregon. 
W^asco  Warehouse  Milling  Company  operating  electric 
distributing  systems  at  Dufur  and  The  Dalles,  Oregon, 
water  power  station  at  Tygh  \^alley,  Oregon,  and  35 
miles  of  22.500  volt  transmission  line.     Northwestern 


company  also  owned  the  water  works  at  Kennewick 
and  Pasco,  Washington,  and  an  electric  steam  gener- 
ating station  at  Kennewick. 

The  new  company  has  in  operation  about  185 
miles  of  high  tension  transmission  line,  all  thi'ee-phase, 
60  cycle.  It  is  now  building  50  miles  of  66,000  volt 
transmission  line  between  Pasco  and  \^'-dla  \\'alla. 
Washington,  the  completion  of  which  is  expected 
within  a  month.  \\'ork  is  also  progressing  on  the 
rebuilding  of  the  North  Yakima  Gas  Works,  Walla 
Walla  electric  sub-station  and  the  Tygh  Valley  gen- 
erating station.  This  work  will  cost  several  hundred 
thousand  dollars. 
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Corporation,  operating  fifty  miles  of  22,500  volt  trans- 
mission line  between  Walla  Walla.  Washington,  and 
Pendleton,  Oregon,  hydroelectric  station  on  the  Walla 
Walla  River,-  distributing  systems  at  Pendleton  and 
Freewater,  Oregon,  and  Walla  Walla,  Washint-.ton ; 
gas  plants  at  Pendleton,  Oregon;  Lewiston,  Idaho; 
Walla  Walla  and  North  Yakima,  Washington.  Nortli- 
west  Light  &  Water  Company  operating  hydroelectric 
plant  on  the  Naches  River  with  electric  distributing 
system  at  North  Yakima,  Washington,  and  water 
works  at  North  Yakima.  Yakima  \alle_v  P^ower  Com- 
l)any  operating  100  miles  of  66,000  volt  transmission 
line  between  North  Yakima.  Wapato,  Sunnyside,  Ken- 
rewick,  Alabton.  Kit  ma  and  Ppsco,  Washington.     This 


Announcement  was  recently  made  in  Portland 
that  the  company  would  soon  build  60  miles  of  100,- 
000  volt  transmission  line  between  Pasco  and  Lind, 
Washington,  where  connection  will  be  made  with  The 
Washington  Water  Power  Company's  lines'.  This 
work  will  be  done  this  fall  and  it  is  understood  that 
other  extensions  are  contemplated  so  that  irrigators 
throughout  the  Columbia  and  Yakima  valleys  will  have 
plenty  of  power  for  pumping  during  the  next  season. 

The  officers  of  Pacific  Power  &  Light  Company 
are:  President,  Guy  ^^^  Talbot;  vice  presidents,  Edw. 
Cookingham,  F.  G.  Sykes :  secretar_y  and  assistant 
treasurer,  Geo.  F.  Nevins ;  treasurer,  E.  P.  Summer- 
son  ;  assistant  secretary  and  assistant  treasurer,  Lewis 
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A.  McArthur.  The  operating  officials  are  as  follows : 
General  manager,  A.  S.  Grenier;  chief  engineer,  D. 
F.  McGee;  general  superintendent,  Geo.  C.  Arrow- 
smith  ;  new  business  manager,  J.  E.  Davidson.  The 
New  York  offices  are  at  71  Broadway,  New  York  City. 
The  Portland  offices  are  at  121 1  Spalding  Building, 
Portland,  Oregon. 

Pacific  Power  &  Light  Company  is  controlled 
through  stock  ownership  by  the  American  Power  & 
Light  Company  of  New  York.  .A.merican  Power  & 
Light  Company  is  controlled  by  interests  affiliated 
with  Electric  Bond  &  Share  Company  of  New  York. 
.■\merican  Power  &  Light  Company  also  owns  the 
Kansas  Gas  &  Electric  Company  of  Wichita,  Kansas, 
and  Portland  Gas  &  Coke  Company  of  Portland,  Ore- 
gon, and  recently  announced  that  American  Power  & 
Light  Company  had  also  jiurchased  the  controlling  in- 
terest in  the  Hanford  Irrigating  and  Power  Compan}-, 
which  owns  an  electric  generating  station  at  Priest 
Rapids,  \\  ashington,  and  about  30,000  acres  of  irriga- 
ble land  in  the  Columbia  \  alley. 

The  Pacific  Power  &  Light  Company  owns  the 
Walla  W  alia  Valley  Railway  Company,  which  is  op- 
erated independently  from  the  electric  business.  The 
general  manager  of  the  railway  company  is  C.  S.  \\  al- 
ters and  the  traffic  manager  E.  G.  Miller,  both  of 
Walla  Walla,  Washington. 

President  S.  Z.  Mitchell  of  the  Electric  Bond  & 
Share  Company  and  about  thirty  prominent  Eastern 
bankers,  recently  made  a  trip  through  Oregon  and 
Washington,  inspecting  the  property  of  the  Pacific 
Power  &  Light  Company  and  the  Portland  Gas  & 
Coke  Company.  Air.  Mitchell  announced  that  ar- 
rangements would  be  made  for  the  expenditure  of  sev- 
eral millions  of  dollars  for  improvements  on  the  prop- 
erties of  these  two  companies  during  the  next  few 
years.  Efforts  will  be  made  to  popularize  the  use  of 
electricity  for  irrigating  purposes  throughout  central 
W  ashington  as  the  Easterners  believe  a  large  field  is 
open- for  that  purpose. 


WHERE  ANTONE  LOST   OUT. 


r.V    A.\I(5XE  S    BKdTIlER. 


PRIZE   FOR   SCIENTIFIC    ESSAY. 

The  Association  of  Electrical  Engineers,  gradu- 
ates from  the  Alontefiore  Electro-Technical  Institute, 
has  recently  issued  a  prospectus  of  the  conditions  gov- 
erning competition  for  a  prize  to  be  awarded  during 
1911. 

This  prize,  consisting  of  the  accumulated  interest 
on  150,000  francs  ($28,950),  in  Belgian  3  per  cent 
bonds,  is  to.be  awarded  to  the  author  of  the  best  or- 
iginal work  presented  on  the  scientific  advancement, 
and  on  the  progress  of  electricity  in  its  technical  ap- 
plications. .Articles  may  be  written  either  in  French 
or  English,  and  printed  or  in  typewritten  nianuscript. 

The  jury  will  be  ten  electrical  engineers,  five  Bel- 
gians and  five  other  nationality,  under  the  presidency 
of  the  director  of  the  Alontefiore  Institute.  Twelve 
copies  of  each  contribution  must  be  sent  postpaid  to 
M.  le  Secretaire-Achiviste  de  la  Fondation  Georges 
Montefiore,  Rue  St.  Gilles.  31,  Liege,  Belgium,  be- 
fore March  31,  191 1. 


The  little  tale  we  will  herein  relate  happened  a 
little  less  than  a  million  miles  from  the  city  and 
county  of  San  Francisco,  and  will,  I  trust,  elucidate 
the  fact,  as  Brother  .\ntone  found  out  to  his  sorrow, 
that  the  great  and  the  near-great,  especially  the  great, 
are  frequently  too  small  to  acknowledge  their  error; 
thinking  that  by  doing  so  they  keep  the  fact  of  their 
mistakes  from  the  knowledge  of  their  superiors  or 
employers,  and  endeavor  to  impress  them  with  the 
fact  that  they  never  make  a  mistake. 

Now,  when  Antone  started  out  in  the  business  he 
did  not  know  that  it  paid  not  to  know  some  things 
that  the  consulting  engineer  of  the  company  did  not 
know,  and  he  started  out  to  get  the  best  results  for 
his  employer,  the  company. 

He  happened  to  work  his  way  up  until  he  was 
placed  in  charge  of  considerable  electrical  apparatus 
and  as  the  company  did  not  generate  their  own  cur- 
rent, biU  purchased  on  a  meter  basis,  he  carefully 
checked  up  the  apparatus  they  were  operating  until 
he  came  to  the  conclusion  that  they  were  not  using 
the  power  they  were  paying  for. 

He  obtained  a  test  meter  and  made  some  tests 
which  verified  his  investigation,  and  as  the  bills  were 
to  be  0.-K."d  by  him  he  refused  to  pass  them.  But 
they  went  through  the  office  and  were  paid  anyway. 
This  matter  continued  for  several  months,  h'inally 
the  consulting  engineer  of  the  company  was  called 
in  to  make  an  investigation  and  stated  that  there  was 
nothing  to  his  report,  that  the  meter  was  all  right. 

Now,  Antone  did  not  like  to  swallow  this,  ijut 
said  nothing  until  he  had  a  chance  to  talk  to  the  con- 
sulting engineer,  who  graciously  informed  him  not  to 
lose  any  sleep  o\'er  the  matter,  that  when  he  had 
tested  as  many  plants  as  he  had  that  he  would  not 
bother  with  a  simple  little  thing  like  that,  as  he  had 
investigated  the  meters  and  there  was  nothing  wrong. 

Things  went  along  until  the  first  of  the  month 
came  again,  when,  upon  the  bill  being  presented  for 
his  O.  K.  he  refused  to  pass  it,  and  as  usual  it  was 
paid  at  the  office.  But  a  few  days  later  Antone  re- 
ceived a  letter  stating  that  if  he  did  not  make  good 
on  his  claim  that  he  would  be  fired,  and  he  was  wanted 
up  at  tile  main  office. 

Antone  went  up  to  the  manag€?r,  who  advised  him 
of  the  above  fact,  when  he  stated  that  if  he  could  not 
prove  his  contention  it  was  time  for  him  to  be  fired. 
Whereupon  he  was  told  to  go  ahead. 

.Antone  got  one  of  the  large  company  engineers 
whom  he  felt  confident  could  conduct  a  test  which 
would  be  correct,  when  they  found  that  the  constant 
used  was  fully  40  per  cent  higher  than  it  should  have 
been.  .\s  a  result  the  company  got  a  rebate  on  their 
power  bill  of  several  thousand  dollars. 

Question:  What  did  the  consulting  engineer  do? 
(He  said  nothing).  What  did  Antone  do?  (He  got 
fired  a  short  time  thereafter). 

Moral :  When  you  are  riding  a  mule,  soak  him 
if  he  don't  stand  still  when  you  holler  whoa  (but  if 
you  haiipen   to  be  in  the  mule's  place,  stand   still  1. 
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Electrical  men,  like  Caesar's  Gaul,  may  be  divided 
into  three  classes — the  technical,  the  commercial  .niul 
the   consumer,   represented   by    ihc 
Rate  engineer,  the  seller  and  the  buyer. 

Confusion  Like  the'  ancient  Celtae,  Aquitani- 

ani  and  Belgae,  they  speak  in  dif- 
lerent  languages,  and  from  this  fact  there  has  arisen 
no  little  confusion.  This  is  well  exemplified  in  an 
excerpt  reprinted  elsewhere  from  the  Oakdale  Leader 
in  which  the  engineer's  terms  are  translated  for  the 
ordinary  reader.  While  this  ])it  of  humor  is  some- 
what overdrawn,  it  represents  the  clarity  of  the  usual 
layman's  views  of  the  technical  engineer's  work. 

As  the  commercial  man  takes  a  peculiar  delight 
in  scoffing  at  the  engineer's  difficulty  in  making  him- 
self understood,  it  may  come  as  a  matter  of  surprise 
that  his   own   explanations   are   likewise   often    Greek 
NOTICE  TO  ADVERTISERS  '°  ^^^  consumer.     This  is  particularly  the  case  when 

Changes  of  advertising  copy  should  reach  this  office  tm  davs  in  advance  oj     the  Commercial  man  tries  to  explain  why  a  Consumer 

is  charged  a  given  rate  for  electric  service.  He  be- 
comes so  involved  in  a  maze  of  terms  which  he  does  not 
understand  that  he  completely  mires  and  occasionally' 
antagonizes  the  man  whom  he  is  endeavoring  to  con- 
vert to  his  way  of  thinking. 

Because  the  various  rate  fixing  bodies  in  our 
cities  and  states  have  decided  that  every  man  is  en- 
titled to  equal  service  at  equal  rates,  the  central  sta- 
tion is  frequently  supplying  current  at  less  than  actual 
cost  to  the  small  consumer.  To  explain  this,  it  is 
necessary  to  start  on  the  assumption  that  the  rates 
must  be  sufficient  to  bring  a  reasonable  return  on  the 
investment.  Analyzing  that  investment  we  are  at 
once  confronted  by  those  much-mooted  questions  of 
valuation,  physical,  going  and  franchise.  There  are 
usually  as  many  different  estimates  of  physical  value 
as  there  are  estimators.  No  definition  of  going  value 
has  yet  received  uni\ersal  acceptance.  Then  there 
arises  the  questions  of  "maximum  demand"  and  "read- 
iness to  serve,"  "single  rate  "  and  double  rate."  These 
expressions  are  now  common  in  the  transactions  of  all 
conventions  of  central  station  men  and  they  are  ap- 
parently as  far  from  solution  as  when  they  were  first 
broached.  Consequently,  there  is  now  need  for  some 
Moses  to  lead  us  out  of  the  wilderness  of  verbiage 
into  which  we  ha\e  wandered. 

If  those  men  who  are  actually  studying  these 
problems  are  so  completely  at  variance,  how  is  it  pos- 
sible to  expect  the  average  citizen  to  be  convinced 
of  their  reasonableness.  Though  he  may  be  silenced, 
he  does  not  understand  or  believe  what  is  Ijeing  told 
him,  and  the  commercial  man  thus  undermines  the 
foundation  of  public  confidence  which  central  station 
men  are  trying  to  establish.  It  is  about  time  that  the 
commercial  men  realized  this  fact  and  prepared  a 
straightforward  explanatii.in  of  their  methods  of 
charging,  couched  in  such  simple  language  that  even 
the  most  obtuse  cannot  fail  to  understand. 
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PERSONALS. 

C.  L.  Cory  is  at  Los  Angeles. 

F.  B.  Crocker  of  the  Crocker-Wheeler  Company,  is  at 
Hollywood.  Cal..  for  his  health. 

James  Lyman,  engineer  at  the  Chicago  office  of  the  Gen- 
eral Electric  Company  is  in  San  Francisco  this  week. 

C.  O.  G.  Miller,  president  of  the  Pacific  Lighting  Com- 
pany, spent  several  days  at  Pasadena  during  the  past  week. 

E.  P.  Hilborn,  who  represents  the  Great  Western  Power 
Company  at  Sacramento,  spent  last  Tuesday  at  San  Fran- 
cisco. 

A.  C.  Sprout  has  returned  to  his  San  Francisco  office 
from  an  electrical  engineering  investigation  in  Siskiyou 
County. 

C.  W.  McKillip,  manager  of  the  Sacramento  Electric,  Gas 
&  Railway  Company,  of  Sacramento,  was  a  San  Francisco 
visitor   last    week. 

Peter  Decker,  president  of  the  Decker  Electric  Company, 
San  Francisco,  spent  the  past  three  weeks  in  Monterey  county 
on  a  vacation  trip. 

L.  B.  Wickersham,  general  manager  of  the  United  Rail- 
ways, Portland,  Ore.,  has  been  appointed  chief  engineer  of 
the  company,  reporting  to  the  president. 

George  Lawrence  has  been  appointed  local  manager  of 
the  Western  LTnion  Te'egraph  Company  at  Los  Angeles,  suc- 
ceeding R.  H.  Miller,  who  was  promoted. 

.Ichn  A.  Britton,  general  manager  of  the  Pacific  Gas  and 
Electric  Company,  has  been  attending  -the  annual  meeting  of 
the  Pacific  Coast  Gas  Association  at  Los  Angeles. 

Frank  H.  Short  has  returned  to  Fresno  from  the  Con- 
servation Ccngress  at  St.  Paul,  where  he  made  a  notable  ad- 
dress  on   the   subject   of   conservation   of   water   power. 

E.  P.  Shannon  has  been  appointed  assistant  to  John  F 
Stevens,  president  of  the  Oregon  Electric  Railway,  United 
Railways  and  the  Oregon  Trunk  Railway.   Portland,  Ore. 

R.  C.  Coyne  of  the  Kellogg  Switchboard  &  Supply  Co.. 
Chicago,  tcok  charge  of  the  Wisconsin  territory  early  in 
September:  headquarters  fcr  the  ju-esent  being  at  Delavan. 

D.  'R.  Milford,  superintendent  of  the  Kilarc  station  of  the 
Northern  California  Power  Company,  visited  San  Francisco 
this  week,  as  did  also  C.  Bartlett,  the  company's  manager  at 
Wil'ows. 

C.  A.  Coolidge.  who  was  recently  appointed  general  m.'in- 
ager  of  the  Oregon  Electric  Railway,  Portland.  Ore.,  has  been 
appointed  genera!  manager  of  the  LTnited  Railways.  Portland, 
tf  succeed  L.  B.  Wickersham. 

A.  L.  Searles  who  has  had  charge  of  the  development  of 
the  new  Fort  Wayne  electric  rock  drill  is  visiting  the  com- 
pany's San  Francisco  office  and  superintending  the  operation 
of  the  drill  at  the  Pacific  Coast  Electrical  Exposition'. 

William  D.  Ward  of  the  Pelton  Water  Wheel  Company's 
San  Francisco  office  has  returned  from  a  stay  of  two  months 
ill  Colorado  and  South  Dakota  with  a  contract  in  his  pocket 
for  the  water  wheel  end  of  a  $1,500,000  hydroelectric  installa- 
tion. 

Henry  M.  Richards,  chairman  of  the  executive  commit- 
tee of  the  Washington  Water  Power  Company,  Spokane, 
Wash.,  and  formerly  president  of  the  company,  was  presented 
with  a  silver  loving  cu|)  recently  l)y  I  lie  employees  of  the 
company  as  a  token  of  esteem. 

G.  R.  Field,  assistant  to  H.  H.  Sinclair,  the  general  man- 
ager of  the  Great  Western  Power  Company,  has  returned 
from   an   inspection   of  the  power  plant  at   Big  Bend.     It   is 


expected  that  the  dam  will  be  completed  this  season,  with  a 
height  of  Su  feet  above  bedrock  and  a  width  of  about  330  feet 
on  the  crest. 

John  V.  O'Brien,  who  rose  from  a  messenger  boy  to  the 
position  of  manager  of  the  San  Francisco  office  of  the  Western 
Union  Telegraph  Company,  and  was  recently  appointed  a 
special  commercial  agent,  died  September  19th  at  St.  Francis 
Hospital,  from  typhoid  fever.  He  is  survived  by  his  wife, 
Ella  O'Brien.  Many  expressions  of  regret  were  heard  from 
Mr.  O'Brien's  friends  on  the  Pacific  Coast.  The  funeral  took 
place  September  21  and  the  interment  was  at  Holy  Cross 
Cemetery. 

C.  H.  Gaunt,  general  superintendent  of  the  Western  Union 
Telegraph  Company's  Pacific  Division,  recently  abolished 
the  positions  of  district  superintendents  at  San  Francisco,  Los 
Angeles  and  Seattle.  He  is  reorganizing  the  system  under  a 
"three  column"  organization,  according  to  which  there  will 
be  three  heads  of  departments  in  each  of  the  three  districts. 
The  three  district  commercial  superintendents  just  appointed 
are  A.  H.  May,  with  headquarters  at  San  Francisco;  E. 
Boening.  Seattle,  and  Hugh  McPhee,  Los  Angeles.  The  dis- 
trict traffic  superintendents  are  H.  J.  Jeffs.  San  Francisco; 
George  D.  Hood,  Seattle,  and  R.  H.  Miller,  Los  Angeles.  The 
district  suiierintcndents  of  plant  are  yet  to  be  appointed. 

Electrical  men  attending  the  Pacific  Coast  Electrical 
Exposition  during  the  past  week  included  J,  W.  Ricketts, 
Sacramento  Valley  Power  Co.,  Chico.  Cal.;  E.  S.  O'Brien, 
Exchequei-  Mining  and  Power  Co.,  Merced,  Cal.;  J.  R.  Har- 
court,  contractor,  San  Diego,  Cal.;  G.  Geo.  Gunderson,  H.  W. 
.lohns-Manville  Co..  Seattle,  Wash.;  J.  P.  Crown.  Peninsula 
Electric  Works,  Redwood  City,  Cal.;  H.  J.  Coffee,  dealer  and 
contractor,  Sonora,  Cal.;  W.  W.  Ewing,  West  Side  Electrical 
W'crks,  Portland,  Ore.;  F.  C.  Hancke,  La  Grange  Water 
Power  Co.,  Modesto,  Cal.;  F.  W.  Mitchell,  manager  Pac.  T. 
&  T.  Co..  Sonora,  Cal.;  R.  Van  der  Xail'en,  Oro  Light  and 
Power  Co.,  Oroville,  Cal.;  W.  R.  Layne,  Sebastopol,  Cal.;  C.  R. 
Woodington.  Dinuba  Electric  Works.  Dinuba,  Cal.;  Mr.  Ayres, 
of  Ayres  &  Steventon.  contractors.  San  Diego.  Cal. 

A    CORRECTION. 

The  aitic'e  lii  the  issue  of  July  23,  1910,  entitled  "Con- 
densers for  Small  Stations,"  credited  to  Mr.  Harry  Reming- 
ton, was  written  by  Mr.  Harry  Pennington,  the  representa- 
tive of  the  Wheeler  Condenser  &  Engineering  Co.,  of  Carteret, 
N.  J.,  at  Houston,  Texas. 


THE     LIGHT    THAT    FAILED. 

Wednesday  night  the  city  was  shrouded  in  darkness 
owing  to  the  failure  of  the  electric  distributing  plant  to  work 
properly.  Enquiry  of  Mr.  John  F.  Tulloch.  the  gentlemanlj 
manager  of  the  local  plant,  elicited  the  following  information; 
The  plant  here  is  what  is  known  as  the  two  faced  system. 
This  method  is  operated  by  crossing  the  F  rheostat  with  the 
lightning  arrester  abaft  the  forward  exciter.  Wednesday 
night  the  armature  of  the  transformer  short  circuited  with 
the  brushes  of  the  wattmeter  causing  the  commulator  to 
synchronise  with  the  collector  ring  which  closed  one  face 
oi'  the  voltmeter  causing  the  currants  to  seek  escape  through 
the  back  door.  This  explanation  Mr.  Tulloch  agrees  to  be 
the  correct  'one  and  will  be  readily  understood  by  the  tech- 
nical engineer,  so  as  to  enable  the  layman  to  understand  the 
matter  he  says  the  essence  of  the  juice  in  the  ding  hummer 
coallesced  with  the  lead  fuse  which  failed  to  vitrify  properly, 
thus  causin.g  the  current  from  two  lines  to  run  through  one 
wire  burning  out  a  fuse  in  the  substalation.  The  matter  was 
been  adjusted. — Oakdale   (California)   Leader. 
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970,300.  Oil-Burner.  William  11.  Bradlu.v,  ilall  Moon 
Bay,  Cal.  The  combination  in  an  oil  burner  having  a  luel  noz- 
zle, of  a  pan,  a  superposed  horizontal  cylinder,  means  to  de- 
liver fuel  to  the  nozzle  so  that  it  may  discharge  transversely 
()°  the  pan  and  beneath  the  cylinder,  a   perforated  inclosure 


-iS?.2:'  ja 
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for  the  cylinder  and  products  of  combustion,  said  inclosure 
being  outside  of  and  spaced  from  the  cylinder  and  adapted 
to  retard  the  escape  of  the  products  of  combustion,  means 
to  admit  water  to  the  cylinder,  and  a  steam  pipe  leading 
from  the  cylinder  and  having  jets  discharging  into  the  pan 
contiguous  to  said  nozzle. 

969,894.  Method  of  and  Means  for  Controlling  Regen- 
erative Electric  Motors.  Robert  Lundell,  New  York.  The 
method  of  operating  a  plurality  of  series  motors  arranged  to 
drive  a  common  load,  which  consists  in  connecting  the  motors 
to  the  line  with  each  motor  field  in  series  with  its  armature. 
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impressing  independent  and  practically  constant  voltages 
upon  the  several  field  circuits  and  regulating  the  field  excita- 
tion by  varying  the  ohniic  resistances  of  the  said  field  cir- 
cuits. 

970,196.     Hydraulic-Power   Plant     James   T.   Dougine,    Ke- 
nosha, Wis.     The  combination  of  a  hull  providing  separated 


wheel  in  its  rotation  to  elevate  or  lower  itself  upon  the  in- 
clined tracks,  and  means  for  simultaneously  shifting  the 
rack  members  associated  with  the  opposite  pinions  to  cause 
either  up  or  down  movement  of  the  shaft. 

969,821.  Re-entrant  Turbine.  George  Westinghouse, 
Pittsburg,  Pa.  In  an  elastic  fluid  turbine,  a  rotor  element  pro- 
vided with  a  row  of  shrouded  blades,  a  casing  surrounding 
said  element,  fluid  discharge  devices  forming  with  said  ele- 
ment,  re-entrant   stages    extending   circumferentially   of    said 


turbine,  yieldingly  mounted  packing  strips  located  above 
and  below  the  working  faces  of  said  blades  for  minimizing 
the  escape  of  working  fluid  from  stage  to  stage,  and  means 
for  limiting  the  movement  of  said  strips  toward  said  ele- 
ment. 

969,809  Alternating-Current  Magnet.  Arthur  Simon, 
Milwaukee,  Wis.,  assignor  to  The  Cutler-Hammer  Manufac- 
turing Company,  Milwaukee,  Wis.  In  an  alternating  current 
magnet,  in  combination  a  plurality  of  coils  for  producing 
magnetic  fluxes  of  different  phase,  means  forming  magnetic 
circuits  or  paths  for  said  fluxes  in  the  same  plane,  said  paths 
being  adapted  to  distribute  the  fluxes  symmetrically  about 
a  common  axis. 

970,193.  Turbine.  Willis  G.  Dodd,  San  Francisco.  Cal. 
A  steam  turbine  comprising  a  rotating  element  and  a  sta- 
tionary element,  said  elements  between  them  forming  an 
annular  elliptical  chamber,  within  which  are  located  .a  series 
of  guide  vanes,  constituting  a  series  of  tangential  chambers. 


floats  and  an  intermediate  passage,  a  water  wheel  in  said  pas- 
sage, a  shaft  therefor,  inclined  tracks  for  the  opposite  ends 
ol  the  said  shaft,  bearings  for  said  shaft  ends  communicating 
with  said  tracks,  pinions  upon  the  shaft  ends,  rack  members 
disposed  for  co-operation  with  the  said  pinions  to  cause  the 


terming  paths  of  constant  deflection  for  the  impelling  medium, 
an  expanding  nozzle  located  within  the  first  chamber  of  the 
series,  a  neutral  axis  or  annular  space  between  the  stationary 
and  rotating  elements,  formed  by  cutting  away  the  guide 
vanes. 


September  24,   1910) 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


283 


MULTIPLE  STRAINERS. 

Solid  foreign  matter  in  water  such  as  ice,  roclis,  sticks, 
leaves,  etc.,  has  wrecked  many  pumps.  It  has  stripped  the 
blades  froni  centrii'uga!  pumjjs  and  put  the  valves  o[  recip- 
rocating pumps  out  of  business  many  times  and  even  when 
such  solid  matter  has  gotten  past  the  pumps  without  doing 
severe  damage  it  finds  its  way  into  surface  condensers  and 
boilers  causing  untold   trouble. 

Nearly  all  sources  of  water  supply,  especially  for  circu- 
lating water,  contain  an  immense  amount  of  suspended  mat- 
ter, and  while  attempts  are  o'ten  made  to  remove  this  by  plac- 
ing a  strainer  around  the  suction  pipe  foot  valve,  this  only 
transfers  the  source  of  trouble.  The  strainer  soon  becomes 
clogged  and  it  is  necessar\'  to  shut  off  the  pumps  while  it  is 
being  cleaned.  If  the  water  is  being  used  for  condensers  this 
means  the  loss  of  the  vacuum  and  throwing  an  extra  load 
upon  the  power  equipment  of  the  plant  and  if  there  is  no 
reserve  power  it  means  shutting  down  the  plant. 


Lacronda  Multiple  Strainer. 

In  order  to  get  around  these  difficulties,  the  Lagoiida 
Manufacturing  Company  of  Springfield,  Ohio,  has  recently 
perfected  a  multiple  strainer  for  removing  impurities  in  feed 
water,  circulating  water,  etc.  These  strainers  can  be  in- 
stalled either  outside,  or  inside  of  the  buildings  and  in  any 
position,  horizontal,  vertical  or  inclined.  They  also  have  the 
advantage  that  they  are  made  up  of  different  sections  which 
can  be  cleaned,  one  at  a  time,  without  interrupting  the  flow 
of  water. 

The  strainer  consists  of  a  cast-iron  body  having  a  number 
of  removable  strainer  baskets,  the  number  depending  upon 
the  size  of  the  line.  As  these  baskets  can  be  easily  removed 
for  cleaning,  without  shutting  down  the  pumps,  the  mesh  is 
made  very  fine,  they  thus  eliminate  more  foreign  matter 
than  any  other  type  of  strainer. 

Water  enters  through  an  inlet  pipe,  passes  up  to  the  tcp  <>{ 
a  valve  chamber,  where  it  divides,  going  down  through  all  of 
the  baskets  in  multiple.  When  it  is  desired  to  clean  the 
strainer,  one  of  the  baskets  is  drawn  to  the  tipper  part  of 
the  chamber  by  turning  the  hand-wheel,  at  the  same  time  the 
valve  collar  is  forced  tightly  against  the  valve  seat  and  the 
valve  disc  on  the  bottom  of  the  basket  seats  on  the  valve 
collar.  This  is  all  done  automatically  and  entirely  shuts  off 
the  water  supply  from  the  section  containijig  the  basket  In 
be  cleaned.  Ry  mea,ns  of  a  small  by-pass  the  pressure  in 
this  chamber  is  now  relieved  and  the  bolts  at  the  top  loos- 
ened and  the  flange  cap  tilted  over  exposing  the  basket.  The 
basket  can  now  be  taken  out  and  cleaned.     In  replacing  the 


basket  the  operations  are  exactly  the  reverse.  The  next 
basket  can  now  be  removed  in  the  same  way  and  the  whole 
strainer  cleaned  without  shutting  off  the  water.  Should  an 
obstruction  rest  upon  the  top  valve  collar,  the  basket  when 
raised  to  cleaning  position,  will  have  a  tendency  to  tilt  the 
obstruction  either  into  the  basket  or  out  of  the  way  of  the 
valve.  This  is  due  to  the  fact  that  the  basket  travels  nearly 
its  entire  distance  before  the  lower  valve  disc  comes  into 
contact  with  the  lower  seat  of  the  valve  collar. 

The  effective  straining  area  of  a  Lagonda  strainer  is  from 
2%  to  4  times  the  area  of  the  pipe  line  and  in  removing  one 
basket  for  cleaning  the  straining  area  is  not  reduced  more 
than  30  per  cent,  thus  the  pipe  line  is  never  throttled  in  the 
process  of  cleaning.  One  important  item  concerning  these 
strainers  is  that  all  of  the  internal  i)arts  subject  to  the  action 
of  water  are  made  of  bronze  thus  eliminating  all  troubles 
from  corrosion.  Neither  are  there  any  leather  or  rubber 
washers  used. 

Lagonda  multiple  strainers  are  built  in  sizes  from  2  to  48 
inches,  having  two  to  six  baskets,  the  number  depending 
■pnn  the  size  of  the  strainer.  They  are  also  suitable  for  use 
in  either  suction  or  ju-essure  lines  and  are  built  to  stand  work- 
ing pressures  up  to  200  lbs.  per  sq.  in.  In  practice  one  uf  the 
baskets  is  left  out  of  service  so  that  in  case  the  baskets  In 
use  should  become  clogged  the  clean  basket  can  be  quickly 
lowered  into  service.  Further  details  concerning  the  various 
uses  for  these  multiple  strainers  can  be  had  by  addressing 
Chas.  C.  Moore  &  Co.,  Engineers,  San  Francisco. 


SWITCHBOARD  MATERIALS. 

r.v  c.  V.  .\ii.\MS. 

The  early  history  of  electric  lighting  records  little  of 
interest  to  the  student  of  switchboards.  Then,  electric  instru- 
ments were  generally  mounted  on  some  variety  of  hard  wood, 
and  the  term  "switchboard"  was  a  correct  descriptive  title. 
Arc  light  machines  were  of  ten  and  sixteen  lamp  capacity 
and  the  pioneer  incandescent  lamps  were  operated  at  from 
.50  to  70  volts.  A  30  kw.  dynamo  was  a  large  machine  for 
those  days.  The  insulation  question,  and  the  operating  tem- 
peratures of  the  instruments  and  conductors  was  a  matter  of 
small  concern.  Instruments,  switches,  fuses  and  lighting 
arresters  were  all  mounted  on  wood  bases.  Wood  was  found 
to  be  unstable,  even  when  carefully  varnished,  warping  from 
heat  or  moisttu-e.  and  also,  from  some  "unkn,^  wn  cause,"  the 
wood  mountings  were  occasionally  subject  to  fire. 

The  use  of  small  slabs  of  slate  for  the  mounting  of  fuses 
and  plug  switches  was  the  first  application  of  fire-proof  ma- 
terial to  instrument  mounting.  A  larger  slab,  mounting  sev- 
eral instruments  was  a  natural  development,  these  slabs  being 
pounted  on  a  skeleton  uooden  'Yanie. 

As  lighting  and  power  systems  grew  and  the  importance  of 
continuous  service  was  recognized,  the  question  of  fire  risks 
was  carefully  studied.  Wood  was  abandoned  and  the  fire-proof 
switchboard  was  a  reality. 

The  decorative  element  in  polished  marble  or  enameled 
slate  was  fully  realized,  and  the  carefitl  matching  of  shade 
and  grain  was  an  art  in  itself.  The  inonumental  character  of 
those  structures  served  to  impress  the  public  mind,  and  added 
the  element  of  Art  to  the  field  of  the  mysterious.  In  one 
Southern  power  house  a  colored  "field  hand"  paid  this  trib- 
ute. "Boss,  ef  I  knowed  thet  when  I  wus  daid  un  gone,  T 
cid  hav  one  of  them  marbles  fur  a  hed  stun,  I'd  be  willin' 
to  quit  liliin  t'morro." 

For  handling  high  potentials  and  hea\y  currents  the  oil 
switch   was   evolved,   and   the   era   of  the   oil   switch   wrought 
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disaster  for  the  ornamental  marble  or  slate  structures.  The 
back  and  edges  of  slabs  were  varnished  or  otherwise  treated 
to  resist  the  invasion  of  oil.  A  heavy  "short,"  expelling  oil 
in  a  flaming  shower  has  damaged  many  a  handsome  slab.  The 
crowded  oil  switch  mounted  in  tiers  on  the  back  of  a  •fire- 
proof" board  has  almost  disappeared.  These  essential  de- 
vices are  now  relegated  to  the  concrete  or  asbestos  wood 
cell  for  obvious  reasons. 

For  purposes  of  insulation,  the  limits  of  quarried  materials 
were  soon  reached.  A  hydroscopic  material  is  affected  by  the 
atmosphere,  and  the  marble  slab  was  often  boiled  in  paraffihe 
to  render  it  more  stable  as  an  insulator.  Fine  metallic  veins 
were  ever  present  and  those  would  lead  to  current  creepage 
and  ultimate  disaster.  In  ease  of  fire  these  treated  slabs 
burned  like  a  piece  of  "fat  wood." 

The  advance  of  the  art  called  for  a  better  material,  a 
material  of  high  permanent  insulating  (;uality,  and  at  the  same 


to  40,000  volts  before  there  '>as  any  apparent  surface  leak- 
age, nor  would  this  voltage  puncture  these  tops  which  were 
two  inches  thick,  although  marble  would  have  failed  at  about 
10,000  to  12,000  volts. 


WESTINGHOUSE  CO.'S  EXHIBIT  AT  N.  W.  ELECTRIC 
LIGHT    &    POWER    CONVENTION. 

One  of  the  attractive  features  of  the  recent  convention  of 
the  N.  \V.  Electric  Light  &  Power  Association,  as  held  on  board 
the  steamer  "Queen"  on  the  waters  of  Pugst  Sound,  was  the 
exhibit  of  the  Westinghouse  Electric  &  Mfg.  Co.,  as  shown  by 
the  accompanying  illustration.  The  .space  allotted  was  utilized 
to  the  greatest  advantage,  as  shown. 

The  company  had  on  display  their  new  line  of  electrically 
heated  apjjaratus,  also  the  latest  types  of  motors,  and  a 
comijlete  line  of  Westinghouse  wiie-type  tungsten  lamps  from 
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time  fireproof,  as  regards  combustion  and  capable  of  sustain- 
ing high  heat  without  disintegration.  A  material  mechan- 
i  allv  strong  and  free  trom  the  breakage  and  defai. ing  incident 
to  stone.  A  material  easily  machined  and  permanent  of  form 
and  structure.  A  material  impervious  to  moisture  or  oil,  and 
a  surface  capable  of  a  pleasing  finish.  These  are  the  desired 
qualities  of  the  ideal  switchboard  material.  No  single  natural 
product  was  available  with  such  characteristics. 

The  persistent  efforts  of  the  chemist  a,id  the  skilled  manu- 
facturer has  solved  a  product  that  is  being  largely  employed 
for  switchboard  wo-k.  It  is  known  as  J-M  Ebony  Asbesto; 
Wood,  composed  of  Asbestos  fibre — and  other  insulating  and 
water-proofing  materials.  Two  years'  observation  of  J-M 
Ebony  Asbestos  Wood  in  service  shows  no  deterioration,  either 
electrically  or  mechanically.  It  is  employed  for  switchboard 
panels,  high  tension  switch  tops,  air  switch  or  fuse  bases, 
for  barriers,  and  other  uses.  The  external  finish  given  tbis 
material  in  service  is  generally  a  dead  black  varnish. 

In  a  test  of  some  2-inch  J-M  Ebony  Asbestos  Wood  switch 
tops  for  60,000  volt  switches,  metal  plates  2  in.  by  4  in.  weif' 
placed  on  the  surface  6  inches  apart  and  *he  voltage  raiseif 


25  to  500  watt  capacity  were  on  exhibition  and  attracted  con- 
siderable attention  and  favorable  comment.  The  coziness 
of  the  exhibit  appealed  to  everyone  and  during  the  evenings 
and  at  other  times  -hen  there  were  no  business  meetings,  it 
proved  to  be  an  attractive  place  for  central  station  men  to 
congregate   and   discuss   apiiaratus. 


NEW    CATALOGUES. 

"Condensers  for  Small  Central  Stations"  is  the  title  of 
a  24-page  pamphlet  published  by  the  Wheeler  Condenser  & 
Engineering  Company,  of  Carteret,  N.  J.,  in  which  is  re- 
printed a  lecture  delivered  before  the  Missouri  Gas,  Electric  & 
Street  Railway   Association. 

The  1910  catalogue  of  wiring  devices  manufactured  by 
the  Bryant  Electric  Co.,  and  the  Perkins  Electric  Switch  Man- 
ufacturing Co.  of  Bridgeport,  Conn.,  is  being  distributed  to 
the  trade.  The  "superior  devices"  listed  and  illustrated  in- 
clude adapters,  cuto'its,  f-ases,  receptacles,  rosettes,  sockets 
and  switches,  there  being  a  total  of  1547  devices  listed,  38" 
of  which  are  here  listed  for  the  first  time. 
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FINANCIAL. 

ASHLAND,  ORE.— Bids  will  be  received  at  the  city  re- 
fordei's  office  up  to  Septeniljcr  27th  for  tlie  purchase  of 
$2r,,(i()U  electric  light  bonds. 

VALLEJO,  CAL.— Bonds  to  the  amount  of  $40,000,  the 
proceeds  of  the  sale  of  which  will  be  devoted  to  improvement 
ot  the  municipal  water  system,  have  been  voted  at  a  special 
election. 

ONTARIO,  CAL.— The  Trustee.^  of  the  tov/n  of  Ontario 
have  postponed  the  special  election  on  the  bond  proposition 
from  September  16  to  a  date  to  be  selected  the  latter  part  of 
the  month.  The  bond  issue  was  lor  $17.'j,000  for  a  water  sys- 
tem and  other  works.  The  reason  given  is  that  the  ordi- 
nances and  notices  had  been  signed  by  the  temporary  presi- 
dent of  the  board  instead  ot  by  the  regularly  elected  chair- 
man. 

SAN  FRANCISCO,  CAL.— Plans  have  been  made  by  the 
Public  Utilities  Committee  of  the  Board  ot  Supervisors  for 
active  prosecution  of  the  work  on  the  city  water  project 
in  the  Lake  Eleanor  district.  A  recommendatio.i  was  adopted 
that  $3,000,000  worth  of  the  Hetch-Hetchy  bonds  be  offered  for 
sale.  The  first  $1,000,000  to  be  sold  next  Febnuiry,  the  second 
$1,000,000  the  following  August  and  tlic  third  $1,000,000  in 
August  of  1912.  It  was  also  reconuiiendrd  that  I  lie  Finance 
Committee  transfer  $10,000  from  the  Emergency  Fund  for  the 
immediate  use  of  the  engineer's  department,  lo  prosecute 
the  work  necessary  in  and  about  Lake  Eleanor  valley.  Of 
the  first  $1,000,000  worth  of  bonds  sold  $600,000  will  be  neces- 
sary for  the  purchase  of  the  remainder  of  the  William  Ham- 
mond Hall  properties,  on  w-hich  the  city  has  an  option  for  one 
year,  of  which  over  six  months  has  already  passed.  Another 
$r.0,000  will  be  needed  to  carry  on  the  work  made  necessary 
by  Secretary  of  the  Interior  Ballinger  in  ordering  an  inves- 
tigation of  all  the  available  water  systems  within  reach  of 
San   Francisco. 


INCORPORATIONS. 

ELMA,  WASH. — The  Elma  Telephone  Company  has  been 
incorporated  for  $10,000  by  C.  H.  and  S.  L.  Palmer. 

PE  ELL,  WASH. — The  Central  Powei-  Company  lias  been 
incorporated  for  $15,000  by  L.  A.  Webb  and  Phil  S.  Locks 

WHITTIER,  CAL.— A  portion  of  the  Rancho  Potrero 
Grande  tract  consisting  of  about  200  acres  of  land  has  been 
sold.  The  property  is  a  part  of  the  La  Merced  grant  and 
belonged  to  the  Lucky  Baldwin  estate.  A  water  company 
has  been  organized  under  the  name  of  the  Potrero  Water 
Company  and  will  begin  to  develop  for  water  as  soon  as  they 
get  a  charter.  Officers  of  the  company  are:  President, 
A.  P.  Taylor  of  Glendora,  Cal.;  Vice-President,  A.  H.  Cheney 
of  Los  Angeles;   Secretary,  B.  F.  Arnold  of  Whittier.  Cal. 

GIFFORD,  IDAHO.— The  town  of  Gifford  will  soon  have 
p.  water  system  for  domestic  and  irrigation  purposes.  Resi- 
dents of  the  town  and  surrounding  neighbors  have  subscribed 
for  stock  in  the  Gifford  Water  Supply  Co.,  limited,  articles  of 
incorporation  of  which  have  been  filed  with  the  county  aud- 
itor and  recorder,  with  capital  stock  of  $10,000.  The  company 
is  incorporated  for  the  purpose  of  constructing  and  operating 
a  plant  for  pumping  water,  to  build  reservoirs  and  put  in 
tanks  for  installing  water  to  be  used  under  pressure,  to 
lay  water  mains  and  pipes  and  put  in  hydrants  and  to  sup- 
ply water  for  domestic,  irri,s;ation  and  fire  puriioses.  It  is 
the  purpose  to  begin   the  installation  of  the  plant   at   once. 


TRANSMISSION. 
EUGENE,  ORE.— The  Northwestern  Corporation  has  been 
granted    a   franchise   to   use   the   Lane   County   roads    for   its 
power  line  from  Springfield  to  Albany. 

ALBANY,  ORE. —  The  county  court  has  granted  a  fran- 
chise to  theTri-State  Railway  &  Power  Company  for  an  elec- 
tric power  line  from  Eugene  to  this  place. 

TACOMA,  WASH.— Count  Kokudava  and  two  other 
wealthy  Japanese  arrived  last  week  from  the  East,  where 
they  purchased  machinery  for  a  $100,000  electrical  plant  to 
be  installed  at  Kyoto. 

GRANGEVILLE,  MONT.— The  Grangeville  Light  ,«;  Power 
Company  is  engaged  in  making  extensive  improvements  here 
by  enlarging  the  power  station,  reconstruction  of  the  power 
line  and  construction  of  a  modern  building. 

SPOKANE,  WASH.— H.  E.  Shallenberger,  head  of  the 
International  Lead  &  Iron  Company,  has  announced  that  a 
town  is  being  laid  out  at  Salmon  Rapids  and  preliminary  sur- 
veys have  been  made  for  the  Installation  of  a  ti.'p.ooo  horse- 
power electric  plant  on  the  Salmon  river. 

SAN  BERNARDINO,  CAL.— The  Board  cf  Supervisor;'  will 
receive  sealed  bids  up  to  2  p.  m.,  October  lOth,  for  a  certain 
Iranchise  applied  for  by  the  Pacific  Light  &  Power  Company, 
for  the  I'ight  to  erect  and  construct  and  fi.r  a  period  of  40 
years  to  maintain  and  operate  poles  and  other  superstruc- 
tures, for  the  transmission  of  electricity  and  to  lay,  main- 
tain and  operate  wires,  cables  and  other  appliances  lor  trans- 
mitting and  conducting  electricity  upon  the  highways  of 
this   county. 


TRANSPORTATION. 
WOODLAND,   CAL.— The   construction   of   the   Vallejo    & 
Northern  Railway  has  commenced  in  the  breaking  of  ground 
on   Second   street   in   this   city. 

BANDON.  ORE. — J.  H.  Somers,  representing  the  Coos 
Bay  Traction  Corporation,  is  here  with  the  proposition  of 
raising  $50,000  for  the  construction  of  an  electric  railway  from 
Coos  county  to  Grants  Pass  and  Roseburg. 

MEDP'ORD,  ORE.— John  R.  Allen,  of  tlie  Southern  Oregon 
Railroad  &  Electric  Company,  states  that  construction  work 
on  the  proposed  electric  interurban  railway  to  connect  Med- 
ford,  Ashland  and  Grants  Pass   will  start  scon. 

LOG.^N,  IDAHO. — The  County  Commissioners  have 
granted  the  amended  franchise  for  the  operation  of  an  inter- 
uiban  electric  railroad  to  Lee  Neilsen  and  his  associates. 
The  route  is  from  Wellsville  to  Hyrum,  thence  along  the 
east  edge  of  the  valley  to  Logan,  touching  the  towns  of 
Millville  and  Providence.  From  Logan  the  line  goes  through 
Greenville  to  the  Idaho  State  line,  passing  through  Hyde 
Park. 

MARTINEZ,  CAL.— The  Robert  Dollar  Company  has  de- 
livered 60,0«0  ties  at  Bay  Point  for  the  Oakland  and  Antioch 
Railway  and  three  carloads  of  rails  were  laid  down  at  that 
point  on  the  same  day.  The  engineering  crew  of  the  Oak- 
land and  Antioch  Railway  is  at  present  in  Martinez  fin- 
ishing the  surveying  work  for  the  road  and  the  laying  of  rails 
and  ties  will  be  started  this  week.  The  coaches  for  the  road 
have  also  been  ordered  and  will  be  delivered  about  Novem- 
ber 1. 

SAN  FRANCISCO,  CAL.— Steps  have  been  taken  by  the 
Public    Utilities    Committee   of    the    Bo.nrd    of    Rui)ervisors    to 
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push  lorward  the  conslnKliou  ol  the  Ueary  street  railroad. 
A  I'onnal  resoUition  luis  been  adopted  reconiniending  that 
the  Board  ol"  Public  Works  be  authorized  to  enter  into  con- 
tracts lor  the  purchase  of  rails  to  the  maximum  amount  of 
$i:!0,000,  and  a  second  resolution  provided  for  the  appropria- 
tion of  $.tOOO  for  the  expense  of  formulating  definite  plans 
for  beginning  the  work. 

SAN  FRANCISCO,  CAL. — Notice  is  given  that  the  annual 
meeting  of  the  stockholders  of  the  Northern  Electric  Rail- 
way Company,  a  corporation,  will  be  held  at  the  office  of  the 
company,  room  No.  1101,  in  the  Alaska  Commercial  Build- 
ing, situated  on  the  northeast  corner  of  California  and  San- 
some  streets,  in  the  city  and  county  of  San  Francisco,  State 
of  California,  on  Monday,  the  26th  day  of  September,  A.  D. 
1910,  at  he  hour  of  2:00  o'clock  p.  m.,  of  that  day,  for  the  elec- 
tion of  directors  for  the  ensuing  year,  and  for  the  transaction  of 
such  other  business  as  may  come  before  the  said  meeting. 

SAN  FRANCISCO.  CAL.— The  franchise  for  the  pro- 
posed extension  of  the  Parnassus  avenue  car  line  from  the 
Affiliated  Colleges  out  to  Ninth  avenue  and  up  Ninth  avenue 
to  Pacheco  street,  for  which  the  residents  of  the  Sunset  Dis- 
trict have  been  working  for  two  years,  and  towards  which 
they  subscribed  $20,000.  is  almost  assured.  The  bid  of  Thos. 
W.  Watson,  representing  the  residents  of  the  Sunset  District 
has  been  approved  by  the  Public  Utilities  Committee  and  a 
resolution  passed  recommending  its  sale  to  Watson.  The  line 
for  which  the  franchise  is  asked,  while  only  about  a  mile 
in  length,  will  tap  a  considerable  district  in  the  Sunset  and 
will  open  up  tor  settlement  some  of  the  most  desirable  land 
for  homeseekers  in  the  city.  It  is  thought  that  the  line  will 
be  completed  by  next  year. 


ILLUMINATION. 

PRINCE  RUPERT,  B.  C— The  Tsimpsean  Power  Com- 
pany will  erect  a  gas. plant  here.  John  Cotes  of  London  has 
the  contract. 

MARTINEZ.  CAL— The  Richmond  Light  &  Power  Cor- 
poration bid  for  an  electric  franchise  over  the  streets  in  this 
county,  has  been  accepted  by  the  Board  of  Supervisors. 

STEWART,  B.  C— The  Portland  Canal,  Light,  Water  & 
Power  Company,  in  this  district,  proposes  to  build  a  plant 
on  American  creek  and  will  spend  about  $100,000  in  the  un- 
dertaking. 

SPOKANE,  WASH.— Work  will  proceed  immediately  by 
the  Washington  Water  Power  Company  to  deepen  and 
straighten  the  channel  of  the  Spokane  river  for  1500  feet  be- 
low- the  Monroe  street  bridge. 

ONTARIO,  CAL. — The  Ontario-Upland  Gas  Company  plans 
improvements  to  the  extent  of  over  $2,500.  It  will  install  a 
gas  booster  which  will  raise  the  pressure  in  the  tanks  at  the 
noon  hour,  when  the  consumption  is  the  heaviest. 

WAILUKU,  H.  T.— When  the  Wailuku  Electric  Company 
first  received  its  charter  it  was  intended  to  install  a  large 
plant  suitable  for  light  and  power.  The  company  is  now- 
going  ahead  on  a  lighting  plant  only.  It  is  intended  to  in- 
stall  a   1000-light  plant.  '      - 

UPLAND,  CAL. — An  ordinance  has  been  passed  granting 
p  franchise  to  the  Pacific  Light  &  Pow-er  Company  to  erect 
poles  and  string  wires  along  Orange  avenue  in  this  city  and 
to  connect  with  the  Tenth  street  line.  A  power  house  will 
probably  be  erected  on  Orange  avenue  by  the  company. 

ELTGENE.  ORE. — An  announcement  has  been  made  by 
Chief  Engineer  White  that  arrangements  are  being  made  for 
building  a  holder  for  the  new  water  plant  to  have  a  capacity 
ot  1.50.000  cubic  feet.  He  also  states  that  an  entirely  new- 
water  gas  plant  will  be  installed  at  once  consisting  of  two 
"sets"  of  a  capacity  of  250,000  cubic  feet  each  per  day. 


TELEPHONE   AND   TELEGRAPH. 
WATERVILLE,    WASH.— A    franchise    was    granted    the 
Farmers'  Telephone  Company  for  a  system  in  this  city. 

ASHLAND,  ORE. — The  City  Council  has  voted  to  cancel 
the  franchise  secured  by  E.  C.  Sharp  on  account  'of  failure 
to    begin    work. 

GREAT  FALLS,  MONT.— The  Great  Falls  .Automatic 
Telephone  Company  will  install  a  private  branch  telephone  ex- 
change in  the  $400,000  Rainbow-  hotel,  nearing  completion. 

MISSOULA,  MONT.— The  Rocky  Mountain  Bell  Tele- 
phone Company  is  engaged  in  repairing  the  burned  telephone 
lines  between  here  and  Wallace,  Idaho;  40,000  ft.  copper  wire 
and  800  poles  were  wiped  out. 

PENDLETON,  ORE.— Yhe  Pacific  Telephone  &  Telegraph 
Company  is  engaged  in  constructing  a  long  distance  telephone 
line  between  Walla  Walla  and  this  place.  An  expenditure  of 
$20,000  will  be  made  to  improve  the  service  of  this  city. 

SAN  FRANCISCO,  CAL.— The  Alaska  Steamship  Company 
has  contracted  with  the  United  Wireless  Telegraph  Company 
for  the  equipment  of  their  steamship  La  Touche  with  a  one- 
kilowatt  plant.  The  installation  on  this  boat  is  now  being 
rushed  and  it  is  expected  will  be  completed  in  the  course 
of  a  day  or  two.  The  Alaska  Steamship  Company  at  the 
present  time  has  the  following  ships  equipped  with  thjs  sys- 
tem: Victoria,  Northwestern,  Dolphin,  Seward,  Olympia  and 
.lefferson.  The  steamship  Yucatan  of  this  same  line  was 
equipped  with  the  system  at  the  time  of  the  disaster.  Valu- 
able service  w-as  rendered  by  the  use  of  the  wireless  on  this 
ship. 


WATERWORKS. 

LINDSAY,  CAL.— Authority  is  granted  to  W.  S.  Howe 
and  assigns  to  lay  water  pipes  in  the  streets  and  alleys  of 
certain  additions  to  this  town. 

LEWISTON,  IDAHO.— The  Council  will  install  an  addi- 
tional pump  at  the  water  plant  to  cost  approximately  $2500, 
which  will  be  installed  the  coming  year. 

TACOMA,  WASH. — The  Council  has  passed  an  ordinance 
granting  to  the  Tacoma  Water  Supply  Company  a  permit 
to  lay  and  maintain  water  pipes  in  certain  streets  in  the  city 
of  Tacoma. 

TACOMA,  W.\SH.— Tre  International  Contract  Company 
of  Seattle  will  probably  receive  the  contract  for  building  the 
intake  and  headworks  of  the  Green  River  gravity  water  plant. 
The  engineer's  estimate  on  the  work  is  $70,000. 

GLENDORA,  CAL.— At  a  meeting  of  directors  of  the 
Citrus  Belt  Water  Co.,  it  was  decided  to  sink  the  present 
well  deeper,  replace  the  board  curbing  with  curbing  and 
install  a  new  pump.  The  estimated  cost  of  improvements  is 
$10,000. 

HOQUIAM,  WASH— At  the  next  meeting  of  the  Council 
a  franchise  will  be  presented  providing  for  a  25-year  franchise 
to  lay  and  maintain  water  mains  and  pipes  in  Histler's  Addi- 
tion to  Aberdeen.  The  application  has  been  made  by  Ru- 
dolph Histler. 

SAN  FRANCISCO,  CAL.— Permission  has  been  granted 
to  the  Ames-Harris-Neville  Company  to  lay  steam  pipe  and 
return  uriderground  across  Potrero  avenue  at  the  crossing  of 
Alameda  street,  from  the  building  of  the  Stauffer  Chemical 
Company,  to  a  certain  building,  the  property  of  Mr.  Ames. 

WOODLAND.  CAL.— D.  B.  Ridby  of  the  Oakland  Iron 
Works  appeared  before  the  Trustees  at  its  last  meeting  with 
a  blue  print  of  plans  for  an  auxiliary  waterworks  plant.  The 
members  of  the  board  approved  the  plans  but  no  further 
action  was  taken,  as  the  site  for  the  plant  will  not  be  located 
until  the  results  of  the  boring  tests  foi-  water  are  known. 
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PACIFIC  COAST  ELECTRICAL  EXPOSITION 


The  Pacific  Coa.st  Electrical  Exposition  was  near  who  found  his  time  profitably  engaged  in  study- 
brought  to  a  brilliant  culmination  on  Saturday  night,  ing  some  of  the  newer,  if  less  spectacular,  displays. 
September  24,  after  a  successful  run  of  eight  days  and  As  compared  with  the  Eastern  shows,  the  spec- 
nights.  This,  the  first  electric  .show  to  be  held  west  tacular  was  lacking.  An  occasional  thrill  was  induced 
of  the  Rockies,  proved  to  be  more  successful  than  by  the  exhibition  of  the  apparent  inconsistencies  of 
anticipated  by  even  the  most  sanguine,  a  conservative  high    frequency   current    in   its   effects   on   the   human 


General  View  Pacific  Coast  Electrical  Expoiition 


estimate  placing  the  total  attendance  at  40,000.  There 
is  now  a  strong  likelihood  that  this  expositon  will 
hereafter  be  held  annually,  a  large  number  of  exhib- 
itors now  wishing  to  double  and  c\'cn  quadruple  the 
space  they  used  this  time.  The  gate  receipts  were 
such  that  a  substantial  return  is  assured  to  each  one 
who  took  space. 

Most  of  the  exhibits  were  calculated  to  appeal  to 
the  public  fancy.  There  was  consequently  little  to 
indicate  Western  pre-eminence  in  long  distance  trans- 
mission of  high  tension  power,  but  much  to  interest 
the  small  user.     Yet  withal,  there  was  many  an  engi- 


system.  The  riot  of  light  caused  many  to  marvel,  an 
electric  rock  drill  added  a  bit  of  local  mining  color  and 
a  touch  of  rural  life  was  introduced  by  electrical  milk- 
ing machines,  together  with  the  necessary  cows. 
The  wireless  telegraph  was  always  the  center  of  an 
interested  throng,  as  were  also  the  telautograph  and 
directograph. 

The  prime  idea  of  the  show,  to  educate  the  public 
in  the  many  varied  uses  of  electricity,  was  well  carried 
out.  Its  stimulus  should  be  beneficially  felt  for  a  long 
time  to  come  in  the  way  of  increased  demand  for 
electrical  apparatus. 
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Panoramic  \'ii-w  of  the 


Lighting. 

The  most  Cdnspicimus  feature,  miiiiei'ically  ami  in 
])oiiit  of  brilliancy,  were  the  electric  lani])s.  The  reL^u- 
Irr  liglitin,s^  system  for  the  C'oliseum  provided  fifty-six 
250-\vatt  tungsten  lamps  suspended  o\'erhead  so  as  to 
give  good  illumination  to  all  points  on  the  floor. 
Naturally  one  of  the  most  important  classes  of  ex- 
hibitors were  the  lamp  manufacturers  and  their 
products  contributed  greatly  to  the  resplendence  of 
the  effect. 

The  National  Electric  Lamp  Association,  exhibit- 
ing on  behalf  of  its  member  companies,  occupied  four 
booths  facing  the  main  aisle  in  the  center  of  the  build- 
ing and  their  engineering  department  gave  an  exten- 
sive exhibit  of  the  latest  developments  in  incandescent 
lamps.  The  booth  decorations  were  especially  effec- 
tive, being  undoubtedly  the  most  elaborate  of  any  at 
the  show.  The  entire  booth  was  outlined  by  deco- 
rative arches  supported  liy  columns  surmounted  In- 
gilt  capitals  and  eagles  of  staff  work.  In  the  center 
of  each  arch  was  jilaced  the  "N.  E.  L.  A."  monogram, 
and  across  the  outside  of  the  arch  was  painted,  in 
characteristic  old  English  type,  the  name  of  the  asso- 
ciation. \'arious  sizes  of  Mazda  lamps  and  Holophane 
reflectors  were  suspended  from  the  bottom  of  the 
arches.  .\  reception  room  for  the  association's  guests 
was  built  within  the  bootli.  This  took  the  form  of  a 
Spanish  pergola,  decorated  with  autunm  leaves  and 
beaded  portiers. 

The  lamp  exhibit  included  three  racks,  upon  which 
were  mounted   the   various   sizes   of    no  and   2J0-voU 


Mazda  and  tantalum  lam])s,  the  Mazda  street  series, 
and  the  Mazda  sign  lami)s.  'l"he  new  double-wound 
tantalum  lamp  for  street-car  use  was  exhibited  on  a 
rack  in  a  comparative  test  with  the  old  r)4-watt  carljon 
lamp.  The  different  types  of  lloIo])hane  reflectors, 
of  both  the  Stilleto  and  Standard  lines,  were  also  on 
display. 

.A.  comjilete  electric  lighting  outfit  for  automobiles, 
including  the  searchlight,  headlights,  sidelights,  tail- 
light  and  limousine  lights  were  mounted  on  a  display 
board,  and  shown  liurning  as  in  actual  service. 

An  interesting  historical  feature  of  the  exhibit 
was  the  collection  of  Goebel  incandescent  lamps. 
These  lamps  were  macle  in  the  early  sixties,  were 
operated  from  batteries,  and  were  used  for  advertising 
purposes  in  New  York  Citv. 

A  device  which  showed  the  principle  of  the  Bun- 
son  photometer  was  exhibited,  as  well  as  a  "mirror 
rotator,"  which  illustrated  one  way  of  obtaining  the 
light  distribution  about  a  lamp. 

Two  novel  features  of  the  exhibit  were  the  sam- 
l)les  of  500  and  400-watt  Mazda  lamps,  and  the  new 
drawn,  wire  Mazda  lamps.  Se\-eral  types  of  the  latter 
were  shown,  among  which  were  the  30  and  60- volt 
train  lighting,  as  well  as  the  regular  40-watt,  iio-volt 
lamps.  The  drawn  tungsten  filament  is  something 
entirely  new.  and  the  exhibit  of  lamps  with  these 
filaments  was  \iewed  with  interest  by  the  thousands 
of  visitors. 

Perhaps  the  most  striking  illustration  of  the  ef- 
fulgence  of   the    .Afazda   lamp    was   contained     in     the 
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booth  of  the  General  Electric  Co.,  where  ii  was  dis- 
played as  the  "sun's  only  rival"  in  a  manner  that  called 
fortli  Comment  fnun  all. 

The  Westinghouse  Electric  and  Manufacturing 
Co.  exhibited  lamps  of  all  tyjjes  and  all  sizes  on  two 
revolving  disks,  both  low  and  normal  voltatje  Ix-int;- 
supplied  on  each  rack.  As  these  laiiips  contained  a 
large'niimber  of  colored  bnlb.s  it  added  i^reatly  to  ilie 
s])ectacular  effect  of  this  company's  exhi])it.  A  model 
street  series  tungsten  system  was  also  dis])]ayed. 

Joseph  Thieben  &  Co.  made  a  special  exhil)it  of 
.Star  and  Eastern  "Mazda"  lamps  whose  effective 
arrangement  added  to  the  attractiveness  of  this  exhiliit. 
Included  in  it  also  was  a  full  display  of  Howard  minia- 
ture automobile  and  candelabra  lamps  as  well  as 
Xovelty  electric  signs  and  Dull's  flashers. 

Franklin  "Mazda"  lamps  were  exhibited  by  Hola- 
bird-Reynolds  Co.  in  connection  with  their  other  fea- 
tures hereafter  to  lie  menticjned.  Liiiolite  lamps  for 
both  desk  and  window  lighting  were  exhibited  by 
H.  W.  Johns-Manville  Co.  Fostoria  lamps  were  dis- 
played by  Brooks-Follis  Co.  and  Coopcr-Mewitt  mer- 
cury arc  ]am]>s  by  the  Aylesworth  Agencies.  The 
Brumfield  Electric  Sign  Co.  had  an  elaborate  exhibit 
of  standard  and  colored  signs.  By  means  of  Pyro 
flashers  they  also  showed  a  number  of  interesting 
effects  in  moving  signs. 

Of  even  greater  brilliancy  than  the  incandescent 
lamps  were  the  many  kinds  of  arc  lamps  displayed. 
From  the  searchlight  on  the  roof  and  the  flaming  arc 
lamps  outside  the  building  to  the  Trucolor  lamps  on 


tiie  inside  tiie  electric  arc  maintained  its  reputation 
for  intensity. 

The  General  Electric  Co.  l)y  means  of  the  mercury 
arc  rectifier  were  enabled  tc)  display  direct  current 
luminous  arcs  and  llaming  arcs,  la_ying  particular 
emphasis  on  the  mechanical  construction  of  their 
lamps. 

Chas.  L.  Kiewert  &  Co.  displaved  a  complete  line 
<if  llame  and  carbon  arc  lamps  and  supplies,  including 
the  Siemens  flaming  arc  and  the  Aurola,  Alba,  Triplex. 
F^conomy  and  Lilli])ut  arcs.  .\  show  window,  display- 
ing gentlemen's  furnishing  goods,  was  lighted  by  a 
Trucolor  arc  which  brought  (nit  to  good  advantage  its 
close  appro.ximation  to  sunligiit.  A  moving  picture 
machine  operating  with  their  "Bio"  carbons  for  pro- 
jecting purposes  was  also  in  operation. 

Parrott  &  Co.  attracted  much  attention  with  their 
exhibit  of  ( iraiit  flaming  arcs,  just  to  the  left  of  the 
entrance.  Jos.  Thieben  &  Co.  exhibited  a  number  of 
.\merican  searchlights  and  also  Stave  flaming  arcs. 

Communication. 

Second  in  numerical  importance  only  to  the  lights, 
were  the  various  means  of  communication   exhibited. 

The  Bay  Cities  Home  Telephone  Co.  equipped 
each  booth  with  one  of  its  automatic  instruments  for 
the  use  of  all  e.xhibitors,  free  of  charge.  At  its  own 
booth  the  company  exhibited  a  working  section  of  its 
automatic  selector  system  which  was  explained  to  all 
interested  by  a  corps  of  courteous  attendants.  The 
company    also   showed    various   types   of   instruments 
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wliicli  it  is  installing;,  and  i)rii\i<l<.'(l  free  telephone 
service  for  \-isili  irs. 

The  Pacific  Tel.  &  Tel.  Co.  had  three  sound-proof 
booths  at  which  local  service  was  furnished  free  of 
charge  to  all  at  the  show.  On  each  evening  long 
distance  connection  was  established  with  some  one  of 
the  Pacific  (Toast  cities  such  as  Los  Angeles,  Portland, 
Seattle  or  Spokane  and  free  service  given  to  all  those 
that  desired  to  use  it. 

The  Dean  Electric  Co.  exhibited  a  standard  pri- 
\'ate  branch  exchange  board  operating  in  connection 
with  such  automatic  eqnipment  as  is  now  being  used 
by  the  Bay  Cities  Home  Telephone  Co.  One  of  the 
most  interesting  features  of  their  exhibit  was  a  police 


Tlic  Dean  Electric  Company 


Flashlite  switchboard  t)])crated  in  connection  with  a 
police  box  and  showing  the  method  of  calling  a  police- 
man on  his  beat  by  means  of  a  brilliant  red  light  Hash- 
ing in  the  box  whenever  the  desk-sergeant  so  desires. 
Another  innovation  was  a  complete  exhibit  of  the  new 
wayside  service,  whereby  anyone  equipped  with  the 
hand  microphone  provided,  can  communicate  with  a 
Central  by  plugging  in  a  box  placed  along  well  trav- 
eled roads  and  in  city  streets.  This  is  of  particular 
use  to  delivery  wagons  and  automobiles.  The  exhibit 
also  included  a  common  battery  harmonic  switchboard 
together  with  telephones  and  harmonic  converter  and 
ringing  machine.  A  full  line  of  Dean  telephones,  in- 
cluding the  new  bedside  type,  were  exhibited. 

The  Kellogg  Swritchboard  and  Supply  Co.  had  a 

most  interesting  display  of  telephone  apparatus,  lay- 
ing particular  stress  upon  their  railway  signal  system, 
which  is  fast  being  adopted  by  all  the  leading  railroad 
companies  as  a  substitute  for  the  telegraph  service. 
The  convenience  and  accuracy  of  this  method,  as  well 
as  its  economy,  was  graphically  ])ointed  out  by  the 
exhibit.  A  full  line  of  Kellogg  telephone  and  switch- 
I'oard  parts  were  displayed  in  glass  show  cases,  in- 
cluding special  telei)hone  adaptations  for  mines  and 
for  power  companies. 

The  Telephone-Electric  Equipment  Co. ,  showed 
an  interesting  ilisplay  of  Stromberg-Carlson  tele- 
phones, the  display  being  designed  princii)ally  for 
architects  and  contractors,  as  it  featured  the  inter- 
communicating telephone  system  for  residences  and 
lusiness  houses. 

The  Direct  Line  Telephone  Co.  had  an  exhibit  of 
interest  to  factories  and  other  places  requiring  a  con- 
venient inter-conimunicating  service  which  can  be 
rendered  absolutely  secret. 

De  Veau  telephones  were  exhibited  by  the  Elec- 
tric Railway  and  Manufacturers'  Supply  Co. 
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(  )iie  <if  tin-  most  iKivcl  (.'xhihils  was  tliat  of  t!ic 
Department  of  Electricity  of  the  city  and  bounty  of 
San  I'Vaiicisco,  which  showed  a  C()in])lete  workinji 
system  of  the  fire  alarm  and  police  signal  a])paratiis  as 
in  use  in  San  Francisco.  The  exhibit  comprised  tliree 
outside  fire  alarm  boxes  and  a  ])olice  box  connected 
with  their  respective  central  station  boards,  fire  house 
boards  and  police  station  boards,  each  of  which  were 
equipped  with  many  special  signaling  devices.  Par- 
ticular interest  attaches  to  this  exhibit  because  all  the 
apparatus  is  made  b}-  the  de|iartment  and  the  system 
as  installed  is  one  of  the  most  complete  and  up-to-date 
in  the  country. 

The  Directograph  was  another  means  of  cominu- 
i.ication  which  created  much  po])ular  interest.  By 
means  of  this  machine  it  is  possible  to  send  news  from 
a  central  station  by  means  of  a  typewriter  and  have 
it  mechanically  written  on  a  large  bulletin  board 
simultaneously  at  a  large  number  of  places.  Its  pur- 
pose is  particularly  for  the  transmission  of  stock 
exchange  reports,  prize  fight  and  baseball  returns. 
Its  principle  of  operation  depends  upon  the  electrical 
control  of  a  large  number  of  magnets  which  nioxe  a 
marking  pen  upon  the  board,  tracing  out  the  desired 
words. 

The  Gray  Telautograph  Co.  exhibited  their  instru- 
ment for  electrical  transmission  of  handwriting,  which 
proved  of  jieculiar  ])opiilar  interest. 

The  National  Dictograph  Co.  demonstrated  the 
Dictograph  s\stcni  by  means  of  which  the  executi\x* 
is  placed  in  instant  communication  with  all  his  assist- 
ants without  the  necessity  of  holding  an  earpiece  (ir 
talking  into  a  transmitter,  as  the  instrument  transmits 
speech  from  any  reasonable  distance  within  the  limits 
of  an  ordinary  room,  the  recei\'ing  end  being  further 
provided  with  a  small  loud  speaking  horn  which  ampli- 
fies the  sonnd. 

.A  full  line  of  Monarch  tele])hones  as  well  as  the 
Monarch  time  .system  was  exhibited  in  the  booth  of 
the  Aylesworth  Agencies. 


A  most  noteworthy  exhibit  was  that  of  the  West- 
ern Union  Telegraph  Co.,  this  being  one  of  the  few- 
electrical  shows  for  which  this  company  has  prepared 
an  exhibit.  It  included  a  complete  system  for  sending 
and  receiving  messages  with  o])crators  and  messenger 
boys.  Particular  emphasis  was  laid  u])on  their  new 
night  letter  service  and  an  excellent  object  lesson 
given  to  the  jjublic  of  the  great  work  done  by  this 
company. 

A  wireless  telegraph  system  was  installed  by  the 
Exposition  Company  and  ])laced  in  charge  of  ATr. 
\\'illiam  Hanscom.  the  electrical  engineer  for  the  expo- 
sition. This  feature  attracted  no  little  attention  from 
the  visitors  who  were  interested  in  the  mysteries  of 
the  wireless. 


Ketio^k'  Switchboard  &  Supply  Co. 
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General  Eleclric  Company 

The  San  Francisco  Gas  &  Electric  Co.,  cicciip}  ini;- 
ciK-  of  the  large  central  booths,  made  no  atteni])t  at  a 
working  display,  l)ut  provided  a  beautifully  furnished 
reception  and  lounging  room  with  maid  in  attendance. 
Here  the  visitors  could  rest,  ask  i|uestions  and  lo<ik 
over  the  current  magazines,  all  the  while  being  im- 
pressed with  the  company's  motto,  the  "house  of 
conrtesv."' 


Electric  Heating. 

Third  nunu-rically.  and  perhaps  first  in  popular 
interest,  were  the  electric  heating  apjiliancos  which 
were  exhibited  liy  a  large  numl)er  of  companies. 
.Xaturallv  the  largest  crowd  congregated  where  there 
were  demonstrators,  jjarticularly  at  the  large  1)o!)th  of 
the  General  Electric  Co.,  one-half  of  which  was  elabo- 
latelx'  fitted  n|i  as  an  electric  dining-room  and  electric 
Icitchen.  The  dining-room  was  handsomely  furnished 
in  Mission  style,  with  a  dro|)  light  on  the  center  tal:)le, 
;'.  luminous  radiator  in  the  fire|)Iace  and  copjier  chafing 
dish,  ])ercolator  and  tea  kettle,  all  electrically  operated, 
in  the  serxing  talilc.  The  electric  kitchen  was  ei|uiiiped 
with  a  standard  \"o.  2  cooking  and  baking  ontlit  which 
consisted  of  a  wooden  range  c(piii)])cd  with  all  manner 
of  electrically  heated  devices,  each  device  containing 
the  heating  element  as  an  essential  part.  'I'he  new 
t\-pe  Xo.  I  domestic  range  w^as  here  sliown  for  the 
first  time.  It  consists  of  oVen,  broiler,  three  hot  plates 
and  a  warming  com])artment,  with  the  necessary 
switches  and  devices  for  connecting  portable  devices. 
I'hese  devices  arc  legion  in  number,  inchiding  (loul)le 
boilers,  frying  ])ans,  waffle  irons,  toasters,  tea  kettles, 
coffee  percolators,  broilers,  pancake  cookers,'  water 
heaters,  ovens,  etc. 

The  Telephone-Electric  Equipment  Co.  exhilnted 
;'ii  e<|ually  complete  line  of  Simplex  heating  dex'ices, 
as  did  also  the  Westinghouse  Electric  &  Mfg.  Co. 

luich  of  the  three  aijove  com])aiiies  exhibited  elec- 
tric irons,  as  did  likewise  the  Holabird-Reynolds  Co., 
who  demonstrated  the  Pacific  Electric  -Mf.g.  Co.'s  Hot 
F'oint  iron. 

Closely  allied  with  these  electric  irons  was  the 
txhibit  of  the  American  Ironing  Machine  C9.,  which 
included  a  Simplex  electric  ironer  (motor  operated) 
and  a  Tin)r  electric  washer  and  wringer.  A  iijoo  wash- 
mg  machine,  as  well  as  a  nund)er  of  Westinghouse 
heating  apjjliances  were  exhibited  b}-  the  Levy  Elec- 
tric Co.,  Electrical  water  heaters  shown  included  the 
Diamond  and  Cutler.  Tlte  Consolidated  Electric  Ap- 
[iliance  Co.,  re]5resented  by  Otis  Sc  Squires,  disjilayed 
I'lnto  electric  irons,  electric  radiators  and  instanta- 
neous water  heaters. 


Otis  &  Sciuires 
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Exhibit  ol  Weslingliouse  Elc-ctric  &  Manufacturing  Company 


The  City  Electric  Co.  cxliihited  a  model  iinder- 
grouiul  \ault  which  was  equipped  with  two  ii,ooo-volt 
combined  switch  and  fuse  boxes,  and  a  500-volt.  three- 
wire,  large  capacity,  six-way  junction  box  made  by  the 
company,  and  a  General  Electric,  type  H,  loo-kw.,  oil- 
cooled  transformer.  This  concrete  vault  is  typical  of 
the  company's  manholes  throughout  the  city  and  im- 
]iressed  the  visitors  with  the  absolute  care  necessary 
in  underground  jjower  transmission. 


CITYELECIR1£J^0 


The  City  Electric  Co. 

Motors. 

The  most  elaborate  exhibit  of  motors  was  tiiat  of 
the  industrial  and  power  department  of  the  Westing- 
house  Electric  &  Mfg.  Co.,  which  featured  vacuum 
cleaners,  ice  cream  freezers,  l)uft'ers,  grinders,  polish- 
ers, sewing  machines,  drilling  machines,  meat  clioji- 
pers,   and    fans,   all    driven    by    Westinghouse    motors. 


They  also  exhibited  a  miniature  oil  well  derrick  show- 
ing the  operation  of  drilling,  pulling  and  pumping  oil 
in.  the  California  fields.  A  complete  line  of  e\ery  type 
of  motor  manufactured  by  this  company  was  repre- 
sented. 

The  General  Electric  Co.  exhibited  a  large  number 
of  induction  motors  and  exemplified  their  application 
to  sewing  machines,  buffing  machines  and  to  their  new 
lireast  drill.  They  exhibited  their  auto-c<introl  for 
both  direct  and  alternating  current  and  a  number  of 
starting  compensators. 

The  Fort  Wayne  Electric  Works  had  on  rlisplay  a 
large  number  of  special  antl  standard  power  motors 
ranging  fiom  i/ioo  to  1/4  horsepower.  They  also 
showed  a  Giles  type  E  automatic  steam  engine  con- 
necting with  a  Fort  Wayne  generator  and  the  Paul 
system  of  air  compressing  and  pumping. 

The  Century  Electric  Company  of  St.  Ltiuis  ex- 
hibited a  number  of  single  jihase  Century  motors  rang- 
ing from  '4  to  5  horsepower. 

Parrott  &  Co.  had  an  interesting  exhibit  of  Kim- 
ble alternating  motors,  one  of  these  driving  a  Chand- 
ler-Price printing  press.  .-\  number  of  small  motor  ap- 
plications were  shown,  including  a  mot  ''r  driven  fan. 
Crocker-Wheeler  motors,  generators  and  dynamos  of 
all  types  were  exhibited  In-  Chas.  L.  Kiewert  &  Co. 


Chas.  L.  Kiewert  &  Co. 
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Electric  Vehicles. 

I'i'ihaiJS  tlic  iimst  aiiil)itious  of  all  classes  of  ex- 
liiljils  wt-rc  the  electric  automobiles,  it  lieiiii^  believed 
that  such  a  lartje  number  of  different  makes  were  never 
before  assembled  at  an  electrical  show.  R.  B.  Daggett 
&  Co.  showed  three  T-aker  electrics  and  a  Walker 
eiectric  truck  in  addition  to  a  number  of  demonstrating 
cars.  The  Studebaker  Co.  e.xhibited  four  \ehicles,  the 
Columbus  Electric  two,  a  roadster  and  coupe,  there 
also  being  a  runabout  and  stanhope  for  demonstrating; 
tlie  Detroit  two  coupes  ecpiipped  with  Edison  storage 
latteries:  Ranch  &  Lang,  repre^ented  l)y  G.  A.  Mc- 
Dougald  &  Co.,  a  coupe;  the  Babcock  one  car,  and 
the  Ideal  four  ])assenger  electric  coupes.  The  storage 
batteries  of  these  were  sup])lied  with  direct  current 
either  by  means  of  a  motor  generator  set  or  liy  mer- 
cury arc  rectifiers. 


Electric  Wiiicli'S 

The  Electric  Storage  Battery  Co.  exhibited  a  full 
set  of  storage  Ijattery  trays  showing  the  "Exide"  bat- 
tery as  furnished  for  the  various  vehicle  manufacturers, 
the  names  appearing  on  tlie  trays.  In  connection  with 
this  exhibit  there  was  also  a  full  line  of  "Exide"  vehicle 
battery  parts.  The  "Exide"  sparking  battery  for  .gaso- 
line engine  ignition  was  shown  complete  and  in  sec- 
tion, together  with  a  full  line  of  parts.  The  Electric 
Storage  Battery  Co.  also  exhibited  a  low  voltage 
tungsten  lighting  outfit,  recently  developed  for  use  in 
farm  houses  and  countr_\-  residences.  The  outfit  con- 
sists of  a  gasoline  engine  jjnn-iding  a  small  40-^•olt  d.  c. 
generator,  a  storage  liattery  of  i6  cells  of  the  "Chlo- 
ride Accumulator"  with  three  counter  cells  for  regu- 
lation and  complete  switchboard  with  ammeter,  volt- 
meter, rheostat,  circuit-breaker  and  circuit  switches. 
The  current  from  tlie  set  was  used  to  supply  about 
fifty  8  and  i6-candlepower,  32-volt  tungsten  lamps. 

Hughson  &  Merton  exhibited  the  Connecticut 
system  of  ignition  for  automobiles,  the  Jones  electric 
automobile  horn,  the  Jones  live  map  and  the  Jones 
speedometer,   this   exhibit   lieing  in   charge  of  H.   W. 


.\mcric.Tn  Ever  Ready  Co. 

Coffer,  tile  factory  representati^•e.  The  Aylsworth 
Agencies  Co.  exliibited  the  .\pple  Electric  Co.'s  auto- 
mol)ile  light  and  ignition  system. 

The  American  Ever  Ready  Co.  exhibited  a  line  of 
novelties  and  dry  batteries  of  general  interest  -to  auto- 
mobilists.  These  included  electric  flashlights,  spark- 
ing ]3lugs.  speedometers,  automatic  automobile  start- 
ers, wind  shields,  tire  chains  and  automobile  acces- 
sories. The  "Eveready"  battery  for  ignition  purposes 
and  the  "Three  Crescent"  telephone  battery,  manu- 
factured only  in  San  Erancisco,  were  also  exhibited, 
together  with  a  large  number  of  \acuum  bottle  and 
electric  novelties. 

Switchboards  and  Instruments. 
Otis  &  Squires,  rejiresenting  the  H.  Krantz  Mfg. 
Co.,  the  Cutler  Hammer  Co..  Columbia  Incandescent 
Lamp  Co.,  L.  15.  Allen  Co.,  Dossert  &  Co.,  American 
Conduit  Mfg.  Co.,  Knoblock-Meideman  Mfg.  Co., 
•Mathias  Klein  &  Sons  Co.,  Machado  &  Roller.  Para- 
gon Sellers  Mfg.  Co.  \'an  Xort  llrush  Co.  exhibited  a 
complete   line  of  switchboards,   panel   boxes,  switches 


.\ylesworth  .AgunciLS  Co. 
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American  Electric  Fuse  Co. 

and  lii,e;li  tension  apiiaratus.  'J'Iicsl-  inclmk-d  a  two- 
panel  Krantz  switchboard.  Krantz  knife  switches, 
Cutler-Hammer  ])ush  button,  specialties,  magnets  and 
controlling  apparatus.  Roller-Smitli  instruments. 
Klein's  linemen's  tools,  Paragon  ground  ctnies,  lUack- 
burn  ground  clamps.  Paragon  self-tying  knobs,  Iroiiite 
drop  wires  and   Dossert  connectors. 

The  Electric  Railway  &  Mfrs.  Supply  Co.  exhib- 
ited a  se\en  panel  boaid  of  ilu-ir  own  manufacture. 
This  board  was  e(|uipi)e(l  with  'i'rundiull  fu>es.  W'est- 
inghouse  voltmeters  and  ammeters.  Duncan  watt- 
meters and  Trunibull  switches. 

The  Drendell  Electric  and  Mfg.  Co.  of  San  JMan- 
cisco  exhibited  a  number  of  switchboards  recenti\- 
made  for  their  customers,  including  a  three  panel 
board  to  be  delivered  to  the  Decker  Electric  Co.  for 
the  Cuoyaga  Rubber  Co.  of  .Mexico,  a  three  panel 
board  for  the  Central  Electric  Co.  at  I'~ort  Whipple, 
Arizona,  and  a  panel  box  for  the  Pacific  States  Elec- 
tric Co.'s  Alcatraz  Island  contract.  They  also  showed 
a  number  of  co])per  connectors  and  remote  control 
switches. 


Prank  E.  Smith 

The  Westinghouse  Electric  &  Mfg.  Co.  through 
their  detail  and  supply  de|)artment  sliowcd  ;i  complete 
hue  of  transformers  and  line  circuit  breakers,  switches 
and  kindred  de\ices. 

The  General  Electric  Co.  exhilii.ed  a  direct  and 
alternating  current  switchboard  in  connection  with  a 
niercur}-  arc  reflector  which  supplied  current  for  stere- 
opticoii  \iews  showing  a  number  of  lantern  slides  illus- 
trating their  heating  appliances.  Testing  instruments 
were  also  exhii)ited  by  the  (ieneral  Electric  Co..  \\'est- 
inghouse  Electric  &  Mfg.  Co.  and  (  )tis  ^K:  Stpnres. 

Frank  E.  Smith,  representing  the  Weston  Elec- 
trical Instrument  Co.,  showed  for  the  first  time  the 
new  Weston  switchboard  wattmeters,  both  single  and 
p.olyphase.  synchroscopes,  ])ower  factor  meters  and  fre- 
quency indicators,  all  of  which  were  in  operation  on 
the  main  leads  su|)pl\-ing  the  exposition  with  light  and 


Electric  Railway  &  Manufacturers  Supply  Co, 
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])o\vcr.  Picsidcs  these  a  full  liiU'  of  ref^ular  switch- 
board and  pnrtahlc  instruiiiciits  were  shown. 

The  Pacific  Electric  &  Mfg.  Co.  exhibited  an  oil 
switch  with  electric  control  for  80,000  volt  service  and 
a  pole  top  swilcii  for  hi,q"h  tension  ]iower  lines.  A  num- 
l)er  of  disconnecting  switches  for  lower  voltages,  to- 
gether with  the  W'ooll  motor  protecting  switches  were 
also  exhibited. 

The  American  Electric  Fuse  Co.  displayed  the 
Allen-Uradley  line  of  alternating  and  direct  current 
rheostats  with  indestructable  resistance.  Muskegon 
si>ark  coils  for  marine  and  gas  engine  use,  black  enam- 
elled magnet  wire  and  wireless  coils  and  telephone 
protective  equipment.  In  the  same  booth  the  Steuart 
i'uller  Co.  demonstrated  Vulcan  electric  soldering  and 
curling  irons  and  dis])layed  Pierce  drills. 

Wires  and  Cables. 
The  American  Steel  &  Wire  Co.  had  an  elaborate 
exhibit  of  all  the  dit't'erent  kinds  of  wires  and  cables 
carrie<l  in  stock  on  their  San  Francisco  warehouse. 
'Jhese  included  copper  and  iron  wire,  bare  and  insulated 
of  all  sizes  and  for  all  pur])oses.  from  a  magnet  wire 
to  a  million  circular  mil  cable.  They  also  showed  a 
complete  exhibit  of  rail  bonds  and  pole  steps. 


SpraguL'  Klectric  Co. 

The  Sprague  Electric  Co.  had  a  complete  exhibit 
of  Conduit  conductors,  air  and  steam  armored  hose,  all 
of  ]iariicular  interest  to  contractors. 


CO. 


flftTKIC.  R.\l 


IvyUfl 


Sf»^  "WO^ 


'■OcijliQlUf. 


The  Standard  Underground  Cable  Co.'s  exhibit 
consisted  of  coils  and  reels,  bare  and  insulated  copper 
wire,  lead  covered  cables,  bare  and  insulated  copper 
clad  wire,  armored  terminals,  insulating  tape  and  com- 
pound and  cable  accessories.  Many  people  were  inter- 
ested in  a  sample  of  the  submarine  cable  used  by  the 
Bay  Cities  Home  Telephone  Co.  across  San  Francisco 
Bay. 

The  National  India  Rubber  Co.  exhiiiited  boards 
showing  samjjles  of  cable  cords,  wires  and  cables,  and 
railway  signal  wire. 

Vacuum  Cleaners. 

Electric  vacuum  cleaners  of  all  sizes  and  shapes 
were  greatly  in  evidence  and  attracted  nnich  attention. 
These  included  the  Duntley.  Hoover,  Little  Giant 
suctifin   sweeper,   the    Keller-Santo   and   the    Monarch. 

Miscellaneous. 

The  Reed  Electric  Works  of  .Mayt^eld.  California, 
demonstrated  their  electric  welding  machine. 

The  H.  W.  Johns-Manville  Co.  displayed  their 
"i\t)ark"  service  subway  boxes,  "Xoark"  enclosed  fuse 
material,  J-M  dry  batteries,  fibre  conduit  and  fittings, 
asbestos  roofing,  insulating  materials  and  fittings,  in 
addition  to  the  J-M  Linolite  system  of  electric  lighting. 
.*~ome  good  examples  of  electric  sign  or  weatherproof 


Standard  UndererounJ  Cable  Co. 


H.  \V.  JohnsManville  Co. 

J-.M  Linolite  lani])s  were  exhibited,  also  type  "B"  win- 
('ow  reflectors  and  some  new  corrugated  glass  type  "E" 
reflectors.  J-M  Linolite  desk  and  table  lamps  and 
some  special  silver-plated  reflectors  for  picture  lighting 
were  also  shown  J-M  porcelain  insulators  which  are 
made  for  all  classes  of  service  up  to  as  high  as  100,000 
\olts  were  represented  by  a  complete  line.  These  in- 
sulators are  now  made  in  both  i)etticoat  and  disc  tvpes 
together  with  jjins,  fittings,  etc.,  for  long  distance  trans- 
missions and  other  systems. 

Overhead  material  was  shown  in  ipiite  a  variet}' 
of  products  among  which  may  lie  mentioned  the 
"(jiant"  strain  insulator.  J-M  friction-tapes  and  .sylic- 
ing  compounds  were  well  shown,  the  tape  in  six 
brands,  which  makes  a  ]5ermanent  water-tight,  high 
grade  insulating  compound  was  represented  by  two 
brands.  The  11.  W.  Johns-Manville  Company  make 
a  great-  variety  of  insulating  materials  for  various 
kinds  of  apparatus,  such  as  arc  deflectors  for  controll- 
ers, special  plugs  for  heating  and  cooking  devices,  elec- 
trobestos  shapes  and  samples  and  moulded  mica  weath- 
erproof lamp  sockets,  which  are  so  extensively  used  in 
parks  and  out-of-doors  decoration,  in  paper  mills,  brew- 
eries, laundries,  anywhere  in  fact  where  acid  fumes  or 
moisture  is  present. 
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Brook-Follis  &  Co.,  mu'  <il  the  few  johljers  wlin  ex- 
liibited  had  an  interestint,'-  display  of  all  kinds  of  elec- 
tric apparatus,  including-  electric  poles,  sockets, 
switches  pusji  Imttons.  laniiis  and  lelephnne  a])])aratu>, 
and  \ilirators. 

The  Southern  Pacific  Company,  (iccupying  one  of 
the  large  central  spaces,  had  a  working  model  of  their 
automatic  block  system,  together  with  two  full  sized 
block  towers,  stereopticon'  views  of  the  Missions  of 
California  and  distributed  a  general  line  of  literature. 

The  Walters  Surgical  Instrument  Co.  exhibited  a 
complete  and  interesting  line  of  X-ray  apparatus. 
Crooks  tulles,  electro  static  apparatus,  medical  coils 
and  therajH'utic  lam])s  and  appliances. 

The  Paraffine  Paint  Co.  had  an  exhibit  of  insulating 
tape  and  cumpcuinds.  Malthoid  roofing,  building  paper, 
deadening  felt,  etc. 

A  number  of  electric  vilirators,  inchiding  the 
(lolden,  the  Universal  and  llie  .Arnold  were  exhibited 
by  various  companies. 

John  R.  Cole  &  Co.  iwhibitt'd  llosserl  ciniduit 
knockout  boxes,  covers,  busiiings;  C'hase-Shawmut  Co  , 
circuit  breakers,  enclosed  fuses,  cutouts,  FJectric  Rail- 
way I^(]ui]iment  Cn.'s  overhea<l  line  materi;d  :  Ilul>- 
b.ell    pull    sockets.    Ilit-li    |)lugs.   giiafd>.   sli;iiles;    \\  .    X. 


John  K.  Colo  Co. 

Mathews  &  P.ro.'s  gu}'  anclmrs.  lami)  guards.  s|ilicing 
joints:  the  New  York  Insulated  Wire  Co."s  rul)ber  coh- 
ered wires  for  telephone,  light  and  pnwer:  the  .Stanley- 
Patterson  "Faraday"  bells,  waterproof  floor  boxes  and 
wireless  batteries. 

The     Benjamin     Electric     Manufacturing    Co.    of 

Chicago  had  a  particularly-  attracti\-e  and  well  arranged 
exhibit.  Their  exhibit,  in  the  main,  consisted  of  a  large 
white  enameled  frame  in  the  form  of  a  crossed  arch. 
On  these  arches  were  arranged  the  many  types  ot 
Alazda  and  other  forms  of  fixtures  which  this  firm  gets 
out.  Among  the  most  advanced  types  was  the  new 
street  series  socket   which  caused  consideraljle  tas'or- 


able  comment,  due  to  its  simplicity  and  exceptionally 
neat  and  strong  appearance.  A  Cargo  light  of  heavy 
spun  copper  and  gahanized  steel  guard  was  also  dis- 
played. A  complete  line  of  their  new  reflector  sockets 
was  shown,  and  created  much  interest  owing  to  their 
adaptability  to  industrial  lighting,  which  is  receiving 
so  much  attention  at  this  time  from  illuminating  en- 
gineers. Two  handsome  sample  boards  were  arranged 
at  the  rear  of  the  arches,  on  which  were  mounted  a 
complete  line  of  the  Benjamin  Electric  Manufacturing 
Co.'s   wireless  clusters  and   other  lighting  appliances. 

The  Holophane  Co.  had  an  attractive  booth,  in 
which  was  shown  a  complete  line  of  globes  and  re- 
flectors manufactured  by  that  company,  and  particu- 
larly  the  new   "Stiletto"   prism   type   reflectors.     The 


Holophane  and  Bi-njamin  Eh'ctric  Mf^.  Conipnnirs. 

booth  was  tastily  arranged,  (iffering  a  restful  place  for 
the  many  out-of-town  cus  cimers  who  \-isited  the 
exhibit.  The  certer  piece  of  'he  general  illun-iinati<in  of 
the  Coliseum  was  a  large  Ilolophane  sphere  in  which 
\>.-ere  coli  ired  lamps. 

Kohler  &  Chase  had  a  comijlete  line  of  automatic 
pianos,  a  number  of  which  were  motor  drixen.  including 
a  large  \\  urtlit/er  organ  which  furni'-lu'(l  nuisic  for 
the  F,x])osition. 

Holabird-Reynolds,  in  addition  to  the  "llot  l'(jint  ' 
and  b"raid<lin  and  Mazda  lamps  already  described,  had  .'i 
complete  exhibit  of  (  )hio  IJrass  insulator". 

The  Electrical  Contractors'  Association  had  a  com- 
fortable I'cception  room  and  exhibited  some  of  their 
work.  Power  was  supplied  from  a  5'k\v.  W'estinghouse 
generator  dri\en  by  an  S  h.]).  Cnion  gas  en- 
gine to  operate  a  numl)er  of  tungsten  and  carljon  lan-ips 
arranged  to  spell  "Modern  Wiring  Methods."  .-\  glass 
switchboard  made  for  the  contractors  by  the  Jupiter 
Switchboard  Co.  of  San  Francisco  and  also  one  made 
for  the  Pacific  iMre  Extinguisher  Co.  were  on  display. 

The  Burroughs  Adding  Machine  Co.  had  an  inter- 
esting di--plav  of  motor  drixen  adding  machines. 

The  Electrical  World,  the  Electrical  Review  and 
Western  Electrician,  and  the  Journal  of  Electricity, 
Po-wer  and  Gas  had  reception  booths,  the  Electrical  Re- 
view being  represented  by  its  managing  editor,  Mr. 
.\   A.  Grav. 
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COLORADO    ELECTRIC   POWER   &   RAILWAY 
ASSOCIATION. 

I'lie  ciglilli  aiiiiiial  coinenlinn  ni  tlic  ('dlurado  T.loc- 
tric  Power  and  Railway  Association  was  held  Septem- 
ber 21-22  at  the  Hotel  Colorado,  at  (ilenwood  Springs, 
Colorado.  The  association  was  well  represented,  about 
seventy-five  members  being  present. 

'I'he  meeting  was  called  to  order  by  President  \\  . 
I  .  Wallace  at  2  p.  m.,  Wednesday,  September  2ist, 
who  made  a  short  address;  Mr.  Howard  L.  .\ller 
of  the  General  Electric  Comj)any  of  Denver,  read  a 
paper  on  the  Mazda  Series  Street  Lighting,  which  was 
well  received.  .An  interesting  discussion  followed. 
.After  a  paper  cu  Motors,  the  question  bo.x  was  taken 
up,  a  great  deal  of  interest  being  taken.  The  meeting 
was  then  adjourned  to  convene  on  Thursday,  lo  a.  m. 
The  convention  opened  with  a  ])a])er  read  by  J.  M. 
Connelly  of  Denver  on  "Cultivating  i-'riendly  Relations 
\\  ith  the  I'ublic,"  followed  by  a  lively  discussion.  The 
ne.xt  paper  read  was  by  J.  C.  Lawler  of  Colorado 
Springs  on  "Distributing  Pole  Lines."  This  was  also 
an  interesting  paper  was  untler  discussion.  This  con- 
cluded the  morning  session. 

The  afternoon  session  was  called  at  2  p.  m.  and  was 
a  short  one.  A  paper  on  the  "Creosote  Treatment  of 
Our  Native  Lodgepole  Pine  Pole"  was  read  by  (jeo.  R. 
( Jgier  of  Denver.  After  a  short  discussion  the  meeting- 
adjourned  to  witness  a  baseball  game  between  the 
Klectric  Club  and  the  Association  team.  The  Associa- 
tit)n  were  the  winners,  the  score  being  13  to  6.  During 
the  game  the  Sons  of  Jove  sold  peanuts,  chewing  gum. 
cigars  and  soda-pop. 

In  the  evening  an  executive  session  was  held. 

The  Friday  morning  meeting  convened  at  10  a.  ni. 
and  was  opened  by  an  interesting  paper,  read  by  A.  L. 
Jones  of  Denver  on  "Rotary  Condensers,  Induction 
(ienerators  on  Transmission  Systems."  This  was  fol- 
kjwed  by  the  report  of  the  committee  on  grounding 
secondaries,  read  by  J.  .A.  Clay,  chairman  oi  the  com- 
mittee. Quite  a  lengthy  discussion  followed  the  read- 
ing of  the  paper.    The  meeting  then  adjourned. 

The  afternoon  session,  called  at  2  p.  m..  was 
opened  with  a  pajier  read  by  E.  'SI.  Gilbert  on  "Steam 
Turbines."  .\fter  the  discussion  of  this  paper,  the 
question  box  was  taken  up.  (General  business  followed 
the  question  box.  Under  this  head  it  was  suggested 
that  all  papers  to  l)e  read  before  the  convention  should 
be  prepared  at  least  two  weeks  before  the  convention 
convened  so  as  to  give  members  time  to  prepare  them- 
selves and  become  familiar  with  the  subject. 

In  the  secretary's  report  it  was  shown  that  there 
were  52  active  and  55  associate  members,  a  gain  of 
two  members  over  last  year.  The  new  officers  for  the 
ensuing  year  were  ne.xt  elected  :  President,  H.  L.  Cor- 
bett  of  the  United  Hyroelectric  Co.,  of  Georgetown, 
Colo. ;  vice-president,  J.  A.  Clay  of  the  Animas  Water  & 
Power  Co.,  of  Silverton,  Colo. :  secretary  and  treasurer, 
F.  D.  Morris  of  Colorado  Springs ;  executive  com- 
mittee, W.  T.  Wallace  of  Canyon  City.  J.  F.  Dostel 
of  Denver,  ( i.  ?,.  Tripp  of  Colorado  Springs :  advi.sory 
committee,  J.  J.  Cooper,  A.  L.  West,  C.  H.  Williams 
and  J.  A.  Beeches;  membership  committee,  B.  S.  Man- 
ual, S.  B.  Bechey  and  H.  L.  Allen. 

Papers  read  will  be  published  in  tlie  "Journal" 
during  the  next  few  issues. 


PACIFIC  COAST  GAS  ASSOCIATION. 

The  lughtcenth  .\imual  LOnxention 
of  the  ,\ssociatioii  which  adjourned 
Wednesday  evening,  .September  21st 
at  one  oi  the  most  sumptuous  ban- 
(piets  ever  given  by  it,  has  been 
voted  the  most  successful  e\er  held 
by  the  Association. 

There    were   sixty-six    active   and 
seventeen  associate  members  at  this 
ccjnvention  and  one  hundred  and  fifty  members  in  at- 
tendance. 

( )fficers  and  directors  for  ensuing  year  are  :  Presi- 
dent, 1-rank  .A.  Leach,  Jr.,  Oakland;  vice-president, 
\\  111.  liaurhyte,  Los  Angeles;  secretary  and  treasurer, 
John  A.  Britton,  San  Francisco;  assistant  secretary 
and  treasurer,  Henry  Bostwick,  San  Francisco.  Direc- 
tors:  H.  E.  Adams,  Stockton;  H.  W.  liurkhart,  Los 
.Angeles;  E.  C.  Jones,  San  I'rancisco ;  Joseiih  M.  lierk- 
ley,  Los  Angeles.  Editors  and  Committees:  Wrinkle 
editor,  F.  C.  Millard,  Los  .Angeles,  Cal. ;  experience 
editor,  John  D.  Kuster,  San  Jose,  Cal.;  iKJvelty  editor, 
John  Clements,  Oakland,  Cal.;  librarian,  E.  C.  Jones, 
San  Francisco,  Cal.  Committee  on  (ias:  Engineers' 
degree,  E.  C.  Jones,  L.  I'.  Lowe,  John  A.  Britton;  ad- 
visory board,  Sherwood  Gro\er,  W.  J.  Dorr,  Frank 
l'"t)veaux. 

The  next  meeting  will  be  lield  at  (  )akland  during 
September,  191 1. 

An  interesting  exhibit  of  gas  api)liances  was  held 
at  the  skating  rink.  West  Sixth  street,  open  to  the  pub- 
lic the  entire  week;  this  proved  to  be  a  great  attrac- 
tion and  deserves  no  little  ])raise  for  its  attractive  ap- 
pearance. 

The  companies  exhibiting  were:  The  Buck's 
Stove  Company,  the  Welsbach  Company,  Trenkamp 
Stove  and  Manufacturing  ComiJany.  the  Economic  Gas 
-Appliance  Company,  the  Patriot  Jewel  Stove  Works, 
the  Humphrey  Water  Heater  Company,  Lawrence  & 
Co.,  the  Ruud  Manufacturing  Company,  the  Sprague 
.Meter  Company,  the  Pittsburgh  Water  Heater  Com- 
pany, the  Pure-Air  Range  and  Grate  Company,  Per- 
fection Gas  Furnace  Company,  the  W^  M.  Crane  Com- 
pany, George  M.  Clark  &  Co.,  the  Capell  Sales  Com- 
pany, the  Reznor  Manufacturing  Company,  the  Ham- 
mer-Bray Com])any,  A'an  E.  llritton  and  the  Eclipse 
(las  Stove  Company. 


Examinations  for  steam  engineers,  first  and  sec- 
ond class,  are  announced  by  the  United  States  Civil 
Service  Commission,  on  ( )ctober  IQ,  1910,  to  fill  \-acan- 
cies  as  they  may  occur  in  the  departmental  service  at 
Washington,  D.  C.  The  examination  will  consist  of 
letter  writing,  practical  questions  in  mechanical  and 
electrical  engineering  (comprising  the  construction  and 
operation  of  the  heating  plant  and  electric  lighting  and 
elevator  machinery  in  first-class  public  buildings),  and 
training' and  experience  in  mechanical  and  electrical 
engineering. 


Examination  for  electrician's  helper  is  announced 
by  the  L'nited  States  Civil  .Service  Commission,  on 
October  19,  1910,  to  fill  vacancies  as  they  may  occur  in 
any  branch  of  the  service  in  the  position  of  electrician's 
helper.     The  usual  entrance  salary  is  $600  per  annum. 
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THE  PREVENTION  OF  ACCIDENTS.' 

r.V    JilHX     1',     lri[;HLAN-. 

The  introduction  of  iiinchincry  brought  iiiain-  new 
risks  and  hazards  into  all  modern  employments.  At 
first  the  tendency  was  to  consider  the  additional  acci- 
dents which  followed  new  appliances  as  mere  inci- 
dents to  improved  methods  and  increased  production. 
But  time  proved  this  to  be  a  false  view.  It  showed 
that  while  every  effort  was  made  to  make  more  and 
l)etter  machinery,  little  or  nothing  was  done  to  insure 
safety  in  operation.  Aloreovcr,  it  demon.strated  that  ad- 
ditional accidents  meant  an  extra  outlav  of  capital  in 
repairs  and  in  damages  for  killed  and  injured  work- 
men, and.  often,  a  loss  in  i)roduclion.  in  that  each  acci- 
dent affected  the  temper  and  spirit  of  workmen,  and 
thus  reduced   their  interest   and  efticienc\-. 

Once  these  conditions  became  manifest,  eni- 
])loyers  in  many  industries  set  about  to  correct  them. 
At  first  the  effort  was  to  prevent  a  repetition  of  acci- 
dents that  had  already  occurred,  and  t(5  that  end  faults 
and  defects  that  had  produced  injury  were  corrected 
and  repaired.  In  other  words,  accidents  had  to  occur 
before  defects  were  seen  and  remedied.  Hut  e\en- 
tually,  it  was  found  that  accidents  could  be  foreseen. 
This  discovery  naturally  led  to  a  study  of  operating 
conditions  and  finally  to  a  detailed  insi)ection  intended 
to  prevent  accidents.  Wherever  inspection  was  taken 
up  systematicall}-  it  soon  developed  into  well  organized 
safety  departments:  so  well,  in  fact,  that  today  many 
industrial  corporations  maintain  safety  superintend- 
ents equal  in  rank  to  other  heads  of  departments. 
These  superintendents  generally  head  an  ii|-g;uiized 
office  force  and  a  corjxs  of  trained  inspectors.  I'sually 
their  inspectors  are  experts  in  the  operation  of  ma- 
chinery and  oftentimes  in  complicated  methcxls  of 
manufacture.  Not  infrequently,  they  are  specialists 
in  the  manufacture  and  operation  of  one  particular 
class  of  machinery. 

These  inspectors  devote  all  their  time  to  study- 
ing the  causes  of  accidents  antj  the  means  of  pre\-ent- 
ing  them.  They  carry  on  a  detailed  inspectic.m,  report- 
ing every  defect.  Often  the}-  report  to  their  super- 
intendent daily,  frequenth-  illustrating  their  work 
with  photographs.  In  their  re|)orts  they  emboily  sug- 
gestions from  foremen  and  superintendents,  and  often 
from  workmen.  .\nd  in  all  cases  the\-  accompany  their 
reports  with  recommendations  shcnving  how  and  where 
defects  m  operation  may  be  remedied. 

In  some  corporations  the  recommendations  of  such 
inspectors  are  submitted  Ijy  the  safety  superintendents 
to  a  board  or  committee.  Usually  this  l.ioard  or  com- 
mittee is  made  up  of  the  superintendent  himself,  and 
two  or  four  of  his  assistants.  .Sometimes  it  is  com- 
posed of  the  superintendent,  the  casualty  manager 
and  an  engineer. 

In  many  corporations  every  accident  is  iiu'esti- 
,gated  by  a  committee  specially  appointed  Ht  that 
purpose.      Oftentimes   the   conunittee    is   composed   of 
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foremen  and  superintendents;  at  other  times  of  work- 
men taken  from  the  department  in  which  the  accident 
under  investigation  occurred.  In  every  instance  the 
committee  is  authorized  to  make  a  complete  investi- 
tion  and  to  report  how  to  avoid  like  accidents.  Wher- 
ever a  corporation  has  had  the  foresight  to  appoint 
either  of  these  committees  it  usually  has  been  pro- 
gressive enough  to  adopt  the  recommendations  submit- 
ted to  it. 

The  United  States  Steel  Corpc^ration  has  main- 
tained a  permanent  committee  on  the  |)reveiilion  of  ac- 
cidents since  .\pril  ist,  1908.  This  committee  is  com- 
posed of  five  members  selected  from  the  most  promi- 
nent casualt}-  managers  of  the  constituent  companies. 
It  employs  a  full  corps  of  inspectors  and  considers 
some  two  hundred  recommendations  a  month.  In  the 
first  year  of  its  existence  it  put  into  effect  over  two 
thousand  improvements  suggested  bv  its  inspectors. 

In  some  of  the  subsidiar}-  comijanies  of  the  Steel 
Corporation,  two  committees  on  accidents  are  per- 
manently maintained  in  each  mill  or  plant.  One  of 
these  is  called  "the  foreman's  committee":  the  other 
"the  workmen's  committee." 

The  foremen's  committee  is  generally  comi>osed  of 
the  plant  superintendent,  his  chief  mechanic  and  a  de- 
l^artment  foreman  or  two.  Some  of  the  members  are 
kept  on  the  committee  permanently,  but  tlie  foremen 
are  changed  from  time  to  time  in  order  to  ,give  expe- 
rience to  the  greatest  number.  Each  month  the  com- 
mittee makes  a  complete  inspection  of  the  plant.  It 
not  only  examines  machinery,  but  every  detail  of  the 
plant,  even  to  floors  and  stairways,  and  makes  a  re- 
port rec  nnmending  such  changes  and  imin'ovements 
as  may  tend  to  ])re\ent  accidents.  Should  an  accident 
occur  du'-ing  the  month,  the  committee  makes  it  the 
subject  of  a  special  in\-estigation  and  a  s])ecial  report. 

The  workmen's  committee  is  kept  separate  and  dis- 
tinct from  the  foremen's  committee,  and  is  made  up 
of  workmen  exclusi\-ely.  (  )ne  month  it  may  be  com- 
])osed  of  a  machinist,  an  electrician  and  a  carpenter, 
another  of  an  engineer,  a  ]>\pe  fitter  and  a  wircman, 
and  so  on  until  e\ery  man  in  the  plant  has  had  a  term 
of  service.  The  members  of  the  committee  are  selected 
by  the  idant  superintendent  in  consultation  with  his 
foremen.  U.acli  serves  a  month.  The  committee  makes 
one  inspection  a  week  and  reports  in  writing  the  re- 
sult of  its  labors.  As  each  member  retires  from  the 
commi; tee  he  is  asked  to  continue  his  interest  in  the 
work  and  to  report  to  succeeding  committees  any- 
thing ciinducis'e  to  his  safety  or  to  the  safety  of  his 
fellow  employes.  In  this  wa}-  attention  is  held  indefi- 
nitcl}-.  often  to  the  extent  that  members  of  early  com- 
mittees go  on  making  suggestions  months  after  their 
terms  of  service  have  expired. 

In  some  ]ilants  it  has  been  found  advisable,  apart 
from  these  committees,  to  employ  special  inspectors 
for  certain  kinds  of  machinery,  such  as  cranes,  en- 
gines and  elevators,  Usualh',  such  inspectors  have 
expert  technical  training  and  are  required  to  make 
complete  rejiorts  upon  the  machinery  examined.  They 
have  power  to  shut  down  any  machinery  found  de- 
fective iiy  d.angerous. 

^\'here\■er  safety  committees  have  been  appointed 
the  effect  has  been  beneficial.     It  has  been  found  that 
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the  workmen  take  a  new  interest  in  safety  appliances  ; 
that  they  find  them  useful  and  make  efl'orls  to  keep 
them  in  place,  whereas,  before,  they  opposed  safe- 
guards and  did  little  to  keep  them  up;  and  that  they 
suggest  repairs  and  protection  devices  which  would 
often  escape  an  outside  inspector. 

Furthermore,  experience  has  shown  that  these 
inspections  have  a  moral  value  in  that  they  serve  to 
stimulate  those  who  have  the  care  of  machinerj^  to 
greater  caution  and  more  careful  operation.  Th'e 
knowledge  that  defects  once  found  will  he  reported 
once  a  week  until  repaired,  keep  men  on  their  mettle 
and  cause  them  to  see  that  repairs  are  proinptly  made. 

As  a  result  of  recommendations  made  hy  inspec- 
tors and  safety  committees  in  the  steel  corporation, 
stairways  have  been  built  to  all  overhead  steam 
valves  and  cf)nnections,  so  that  such  valves  and  con- 
nections may  be  quickly  reached  and  safely  worked 
upon.  All  walks  along  which  it  is  necessary  to  travel 
for  the  inspection  or  repair  of  steam  pipes  have  been 
[provided  with  handrails,  and  every  stairway  and  walk 
has  been  specially  lighted.  Ladders  for  reaching  pipes 
or  connections  of  any  kind  have  been  entirely  aban- 
doned. 

Danger  from  exploding  gauge  glasses  has  been 
eliminated  by  using  a  guard  made  of  sheet  metal  which 
can  be  turned  in  front  of  the  glass  when  anyone  is 
working  about  it,  and  at  other  times  swung  back  so 
as  not  to  shut  ofT  the  view  of  the  register. 

"Non-return  \al\es"  ha\c  been  placed  in  all 
boilers  and  steam  pipes,  and  so  fitted  as  to  close  auto- 
matically in  case  of  a  break  of  any  kind,  thus  bringing 
the  system  under  control  without  the  risk  of  closing 
the  valves  by  hand. 

In  one  plant  of  the  Steel  Corporation  an  inspector 
checking  up  accidents  found  that  injuries  frequently 
happened  to  men  engaged  in  repairing  l)oilers.  through 
wrong  valves  being  turned  and  steam  admitted  to 
the  boilers.  Examination  showed  him  that  these  oc- 
currences resulted  from  mistakes  in  identifying  a  par- 
ticular valve  which  was  often  one  of  a  great  number 
in  a  long  row,  all  exactly  alike.  To  guard  against  such 
mistakes  thereafter  he  caused  these  valves  to  be  num- 
bered, and  red  warning  signs  marked:  "Danger — Dn 
not  Remove,"  to  be  hung  on  them  when  anyone  was 
in  a  particular  boiler.  \Vhenever  practicable,  he  made 
it  the  duty  of  the  men  doing  the  work  to  place  these 
warning  signs. 

Many  mills  now  have  engines  equipped  with  an 
attachment  to  stop  them  in  case  the  governor  breaks 
or  becomes  ineflfectix'e.  Others  ha\e  all  their  large 
engines  equipped  with  automatic  stop  valves  with  speed 
limit  attachments.  These  are  intended  to  shut  the 
engines  down  automatically  when  they  exceed  a  cer- 
tain safe  speed.  Tn  one  mill  of  the  Steel  Corporation 
there  are  push  buttons  in  various  prominent  places, 
by  which  any  engine  can  be  instantlv  shut  down. 
Each  of  these  buttons  is  marked  with  a  blue  li.i;lit 
which  is  never  allowed  to  go  out.  If  a  man  is  caught 
in  the  machinery  or  a  breakdown  occurs,  one  of  these 
buttons  can  be  pushed  and  the  machinery  instantly 
stopped.  Nearly  one  hundred  of  these  stops  have  Ikcu 
installed  in  this  particular  mill. 


These  buttons  operate  by  electricity,  and,  to  insure 
that  they  are  always  in  order,  they  are  used  each  day 
to  start  the  engines.  I-'urthermore,  it  is  required  that 
each  button  be  pushed  once  a  week  with  a  man  at  the 
engine  throttle  to  see  that  it  works  properly.  In  this 
same  mill  "butterfly"  valves  (valves  which  close  in- 
stantlj'  by  pulling  a  lever)  have  been  installed  as  an 
additional  protection.  Chains  or  wire  ropes  are  car- 
ried from  the  valve  lexer  to  convenient  points  so  that 
the  engines  can  be  stopped  from  almost  any  part  of  the 
mill.  Similar  appliances  have  been  adopted  in  this  and 
other  mills  to  stop  electric  motors,  which  are  also  oper- 
ated by  electric  buttons  placed  at  prominent  points  in 
the  mill,  and  always  accessible.  Rojies,  too,  are  often 
extended  from  the  machinery  operated  by  such  motors 
to  switches  which  can  be  pulled  in  emergency  and  the 
machinery  immediately  stopped.  Tn  one  mill  it  is  re- 
ported that  a  workman's  hand  had  been  caught  in  a 
roller,  and  that  on  his  crying  out,  several  fellow  oper- 
ators pulled  the  rope  together,  and  so  quickly  that 
the  switch  was  torn  from  the  wall,  and  the  motor  in- 
stantly reversed,  with  the  result  that  only  the  tips 
of  the  man's  fingers  were  caught,  whereas,  without  the 
rope  his  whole  hand  would  probably  have  been  -man- 
gled. 

In  the  mills  of  the  .\merican  Steel  and  W^ire  Com- 
l)any  inspectors  discovered  some  years  ago  that  many 
of  the  most  serious  accidents  occurred  in  the  opera- 
tion of  cranes.  They  made  a  number  of  recommen- 
dations which  were  immediately  put  into  effect.  Later, 
an  order  was  issued  from  the  management  that  all 
specifications  for  new  cranes  should  provide  for  all 
known  safeguards,  .\mong  others,  there  were  speci- 
fied: ' 

A  foot  walk  on  the  side  of  the  crane  with  a  toe 
l^oard  along  the  edge;  covering  for  all  expr)sed  gears; 
limit  switches  to  prevent  loads  being  lifted  too  high 
and  breaking  away  from  the  drum  of  the  crane:  a 
safety  switch  on  the  upper  part  of  the  bridge,  by  which 
a  workman  cimld  prevent  anyone  starting  the  crane 
from  the  cab  while  he  was  at  work:  for  safety  cou- 
plings, breaks  and  bumpers;  a  gong  by  which  the  op- 
erator could  warn  anyone  underneath  of  the  approach 
of  the  crane;  and.  finally,  a  brush  or  prong  to  move 
alon.g  in  front  of  the  crane  wheels  and  push  aside  a 
hand  or  a  foot  resting  on  the  rail  of  the  runway  before 
it  could  be  caught  or  crushed  by  the  wheels. 

It  is  said  that  the  first  dav  a  crane  was  fitted  with 
the  prong  attachment,  a  workman,  who  was  working 
with  one  leg  across  the  crane  track,  was  thrown  aside 
and  his  leg  saved  from  being  crushed  by  the  wheels. 
On  another  occasion  a  lineman  who  was  supporting 
himself  by  placing  one  arm  around  the  track  was 
shoved  away  by  the  prong,  and,  though  he  fell  ten 
feet  to  the  floor,  was  saved  from  serious  injury.  \\'ith- 
out  the  prong  his  arm  would  have  been  cut  ofl^  near  the 
elbow. 

Other  precautious  which  have  been  taken  as  the 
result  of  reports  of  safety  inspectors  and  commit  tecs, 
are  these:  Projecting  set  screws  have  been  entirely 
eliminated.  Screws  on  lathes  and  other  machinery 
have  been  covered  or  boxed  in.  Cans  have  been  pro- 
vided with  light  spouts  lo  to  12  feet  long  for  oiling 
machinery,  in  order  that  the  oilers  mav  not  be  com- 
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pelled  to  go  into  dangerous  places.  Rails  have  been 
furnished  for  all  walks  along  lines  of  shafting.  Hand- 
rails have  been  provided  for  all  scaffolds  for  painters 
and  riggers.  A  painters'  chair  with  a  safety  belt  has 
been  adopted,  so  that  if  the  man  using  it  were  to 
fall  out  of  his  seat,  the  belt  would  hold  him.  Counter 
weights  have  been  boxed  in  so  that  they  cannot  fall 
on  anyone  in  case  the  attached  rope  or  chain  breaks. 
Covers  have  been  made  for  emery  wheels  so  that  if 
the  wheels  break  the  pieces  cannot  fly  off  and  do  dam- 
age. 

When  specifications  are  sent  from  the  mills  of  the 
Steel  Corporation  for  new  machinery  or  for  building 
new  appliances,  they  are  checked  up  to  see  that  the 
latest  safety  provisions  are  included.  In  most  instances 
the  contracts  which  accompany  the  specifications  con- 
tain this  provision : 

"Safeguarding  of  gears,  planers,  couplings,  collars,  set 
screws,  elc,  will  be  covered  as  fully  as  possible  in  the  draw- 
ings which  are  furnished.  But  it  is  understood  that  these  things 
shall  be  subject  to  the  approval  of  our  inspectors  wlio  shall 
have  free  access  at  all  times  to  the  machinery  while  it  is  in 
l)roccss  of  construction  and  erection." 

Other  corporations  cause  to  l)e  printed  on  the 
stationery  of  their  purchasing  deparlmenls  this  motto: 

Provisions  for  safeguarding  workmen  should  l)e  brought 
to  our  attention  as  we  will  consider  them  in  selecting  new  ma- 
chinery   and    equipment." 

Often  in  big  enterprises  an'  effort  is  made  to  im- 
press upon  the  workmen  the  necessity  for  using  care. 
Instructions  are  printed  on  their  pay  envelopes  that 
they  must  be  careful  of  themselves  and  of  their  fel- 
lows. Similar  instructions  are  also  frecjuenlly  stamped 
on  time  sheets  and  requests  for  material. 

Some  of  these  instructions  arc: 
"Always  be  careful  and  take  no  risks. 

"Vou  are  responsible  for  the  safety  of  others  as  well  as 
yourself. 

."Carelessness  as  to  the  safety  of  yourself  or  Dtln-r-;  will  be 
sufficient  cause  for  dismissal." 

Another  result  of  inspection  has  been  llu-  more 
frequent  placing  of  warning  aigns  around  dangerous 
machinery.  For  instance,  in  many  mills  of  the  Steel 
Corporation  notices  are  posted  at  ladders  or  runways 
leading  to  cranes,  instructing  workmen  to  nntity  the 
crane  operator  before  doing  any  work  on  the  crane: 
over  vah-es.  switches  and  control  levefs.  to  guard 
against  their  being  started  while  men  are  working 
where  they  may  be  injured;  over  elevators  lo  show 
when  they  are  in  operation  and  when  thry  are  not ; 
and  over  electric  switch  boards  (often  in  avc  or  si.x 
languages)  to  show-  the  voltage  and  whetlif-  the  cur- 
rent is  on  or  off. 

The  steps  taken  by  the  corporations  1  have  re- 
ferred to  suggest  what  can  be  done  along"  similar  lines 
in  other  industries-  Some  system  of  inspection  can 
be  established  even  in  the  smallest  plant,  and  where 
workmen  are  employed  in  any  numbers  safety  com- 
mittees can  be  organized  with  good  results.  Even  the 
most  limited  inspection  will  pro\'e  profitalile.  ft  will 
bring  inquiry  and  investigation,  and  wherever  either  is 
found,  there  also  will  be  found  reform  and  a  slnvmg 
for  better  things. 


FIRE    INSURANCE    AND    FIRE    PROTECTION 
AS  APPLIED  TO  THE  GAS  AND  ELEC- 
TRIC BUSINESS.' 

BY    K.    J.    t.\i\IKl£LL. 

Why  we  cannot  aft'ord  any  more,  or  as  well,  as 
other  lines  of  business  to  be  included  among  the  in- 
dustries throughout  the  United  States  that  annually 
contribute  to  the  $215,084,709.00,  or  an  annual  per 
capita  fire  loss  of  $2.51,  as  against  ^^  cents  per  capita 
loss  in  Europe. 

In  the  first  place  no  gas  or  electric  company  oper- 
ating under  the  most  favorable  conditions,  can  aft'ord 
to  allow  its  properties,  and  especially  its  producing 
plants,  to  be  consumed  by  fire. 

Secondly :  We  cannot  afford  to  lose  the  revenue 
incidental  to  losses  by  fire. 

Thirdly:  We  cannot  aft'ord  the  natural  criticism 
and  loss  of  prestige  on  account  of  resultant  poor  serv- 
ice or  the  wiping  out  of  years  of  labor  in  advertising 
and  building  up  a  reputation  for  good  and  continuous 
service. 

We  all  know  it  is  becoming  the  habit  among  the 
fire  departments  and  newspapers  throughout  the  coun- 
try, when  a  fire  is  discovered,  and  of  which  there  is  no 
positive  proof  as  to  the  origin,  to  credit  such  fire  to 
"crossed  wires,"  whatever  that  may  mean  to  the  re- 
porter who  writes  the  article.  It  is  an  easy  way  to 
account  for  a  fire  and  at  the  same  time  there  are  so 
many  other  causes,  that  it  behooves  the  gas  and  elec- 
tric companies  themselves,  to  use  every  precaution 
toward  eliminating  electric  wire  fires,  not  only  in  their 
own  properties,  but  throughout  the  cities  wherein 
they  operate.  The  stigma  which  attaches  to  gas  anC\ 
electric  companies  through  criticism  on  account  of 
fires  should  not  exist.  It  hurts  us  with  the  public; 
it  is  an  argument  often  used  by  unscrupulous  salesmen 
for  oil,  gasoline  and  kindred  apiiliances,  and  the  gas  and 
electric  companies  themselves  should  use  every  en- 
deavor to  remove  this  condition. 

Following  this  line  of  thought,  if  a  fire  occurs 
in  any  city  and  is  credited  to  the  negligence  of  the  gas 
or  electric  company,  it  is  a  condition  over  which  we 
have  very  little  control,  but  on  the  other  hand,  if  a 
fire  occurs  in  the  plant  or  on  the  properties  of  any  gas 
or  electric  company,  or  through  the  carelessness  of  our 
own  employes,  the  criticism  is  often  more  severe  and 
our  responsibility  is  increased  many-fold,  for  such 
a  condition  should  not  exist  and  the  causes  making- 
such  a  fire  ]>ossible,  should  be  re'moved. 
Precautionary  Measures. 

Cleanliness:  Cleanliness  is  an  element  to  this 
end.  "Cleanliness"  covers  a  multitude  of  virtues  and 
it  removes  a  multitude  of  sins.  In  years  gone  by  there 
seemed  to  be  a  pre\ailing  sentiment  that  a  gas  works, 
and  also  an  electric  station — in  a  lesser  degree,  should 
be  a  place  for  the  accumulation  of  dirt  of  various  de- 
grees of  blackness:  that  a  gas  maker  would  not  be 
healthy  or  strong  if  not  begrimed  from  head  to  foot 
with  lampblack,  coal  tar.  etc.,  and  that  an  operator 
in  a  station  should  be  involved  in  a  certain  coating  of 
machine  grease ;  should  have  a  piece  of  oily  waste 
hanging  from  his  hip  pocket  and  take  on  a  general  as- 
pect of  a  coal  heaver — this  condition  going  to  prove 
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cdiiclusivclv  to  visiting'  engineers  and  officials  of  the 
company  that  such  men  are  hard  and  tireless  workers; 
as  indicated  by  the  dirt  in  which  they  liad  been  wal- 
lowing. 

These  conditions,  however,  have  changed  and  there 
are  at  the  i)resent  time  in  certain  gas  works  under  (jur 
supervision,  not  to  mention  the  electric  stations,  men 
who  have  ])rovcn  conclusively  that  a  gas  works  can  be 
kept  as  clean  as  any  other  factory,  and  even  clean, 
white-washed  walls  are  liecoming  common  through- 
out our  i)roperties. 

Cleanliness  as  abo\'e  mentioned  has  a  wide  scoj^e 
and  should  embrace  the  removal  of  every  item  of 
refuse  and  unnecessary  material  from  our  plants  to  a 
safe  distance.  Old  overalls  and  wearing  apparel  of  all 
kinds  should  be  discarded  and  removed  entirely  from 
the  premises  when  they  have  served  their  usefulness, 
and  not  hung  behind  doors,  thrown  under  bcnciies,  etc.. 
and  oily  waste  is  one  of  the  most  dangerous  elements 
existing  and  pro])er  cans  should  be  provided  for  the 
caring  of  discarded  waste,  and  also  new  waste. 

Window  Glass:  Window  glass  which  is  broken 
should  be  rcjjaired  at  once,  and  not  left  as  an  opening 
for  live  sjKirks  and  drafts  W  connnunicate  fires  to  out 
buildings. 

Hose  Lines:  Hose  lines  should  be  installed  of  the 
best  quality  of  rubber-lined  mill  hose,  with  suitable 
nozzles,  and  such  hose  lines  should  be  kept  connected 
at  all  times,  and  not  used  for  any  other  purpose  than 
for  fire  protection. 

Leakv  vaKes  and  the  rotting  off  of  hose  lines  at 
\alve  connections,  which  is  of  common  occurrence,  is 
avoided  in-  installing  drij)  cocks  between  the  valve  and 
tile  hose  connection,  or  Ijoring  a  >^-in.  hole  in  the 
lowest  ])oint  in  the  vahe  or  in  the  connection,  outside 
of  the  \ai\e,  so  as  to  allow  any  water  which  may  leak 
through  the  \al\e  to  dri])  olT,  and  not  run  down  and 
enter  the  hose  and  cause  a  rot. 

I  lose  reels  arc  becoming  more  or  less  obsolete  as 
instanced  by  their  being  discarded  by  fire  departments, 
and  the  adoption  of  hose  wagons  from  which  the  hose 
can  be  readily  dragged. 

Hose  houses  for  outside,  weather-cxjiosed  jdaces, 
are  preferable  w^ith  a  shelf  in  such  houses  made  nf 
slats,  the  hose  t(.i  be  piled  on  the  shelf  and  which 
allows  of  the  hose  being  connected  to  the  valve  at  all 
times  and  given  plenty  of  ventilation  to  guard  against 
sweating  and  dry  rot,  which  can  hajipen  when  a  hose  is 
wound  tightly  on  a  reel.  A  ])lain  shelf  inside  of  a 
building  will  answer  the  purpose  of  a  hose  receptacle 
better  than  a  reel. 

A  common  fault  is  the  installation  of  hose  lines 
of  a  size  too  large  and  longer  than  can  be  properly 
handled  by  one  or  two  men.  and  especially  where  '' 
is  necessary  to  use  a  hose  on  a  gallery  or  on  a  riMif. 
The  National  Fire  Protection  Association  will  nut 
endorse  a  hose  line  for  one  man,  larger  than  I'j  in., 
as  a  larger  size  is  considered  too  hea\'y  for  the  watch- 
man or  one  man  to  handle. 

Where  city  water  pressure  is  not  sufficient  a  puni]) 
should  l)e  tied  into  the  water  system,  such  pump  to 
be  installed  on  a  line  by  itself,  and  not  jumbled  up  on 
different  jiipe  lines  feeding  water  to  boilers,  scrubbers, 
or  other  machinery  in  the  plant. 
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Electric  motor-driven  pumps  are  not  recom- 
mended for  fire  pur])oscs,  on  account  of  the  ])ossibility 
of  the  electric  current  being  "cut  out"  at  the  lime  of 
fire. 

Ladders:  .Xo  i)lant  shoidd  lie  without  a  ladder  for 
free  access  to  the  rt)ofs  and  our  rules  provide  for  sta- 
tionary ladders,  attached  to  walls  of  buildings  having 
wooden  roofs,  insuring  their  being  there  when  needed, 
and  not  down  in  the  corner  of  the  yard  under  a  pile  of 
lumber. 

Fire  Extinguishers:  These  are  inxahiable  when 
properly  cared  for  and  regularly  examined,  cleaned  and 
re-charged.  Electric  stations  are  best  served  with 
powder  extinguishers  for  fires  in  large  machinery ; 
sand,  thrown  from  buckets  on  machinery  and  open 
switchboard  work.  Secondly,  and  in  time  of  dire 
necessity  after  the  current  has  been  cut  off,  chemical 
extinguishers  and  hose  lines  should  be  brought  into 
play. 

W'et  generator  armatures  or  field  coils  are  of  more 
value  than  a  machine  entirely  burned  out. 

Oil  fires  are  best  taken  care  of  by  sand  and  chem- 
ical   extinguishers. 

Sand  Buckets:  l-'ibre  sand  buckets  only  should 
be  used  in  electric  stations;  metal  buckets  being  dan- 
gerous on  account  of  possible  contact. 

A  rule  established  by  the  Pacific  (las  &  Electric 
Company,  as  to  the  methods  of  caring  for  electric 
fires,  calls  for  the  use  of  dry  powder  extinguishers 
first ;  throw  sand  f)n  open  switchboard,  oil  and  wire 
fires  where  the  fire  can  be  readih'  attacked,  and  where 
smothering    is    the    main    object. 

Chemical  extinguishers  (contrary  to  the  general 
ideas  on  this  subject)  can  safely  he  used  (after  the 
current  has  been  cut  off  from  a  motor  or  generator) 
without  harmful  effect  to  such  a])paratus,  it  being 
conceded  that  a  wet  machine  is  better  than  a  machine 
entirely  destroyed  by  fire.  When  a  chemical  extin- 
guisher has  been  used  on  a  machine,  the  machine  or 
])arts  thus  dani])ened  shoidd,  of  course,  be  taken  out 
and  immediately  dried. 

One  of  the  most  careless  and  wasteful  expendi- 
tures of  money  in  connection  with  chemical  extin- 
guishers is  the  purchase  of  same  and  the  common  prac- 
tice of  neglect  in  their  u|)-kecp  and  re-charging  at 
stated  intervals.  .\  system  adopted  by  the  Pacific  Gas 
^^  Electric  Company  calls  for  the  re-charging  of  all 
chemical  extinguishers  once  ex'ery  six  months,  and 
a  check  system  against  neglect  so  to  do,  consists  of 
a  small  metal  case  tacked  to  the  wall  alongside  of  each 
extinguisher,  such  case  containing  a  number  of  cards, 
with  a  duplicate  stub  to  each  card,  and  these  cards  are 
to  lie  fille(l  in  every  six  months  and  the  stub,  sent  to 
the  general  office,  showing  the  date  of  re-charging. 
These  stubs  are  filed  away,  six  months  hence  from  the 
time  of  last  re-charge,  and  a  new  stub  must  be  sent  in 
each  six  months  to  replace  the  last  one  received.  Each 
extinguisher  is  given  an  individual  tag  number.  Special 
attention  should  be  given  to  the  selection  of  cheinical 
fire  extingui.'^hers.  there  being  a  number  on  the  mar- 
ket that  must  lie  considered  dangerous  from  possible 
explosions,  and  others  that  are  defective  and  worth- 
less. 


October  1,  1910: 


JOURNAL     OF     ELECTRICTY,     POWER     AND     GAS 


.303 


Three-gallon  chemical  exlinguishers  are  recom- 
mended— larger  sizes  being  too  heavy  and  unwieUl}- 
for  ready  use. 

It  seems  to  be  a  common  error  thai  fire  fighting- 
apparatus,  especially  in  electric  stations,  should  be 
crowded  onto  and  behind  switchboards,  and  in  dan- 
gerous places  where  a  fire  is  most  likely  to  occur. 
Fire  apparatus  should  be  placed  in  the  open,  on  col- 
umns in  the  center  of  the  room,  or  on  a  wall  well  re- 
moved from  the  danger  point ;  the  object  being  to  allow 
men  to  get  at  the  apparatus  easily  and  cjuickly  and  then 
fight  their  way  to  a  fire,  rather  than  go  into  a  fire 
empty-handed  and  grope  around  for  the  fire  apparatus 
best  adapted  to  kill  such  fire. 

Fire  apparatus  should  also  be  installed  in  stipulated 
places  to  I^e  decided  upon  as  a  "fire  station,"  and  kept 
in  such  places  in  order  that  men  may  know  where  to 
find  it  in  case  of  fire,  and  not  have  to  look  behind 
doors  and  under  benches  for  fire  appliances  when 
urgently  needed  and  needed  at   once. 

Watchman's  Clocks:  Where  plants  are  suffi- 
ciently large  to  warrant  a  night  watchman,  watch- 
man's  clocks   should   be  used. 

Gasoline  assumes  the  elements  of  a  paradnx.  To 
the  gas  and  electric  men  having  to  do  with  the  com- 
mercial end  it  is  always  a  bugbear — a  threat  under 
which  to  drive  a  hard  bargain  before  a  contract  for 
power  or  lighting  can  be  closed,  and  a  continual  source 
of  annoyance. 

To  the  gas  men  out  on  trouble  of  a  certain  nature, 
it  means  relief — a  helping  hand  and  a  freer  tlow  of 
gas. 

To  the  insurance  department  it  is  a  nightmare. 
it  is  on  a  par  with  the  Frohibitionists'  "Demon  Rum"; 
it  is  a  menace  to  property,  to  life  and  liml),  and  its  mere 
presence  means  higher  rales  of  insurance  and  con- 
tinuou>  surxeillance  and  inspection  of  properties. 

Do  niii  keep  gasoline  in  }our  buildings :  store  it  in 
Ihe  \ard,  and  nnly  draw  it  in  the  nece>>ary  ^inall 
quantities  desired.  .\  book  could  be  written  nn  this 
subject  and  it  would  be  long  and  horrible. 

Matches. 

Safety  matches  only  should  be  purchased  and  al- 
lowed  employes. 

Inspections. 

Money  s])ent  in  inspecting  ]M-operties  ami  caring 
for  fire  apparatus  is  well  spent,  but  such  inspections 
should  be  systematic,  at  stated  intervals,  and  not 
haphazard,  as  time  files  and  ai)paratus  may  be  useless 
when  urgently  needed. 

Why  Gas  and  Electric  Companies  Can  Safely  Carry 
Their  Own  Insurance. 

Gas  and  electric  plants  are  almost  constantly 
guarded,  being,  in  most  cases,  operated  continuously. 

A  sufficient  water  supply  can  always  be  had  and 
proper  hose  lines  installed  if  given  tin-  necessary  at- 
tention. 

The  buildings  of  a  gas  plant  are  a  secondary  con- 
sideration, and  their  loss  by  fire  does  not  necessaruy 
mean  the  shutting  down  of  the  plant.  Gas  plant  build- 
ings should  be  so  erected  that  they  will  not  cause  un- 


necessary damage  to  the  machinery  in  case  the  build- 
ings Inirn. 

With  proper  precautions  there  is  no  excuse  for 
fires  in  electric  stations.  Oil  switches  should  be  built 
outside  of  stations  wherever  possible.  Electric  ap- 
paratus fires  are  bound  to  occur,  but  can  be  confined 
if  such  apparatus  is  installed  in  open  places  and  not 
located   adjacent   to   inflammal)le   structures. 

In  carrying  your  own  insurance,  a  sinking  fund 
m  actual  cash  should  be  created,  de])osits  made 
monthly,  and  the  old  line  insurance  dropped  gradually, 
leaving  the  most  hazardous  properties  until  the  last. 

Causes  of  Fires  in  Properties  of  Pacific  Gas  and  Elec- 
tric  Company. 

T!I09. 

PROPERTY    DE.STROYKD.                 CAUSE.  DATE. 

Roof     fire     Hot  smokestack 2-15-09 

Roof    fire     Hot  smokestack 4-   7-09 

Machine    shop     Spai'ks     5-25-09 

.Sub-station      Electrical      S-22-09 

Interior  of  warehouse     Fire-pot    9-13-09 

Interior  of  sub-station     Arc    9-25-09 

t^onstruction   canip   buildings    ....Lamp  explosion    11-16-09 


1910. 


Roof     fire     

Oil    tank    

Switch   house    

fioof    fire     

Sawmill     

Wall  of  gas   building'    

Wall  of  electrical   sub-station 

Switch   house   

Roof     Are     


Warehouse   yard    

Packing  cases  and  excelsior 

Stairs    in    branch    office    

Frame    warehouse   building 

Purifier  house  walls    

Uitch   house  dwelling    

Gasoline  fire   (man   burned)    . 
I'^loor    slightly    burned    


.  Hot    smokestack    

.Incendiary    

.Breakdown  of  oil  sw.. 

.Hot    smokestack    

.Presumably  sparks  . . . 

.Oil     

.Electric  wires    

.Breakdown  of  oil  sw. . 
.Breakdown      of      high 

tension  wires    

.Rubbish — spontaneous. 

.Spontaneous    

.Rubbish     

.Unknown    

.Sparks     

.Rubbisli     

.iVIatches    on    floor    .... 
.Oil    switch     


2-  1-10 
2-28-10 

3-  9-10 
3-  9-10 
3-10-10 
.'-lO-lO 
3-  7-10 
4-24-10 

5-16-10 
5-16-10 
5-19-10 
5-23-10 
6-  9-10 
6-22-10 
6-26-10 
6-21-10 
7-25-10 


PUMPING  FOR  IRRIGATION  IN  WASHINGTON' 

liV    H.    L.    MOODY. 

While  Nature  did  wonders  for  mankind  when  she 
created  the  fertile  valleys,  rushing  streams  ad  noble 
forests,  the  mineral-laden  mountains  and  incomparable 
climate  and  rugged  scenery  in  the  territory  out  of 
which  the  State  of  Washington  has  been  carved,  she 
was  parsimonious  with  her  rainy  days  on  the  east  side 
of  the  Cascade  Range.  These  majestic  peaks  seem  to 
act  as  barriers  against  the  rain-clouds  from  the  Pacific 
ocean,  and,' as  a  result,  man  has  been  forced  to  exercise 
his  ingenuity  and  mechanical  skill  in  supplying  moist- 
ure l)v  artificial  means.  Ills  successes  are  evidenced 
l;y  the  fact  that  fully  265,000  of  »  total  of  more  than 
450,000  acres  under  ditch  already  have  been  made 
highly  productive  by  the  application  of  water  from  our 
rivers,  lakes,  streams  and  wells,  and  that  the  United 
States  go\ernment  and  private  corporations  are  bring- 
in"-  other  large  areas,  aj)proacliing  400,000  acres  under 
water. 

Practicallv  every  modern  method  of  supplying 
water  f<.)r  irrigation  purposes  is  practiced  in  the  \alleys 
in  eastern  Washington,  where  several  millions  acres  of 
land  is  adapted  to  intensive  cultivation.  The  .so-called 
Erid  belt  extends  from  the  eastern  foothills  of  the  Cas- 
cade mountains  to  the  Idaho  border.  The  land  is  gen- 
erally covered  with  sage-brush  and  bunch  gra.ss.     The 


'Synopsis   of  address   at   the  Eighteenth   National   Irrigation 
Congress.    Pueblo.    Colo..    September    26    to    30.    1910. 


304 


JOURNAL    OF    ELECTRICTY,    POWER    AND     GAS 


[Vol.  XXV-No.  14 


soil  has  the  requisite  chemical  and  physical  proper- 
ties, being  composed  mostly  of  volcanic  ash,  decom- 
posed lava  and  disintegrated  basaltic  rock,  and  prob- 
ably has  no  equal,  certainly  no  superior,  in  the  world 
lor  richness  and  productnity.  Abundant  water  is 
available  for  irrigation,  but  the  chief  problem  with 
some  has  been  to  get  it  onto  the  lands. 

Pumps  are  used  in  several  districts,  the  power 
plants  ranging  from  small  gas-engine  installations  to 
mammoth  hydroelectric  establishments,  and  the  results 
have  been  gratifying  in  almost  every  instance  where 
business  principles  were  applied  and  carried  out  in  the 
management  of  the  plants. 

Many  gas  and  oil  engine  pumping  plants  are  lift- 
ing water  from  the  Columbia  river  onto  many  of  the 
lower  bars  and  benches.  These  plants  range  from  lo 
horsepower  outfits,  lifting  about  30  feet,  to  250  horse- 
power installations,  working  against  a  250-foot  head. 
With  the  coming  of  water-power  developments  along 
the  Columbia  river  it  is  likely  that  most  of  the  new 
installations  and  many  of  the  older  ones  will  use  elec- 
tricity. 

At  present  there  is  about  20,000  acres  of  laud  un- 
der ditch  from  the  W'enatchee  river  and  its  tributaries, 
the  Icicle,  Peshatin,  Mission  and  Squillchuck  creeks. 
A  75-foot  lift,  with  abundance  of  power  easily  devel- 
oped from  the  W'enatchee  river,  will  put  water  onto 
4000  or  5000  acres  of  bench  land,  making  a  total  of 
25,000  acres  of  irrigated  lands  in  the  valley  of  tlie 
W'enatchee.  This  acreage  does  not  require  mure  than 
25  per  cent  of  the  minimum  flow  of  the  stream  durini^ 
the  irrigation  season. 

The  Wenatchee  Water  Power  Company  has  an 
appropriation  of  150  cubic  feet  per  second  from  the 
Wenatchee  river.  The  rights  which  originally  cost 
$30  an  acre,  now  are  held  at  $100.  Maintenance 
charges  are  $1.25  to  $1.50  an  acre. 

The  Prosser  Falls  Land,  Irrigation  &  Power  Com- 
pany irrigates  about  1600  acres  on  the  south  side  of 
the  Yakima  river,  opposite  the  government's  Sunny- 
side  project.  The  water  is  lifted  lOO  feet  by  pumps, 
being  forced  through  1800  feet  of  28-inch  steel  pipe 
to  a  penstock,  from  which  the  canal  heads.  The  tur- 
bines driving  the  pumps  operate  under  a  head  of  17 
feet.  The  early  contracts  provided  for  one  cubic  foot 
per  second  for  120  acres,  while  the  latter  ones  agree  to 
give  one  cubic  foot  for  each  160  acres.  W^ater  rights 
cost  $75  an  acre  and  maintenance  charges  are  $1.50 
an  acre. 

The  Moses  Lake  Development  Company  is  lilting 
water  50  feet  with  a  40  horsepower  gas  engine  to  irri- 
gate 325  acres,  some  of  which  is  now  in  young  or- 
chards. Maintenance  charges  are  $2.50  per  acre  ])er 
year.  Near  Moses  Lake  is  a  20  horsepower  gas  outfit 
lifting  water  from  a  well  sunk  29  feet  into  gravel. 

The  Fruitland  Irrigation  Company  has  a  project 
watering  6000  acres  on  the  east  bank  of  the  ColumlMa 
river  in  Stevens  county.  Water  is  taken  from  the  Col- 
ville  river  below  Me3'ers  Falls. 

The  Plantations  Company's  project  is  between 
Meyers  brails  and  Kettle  Falls  on  the  Columbia  ri\'er. 
The  elevation  is  1600  feet.  This  is  high  bench  land 
and  adjoins  the  l-'ruitland  irrigation  properties  un 
lite    north.      Water    will    be    lifted    105    feet   by    water 


power  into  a  100,000-gallon  reservoir,  from  which 
it  is  to  be  carried  in  a  20-inch  wood  stave  pipe  under 
pressure  and  delivered  to  each  lo-acre  lot  from  a 
hydrant.  The  contracts  call  for  one  acre-foot  of  water 
per  acre  between  May  i  and  Sei)tember  15. 

The  Hazelwood  irrigated  farms  are  located  on  a 
pialeau  of  gently  rolling  prairie,  at  an  elevation  of 
from  2200  to  2300  feet,  covering  2500  acres.  The  prop- 
erty comes  up  to  within  four  miles  of  the  city  of  Spo- 
kane. Water  supjjly  is  lifted  by  an  electrically-driven 
15-inch  centrifugal  pump  from  Silver  lake,  a  body 
of  clear,  potable  water,  covering  approximately  700 
acres.  This  pump,  operating  against  a  lift  of  60  feet, 
discharges  8660  gallons  a  minute  through  a  36-inch 
wood  stave  pipe  into  a  small  basin,  from  which  it  is 
carried  to  the  edge  of  the  property  in  an  open  ditch. 

The  distril)uting  system  is  largely  of  machine- 
banded  wood  stave  pipes,  through  which  the  water  is 
delivered  to  the  high  point  of  each  lo-acre  subdivision. 
The  operating  company  contracts  to  supply  water  at 
the  rate  of  one  cubic  foot  per  second  for  each  200  acres 
of  land.  The  water  is  measured  to  the  settler  over 
a  weir  on  his  land  and  is  supplied  by  the  rotation 
method,  so  that  he  has  always  a  good  head  oj  water 
with  which  to  work.  Maintenance  charges  are  $2.50 
per  acre  per  year,  which  is  estimated  to  be  the  actual 
cost  of  the  service. 

The  Adrian  Irrigation  Company  is  installing  a 
[jumping  plant  at  lirook  lake  near  Adrian  and  contem- 
[)lates  watering  about  2000  acres  from  the  natural  flow 
of  Crab   creek. 

The  Kennewick  Canal  Company  is  lifting  water 
from  the  Kennewick  canal  100  feet  onto  a  plateau  of 
3000  acres  immediately  west  of  Kennewick.  One  cubic 
foot  per  second  of  water  is  allowed  for  each  i6o  acres 
of  land.  The  water  is  measured  to  the  consumer  over 
a  weir.  The  maintenance  charge  is  $1.50  per  acre  per 
year. 

.\t  White  Bluft's.  on  the  west  side  of  the  Colum- 
bia ri\-er,  the  \\hite  Ijlufifs  Land  &  Irrigation  Com- 
jany  has  installed  a  pumping  plant  to  lift  water  50 
feet  from  the  Columbia  river  onto  2500  acres  of  sage- 
iTush  land  at  an  ele\ation  of  450  feet  above  sea  level. 
The  water  is  distributed  under  pressure  through  ma- 
chine-banded wood  stave  pipes  ranging  from  8  to  24 
inches  in  diameter. 

The  original  installation  consisted  of  two  producer 
gas  plants  of  100  and  150  horsepower,  respectively, 
supplying  gas  to  two  engines,  one  of  100  and  the  other 
of  150  horsei)ower.  These  engines  were  cou])led  to 
two  vertical  centrifugal  pumps,  one  lo-inch  pump  rated 
at  3000  gallons  per  minute  and  the  other  a  12-inch 
pump  rated  at  4500  gallons  per  minute.  The  annual 
niaiutenance  charge  is  $2  per  acre  and  the  water  su]> 
plied  is  one  cubic  fnnt  per  second  for  each  160  acres. 

The  water  used  for  irrigating  the  Hanford  lands  is 
pumped  from  the  Columbia  river  in  Benton  county, 
where  two  jnitiips,  with  a  combined  capacity  of  83,000,- 
000  gallons  a  da}-,  sufficient  for  16,000  acres,  are  in  suc- 
cessful operation.  The  pumps  are  operated  by  electric 
power,  which  is  generated  at  Priest  Rapids,  in  Yakima 
Cduntv,  where  a  large  power  plant  has  1)een  con- 
structed. The  induction  motors  ancl  pumps  in  fipera- 
tion  are  of  the  \cr:ical  centrifugal  ty|)e,  carrying  the 
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motor  directly  connected  to  tlie  shaft.  The  speed 
of  the  motors  is  synchronous  with  the  generator  and 
the  cohimn  of  water  pumped  is  controlled  by  regu- 
lating the  speed  of  the  turbines.  Their  nominal  ca- 
pacity of  64  cubic  feet  per  second  each  at  a  speed  iif 
175  revolutions  per  minute. 

Just  above  Pasco,  on  the  Columbia  river,  is  the 
^Moore  project  watering  1000  acres.  The  plant  con- 
sists of  a  lOO-horsepower  installation  working  against 
a  lift  of  45  feet.  This  is  one  of  the  largest  of  the 
many  small  plants  along  the  Columbia  river. 

The  Drumheller  Development  Compan^^'s  proj- 
ect, irrigating  1600  acres,  lifts  the  water  50  feet.  The 
installation  consists  of  a  loo-horsepower  gas  ])roducer 
and  engine  operating  a  single-stage  centrifugal  pump 
with  a  rated  capacity  of  3000  gallons  per  minute. 

At  Paterson,  on  the  lower  Columbia  river,  is  a 
pumping  plant  consisting  of  a  250-horsepower  pro- 
ducer gas  plant,  driving  a  three-step  centrifugal  pump 
operating  against  a  head  of  250  feet.  The  distribution 
is  through  pipes  and  400  acres  of  land  is  watered. 
When  completed  the  plant  is  intended  to  cover  1800 
acres. 

On  Blalock  Tslaucl.  in  the  lower  Columbia  basin, 
is  a  gas  plant  pumping  water  for  500  acres.  This  is  a 
lOO-horsepower  plant  operating  against  a  maximum 
lift  of  35  feet.  The  water  is  distributed  through  wood 
and  iron  pipes.  Smaller  installations  have  been  made 
at  other  places  along  the  Columbia  river  and  water  a 
considerable  body  of  highly  productive  land. 

The  Lewiston-Clarkston  Company  utilizes  the 
water  of  Asotin  creek  for  power  and  irrigation  ptu"- 
poses.  It  waters  8000  acres  in  and  about  Clarkston. 
near  the  confluence  of  the  Snake  and  Clearwater  rivers. 
The  water  for  these  lands  and  for  power  is  carried  from 
.Xsotin  creek  in  a  4cS-inch  steel-banded  wood  stave  pipe 
to  the  power  house  from  which  a  40-inch  pipe  carries 
ii  to  the  point  of  division  for  the  two  benches.  .\  32- 
inch  pipe  serves  the  lower  liench,  and  after  delivering 
the  water  to  a  power  plant  the  waste  is  collected  in 
a.  reservoir  for  use  in  irrigating  the  lower  levels.  These 
l?nds  lie  generally  in  two  benches  and  range  from  y^o 
to  1250  feet  in  elevation.  The  water  service  is  enlirclv 
through  pipes  and  is  measured  to^thc  consumer  through 
a  disk  meter. 

The  Pasco  Power  &-  ^^^ater  Company,  a  few  miles 
above  the  mouth  of  Snake  river,  is  installing  a  pnmii- 
ing  plant  to  water  about  12,000  acres  of  sandy  land  in 
the  vicinitv  of  Pasco.  The  present  installation  con- 
sists of  a  cycloidal  rotary  jnimp  working  against  an 
85-foot  head  and  driven  1:)_\-  a  water  turbine  under  a 
nine-foot  head. 

The  La  Follett  orchard  of  1,2^  acres  at  \\'a\vawai 
gets  most  of  the  water  needed  from  Wawawai  creek 
and  supplements  it  by  pumping  from  the  Snake  river. 

The  Columbia  Canal  Company,  which  has  5000 
acres  under  the  ditch  near  .Attalia.  is  augmenting  its 
water  supply  bv  the  installation  of  a  Too-horsepowcr 
gas  engine  and  a  lo-inch  horizontal  centrihmal  pump 
discharg-ing  through  a  20-inch  machine-banded  wood 
stave  pipe  under  a  2R-foot  lift.  The  maximum  rapacity 
of  the  plant  is  given  as  to  cubic  feet  per  second. 

The  Blalock  Fruit  Companv  pipes  the  sewage 
from  Walla  Walla,  a  citv  of  30.000  population,  to  its 
900  acres  of  orchard  and  vegetable  and  alfalfa  lands. 


This  is  supplemented  by  two  artesian  wells  and  water 
taken  from  Mill  creek. 

Peach,  at  a  point  where  Hawk  creek  empties  into 
the  Columbia  river,  below  the  mouth  of  the  Spokane 
river,  which  now  has  400  acres  of  peach  orchards  un- 
der irrigation,  contemplates  putting  in  a  pumping 
plant  to  irrigate  200  acres  more. 

There  are  several  important  pumping  plants  in 
the  Spokane  valley,  where  from  75,000  to  80,000  acres 
of  land  is  adapted  to  irrigation.  The  Spokane  valley 
comprises  a  comparatively  level  prairie  extending  from 
Spokane  to  Coeur  d'Alene,  Idaho,  a  distance  of  34 
miles,  and  for  some  miles  west  of  Spokane,  and  from 
three  to  eight  miles  in  width.  This  is  closely  backed 
I'll  either  side  by  timbered  foothills  covered  with  ever- 
greens. The  irrigated  and  irrigible  lands  lie  at  an  ele- 
\ation  of  2000  feet. 

The  soil  is  composed  of  a  rich  Idack  volcanic 
ash,  mixed  with  small  gravel.  It  is  from  a  few  inches 
to  several  feet  in  depth  and  is  underlaid  with  a  thick 
l-ed  of  boulders  and  gravel.  The  average  rainfall  for 
a  long  period  of  years  has  been  17.91  inches.  Previous 
to  irrigating  any  of  this  land  most  of  it  had  been 
planted  to  wheat,  oats  and  barley,  with  an  occasional 
small  orchard.     It  is  now  largely  devoted  to  fruits. 

The  Modern  Irrigation  &  Land  Company's  plant 
at  Opportunity  covers  2700  acres  and  is  watered  by 
wells  ranging  from  90  to  134  feet  in  depth.  The  water 
i'^  lifted  by  vertical  centrifugal  pumps,  direct-connected 
to  horizontal  motors,  installed  at  the  bottom  of  the 
wells  above  the  high  water.  More  than  50  per  cent 
of  the  water  is  distributed  in  open  ditches,  the  rest 
mostl}-  in  pipes.  There  is  a  separate  .system  for  do- 
mestic use  and  48-candle  power  electric  lights.  The 
average  cost  per  acre  for  water,  including  domestic 
supply  and  lighting  is  from  $5  to  $6.50  a  }-ear.  The 
maintenance  cost  is  light. 

The  \>ra  Land  Company's  project  co\ers  2300 
acres.  Tlie  land  was  worth  about  $75  an  acre  in  1908. 
'lliere  arc  three  wells  on  the  property,  the  deepest 
being  130  feet.  The  turbine  pumps  are  direct-con- 
nected with  motors,  which  are  placed  in  the  tunnel 
above  high  water.  Eight^'-fi^•e  per  cent  of  the  water 
ir.  distributed  in  cement  pipes,  the  rest  in  open  ditches. 
This  company  finds  that  cement  is  cheaper  than  clay 
pipe  and  both  cheaper  and  better  than  woixl.  The 
average  cost  for  irrigating  and  domestic  supply  and 
electric  lighting  is  from  $5  to  $6.50  an  acre. 

Other  pumjiing  projects  in  the  Spokane  \'allcy  are 
at  Post  Falls.  3000  acres  ;  Hayden  Lake,  3200  acres,  and 
Dalton  (iardcns.  looo  acres.  I  am  told  that  several 
companies  contemplate  adding  4000  or  5000  acres  the 
coming  season. 

This  sums  up  the  salient  points  of  what  has  been 
accomplished  in  a  masterly,  unspectdative  and  far- 
seeing  way  in  conquering  the  waste  places  in  the  state 
of  \A''ashington  by  pumping  water  onto  the  lands — a 
jiractical  demonstration  of  a  scientific  fact  that  the 
applicatic^'n  of  water  and  intelligent  culti\'ation  has 
transformed  thousands  of  acres  of  land  once  a  wilder- 
ness, so  unpromising  that  it  evoked  derision  in  the 
halls  of  C'oneress,  into  A-eritable  garden  spots  and 
peopled  it  with  thrifty,  prosperous  and  optimistic  men, 
women  and  children,  who  ha\'e  found  happiness  and 
fortune   in   the   Land  of  Opportunity. 


306 


JOURNAL     OF     ELECTRICTY      POWER     AND     GAS 


(Vol.  XXV     No.  M 


Journal  OF  Eleciricity 


POWER  AND  GAS 


Ivccfiit    iiiipr()\eiiicnts   in   the   efficiency   (if  incan- 
descent   electric    lani])s   have   been    so    enil)lazoned    in 

public  attention  that  ec|nally  great 
The  Arc  increase  in  arc  lamp  efficiency  has 

Light  been    partially    eclipsed.      Greater 

chani^es  ha\e  been  wrought  in  the 
arc  lam])  during  the  first  tenth  of  the  twentieth  cen- 
Itir}'  than  in  all  the  preceding  hundred  years  since  Sir 
llumphre}'  Davy  first  disco\ered  that  an  "arch"  of 
tlame  residted  from  passing  an  electric  current  be- 
tween two  charcoal  ])oints. 

The  s])ultering.  hissing  arc  light  that  many  of  us 
rectillect  in  our  childhood  was  ever  at  the  mercy  of 
the  wind.  Like  an  oil  laiup.  it  was  easily  Idown  out 
unless  operated  at  sucli  excessively  high  amperage 
that  the  carbons  were  burned  before  the  night  was 
.,.,„,,,.  ..      r^     lialf  over.    This  was  remedied  in  the  early  nineties  bv 

Other  Foreisn  Counlru's  within  the  Postal  Union 5.CX)  .        i  .        . 

singicCopies.  Current  Month.. each      .10      enclosing  the  carboiis  ill  ail  air-tight  globe  which  e.x- 

Sin«le  Co„i..s.  prior  to  Current  Month •  .25       ^1^,^!^^  ^Oth   wind   and  ..XVgeu,  SO  thcif  lifc   WaS  length- 


PUBLISHED  WEEKLY  BY  THE 

Technical  Publishing  Company 

E.  B.  Strong.  President 

.•\.  11.  HAi.i.dRAN,  Vice  President  and  MnnaKini;  Editor 

C.  L.  Cory.  Secretary. 

DIRECTORS 

R.  J.  Davis      .A.  M.  Hunt      A.  H.  Halloran     C.  L.  Cory       E.  B.  Strong 

604  Mission  Street,  San  Francisco 
eastern  office.  150  nassau  street.  new  york 

C.  N.  Manfrkd.  Eastern  Manaucr 
LOS  ANGELES  OFFICE.  107  SECURITY  BUILDING 

TERMS  OF   SUBSCRIPTION 

United  States.  Cuba  and  Mexico per  year.  $2.50 

Dominion  of  Canada -.  *"       .^.50 


NOTICE  TO   ADVERTISERS 

Changes  of  advertising:  copy  should  reach  this  office  tfn  davf  in  adrance  oj 
dale  oJ  i«sii«.  New  advertisements  will  be  accepted  up  to  noon  of  Monday  dated 
Saturday  of  the  same  week.  Where  proof  is  to  be  retained  for  approval.  Eastern 
advertisers  should  mail  copy  at  least  thirtv  davs  in  advance  of  date  of  issue. 


Entered  as   second-class    matter  at  the  Sai,  !  '  Mtue    as  "The 

Electrical  Journal."  July  189.5. 
Entry  chanKed  to  "The  Journal  of  Electricity."  Suptuniber.  IS'JS. 
Entry  chanetid  to  "The  Journal  of  Electricity.  Power  and  Gas."   August  15.  1899. 
Entry  changed  May  1.   1906.  to  "The  Journ.i'     '    P'-  "ricity.  Power  and  Gas." 

Weekly. 


FOUNDED    1887    AS    THE 

PACIFIC  Lumberman.  Contractor  and  electrician 


CONTENTS 

Pacific    Coast    Klcctrical   -Exposition    287 

Colorado   I'^lcctric   Power  ami   Railway  Association    298 

Pacific    C'last    Gas    .\ssociation    298 

M-\aiiiiiiati(iiis    for    Steam    Engineers 298 

E.xaminati'ni    lor    Electricians'    Helpers    298 

Tile   Prevention  of  Accidents    299 

liy  John   P.   Coglilaii. 

l'"ire    Insurance   and    Eire    Prnteclion    aft   .\pi)lied   to    the    Gas 

and    Electric    I'.iisiness    301 

Bv    R.    J.    Cdiitn'tt. 


umi>ing 


for   Irrig.ition   in   Washington 
By  11.  L.  Moody. 


Editorial     

The    .\ie    Light. 


303 
306 


Personals     

Trade     .Xotes     

.\nnu:il    Jovian    .Meeting 


307 
307 

307 


.Mexander    llendersoii    Memorial    Ennd    307 

Patents     308 

I'^lt-H-tric    ileter. 

llailway   I^ower   1  )istril:iution. 

Siii)ply   Sy.siein    fur   Water   Pcnvcr    Plants. 

Methoil   of  Mcapui  ing   the   Flow    of    Fluids. 

t'ireiiit    ContrulIitiK    Device. 


Industrial 

AW-slins'liouse    Oeneral     Utility 
lieujainin    Uellec  tor    Soekets. 


309 


.'fficiencv    was    slightly 


.\e\ 


Note 


310 


mil  I  ixygen, 
ened  twelvefold,  tlnmgh  the 
lowered. 

.Mthongh  the  arc  is  inherently  best  adapted 
to  a  direct  current  which  heats  the  positive  carbon  so 
highly  that  more  than  ff)ur-fifths  of  the  light  comes 
from  its  incandescent  crater,  yet  the  convenience  and 
advantage  of  alternating  current  distribution  makes 
its  use  desirable  in  many  cases.  Much  ingenuity  has 
been  exercised  in  ])rodiicing  the  proper  feeding  mech- 
anism to  meet  the  jjresent  exacting  reciuirements  until 
there  are  now  thousands  of  arcs  o])erating  satisfactorily 
on  alternating  current,  albeit  at  lower  efficiency.  This 
has  been  largely  corrected  in  the  so-called  intensive 
arc.  which  employs  two  positive  and  one  negative 
carbon. 

Having  exhausted  the  immediate  possibilities  nf 
the  carbon  arc.  scientists  next  substituted  an  electrode 
impregnated  with  the  salts  of  substances  such  as 
calcium,  which,  when  vaporized,  gives  a  luminous 
stream  far  brighter  than  the  incandescent  carbon  tips. 
This  flaming  arc  gives  a  soft  yellow  light  with  either 
direct  or  alternating  current.  Its  chief  disadvantages 
are  the  fumes  and  the  rapid  consumption  of  the  rather 
costly  electrodes.  These  defects  are  partly  obviated 
in  the  regencrati\e  arc  lamp  in  which  the  heated 
\apors  are  kept  in  circulation  before  condensing  or 
escaping,  thus  conserving  both  the  heat  of  the  arc  and 
the  vapor  sujiply.  Tests  have  shown  that  a  mean 
liemispherical  candlepower  may  be  ])roduced  with  one- 
fourth  watt  and  an  electrode  life  of  seventy  hours. 

The  luminous,  or  magnetite,  arc.  which  has  a 
longer  lifc  and  better  liglit  distribution,  can  he  used 
only  on  direct  current  circuits.  This  emiiloys  an  inert 
cojiper  anode  and  a  cathode  tube  in  which  is  packed 
a  mi.xfure  of  the  oxides  of  titanium,  iron  and 
chromium,  the  first  being  for  luminosity,  the  secmid 
for  C(>nducti\ity  and  the  third  for  retarding  the  rate  of 
burning.  L'nder  this  classification  there  is  also  themer- 
curv  arc,  whose  unpleasantly  colored  light  may  yet 
be  rendered  acceptable  for  general  illumination  by 
means  of  a  recently  perfected  "step-down"  fluores- 
cent screen,  thus  making  available  this  most  efficient 
light-giving  source. 
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PERSONALS. 

W.  S.  Heger,  Calil'ornia  manager  for  the  Allis-Clialmers 
Company,  is  at  I.os  Angeles. 

E.  C.  Hradley.  general  manager  of  the  Pacific  Teleiihone 
and  Telegraph  Comjiany,  is  at  New   York. 

Harry  P.  Rice,  vice-president  of  the  General  incandes- 
cent Lamp  Company  of  Cleveland,  Ohio,  is  at  San  Francisco. 

A.  K.  Andriano,  managing  director  of  the  Direct-Line 
Telephone    Company,    recently    returned   to    New    York    City. 

Sidney  Sprout  has  returned  to  Sau  Francisco  after  mak- 
ing an  electrical  engineering  investigation  in  San  I^uis 
Obispo  County. 

Thomas  M.  Debevoise  and  Franklin  Overbaugh  are  at 
Del  Monte  and  will  attend  the  jobbers'  meeting  at  Catalina 
Island  next  week. 

E.  C.  Jones,  chief  engineer  of  the  Pacific  Gas  and  Elec- 
tric Company's  gas  department,  has  returned  to  San  Francisco 
from   Los   Angeles. 

.1.  A.  Lighthipe,  engineer  for  the  Edison  Electric  Co.  of 
Los  Angeles,  has  returned  from  an  automobile  vacation  trip 
through  Southern  California. 

C.  M.  Bliven,  api)aratus  salesman  with  the  General  Elec- 
tric Company,  was  married  September  2i)th  to  Mrs.  Edna 
Browning  Harlan,  at  Sacramento. 

E.  V.  D.  Johnson,  superintendent  of  tlio  Norllicrn  Cali- 
fornia Power  Company,  returned  to  Kedding  last  week  after 
attending  a  meeting  at   San   Francisco. 

O.  K.  Jones,  who  was  for  the  past  ten  years  an  insiiector 
with  the  Department  of  Electricity  of  the  city  of  San  Fran- 
cisco, has  joined  the  sales  corps  of  the  Holabird-Reynolds 
Company. 

Paul  Shoup,  assistant  general  numager  in  charge  of  the 
Southern  Pacific  Company's  electric  railway  lines,  has  returned 
to  his  San  FYancisco  office  after  spending  several  days  at 
Los  Angeles. 

G.  A.  Harvey,  formerly  electrical  engineer  of  the  Inter- 
national Traction  (^omi)any,  Buffalo,  N.  Y.,  is  assisting  Horatio 
A.  Foster  with  the  Soutliern  California  Edison  Company,  l^os 
Angeles,  Cal. 

E.  Reinhart,  manager  of  the  Winnemucca  Water  and 
Light  Company,  who  visited  San  F^rancisco  during  the  past 
week,  contemplates  remodeling  his  light  and  water  plant  at 
Winn6mucca. 

A.  L.  Adams  has  been  appointed  superintendent  of  dis- 
tribution of  the  Puget  Sound  Electric  Railway  and  the  Tacoma 
Railway  &  Power  Company,  Tacoma,  Wash.,  reporting  to  K.  C. 
Schluss,  superintendent  of  power  of  these  companies. 

Seton  Porter,  of  Sanderson  &  Porter,  who  has  spent  the 
past  two  months  at  his  San  Francisco  office,  departed  tor 
New  York  last  Wednesday.  Wynn  Meredith,  Pacific  Coast 
manager  for  the  firm,  i.^  still  in  British  Columbia  on  business 
connected  with  a  hydroelectric  installation. 


TRADE    NOTES. 

The  Fort  Wayne  Electric  Works  has  sold  to  the  Sacra- 
mento Valley  Power  Company  of  Redding  three  300-kw.  water- 
cooled  transformers  for  operation  on  55,000-volt  circuits. 

Charles  E.  Cookerly,  for  three  years  foreman  of  tlie 
Morrison  Electric  Company  of  Portland,  has  purchased  the 
stock  and  good  will  of  the  Pacific  Electric  Engineering  Com- 
|)any  of  Eugene.  Ore. 

The  General  Electric  Company  reports  the  sale  of  the 
following  generating  apparatus  to  the  Northwestern  Cor- 
poration of  Springfield.  Ore.:  H.  M.  Byllesby  &  Co.,  engineers, 
one  A.  T.  B.  4,  2000  k.w..  1800  r.p.m.,  2300  v.,  horizontal  con- 
densing Curtis  turbine  generator,  arranged  f<u-  L'JO  llis.  steam 
pressure. 


ANNUAL  JOVIAN   MEETING. 

The  eighth  annual  meeting  of  the  Rejuvenated  Sons  of 
Jove  will  be  held  at  Birmingham,  Ala.,  on  October  13,  14  and 
lb,  1910,  this  being  the  home  of  the  reigning  Jupiter,  Oscar  C. 
Turner,  No.  o.'!;!-3.  Birmingham  has  a  Jovian  membership  of 
about  one  hundred,  and  every  one  of  these  members  is  tlior- 
oughly  active  and  interested.  They  promising  all  visiting 
Jovians  three  live  days,  and  special  preparation  has  been 
made  for  the  entertainment  of  the  ladies  at  the  Country  Club 
and  elsewhere. 

The  Order  of  the  Sons  of  Jove  is  a  fraternal  order  of 
electrical  men  throughout  the  United  States,  Canada  and 
Mexico.  It  has  now  a  membership  upwards  of  four  thousand 
and  is  growing  rapidly.  During  the  past  year  the  membership 
has  been  increased  by  over  one  thousand  members  in  all 
parts  of  the  country.  The  object  of  the  order  is  frankly  com- 
mercial. It  aims  to  bring  about  a  greater  degree  of  harmony 
and  co-operation  among  those  engaged  in  the  same  line  of 
business  by  getting  into  closer  contact  all  branches  of  the 
industry.  It  strives  to  eliminate  petty  jealousies,  unfair 
methods  of  competition  and  elements  of  friction;  to  increase 
the  common  market  by  co-operative  advertising,  Jovian  lunch 
clubs  where  questions  touching  on  the  welfare  of  the  business 
are  discussed,  and  the  cultivation  of  the  spirit  of  harmony 
and  loyalty. 

The  order  was  founded  in  the  South  in  1899,  but  for  sev- 
eral years  did  not  spread  outside  of  the  original  territory, 
IHiring  the  iiast  three  or  four  years  the  growth  has  been  phe- 
nomenal and  to-day  the  order  is  one  of  the  recognized  forces 
for  good  in  the  entire  electrical  world.  Its  membership  in- 
cludes many  of  the  best  known  men  engaged  in  electrical  pur- 
suits, all  of  whom  are  active  in  the  furtherance  of  its  objects. 


ALEXANDER   HENDERSON    MEMORIAL   FUND. 

In  the  death  of  Alexander  Henderson,  the  entire  elec- 
trical fraternity  lost  not  only  a  pioneer  and  an  indefatigable 
worker  in  its  cause,  but  to  many  the  loss  is  a  deep  and 
personal  one.  To  those  who  knew  him  best  what  a  world 
of  meaning  now  attaches  to  the  liearty  hand  clasp  and  the 
familiar  "How."  With  it  from  him  went  the  unspoken  but 
unselfish  cheer  and  good  will.  Never  a  word  nor  thought 
of  envy  nor  criticism  for  a  business  rival  or  competitor; 
lie  spoke  no  ill  of  any  man. 

A  short  time  before  his  death,  two  friends  stood  by 
his  bedside,  grasped  his  nerveless  hands  and '  greeted  him 
with  the  old  familiar  "How."  A  faint  smile  and  flash  of 
understanding  in  the  fast  dimming  eyes  conveyed  to  all 
three   its   broader  and   deeper   significance. 

In  this  hurly  burly  strenuous  every  day  life  of  ours 
there  is  too  little  of  the  deeper  sentiment  which  should 
be  part  of  our  nature  and  life.  We  may  appreciate  for  the 
day  or  time  being  those  little  acts  of  Ivindness  and  thought- 
fulness  of  which  we  are  recipients  but  a_re  too  apt  to  forget. 
Shall  we  forget  shortly  these  many  acts  of  kindness,  thought- 
fulness,  tact  and  courtesy  of  which  we  are  all  recipients 
time  and  again?  Thoughtful  acts  which  many  times  meant 
self   sacrifice. 

To   quote   a   friend; 

"We  were  content  to  know  and  love  the  Alex.  Henden- 
son  of  the  hour,  and  how  much  we  did  like  and  admire  him 
we  hardly  ever  realized  until  he  was  gone  from  us  forever. 
This  is  too  often  the  way  with  us  mortals — we  only  appre- 
ciate at  its  real  worth  that  which  has  been  lost." 

Let  us  then  show  the  esteem  and  appreciation  we  held 
for  the  man  who  has  gone  from  us.  by  a  lasting  memorial 
which  will  symbolize  in  enduring  stone  the  deeper  signifi- 
cance  of   his   "How." 

A  committee  has  been  formed  to  carry  out  the  sugges- 
tion of  erecting  a  memorial,  contributions  being  requested 
from  the  manufacturers,  jobbers,  contractors,  insi)ection  de- 
partment.  Sons   of  Jove   and   technical   press. 
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970,498.  Electric  Meter.  .Jesse  Harris,  La  Fayette,  Ind., 
assignor  to  Duncan  Klectric  Manufacturing  Company,  La 
Payette,  Ind.  An  electric  meter  including  an  armature,  a 
li(iuid  containing    chamber    inclosing    said    arniaturo.    circuit 


si>  discharged  and  rotate  said  shaft,  a  frame  structure  ar- 
ranged adjacent  to  the  reservoir,  a  shaft  mounted  in  the  upper 
end  thereof,  a  sprocket  on  the  power  shaft  and  the  shaft  in  the 
upper  end  of  said  frame,  and  end'ess  chain  connecting 
said  sprockets  and  carrying  a  plurality  of  buckets,  a  trough 
arranged  beneath  said  shaft  to  receive  the  water  discharged 
from  the  reservoir,  said  buckets  being  adapted  to  elevate  a 
portion  of  the  water  to  the  top  of  the  frame,  a  second  reser- 
voir arranged  at  a  higher  elevation  than  the  first  named  reser- 
voir, an  inclined  flume  extending  from  the  upper  end  of  the 
elevator  to  said  reservoir,  and  a  water  conducting  pipe  con- 
necting said  reservoir  to  the  power  plant. 

970,965.  Method  of  Measuring  the  Flow  of  Fluids.  .lames 
Buckner  Speed,  Berkeley,  Cal  ,  assignor  of  one-half  to  Andrew 
Murray  Hunt,  Berkeley,  Cal.  A  process  of  measuring  the  rate 
of  flow  of  a  fluid  which  consists  first  in  causing  the  fluid  to 
flow  through  a  curved  conduit  which  is  filled  by  the  fluid  and 
has  a  uniform  circular  cross  section,  and  the  center  line 
thereof  a  constant  radius  of  curvature  for  a  part  at  least  of 


connections  whereby  the  liquid  may  be  included  serially  in  a 
distribution  circuit,  and  regulable  means  whereby  varying 
portions  of  the  liquid  may  be  included  across  the  mains  of  the 
distribution  circuit. 

970,543.  Railway  Power  Transmission.  Albert  S.  Parsons. 
Berkeley,  Cal.  In  a  device  of  the  character  described,  a  ve- 
hicle, a  power  shaft  therefor,  a  drum-shaped  pulley  having 
sprocket  teeth  on  its  periphery  adjacent  to  each  end  thereof, 
said   pulley  being  universally  mounted  on  and  driven  by  said 


shaft,  an  axle  mounted  in  a  pivot  support  and  spaced  apart 
from  said  power  shaft,  a  drum-shaped  pulley  having  sprocket 
tfeth  on  its  periphery  adjacent  to  the  ends,  said  pulley  being 
universally  mounted  on  and  driving  said  axle,  and  sprocket 
chains  connecting  said  pulleys. 

970,796,  Supply  System  for  Water-Power  Plants.  Charles 
Franklyn  Clark,  Calisloga,  Cal.  A  water  supply  system  of  the 
character  set  forth  comprising  a  main  reservoir  adapted  to  be 
arranged  adjacent    to  a   bcdy  of  water  affected  by  the  tides. 


said  reservoir  being  filled  by  the  rise  of  the  tide,  a"  power 
shaft  mounted  in  bearings  adjacent  to  one  end  of  the  reser- 
voir, means  for  controlling  the  discharge  of  water  from  the 
reservoir,  means  arranged  on  the  shaft  to  receive  the  water 


the  length  of  the  curved  portion;  second,  in  measuring  the 
difference  between  the  pressures  on  the  inner  surfaces  of  the 
concave  and  the  convex  sides  of  said  part;  third,  in  computing 
the  flow  according  to  a  suitable  rule  which  takes  into  account 
the  diameter  of  the  circular  section,  the  radius  of  curvature 
of  the  curved  conduit  where  it  is  uniform,  and  the  said  differ- 
ence in  pressure. 

970,478.  Circuit-Controlling  Device.  Parker  Dunning. 
Schenectady,  N.  Y.,  assignor  to  General  Electric  Company.  A 
starting  device  for  electric  motors  comprising  a  starting 
switch  and  a  running  switch  pivoted  concentrically  and  both 
biased  to  open  position,  an  operating  handle  pivoted  concen- 


trically with  said  switches  and  movable  independently  thereof, 
said  handle  being  arranged  to  close  the  starting  switch  and 
open  the  running  switch  when  moved  in  one  direction  and  to 
close  the  running  switch  and  open  the  starting  switch  when 
moved  in  the  opposite  direction,  and  electrically  controlled 
means  for  locking  the  operating  handle  in  running  position. 
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WESTINGHOUSE   GENERAL    UTILITY    MOTOR. 

The  general  utility  motor  now  being  placed  upon  tiie 
market  by  the  Westinghouse  Electric  and  Manufacturing 
Company  marks  the  latest  advance  in  the  application  of  elec- 
tric motors  to  household  convenience.  By  means  of  its  spe- 
cial attachments  the  motor  can  be  adapted  to  a  variety  of  uses 
about  the  house     The  new  motor  commends  itself  heartily  to 


/om  fit/iier 


rf/uMB  Scflew 


W.'Stinsliouse  General  Utility  Motor. 

!iie  favor  of  central  station  com|)anies,  as  it  |)r()vides 
another  wedge  for  the  introduction  of  electricity  into  the 
hcane.  Furthermore,  it  is  essentially  a  day  load.  The  motor 
takes  Irom  40  to  120  watts  for  its  operation. 

The  general  utility  motor  can  be  readily  aiTanged  to  ope- 
rate the  following  devices;     Family  sewing  machine,  buffing, 


Motor  Polishing  Silverware. 

polishing  and  grinding  wheels,  ventilating  blower,  jewelers" 
lathe,  light  machinery,  small  lathes,  sign  flasher,  moving  win- 
dow display,  mechanical  toys,  etc.  The  motor  is  sold  com- 
plete with  one  or  more  attachments.  Further  attachments 
can  be  obtained  by  the  purchaser  as  desired.  A  different 
attachment  is  not  necessary  for  every  one  of  the  uses  men- 


tioned above,  as  some  of  the  attachments  make  the  motor 
available  for  several  purposes  without  change.  The  general 
utility  ventilating  outfit  is  one  of  the  features  of  the  new 
apparatus.  The  small  blower  will  supply  fresh  air  to  the 
kitchen,  increase  the  draft  of  a  furnace,  remove  foul  air  from 
sick  rooms,  and  readily  adapt  Itself  to  any  small  ventilating 
work.  By  fitting  the  blower  openings  with  suitable  pipe,  air 
currents  can  be  directed  wherever  desired. 

The  general  utility  motors  are  made  for  operation  on  115 
and  230  volt  direct-current  circuits,  and  on  110  and  220  alter- 
nating circuits  of  60  and  133  cycles.  The  direct-current 
motors  are  shunt  wound,  while  the  alternating-current  motors 
are  of  the  induction  type,  single  phase.  The  motors  run  at  a 
speed  of  1700  r.p  m.  The  motor  is  light  and  can  be  easily  car- 
i-ied  from  place  to  place  by  means  of  a  handle  in  the  top  of 
the  frame.  It  is  artistically  finished  in  black  enamel  to  har- 
monize with  the  other  house  decorations.  The  applications  of 
the  attachments  are  positive;  it  is  impossible  to  put  them  on 
wrong. 


BENJAMIN    REFLECTOR  SOCKETS. 

A  new  lin.^  ol  (Uvices  is  l.eini;  p'aci  il  iii)oii  the  market  by 
the  Benjamin  Electric  Mfg.  Co.  of  Chicago.  They  consist  of  a 
deeply  hooded  one-piece  enameled  steel  reflector  with 
threaded  brass  bushing  tightly  clamping  the  reflector  between 
two  leather  washers  and  an  especially  designed  receptacle 
or  socket.  Reflectors  furnished  are  of  two  general  types — 
flat  cone  (distributing),  lor  wide  distribution,  and  bowl-shaped 


'V 


Bowl-shapeil  Rellector 


(diffusing!,  lor  medium  distribution.  The  hooded  portion 
varies  in  diameter  to  accommodate  three  kinds  of  lamps, 
namely,  carbon  and  short  base,  skirted  base,  and  large  base. 
Reflectors  suitable  for  intended  distribution  may  thus  be  se- 
cured. Each  is  designed  for  use  with  a  definite  range  of 
lamps  and  with  particular  regard  for  the  correct  relation  of 
lamp  filament  and  reflecting  surface.  The  present  demand 
for  fixtures  permitting  the  use  of  large  base,  i.  e.,  400  and  500 
watt  metal  filament  lamps,  practically  assures  the  commer- 
cial success  of  this  line  of  devices. 


310 


JOURNAL    OF    ELECTRICTY,     POWER    AND    GAS 


IVoLXXV-No.  14 


FINANCIAL. 
CORNING,   CAL. — A   special    bond   election    will    be   liel'l 
October  4th   to  vote  on   incurring  a   bonded   indebtedness   of 
$40,800  for  waterworks  system  and  $22,000  for  sewer  system. 

SANTA  BARBARA,  CAL.— The  City  Council  will  receive 
sealed  bids  up  to  5  p.  m.  October  6th  for  the  purchase  of 
waterworks  extension  tunnel  bonds  in  the  sum  of  $40,000, 
which  is  a  part  of  the  $200,000  voted;  bonds  are  $1000  each 
at  4V4  per  cent. 

PORTLAND,  ORE. — Pooling  their  claims,  aggregatin.i; 
.$800,000,  creditors  of  the  Deschutes  Irrigation  &  Power  Com- 
pany have  joined  in  a  i)etition  for  an  immediate  foreclosure 
of  the  first  mortgage  on  the  company's  property.  The  order 
was  granted  by  .Judge  Charles  E.  Wolverton,  who  appointed 
Receiver  C.  M.  Redfield  a  special  commissioner  to  handle  the 
sale.  It  is  announced  by  L.  G.  Addison,  representing  the  Ohio 
bondholders  who  caused  the  Deschutes  Irrigation  Company  to 
be  placed  in  the  hands  of  a  receiver  as  bankrupt,  that  every 
effort  will  be  made  to  protect  the  investment  of  the  600  or 
more  stockholders.  As  intended  at  this  time  and  as  a  part 
of  the  plans  under  which  action  was  taken  last  week,  the 
creditors  will  buy  in  the  properly  at  the  advertised  sale  and 
will  immediately  wind  up  the  affairs  of  the  Deschutes  Irriga- 
tion &  Power  Company  by  the  organization  of  a  new  holding 
company.  The  new  concern  will  be  called  into  existence  for 
the  sole  purpose  of  handling  the  assets  in  such  a  manner  that 
the  debts  may  be  cleared  from  the  records  and  a  dividend 
secured  to  the  stockholders. 


INCORPORATIONS. 

ALAMEDA,  CAL.^-The  Sunset  Power  Com])any  has  been 
incorporated  by  C.  B.  Greeley  and  T.  Turner  with  a  capital 
stock  of  $500,000. 

ELMA,  WASH.— The  Olympic  Railway  &  Power  Company, 
capital  $S, 000, 000,  has  been  incorporated  by  F.  W.  Downs  and 
Thorvald  Hvam. 

SAN  FRANCISCO,  CAL.— The  Gough  Street  Railway  Com- 
pany has  been  incorporated  by  A.  J.  Pon,  David  Livin.gston 
and  Clharles  Loisch,  with  a  capital  stock  of  $60,000. 

RIVERSIDE,  CAL.— The  Trujillo  Water  Company  has 
been  incorporated  by  S.  C.  Evans,  M.  S.  Evans,  M.  M.  Grip 
and  others  of  Riverside,  with  a  capital  stock  of  $2640. 


TRANSMISSION. 
RICHMOND,  CAL.— The  Great  Western   Power  Company 
has  asked  for  a  franchise  to  set  poles,  string  wires,  etc.,  for 
supplying  electric  power  to  consumers. 

ALBANY,  ORE.— The  County  Court  has  granted  the  fran- 
chise of  the  Tri-State  Railway  &  Power  Company  for  an  elec- 
tric power  line  from  this  place  to  Eugene. 

ANACORTES.  WASH.— The  Anacortes  Water  &  Light 
Company  is  doubling  the  capacity  of  its  plant,  installing  new 
and  up-to-date  machinery  that  will  supply  continuous  power 
for  manufacturing  concerns. 

TOPPENISH,  WASH.— Charles  D.  Fullen,  attorney,  lOfi.'l 
Empire  buildin.g,  Seattle,  has  secured  control  of  the  reserva- 
tion electric  light  plant  at  Toppenish.  Julian  Fullen  has  been 
elected  general  manager  of  the  company  and  will  take  full 
charge  of  the  plant. 

SEATTLE,  WASH.— The  Western  Steel  Corporation  has 
arranged  with  the  Olympic  Power  &  Development  Company 
for  2.500  horsepower,  to  be  delivered  within  eighteen  month:?, 


with  an  option  of  2500  additional  horsepower.  The  Olympic 
Power  &  Development  Company  is  now  building  a  $500,000 
power  plant  on  the  Hlwba  river,  six  miles  above  Port  Angeles. 

TOMBSTONE,  ARIZ. — Within  the  next  few  months  a  new- 
power  line  will  be  installed  between  Prescott  and  .Jerome, 
supplying  power  to  that  district  from  the  Prescott  Gas  & 
Electric  Company.  One  line  is  already  in  operation,  but  a 
new  one  will  be  installed  to  furnish  additional  jiower  and  to 
act  as  a  substitute  line  in  case  of  damages  to  the  wires  now 
in  use. 

SAN  P''RANCISCO,  CAL.— The  Sierra  &  San  Francisco 
Power  Company  is  constructing  an  18,000-volt  pole  line  about 
15  miles  in  length  for  the  purpose  of  connecting  Modesto  with 
its  main  tower-line.  Heretofore  the  town  has  had  to  depend 
entirely  upon  the  Knights  Ferry  power  plant  for  current. 
In  the  future  there  will  be  two  independent  lines  from  the 
above  system  into  Modesto,  where  a  new  substation  will  be 
installed. 

SAN  FRANCISCO,  CAL.— George  W.  Bacon  and  F.  .1. 
Jackson,  general  manager  of  the  Sierra  &  San  Francisco 
Power  Company,  with  J.  G.  Anderton,  the  Sonora  manager, 
recently  made  a  tour  of  inspection  of  all  the  com|)any"s  dams 
and  dam  sites  on  the  South  Fork  of  the  Stanislaus  river, 
above  Strawberry.  The  lower  Strawberry  dam  has  been  in  a 
bad  condition  for  some  months.  The  equipments  employed 
at  Relief  will  be  transferred  to  the  Strawberry  reservoir  and 
a  large  force  of  men  will  be  put  to  work  to  complete  as  much 
as  possible  before  the  heavy  snow  fall.  The  work  will  again 
be  resumed  in  the  si)ring  until  the  reservoir  is  in  first-class 
condition,  materially  increasing  the  storage  capacity  of  the 
dam  and  preventing  an  occurrence  of  the  snortage  of  water 
experienced  this  season. 


ILLUMINATION. 
.NYSSA,  ORE.— The  City  Council  has  granted  to  the  Idaho- 
Oregon  Light  &   Power  Company  a  25-year  franchise  for  an 
electric  light  system.     The  system  is  to  be   installed   in   the 
course  of  six  months. 

PORTLAND,  ORE.— J.  W.  Travers  has  petitioned  the 
Council  for  a  franchise  to  operate  a  gas  |)lant,  to  be  located  in 
the  Rose  City  Park  district.  If  the  franchise  shall  be  granted 
work  will  be  started  immediately  on  the  plant,  to  cost  $100,000. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Gas  &  Electric 
Company,  owner  of  the  Western  Boiler  Works,  will  erect  in 
lilace  and  connect  to  present  suction  gas  piping  and  steam 
exhaust  pipe  certain  pipe  lines,  etc.,  for  a  gas  i)lant  at  Aliso 
and  Center  streets,  at  a  cost  of  $2500. 

LA  GRANDE,  ORE.— The  Eastern  Oregon  Light  &  Power 
Company,  representing  a  consolidation  of  the  Baker  City 
Light  &  Power  Company,  the  Fremont  Company  and  the 
Grade  Ronde  Power  Company,  with  principal  offices  in  Baker 
City,  has  under  advisement  the  extension  of  its  lines  to  Inibler 
and  Elgin,  a  distance  of  some  20  miles. 

SALLNAS,  CAL. — John  M.  Gardiner,  vice-president  of  the 
Monterey  Electric  Light  &  Power  Corporation,  who  has  been 
acting  as  chief  executive  since  the  death  of  the  president, 
George  Hazeltou,  has  been  assigned  the  duty  of  reorganizing 
the  finances  of  the  concern.  He  says:  "In  the  improvements 
we  have  mapped  out  for  this  section  we  are  figuring  on  the 
ultimate  extension  of  the  electric  line.  The  company  will 
invest  $500,000  in  improvements  in  this  county  during  the 
next  12  months.  They  include  extensions  of  the  water  system 
of  Salinas  and  the  betterment  of  the  gas  service." 
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TRANSPORTATION. 
LODI,   CAL. — The    Central    California   Traction    Company 
has  decided  to  run  a  loop  through  this  city. 

SAN  DIMAS,  CAL. — F.  A.  Hanim,  who  owns  a  ranch  of 
ten  acres  at  San  Dimas,  has  been  awarded  $1200  for  a  right 
of  way  across  his  property  that  takes  up  one  acre  which  is 
desired  by  the  Pacific  Electric  Company  for  an  extension  of 
its  Covina  line. 

POMON.A,  CAL. — Work  on  the  extension  of  the  Pacific 
Electiic  road  between  Claremont  and  Upland  is  delayed. 
Rails  and  ties  have  been  on  hand  for  some  time  and  citizens 
who  provided  the  right  of  way  are  anxious  for  some  action  on 
the  part  of  railroad  officials. 

SAN  DIEGO,  CAL.— The' City  Council  will  receive  sealed 
bids  up  to  11  a.  m.  October  3d  for  a  certain  franchise  to 
construct,  maintain  and  operate  for  a  period  of  25  years  a 
street  railway  on  Fifteenth  street,  from  K  to  M  streets.  The 
San  Diego  Railway  Company  has  applied  for  the  franchise. 

PHOE.MX.  ARIZ.— General  Manager  Mitchell  of  the 
Phoenix  Railway  Company  has  made  the  statement  that  if 
plans  already  made  by  the  company  are  carried  out  the  com- 
pany will  spend  between  $125,000  and  $1.35,000  in  Phoenix  and 
vicinity  on  improvements  and  extensions  on  the  line  before 
July  1st  of  next  year. 

SALT  LAKE,  UTAH.— The  County  Commissioners  have 
granted  the  amended  franchise  for  operation  of  an  interurban 
electric  railroad  to  Leo  Neilsen  and  his  associates.  The  route 
is  from  Wellsville  to  Hyrum,  thence  along  the  east  edge  of 
the  valley  to  Logan,  touching  the  towns  of  Millville  and  Provi- 
dence. From  Logan,  it  goes  through  Greenville  to  the  Idaho 
State  line,  passing  through  Hyde  Park. 

■  BERKELEY,  CAL.— Superintendent  W  .R.  Scott  of  the 
Southern  Pacific  Company  announces  that  within  six  months 
the  time  of  transportation  between  Berkeley  and  San  Fran- 
cisco will  be  shortened  ten  minutes  on  the  S.  P.  ferry  systefn, 
and  the  fast  time  of  35  minutes  now  made  by  the  Key  Route 
Company  will  be  shaved  five  minutes,  landing  passengers  on 
either  side  of  the  bay  in  just  an  even  half  hour. 

ALA.MEDA,  CAL.— Industrial  Agent  F.  W.  Hoover  of  the 
Southern  Pacific  has  informed  the  Council  that,  owing  to  a 
delay  in  filling  the  rolling  stock  orders,  the  new  electric  train 
service  will  not  be  put  in  ojieration  until  next  April.  The 
Council  has  granted  to  the  company  a  power  line  franchise  to 
enable  the  company  to  build  a  connecting  pole  and  trolley  line 
from  the  auxiliary  plant  on  the  Fruitv;ale  side  of  the  tidal  canal 
to  connect  with  the  new  .Alameda  electric  line. 

FRESNO,  CAL.— F.  S.  Granger  of  the  proposed  Fresno- 
Hanford  Interurban  Railroad,  which  will  now  extend  only  to 
Kingsburg,  leaves  this  week  for  New  York,  where  he  will 
complete  arrangements  for  the  starting  of  work  on  the  new 
road.  The  bonds  have  all  been  subscribed.  The  Hudson 
Counties  Improvement  Company,  a  subsidiary  organization  to 
the  Carnegie  Trust  Company,  in  which  the  bonds  will  be  held, 
is  to  build  the  local  road.  .Mr.  Granger  states  that  the  rights 
of  way  for  the  road  are  all  in  good  shape  and  that  the  deeds 
will  be  placed  on  file  while  he  is  away. 

LOS  ANGELES,  CAL.— At  a  special  meeting  of  stock- 
holders of  the  Los  Angeles  Railway  Company,  recently  held 
at  Santa  Barbara,  the  question  of  increasing  the  capitalization 
of  the  company  from  $5,000,000  to  $15,000,000  was  considered. 
There  were  present  H.  E.  Huntington,  Howard  Huntington, 
Ward,  and  W'.  P.  Herrin,  representing  the  S.  P.  interests  in 
the  company.  These  bonds  are  to  cover  improvements  now 
under  way  and  extensions  that  are  needed  to  supply  increased 
traffic  wants  of  Los  .Angeles.  President  H.  E.  Huntington 
explained  this  large  issue  by  saying  that  it  was  to  provide  for 
considerable  work  that  had  been  done,  and  more  work  that  is 
to  be  done. 


SAN  DIEGO,  CAL.— Transfer  of  the  franchise  and  hold- 
ings of  the  Keller-Kerckhoff  Company's  railroad,  destined  to 
extend  from  this  city  to  Del  Mar  and  eventually  to  Los 
Angeles,  is  reported.  The  Santa  Fe  is  said  to  be  the  pur- 
chaser. The  holdings  include  a  franchise  and  right  of  way 
through  the  city  limits  to  Del  Mar,  which  is  just  outside  the 
city.  The  Keller-Kerckhoff  holdings  in  the  main  consist  of  a 
franchise  and  a  partially  graded  roadbed.  It  is  said  to  be  the 
intention  of  the  Santa  Ve  to  use  the  right  of  way  for  the 
extension  of  its  line  frorli  Del  JIar  into  San  Diego  by  way  of 
La  Jolla. 

SAN  FRANCISCO.  CAL.— The  Su|)ervisors  have  adopted 
a  resolution  formally  accepting  the  bid  submitted  by  T.  W. 
Forsyth  for  the  jjurchase  of  the  franchise  for  the  proposed 
extension  of  the  Parnassus-avenue  street  railway,  from  the 
Affiliated  Colleges  to  Judah  street.  Ninth  avenue  and  Pacheco 
street,  the  bidder  agreeing  to  meet  the  charter  requirements 
by  paying  the  city  3  per  cent  of  the  gross  receipts  of  the  new 
road  for  the  first  five  years  of  the  life  of  the  franchise,  4  per 
cent  during  the  next  ten  and  5  per  cent  during  the  final  ten 
years.  The  road  will  be  built  and  operated  by  the  United 
Railroads  Company,  to  which  the  privileges  secured  by  For- 
syth and  his  associates  will  be  turned  over,  together  with  the 
$40,000  bonus  raised  by  interested  property-owners 


WATERWORKS. 

RED  liLUFP,  CAL.— Secretary  E.  D.  Warmoth  c."  the 
local  Chamber  of  Commerce  has  filed  notice  of  location  on 
300,000  inches  of  water  to  be  taken  from  the  Sacramento  river 
and  used  for  domestic,  irrigation  and  power  purjjoses.  The 
point  of  diversion  is  on  the  west  bank  of  the  river  near  the 
site  of  tlie  dam  of  the  Iron  Canyon  project,  and  the  importance 
of  the  location  depends  on  its  relation  to  that  project. 

PLACERVILLE,  CAL.— A  deed  of  trust  and  other  papers 
have  been  filed  here  which  indicate  the  formation  of  a  water 
and  electric  company  to  develop  power  from  50,000  inches  of 
water  from  Rock  Bound  lake  and  Buck  Island  lake  above  this 
city.  The  company  owns  25,000  inches  from  each  place  and 
will  build  dams  to  increase  the  capacity.  Arthur  Bloch  of 
Oakland  is  back  of  the  deal  and  the  filings  were  made  in  his 
name.  The  .Mercantile  Trust  Company  of  San  Francisco  holds 
the  deed  of  trust. 

LOS  ANGELES,  CAL.— That  a  franchise  granted  to  a 
private  corporation  is  no  bar  to  municipal  ownership  of  any 
public  utility,  is  the  decision  rendered  by  .Judge  Olin  Well- 
born of  the  Federal  District  Court  in  the  case  of  the  Madera 
Water  Company  against  the  City  of  Madera.  The  court  held 
that  grants  and  special  privileges  given  by  thi  public  are  to 
be  construed  in  favor  of  the  public.  In  rendering  the  decision, 
which  was  upon  a  demurrer  interposed  by  the  city,  .Judge 
Wellborn  ruled  against  the  corporation's  contention  that  it 
held  an  exclusive  franchise,  and  that  in  establishing  a  public 
water  plant  the  municipality  was  violating  the  constitutional 
rights  of  the  company. 

L.\KEVIEW,  ORE.— Charles  Mclntyre,  an  engineer  of 
Spokane.  Wash.,  is  here  working  in  the  interests  of  the  South 
Oregon  Water  Power  Company.  This  company  is  backed  by 
Spokane  capital,  and  its  purpose  is  to  develop  the  water  power 
of  Def'i)  creek,  located  in  the  vicinity  of  .Adel.  As  soon  as  the 
necessary  rights  have  been  secured  the  company  will  i)ut  in 
an  initial  plant  which  will  develop  2500  h.p.,  but  extensions 
are  contemplated  which  will  enable  it  to  furnish  10,000  h.p. 
This  power  will  be  used  in  Warner  valley,  this  valley,  Sur- 
prise valley,  California  and  Catalow  valley,  Harney  county,  for 
municipal,  manufacturing  and  irrigation  purposes.  A  franchise 
will  bo  sought  from  the  Council  of  this  town  so  that  the 
company  may  be  enabled  to  sell  their  power  here.  At  the 
present  time  there  is  no  electric  power  obtainable  during  the 
day  time. 
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Aluminum  Co.  of  Americs 

Pittsburgh,   Pa. 

San  Francisco.  MonadnocK 
Bldg.  „, 

Los  Angeles.  Paclflc  Elec- 
tric Bldg. 

Seattle.  Colman  Bldg. 

American  Circular  Loom  Co 20 

Boston.  45  Milk. 
San  Francisco.  770  Folsom. 
Seattle.  416  American  Bank 
Building. 

American  Electric  Fuse  Co 13 

Musk.-gon,  Miiiiit'iin 

San  Fr.Tncisto,  14.5  becond  St. 

American  Electrical  Heater  Co 14 

Detroit,    U.    S.    A. 

American  Electric  Lamp  Ass'n.  -  -  19 

Cli-vcland.  Ohio. 

American  Ever  Ready  Co 2 

San  Francisco.  7.5S  Folsom. 
Los  Angeles.  1042  South  Mam. 
Seattle.  705  Isl  Ave. 

AyU worth  Agencies  Co 5 

San  t'raiicisco,  14.5  Second. 


B 

Bay  Cities  Home  Telephone  Co.  _  1  I 

San  Francisco.  .%5  Grant  .Ave. 

Benjamin  Electric  Mfg.  Co N 

New  York.  27  Thames. 
Chicago,     120-128    S.    San- 

ga.tnon. 
San     Francisco.     151     New 

Montgomery. 

Blake  Signal  and  Mfg.  Co 5 

Boston.  24S  Summer. 

Bone.lell  6t  Co 13 

San    Francisco.    118    First. 

Btookfield  Glass  Co.,  The 1 

New  York.  U.  S.  Exp.  Bldg. 


Cal.  Incandescent  Lamp  '^o 

San  Francisco.  633  Howard. 

Century  Electric  Co. 20 

San  Francisco.  633  Howard. 

Colonial    Electrical  Agency  Co._- 
San     Francisco,     576     Mis- 
sion. 

Crocker-Wheeler  Co 

San  Francisco.  145-7  Fremont. 


D 

D.  &  W.  Fuse  Co 3 

Pi  ovldence,  R.  I. 

Davis,  R.  J 20 

San  Francisco,  633  Howard. 

Dearborn  Drug  &  Chem.  Works.  _  1  1 
Chicago.  Postal  Bldg. 
San    Franci.soo.    301    Front. 
Los  Angeles.   355   E.   2d. 

Duncan  Elec.  Mfg.  Co 13 

Lafayette.   Indiana. 

San  Francisco.  61  Second. 


E 

Economy  Electric  Co.,  The 
War'-en,     Ohio. 


Electric  Goods  Mfg.  Co.  - 

Boston.  Mais. 

San  Francisco,   166  Second. 


Electnc  Storage  Battery  Co 13 

Philadelphia,  Pa. 

.'^an    Francisco,  Monadnock 

Rl  ig. 


Fort  Wayne  Electric  Works 

Fort    Wayne,    Ind. 

San    Francisco,  604  Mission. 

Seattle.  Colman   Bldg. 


General  Electric   Co 18 

Schenectady.  N.  Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,  Worcester  Bldg. 
Atlanta,   Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo,  N.  Y. 
Butte.    Mont. 
Charleston.  W.  Va. 
Charlotte,   N.   C. 
Chicago,   111. 
Cincinnati,   O. 
Cleveland,  O. 
Columbus,   O. 
Denver,    Colo. 
Detroit,  Mich. 
Indianapolis,    Ind. 
Kansas    City,    Mo. 
Minneapolis,   Minn. 
Nashville,  Tenn. 
New  Haven,  Conn. 
New   Orleans,    La. 
New  York,  N.  Y. 
Philadelphia.   Pa. 
Pittsburg,    Pa. 
Richmond,   Va. 
Salt  Lake  City,  Utah. 
St.   Louis,   Mo. 
Syracuse.  N.  T. 
.Spokriiie,  Wash. 

Goeriz,  O.  C.  &Co 14 

San    Francisco,   916   Postal 
|-p|.     Bl'Ig. 

H 

Habirshaw  Wire  Co 15 

New  York,  253  Broadway. 

Henshaw,  Bulkley  &  Co 1 

San  Francisco,  19  Fremont. 
Oakland,   1436   5th. 
Los     .Angeles,     262     S.     Los 
Angeles. 

Hollzer-Cabot  Elec.  Co.,  The 5 

Boston   and  Chicago. 

San  Francisco,  612  Howard. 

Hughes  &  Co..  E.  C II 

San       Francisco,        147-151 
Minna. 

Hunt.  Mirk  &  Co 6 

San  Francisco.   141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co I 

Jonesboro.    Indiana. 


Johns-Manville  Co..  H.   W 5 

New    York.    100   William. 
San     Francisco,     159     New 

Montgomery. 
Los  .\ni;elr.    222-224    North    I.ns 

.\neeles  St. 
Seattle,  576  1st  Ave.  So. 

K 

Kellogg  Swltchb'd  &  Supply  Co. - 
Chicago. 
San    Francisco,    88    First. 

Kitfwert,  Chas.  L.  Co II 

San  Francisco.  195-7  Fremont. 
Los  .Angeles.  225  Franlclin  Court. 


Lindsley- Wright  Co 14 

Portland,  Ore.,  336  Sher- 
lock   Bldg 

Locke  Insulator  Mfg.  Co 4 

Victor,   N.    Y, 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles.  Paclflc  Elec- 
trical Bldg. 

Seattle.  Colman  Bldg. 

M 

Moore,  Chas.  C.  &  Co.  Engineers.   3 
San  Francisco,  99  First. 
Los       Angeles,       American 

Bank  Bldg. 
Seattle,  Mutual  Life  Bldg. 
Portland.Wells-FargoBldg. 
Salt  Lake  City,  Atlas  Blk. 
New  York  City,  Fulton 
Bldg. 

N 

New  York  Insl'td  Wire  Co 4 

New   York,    114   Liberty. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 13 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle.  Colman  Bldg. 

Okonite  Co I 

New  York,  253  Broadway. 


Pacific  Gas  &  Elect.  Co..  The...  16 
San    Francisco. 

Pacific  Meter  Co. I 

San    Francisco.    311    Santa 
Marina  Bldg. 

Pacific  States  Electric  Co.    2 

San     Francisco.     137     New 

Montgomery. 
Oakland.    526    Thirteenth. 
Los     Angeles.     330     S.     Los 

Angeles. 
Portland.    90-92    Seventh. 

Pacific  Tel.  &  Tel.  Co.,  The.... 

San    Francisco. 

Partrick  Carter  &  Wilkins  Co....  14 
Philadelphia.  22d  and  Wood 

Pelton  Water  Wheel  Co..  The...  1 1 
San     Francisco.     1095     Mo- 
nadnock  Bldg. 

Phillips  Insulated  Wire  Co I 

Pawtucket.  R.  I. 

Pierson,  Reeding  &  Co 4 

San   Francisco.  Monadnock 

Bldg. 
Los  Angeles,  Pac.   Electric 

Bldg. 
Seattle,  Colman   Bldg. 


Portland  Wood    Pipe  Co 5 

Portland.  Ore. 

R 

Reisinger,   Hugo 14 

New  York.  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works..  1 
Sacramento.  Cal..  211  J  St. 
San  Francisco.  356  Market. 

Simplex  Elect'l  Co..  The 

Boston.   110   State. 
San  Francisco.  612  Howard. 
Los  Angeles.  SecurityBldg. 
Seattle.  Alaska  Bldg. 
Portland.   Couch   Bldg. 


Simplex  Electric  Heating  Co 4 

Cambridge.  Mass. 
San  Francisco.  612  Howard. 
Los  Angieles.  SecurityBldg. 
Seattle.  Alaska   Bldg. 
Portland.  Couch  Bldg. 

Southern  Pacific  Co. 17 

San  Francisco.  Flood  Bldg. 

Sprague  Electric  Co. 61 

New     York     City,     627-531 

W.    34th. 
San  Francisco.  Atlas  Bldg. 
Seattle.  Colman  Bldg. 

Standard  Und.  Cable  Co 1 

San    Francisco.    First    Na- 
tional  Bank  Bldg. 
Los   Angeles.   Union   Trust 

Bldg. 
Seattle      Office.       Lowman 
Bldg. 

Star  Expansion  Bolt  Co 

New     York     City.     147-149 

Cedar. 
.San    Francisco.    1010   How- 
ard. 

Sterling  Paint  Company, II 

San   Francisco,   118   First. 


Technical  Book  Shop II 

San  Francisco,  604  Mission. 

Tel.  &  Elec.  Equip.  Co. 5 

San  Francisco,  612  Howard. 
Los  Angeles,  Security  Bdg. 
Seattle,   Alaska  Bldg. 
Portland,  Couch  Bldg. 

Thomas  and  Sons  Co.,  R 15 

New   York,   227   Fulton. 
East  Liverpool,  Ohio. 

Tracy  Engineering  Co 5 

San  Francisco.  461  Market. 
Los   Angeles. Central   Bldg. 


Vulcan  Iron  Works 

San  Francisco.  804  Mission. 


w 

Western  Electric  Co 4 

San  Francisco,  680   Folsom. 
Oakland.  507   16th. 
Los  Angeles,  119  E.  7th 
Seattle,     1618  First  Ave.  So. 

Western  Wireless  Equipment  Co..    3 
San  Francisco.  Grant  Bldg. 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co...   6 

Pittsburg.   Pa. 

Los  Angeles,  527  So.  Main. 

Denver.    429    17th. 

Seattle.   Central    Bldg. 

Salt  Lake  City.  212-214 
So.   W.   Temple. 

San    Francisco,    165   2d. 

Spokane.   Columbia   Bldg. 

Portland.   Couch   Bldg. 

Butte.    Lewlsohn    Bldg. 

Canada,  Canadlari-West- 
inghouse  Co..  Ltd..  Ham- 
ilton.   Ontario. 

Mexico.  (1.  &  O..  Branlfr  4 
Co..   City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg.    Pa. 

San   Francisco.  141  Second 

Weston  Elect"l.  Instrument  Co 20 

Waverly   Park,   N.    J. 
New   York,   114  Liberty. 
San       Francisco,       682-684 
Mission. 

Wilbur.  G.  A 13 

San   Francisco.    «1   Second. 

Wilt  Company.  G.  E.,  Inc 3 

San  Francisco.  860  Howard 
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STEAM  TURBINES' 


liV    1       M.    (MI.IIKRT. 


In  a  brief  paper  of  this  description,  it  is  not  the  tc  which  the  turbines  of  today  owe  their  classifications 

intention  to  enter  into  a   mathematical   discussion   of  as  belonging  either  to  the  "impulse  type"  or  "reaction 

the  theory   of  turbines,   nor  yet   to   comjiare   ditTerent  type"  were  discovered  and  exemplified   by   models  or 

types  and   makes,  but   merely   to  give   a   few  general  small  machines  many  centuries  before  being  put  into 

details,  considering  these  machines  as  a  separate  and  ])ractical   use.     This   fact  justifies  a  brief  mention   of 

distinct   class  of  prime  movers.  these  inventions. 


Cli-an  Sport  o(  tlu'  Colorado  El.ctric  Liiiht    Powi-r  ami  K 


ill  (jKnwuud  Spriim.".,  Culwr.idu 


The  field  has  been  covered  so  completel\  in  the 
many  books  and  magazine  articles  pul:)lished  (hiring 
the  last  few  years,  that  one  cannot  h<)])e  to  present 
anything  new.  As,  however,  this  subject  had  never 
been  taken  up  before  the  local  society  it  was  thought 
that  a  brief  discussion  of  tyj^es,  eleinent;iry  theory, 
etc.,  might  l)e  of  interest. 

It  is  an  interesting  historical  fact  thai  tlif  principles 


'Paper  read  betoue  tlie  Colorado  IClectrir  l^inhl.  I'ower  and 
Railway  Association  at  its  eighth  annual  oonveiitinii.  at  Glen- 
wood  Springs,  Colo.,  September  21,   22,  23.   1910. 


.Authentic  record  gives  Hero  the  credit  of  designing 
the  first  turbine,  placing  the  date  at  about  I20  I>.  C. 
1  lis  design  was  based  on  the  principle  of  reaction  and 
was  somewhat  similar  to  the  small  revolving  sprinklers 
so  frecpiently  used  today  for  watering  lawns,  except, 
(f  cours'e,  that  it  used  steam  instead  of  water. 

Nothing  further  is  heard  of  steam  turbines  until 
I  he  seventeenth  century,  when  Branca  invented  an  im- 
pulse machine.  This  merely  consisted  of  a  simple 
turbine  wheel,  against  the  buckets  or  blades  of  which 
steam   was   blown.     The  study  of  engineering  at   the 
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liino  of  these  discoN'eries  had  nut  l)een  developed 
enough  to  enable  use  to  be  made  of  the  inventions, 
so  that  they  have  no  practical  value  excejjt  to  illus- 
trate the  simplicity  and  age  of  the  basic  ])rinciples 
u])on  which  all  turbine  construction  is  more  or  less 
de])endent. 

It  was  understood  long  befcsre  the  practical  use 
of  turbines  was  demonstrated  that  the  high  peripheral 
velocity  of  simple  turbines  Vvas  a  great  obstacle,  which 
must  be  overcome  either  by  reduction  through  gears 
or  some  such  appliance,  or  by  a  change  in  design 'of 
the  machine  itself.  In  the  early  jiart  of  the  nineteenth 
century  two  Frenchmen  invented  a  turbine,  attempt- 
ing to  gain  speed  reduction  by  distributing  the  drop 
in  pressure  through  several  stages.  This  without 
doubt  was  the  forerunner  of  the  multistage  machine 
so  ]Kipular  today.  In  1883  L)e  Laval  took  out  a  pat- 
ent on  a  reaction  type  turljine,  closely  following  the 
original  design  of  Hero,  and  six  years  later  another 
one  (now  known  as  De  Laxal  turbine)  using  the 
liranca  design,  made  practical  by  many  impro\ed 
features  of  the  utmost  importance.  About  this  time 
Parsons  also  brought  out  his  first  machine,  which  is 
classed  as  belonging  to  the  reaction  t_\pe,  although 
strictly  speaking  it  seems  to  employ  a  combination  of 
both  ]jrinciples. 

Curtis  in  i8()()  patented  his  machine,  which,  while 
using  many  of  the  essential  features  of  l)e  l-axal's 
invention,  applied  them  in  such  a  way  as  to  make 
])racticable  larger  machines  and  slower  speeds  than 
those  possible  with  the  former  design.  The  dexelopment 
of  the  turl)ine  industry  has  been  very  rapid  since  the 
last  tlate  given,  many  of  the  machines  produced  being 
merely  modifications  of  the  three  mentioned.  In  fact, 
the  De  Laval,  Parsons  and  Curtis  turbines  may  safely 
l:.e  taken  as  representative  of  types  under  v.iiich  all 
machines  are  classified,  i.  e.,  single  stage  impulse  tyjie, 
reaction  type,  multistage  impulse  type. 

The  following  gives  the  classification  of  a  few  well 
known  turliines  : 


Impulse  Type 


I    De  Laval  1 

I    Curtiss       1  Nozzles  for 
-\    Kerr  ]  Plxpansion 

i    Rateau       I 
I   Hamilton-Holzworth 


Single  Stage 
Multistage 


i  Parsons 
W'estinghouse-Parsons 
Allis-Chalmers 

A  brief  examination  into  the  theory  of  the  tur- 
bines, without  going  into  the  question  of  thermodv- 
namics  will  hel])  to  an  understanding  of  the  action  of 
tlu-   (lifi'erent   types  of  machines. 

Steam  under  pressure  possesses  potential  energ\" 
but  has  no  motion  unless  allowed  to  expand.  P>v  ex- 
pansion this  potential  energy  may  be  changed  into 
kinetic  energy,  or  velocity,  this  encrgv  licing  expended 
in  oNcrcoming  the  resistance  of  the  air  or  whate\'er 
o]i])oses  the  increase  in  \-olume  of  the  steam.  The 
energy  developed  depends  almost  entirely  upon  the 
number  of  expansions  and  not  upon  the  pressure  at 
which  these  expansions  take  ])lace.  i.  e.,  as  nuich  en- 
ergy is  released  in  expanding  steam  fn>ni  2  11).  to  1  lb. 
jiressure  as  Viet  ween  150  lb.  and  75  lb.  |)ressure. 


The  energy  of  a  mo\ing  jet  of  steam  is  expressed 
in   terms  of  its   weight   and   \-elocity   by  the  following 

vv  v- 


fo 


2g 


It  is  therefore  seen  that  the  \-elocity  is  the  prime 
factor  to  be  considered,  provided,  of  course,  that  a 
properly  designed  machine  can  l^e  made  to  utilize  the 
energy  so  obtained. 

If  \'i  represents  the  initial  velocity  of  the  steam 
as  it  impinges  on  a  turbine  bucket  and  \'=  its  abso- 
lute \-elocity  at  <iuttlow,  the  energy  given  to  the  tur- 

Vi'  -  V2- 
bine  wheel    woukl   l)e   per  poimd  of   steam, , 

aufl   the   impulse   efficiency   of  the   machine   would   be 
Vi^  —  V2- 

Consider  a  pmnid  of  steam  having  a  velocity  of 
2000  feet  per  second  as  represented  by  a  jierfectly 
elastic  ball,  and  the  Inicket  of  a  turbine  wheel,  having 
a  peripheral  \elocity  of  looo  feet  per  second  as  repre- 
sented by  a  moving  plane,  much  larger  than  the  ball 
and  moving  in  the  same  direction,  with  its  plane  sur- 
face at  right  angles  to  the  direction  of  motion.  'Neg- 
lect all  frictional  losses.  The  velocity  of  the  ball  rela- 
tive to  the  plane  will  then  be  1000  feet  per  second. 
When  it  overtakes  the  plane  it  will  rebound  with  a 
velocity  relative  to  the  plane  of  1000  feet  per  second. 
Put  as  the  plane  still  continues  at  about  its  initial 
speed,  being  much  larger  than  the  ball,  this  means 
that  the  absolute  x'elocity  of  the  ball,  i.  e.,  its  velocity 
relative  to  the  earth,  is  zero,  so  the  kinetic  energy  is 
o.  all  that  it  had  having  been  given  to  the  plane.  This 
means  that  the  impulse   efficiency   as   represented   by 


the  formulae 


Vr'  -  V.^  . 


Vi- 


is  100  per  cent,  as  Vi  is  0.      In 


other  words,  to  obtain  the  best  efficiency  the  bucket 
speed  should  be  nearly  equal  to  one-half  of  the  initial 
steam  \"elocity. 

The  initial  velocity  of  the  steam  is  almost  entirely 
dependent  upon  the  design  of  the  nozzle.  With  a 
]>lane  orifice  a  velocity  of  about  1500  feet  per  second 
i;^  possible,  with  steam  at  150  lb.  pressure  on  one  side 
and  2  lb.  absolute  ])ressure  on  the  other.  This  velocity 
is  almost  independent  of  the  ratio  of  the  two  pressures, 
provided  this  ratio  is  as  low  as  58  per  cent.  In  other 
words,  where  in  a  multistage  machine  a  drop  in  pres- 
sure of  less  than  42  per  cent  is  only  required,  a  plane 
orifice  might  Ijc  used.  With  a  well  designed  nozzle, 
such  as  is  used  on  the  De  Laval  turbine,  a  velocity 
between  these  same  pressures  of  4010  feet  per  second 
i-  obtained. 

In  actual  practice  it  has  not  been  found  practi- 
cable to  obtain  a  bucket  \elocity  of  one-half  the  steam 
velocity,  partially  l)ecause  the  nozzles  have  to  be 
placed  at  .various  angles  to  the  buckets,  and  partly  be- 
cause of  other  construclional  difficulties. 

Consider  the  elementary  theory  of  a  De  Laval  tur- 
bine as  representing  the  single  stage  impulse  tyjje  of 
\vheel.  Fig  i. 

Let  the  crescents  rei^resent  the  cross-section  of 
the  blades  of  the  turbine  and  Vi  be  the  initial  velocity 
of   the   steam,   Y   the   bucket   speed,   and   a    the    angle 
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or  the  nozzles  to  the  planeof  the  liucket  wheel.  Then  the 
resultant  of  Vi  and  Y  is  N,  which  represents  the  rela- 
tive entrance  velocity  of  the  steam.  Neglecting  losses 
the  steam  w-ould  leave  the  bucket  at  the  same  speed, 
represented  by  v;.  and  by  the  above  method  of  resolv- 
ing the  forces  the  absolute  velocity  would  be  \'j.     En- 

Vi^  —  V2-' 
ergy  developed  =        ^2 

The  blades  of  the  wheel  should  be  cur\ed  so  that 
vi  is  tangential  to  it,  and  so  i)re\-ent  anv  sudden  shock 


due  to  change  in  direction  of  the  steam.  The  exit 
angle  (b),  is  generally  made  to  agree  with  the  en- 
trance. A  consideration  of  the  friclional  losses  would 
change  the  relationship  and  \'alue  of  the  forces  of  the 
above  diagram  slightly. 

The  De  Laval  turbine  as  representing  the  single 
stage  machine  consists  primarily  of  the  nozzle  or  noz- 
zles in  wdiich  the  steam  is  exi^anded  to  exhaust  pres- 
sure in  one  step.  This  steam  is  blown  directly  onto 
a  single  wheel  to  which  it  imparts  a  percentage  of  its 
energy,  from  which  in  turn  it  is  con\-eyed  to  the 
driven  apparatus.  The  nozzle  is  of  the  best  design, 
and  after  passing  the  smallest  section  diverges  toward 
the  exit,  so  as  to  allow  for  increased  volume  of  steam 
due  to  expansion,  and  so  as  t(5  use  this  energy  of  e.x- 
pansion  in  increasing  tlie  velocity  of  the  steam 
ii,  the  direction  of  tinw.  Otherwise  this  energy 
wcjuld  be  dissipated  in  all  directions  while  exjianding. 
For  the  same  reason  the  discharge  end  of  the  nozzle 
is  placed  closely  against  the  wdieel.  Even  in  the  little 
space  allowed,  eddy  currents  are  set  up  which  reduce 
the  efficienc\^  This  nozzle  is  generally  set  at  about 
20  degrees  with  the  plane  of  the  turbine  wheel  and  at 
the  side  of  the  same.  The  nozzles  can  generally  be 
opened  or  closed  by  hand,  and  the  number  of  nozzles 
varies  with  the  conditions  of  operation  and  power  re- 
f|uirements.  The  wheel  itself  consists  of  a  solid  disc 
on  the  periphery  of  which  are  mounted  the  blades  or 
buckets.  -  These  latter  are  crescent  shaped-  in  cross- 
section  and  are  set  in  milled  grooves  on  the  wheel  and 
calked  into  place.  The\-  do  not  require  changing 
for  variations  in  pressure,  \acuum,  or  sui^erheat,  but 
the  nozzles  are  designed  for  the  conditions  of  opera- 
tion and  vary  in  number  and  size  with  the  above  men- 
tioned  steam   characteristics. 

The  wheel  is  mounted  on  a  flexible  shaft  which 
allows  it  to  rotate  about  its  gravity  center  instead  of 
being  forced  to  keep  its  geometric  center. 

A  fly  ball  governor  actuating  a  throttle  valve 
through  a  system  of  levers  is  used  f(ir  regulation.  Cow- 
ing to  the  small  diameter  of  the  wheels  used  in  this 
type  of  turbine,  the  peripheral  velocity  retpiired,  which 
for    maximum    efficiency    must    appmacli    Miic-half    of 


entire  steam  \elocity.  means  a  very  high  rotative 
speed.  This  varies  with  different  machines  from  8000 
to  30.000  r.p.m.  It  is  oljvious  from  this  that,  as  before 
stated,  some  means  of  reducing  this  speed  must  be 
used  in  practical  applications  of  the  turbine.  In  the 
De  Laval  machine,  gears  of  very  small  pitch  and  spe- 
cially designed  and  accurately  cut  teeth  are  used.  The 
makers  claim  that  with  their  gear  which  gives  a  reduc- 
tion of  about  ID  to  I,  there  is  a  loss  of  only  from  2  to 
3  per  cent  when  the  machine  is  in  good  condition. 

Now  let  us  consider  other  methods  by  which  the 
rotative  sjjeed  may  be  reduced  to  a  workable  point. 

1.  The  diameter  (.)f  the  wheel  might  be  increased 
so  as  to  get  the  required  peripheral  velocity  w'ithout 
excessive   rotative   speed. 

2.  The  steam  might  be  partially  expanded  in  a 
set  of  nozzles  and  the  energy  absorbed  by  a  turbine 
wheel,  after  which  it  might  be  expanded  to  a  still 
lower  pressure  and  again  used,  etc.,  this  process  being 
repeated  as  many  times  as  required.  Obviously  as 
E=M\''  a  reduction  of  the  \'elocity  by  one-half 
would  mean  that  only  one-fourth  of  the  energy  would 
be  developed,  or  in  other  words,  a  four-stage  machine 
w'ould  be  reipiired  to  reduce  the  rotative  speed  50  per 
cent,  and  the  reduction  is  proportional  to  the  square 
root  of  the  numlier  of  stages. 

3.  .\  bucket  wheel  might  be  designed  so  as  to 
absiirb  only  part  of  the  energy  developed  in  the  noz- 
zle, and  then  a  second  wheel  placed  so  as  to  absorb 
a  second  portion,  etc.  In  this  way  the  reduction  in 
speed  woidd  be  proportional  to  the  nunfljer  of  wdieels. 
The  muhi  stage  impulse  machine  employs  one  or  more 
of  these  methods  of  reduction  in  order  to  obtain  large 
power  machines  with  moderate  shaft  s]>eed. 

The  simple  theory  of  a  turbine  is  >hown  in  l-'ig.  2. 

r. 


MOV  inii^ 


ST/f  7i  ON  tiny. 


Mo  V//V(J 


Steam  is  expanded  in  nozzle  i\  from  pressure  P. 
to  pressure  P-,  this  latter  pressure  being  determined 
1  y  the  nund)er  of  stages  which  the  machine  is  to  have, 
and  obtains  an  initial  velocity  Vi,  while  Y  represents 
the  velocity  of  a  turbine  blade  or  bucket.  The  result- 
ant of  Vi  and  Y  or  \^  is  the  velocity  of  the  steam  rela- 
tive to  the  bucket  and  b  is  the  correct  entrance  angle 
fo|-  the  bucket  to  prevent  a  shock  when  the  steam  en- 
ters the  same.  .Veglecting  losses  and  making  the 
exit  angle  etpial  to  the  entrance  angle  v=  (exit  velocity) 
=  \-i.     The  residtant  of  this  with  Y  !;i\-es  the  al)Solute 
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exit  vclocitv  v--.  As  the  second  row  of  Inickets  is 
merely  used  for  redirecting  the  steam  and  is  station- 
;iry  tlie  correct  entrance  angle  would  be  c  and  not  d. 
In  the  same  way  V-  is  taken  as  equal  to  \'  and  the 
resultant  v=  gives  the  correct  entrance  angle  for  the 
second   set  of  moving  buckets. 

Vi'  —  V2- 


Energy  aiisorhcd  per  lb.  ot  steam  = 


1     V  2 

2g 


In  any  one  stage  the  Nolume  of  the  steam  is  sup- 
posed to  remain  the  same,  but  as  its  velocity  is  re- 
duced during  its  passage  through  the  stage,  the  space 
between  the  blades  must  increase.  This  is  generally 
flone  by  increasing  the  length  and  decreasing  the 
thickness  of  the  blades  while  keeping  the  pitch  con- 
stant. 

As  a  general  rule  all  kinetic  energy  generated  by 
the  first  set  of  nozzles  is  supposed  to  be  absorbed 
by  the  bucket  wheels  in  that  stage.  If,  however,  the 
steam  leaving  the  last  wheel  still  has  absolute  velocity, 
this  will  be  converted  into  heat  by  the  impact  due  to 
its  being  brought  to  rest  liv  the  diaphragm  between 
the  two  stages. 

In  the  Curtis  turbine,  after  passing  through  the 
first  stage  as  above  described,  the  steam  is  again 
caused  to  expand  through  another  set  of  nozzles  into 
a  second  chamber,  called  the  second  stage,  where  the 
same  process  of  absorbing  the  kinetic  energy  gen- 
crated  in  the  nozzles  is  carried  on.  The  nozzles, 
space  between  Ijlades,  etc.,  of  course  have  to  l)e  larger 
than    those   of   the   first   s'^asje   so   as   to   acconnnodate 


tlie  increasctl  \olume  of  the  steam.  In  some  machines 
this  expansion  is  carried  on  through  a  third  and  fmirth 
stage.  Fig.  4  gives  a  clear  view  of  the  steam  end  of  a 
Curtis  turbine  as  representing  the  multistage  impulse 
type.  , 


Assomhiy  of  .tOIJii  kvv.   toui-stage  turljinr. 


'ihis  cut  shows  only  the  steam  end.  The  vertical 
niachine  has  the  generator  directly  above  the  steam 
end,  both  the  revolving  field  of  the  generator  and  the 
revolving  buckets  of  the  steam  turbine  being  on  the 
same  shaft.  The  turbine  being  vertical,  the  thrust  and 
weight  of  the  machine  is  taken  by  the  lower  or  step 
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Phantom  \'ii'w  of  Curtis  Sti  nni  Turbine. 
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bearing.  This  bearing  is  in  two  parts,  and  througli 
tlie  lower  one  oil  is  forced  at  a  high  pressure.  This 
causes  the  parts  to  separate  and  allows  the  oil  to  flow 
out  between  them,  so  that  the  whole  weight  of  the 
machine  is  carried  on  a  film  of  oil.  Tn  some  cases 
water  is  used  in  place  of  oil.  The  cut  plainly  shows 
the  increase  in  size  of  the  nozzles  N  and  buckets  B  ; 
this  allows  for  the  increased  volume  of  steam  due  to 
its  expansion.  It  will  be  noted  that  one  revolving 
wheel  carries  two  revolving  buckets.  These  are  milled 
in  bronze  or  steel  and  bolted  to  the  outer  edge  of  the 
wheel,  one  on  each  side,  and  so  arranged  that  the 
stationary  buckets,  C,  which  are  bolted  to  the  outside 
casing  of  the  machine  comes  between  them. 

The  nozzles  aie  rectangular  in  shape  and  at  their 
large  or  inner  end  are  only  separated  by  very  thin  par- 
titions, so  that  the  steam  enters  in  practically  a  con- 
tinuous belt.  The  admission  valves  are  controlled  by 
•I  governor  and  are  so  arranged  as  to  open  successively. 
There  is  one  valve  for  each  nozzle  and  they  may  be 
operated  mechanically,  direct  from  the  governor,  elec- 
trically through  contacts  and  solonoids  operated  by 
the  governor,  or  hydraulically,  by  an  oil  cylinder  con- 
trolled by  the  governor.  In  each  succeeding  stage 
the  number  and  size  of  the  nozzles  is  increased  to  allow 
for  increased  steam  volume,  until,  in  a  four  stage  ma- 
chine they  extend,  in  the  last  stage,  all  around 
the  circumference  of  the  wheel.  Except  in  the 
first  stage  there  is  no  nozzle  control,  those  in  the  other 
stages  being  open  all  the  time.  Carbon  packing  rings 
are  used  around  the  shaft  at  each  end  of  the  steam 
cylinder  so  as  to  prevent  leakage. 

The  Curtis  machines  are  also  built  in  a  horizontal 
form.  The  small  machines  have  been  built  this  way 
for  a  long  time,  and  during  the  last  year  the  design 
of  the  larger  ones  has  been  carried  out.  These,  I  un- 
derstand, are  of  higher  speed  than  the  older  vertical 
machines,  and  the  economy  obtained  is  claimed  to  be 
considerably  greater  than  anything  previously  given 
by  any  turbine. 

•  With  this  machine  the  axial  clearances  rc(|uire 
close  adjustment,  but  the  radial  clearances  may  be 
large. 

In  a  so-called  reaction  type  of  machine,  of  which 
the  ^^^estinghouse-Parsons  and  Allis-Chalmers  are  the 
best  known  in  this  district,  the  flow  of  steam  is  con- 
tinuous from  the  inlet  to  the  exhaust.  In  the  impulse 
machine  of  the  compound  or  nuiltistage  type,  as  ex- 
emplified by  the  Curtis  turbine,  the  various  expansions 
required  take  place  in  nozzles,  each  stage  of  the  ma- 
chine being  separated  so  that  the  bucket  wheels  ro- 
tate in"  a  chamber  containing  steam  at  a  constant 
density.  In  the  reaction  type — all  of  which  are  multi- 
stage— no  nozzles  as  such  are  used,  the  expansion 
being  effected  in  the  moving  and  stationary  buckets 
of  the  machine.  The  rotor  in  these  machines  consists 
of  a  large  barrel,  to  the  outside  edge  of  which  is  at- 
tached the  turbine  blades.  The  stator  is  of  cast  iron 
and  to  its  inside  surface  is  fastened  the  stationary 
blades,  so  arranged  a?  to  alternate  with  the  moving 
blades.  The  whole  expansion  takes  ]ilace  in  the  an- 
nular space  between  the  stator  and  rotor,  which  in 
reality  resembles  a  divergent  nozzle,  this  sjiace  and 
also  the  blades  being  increased  in  size  toward  the  ex- 
haust end  so  as  to  allow  for  the  increased  volume  of 


steam  due  to  expansion.  Each  pair  of  blades  (i  mov- 
ing and  I  stationary)  is  called  a  stage,  and  in  large 
machines  as  many  as  lOO  stages  are  some  times  em- 
ployed. This,  of  course,  means  a  low  velocity  of 
steam,  as  the  expansion  in  each  case  is  slight.  In  fact, 
it  varies  from  150  feet  per  sec.  at  high  pressure  end 
to  from  600  to  800  ft.  per  sec.  at  the  low  pressure  end. 

The  action,  briefly,  is  as  follows :  Steam  enters 
the  first  set  of  stationary  blades  and  is  expanded  some- 
what. A\'ith  the  resulting  velocity  it  impinges  on  the 
moving  bucket  and  imparts  energy  to  the  same.  On 
leaving  this  moving  bucket  the  steam  is  again  ex- 
panded and  thus  has  a  reactive  efl^ect  on  the  bucket,  in 
addition  to  the  impulse  imparted  by  the  entering 
steam.  This  action  is  continued  until  the  steam 
reaches  exhaust  pressure. 

The  elementary  theory  is  as  follows.  Fig.  5,  the 
same  notation  being  used  as  previously. 


Fig. 


Steam  receives  an  initial  velocity,  Vi  from  ex- 
pansions in  the  stationary  vanes  or  buckets,  which 
gives  a  relative  velocity,  vi  as  resultant  of  Vi  and  Y 
and  shows  the  correct  entrance  angle  to  moving 
buckets.  In  passing  through  the  moving  buckets  the 
steam  is  still  further  expanded  and  leaves  the  same 
vsith  a  relative  velocity  v;  which  is  greater  than  v>  and 
which  resolved  with  its  component  Y  gives  V--  as  abso- 
lute velocity. 

The  energy  developed  in  the  stationary  blade  for 

Vi'-' 
one  pound  of  steam  is  ::;-.     That  in  the  moving  blade 

2g 

.    ¥2'^— vi'^ 
(without  expansion  here  V2  would  equal  vi)  is 


so  the  total  for  one  stage  would    be 


Vr 


2g 


vr 


2g 


v'hile    for   the    total    energy   absorbed    wc    woidd   have 

Vr  +  va" — vi'  —  V^'^         ,  .  .      n  ^1 

,  and  so  on  through  all  the  various 

2g 
staged. 

The  accompanying  cut  of  a  W'estinghouse-Parsons 

turbine  shows  clearly  the  construction  of  the  machine 

This  is  given  to  illustrate  a  reaction  type  of  turbine. 

Other  machines  of  this  type,  while  different  in  their 

method   of  construction   and   in   their   general   details, 
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employ  the  steam  in  practically  the  same  manner. 
Briefly,  steam  enters  the  turbine  through  the  valves 
\',  which  are  operated  by  a  small  pilot  valve,  which 
i^  in  turn  controlled  by  the  governor.  The  valves 
?re  of  the  poppet  variety  and  the  steam  is  admitted  in 
puffs,  the  amount  being  determined  by  the  length  of 
time  the  valve  stays  open.  The  steam  enters  the  an- 
nular space  between  rotor  and  stator  at  A,  and  is 
finally  discharged  from  this  space  into  B.  The  balance 
pistons  P  are  each  of  such  diameter  as  to  exactly 
balance  by  means  of  the  passages  E,  the  axial  thrtist 
of  the  steam  against  its  corresponding  drum  or  blades. 
In  the  illustration  the  increase  in  blade  surface 
to  allow  for  increased  steam  volume  is  clearly  shown. 
The  varying  diameters  of  the  drum  or  rotor  are   for 


to  bring  out  a  small  turbine.  This,  however,  is  an  im- 
pulse wheel,  and  so  not  of  the  same  design  as  their 
large  machines.  In  fact,  I  believe  that  the  reaction 
type  of  machine  has  not  been  found  suitable  for  small 
powers. 

The  advantages  of  turbines  as  compared  with  re- 
ciprocating engines  may  be  enumerated  roughly  as  fol- 
lows : 

1.  Reduction  in  space  occupied  and  smaller  foun- 
dations. 

2.  Saving  in  oil. 

3.  Absence  of  oil  in  condensed  steam. 

4.  Less   vibration. 

5.  Regulation. 

6.  Simplicity. 


Longitudinal    Section   ot   a   Typical    Westinghouse-Parsons  Steam   Turbine. 


the  same  purpose,  and  are  merely  mechanical  con- 
veniences. Provision  for  this  increased  volume  might 
he  made  with  the  drum  all  of  one  diameter,  but  with 
high  pressures,  the  blades  at  the  entrance  end  would 
be  very  small  and  at  the  exit  end  very  large.  By 
varying  the  diameter,  the  blades  are  kept  at  a  con- 
venient size  and  the  number  of  sizes  of  blades  reduced 
considerably.  In  this  machine  water  glands  arc  pro- 
vided at  each  end  of  the  shaft  so  as  to  prf^vent  leak- 
age. Radial  clearances  should  be  small,  but  axial 
clearances  do  not  recjuire  such  close  adjustment. 

Double  flow  turbines  are  now  being  produced  liy 
manufacturers  of  the  reaction  machines.  In  these  ma- 
chines the  steam  flows  both  ways  from  the  center,  the 
rotor  being  in  reality  of  such  a  shape  as  would  obtain 
\\  two  rotors  similar  to  those  in  the  illustration  were 
placed  with  their  small  ends  together.  This  style  of 
construction  does  away  with  the  balancing  pistons.  I 
am  informed  that  the  Westinghouse  people  are  about 


7.  Less  drop  in  economy  due  to  age  and  ineffi- 
ciency of  operators. 

8.  Economy,  especially  with  load  fluctuating 
heavily. 

Let  us  now  consider  these  points  separately  and 
1  riefly. 

I.  Consider  the  smaller  units,  such  as  are  gen- 
erallv  met  with  in  this  district,  i.  e.,  from  500  to  3000 
kw.  capacity.  .\t  Leadville  there  is  a  1500  kw.  .Curtis 
turbine  unit  set  on  concrete  foundations.  This  re- 
quires loi  sr|.  ft.  of  floor  space  and  its  fdundations 
contain  25  cu.  yds.  of  concrete.  The  Denver  Gas  & 
Electric  Company  have  in  their  West  Side  stations 
two  Filer-Stovell  cross  compound  Corliss  stations 
driven  units,  the  same  capacity,  each  <if  which  occupy 
682  sq.  ft.  floor  space  and  have  153  cubic  yards  of  con- 
crete in  their  foundations.  The  three-cylinder  \ertical 
compound  engines  of  the  New  York  Edison  type  prob- 
ably give  the  best  space  economy  of  any  type  large 
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reciprocating  unit  made,  but  these  occupy  about  twice 
the  area  of  a  horizontal  turbine  and  from  6o  to  70  per 
cent  more  than  a  vertical  turbine.  The  smaller  weight 
and  absence  of  vibration  with  turbines  means  a  greater 
possible  reduction  in  the  cost  and  size  of  foundations 
when  compared  with  engines  than  is  denoted  by  the 
mere  relative  space  economies.  The  financial  benefit 
of  this  space  economy  is  readily  seen.  Consider  a  4500 
kw.  plant  containing  three  1500  kw.  units  and  using 
the  figures  above  given  from  actual  conditions.  The 
floor  space  required  for  a  turbine  plant  would  be  1743 
sq.  ft.  less  than  for  engines,  assuming  the  same  amount 
of  free  space  and  the  same  area  for  auxiliaries  and 
boilers.  An  average  brick  or  concrete  power  plant  of 
this  size  costs,  roughly,  from  12  to  14  cents  per  cu.  ft. 
With  a  one-story  plant  about  30  ft.  in  height  the  above 
saving  in  space  means  a  reduction  of  $670!^  in  building 
cost.  The  saving  in  foundations  at  $10.00  per  cu.  yd. 
would  amount  to  $3,840.00  for  the  three  machines.  In 
addition  to  this  we  must  add  12  per  cent  fur  saving 
in  depreciation,  interest,  taxes  and  insurance,  which 
give  a  grand  total  of  $11,914.  due  entirely  tn  the  space 
economy  given  by  turbine  units. 

2  and  3.  Saving  in  oil,  etc. :  There  lieing  no  in- 
ternal lubrication  and  many  less  bearings  requiring  oil 
than  on  a  reciprocating  plant,  this  saving  is  consider- 
able. The  absence  of  oil  in  steam  means  that  all  con- 
densed steam  can  be  returned  direct  to  the  boilers, 
which  means  a  large  saving  in  many  plants,  not  only 
in  fuel,  but  in  boiler  and  economizer  cleaning,  etc., 
and  this  without  fears  regarding  the  bagging  of  tubes, 
'  cleanliness  of  oil  filters,  etc.  Mr.  H.  G.  Stott.  who  is 
better  able  to  speak  on  these  matters  than  most  engi- 
neers, gives  the  saving  due  to  lubrication  alone  as 
being  in  the  ratio  of  1.77  for  the  recipnicating  engine 
to  .35  for  the  turbine,  or  about  So  per  cent. 

4.  Less  Vibration:  As  explained  under  No.  t, 
this  factor  affects  materially  the  size  and  cost  of  foun- 
dations, even  when  the  same  material  is  used.  .An- 
other factor  must  be  considered  in  this  relation  also, 
i..e.,  this  point  allows  the  use  of  other  and  cheaper 
materials  for  foundations.  Some  years  ago  in  a  Lead- 
ville  plant  it  was  necessary  to  increase  the  capacity 
quickly.  A  500  kw.  Curtis  turbine  was  purchased  in 
Denver  and  shipped  to  Leadville,  where  it  was  set 
temporarily  on  a  foundation  built  entirely  of  t 2-inch 
X  i2-inch  timbers  bolted  together,  so  as  to  raise  the 
base  of  the  turbine  about  8  feet  from  the  basement 
floor.  The  bottom  of  this  wooden  foundation  rested 
directly  on  the  floor,  which  was  not  altered.  In  this 
condition  the  turbine  was  put  in  operation  until  a 
larger -imit  should  be  received  and  erected.  That  ma- 
chine is  still  running  today  as  originally  set  up.  and  at 
iSoo  r.p.m.  it  is  possible  to  balance  a  dollar  (HI  the 
edge  of  the  turbine  casing. 

Tn  many  modern  installations  the  foundations  con- 
sist of  steel  beams  with  concrete  arches  between  and 
resting  directly  on  the  floor,  the  basement  below  the 
turbine  being  used  for  condenser,  etc..  instead  of  being 
occupied  by  heavy  concrete  foundations,  thus  still  fur- 
ther increasing  the  space  economy. 

5.  Regulation  :  Reciprocating  engines  have  to 
be  provided  with  heavy  fly  wheels  to  reduce  the  varia- 
tions in  each  revolution,  due  to  lack  of  uniformity  in 


angular  efl^ort.  The  turbine  with  purely  rotative  mo- 
tion has  a  uniform  angular  velocity  and  an  exact  regu- 
lation is  obtained.  In  fact,  most  turbines  show  only 
from  I  to  2  per  cent  variation  from  no  load  to  50  per 
cent  overload. 

6.  Simplicity  :  There  are,  it  is  true,  many  more 
parts  in  a  large  turbine  than  in  an  engine,  but  by  far 
the  greater  number  of  these — the  buckets — are  all  used 
to  form  one  moving  part — the  rotor — so  that  the  tur- 
bine as  a  whole  is  much  the  simpler  of  the  two.  It  has 
far  fewer  moving  parts,  and  this  with  the  absence  of 
stuffing  boxes,  etc.,  lends  much  to  the  simplicity  of 
operation  and  maintenance. 

7.  One  point  in  favor  of  turbines  that  is  often 
overlooked  is  their  fixed  economy.  The  turbine  econ- 
omy is  established  by  the  design  to  a  great  extent.. 
P'or  instance,  with  given  steam  conditions,  the  nozzles, 
staging,  blading,  etc.,  are  designed  for  certain  results, 
which  are  in  no  way  dependent  on  adjustment  after 
the  machine  is  turned  out.  Regarding  wear,  it  seems 
as  though  this  would  only  affect  the  efficiency  when 
it  causes  a  change  in  the  clearance  spaces  as  affecting 
steam  leakage  or  wdien  changing  the  shape  of  the 
blades  or  buckets.  Among  the  first  designs  some 
slight  wear  took  place  in  the  latter,  but  in  later  designs 
this  has  been  practically  overcome,  especially  where 
dry  or  superheated  steam  is  used.  Prof.  Ca-penter 
reports  testing  a  machine  that  showed  absolutely  no 
difference  in  economy  after  three  years'  continuous 
rsage.  and  this  has  been  found  the  case  with  other 
machines  even  after  much  longer  usage. 

Reciprocating  engines,  especially  in  the  smaller 
types,  show  rapidly  increasing  losses  due  to  wear,  and 
in  all  sizes  the  economy  is  due  to  adjustment.  Engine 
economy  should  be  maintained,  but  in  most  small 
plants  and  in  some  larger  ones,  the  engines,  as  long  as 
they  run,  are  rarely  examined  or  tested,  and  are  often 
running  way  below  their  best  economy — eccentrics 
slip,  packing  becomes  loose  and  leaky,  adjustment  be- 
comes bad.  valves  worn  and  leaky,  alignment  poor.  etc.. 
and  heavy  losses  ensue,  all  from  lack  of  attention.  The 
turbine  having  simple  rotative  effort  and  being  of 
fixed  designed  economy  is  not  subject  to  these  trou- 
bles, and  surely  this  is  an  immense  advantage. 

8.  The  economy  of  a  prime  mover  depends  but 
partly  on  the  pounds  of  fuel  per  h.p.  hr.  The  cost 
of  maintenance  and  operation  must  al^o  be  considered, 
and  this  it  seems  is  decidedly  in  favor  of  the  turbine, 
partly  due  to  its  simplicity  and  the  absence  of  losses 
due  to  adjustment  and  partly  due  to  saving  in 
packing,  oil.  waste,  etc.  For  some  time  it  was 
acknowledged  that  the  steam  engine  was  more 
economical  in  fuel  consumption  under  its  best 
conditions  of  operation  than  the  steam  turbine, 
but  during  the  last  year  or  so  this  condition  has  grad- 
ually changed  until,  if  anything,  the  palm  lies  with  the 
turbine.  It  is  hard  to  get  test  results  for  comparison 
without  making  some  theoretical  correction  necessary 
to  get  exactly  similar  conditions.  The  best  turbine 
results  seem  to  compare  favorably  with  those  obtained 
by  the  best  engines  when  under  test,  while  in  actual 
practice,  when  test  conditions  often  do  not  exist,  the 
turbines  come  far  closer  to  keeping  their  economy 
than   do  the   engines,   as   above   explained.      Another 
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point  in  favor  of  Uie  turbine  in  this  connection  is  the 
flatness  of  the  economy  curve  from  half  load  to  a 
large  overload.  On  the  accompanying  curve  sheet, 
I'ig.  6,  are  stated  the  results  of  two  tests,  one  on  a 
5000  kw.  Curtis  turbine  and  one  on  a  5000  kw.  four- 
cylinder  compound  engine  in  the  plant  of  the  New 
York  Interborough   Metropolitan  Company    (A.   I.   E. 


iiiiiiliirrhrffte 


FiK.  6. 


K.  Hx/).)  Hoth  art'  reduced  to  llie  same  workint;-  cdii- 
ditions.  While  the  turbine  shows  marked  a  d\' ant  aye 
in  the  steam  consumption  at  all  ])i)ints.  this  is  espe- 
cially apparent  at  both  ends  of  the  curve.  In  other 
words,  it  is  necessary  with  an  engine  to  ojierate  within 
20  per  cent  of  rated  load  if  economy  is  expecteil.  while 
with  a  turbine  this  variation  can  extend  safely  from 
one-half  load  to  75  per  cent  overload.  In  electrical 
work  or  any  other  class  of  plant  where  variable  loads 
are   expected,   this   fact   gi\-es   an    immense   advantage 


tn  the  turljine.  This  not  only  effects  an  economy,  but 
increases  the  peak  capacity  very  materially. 

The  cost  of  turbines  as  compared  with  engines 
is  hard  to  give,  owing  to  the  difference  in  the  ratings 
employed.  I  have  olitained  at  various  times  figures 
on  plant  cost,  which  may  be  interesting,  however. 

The  following  bids  were  made  on  a  contract  re- 
(|uiring  several  100  h.p.  and  150  h.p.  high  speed  units. 
The  bids  include  the  auxiliaries  : 

Curtis    turbines    $17,360 

De  Laval  turbines 17,000 

Terry    turbines    17-985 

Skinner  engines   21,478 

TTarrisburg  engines   24,000 

This  seems  to  show  that  with  small  turbines  and 
engines  the  cost  of  the  latter  is  from  20  to  35  per  cent 
higher  than  the  former. 

The  curves  in  Fig.  7  show  the  cost  of  various  high 
speed  engines  as  compared  with  those  of  a  Kerr  tur- 
bine. These  figures  were  given  me  by  the  various 
agents  and  should  be  correct.  This  shows  that  above 
150  h.p.  the  turbine  prices  are  very  attractive  when 
compared  with  those  of  the  better  class  engines  and 
that  they  become  more  and  more  so  as  the  size  of  the 
unit  increases.  Some  prices  which  I  have  on  larger 
turbine  units  show  a  cost  of: 

$20.00  per  kw.   for      500  kw.  unit. 
$17.00    "       "       "      1.000    " 
$15.50    "       "       "     4.000    " 

Superheated  steam  is  coming  into  greater  use  each 
year  in  connection  with  reciprocating  engines.  In  this 
country  more  than  200  to  250  degrees  F.  of  superheat 
is  rarely  used,  but  in  Europe  the  temperatures  are 
higher.  It  is  a  question  whether  these  highest  temper- 
atures pay.  The  actual  reduction  in  steam  consump- 
tion may  be  offset  by  maintenance,  cost  of  opera- 
tion, etc. 

With  high  pressures  and  high  superheats  consid- 
erable difficidty  in  maintaining  the  superheater  is  ex- 
perienced. To  the  cost  of  this  maintenance  must  lie 
added  the  cost  of  the  fuel  required  to  give  the  extra 
heat  to  the  steam,  and  any  extra  expense  from  troulile 
with  the  prime  mover  due  to  the  use  of  this  steam. 
-Sometimes  difficulty  is  experienced  with  cylinder  lubri- 
cation, warped  valves  and  unequal  expansion  due  to 
high  steam  temperatures.  The  principal  gain  from  this 
source  with  reciprocating  engines  is  caused  by  the  par- 
tial elimination  of  cylinder  condensation  due  to  the 
heat  above  the  saturation  point  and  also  to  the  lower 
conductivity  of  superheated  steam.  \\Mth  a  turbine, 
there  being  but  little  cylinder  condensation,  tlie  prin- 
cipal gains  from  superheating  are  from  the  reduction 
in  windage  or  wheel  friction,  and  in  the  steam  friction, 
("•f  course  tliis  is  in  addition  to  the  energy  obtained 
from  the  extra  heat  of  the  steam,  while  there  being  no 
interior  lubrication  or  valves,  the  difficulties  above 
mentioned  in  connection  with  reciprocating  engines  are 
not  experienced  with  turbines. 

A  gain  of  one  per  cent  in  the  steam  econom_y  of  a 
high  speed  reciprocating  engine  is  obtained  for  each 
ten  to  twenty  degrees  increase  in  superheat,  while 
turbines  give  the  same  increase  in  economy  on  about 
twelve  degrees  increase  in  superheat. 


Octobers,   1910] 


JOURNAL    OF    ELECTRICTY,     POWER    AND     GAS 


319 


Most  engines  show  a  rapidly  decreasing  gain  per 
inch  of  vacuum  above  22  or  23-inch  (30-inch  barom- 
eter), and  what  gain  there  is  is  due  principally  tu  a 
decrease  in  back  pressure.  Turbines,  on  the  contrary, 
cojTtinue  to  show  substantial  gains  up  to  the  practical 
hmit  of  vacuum.  It  is  sometimes  argued  that  the  first 
cost  and  cost  of  maintenance  of  condensing  apparatus 
capable  of  giving  the  high  vacuums  used  by  turbines 
offsets  the  gains. 

There  is,  without  doubt,  a  considerable  increase 
in  this  first  cost,  but  it  can  by  no  means  oiiFset  a  gain 
on  consumption  of  3  to  5  per  cent  per  inch  of  vacuum 
which  is  obtained  by  the  turbine.  Many  turbines  are 
now  l)uilt  to  set  directly  on  top  of  the  condenser, 
or  at  least  so  that  there  are  very  short  connections 
betweeH,  so  reducing  the  leakage  possibilities  to  a  min- 
imum. There  is  even  then,  however,  more  necessity 
for  tight  joints  and  good  operation  than  with  a  recii)- 
rocating  unit,  as  any  failure  in  this  line  with  a  tur- 
bine means  much  greater  loss,  at  low  back  pressures 
especially,  than  it  would  with  a  reciprocating  unit. 

One  branch  of  the  turbine  industry  that  is  being 
pushed  very  heavily  at  present,  is  tlie  building  of 
non-condensing  machines  especially  adapted  to  high 
speed  work  with  moderate  powers,  such  as  the  driv- 
ing of  high  pressure  blowers,  centrifugal  pumps,  and 
small  generators.  The  small  space,  and  the  simplicity, 
together  with   reliability  of  operation  and  small  cost 


of  maintenance,  is  fast  giving  a  big  demand  for  these 
machines.  Those  that  have  obtained  the  most  promi- 
nence are  the  machines  manufactured  by  the 

De    Laval   Steam   Turbine   Co., 
General  Electric  Co., 
Terry  .Steam  Turbine  Co., 
Kerr  Turbine  Co., 

although  several  other  makes  are  in  the  market. 

The  De  Laval  and  Curtis  machines  have  l)een 
briefly  described. 

The  Terry  turbine  is  what  might  lie  called  a  single 
stage  impulse  machine  with  multiple  bucket  extrac- 
tion. The  steam  is  expanded  through  a  nozzle  and 
after  acting  on  the  wheel  is  re-directed  through  180 
degrees  and  again  acts  on  the  wheel,  this  process  being 
relocated  until  all  velocity  or  energy  has  been  extracted. 

The  Kerr  turbine  is  becoming  well  known  in  the 
West  and  gradually  coming  into  more  general  use. 
This  machine  is  of  the  multistage  impulse  type,  with 
several  velocity  extractions,  but  only  one  per  stage. 
The  nozzles  are  converging  and  blow  the  steam  onto 
buckets  similar  to  the  Pelton  water  wheel  bucket. 

While  I  have  referred  to  these  small  machines  as 
non-condensing,  they  are  also  used  with  condensers 
and  give  under  those  conditions  largely  increased 
economy. 
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Low  Pressure  Turbines. 
One  of  the  reasons  for  the  slow  economical  devel- 
opment of  the  steam  engine  during  the  last  few  years, 
has  been  the  inability  of  finding  practical  means  to 
adjust  this  machine  to  properly  utilize  to  the  full  ex- 
tent the  energy  possessed  by  steam  at  pressures  well 
below  the  atmospheric  line. 

A  pound  of  dry  steam  expanded  adiabatically  from 
155  lb.  ab.solute  pressure  to  15  lb.  absolute  gives  up 
in  work  about  176  B.t.u.,  while  between  15  absolute 
and  I  lb.  absolute  170  B.t.u.  would  be  released,  and 
during  the  whole  expansion  the  volume  of  steam  has 
increased  roughly  124  times;  while  if  this  steam  were 
expanded  to  Yz  lb.  absolute  pressure  its  volume  would 
be  again  nearly  doubled.  In  fact,  i  pound  of  steam 
would  occupy  at  j^  lb.  absolute  pressure  about  640  cu. 
ft.  of  space. 

The  amount  of  energy-  obtainable  from  a  pound 
of  steam  depends  on  the  number  of  expansions  possi- 
ble in  the  apparatus  using  it,  and  cylinders  and  valve 
openings  of  sufficient  size  to  accommodate  the  rapid 
increase  in  volume  at  very  low  pressures  cannot  be 
profitably  used.  Even  if  a  machine  of  this  kind  were 
designed  and  built  so  as  to  allow  of  expansion  of  the 
steam  to  ><  lb.  absolute,  there  would  be  no  economy 
gained.  The  cylinder  condensation  would  increase  so 
rapidly  that  it  would  probably  more  than  ofifset  any 
gain  due  to  expansion.  In  fact,  most  condensing  en- 
gines open  to  exhaust  at  about  6  lb.  absolute  pressure. 
It  has  been  proven  conclusively  by  tests  that  there  is 
but  very  little  gain  with  a  reciprocating  engine  due 
to  an  increase  in  vacuum  above  22  inches  (30  inches 
barometer)  and  that  a  maximum  is  practically  reached 
at  26  inches.  A  low  -pressure  turbine,  however,  over- 
comes these  difficulties.  It  can  be  built  with  areas 
in  nozzles  or  between  blades  sufficient  to  accommo- 
date the  large  volume  required  at  very  low  pressures. 
There  is  no  dropping  off  in  the  increase  of  economy 
caused  by  a  corresponding  increase  in  vacuum,  even 
to  the  very  lowest  pressure,  as  with  a  well  lagged 
casing,  cylinder  condensation  is  practically  absent. 
Another  point  in  favor  of  the  low  pressure  turbine  is 
the  fact  that  the  windage  or  frictional  losses  are  less 
with  low  pressure  steam  than  with  high,  due  to  the 
decreased  density  of  steam. 

Briefly,  there  is  practically  as  much  energy  in  a 
pound  of  steam  at  150  lb.  absolute  below  the  atmos- 
phereic  line  as  above  it,  but  the  reciprocating  engine 
cannot  use  it  to  advantage,  while  the  turbine  built 
for  the  purpose  can. 

.-\  condensing  engine  rarely  shows  more  than  from 
25  to  30  per  cent  gain  over  a  non-condensing  condi- 
tion, and  even  less  where  the  engine  is  overloaded.  An 
exhaust  turbine  used  in  connection  with  a  non-con- 
densing engine  will  give  an  increased  output  of  50 
per  cent  over  that  which  could  be  obtained  by  chang- 
ing the  engine  from  non-condensing  to  condensing, 
or  from  75  to  100  per  cent  over  non-condensing  condi- 
tions. 

The  low  pressure  turbine  can  be  advantageously 
applied  to  any  plant  where  reciprocating  engines  are 
used,  either  condensing  or  non-condensing,  and  by 
showing  a  decidedh'  increased  economy  naturally 
largely  increases  the  peak  capacity  of  the  plant  with- 
out any  alteration  in  the  size  of  boiler  plant. 


A  large  number  of  plants  with  reciprocating  en- 
gines are  run  non-condensing,  due  to  the  low  cost 
of  coal  obtainable  or  to  the  absence  of  a  good  supply 
of  condensing  water.  This  is  certainly  justifiable 
where  the  interest  on  first  cost  of  condensing  appa- 
ratus, etc.,  plus  the  cost  of  maintenance,  is  such  as 
to  offset  the  saving  due  to  condensing.  There  are,  how- 
ever, very  few,  if  any,  cases  where  this  condition  could 
exist  when  compared  with  the  saving  given  by  an  ex- 
haust turbine. 

About  ten  years  ago  one  of  the  large  plants  of  Col- 
orado found  that  their  capacity  was  too  limited  to 
meet  their  demands.  The  plants  under  their  control 
and  which  fed  into  common  mains,  consisted  of  a 
hydroelectric  plant  of  2250  kw.  capacity,  a  small  steam 
plant  of  about  1000  kw.  and  a  larger  steam  plant  of 
2250  kw.  rated  capacity.  Owing  to  location,  quantity 
of  water  available,  etc.,  it  was  not  deemed  advisable 
to  alter  either  of  the  first  two  mentioned  plants,  but 
it  was  decided  to  make  all  additions  to  the  main  or 
2250  kw.  steam  plant. 

The  equipment  here  consisted  of  three  looo  h.p. 
Corliss  engines,  each  direct  connected  to  a  750  kw. 
generator  and  run  non-condensing,  so  that  the  logical 
manner  of  increasing  the  peak  capacity  was  by 
the  installation  of  an  exhaust  turbine  between  the 
engine  and  a  new  condenser.  This  was  done ;  a 
Westinghouse  low  pressure  turbine  of  1500  kw. 
capacity  being  installed  and  a  cooling  tower 
with  pond  being  built.  This  turbine  was  sup- 
posed to  take  the  exhaust  from  the  two  engines,  but 
it  was  found  that  owing  to  overload  capacity  it  could 
utilize  economically  even  more  than  this.  The  fol- 
lowing figures  give  the  really  startling  results  ob- 
tained: 

When  the  engines  were  first  installed  careful  tests 
were  made  on  them,  the  best  results  obtained  being 
32  lb.  of  steam  per  kw.  hr.  Later,  the  chief  engineer 
of  the  plant  made  some  very  careful  adjustments  and 
thinks  the  steam  consumption  was  decreased  to  about 
31  lb.  per  kw.  hr.  Compare  this  with  the  results 
obtained  on  a  careful  test  made  later  under  ordinary 
running  conditions  on  two  of  the  engines  running  in 
conjunction  with  the  Westinghouse  turbine,  and  which 
gave  the  following  results : 

Duration  of  test 8  hours 

Kw.  hrs.  generated 16,730 

Average  steam  pressure   150  gauge 

Average  vacuum 21.6  inches 

Average  back  pressure   (exhaust  main)...  .3  lbs. 

Dry  steam  per  kw.  hr 17-67  lbs. 

I  do  not  know  what  percentage  of  this  load  was 
given  by  the  turbine,  but  judge  from  the  result^  ob- 
tained that  it  would  be  approximately  70  per  cent  of 
that  from  the  two  engines,  while  the  mere  installation 
of  a  condenser  alone  would  have  merely  given  an  in- 
crease of  about  25  per  cent.  The  actual  monthly  run- 
ning cost  for  generation  only,  before  and  after  the 
turbine  installation,  is  also  instructive.  In  making  this 
comparison,  periods  of  time  have  been  chosen  during 
which  practically  the  same  rate  of  generation  was 
being  carried  on.  so  that  a  very  fair  measure  of  the 
success  obtained  is  given.  For  September,  Novem- 
ber and  December.   1908,   (before  the  turbine  was  in- 
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stalled)  the  monthly  k\v.  output  agrees  very  closely 
with  that  of  January,  February  and  December  of 
i<;o9,  (after  the  installation),  and  so  these  months  are 
compared  in  the  following  table.  On  most  of  the 
other  months  of  1909  the  generation  at  this  steam 
plant  was  low,  owing  to  their  being  an  abundance  of 
water  for  use  at  the  hydro  plant. 


Month Sept.  '08  ]   Oct., 


Nov.  '08      Jan.  '09    ;      Feb.  '09 


Total  kw.-hr  . 


Oct.  'Oil 


1,44.1-710  I  1,558.940  |  1^45.5R0  |    1,577.2801    1,417,670         1.421,4.-!0 


Cost  per  kw.-hour. 

Fuel, 

»  004650 

8,004780 

S.  00.5200 

8  0034050 

$  0032780 

S  0030600 

Boiler  Room  Labor, 

000930 

OOO-SSO 

000960 

0007025 

000-600 

0004850 

Engine  Room  Labor, 

000407 

000381 

•000408 

0004267 

0004690 

-0004830 

Water, 

.000160 

.000144 

000155 

0001436 

0001587 

0001609 

Oil,  Wa.ste,  etc., 

000029 

000098 

oooioo. 

0001001 

0000930 

0000836 

Repairs,  Steam, 

000309 

000303 

, 000289 

0003190 

11001902 

0000879 

Repairs,  Electrical, 

,000012 

000028 

-  0000.52 

00000S4 

00001117 

0001408 

General  Labor  and 

Repairs, 

000013 

000027 

000391 

0001781 

0000743  / 

Sundry  Expenpep 

0002300 

and  Supplies, 

.000127 

.000102. 

.000088 

.0001001 

,0002832  \ 

Condensing  Appara- 

tus Repairs, 

0000430 

.0000158 

0000000 

Total, 

.006637 

006673 

007643 

0054865 

00534 

00474 

I  am  assured  by  those  in  charge  of  this  plant  that 
the  month  of  December  more  closely  represents  their 
generation  costs  than  do  those  of  January  and  Feb- 
ruary, 1909,  as  the  last  two  named  months  were  the 
first  two  of  operation  with  the  turbine  and  were  before 
the  best  method  of  operation  had  been  decided  upon. 

In  comparison  there  is  one  point  to  be  mentioned, 
i.  e.,  the  condensing  apparatus  is  electrically  operated, 
and  while  this  table  gives  the  actual  cost  of  producing 
a  kw.  hr.  (the  current  used  for  condensing  being  in 
the  total)  it  would  be  best  in  studying  the  result  to 
remember  that  the  cost  of  this  condensing  apparatus 
current  would  add  about  3-10  mills  to  the  tigures 
given. 

It  will  be  seen  that  there  is  a  practical  reduction 
in  nearly  every  item  which  goes  to  make  up  the  table 
given.  Owing  to  the  addition  of  the  extra  machinery 
it  might  be  thought  that  the  cost  of  maintenance  would 
be  materially  increased.  This,  however,  is  not  the  case 
— in  fact,  the  total  average  monthly  expense  for  main- 
tenance of  steam  apparatus  has  decreased  since  this 
turbine  was  added.  This  is  probably  due  to  the  de- 
crease in  load  on  the  old  machines,  which  were  pre- 
viously overloaded,  and  to  the  fact  that  enough  ca- 
pacity is  now  installed  to  enable  the  plant  to  be  over- 
hauled occasionally  and  kept  in  better  shape. 

In  the  plant  just  discussed  an  induction  heater 
is  placed  between  the  engines  and  the  turbine  and  by 
this  means  the  feed  water  is  kept  nearly  as  hot  as  be- 
fore and  apparently  with  little  loss  to  the  turbine. 
This  was  advisable  owing  to  the  condenser  apparatus 
being  electrically  driven.  The  exhaust  pipe  between 
engines  and  turbine  is  generally  kept  at  about  ^  lb. 
above  atmosphere.  This  is  good  practice,  as  it  pre- 
vents leakage  of  air  into  the  pipe.  Although  the  tur- 
bine is  provided  with  a  governor,  this  is  not  used,  but 
the  regulation  is  carried  by  the  engines,  the  turbine 
merely  using  the  steam  given  to  it. 

Lately  this  same  company  have  installed  an  Allis- 
C  halmers  turbine  of  1500  kw.  capacity,  so  arranged 
that  it  can  be  run  condensing  direct  or  can  be  used 
with  the  exhaust  turbine.  This  latter  machine  has 
also  done  well.  In  an  eight-hour  test  run,  under  ordin- 
ary daily  conditions  with  about  20-in.  vacuum,  and  with 


a  load  varying  from  S20  kw.  to  2370  kw.,  or  from  about 
one-half  load  to  nearly  70  per  cent  overload,  a  steam 
consumption  of  about  21  lb.  of  steam  per  kw.  hr.  was 
obtained.  This  fact  again  emphasizes  the  importance 
of  steam  turbines  over  reciprocating  engines  where 
a  very  variable  load  is  carried. 

There  is  another  field  for  this  machine  that  should 
be  mentioned,  i.  e.,  in  plants  using  reciprocating  en- 
engines  intermittently,  such  as  rolling  mills,  hoisting 
plants,  etc.  In  cases  like  this  a  steam  regenerator 
receives  the  exhaust  from  the  engines  and  supplies  it 
to  the  low  pressure  turbine.  This  device  absorbs  the 
steam  in  excess  of  that  required  by  the  turbine  and 
then  gives  it  up  again  automatically  when  there  is  a 
deficiency  from  the  reciprocating  engines. 

Mixed  pressure  machines  are  now  built  to  accom- 
plish the  same  result.  These  are  connected  to  both 
the  exhaust  supply  and  to  the  live  steam  main.  In 
case  of  the  exhaust  failing  a  special  governor  admits 
live  steam  direct  to  the  machine  as  long  as  required. 
This  steam  acts  on  the  same  bucket  wheel  as  does  the 
exhaust,  being,  in  the  Curtis  machine  for  instance, 
expanded  down  to  the  same  pressure  as  that  of  exhaust 
steam,  and  so  obtaining  a  high  velocity  and  being  ca- 
pable of  giving  up  much  more  energy  than  if  it  were 
supplied  at  first  stage  pressure  through  a  reducing 
\al\'e  or  some  such  device.  These  mixed  pressure  ma- 
chines can  be  operated  to  their  full  capacity  on  either 
all  low-pressure  steam;  all  high  pressure  steam,  or 
on  any  proportions  of  each,  and  any  transition  from 
one  to  the  other  condition  is  automatic. 

In  conclusion,  it  is  interesting  to  note  the  posi- 
tion taken  by  the  Engineering  News  regarding  the 
future  of  the  turbines.  This  journal  frankly  states 
that  these  machines  have  reached  a  point  where  they 
seriously  threaten  the  supremacy  of  hydroelectric 
plants.     The  main  points  advanced  are: 

1.  The  immense  first  cost  of  a  reliable  water- 
power  jilant   with  good  storage  reservoirs,  etc. 

2.  The  low  cost  of  steam  turbines  due  to  moder- 
ate first  cost  and  the  immense  size  of  the  units  built, 
and  especially  the  low  cost  of  the  generators  used  with 
turbines,  in  proportion  to  their  output. 

3.  The  low  cost  of  attendance  and  maintenance  of 
steam  turbines,  and  the  economy  obtained  with  great 
overload  capacity. 


A  Russian  electrical  exhibit  will  be  given  by  the 
Russian  Technical  Society  of  St.  Petersburg  in  April, 
191 1.  The  exhibition  will  be  divided  into  three  sec- 
t'ons,  viz:  (i)  The  application  of  electricity  to  the 
working  of  steam  railways;  (2)  the  application  of  elec- 
trical energy  to  train  traction  on  (a)  main  railway 
lines,  (b)  local  railways,  (c)  tramways;  (3)  the  appli- 
cation of  natural  water-power.  A  commission  of  ex- 
perts will  make  reports  to  the  Russian  government  in 
regard  to  such  exhibits  as  are  most  prominent  from 
the  view  of  public  utility,  and  also  those  that  most 
fully  correspond  with  the  aims  of  the  exhibition.  The 
Minister  of  Commerce  must  confirm  all  awards.  It  is 
regarded  as  important  that  anything  new  in  connec- 
tion with  electrical  traction,  especially  electromotors, 
monorail  lines,  and  the  like,  should  l)e  placed  on  ex- 
hibition. 
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SUBURBAN  GAS  DISTRIBUTION. 

HV    L.     II.    NKWIIKRT. 

Suburban  gas  distribution  is  a  subject  of  growing 
importance  and  interest  to  the  gas  fraternity;  and, 
as  the  title  indicates,  this  paper  will  deal  primarily 
with  the  question  of  supplying  gas  to  territory  ad- 
jacent to  the  larger  cities.  As  a  rule,  these  large  cen- 
ters of  population  are  surrounded  by  small  towns,  vil- 
lages, and  sparsely  settled  territory  extending  over  a 
large  area,  the  residents  of  which  are  eager  to  enjoy 
all  the  conveniences  of  the  city  and,  hence,  make  good 
gas  consumers.  On  the  other  hand,  the  cost  of  piping 
will  be  high  on  a  basis  of  the  number  of  consumers 
supplied  and  will  always  require  a  large  capital  in- 
vestment. For  obvious  reasons  the  low  pressure  sys- 
tem with  its  large  pipes  is  impracticable  and  prohibi- 
tive. To  meet  the  conditions  cited,  a  high  pressure 
system  must  be  employed ;  and,  that  it  does  fulfill 
all  requirements  has  been  the  experience  of  the  writer 
during  a  period  of  more  than  five  years. 

It  must  be  of  interest  to  note  here  that  the  dis- 
tribution of  illuminating  gas  under  more  than  ordi- 
nary pressure  was  first  undertaken,  at  least  on  the 
Pacific  Coast,  by  the  secretary  of  this  association,  Mr. 
John  A.  Britton,  in  the  city  of  Oakland  over  twenty 
years  ago  when  gas  was  conveyed  from  the  Oakland 
works  to  a  holder  zyi  miles  distant  under  a  pressure 
of  15  lb.  to  the  square  inch.  Subsequently,  service 
was  supplied  to  Berkeley  under  a  pressure  of  25  lb. 
through  cast  iron  mains  with  lead  joints.  The  mains 
were  originally  laid  for  low  pressure  service  but  proved 
satisfactory  under  the  increased  pressure.  Today,  as 
the  result  of  the  installation  referred  to,  Oakland  has 
an  extensive  system  of  high  pressure  distribution. 

In  1901  the  Los  Angeles  Lighting  Company  intro- 
duced high  pressure  distribution  into  the  city  of  Los 
Angeles.  A  paper  read  by  Mr.  Luckenbach  of  the 
Los  Angeles  Gas  and  Electric  Company  before  the  six- 
teenth meeting  of  the  Association  describes  in  detail 
the  beginning  and  subsequent  enlargement  of  the 
system. 

In  1902  the  California  Central  Gas  &  Electric  Com- 
pany (a  subsidiary  company  of  the  Pacific  Gas  &  Elec- 
tric Company)  installed  a  high  pressure  distributing 
system  to  supply  the  towns  of  Grass  Valley  and 
Nevada  City. 

These  installations,  I  believe,  represent  the  com- 
mencement of  high  pressure  gas  distribution  now  so 
popular  in  this  State,  both  for  feeding  into  low  pres- 
sure systems  through  district  governors  and  for  the 
supply  of  gas  direct  to  consumers  through  service  reg- 
ulators in  suburban  territory  as,  for  example,  the 
district  south  of  San  Francisco  lying  between  the  coast 
foot-hills  and  the  bay  shore,  commonly  known  as  the 
San  Francisco  peninsula.  Leaving  San  Francisco  via 
.Mission  Road  one  finds  this  territory  fairly  well  popu- 
lated, there  being  four  towns  ranging  from  3000  to 
7000  population  in  a  distance  of  30  miles  and  the  inter- 
vening districts  well  settled  with  individual  residences 
— a  territory  in  all  respects  suburban.  As  the  entire 
peninsula  district  enjoys  gas  service,  made  possible 
only  by  resorting  to  high  pressure  distribution,  a  de- 
scription of  the  system  will  illustrate,  in  general,  the 
subject  of  this  paper. 

'Paper   read  at  eighteenth  annual   convention   Pacific  Coast 
Gas  Association.  Los  Angeles,  September,  1910. 


Q 

CO 


Octobers.   1910) 


JOURNAL     OF     ELECTRICTY,    POWER    AND     GAS 


32j 


In  the  northeast  corner  of  San  Mateo  county,  just 
licynnd  the  line  of  the  city  and  county  of  San  Fran- 
cisco, and  on  the  shore  of  San  Francisco  bay,  lies 
Visitacion  \'alley.  Here  is  situated  Martin  Station, 
named  for  a  former  president  of  this  association.  It 
is  from  this  point  that  gas  is  supplied  to  the  afore- 
said 30  miles  of  suburban  territory  lying  between  San 
Francisco  and  Palo  Alto. 

A  four-inch  pipe  line  extends  from  the  receiving 
tanks  at  Martin  Station  to  Redwood  City,  a  distance 
of  25  miles.  Three-inch  i)ipe  is  then  used  for  4  miles, 
from  Redwood  City  to  Palo  .\lto.  The  line  follows 
the  main  county  road  the  entire  distance  and,  when 
laid,  was  tested  with  air,  the  pressure  employed  being 
100  lb.  to  the  square  inch.  All  joints  are  made  with 
Dresser  couplings  which,  to  date,  have  been  found 
quite  satisfactory  though  a  careful  watch  is  kept  for 
leaks,  and  a  few  have  been  found  but  were  easily 
corrected  by  tightening  the  couplings.  Compressors 
at  Martin  maintain  an  initial  pressure  on  the  main  line 


Compression  Tanks  at  Martin  Station.  Gas  from 
compressors  passes  into  right  liand  tanlc. 
through  connection  at  further  end,  into  left 
hand  tank,  and  out  through  pipe  at  left  to 
main. 

of  from  twenty  to  fifty-five  pounds.    For  the  twenty- 
four  hours  the  pressures  are  approximately  as  follows : 

^  Martin.  Redwood. 

1  a.   in.      Compressors   down    25   lb.  25   lb. 

2  ■•                    ••                       "        25  ••  23  " 

3  "  1    compressor    running    24  "  20  " 

4  "  Compressors   down    25  '*  24 

5  "  1    compressor    running    23  "  21  " 

6  "  2  compressors  running    35  "  26 

7  •■                        ■•                           "           45  ••  2S  '• 

8  •■                       "                          •■          45  ■'  25  •• 

9  '■                       ••                          "          44  "  25  " 

10  '•  ■■  "  44    '•  25    " 

11  ■•  "  ••  45    •'  27     •• 

12  m.         -  ••  '•  48    •'.  28    'I 

1   p.   m.      Compressor    down     45    "  25 

1  p.   m.      Compressors    down    45    "  25 

2  "  1    compressor    running    27  "  20  " 

3  "  1  ■•  ••  30  •'  20  '■ 

4  ■•  1  ••  "  30  •'  20  " 

5  ••  2  ••  "  50  •'  27  ■■ 

6  "  2  ■•  "  50  "  27  •■ 

7  •■  1  ■■  "  50  ■'  24  '■ 

8  •■  1  ■■  ■•  45  "  25  " 

9  ■•  1  ••  ■■  40  •'  28  ■■ 

10  ■•  1  ■•        ■  ■■  40     "  32     •■ 

11  ■•  1  ••  •■  40     "  33     " 

12  "  Compressors   down    30    "  29 

Consumers  between  Martin  and  Burlinganie  are 
supplied  directly  from  the  main  line.  At  San  Mateo 
a  tap  is  made  in  the  main  line  which  supplies  service 
to  San  Mateo,  Burlingame  and  vicinity.     This  service 


is  supplied  through  a  four-inch  governor  which  reduces 
the  pressure  to  lo  lb.  Two-inch  pipe  is  usually  em- 
ployed for  mains  in  these  districts,  though  some 
smaller  has  been  placed  and  has  given  satisfactory 
service,  care  having  been  taken  to  secure  proper  cir- 
culation by   eliminating  dead  ends.     No  pipe  smaller 


Compressors  at  Martin. 

than  twu-inch,  however,  is  now  used  for  mains,  the 
idea  being  to  carry  lower  pressure  rather  than  small 
mains  and  higher  pressure,  for  obvious  reasons — 
leakage.  ij| 

Four  compression  iir  storage  tanks  6  by  30  ft.,  con- 
taining appro.ximately  17,000  cu.  ft.  of  gas,  are  in- 
stalled at   San    Mateo,  on   which   a  pressure  of  80  lb. 


^^  ^l-l.t^stirKTlEcoiiD,.^^^ 


Pressure  Gauge  Record. 

i'-  maintained  ;  and  these  are  held   in   reserve  in  case 
a  shutdown  is  necessary  for  repairs  on  the  main  line. 

Consumers  in  the  district  intervening  between  San 
Mateo  and  Redwood  City,  a  distance  of  eight  miles, 
are  supplied  directh"  from  the  main  line.  Redwood 
City  (excepting  the  luisiness  district,  which  is  low 
jiressure)  and  its  immediate  vicinity  are  supplied  sim- 
ilarly   to    the    San    Mateo-Burlingame    district;    i.    e., 
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ihroujjli  a  four-inch  s'overiK)r  at  lo  lb.  Ilere  six  com- 
pressors or  storage  tanks,  containing  25,500  cubic  feet 
of  gas,  arc  installed  and  (iperated  in  the  same  manner 
;is  those  at  San  Mateo. 

The   four   miles  of  territory    intervening  between 


reduces  the  pressure  from  ]iinmds  on  the  main  line  to 
four  and   one-half   inches  on    the   distributing  system. 
Ser\ice  is  sujiplied  to  Palo  .Alto  through  four  com- 
l.>ression  or  storage  tanks  located  underground.      Two 
me   lULii    iiiuts  ui    iviiuwi>    uiuti  vciiuij.;    ucivvcoi      district    governors    reduce    the    pressure    to,    apjtrox- 
Redwood  City  and  Palo  .\lto  is  the  most  thickly  set-     imately,  ten  pounds  on  the  distributing  system. 


Coinpre.ssiiin    Tank.s   at   San    Mateo. 

lied,  trul}'  suburban  district  on  the  peninsula,  espe- 
cially near  the  stations,  Fair  Oaks  and  Menlo  Park. 
At  the  former  place  a  distributing  system  consisting 
of  two-inch  inain  exists,  service  being  supplied  tt)  the 
system  from  the  main  line  through  a  two-inch  district 
governor,  and  a  pressure  of  ten  pounds  is  maintained 
here  also. 


Conipressidn    Tanli.s    at    Redwcioil    Oity. 

Indi\idual  ser\ice  regulators  are  installed  on  all 
services  on  the  consumers"  premises  in  a  position  easy 
of  access  and  where,  should  the  seal  blow,  the  ga§  will 
escape  outside  the  building. 

The  regulators  are  adjustable  and  pressure  may 
b.e  varied  from  three  to  six  inches.  For  service  con- 
nection  three-fourth-inch   pipe  is  generally  employed. 


Governors  on  Lines  Feeding  Out  From  Redwood  City. 

At  Menlo  Park  there  is  the  only  low  pressure 
distributing  system  in  the  peninsula  territory.  A  num- 
ber of  years  ago  a  wealthy  resident  erected  a  gas  plant 
and  laid  several  thousand  feet  of  four-inch  mains  to 
supply  his  neighbors  The  plant  ceased  operations 
after  the  earthcjuake  of  1906  and  the  distributing  sys- 
tem was  taken  over  by  the  Pacific  Gas  and  Electric 
Company.  The  mains  were  tested  to  5  lb.  gas  pressure 
and  found  comparatively  tight;  but,  as  the  four-inch 
mains  provided  ample  capacity,  it  was  decided  to  ope- 
rate at  low  pressure.  Accordingly,  a  district  governor 
was  installed  in  a  waterproof  manhole,  which  governor 


Mtinlu'lL-    .it     .\I  liL-i  ((III     -\\'enue    and    County    Road, 
Fail-    Oaks. 


;rnvo    .\venue    and    County   Road, 
Menlo    Park. 
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7"t?  PALO  ALTO 


Gas   Tanks   and  Connections   at    Palo    Alto, 


^CM£CK  i/'ALVE 


though  one-half  has  been  found  satisfactory  for  the 
smaller  houses.  Services  are  connected  to  the  main  by 
tapping  and  using  service  clamps  with  lead  gaskets 
which  make  a  perfectly  tight  joint. 

The  reader  or  auditor  who  follows  the  description 
rif  this  system,  because  of  its  seeming  complication, 
would  naturallv  conclude  that  iiuich  attention  will  be 


see  that  the  flanges  are  drawn  up  evenly  so  that  the 
pressure  on  the  gasket  is  even,  otherwise  the  flange  is 
apt  to  bind  on  the  pipe  and  a  leak  will  develop. 

Pipe  used  for  high-pressure  service  should  be  most 
carefully  coated  with,  at  least,  two  coats  of  the  best 
metal  preservative.  At  this  writing  the  writer  is  in- 
clined to  favor  I'liturine,  esiieciallv  in  ground  affected 


Service    Regulator    and    Oil    Seal    as    Installed    with 
Meter. 


constantly  recjuired  throughout  the  distributing  terri- 
tory. This  is  not  the  case.  Comparative  investigation 
and  e.xpcrience  have  demonstrated  that  this  system  is 
operated  with  less  trouble  and  fewer  complaints  than 
low  pressure,  and  the  service  to  the  consumer  is  all 
that  can  be  desired. 

The  system  briefly  outlined  in  the  foregoing  pages 
serves  a  territory  having  at  present  a  population  of 
approximately  30,000  people,  distributed  over  an  area 
of  about  sixty-six  square  miles ;  hence,  it  may  well  be 
termed  a  system  for  supplying  gas  to  subiirban  terri- 
tory. 

It  is  almost  needless  to  state  that  the  installation 
of  a  high-pressure  system  requires  the  utmost  care, 
as  a  leak  the  size  of  a  pinhole  is  like  a  plug  out  in  a 
low-pressure  system.  -\11  work  should  be  performed 
with  the  greatest  care  and  should  be  done  under  the 
supervision  of  a  most  painstaking  foreman.  .Ml  mains 
laid  should  be  tested  with  air  pressure  considerably  in 
excess  of  the  gas  pressure  to  be  employed.  For  this 
work  a  portable  air  compressor  should  be  used  and 
pressure  should  be  kept  on  for  several  hours. 

When  tubing  is  used  and  the  joints  are  made  with 
Dresser  couplings,  particular  care  should  be  taken  to 


Method  of  Installing  Storage  Tanks  and  Governors 
'  to   Suppl.v   Peak   Demand. 


Ijy  tide  water.  When  screw  pipe  is  used  a  die  sliould 
be  run  over  the  threads  to  insure  proper  cut.  Line 
pipe  sockets  only  should  be  used  and  the  joint  should 
he  made  with  litharge  and  glycerine.  .\\\  iron  fittings 
should  be  e.xtra  heavy.  Brass  fittings,  valves,  etc., 
should' be  extra  heavy  and  of  the  best  workmanship. 

While  pipe  as  small  as  one  inch  has  been  employed 
in  high-pressure  systems,  I  favor  using  nothing  smaller 
than  two  inch,  even  in  sparsely  settled  territory,  as  the 
increased  capacity  will  permit  carrying  lower  pres- 
sures, which  means  less  leakage. 
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While  good  results  have  been  obtained  b}'  direct 
service  from  mains  carrj-ing  as  high  as  75  lb.,  L  do  not 
think  the  practice  should  be  encouraged,  it  is  far  bet- 
ter to  keep  the  higher  pressure  lines  free  from  service 
connections,  using  them  only  to  convey  the  gas  to  a 
central  point,  or  points,  where  the  pressure  should  be 
reduced,  for  the  distributing  system,  as  low  as  the  de- 
mand on  the  system  will  allow.  This  can  be  ascer- 
tained by  taking  pressures  occasionally  some  distance 
from  the  distributing  center  with  a  recording  gauge. 
A  battery  of  storage  tanks  should  be  installed  at  the 
distributing  center  of  sufficient  capacity  to  meet  peak 
requirements.  These  should  be  filled  from  the  main 
line  by  means  of  a  compressor  at  off  peak  times  and 
turned  into  the  distributing  system  b}-  means  of  an 
automatic  governor  when  the  pressure  on  the  distrib- 
uting system  falls  to  a  certain  pressure.  An  installa- 
tion of  this  kind  exists  at  the  Petaluma  plant  of  the 
Pacific  Gas  and  Electric  Company  and  the  results  are 
most  satisfactory.  The  arrangement  is  clearly  shown 
in  the  drawing  herewith. 

Another  point  which  must  not  be  overlooked  on  a 
high-pressure  system  is  the  care  of  service  regulators. 
Regular  inspections  should  be  made  to  see  that  they  are 
in  proper  working  order.  If  this  is  done  the  service 
should  be  as  near  perfect  as  possible. 

As  yet,  metering  large  quantities  of  gas  under 
high  pressure  has  not  been  successfully  done,  but  both 
the  Rotary  Meter  Company  and  the  St.  John  Meter 
Company  will  shortly  place  on  the  market  meters 
which  promise  to  be  satisfactory.  The  Pacific  Gas  and 
Electric  Company  intend  trying  these  meters  out  and 
some  interesting  data  should  be  obtainable  at  the  next 
meeting  of  this  Association. 

Varying  conditions  will  necessarily  produce  vary- 
ing requirements  for  each  suburban  territory,  but,  in 
a  general  way,  the  foregoing  will  apply  to  any  subur- 
ban district. 


DISCUSSION    ON    STEAM     ENGINEERING    PRACTICE.' 
A  Few   Hints  on  Scotch   Boilers. 

A  Scotch  boiler  as  usually  termed,  is  a  steel,  c.vlindrital, 
longitudinal,    wet    bottomed,    marine    boiler. 

The  advantages  of  corrugated  furnaces  over  plain  fiu'- 
naces  are:  (a)  better  for  expansion,  (bj  more  metal,  (c) 
diameter  and  not  the  diameter  squared  as  with  the  plain  fur- 
nace, (d)  coiTugations  strengthen  the  furnace,  <e)  more  heat- 
ing surface  for  the  same  length. 

The  main  stays  are  usually  from  2  in.  to  3  in.  in  diameter 
and  pitched  at  from  14  in.  to  16  in.,  and  are  arranged  in  hori- 
zontal and  perpendicular  lines.  The  stress  allowed  is  7000  lb. 
if  iron  and  9000  lb.  for  steel  per  square  inch. 

Boiler  overheating  is  caused  by  shortness  of  water;  al- 
lowing the  water  to  become  too  dense;  accumulation  of  scale 
on  the  heating  surfaces;  deposits  of  oil  on  the  heating  sur- 
faces; or  plates  too  thick,  as  furnaces  1%  in.  thick  would 
burn  down  until  they  were  %  in.  thick. 

Boiler  priming  is  caused  by  dirty  water,  or  hard  firing. 
The  remedy  is  to  open  the  cylinder  drain  cocks  and  slow 
down  the  engine  until  water  is  steady  again  in  the  gauge 
glass. 

If  when  blowing  down  the  boiler  the  blow  down  cock 
becomes  jammed,  slack  the  gland  and  ease  the  cock,  as  this 
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may  be  due  to  unequal  expansion  between  the  cock  and  shell. 

Getting  up  steam  in  a  Scotch  boiler  should  never  be  at- 
tempted in  less  than  12  hours,  that  is  from  the  moment  of 
lighting  the  fires  until  you  have  working  pressure.  If  pos- 
sible take  24  hours,  for  the  slower  the  boiler  is  heated  the 
more  equal  the  expansion,  as  in  this  case  the  bottom  of  the 
boiler  gets  every  chance  to  heat  as  well  as  the  top.  Keep 
the  donkey  pump  circulating  the  water  in  the  boiler  for  a 
few  hours,  or  better  if  you  have  a  hydrokineter  use  it. 

If  a  boiler  rivet  is  leaking  badly,  draw  fires  and  blow 
down  boiler,  then  knock  out  rivet  and  put  in  a  bolt  which 
would  do  temporarily  until  a  chance  could  be  had  to  put  in 
a  new  rivet. 

If  a  broken  check  valve  stem  cannot  be  adjusted,  regu- 
late the  feed  water  by  means  of  the  main  throttle  valves.  If 
there  is  more  than  one  boiler,  shut  down  the  throttle  valve 
on  whichever  boiler  has  most  water  in  it.  If  only  one  boiler 
use  auxiliary  or  donkey  check  valve  to  regulate  feed  water. 

If  the  bottom  seams  leak,  dress  and  caulk,  and  use  due 
precaution  in  the  heating  up  of  the  boiler. 

The  manhole  door  and  manhole  are  made  oval,  to  allow 
the  door  to  be  taken  out  and  put  in  at  will  as  the  door  is 
larger  than  the  manhole.  If  square  or  round  the  door  would 
always  have  to  stay  inside  the  boiler  and  would  be  in  the 
way  for  inspection  and  cleaning. 

Fire-bars  should  have  a  droop  of  one  inch  to  every 
foot  length.  If  grate  length  is  five  feet,  the  droop  is  five 
inches.  If  the  furnace  is  three  feet  in  diameter  two  feet 
should  be  the  height  of  fire  brick,  leaving  one  foot  for  the 
heat  and  flame  to  pass  into  the  fire  box.  If  arch  bricks  are 
used  the  height  of  beaters  and  fire  bricks  should  then 
be  three  inches  less,  as  the  arch  bricks  are  generally  about 
3  in.  thick.  The  arch  bricks  are  used  to  save  the  rivets  of  the 
furnaces  as  the  greatest  heat  goes  on  the  brick.  When  clean- 
ing fires  the  arch  bricks  are  often  knocked  down  and  this  is 
one  of  the  reasons  that  the  engineers  have  not  used  them 
permanently.  If  short  of  fire  clay  and  the  bricks  are  loose 
a  very  good  plan  is  to  break  up  a  few  fire  bars  to  the  proper 
length  and  place  them  between  the  bricks.  The  excessive 
heat  melts  them  between  the  bricks  and  they  adhere  to  the 
bricks   and   make   a   very   good   substitute   for   clay. 

How  to  fire  a  Scotch  boiler: 

(1)  Place  some  wood  on  top  of  fire  bars  and  then  apply 
a  piece  of  waste  with  some  oil  on  it  between  two  layers  of 
the  wood  and  then  cover  same  with  a  thin  coating  of  coal, 
then   apply   a   light. 

(2)  Keep  a  slow  fire  burning  to  warm  up  the  boiler 
slowly,  say  for  4  to  6  hours.  Let  the  steam  rise  easily  as 
forcing  the  boiler  means  leaky  rivets  and  seams  owing  to  the 
unequal  expansion  of  the  top  and  bottom  of  the  boiler. 

(3)  Use  the  circulating  pump,  usually  a  Weir's  or  ver- 
tical   donkey    pump. 

(4)  At  sea  a  good  fireman  waits  until  the  coal  is  red 
all  over  before  putting  on  the  next  fire.  It  is  a  good  plan 
when  throwing  the  coal  in  to  let  the  fireman's  shovel  lightly 
touch  the  front  of  fire  entrance  as  the  coal  then  spreads  over 
the  fire.  Push  the  coal  which  has  been  half  burned  from  the 
front  of  the  furnace  to  the  back  and  throw  the  green  coal 
or:  at  the  front.  This  means  that  you  are  getting  the  most 
heat  and  at  the  same  time  the  heat  from  the  glowing  coals 
will  be  consuming  the  gases  in  the  smoke  which  is  passing 
from    the   green    coal   at   the    front. 

(5)  Use  the  fire-hoe  to  keep  the  fire  level  and  see  that 
the  fire-bars  are  covered  or  otherwise  there  will  be  a  loss  in 
the  draught  and  a  poorer  fire  and  less  steam. 

(6)  Pass  the  slice  bar  occasionally  under  the  coal,  easing 
the  clinker  and  letting  the  air  pass  through  freely. 

CHARLES    MORTON. 
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CURRENT  COMMENT 


The  Denver  Electrical  Show  opens  on  October  8, 
continuino^  one  week  thereafter. 

A  rotary  air  compressor  capable  of  compressing 
twenty  thousand  cubic  feet  of  free  air  per  minute  to  a 
pressure  of  ii8  pounds  is  being  manufactured  in  Ger- 
many. The  compressor  runs  at  4000  r.p.m.  and  has 
twelve  stages. 

A  new  Peruvian  electric  railway  is  to  be  built  for 
80  miles  between  Ancon  and  Huacho.  It  is  to  be  oper- 
ated by  power  to  be  developed  from  the  river  Chancay, 
or  Pasamayo.  xAny  excess  of  power  is  to  be  sold  to  the 
sugar    plantations. 

Increased  membership  in  I.  E.  S.,  the  Illuminating 
Engineering  Society,  is  reported  as  a  result  of  the 
campaign  started  by  J.  Robert  Crouse  in  June  of  this 
year.  The  addition  of  500  names  represents  an  in- 
crease of  50  per  cent  in  the  total  membership. 

Examination  for  clerk-draftsman  is  anninmced 
by  the  United  States  Ci\il  Service  Commission  on  Oc- 
tober 19-20,  1910,  to  fill  vacancies  as  they  may  occur 
in  the  position  of  clerk-draftsman  in  offices  of  sur- 
veyors general.  Land  Office  Service,  at  salaries  of 
about  $4  per  diem  or  $1200  per  annum. 

An  electrically  cooked  dinner  for  18  persons,  the 
dinner  including  soup,  roa.st  beef,  Lima  Ijeans,  pota- 
toes, shortcake  and  coffee,  was  recently  served  at  Chi- 
cago. The  entire  operation  took  two  hours  and  re- 
quired 23T0  watthours  which  at  to  cents  cost  21,. x 
cents,  an  average  of  r.28  cents  per  person. 

The  statue  of  Lord  Kelvin,  by  Mr.  .Albert  Bruce- 
Joy,  which  is  to  be  erected  in  Belfast,  Ireland.  Lord 
Kelvin's  birthplace,  is  nearly  ready.  The  figure  stands 
10  feet  high.  On  the  right  hand  is  a  design  of  Kel- 
vin's gyroscope,  and  on  the  left  a  model  iif  the  Kelvin 
compass.    The  statue  will  be  cast  in  bronze. 

The  hot  wire  system  for  tungsten  lamps  is  being 
used  on  Eastern  railroads  to-^mininiize  breakage.  A 
small  current,  keeping  the  filament  at  a  dull  red.  is 
always  on  tlie  line,  tlius  giving  longer  life  to  tlic  fila- 
ment. The  lamps  are  lighted  from  storage  batteries 
a*"  60  volts,  this  beinsf  reduced  to  4  volts  when  the 
lamps  are  extinguished. 

A  combination  engine  and  boiler  has  lieen  devel- 
oped in. Germany  to  give  one  horsepower  hour  per 
pound  of  coal  burned.  The  cylinder  and  steam  dome 
are  cast  in  one  piece  and  riveted  to  the  boiler  sliell- 
This  eliminates  radiation  and  condensation  in  long 
steam  (lipes  and  utilizes  the  waste  heat  fmin  tlic  fur- 
nace gases  ill  superheating  the  steam. 

Newly  elected  national  officers  of  the  N.  A.  S.  E. 

at  the  Rochester  con\ention  in  Seritcmber  are  Carl 
S.  Pearse,  Denver,  Colo.,  president :  Edward  H.  Kear- 
ney, Boston,  Mass.,  vice-president :  Ered  W.  Raven, 
Chicago,  111.,  secretarv :  Samuel  B.  Eorsc,  Pittsburg, 
Pa.,  treasurer;  Toseph  J.  Gibnev.  Mobile,  .Ma.,  con- 
ductor :  \y.  H.  Lockett.  Dallas,  Tex.,  doorkeeper. 


Examination  for  assistant  forest  rangers  is  an- 
nounced by  the  Civil  Service  Commission  on  October 
24-25,  1910.  The  U.  S.  Department  of  Agriculture  esti- 
niates  that  400  eligibles  will  be  needed  during  the  field 
season  of  191 1.  Assistant  forest  rangers  are  paid  an 
entrance  salary  of  $1100  per  annum.  The  examination 
will  be  held  at  National  forest  headquarters  through- 
out the  Western  States. 

Amateur  wireless  operators  are  organizing  under 
the  direction  of  George  Hiram  Mann,  an  attorney  of 
Washington;  first,  to  defeat  the  Depew  bill;  second, 
to  secure  the  passage  of  the  Roberts  joint  resolution, 
which  provides  a  commission  to  take  testimony  before 
any  legislative  action  is  adopted,  and,  third,  to  secure 
an  expression  on  behalf  of  all  the  amateurs,  favoring 
some  positive  legislation  which  will  give  them  protec- 
tion. 

A  potato  as  a  polarity  indicator  is  described  by  a 

writer  in  I'nwer.  L'])on  inserting  the  two  current 
carrying  wires  into  a  freshly  cut  surface  a  green  stain 
due  to  dissolved  copper  indicates  the  positive  wire. 
If  both  wires  are  surrounded  by  dark  colored  stains  the 
current  f s  alternating.  Another  method  is  to  hold  a  l^iar 
magnet  near  a  lighted  incandescent  lamp.  If  the  cur- 
rent is  alternating  the  filament  will  vibrate,  if  direct 
it  will  be  attracted  or  repelled  according  to  the  sign 
of  the  magnet  pole  presented. 

Average  daylight,  as  defined  by  Ives  closely  cor- 
responds to  the  light  emitted  from  a  black  body  at 
5000  degrees  absolute.  .\s  shown  by  the  Ives  color- 
imeter its  sensation  values  for  red,  green  and  blue  are 
?!?•  T-3  per  cent  for  each.  Of  all  the  artificial  illumi- 
nants  the  Moore  carbon  dioxide  tulie  has  been  found  to 
lie  nearest  to  this  standard,  being  31.3  red,  31.0  green 
and  ;^'/.'/  blue.  .As  time  has  advanced  the  tendency  has 
always  been  toward  a  whiter  light  from  the  open  fire 
place,  to  the  candle,  to  the  ordinary  oil  lamii,  to  the 
gas  lamp,  to  the  carbon  incandescent,  to  tlie  ^^'cls- 
bach.  to  the  Nernst,  to  the  timgsten,  to  the  acetylene, 
to  the  arc  lamp,  to  the  Moore  tidic. 

Coal  briquettes  were  produced  in  tlie  United 
States  last  year  in  greater  quantity  than  ever  before, 
according  to  the  U.  S.  Geological  Survey,  but  the  out- 
put is  still  insignificant  compared  with  the  18.000.000 
tons  made  annually  in  Germany.  The  American  pro- 
duct in  1909  is  reported  as  139.661  short  tons,  valued 
at  about  $453,000.  This  is  an  increase  of  54  per  cent 
over  the  production  of  1008.  The  reason  for  the  much 
greater  production  in  Germany  is  stated  to  lie  the 
cheapness  of  labor  there,  the  greater  cost  of  coal,  and 
the  practice  of  coking  coal  in  retort  o\ens  whicli  yield 
a  large  quantity  of  pitch  suitable  for  use  as  a  binding 
material  for  briquettes.  The  Geological  Survey  states 
that  here  the  briquette  industry  is  held  back  by  the 
large  supplv  of  cheap  natural  fuel,  by  the  high  cost  of 
laljor.  and  by  attempts  to  exploit  secret  processes  for 
Avliich  extravagant  claims  are  made  but  which  have 
f."iled  to  make  good. 
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Entropy 

comiilex  subjects. 


^^'hen  a  child  first  learns  to  add  he  cannot  deal 
with  abstract  numbers  but  requires  some  familiar 
object,  such  as  apples  or  blocks,  as 
a  sort  of  mental  crutch  to  assist  his 
understanding.  We  all  erqploy  such 
artifices  in  trying  to  comprehend 
The  Saviour  spoke  in  parables.  The 
;ittraction  of  gra\iu-  or  of  magnetism  may  be  explained 
by  the  assumption  that  they  act  along  lines  of  force. 
The  hydraulic  analogy  simjilifies  the  mystery  of  elec- 
tricity. Meridians  of  lalitude  and  of  longitude  help  the 
surveyor  and  geograj)licr.  Hut  parables  are  not  liter- 
ally true:  there  are  no  actual  lines  of  magnetic  force; 
neither  is  electricity  water:  nor  the  equator  "a  menag- 
erie lion  running  around  the  center  of  the  earth." 

-Among  the  most  difficult  subjects  to  comprehend 
is  the  science  of  thermodynamics  which  gives  a  math- 
ematical explanation  of  the  work  done  by  steam  in  an 
engine.  By  drawing  a  diagram  of  what  takes  place 
these  difficulties  are  somewhat  simplified.  Every 
steam  engineer  is  familiar  with  such  a  diagram  in  an 
indicator  card  which  represents  the  steam's  work  as 
an  area  equal  to  a  summation  of  the  product  •of  the 
volume  and  the  pressure  at  all  points  in  the  piston 
movement.  Most  engineers  know  how  to  compute  the 
indicated  horsepower  from  the  mean  efi'ective  pressure 
thus  determined,  and  how  to  calculate  the  indicated 
steam  consumption  with  the  assistance  of  steam  tables. 
But  when  it  comes  to  finding  the  character  of  the  ex- 
pansion and  determining  the  loss  due  to  cylinder  con- 
flensation  and  to  wire  drawing  the  indicator  diagram 
is  not  satisfactory. 

This  inadequacy  may  be  obviated  by  the  use  of  an 
entropy  diagram.  Entropy  is  one  of  the  most  illusive^ 
intangible  and  least  understood  of  all  engineering 
terms.  Heat  is  assumed  to  be  a  compound  quantity 
consisting  of  two  factors,  one  the  absolute  temperature, 
the  other  entropy.  Just  as  work  is  graphically  repre- 
sented in  the  indicator  diagram  as  the  product  of  pres- 
sure and  voltime.  so  is  heat  imparted  diagrammed  as 
the  product  of  temperature  and  entropy.  In  the  steam 
tables  entropy  is  gi\cii  as  a  decimal  fraction  which  has 
been  computed  by  the  methods  of  higher  mathematics. 
The  value  of  this  factor  for  water  increases  from 
o  to  0.67  as  the  absolute  pressure  increases  from 
0.0886  to  600  pounds  per  square  inch,  while  the  en- 
tropy of  evaporation  correspondingly  decreases  from 
2.1832  to  0.783. 

The  physical  conception  of  this  "ghostly  quantity" 
which  cannot  be  perceived  by  the  senses  or  measured 
bv  any  gauge  or  meter  is  as  difficult  as  is  that  of  the 
fourth  dimension.  For  all  practical  purposes  it  is 
sufficient  to  accept  it  merely  as  a  length  in  a  diagram 
or  as  an  abstract  numerical  quantity  in  the  tables, 
largely  as  a  matter  of  faith,  being  much  like  religion 
in  this  respect.  Before  the  commercial  development  of 
the  steam  turbine  most  engineers  side-stepped  this 
(luestion,  but  now  it  is  necessary  for  them  to  go  back 
ynd  brush  up  on  the  subject.  Rightly  applied  it  is  a 
powerful  tool  in  attacking  steam  problems.  It  is 
not  necessarv  to  bother  about  what  entropy  is.  but  it 
is  certainly  advisable  to  find  out  what  can  be  done  with 
this  device. 
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PERSONALS. 

A.  M.  Hunt,  electrical  engineer,  left  on  a  trip  to  San 
Diego    last   Tuesday. 

K.  Kasper,  who  has  electric  lighting  interests  at  Vallejo, 
spent  last  Tuesday  at  San  Francisco. 

K.  G.  Dunn,  engineer  with  Hunt,  Mirk  &  Co.,  has  re- 
turned to  San  Francisco,  from  a  northern  trip. 

R.  S.  Buck,  of  the  engineering  staff  of  Sanderson  &  Por- 
ter, is  expected  in  California  about  October  1.5. 

J.  F.  Meister  has  been  appointed  instructor  in  electrical 
engineering  at  the  Oregon  Agricultural  College,  Corvallis. 
Oregon. 

H.  A.  Lardner,  manager  of  .1.  G.  White  &  Co.'s  Pacific 
Coast  office,  returned  to  San  Francisco  last  week  from  Los 
Angeles. 

John  Coffee  Hays,  general  manager  of  the  Mt.  Whitney 
Power  Company,  of  Visalia,  was  a  San  Francisco  visitor 
during  the  past  week. 

A.  W.  Vinson,  representing  Cutler,  Hammer  Mfg.  Co.. 
as  engineer,  with  Otis  &  Squires,  has  been  transferred  to  the 
home  office  at  Milwaukee. 

H.  A.  Tedford,  general  superintendent  of  the  Northern 
California  Power  Company,  spent  last  Tuesday  at  the  com- 
pany's San  Francisco  office. 

George  Hawkins,  with  Chas.  C.  Moore  &  Co.,  engineers, 
recently  returned  to  San  Francisco  with  several  good  con- 
tracts from  the  Hawaiian  Islands. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  Pacific  Coast  repre- 
sentatives of  the  Westinghouse  Machine  Co.,  left  last  Mon- 
day  for  Los   Angeles  and   San   Diego. 

Leon  M.  Hall,  of  Hall,  Demarest  &  Co.,  spent  the  past 
week  in  Merced  County,  on  engineering  work  connected 
with  the  construction  of  irrigation  dams. 

George  I.  Kinney,  Pacific  Coast  manager  for  the  i''ort 
Wayne  Electric  Works,  has  returned  to  his  San  Francisco 
office  after  paying  a  visit  to  Los  Angeles. 

E.  H.  Rose  of  Los  Angeles  has  been  appointed  manager 
a  I  Maricopa,  Cal.,  for  the  Midway  Light  &  Power  Co.,  which 
u'cently  took  over  the  interests  of  the  West  Side  Electric 
Company. 

Gary  T.  Hutchinson,  a  consulting  electrical  engineer  at 
New  York  City,  is  examining  the  plant  of  the  Klickitat  Val- 
ley ^Development  Co.  under  construction  near  Glenwood, 
Washington. 

H.  T.  Edgar  has  been  appointed  manager  of  the  Seattle 
Electric  Co.  Since  1898  Mr.  Edgar  has  been  manager  of 
Stone  &  Webster  properties  at  Lowell,  Mass.,  and  at  El 
Paso,  Texas. 

F.  B.  Gleason,  manager  of  the  Western  Electric  Com- 
pany's San  Francisco  branch,  recently  returned  from  a  trip  to 
Salt  Lake  City,  and  reports  that  business  has  improved  all 
along  the  line. 

A.  L.  Searles,  manager  of  the  electric  rock  drill  depart- 
ment of  the  Fort  Wayne  Electric  Works,  left  Los  Angeles 
last  Saturday  for  Madison,  Wis.,  after  spending  several  weeks 
on   the  Pacific  Coast. 

W.  N.  Winter  has  been  elected  manager  of  the  Home 
1'elephone  Company  at  Hood  River,  Ore.  Charles  Hall,  presi- 
dent of  the  company,  who  has  been  manager  of  the  system, 
will  be  the  managing  director. 

George  Spaulding,  representing  E.  M.  Burgess,  the  gen- 
eral manager  of  the  Colorado  Telephone  Company,  has  ar- 
rived at  San  Pi-ancisco  from  Denver  and  is  inspecting  the 
Pacific  Telephone  &  Telegraph  Company's  system. 

H.  M.  Byllesby,  head  of  H.  M.  Byllesby  &  Co..  of  Chicago, 
is  at  San  Francisco  on  business  connected  with  investments 
in  electric  power  plants  in  California  and  elsewhere.  He  was 
accompanied  by  A.  F.  Stevens,  of  his  engineering  staff. 


H.  C.  Deering,  manager  of  the  Humboldt  Gas  &  Electric 
Company  of  Eureka,  Cal.,  has  been  at  San  Francisco. 

H.  C.  Goldrick,  Pacific  Coast  manager  of  the  Kellogg 
Switchboard  &  Supply  Company,  has  returned  to  his  San 
Francisco  office  after  a  Southern  California  tour. 

R.  E.  Starkweather,  who  has  has  charge  of  the  con- 
struction of  the  Great  Western  Power  Company's  transmis- 
sion lines  for  the  past  two  years,  has  resigned  his  position 
to  engage  in  private  construction  work,  particularly  of  pole 
lines. 

A  special  board  of  army  engineers,  appointed  by  Presi- 
dent Taft  to  inspect  and  report  upon  the  Government  reclama- 
tion projects  now  under  way,  were  at  San  Francisco  during 
the  past  week,  accompanied  by  F.  H.  Newell,  director  of  the 
reclamation  service.  The  personnel  of  the  party  included 
Brigadier-General  W.  L.  Marshall,  advising  engineer;  Colonel 
William  C.  Longfit,  Lieutenant-Colonel  John  Biddle,  and 
Majors  William  W.  Harts,  Charles  W.  Kutz  and  Harry  Bur- 
gess. The  work  already  inspected  includes  that  on  the 
Truckee-Carson  project  at  Fallon,  Nev.,  and  the  Government 
irrigation  project  at  Klamath  Falls,  Ore.  The  Imperial  Valley 
project,  in  California,  will  next  be  investigated. 


TRADE   NOTES. 

Geo.  F.  Willoughby  has  bought  the  business  of  the  Hun- 
ter Electric  Co.  at  Eugene,  Oregon,  and  will  conduct  it  in  his 
name. 

The  Burton  R.  Stare  Co.,  dealers  in  electrical  supplies 
at  Seattle,  have  moved  to  enlarged  quarters  at  11.5  Prefon- 
taine   Place. 

James  C.  Maitland  has  bought  out  the  interest  of  P.  H. 
Ridgway  in  the  Electrical  Engineering  Co.,  electrical  con- 
tractors,  112   Marion   street,   Seattle. 

The  office  of  the  Western  Carbon  Battery  Co.,  has 
been  removed  from  the  American  Bank  building,  Seattle,  to 
Die  factory,  1906  Seventh  avenue,  near  Westlake,  Seattle. 

The  Westinghouse  Electric  &  Manufacturing  Company 
has  recently  received  an  order  from  the  Simonds  Manufac- 
turing Company  for  six  500  k.v.a.  O.  I.  S.  C.  transformers, 
two  200  h.p.  type  HF  rolling  mill  motors  to  be  used  in 
the  new  Lockport,  New  York,  plant  of  the  purchaser  The 
transformers  will  be  used  in  stepping  down  the  power  pur- 
chased at  12,000  volts  to  480  volts.  One  of  the  motors 
w  ill  be  used  on  the  band  sawmill  and  the  other  on  a  cross 
cut  sawmill.  The  motors  will  be  geared  to  the  mills,  which 
will  consist  of  two  stands  each.  The  motors  will  be  of  the 
\^'estinghouse  extra  heavy  rolling  mill  type,  so  constructed  as 
to  permit  the  moving  of  the  stator  sideways  in  case  of  nec- 
essary repairs  to  the  rotor. 

J.  G.  White  &  Company,  Inc.,  have  been  awarded  a  con- 
tract for  the  en.gineering  and  construction  of  a  steam  and 
e'ectric  power  plant  to  be  built  for. the  Power  Transit  & 
Light  Company,  at  Bakersfield.  Kern  County,  California.  The 
building  will  be  82  feet  by  140  feet,  with  substructure  of 
concrete,  self  supporting  steel  frame,  and  walls  of  metal 
lath  and  plaster,  which  is  the  usual  form  of  construction 
throughout  lower  California,  and  will  be  designed  to  accom- 
n'.odate  two  2000  kilowatt  horizontal  turbines,  with  boil- 
ers, condensers  and  necessary  auxiliaries.  A  750  kw.  turbine 
will  be  temporarily  installed  at  the  earliest  possible  date. 
^^'ate^  for  condensing  purposes  will  be  obtained  from  an  irri- 
gation ditch  near  the  plant,  and  the  water  for  boiler  purposes 
will  be  supplied  from  wells  to  be  driven  near  the  power  house. 
As  the  boilers  will  be  installed  with  oil  burners,  there  will 
be  no  basement  under  the  boiler  room.  The  station  will  be 
designed  electrically  to  deliver  practically  full  load  at  either 
CO.OOO,  10,000  or  2300  volts,  and  will  operate  at  all  the  above 
pressures  simultaneously.  The  estimated  cost  is  approxi- 
mately $400,000. 
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WHAT  ONE  CENT'S  WORTH  OF  ELECTRICITY  WILL  DO. 

The  Southern  California  Edison  Company  of  Los  An- 
geles has  prepared  the  following  data  on  the  current  con- 
sumption of  various  household  appliances  whose  chief  de- 
lights are  their  convenience,  cleanliness  and  the  fact  that 
many  dishes  may  be  electrically  prepared  upon  the  dining 
table: 

Coffee   Percolator. 

One  cent's  worth  of  electricity  will  make  six  cups  of  de- 
licious coffee  in  an  electric  percolator,  which  is  operated  upon 
the  dining  table,  requiring  no  service  from  the  kitchen.  The 
percolator  is  as  beautiful  as  the  coffee  urn  and  an  ornament 
to  the  table. 

Electric  Water   Boilers. 

One  cent's  worth  of  electricity  will  bring  to  a  boil  four 
quarts  of  water,  or  operate  the  baby  milk  warmer  two  times. 
These  water  heaters  are  adaptable  for  boiling  eggs  on  the 
dining  table,  or  any  purpose  for  which  hot  water  is  required. 

Electric  Sewing  Machine. 
One   cent's   worth   of  electricity   will   operate   an   electric 
sewing  machine  motor  for  five  hours.     This  little  device  at- 
tached to  an  ordinary  sewing  machine  takes  away  all  of  the 
hard  work  incident  to  the  family  sewing. 

Electric  Heating  Pads. 
One  cent's  worth  of  electricity  will  keep  an  electric  heat- 
ing pad  hot  for  three  hours.  These  pads  are  provided  with  the 
thermostat,  which  automatically  prevents  the  temperature 
from  becoming  too  high.  Indispensable  for  the  sick  room  and 
the  sleeping  porch. 

Electric   Shaving    Mugs. 

One  cent's  worth  of  electricity  will  heat  water  in  an 
electric  shaving  mug  for  twelve  shaves.  The  water  is  heated 
almost  instantly,  and  if  the  current  is  turned  on  upon  aris- 
ing, plenty  of  hot  water  will  be  available  for  the  morning 
shave. 

Electric    Chafing    Dish. 

One  cent's  worth  of  electricity  will  operate  the  beautiful 
electric  chafiing  dish,  which  has  come  to  be  a  feature  in  so- 
ciety luncheons,  long  enough  to  make  a  Welsh  rare-bit. 

Electric    Broilers. 
One  cent's  worth  of  electricity  will  run  an  electric  broiler 
for  ten  minutes.     The  broiler  is  also  intended  for  use  on  the 
dining  table.     The  broiler  will  prepare  chops  and  steaks  for 
the  meal  while  the  coffee  is  making  in  the  percolator. 

Electric  Disc  Stoves. 

One  cent's  worth  of  electricity  will  keep  an  eight-inch 
disc  stove  hot  for  fifteen  minutes.  The  electric  disc  stove 
i.-'  an  appliance  which  can  be  used  for  many  purposes.  It  is 
handsome  in  design. 

Electric   Griddles. 

One  cent's  worth  of  electricity  will  operate  an  electric 
griddle  for  fifleen  minutes.  These  appliances  are  highly  ap- 
preciated by  families  who  are  fond  of  hot  cakes.  With  the 
electric  griddle  they  can  be  cooked  upon  the  table.  No  trot- 
ting from  kitchen  to  dining  room  with  every  plate  of  cakes. 

Electric  Foot  Warmers. 
One  cent's  worth  of  electricity  will  keep  an  electric  foot 
warmer  hot  for  thirty  minutes.  The  current  is  turned  on  and 
the  surface  is  just  large  enough  to  place  the  feet  upon  and 
radiate  the  prop'^r  amount  of  heat  to  warm  the  feet  with- 
out overheating  the  room  or  vitiating  the  air. 


Electric   Flatlron.  , 

One  cent's  worth  of  electricity  will  keep  a  six-pound  elec- 
tric   flatlron   hot   for   fifteen    minutes.     This    is   long   enough 
.  to  do  the  dainty  family  ironing,  such  as  fabrics  that  are  too 
fine  to  entrust  to  your  Chinaman. 

Luminous  Radiators. 

One  cent's  worth  of  electricity  will  operate  the  luminous 
electric  radiator  for  twelve  minutes,  wihch  is  long  enough 
to  heat  the  bed  room  while  dressing,  take  the  chill  off  the 
dining  room  in  the  early  mornings  and  heat  the  bath  room. 
Its  use  for  heating  small  rooms  is  within  reach  of  all  our 
consumers. 

The  Electric  Toaster. 

One  cent's  worth  of  electricity  will  heat  an  electric 
toaster  for  fifteen  minutes,  which  will  make  about  twenty 
slices  of  toast.  The  toaster'  is  made  especially  for  the 
dining  table,  but  it  is  often  used  at  the  bedside  and  in  the 
sick  room.     This  is  an  ideal  small  appliance. 

Electric  Toaster  Stove. 
One  cent's  worth  of  electricity  will  operate  the  electric 
toaster  for  fifteen  minutes.  It  is  a  generally  utility  appli- 
ance for  light  work  and  w-ill  make  hot  cakes,  toast,  coffee, 
broil  chops,  heat  water  and  fry  eggs,  and  a  number  of  other 
things,  and  is  absolutely  indispensable. 

Electric  Tea  Kettles. 
One  cent's  worth  of  electricity  will  operate  an  electric 
tea  kettle  for  fifteen  minutes  .  These  kettles  are  furnished 
in  two  capacitie.s — for  two  and  four  quarts.  The  two-quart 
has  two  heats — high  and  low  heat;  and  the  four-quart  kettle 
three  heats. 


PERE     MARQUETTE     USING     TELEPHONES     FOR     TRAIN 
DISPATCHING. 

The  Pere  Marquette  is  soon  to  join  the  already  long  list  of 
railroads  using  the  telephone  to  dispatch  trains,  supplanting 
the  telegraph,  which  was  considered  the  standard  for  handling 
train   movements   for   a   great   many   years. 

The  Pere  Marquette  has  ordered  instruments,  selectors 
and  line  material  to  equip  a  line  from  Saginaw,  Michigan,  to 
Toledo.  Ohio,  approximately  13.5  miles  in  length,  with  the 
telephone  for  train  dispatching.  This  is  understood  to  be  the 
beginning  of  the  adoption  of  the  telephone  system  over  the 
entire  road,  extensions  to  follow  the  completion  of  the  first 
circuits. 

Between  Saginaw  and  Toledo  there  will  be  thirty  tele- 
phone stations.  The  chief  dispatcher  will  be  at  Saginaw. 
The  entire  equipment  is  being  furnished  by  the  Western 
Electric  Company. 

Because  of  the  great  ease  and  facility  of  transmission, 
the  telephone  has  in  the  past  couple  of  years  been  making 
rapid  strides  into  favor  among  railroad  managers.  It  per- 
forms the  work  formerly  done  by  the  telegraph  in  a  more 
rapid  and  efficient  manner,  and  the  adoption  of  the  telephone 
standard  by  a  great  many  of  the  largest  railroads  in  the 
country  has  caused  a  complete  change  in  dispatching 
ii;ethods. 


Braun,  Williams  &  Russell,  Inc.,  mechanical  engineers 
and  contractors,  .'J03  Market  street,  San  Francisco,  announce 
that  the  name  of  the  firm  formerly  known  as  the  Standard 
Kngineering  Company,  of  503  Market  street,  has  been  changed 
so  as  to  incorporate  the  names  of  the  members  and  in  the 
future  will  be  known  as  Braun,  Williams  &  Russell,  Inc. 
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FINANCIAL. 
MITCHELL,  ORB.— The  Council  has  passed  an  ordinance 
providing  for  the  issuance  of  bonds  in  the  amount  of  seven 
thousand  dollars  for  the  purpose  of  constructing  waterworks 
t )  supply  the  town  with   water. 

SAN  BERNARDINO,  CAL.— A  certificate  of  bonded  in- 
debtedness in  the  sum  of  $1.50,000  has  been  filed  with  the 
County  Clerk  by  the  Yucaipa  Water  Company  No.  1.  The 
bonds  run  twenty  years  and  bear  6  per  cent  interest.  It  is 
proposed  to  use  the  money  obtained  from  a  sale  of  bonds 
in  completing  the  water  scheme  planned  for  Yucaipa  Valley. 


INCORPORATIONS. 
EI  CENTRO,  CAL.— The  Imperial  Valley  Electric  Co.  has 
been  formed  here  for  the  manufacture  of  electric  fixtures. 

TENINO,  WASH.— The  Mud  River  Coal  &  Gas  Company. 
capital  $500,000,  has  been  incorporated  by  N.  H.  Truett  and 
Geo.  P.  Clement. 

CARROLTON,  WASH.— The  Mount  Ple-isant  Telephone 
Company,  capital  $300,  has  been  incorporated  by  C.  H.  Wood 
and  Mont  Barber. 

SEATTLE,  WASH.— The  Alaska  Radio  Telegi-aph  Com- 
pany, capital  $250,000,  has  been  incorporated  by  Lee  De- 
Forest,  Edwin  H.  Flick,  Leary  building  and  Walter  Loewe. 

LOS  ANGELES,  CAL.— The  Valley  Water  Company  has 
been  incorporated  by  P.  D.  Lanterinan,  B.  Hayman,  G.  H. 
Stoll,  F.  G.  Haven  and  W.  T.  Somes,  with  a  capital  stock  of 
$6500. 

SAN  FRANCISCO,  CAL.— The  Marin  Improvement  & 
Water  Company  has  been  incorporated  by  G.  G.  Vickerson. 
S.  N.  Darbee  and  J.  R.  Moulthrop  .  with  a  capital  stock  of 
$10,000. 

HONOLULU,  H.  T.— The  Honolulu  Electric  Co.,  Ltd.,  has 
been  incorporated  by  H.  E.  Martinez,  A.  J.  Greene,  C.  C.  Bit- 
ling,  C.  L.  Sebolt  and  A.  K.  Ozaiva,  with  a  capital  stock  of 
$riO,000. 

ONTARIO,  CAL. — The  Mayamar  Water  Company  has  been 
incorporated  by  G.  A.  Hanson,  C.  E.  Sears  and  I.  C.  Baxter, 
who  have  purchased  the  water  bearing  acreage  at  the  mouth 
of  the  San  Antonio  canyon. 

MARTINEZ,  CAL.— The  California  Natural  Gas  Company 
has  been  incorporated  by  H.  D.  Pillsbury  and  Alfred  Sutro 
of  San  Francisco.  C.  C.  Sullivan  of  El  Valano.  F.  D.  Madison 
and  E.  T.  Zook  of  San  Rafael  with  a  capital  stock  of  $1,000,000. 

WHITE  SALMON,  WASH.— An  incorporation  of  White 
Salmon  and  local  capitalists  capitalized  at  $10,000  have 
launched  a  campaign  to  secure  $2,000,000  for  the  construction 
oi  an  electric  railway  line  from  White  Salmon  to  the  upper 
White  Salmon  valley.  Survey  has  been  completed  as  far  as 
Robertsville. 


ILLUMINATION. 
ALBANY,  ORE. — It  is  announced  that  a  gas  franchise  will 
be  granted   to   P.  G,   Rowe  and  that  a  plant  to  cost  $100,000 
will  be  erected. 

QUESNEL,  B.  C— Wallace  McMullan  is  promoting  a 
scheme  for  installing  an  electric  light  and  power  plant  here 
to  be  run  by  steam. 

BOZEMAN,  MONT.— A  gas  franchise  has  been  granted 
to  Dr.  Carl  Schroeter  and  J.  C.  McCaithy.  The  plant  to  be 
erected   will   cost   $100,000. 


CORVALLIS,  ORE.— P.  G.  Rowe  has  asked  for  a  gas 
franchise  to  begin  the  construction  of  a  plant  within  six 
months  if  franchise  is  granted. 

LONG  BEACH,  CAL.— The  stockholders  of  the  Inner  Har- 
bor Gas  Co.  have  voted  in  favor  of  selling  the  business  and 
property  to  the  new  Consolidated  Gas  Company,  which  is 
taking  over  the  properties  of  this  and  the  Edison  Company 
here.  The  new  company  will  proceed  at  once  with  an  issue 
of  bonds. 

RIVERSIDE,  CAL.— The  Southern  California  Edison  Com- 
pany has  taken  out  a  permit  for  the  erection  of  a  brick  build- 
ing at  the  site  of  its  gas  plant  at  Pachappa  avenue  and  Tenth 
street.  The  structure  will  house  the  compressor  and  other 
machinery  to  be  installed.  Pipes  have  been  laid  which  will 
enable  the  company  to  supply  gas  to  Arlington. 

BISBEE,  ARIZ.— Enlargement  of  the  gas  plant  and  the 
extension  of  the  lines  of  the  Bisbee  Light  and  Power  Com- 
pany will  be  started  by  the  last  of  October  or  the  first  of 
November,  The  plant  will  build  pipe  lines  to  Upper  Lowell 
and  Warren  besides  being  generally  extended  over  town 
to  give  service  to  those  parts  ot  the  city  that  are  now  at 
some  distance  from  the  mains. 

SANTA  CRUZ,  CAL.— After  installing  the  second  munici- 
pal lighting  and  power  plant  in  the  State  the  city  has  accepted 
the  offer  of  the  Coast  Counties  Light  &  Power  Company 
under  a  new  contract  for  a  specified  number  of  years.  The 
proposition  submitted  by  Waldo  S.  Coleman  of  the  Union 
Traction  Company  was  accepted  by  the  City  Council.  Under 
the  terms  arc  lights  for  lighting  the  entire  city  will  be  fur- 
nished at  $4.50  per  arc  per  month. 

OROVILLE,  CAL. — Electric  lights  and  power  will  soon 
be  availab'e  at  low  rates  for  the  growing  mountain  towns 
of  Paradise,  Orloff,  Stirling  and  many  other  smaller  points 
iu  the  northern  foothill  section.  W.  T.  Hanscom.  who  owns 
a  great  deal  of  land  in  that  section,  has  filed  a  notice  of  the 
appropriation  of  1500  inches  ot  water  to  be  taken  from  the 
banks  of  Big  Chico  creek.  The  water  will  be  carried  in  an 
•S-foot  ditch  to  the  location  of  the  power  house  where  elec- 
tricity will  be  generated. 


TRANSPORTATION. 

BISBEE,  ARIZ. — Surveyors  are  at  work  platting  the  ex- 
tension of  the  car  line  for  the  Warren-Bisbee  Street  Railway 
Company  to  the  city  limits. 

WALLACE,  IDAHO— The  directors  of  the  Hypotheek 
Mining  Company  are  considering  the  question  of  installing  a 
$12,000  electric  power  plant  at  the  Kiftgston  mine. 

LONG  BEACH,  CAL.— It  is  understood  that  work  is  about 
•()  be  resumed  on  the  construction  of  the  fourth  five-mile 
division  of  the  Yueneme.  Malibu  and  Port  Los  Angeles  rail- 
way. 

NEW  WESTMINSTER,  B.  C— The  local  and  the  Ladner, 
B  C,  Board  of  Trade  will  hold  a  conference  to  discuss  the 
advisability  of  establishing  an  interurban  line  from  this  place 
to  Ladner. 

VANCOUVER,  B.  C— The  Barkerville  Willow  River  Com- 
pany is  .undertaking  a  survey  for  an  electric  road  from  Bar- 
kerville down  the  Willow  river  to  join  the  Grand  Trunk 
Pacific  at  or  near  Fort  George,  a  distance  of  120  miles. 

LOS  ANGELES,  CAL.— The  City  Council  has  passed  an 
ordinance  which  makes  Alvarado  street  a  boulevard  and  for- 
bids a  franchise  for  the  proposed  cross  town  car  line.  A  fran- 
chise will  be  asked  over  either  Vermont  or  Western  avenues. 
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VICTORIA,  B.  C— Incident  to  the  transfer  of  the  holdings 
ot  the  Uunsmuirs  to  the  Canadian  Collieries,  Ltd.,  a  $1,000.- 
000  power  plant  is  to  be  erected  on  the  Puntla,i;e  river  in  the 
center  of  the  Comox  coal  measuers.  The  plant  will  he  of 
50,000  horsepower  capacity. 

SAN  FRANCISCO.  CAL.— The  casualty  report  of  the 
United  Railroads  for  the  quarter  ending  June  30,  filed  with 
the  Board  of  Supervisors  shows  10  fatal  accidents.  The  list 
is  completed  with  347  other  personal  injuries,  attributed  to 
various  causes,  including  assaults,  alighting  from  cars,  step- 
jiing  in  front  of  cars  in  motion,  falling  from  cars,  etc. 

GLENDALE,  CAL. — The  proposed  electric  railroad  be- 
tween Glendale  and  Burbank  is  practically  assured.  Mr.  Hunt- 
ington has  promised  the  Burbank  people  that  as  soon  as  the 
right  of  way  and  bonus  are  secured,  he  will  begin  work  and 
complete  within   six  months. 

PRESCOTT,  ARIZ.— The  contract  for  the  construction  of 
the  Arizona  Power  Company's  low  elevation  line  in  Verde 
Valley,  has  been  awarded  to  William  Nagle  and  Ed.  Kur- 
niier.  The  line  will  extend  40  miles  from  the  plant  on  Fos- 
sil Creek  to  Jerome;  $100,000  will  be  expended. 

PORTLAND,  ORE. — Archie  Mason  has  been  awarded  the 
contract  to  build  the  grade  for  the  Mount  Hood  Railway  Com- 
pany, between  Montaville  and  a  point  beyond  Gresham. 
Work  is  to  begin  at  once  and  will  be  under  the  direction  of 
Smith,  Kerry  &  Chase,  an  English  firm  of  Toronto,  Can. 

SAN  RAF'AEL,  CAL. — At  a  meeting  of  the  board  of  town 
trustees  the  petition  of  W.  L.  Courtright.  a  real  estate  dealer 
and  capitalist,  for  a  street  railway  franchise  of  49  years  was 
ordered  to  be  published  and  November  21  set  for  acting 
upon  bids.  Courtright  purposes  to  build  a  street  railway 
traversing  the  main  thoroughfares  of  the  town. 

PORTERVILLE,  CAL.— The  directors  of  the  HoUey  Elec- 
tric Railway  Company  have  purchased  a  power  plant  site  of 
•on  acres  from  D.  Grider,  above  Springville.  S.  E.  Henley, 
connected  with  the  line,  states  that  the  dam  for  the  power 
plant  is  to  be  located  immediately  below  that  of  the  Globe 
Light  &  Power  Company  and  that  work  upon  the  construction 
of  the  plant  would  start  within  a  very  short  time. 

OAKLAND,  CAL. — Work  is  well  under  way  on  the  steel 
towers  which  wiU  carry  the  big  power  cable  of  the  Great 
Western  Power  Company  across  the  channel  at  the  toot  of 
Peralta  street.  This  cable  will  be  hung  high  enough  to  allow 
ships  with  the  tallest  masts  to  pass  under  it.  It  is  supposed 
that  the  S.  P  intends  to  use  electric  power  in  its  West 
Oakland  shops,  and  that  this  is  the  primary  reason  for  car- 
rying the  cable  across  at   this  point. 

LOS  ANGELES,  CAL.— The  first  formal  step  toward  the 
ultimate  construction  of  a  municipal  railway  from  the  busi- 
ness centef  of  Greater  Los  Angeles  to  the  harbor  district  at 
Wilmington  and  San  Pedro  was  taken  by  the  Council  this 
week.  By  resolution,  introduced  by  Mr.  Gregory,  the  Council 
requested  the  Board  of  Public  Works  to  report  the  feasibility 
of  and  the  most  practicable  route  for  the  construction  of  such 
a  municipal  railway.  At  the  present  time  the  Pacific  Electric 
Company  is  endeavoring  to  obtain  the  franchise  from  Fifth 
street  to  Aliso,  to  relieve  congested  traffic  on  Main  street. 

PORTLAND,  ORE.— One-half  the  Connell  tract,  containing 
ten  acres,  and  bounded  by  East  Twenty-second,  Twenty-sixth, 
Powell  and  Frankfort  streets,  has  been  purchased  by  the 
Portland  Railway,  Light  &  Pow-er  Company,  to  be  used  as 
a  site  for  a  factory  for  the  construction  and  repair  of  cars 
and  the  manufacture  of  other  equipment  for  the  railway  lines 
of  the  company.  President  Josselyn  of  the  power  company  has 
started  East,  where  he  will  remain  three  weeks.  When  he 
returns  it  is  believed  that  he  will  be  prepared  to  announce  the 
details  of  the  big  factory  w-hich  it  is  said  will  be  built  next 
year. 


TRANSMISSION. 

SPOKANE,  WASH. — Councilman  Nelson  is  advocating  a 
nvunifipal  power  plant  which  is  being  considered  by  the  city 
authorities. 

LAKEVIEW,  ORE. -The  Southern  Oregon  Water  Power 
Company,  Fred  H.  Oliver,  president,  has  made  arrangements 
for  installing  a  plant  on  Deep  creek,  3  miles  W.  of  Adel,  to 
generate   10,000  horsepower. 

BODIE,  CAL. — Written  tenders  will  be  received  by  the 
Supervisors  up  to  November  14th,  for  a  50-year  franchise, 
applied  for  by  the  Hydroelectric  Company,  to  erect  and  oper- 
ate a  transmission  line  for  conducting  electric  current. 

SEATTLE,  WASH.— The  first  improvements  to  be  under- 
taken by  the  Hanford  Irrigation  &  Power  Company  will  be 
the  deepening  of  the  main  power  canal  for  about  a  mile  at 
Priest  Rapids,  to  cost  about  $200,000;   work  to  begin  at  once. 

EUGENE,  ORE.— The  Eugene  Heating  &  Power  Com- 
pany will  resume  work  on  the  construction  uf  the  $7500  cen- 
tral heating  plant.  A  contract  had  been  previously  signed  by 
a  Mr.  Schafer,  who  after  finishing  about  one-third  of  the  work, 
left  the  city. 

OROVILLE,  CAL. — Stanward  Logue  has  filed  a  claim 
upon  20,000  inches  of  water  in  the  Middle  Fork  of  the  Feather 
river  at  a  point  200  yards  below  the  junction  with  the  south 
branch  of  the  Feather  river.  The  water  is  to  be  used  for 
purposes  of  power  development. 

RED  BLUFF,  CAL.— T.  H.  Ramsey,  manager  of  the  Cone 
ranch,  has  filed  a  notice  of  appropriation  of  water  rights  of 
10,000  inches  of  the  water  in  Mill  creek.  It  will  be  delivered 
from  the  creek  and  carried  in  flumes  to  the  Cone  ranch,  where 
it  will  be  used  for  the  generation  of  electric  power. 

SACRAMENTO,  CAL. — A  new  wage  agreement  has  been 
signed  up  by  the  Sacramento  Valley  Power  Company,  which 
grants  the  employes  of  that  company  a  raise  of  75c  per  day  in 
wages  and  decreases  the  working  hours  from  nine  to  eight 
per  day.  The  contract  provides  for  a  closed  shr^p,  the  com- 
pany agreeing  to  hire  all  its  electricians  through  the  union. 

TUCSON,  ARIZ.— The  Great  Western  Power  Company  is 
engaged  in  preparations  for  the  construction  of  a  reservoir 
and  power  project  in  the  Sabino  Canyon.  A  tunnel  will  also 
have  to  be  constructed  to  divert  the  waters  of  the  canyon  to 
enable  the  construction  of  the  dam.  W.  B.  Alexander  consult- 
ing engineer  of  the  company,  states  that  an  expenditure  of 
$1,000,000  to  $1,500,000  is  involved. 


WATERWORKS. 

ORANGE,  CAL.— In  the  neighborhood  of  $1600  will  be 
spent  in  water  development  in  Santiago  canyon  by  the  Villa 
Park  and  El  Modena  water  companies  during  the  coming  sea- 
son. 

REDLANDS,  CAL.— The  Domestic  Water  Company  has 
taken  the  contract  for  laying  more  than  5000  feet  of  water 
mains  in  alleys  back  of  lots  and  109  lots  will  get  water  supply 
from  this  source.  Pipe  will  be  laid  in  a  new  tract  called  Uni- 
versity  subdivision. 

TRUCKEE,  CAL.— The  Truckee  Water  &  Light  Company 
i.-  setting  up  new  posts  and  stringing  heavier  wires,  prepara- 
tory to  making  a  change  in  the  power  plant.  The  dynamo, 
which  has  been  located  one-half  mile  east  of  town,  will  be 
moved  to  town  and  installed  so  as  to  work  in  conjunction  with 
the  power  house  of  the  Truckee  Lumber  Company. 

GEORGETOWN,  CAL.— The  Loon  Lake  Water  &  Power 
Company,  successors  to  the  old  California  Water  and  Mining 
Company,  which  has  operated  the  water  system  on  the  George- 
town Divide  for  the  last  forty  years,  is  making  extensive 
preparations  for  the  building  of  large  storage  reservoirs  and 
the  erection  of  hydroelectric  power  plants  on  this  divide. 
This  work  will  not  be  completed  for  several  years. 
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(  Copyriehl  1910,  by  Technical  Publishing  Company  ) 

A  MODERN  FIRE  SIGNAL  SYSTEM 


As  few  people  understand  how  an  alarm  for  fire  alarm.     In  a  few  minutes  the  fire  department  arrives 

is  received  and  handled,  a  brief  description  of  the  oper-  on  the  scene  ready  for  work.     Just  what  happens  to 

ation  of  the  system  in  use  in  the  city  of  San  Francisco  produce  this  eiTect  is  a  mystery  to  most  citizens, 
may  prove  of  interest.     This  is  an  important  part  of  By  opening  the  inner  door  of  one  of  these  boxes  it 

the  work  done  by  the  Department  of  Electricity  which  is  seen  to  contain  a  Morse  telegraph  key  and  relay,  a 


Receiving  Switchboard  for  Fire  .\liirni  Signals. 


has   invented    many   improvements   and    which    makes  shunt  switch,  a  ground  switch,  and  a  spring  operated 

all  of  the  apparatus  it  uses.  gear  mechanism  which  drives  a  small  character  wheel 

As  is  well  known,  fire  alarm  bo.xes  are  installed  having  alisolutely  no  electrical  connection  with  the  line, 

at  convenient  street  corners  throughout  the  city.    By  Pulling  the  hook  starts  this  mechanism   in  ooeration 

breaking  the  glass  in  the  front  of  one  of  these  boxes  and  causes  the  character  wheel  to  make  four  complete 

It  key  is  exposed  and  used  to  open  the  door,  thus  ex-  revolutions.     This  character  wheel   is  cut   with  gears 

posing  a   hook   which   is   pulled   down   to   send   in   an  corresponding  to  the  number  of  the  box,  a  different 
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.^cndina  Scclioii  of  Firf  Siyiiiil  SwU*-til)urtrd. 


wlu'cl  boiiiL;-  ro(|uirc(l  for  each  1k)x.  For  cxaniitlc:  box 
,^27  has  a  character  wheel  so  cul  that  there  are  three 
tctlh  and  a  hhmlc,  two  leeth  and  a  bLink.  seven  teetli 


IntiTlnr  \'i"-\v  ol   Firr  .Vlarni   Bux, 

and  a  l)lank.  These  teeth  give  an  aUernate  niake-and- 
lireak  contact  with  a  brush  connected  to  the  wires 
leading-  to  the  switchboard  at  the  central  fire  alarm 
office  in  the  building  ciccupied  by  the  Department  of 
T'lectricity. 

This    switchboard    consists   of   a    receiving   and    a 
transmitting    st-ction.      'I"he    receiving"    wires    are    con- 


nected to  a  Morse  key  and  to  an  automatic  register 
which  records  the  number  as  a  series  of  dots  and 
dashes.  The  operator  in  charge  catches  the  number 
by  ear  from  the  Morse  sounder  and  on  receipt  of  the 
second  round,  to  confirm  the  first,  immediately  repeats 
it  with  his  master  key  which  is  connected  to  every  fire 
house  in  the  city. 

The  first  blow  on  the  master  key  automatically 
releases  every  horse  in  the  department,  strikes  all  the 
tappers  and  at  night  lights  all  the  engine  houses.  By 
the  time  the  horses'  collars  have  been  snapped  into 
]>lace.  the  whole  number  has  been  received  and  the 
company  knows  whether  it  is  an  inside  or  outside 
alarm,  that  is,  whether  it  is  within  or  without  the 
district  to  which  they  go  on  a  first  alarm.  Subsequent 
alarms  are  ])ut  in  by  the  fire  chief  by  means  of  the 
Morse  ke\'  in  the  box. 

There  are  nineteen  box  signal  circuits  throtighont 
the  city,  seventeen  being  overhead  lines  connecting 
460  boxes  and  two  underground  connecting  27  boxes 
in  the  main  business  section.  The  overhead  circuits 
are  mostly  No.  12  copper  wire  with  triple  braid  weather 
proof  insulation  and  strung  on  glass  insulators.  Wher- 
ever possible  they  follow  the  telephone  and  telegraph 
hues,  keeping  oft'  the  power  lines,  though  all  boxes 
are  so  wired  that  a  hot  cross  grounds  the  box  without 
burning  the  coils.  Independent  pole  lines  are  used 
to  reach  the  outlying  sections. 

The  underground  circuit,  including  a  2r,ooo  ft. 
length  now  being  laid  in  ?\Iarket  street,  are  of  40  wire 
lead  an.nored  weather  proof  cable.  All  these  circuits 
are  interlaced  so  that  nearby  boxes  are  on  different 
Imes.  An  accident  to  one  does  not  prevent  an  alarm 
being  put  in  from  another  box  close  by. 

Connected  to  the  sending  board  are  fourteen  cir- 
cuits, ten  overhead  and  four  underground.  These 
are  respectively,  five  overhead  tapper,  five  overhead 
alarm,  two  underground  tapper  and  two  under- 
grcTund  alarm  circuits. 
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All  linos  are  brought  into  the  building  ihrnugh 
underground  cables,  two  caring  for  the  overhead  sys- 
tem and  one  for  the  underground.  These  cables  first 
pass  to  the  terminal  Iward  in  order  to  clear  the  office 
for  test  and  to  clear  the  inside  fuses.  'Jlience  they 
pass  to  the  main  receiving  switchboard  made  up  of  19 
panels,  each  of  which  is  equipped  with  a  double  pole 
double  throw  knife  switch  for  connecting  to  either  the 
regular  or  the  spare  set  ;a  double  pole  double  throw  pole 
changing  switch  connecting  with  the  storage  batteries; 
two  single  pole  single  throw  ground  switches ;  two 
fuses ;  two  Morse  keys  and  a  double  throw  single  pole 
switch  for  the  galvononieter  test  for  grounds. 

There  are  always  two  operators  on  dut_v  at  the 
switchboard,  working  in  three  eight  hour  shifts.  There 
are  also  three  shifts  of  telephone  operators,  direct 
telephone  connection  being  provided  to  each  engine 
house  as  well  as  to  the  central  offices  of  both  telephone 
companies.  These,  together  with  a  tn.iuble  man  insure 
a  minimum  of  at  least  four  people  cnutiniiously  on 
duty. 

There  are  three  independent  power  sources  for 
operating  the  system,  two  sets  of  storage  batteries  sup- 
plied with  direct  current  at  no  volts  from  either  the 
city  mains  or  from  a  motor  generator  set  in  the  office 
and  one  set  of  type  Q  and  R  Edison  batteries.  There 
is  also  a  gas-engine-driven  generator  to  be  used  as  a 
last  resort. 

As  already  stated  all  the  instruments  used  in  this 
service  as  well  as  all  switchboards  installed  at  the 
engine  houses  are  manufactured  on  the  premises  in  a 
well  equipped  machine  shop. 

The  Department  of  Electricity  also  takes  care  of 
the  police  boxes  for  the  Police  Department.  Another 
important  branch  of  its  work  is  the  inspection  of  all 
electrical  installations  in  the  city,  the  department  ap- 
proving all  specifications,  giving  certificafes  of  inspec- 
tion upon  the  payment  of  a  nominal  fee. 

Though  somewhat  handicapped  in  point  of  num- 
bers, the  department  annually  inspects  from  ten  to 
fifteen  thousand  jobs,  its  revenue  being  from  $15,000 
to  $20,000  per  year.  The  department  has  been  an  ini- 
])ortant  factor  in  recommending  and  enforcing  rigid 
inspections  and  now  suggest;;  that  conduits  be  in- 
stalled in  all  public  buildings,  hotels,  apart  luent 
houses,  moving  ])icture  houses  and  theaters  in  the 
city,  whether  within  the  fire  limits  or  not. 

From  the  foregoing  it  is  seen  that  the  Deiiartmcnt 
of  Electricity  is  the  nerve  center  of  the  fire  depart- 
ment, all  of  wdiose  movements  are  under  the  control 
of  the  electrical  operators  just  as  a  railroad  system 
is  undef  the  control  of  the  chief  dispatcher,  The 
executive,  head  or  chief  of  the  Department  of  Elec- 
tricity, is  Wm.  H.  Urmy.  to  whose  courtesy  we  are 
indebted   for  the  details  in  this  article. 


Examination  for  electrical  assistant  is  announced 
by  the  United  States  Civil  Service  Commission  on 
November  9.  1910,  to  fill  vacancies  as  they  may  occur 
in  any  branch  of  the  service.  The  examination  will 
consist  of  practical  questions  in  electrical  science,  prac- 
tical questions  in  construction  and  installation  of  elec- 
trical instruments,  tiaining  and  experience. 


NOTES  ON  DISTRIBUTION  POLE  LINES.' 

l;V     J.     I.     L.\ULLK. 

I'ole  lines  for  distributing  light  and  power  seldom 
receive  the  attention  they  should  during  their  con- 
struction. This  is  not  due  to  lack  of  interest  but  more 
to  habit — we  feel  that  a  line  close  to  the  distributing 
plant  is  subject  to  frequent  inspection,  and  any  im- 
pending trouble  can  be  repaired  before  serious  damage 
is  done. 

The  distributing  pole  line  is  certainly  as  impor- 
tant as  the  transmission  line.  While  an  interruption 
to  service  on  a  faulty  distributing  circuit  may  not  cause 
inconveniences  over  such  a  large  area,  the  damages  are 
likely  to  be  greater.  We  have  not  only  the  faults  of 
our  own  lines  to  contend  with,  but  other  lines  may 
be  the  indirect  cause  of  one  or  more  deaths  with  re- 
sultant heavy  damages.  The  distributing  circuit  is 
not  only  subject  to  greater  liability  to  interruption 
of  service  from  accidents,  but  the  permanency  of  its 
location  and  its  reputation  for  beauty  is  at  the  mercy 
of  the  public. 

Unfortunately,  there  has  been  but  little  improve- 
ment in  the  material  for  pole  line  construction,  and 
that  which  has  been  placed  upon  the  market  is  gen- 
erally mechanically  weak  in  itself  or  cannot  be  prop- 
erly supported.  Most  of  us  are  still  using  two  sepa- 
rated wires  for  services  when  duplex  would  present  a 
decided  improvement,  if  we  could  only  attach  it  to  a 
house  so  it  would  stay  and  not  pull  a  weatherboard 
ott  or  pull  out  and  leave  a  hole  large  enough  for  an 
attic  window.  If  some  genius  would  only  design  an 
insulator  suitable  for  services  at  the  pole  so  that  an 
inspector  on  the  ground  could  tell  whether  the  house 
was  connected  or  disconnected.  We  need  a  tree  insu- 
lator suitable  for  all  sizes  of  wire,  something  that  will 
not  hurt  the  tree  nor  the  wire — something  cheap — and 
we  need  a  self-supporting  pole,  because  we  do  not 
always  have  room  for  stubs  nor  anchors,  and  a  thin, 
light  weatherproof  insulation  that  in  its  old  age  will 
withstand  the  primary  voltage  when  crossed  with  a 
telephone  wire.  IJut,  unfortunately,  we  must  do  the 
best  w'e  can  with  the  unimpro\'ed  material  and  our 
own  home-made  devices. 

The  .Vational  Association  has  done  considerable 
toward  standardizing  pole-line  apparatus.  Braces, 
cross-arms  and  pins  are  all  being  manufactured  in 
standard  sizes.  Insulators  are  not  staiidard,  and  if  we 
could  decide  ui)on  a  certain  few  types  of  insulators 
that  would  be  satisfactory  for  various  voltages  and 
sizes  of  wire  it  would  not  only  tend  to  reduce  the  price 
but  would  gi\e  us  more  prompt  shipment  and  the 
manufacturers  would  feel  safe  in  making  and  stocking 
up  on  those  types. 

For  the  ordinar\'  2200  volt  line,  a  porcelain  insu- 
lator with  a  groove  and  a  saddle  each  large  enough 
to  carry  an  insulated  conductor  of  400.000  cm.  cable 
is  satisfactory  for  practically  all  distributing  circuits. 
The  large  groove  calls  for  an  insulatijr  large  enough 
for  a  4000-volt  arc  current  and  is  mechanically  strong 
enough  for  heavy  service  wires,  and  yet  if  we  glance 
through  a  catalogue  of  insulators  we  find  several  types 
for  2200  volts,  and  it  is  impossible  to  get  better  than 
four  months'  deli\'erv  on  anv  of  them. 


'Paper    read   at    Eiglitli    Annual   Convention    Colorado    Elec- 
tric Tjight,  Power  &  Railway  .Association. 
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The  writer  docs  not  liclieve  in  building  cheap 
lines.  How  often  have  you  planned  on  extending  your 
hghting  circuits  into  a  new  territory  and  find  that  the 
income  does  not  warrant  the  expense?  And  yet  you 
feel  that  by  extending  the  lines  you  help  to  develop 
the  territory  and  will  ultimately  have  an  increased 
i:)aying  business.  No  doubt  you  will  build,  but  do  not 
do  it  at  the  sacrifice  of  the  pole  line.  When  you  in- 
crease the  length  of  your  spans  you  increase  the  main- 
tenance of  your  lines.  l'"or  ordinary  construction, 
spans  longer  than  125  ft.  should  not  be  used, 
and  100  ft.  is  preferable.  Assuming  that  a  res- 
idence block  is  400  ft.  long  and  is  made  up  of 
eight  50  ft.  lots,  and  the  lots  all  abut  on  an  alley.  If 
you  place  poles  on  lot  lines  150  ft.  apart  you  will  have 
trouble  sooner  or  later  in  getting  service  wires  to 
your  consumers.  The  erection  of  barns  and  other 
structures  on  the  back  end  of  the  lots  will  not  only  be 
obstructions,  but  quite  often  one  consumer  will  com- 
plain if  another  consumer's  service  is  over  his  property. 
Telephone  companies  can  afiford  to  install  200  ft.  spans 
in  new  territories,  and  then  place  poles  half  way  be- 
tween when  the  territory  becomes  more  thickly  popu- 
lated, but  when  w'e  are  limited  to  150  ft.  spans,  any 
additional  poles  would  give  us  too  short  a  span  and 
would  also  bring  the  poles  in  the  center  of  a  lot.  It 
then  requires  the  rebuilding  of  a  line,  the  expense  of 
the  same  going  into  the  pole-line  maintenance  account 
in  place  of  being  charged  against  the  income  of  the 
original  consumers.  When  the  income  will  permit  the 
building  of  a  cheap  line,  it  w^ll  generally  permit  of  the 
building  of  a  good  line,  if  all  the  expenses  are  calcu- 
lated. In  building  lines,  it  pays  to  have  careful  sur- 
\eys  made. 

Poles  should  be  placed  upon  lot  lines  extended. 

When  in  alleys,  the  center  of  the  pole  should  be 
abou-t  two  feet  from  the  property  line,  which  will  pre- 
vent a  four-pin  cross-arm  from  extending  into  the 
property. 

Lines  should  be  built  in  alleys  as  far  as  practical 
in  order  to  supply  rear  feeds  and  prevent  the  necessity 
of  services  crossing  the  street. 

I^ines,  when  placed  on  street,  should  be  sufficiently 
inside  the  curb  line  to  permit  the  building  of  a  curb  or 
ditch  box. 

Poles  should  l)e  straight,  well  in  line,  and  painted  ; 
a  neat-looking  pole  line  helps  your  standing  with  the 
community. 

Galvanized  hardware  is  preferable.  Above  all,  do 
not  use  brackets,  nor  permit  other  companies  to  use 
brackets,  on  your  poles.  Brackets  cannot  be  regularly 
]5laced,  and  they  will  not  stay  on.  They  are  a  menace 
to  hnemen  as  they  do  not  allow  room  to  work  and 
endanger  his  life. 

The  writer  has  found  that  a  cross-arr.i  to  be  me- 
chanically strong  mnst  be  at  least  3^2  in.  by  43/-S  in. 
In  order  to  allow  the  lineman  room  to  climb  a  pole 
between  conductors,  a  2S'  in.  space  or  more  must  be 
left,  ^^^^en  the  center  space  is  28  in.  with  pins  12  in. 
apart  and  4  in.  between  the  end  pin  and  the  end  of 
the  arms,  it  will  make  the  arms  of  the  following  length  : 
2  pin,  3  ft,  long  :  4  pin,  5  ft.  long ;  6  pin,  7  ft.  long ;  8  pin, 
0  ft.  long. 

Cross-arms  are  cheaper  when  purchased  in  even 
foot  lengths.    The  National  Electric  Light  Association 


standard  is  14  in.  pin  centers,  but  the  ilillerencc  in  price 
warrants  the  use  of  the  12  in.  sjjacing. 

It  may  be  advisable  to  step  transformer  poles,  but 
when  steps  are  used,  the  lowest  step  would  be  7  ft. 
from  the  ground,  in  order  to  prevent  the  small  boy 
from  climbing  the  pole. 

No.  6  wire  has  undoubtedly  been  found  to  be  the 
smallest  allowable,  on  account  of  mechanical  strength. 
No.  8  is  preferable  for  service  wires,  as  it  throws  less 
strain  on  the  house  brackets.  Each  house  in  a  residence 
district  should  have  its  individual  service  wires.  When 
the  house  is  disconnected,  the  service  can  then  be  dis- 
connected at  the  pole  and  the  service  dropped  from  the 
insulator  down  around  the  pin.  This  permits  your  in- 
spector to  determine  as  to  whether  or  not  a  house  is 
connected.  The  system  of  running  a  bus  bar  arrange- 
ment on  the  back  of  the  houses  invites  the  occupants 
to  connect  themselves,  then  you  not  only  lose  the 
income  but  lose  the  current. 

It  is  important  that  a  transformer  record  be  main- 
tained, and  maps  showing  the  lines.  The  following 
system  has  been  adopted  by  the  writer,  which  has 
proven  effective. 

The  maps  are  drawn  on  the  back  side  of  tracing 
cloth,  each  circuit  being  drawn  separately  and  shows 
the  location  of  lines,  the  position  of  the  conductor  on 
the  pole;  certain  signs  are  used  showing  the  location 
of  lightning  arresters,  size  of  wire,  location  and  num- 
ber of  transformer,  etc.  The  map  also  indicates  the 
ownership  of  the  poles  and  shows  whether  or  not  the 
line  is  primary  or  secondary.  These  maps  are  cut  in 
sections  about  10  inches  by  12  inches,  and  kept  in  book 
form.  The  tracing  permits  blue  prints  to  be  made,  and 
the  transformer  numbers  are  written  in  lead  pencil 
to  facilitate  erasures.  The  small  sections  make  the 
map  easy  to  handle,  and  obsolete  sections  can  be  re- 
placed without  redrawing  the  whole  map.  A  trans- 
former record  is  maintained  in  the  office  by  a  card 
system.  Each  transformer  is  indicated  by  a  card 
showing  all  the  name-plate  data,  number,  location, 
date  installed,  removed,  and  when  purchased.  Back 
of  this  transformer  card  is  an  address  card,  giving  the 
address  of  the  consumer,  dates  connected  and  discon- 
nected, meter  number,  its  installation  and  approximate 
demand ;  each  installation  having  an  individual  card. 
The  approximate  demands  are  added  to  determine  the 
load  on  the  transformei .  Phis  arrangement  prevents 
overloading  of  transformers  and  gives  the  engineer 
a  comprehensive  idea  of  what  is  going  on  over  his 
circuits. 

A  complete  pole-line  record  can  hardly  be  main- 
tained with  an}-  degree  of  satisfaction,  and  the  writer 
does  not  believe  that  such  a  record  is  necessary.  Any 
proposed  change  in  a  line  or  improvement  in  con- 
struction cannot  be  done  except  by  direct  inspection 
of  the  premises.  However,  when  poles  are  numbered 
and  a  record  kept  in  the  office  of  the  date  of  installa- 
tion, with  the  kind  of  preservative  used,  some  informa- 
tion can  be  gained  regarding  the  life  of  a  pole. 

It  is  the  usual  practice  in  outlying  districts  to  run 
long  secondaries,  using  as  few  transformers  as  possi- 
ble. This  is  certainly  an  efficient  arrangement,  pro- 
vided the  secondary  line  is  constructed  so  as  to  be 
I'scd  for  primary  current  at  a  later  date.  The  top  arm 
should  not  be  less  than  a  four-pin,  the  secondary  wires 
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occupying  the  pole  pins,  and  as  the  load  increases  the 
secondary  can  become  a  primary  extension  and  a  new 
secondary  line  run  on  an  additional  cross-arm.  This 
leaves  two  pins  vacant  on  the  top  arm  for  an  arc  cir- 
cuit. Under  no  circumstances  should  the  primary  and 
secondary  lines  be  on  the  same  cross-arm.  When 
three-wire  secondaries  are  run,  a  four-pin  cross-arm 
is  required.  In  my  experience,  I  have  found  we  have 
little  use  for  two-pin  arms.  When  lines  are  run  in 
alleys,  it  is  not  advisable  to  use  an  arm  longer  than  a 
four-pin  when  the  arm  is  placed  with  its  center  on 
the  pole,  or  the  arm  will  extend  over  into  the  property 
line  and  sooner  or  later  cause  trouble  by  interfering 
with  buildings,  and  you  are  also  likely  to  have  addi- 
tional trouble  on  your  hands  if  the  line  falls  into 
private  property.  The  system  of  placing  arms  of?  cen- 
ter cannot  be  recommended,  as  the  pole  will  invariably 
lean  and  lines  cannot  be  drawn  taut  without  twisting 
the  poles. 

Lightning  arresters  should  not  be  placed  upon  the 
same  pole  as  the  transformer  or  fuses.  All  ground 
wires  should  be  equipped  with  a  convenient  device 
for  disconnection  at  a  point  about  twelve  feet  above 
the  ground.  An  ordinary  screw  connector  is  suitable 
for  this,  and  a  lineman  who  fails  to  disconnect  the 
ground  wire  before  going  to  the  top  of  the  pole  is 
negligent. 

Three-wire  secondaries  in  the  resident  district 
may  save  copper  at  times,  but  the  extra  room  required 
and  trouble  in  balancing  largely  offset  the  advantages. 
There  are  ammeters  on  the  market,  equipped  with  split 
current  transformers,  which  are  very  convenient  in 
testing  the  balancing  of  three-wire  transformers  while 
under  operation.  This  current  transformer  can  be 
clamped  by  a  lineman  over  the  conductor  to  be  tested, 
and  the  amperes  are  indicated  directly  to  an  inspector 
on  the  ground.  A  three-wire  transformer  may  have 
one  side  considerably  overloaded  and  the  other  side 
very  lightly  loaded,  which  might  result  in  a  trans- 
former destroying  itself  even  when  the  capacity  of  the 
transformer  exceeds  the  total  connected  load.  If  you 
will  take  pains  to  make  tests  on  vour  three-wire  sys- 
tems, you  will  find  some  startlinsj  results  which  can- 
not be  readily  accounted  for.  The  ampere  readings 
on  the  three  legs  will  not  always  check  up.  and  one 
side  will  be  carrying  considerable  more  than  its  share 
of  the  load,  which  will  vary  with  the  hour,  day.  sea- 
son and  year. 

If  a  grounded  system  is  used  either  in  a  two  or 
three-wire  system,  care  must  be  taken  that  the 
grounded  conductor  does  not  pass  through  the  series 
coil  of  the. meter.  Otherwise  a  ground  on  the  con- 
sumer's wiring  will  shunt  the  meter  and  cause  it  to 
run  slow.  Some  companies  are  using  low-voltage 
lightning  arresters  on  their  secondarv  circuits,  which 
obviates  this  trouble  and  several  others,  but  mnv  not 
afiford  the  same  degree  of  safety  from  high  voltage. 

When  transformers  are  connected  in  parallel,  each 
block  shoidd  have  its  individual  set  of  transformers. 
There  is  little  to  be  gained  by  carrying  secondar^'  wires 
across  a  street  in  order  to  make  parallel  connections. 
The  set  of  parallel  transformers  should,  when  possible, 
all  be  connected  on  one  set  of  fuses,  and  this  set  of 
fuses  shoidcl  not  be  on  the  same  pole  as  ligfhtning 
arresters    or    transformers.      The    single    set    of    fuses 


permits  one  man  to  fuse  up  while  the  transformers  have 
a  full  connected  load,  otherwise  a  man  is  required  to 
each  set  of  fuses,  and  all  must  put  fuses  in  b)'  a  pre- 
determined signal,  which  can  only  be  done  with  a 
certain  degree  of  success.  While  transformers  may 
operate  perfectly  in  parallel  and  deliver  better  volt- 
age, the  writer  believes  that  for  the  ordinary  residence 
district  a  single  transformer,  located  in  the  alley  near 
the  center  of  the  block,  connected  to  a  two-wire  sec- 
ondary system,  will  give  less  trouble  and  can  be  oper- 
ated satisfactorily  to  the  consumers.  The  extra  cost 
of  copper  is  largely  offset  b}'  the  decrease  in  trans- 
former losses  and  expense  of  maintenance. 

Each  year  we  see  more  galvanized  hardware  on  our 
pole  lines.  "Cross  over"  brackets  present  a  better  ap- 
pearance than  the  buck  arm  construction  for  services. 
Metal  clamp-pins  are  replacing  the  wooden  pins  to  a 
certain  degree,  but  are  generally  considered  too  expen- 
sive for  ordinary  construction.  The  clamp-pin  quite 
often  prevents  a  cross-arm  from  splitting  and  is  par- 
ticularly adaptable  to  old  arms.  They  not  only  give 
an  extra  strength  to  the  arm,  but  are  adjustable.  Guy 
shims  should  be  used,  as  they  prevent  the  guy  from 
cutting  a  pole  and  save  some  slack  accumulating.  Guv 
clamps  and  hub  guards  on  an  exposed  pole  present  a 
substantial  and  permanent  appearance.  AVhen  a  nolc 
is  installed  in  a  substantial,  workmanlike  manner,  a 
property  owner  may  hesitate  in  asking  you  to  move  it. 

Distribution  systems  in  the  business  district  pre- 
sent a  different  condition  from  those  in  the  residence 
districts.  The  lines  in  the  business  districts  are  liable 
to  be  old,  and  we  are  hampered  by  other  companies' 
lines.  We  have  but  few  choices  of  locations  for  poles 
and  our  lines  should  be  a  considerable  distance  from 
buildings  and  fire-escapes,  ^^''e  must  also  be  prepared 
to  furnish  se\'eral  different  kinds  of  current  at  any 
point  in  the  block.  The  poorest  line  construction  can 
generally  be  found  in  the  business  districts,  for  the 
reason  that  no  general  plan  has  been  followed. 

One  company  has  adopted  a  system  for  allcy-pi)le 
construction  in  the  business  districts  which  the  writer 
wishes  to  describe.  In  this  instance  se\'eral  residence 
li,ghting  circuit*;  had  to  be  carried  on  the  same  pole- 
line  through  the  alley,  so  that  a  bridge  construction 
work  was  adopted. 

The  company's  bus  bars  for  distributing  service 
carries  2300  volt,  three-phase,  three-wire,  fio  cycle  cur- 
rent, and  each  of  the  distribution  circuits  left  the  plant 
tliree-phase  with  individual  panels  _and  automatic  oil 
circuit  breakers.  The  principal  feeders  were  equipped 
w  ith  three-phase  motor  control  regulators. 

In  this  case  the  alley  was  twenty  feet  wide  and  the 
poles  were  placed  with  their  centers  seventeen  feet 
apart.  The  arc  circuits  were  all  placed  on  the  top  arm. 
as  they  would  to  a  certain  extent  act  as  a  screen  pro- 
tection to  the  other  circuits  from  falling  lines. 

The  second  arm  was  devoted  to  the  2200  volt, 
three-phase  lighting  circuits,  and  the  third  arm  to 
qoo  volt  direct  current  power  circuits,  police  alley 
lamps,  and  the  secondary  distribution  which  requires 
six  pins. 

Each  block  is  considered  as  a  unit  ;  that  i<,  the 
tiansformers  in  adioinins"  blocks  are  not  connected 
in  parallel  and  each  block  has  at  least  three  single- 
jihase  transformers,  ratio  of  2200  to  220-110.  connected 
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three-phase  delta  on  the  lighting  circuit.  Each  set  of 
three  transformers  has  its  own  sub-circuit— the  sub- 
circuit  having  three  fuses  of  its  own  for  the  block, 
all  located  on  one  fixture  at  the  end  of  the  block.  There 
are  no  individual  transformer  fuses. 

The  drawing  of  the  fixture  indicates  that  the 
transformers  are  supplied  from  circuit  four  by  means 
of  the  sub-transformer  circuit  T4  on  the  top  arm. 

The  electrical  connections  are  shown  in  the  wiring 
diagram.     Thus  it  will  be  seen  that, 

no  volt,  single-phase,  can  be  furnished  from  any 
adjacent  pair,  including  A  and  F. 

220  volt,  single-phase,  can  be  furnished  from  AC, 
CE  or  EA. 

110-220  volt,  three-wire,  from  ABC,  CDE  or  EFA. 

no  volt,  three-phase,  from  BCD,  DEE,  FAB  or 
BDF,  preferably  the  latter. 

220  volt,  three-phase,  from  ACE. 

Thus  the  company  is  able  to  furnish  any  of  the 
current  mentioned  for  single  or  three-phase  motors, 
either  no  volt  or  220  volt,  or  single-phase  220  volt  for 
rectifiers,  and  no  volt  or  no-220  volt  current  for 
lighting,   all    off   the   same    transformers    in    any    part 


Bridgework  Construction  for  .'\lleys  in    Business  District 

of  the  block  without  going  to  the  expense  of  additional 
line  construction  work.  In  one  instance  three  25  kw. 
transformers  were  used  for  lighting,  and  a  50  horse- 
power, three-phase  motor  was  connected  to  the  same 
transformers.  As  the  motor  did  not  run  during  the 
main  lighting  hours,  no  ill  effects  were  noticed  except 
when  starting  or  stopping  the  motor,  when  a  slight 
variation  in  voltage  could  be  noticed. 

The  principal  objection  to  this  plan  of  connecting 
is  the  six  secondary  wires  required,  but  any  other 
system  giving  the  same  number  of  combinations  of 
voltages  would  require  even  more  secondary  wires. 
The  system  amounts  to  a  double  three-wire  system, 
so  that  the  conductors  are  not  necessarily  so  large  as 
would  be  required  in  a  single  three-wire  system.  The 
transformers  are  placed  in  the  alley  so  as  to  divide 
the  block  in  approximately  three  equal  parts  and  each 
transformer  supplies  the  single-phase  current  to  the 
nearest  territory,  which  allows  little  drop  in  line  sec- 
ondary. 

The   fuses   are   readily   accessible   and   the    whole 


block  is  fused  at  one  time,  thus  avoiding  the  difficulty 
of  fusing  paralleled  transformers  with  individual  fuses 
when  under  heavy  load. 

For  protecting  the  secondary  from  high  potential 
any  one  leg  could  be  grounded  but  the  writer  prefers 
to  use  six  low-voltage  lightning  arresters. 

This  system  of  connecting  has  been  in  use  for 
some  time  and  has  proven  very  satisfactory.  It  is  cer- 
tainly a  great  relief  to  be  able  to  furnish  a  consumer 
with  any  of  the  selected  standard  voltages  without 
constructing  some  makeshift  arrangement  for  each  in- 
dividual case.  In  addition,  it  reduces  the  transformer 
core  losses  to  a  minimum  and  reduces  the  construction 
cost  by  using  fewer  transformers. 

Several  of  the  poles  are  occupied  jointly  by  two  or 
more  companies.  The  street  car  company's  feeders 
occupy  a  position  on  the  top  gain  on  one  side  of  the 
alley,  while  the  opposite  side  was  given  to  the  city's 
fire-alarm  system.  It  is  better  for  the  fire-alarm  sys- 
tem to  be  below  the  lighting  conductors,  but  due  to 
local  conditions  this  was  found  impractical.  The  ar- 
rangement of  the  circuits  is  such  that  the  secondary 
lines  are  three  feet  from  the  building  line  and  the  light 
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Wiring  Diagram  and  Transformer  Connections  for  Light  and  Power 
Circuits  in  Business  District. 

potential  circuits  are  at  least  four  feet,  six  inches,  from 
the  building  line,  so  that  any  one  leaning  from  a  win- 
dow would  not  be  likely  to  come  in  contact  with  any 
high  voltage  current  except  at  points  where  the  trans- 
formers are  suspended.  The  services  are  taken  from 
a  six-pin  arm  mounted  on  the  pole  at  right  angles  to 
the  bridge  arms. 

Distributing  circuits  covering  a  large  area  present 
greater  difficulties  in  finding  trouble,  but  the  plant 
equipment  and  necessary  room  in  the  plant  is  con- 
siderably reduced.  In  one  case  fifteen  single-phase 
lighting  circuits,  requiring  thirty-three  feet  of  switch- 
board, was  replaced  with  six  three-phase  circuits  re- 
quiring five  feet  of  switchboard.  The  number  of  con- 
ductors leaving  the  plant  was  reduced  from  thirty  to 
eighteen  with  a  corresponding  reduction  of  cross-arms, 
pins  and  insulators. 

The  resident  three-phase,  2200  volt  circuits  are 
only  carried  three-phase  through  the  main  alley  a 
short  distance.  All  branch  circuits  are  taken  ofT  sin- 
gle-phase so  as  to  keep  the  main  three-phase  circuit 
practically  balanced. 

In  order  to  more  quickly  locate  a  short  circuit, 
the  main  branches  have  been  equipped  with  pole-line 
oil  switches,  so  that  the  branch  may  be  readily  cut 
out  for  testing  purposes. 
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GENERAL  POLICY  REGARDING  PIPE  EXTEN- 
SIONS." 

BY    C.    A.    LUCKENBACH. 

At  the  sixteenth  annual  meeting,  the  secretary  of 
this  association  presented  a  notable  paper  on  "Corpora- 
tion Regulation,"  in  which,  after  describing  the  atti- 
tude of  the  public  press  with  reference  to  public  serv- 
ice corporations,  he  makes  use  of  the  following  lan- 
guage: "For  all  this  pilloried  condition  the  present 
corporations  and  their  predecessors  in  interest  have 
themselves  so  largely  to  blame,  that  a  new  method  of 
treating  the  public  must  be  created  to  restore  them  to 
the  favor  in  which  they  were  once  held." 

In  studying  this  paper  and  looking  into  the  de- 
partment in  which  I  am  particularly  interested  for 
"the  original  sins,"  which  our  secretary  calls  "in  many 
instances  equivalent  to  the  action  of  get-rich-quick 
concerns,"  I  am  involuntarily  drawn  to  a  considera- 
tion of  the  policy  regarding  pipe  extensions  and  the 
effect  it  has  on  the  public  pulse  and  the  capital  of 
"good  will"  of  the  corporation. 

The  use  of  gas  in  the  household  is  no  longer  a 
luxury,  in  fact  it  has  long  since  ceased  to  l^e  so.  Even 
the  courts  of  California  have  recognized  the  use  of  ga^^ 
as  such  a  necessity  as  comes  within  that  provision  of 
our  civil  code,  which  makes  the  salary  of  a  wage  earner 
attachable  for  its  use.  So  generally  recognized  is  this 
necessity  that  the  liome  builder  has  long  since  reached 
the  point  where  he  is  unwilling  to  enter  upon  the  im- 
provement of  property,  until  he  knows  to  an  absolute 
certainty  that  when  he  accepts  the  keys  to  a  finished 
building,  that  building  is  reached  with  the  pipes  neces- 
sary to  furnish  those  who  occupy  it  with  gas  for  any 
purpose  desired.  In  a  word,  the  person  who  is  willing 
to  live  in  a  hou«e  which  is  not  supplied  with  gas  is  the 
rare  exception.  .\nd  has  he  not  the  almost  undeniable 
right  under  reasonal)le  conditions,  of  demanding  the 
same? 

When  the  franiers  of  our  state  constitution  in- 
serted that  provision  which  gives  an  individual,  or  a 
company,  the  right  to  enter  upon  the  streets  of  any 
incorporated  city  or  town  for  the  purpose  of  supph'- 
ing  the  inhabitants  thereof  with  gas.  without  specific 
franchise,  but  "under  the  direction  of  the  superintendent 
of  streets,  or  other  officer  in  control  thereof,  and  under 
such  general  regulations  as  the  municipality  may  pre- 
scribe for  damages  and  indemnity  for  damages,"  they 
did  so  not  for  the  purpose  of  relieving  the  individual 
or  corporation  accepting  its  provisions  of  any  burdens, 
but  with  a  different  object  in  view.  It  was  sought  to 
remove  the  possibility  of  oppressive  monopoly  in 
handling  this  and  other  necessities  of  life,  and  in  ac- 
cepting it  the  individual,  or  corporation,  acquires  not 
only  its  privileges  and  its  benefits,  but  its  obligations 
as  well.  That  its  object  was  reciprocal  is  clearly  evi- 
denced by  the  fact  that  it  retained  within  the  power 
of  the  municipality,  within  which  this  right  or  priv- 
ilege was  to  be  enjoyed,  the  right  to  establish  and  fix 
the  rates  to  be  charged  for  the  service  rendered. 
Whether  this  provision  is  a  wise  one.  for  either  the 
best  interests  of  the  company,  or  the  consumers,  owing 
to  the  political  influences  which  surround  our  various 
municipal  authorities,  is  questionable,  but  it  is  still  a 
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fact  that  the  provision  is  in  force,  and  in  its  enforce- 
ment the  voter,  whether  he  be  consumer  or  not,  has  an 
influence  and  a  power.  And  this  influence  and  this 
power  he  will  continue  to  use  as  a  leverage  for  secur- 
ing those  rights  which  he  believes  fie  should  possess 
and  which  he  is  not  able  to  freely  obtain.  One  of 
these  rights  is  the  ability  to  secure  liberal  extension  of 
mains  and  installation  of  services  upon  the  application 
of  would-be  consumers.  And  should  he  not  be  able  to 
do  so,  both  for  the  best  interest  of  the  consumer  and 
Ihe  company?  Perhaps  the  difiference  of  opinion  arises 
from  the  viewpoint  of  liberality,  which  we  all  know 
if  vastly  influenced  by  whether  we  are  the  giver  or  the 
receiver.  But  there  must  be,  and  is,  a  common  ground 
upon  which  both  the  company  and  the  consumer  can 
stand  in  their  definition  of  liberality  as  applied  to  these 
extensions.  It  is  not  a  difficult  matter  for  a  manager 
to  determine  the  cost  of  a  proposed  gas  extension,  to 
estimate  the  probable  consumption  along  the  line  of 
such  extension,  and  to  decide  whether  or  not  it  will  be 
a  paying  one  from  the  date  of  its  installation,  and  upon 
such  decision  approve  or  reject  its  construction.  Such 
might,  and  would  be.  the  cold-blooded  proposition 
from  the  standpoint  of  obtaining  "all  the  traffic  will 
bear."  but  is  it  the  broad  and  wide  policy  necessary  for 
the  upbuilding  of  a  strong,  vigorous  and  healthy  busi- 
ness upon  which  the  investor  can  depend  for  good  or 
even  fair  returns  for  a  period  of  years?  Or  is  it  such 
a  policy  as  will  earn  or  entitle  the  company  to  expect 
the  good  will  of  the  general  public?  In  a  fixed  or  set- 
tled community,  where  newspapers  are  published  once 
a  week,  where  the  fact  that  John  Jones  has  put  a  back 
porch  on  his  house  is  a  news  item,  and  where  the 
building  of  a  new  house  is  an  event,  and  not  an  every- 
day occurrence,  such  it  might  be.  But  we  are  dealing 
with  conditions  as  we  find  them  on  the  Pacific  Coast, 
where,  even  before  the  fires  of  a  terrible  calamity  had 
been  extinguished,  the  pluck,  ener.gy,  courage  and  grit 
of  the  inhabitants  had  caused  them  to  begin  clearing 
away  the  debris  and  to  commence  the  erection  of  a 
new  city,  more  elaborate  in  conception'  and  accem- 
plishment,  more  beautiful  in  its  architecture,  and  more 
secure  in  its  construction,  than  that  which  the  elements 
in  a  few  short  hours  had  swept  away.  We  are  dealing 
with  conditions  as  we  find  them  in  communities  where 
the  orange  groves  or  open  fields  of  to-day  are  the  set- 
tled residence  sections  and  well-built-up  communities 
of  to-morrow,  and  such  conditions  exist  in  practically 
every  portion  of  that  territory  covered  by  the  mem- 
bership of  this  association.  Why  should  the  pioneers 
of  coming  communities  be  compelled  to  ask  in  vain 
for  the  use  of  such  necessities  until  the  territory  be- 
comes highly  remunerative,  except  it  be  upon  the  prin- 
ciple of  obtaining  "all  the  traffic  will  bear"?  The  ac- 
ceptance of  the  privilege  to  enter  upon  the  streets  of 
the  thickly-populated  portions  of  a  city  carries  with  it 
the  obligation  to  extend  the  service,  under  reasonable 
conditions,  to  less  thickly-settled  but  rapidly  and  stead- 
ily growing  sections  as  well,  and  no  surer  means  of 
securing  the  good  will  and  co-operation  of  the  desir- 
able public  exists  for  the  public  utility  corporation 
t'lan  by  adopting  this  policy.  In  some  cases  such  a 
policy  may  work  a  hardship  for  the  time  being,  but  in 
almost  every  case  the  result  will  justify 'the  means  and 
eventuate  in  added  benefits  to  the  company. 
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It  can  hardly  be  questioned  that  the  future  security 
and  stability  of  the  capital  invested  in  public  utility 
companies  depends  to  a  large  extent  upon  the  good 
will  of  the  public.  That  the  public  is  fickle  is  not  to 
be  denied.  Nor  c-an  it  be  denied  that  this  fickleness 
operates  in  almost  every  case  against  the  utility  cor- 
poration and  not  for  it.  It  is  a  condition  which  the 
corporation  manager  knows  to  exist,  which  he  must 
expect  to  meet  and  which  he  must  be  prepared  by 
wise  policies  to  combat  and  overcome.  What  surer- 
method  is  there  of  reaching  the  general  public,  of  bring- 
ing a  gas  company  to  its  favorable  consideration  and 
of  securing  a  hold  iipon  the  people,  than  by  such  liberal 
extensions  of  mains  and  installation  of  services?  The 
writer  believes  there  is  none,  .^s  to  the  building  upon 
that  foundation,  after  it  has  once  been  laid,  is  a  matter 
which  is  not  within  the  province  of  this  paper.  There 
is,  however,  an  element  of  this  discussion  which  is  of 
vast  importance  to  the  utility  corporations,  and  one 
with  which  some  companies  will  be  compelled  to 
reckon  at  a  future  day,  and  which,  in  the  writer's  opin- 
ion, is  bound  to  cost  more  than  is  ever  obtained.  I 
refer  to  the  matter  of  demanding  or  accepting  bonuses 
for  extensions  of  mains  or  installation  of  services.  No 
public  utility  corporation  should  permit  itself  to  be 
placed  in  the  position  of  either  accepting  charity,  or 
of  demanding  public  contributions,  toward  the  building 
of  its  plant,  or  distributing  system.  .\n  applicant  for 
the  service  whicii  we  sell  is  either  entitled  to  such 
service  free,  or  he  is  not  entitled  to  it  at  all.  If  he  is 
entitled  to  it,  he  should  have  it  without  the  exaction 
of  one  penny  of  bonus,  or  other  consideration.  On  the 
other  hand,  if  under  such  a  liberal  and  generous  policy 
as  has  hereinbefore  been  referred  to,  he  is  not  entitled 
to  the  entension,  he  should  not  be  able  to  obtain  it  by  a 
thinly-veiled  species  of  bribery. 

The  incorporators  and  officers  of  a  gas  company 
know  full  well  that  money,  and  lots  of  it.  is  necessary 
for  the  building  of  a  works  and  distributing  system  to 
supply  the  community  which  it  desires  to  enter,  and  it 
should  be  prepared  to  meet  the  demands  which  it  has 
undertaken  to  supply  and  meet  these  demands  upon 
such  a  basis  as  will  permit  the  company  to  retain  the 
respect  of  the  public.  The  only  basis  upon  which  the 
collection  of  these  contributions  can  stand,  is  that 
might  makes  right.  The  commodity  which  we  sell — 
gas — is  the  property  of  the  company  until  it  leaves  the 
meter,  and  all  changes  are  based,  or  should  be  based, 
upon  a  fair  return  upon  the  investment  in  a  system  ex- 
tending to  the  outlet  of  the  meter.  Upon  what  basis 
then  can  the  cost  of  building  the  lines  to  the  meter 
be  charged  to  the  consumer?  And  in  this  State,  where 
rates  are  fixed  by  the  municipal  authorities,  does  it 
not  come  dangerously  near  a  violation  of  law,  or  at 
least  evidence  such  a  contempt  for  not  only  the  evident 
intent  and  purpose  of  the  law.  but  the  right  of  the  con- 
sumer, as  will  eventually  cause  an  uprising  which  will 
do  a  thousand-fold  more  datnage  than  could  possibly 
be  offset  bv  the  aggregate  amount  of  the  bonuses  col- 
lected. The  time  has  gone  by  when  the  corporation, 
oblivious  to  common  sentiment  and  immindful  of  pub- 
lic opinion,  can  force  an  objectionable  and  unjust  pol- 
icy upon  the  people.  The  bonus-built  company  will 
contend  that  where  such   contributions  are  obtained. 


they  are  made  by  tract  owners  to  advance  the  value  of 
their  lots  and  the  salability  of  their  property,  and  that 
they  are  willingly  made.  It  is  true  that  added  value 
is  given  to  the  real  estate  by  the  laying  of  gas  mains, 
and  it  may  be  true  that  the  real  estate  owner  is  seem- 
ingly willing,  and  often  offers,  to  pay  for  the  added 
value,  but  is  it  not  equally  true  that  the  extension  has 
added  no  more  value  to  the  property  of  Mr.  A.,  who 
pays  a  bonus,  than  it  has  to  the  value  of  the  property 
of  Mr.  B.,  who  has  made  no  contribution  to  the  fund 
for  the  building  of  the  system?  And  is  it  not  equally 
true  that  the  seemingly  willing  contributor  to  the  ex- 
tension of  the  system  is  willing  because  he  must  be? 
But  is  he  a  willing  contributor  when  he  casts  his  vote 
in  favor  of  a  low  and  often  unjust  rate,  or  is  he  influ- 
enced in  his  vote  by  his  desire  to  even  the  score  with 
the  company  for  making  him  pay  for  what  his  neighbor 
has  obtained  free? 

On  what  basis  of  effective  argument,  with  what 
e\-idence  of  injured  rights,  can  the  company  which  has 
built  its  system,  or  any  material  part  of  its  system, 
on  bonuses,  go  before  the  public  declaring  that  a  given 
rate  does  not  afford  an  ample  return  on  the  investment 
made?  Is  the  company  which  accepts  bonuses,  gratui- 
ties and  charities,  able  to  go  before  the  court  of  public 
opinion,  or  the  court  of  equity  and  justice,  with  "clean 
hands,"  and  show  that  any  rate  is  too  low  to  afford 
fair  returns  on  capital  invested?  Can  the  bonus-built 
company,  with  justice  to  itself,  ask  the  consumer  to 
build  its  system,  and  then  pay  a  rate  based  upon 
a  return  upon  the  capital  which  the  consumer 
himself  has  donated?  It  appears  to  me  that  the 
time  for  such  policies  has  gone  by,  and  the  man- 
ager who  adopts  such  a  policy  stores  up  trou- 
ble, which,  with  the  present  temper  of  the  vot- 
ing public,  is  bound  to  react  to  the  ultimate  injury, 
not  only  of  the  company  which  he  represents,  but  of  all 
other  companies  engaged  in  similar  business,  as  well. 
Truly  this  is  one  of  the  sins  which  have  been  called 
"equivalent  to  the  action  of  the  get-rich-quick  con- 
cerns." 

The  defense  that  bonuses  are  paid  willingly  is  too 
often  a  subterfuge,  too  often  an  attempt  to  conceal  a 
determination  not  to  extend  mains  unless  a  bonus  is 
paid;  in  other  and  plainer  words,  a  determination  to 
build  a  system  by  ]iublic  contributions  and  no  other. 
Too  often  the  company  accepting  bonuses  permits 
would-be  consumers  right  at  the  doors  of  its  system 
to  go  without  this  necessity  until  a  bonus  is  paid,  and 
often  when  such  action  is  in  direct  violation  of  law. 
What  defense  of  any  kind,  except  that  which  is  ex- 
pressed in  the  words  "the  public  be  damned,"  can  a 
company,  operating  within  California,  make,  when 
it  charges  a  bonus  for  an  extension  to  supply 
a  would-be  consumer  within  one  hundred  feet  of 
its  main.  None,  except  that  it  takes  advantage  of 
the  lack  of  legal  knowledge  upon  the  part  of  the  aver- 
age inhabitant.  And  yet  it  is  done,  and  this  violator 
of  the  law  appeals  to  the  majesty  of  the  law  and  asks 
the  assistance  of  the  same  law  it  has  violated  in  effect 
to  protect  it  in  its  rights.  \V\U  it  do  so?  Can  he  rea- 
sonably expect  it  tn  do  so?  ^\'hat  security  can  you. 
or  T.  honestly  expect  from  the  enforcement  of  the  law 
which  we  treat  with  contempt?     An  eye  for  an  eye. 
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a  tooth  for  a  tooth,  is  the  dictum  of  the  old  Mosaic 
law,  and  it  is  the  law  of  the  present  day  business 
world.  When  we  apply  it  to  others,  why  should  we 
not  expect  it  to  be  applied  to  ourselves?  It  may  be 
true  that  "good  will  cannot  be  created  in  favor  of  the 
corporations  by  the  corporations'  good  deeds,  because 
such  deeds  are  misunderstood  and  misconstrued,"  but 
that  is  no  reason  why  the  corporation  should  wilfully 
carry  on  a  policy  which  it  knows  is  unjust  and  op- 
pressive, and  which  is  bound  to  neutralize  the  effect  of 
any  good  deeds  which  are  performed  in  its  name.  The 
time  will  never  come  when  all  of  the  public  will  treat 
corporations  justly,  nor  will  the  time  ever  come  when 
all  the  corporations  will  treat  the  public  justly,  but  the 
time  has  come,  when  both  the  corporations  and  the 
public  must  assist  in  finding  a  common  ground  upon 
which  each  can  stand  with  confidence  in  the  other. 
Corporations  are  just  as  necessary  to  the  public  wel- 
fare as  the  public  patronage  is  to  the  corporations,  and 
by  urging  the  adoption  of  acceptable  policies  and  the 
eradication  of  unwise  and  objectionable  policies,  each 
of  us  can  do  his  share  toward  securing  this  highly  de- 
sirable result. 


TELEPHONIC  DEVELOPMENT  OF  COLOMBIA 

The  Republic  of  Colombia  has  an  area  of  486,000 
square  miles  and  a  population  of  over  4,000,000,  but 
its  telephonic  development  in  number  of  telephones 
and  quantity  of  material  is  less  than  that  of  the  ordi- 
nary city  of  the  United  States.  No  national  statistic^ 
upon  the  subject  are  obtainable,  but  it  is  known  thai 
with  the  exception  of  a  very  few  of  the  larger  cities 
and  of  a  few  mining  camps  the  entire  country  is  with- 
out telephone  facilities. 

This  condition  is  explainable  in  a  measure  by  the 
wide  use  made  of  the  telegraph  system,  which  in  Col- 
ombia is  well  developed  and  has  lines  reaching  to  iso- 
lated villages  and  communities.  This  system  was  built 
by  the  National  Government  and  is  under  its  special 
protection  and  supervision,  as  well  as  under  its  censor- 
ship. As  the  mininumi  rate  for  telegraph  messages  is 
equal  to  only  2  cents  American  currency  per  word 
for  any  distance,  extensive  use  is  made  of  the  system. 

In  this  consular  district  there  is  but  one  public- 
service  telephone  system.  It  is  in  the  city  of  Carta- 
gena and  is  exclusively  owned  by  F.  &  A.  Franco, 
local  merchants,  by  whom  it  is  operated  as  Empresa 
de  Telefonos  de  Cartagena.  This  system  was  estab- 
lished in  1899  ^nd  is  managed  as  a  private  enterprise 
under  an  exclusive  concession  for  twenty-five  years, 
granted  by  the  National  Government. 

The  company  is  not  associated  with  any  other  in 
this  country  in  business  or  by  wire  connection  and  it 
does  not  possess  or  operate  any  wires  outside  of  the 
city  and  its  immediate  environs.  There  was  formerly 
an  extension  to  the  village  of  Turbaco,  12  miles  dis- 
tant from  Cartagena,  but  this  extension  has  been  dis- 
continued on  account  of  the  limited  use  made  of  the 
wire  and  the  difficulty  in  maintaining  it  intact  and 
free  from  molestation  by  unauthorized  parties.  Connec- 
tion with  the  telegraph  lines  of  this  city  for  short  dis- 
tance telephone  messages  has  been  occasionally  with 
fair  success. 


The  company  maintains  a  central  station  and 
separate  business  office  in  this  city.  Its  employes, 
all  men,  number  5,  and  consist  of  2  central  operators, 
2  line  runners,  and  a  repair  man.  There  are  100  sub- 
scribers to  the  service,  all  wires  running  direct  to  the 
central  station,  there  being  no  party  wires.  No 
charges  for  installation  are  made  to  the  subscribers 
within  the  walls,  Cartagena  being  a  city  of  limited 
area.  For  subscribers  in  the  extensive  suburbs,  erected 
in  recent  years  outside  the  walls,  installation  charges 
are  made  for  the  length  of  wire  from  the  wall  to  the 
subscriber  and  for  the  labor  cost  of  laying  it. 

The  hours  during  which  the  use  of  the  telephone 
\3  permitted  are  6  130  a.  m.  to  10  p.  m.,  while  the  num- 
ber of  calls  is  unlimited;  the  total  average  is  2480 
daily,  or  905,200  annually. 

The  monthly  charge  for  service  is  $3  for  ordinary 
telephone  and  $5  for  long  distance.  The  latter  are  of 
better  appearance,  are  eq^uipped  with  adjustable  ex- 
tension transmitters,  and  while  there  are  no  long  dis- 
tance connections  there  is  greater  clearness  in  mes- 
sages. 

All  the  material  and  apparatus,  except  6  tele- 
phones purchased  in  1909  from  Germany,  are  of  Ameri- 
can make.  (Western  Electric  Company.)  They  are 
all  older  style,  necessitating  ringing  up  the  central 
office  in  addition  to  removing  the  receiver  from  hook. 
The  principal  ones  in  use  are  of  old-fashioned  appear- 
ance, with  short  unhinged  transmitter ;  the  other  types 
are  the  long-distance  telephone  with  transmitter  at 
end  of  a  hinged  extension  arm  and  a  few  of  the  desk 
type.  The  18  miles  of  wire  are  of  copper.  The  iron 
wire  formerly  used  did  not  last  in  this  climate. 

A  private  system  is  operated  by  the  Cartagena 
(Colombia)  Railroad  Company,  with  15  long-distance 
telephones,  without  central  office  or  switchboard,  con- 
necting the  offices  of  the  company  with  its  stations, 
workshops,  and  wharf  in  this  city  and  with  the  offices 
of  the  local  aqueduct  company,  which  is  under  the 
same  general  management.  An  extension  wire  reaches 
to  Kilometer  15,  9  miles  distant.  These  are  also  West- 
ern Electric  telephones  of  the  older  type,  but  give  sat- 
isfactory service.  The  13  miles  of  wire  are  of  galvan- 
ized iron  No.  10. 

There  are  telephone  systems  in  Bogota,  with  con- 
nections reaching  its  suburbs  in  Medellin,  in  Buca- 
ramanga,  in  Barranquilla,  and  in  Santa  Marta.  A  few 
private  series  of  telephones  without  central  switch- 
board are  installed  in  certain  large  mining  camps  and 
haciendas. 

It  is  probable  that  well-directed  efiforts  to  place 
telephone  systems  would  pay,  but  the  development 
would  not  be  rapid  and  the  first  orders  received  would 
be  moderate  in  quantity.  To  secure  this  business  the 
energetic  work  of  a  competent  traveling  representative, 
who  could  visit  the  different  communities  and  person- 
ally urge  the  many  advantages  of  telephone  facilities, 
would  be  required.  It  is  hardly  considered  probable 
that  more  than  a  few  of  the  cities  now  unequipped 
could  be  persuaded,  even  by  such  a  representative,  to 
install  complete  systems,  but  there  would  be  a  fair 
market  for  single  or  party  lines  without  central  sta- 
tions, some  of  which  would  form  a  nucleus  for  more 
complete  systems  in  the  future. 
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REPORT     OF     COMMITTEE     ON     GROUNDED 
SECONDARIES." 

At  the  last  meeting  of  the  Association  held  in  Den- 
ver, Colorado,  your  committee  was  appointed  to  gather 
as  much  data  and  information  relative  to  the  ground- 
ing of  secondary  circuits  and  the  results  of  doing  same 
as  was  possible,  for  the  purpose  of  assisting  in  formu- 
lating any  necessary  rules  for  the  protection  of  life  and 
property  on  circuits  carrying  electric  current  for  light- 
ing and  power.  A  relatively  small  amount  of  informa- 
tion was  obtained,  but  your  committee  believes  that  a 
more  aggressive  campaign  taken  by  your  association 
would  result  in  a  more  intelligent  and  closer  study  be- 
ing made  by  the  Member  Companies  on  the  subject, 
which  would  result  in  a  more  uniform  system  of  power 
and  light  distribution  and  protection  of  same  against 
life  and  property. 

A  circular  was  forwarded  to  each  of  the  Member 
Companies  containing  the  following  thirteen  ques- 
tions: 

(i)     Name  of  company. 

(2)  Do  you  ground  your  secondary  alternating 
current  systems? 

(3)  Up  to  what  voltage  between  ground  and 
line? 

(4)  On  polyphase  circuits,  at  what  point  do  you 
make  your  ground  connection? 

(5)  How  do  you  make  a  ground  connection? 

(6)  Please  give  record  of  tests  you  have  made 
as  to  resistance  and  permanency  of  ground  connection. 

(7)  Please  give  full  history  of  fatalities  and  seri- 
ous shocks  occurring  on  your  secondary  circuits,  and 
full  details  as  to  voltage  and  conditions  under  which 
shock  was  received. 

(8)  Please  give  same  data  in  regard  to  fires 
which  have  occurred  on  your  secondary  circuits. 

(9)  Since  your  secondaries  have  been  grounded, 
have  you  experienced  any  increase  in  transformer 
breakdowns,  or  any  other  increased  cost  of  mainte- 
nance? 

(10)  Since  your  secondaries  have  been  grounded 
have  you  noticed  any  increase  in  the  number  of  fires 
due  to  electric  current  in  the  customer's  premises? 

(11)  As  a  result  of  experience,  do  you  consider 
the  constant  menace  of  a  possible  shock  of  250  or  300 
volts  on  grounded  circuits  to  be  greater  or  less  than 
the  menace  due  to  the  breakdown  of  transformer  or 
crosses  between  secondaries  and  high  potential  lines? 

(12)  Please  give  your  opinion  of  the  limiting 
voltage  which  the  rule  should  specify  "must  be 
grounded." 

(13)  If  the  secondary  of  your  system  is  not 
grounded,  please  give  your  reasons  for  not  doing  so. 

Replies  were  received  from  17  companies — replies 
to  each  of  the  questions  being  as  follows : 

One  company  only  grounds  everything  up  to  460 
volts.  Another  company  grounds  single  phase  circuits 
only  up  to  and  including  250  volts.  Another  company 
has  grounded  part  of  their  system  for  experimental 
purposes,    in    order    to    study    the    relative    protection 

•Read  before  the  Colorado  Electric  Light.  Power  and  Kail- 
way  Association,  at  its  eighth  annual  convention,  held  at  Glen- 
wood   Springs,   Colo..   September   21,    22.    23,    1910. 


afforded.  The  remaining  companies  report  that  they 
have  not  as  yet  grounded  any  of  their  secondary 
circuits. 

One  company  reports  grounding  of  their  poly- 
phase circuits  up  to  460  volts,  the  ground  connection 
being  made  in  the  center  of  the  secondary  circuit  in  one 
transformer  on  closed  delta  connection.  Another  com- 
pany reports  the  grounding  of  their  three-phase  440- 
volt  secondaries  through  spark  gaps.  Several  other 
companies  are  considering  the  grounding  of  polyphase 
circuits  at  the  neutral  of  star  connected  transformers 
and  open  delta  connected  transformers. 

Of  the  companies  using  grounded  connections, 
the  methods  of  grounding  used  by  one  company  is  by 
imbedding  a  tin  copper  disc  or  close  spiral  made  up 
of  No.  4  B.  &  S.  wire  tinned,  below  water  level  in  a 
bed  of  ground  coke  and  where  water  level  cannot  be 
reached,  in  permanent  damp  earth.  Wherever  possi- 
ple  the  grounds  are  placed  by  this  company  near  a 
stream. 

Another  company  reports  that  wherever  possible 
ground  connections  are  made  to  water  pipes,  but  where 
this  is  impractical  or  impossible,  ground  plates  are  im- 
bedded in  coke  dust. 

The  rules  of  another  company  for  ground  connec- 
tions are  as  follows : 

The  secondary  ground  connections  should  be  made 
to  a  thoroughly  grounded  water  pipe  system,  or  to  a 
first  class  ground  plate  installation,  or  if  that  is  not 
available,  three  pipes  not  less  than  i  inch  in  diameter 
may  be  driven  into  the  ground  not  closer  than  10  feet 
apart,  each  pipe  not  less  than  5  feet  long.  The  ground 
wire  should  be  connected  to  each  pipe  independently. 

The  practice  of  another  company  is  to  use  iron 
pipe  where  same  can  be  driven  into  the  ground ;  where 
this  is  impractical  an  excavation  is  made  and  coils  of 
wire  buried. 

No  reports  were  received  on  any  ground  resistance 
tests  being  made  by  the  companies  using  grounds,  but 
for  the  information  of  the  Association  the  committee 
wishes  to  state  that  during  the  summer  of  1907,  Prof. 
E.  E.  F.  Creighton,  lightning  arrester  expert  for  the 
General  Electric  Company  made  a  series  of  tests  on 
dift'erent  types  of  ground  connections  at  the  Silverton 
substation  of  the  San  Juan  Water  &  Power  Company 
at  Silverton,  Colorado.  The  resllts  of  the  test  may 
be  found  in  the  proceedings  of  the  American  Institute 
of  Electrical  Engineers.  Vol.  XXVII.  Part  I,  entitled 
"Measurements  of  Lightning,  Aluminum  Lightning 
Arresters,  Earth  Resistances,  Cement  Resistances  and 
Kindred  Tests." 

The  tests  in  a  general  way  consist  of  the  follow- 
ing : 

1.  Variation  of  resistance  with  depth  (dry  earth) 
using  iron  rod  driven  in  the  ground. 

2.  Variation  of  resistance  with  time  after  salting. 

3.  Measurement  of  resistance  between  pipe  in 
variable  multiple  groups. 

4.  IMeasurement  of  resistance  between  different 
points  on  the  system  to  determine  ground  resistance. 

From  the  results  of  these  tests  and  subsequent  ob- 
servations, it  is  clearly  shown  that  earth  connections 
are  more  or  less  unreliable  unless  extreme  care  is 
used  in  selecting  thoroughly  moist  earth  where  pipes 
or  buried  copper  plates  or  discs  are  used,  and  to  in- 
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sure  good  ground  connection  provision  should  be  made 
for  keeping  these  grounds  thoroughly  grounded  by  the 
application  of  a  brine  solution. 

A  ground  connection  to  water  pipe  system  appears 
to  be  the  most  desirable,  but  with  a  large  number  of 
the  Member  Companies  it  is  quite  probable  that  such 
a  favorable  condition  does  not  exist,  so  that  grounds 
of  other  types  must  be  provided. 

One  company  reports  the  occurrence  of  a  fatal 
accident  caused  by  contact  between  the  primary  and 
the  secondary  circuit  of  a  distributing  system,  the  pri- 
mary voltage  being  2300.  Another  case  was  reported 
by  the  same  company  of  a  consumer  receiving  a  severe 
shock  from  a  220  volt  circuit  due  to  a  defective  socket. 
They  report  that  the  test  made  in  this  case  did  not 
show  any  contact  with  the  primary  circuit,  but  that 
the  effect  of  the  220  volt  shock  was  sufficient  to  ren- 
der the  party  unconscious.  In  none  of  the  above  cases 
v/ere  the  secondaries  grounded. 

Another  company  reports  a  serious  accident  to  an 
employe  of  a  power  customer  who  placed  his  hand 
upon  a  440  volt,  three-phase  induction  motor.  The 
cause  of  the  accident  was  investigated  very  thor- 
oughly, and  it  was  found  that  a  discharge  of  lightning 
broke  down  the  insulation  between  the  primary  and 
the  secondary  leads  through  the  transformer  case;  the 
primary  potential  being  17,000  volts  and  the  secondary 
being  460  volts.  The  secondary  circuit  in  this  case, 
was  not  grounded  and  neither  was  the  frame  of  the 
motor.  The  current  from  the  primary  circuit  in  this 
case  continued  to  arc  over  after  the  discharge  of 
lightning,  and  was  in  this  condition  when  an  employe 
of  the  power  user  placed  his  hand  upon  the  motor.  The 
man's  right  arm  and  left  leg  were  so  badly  burned 
that  amputation  was  necessary.  The  transformer 
cases  in  this  installation  were  grounded  by  placing 
same  upon  the  earth  in  the  transformer  station,  but 
neither  the  secondary  circuit  nor  the  motor  frame  was 
grounded. 

The  ground  connections  of  the  transformer  cases, 
however,  were  so  poor  that  there  was  sufficient  poten- 
tial between  the  motor  frame  and  the  ground  to  cause 
the  severe  burning  mentioned  above. 

Another  company  reports  severe  shock  received 
from  breaking  down  of  transformer  insulation  between 
th«  primary  and  the  secondary,  which  they  claim  has 
been  eliminated  by  grounding  of  secondaries.  The 
primary  potential  in  this  case  being  13,000  volts  and 
the  secondary  being  115  volts.  Only  one  company  of 
those  reporting  attribute  the  starting  of  fires  to  con- 
tact of  the  primary  with  the  secondary  or  ungrounded 
secondaries.  This  particular  case  was  caused  by  a 
severe  ^torm  tangling  up  the  primary  and  the  second- 
ary on  a  2300  volt  distributing  circuit.  They  further 
report  numerous  other  instances  where  fires  were 
started  by  the  primary  circuit  becoming  crossed  with 
the  secondary. 

No  additional  trouble  or  transformer  breakdowns 
have  been  noticed  by  the  companies  grounding  their 
secondaries.  One  company  reports  that  damage  to 
transformers  has  been  decreased.  Another  company 
reports  that  since  grounding  their  secondaries  that 
lightning  will  sometimes  jump  from  the  primary  wires 
outside  the  transformer  to  the  case  and  from  the  case 
to  the  secondary  and  thence  to  the  ground.    They  state 


that  in  some  cases,  the  arc  will  hold  until  the  fuse 
blows,  and  m  another  case  the  arc  will  hold  for  a  few 
seconds  and  break  without  blowing  the  fuse,  and  in 
no  case  have  they  noticed  any  damage  done  to  the 
transformer. 

None  of  the  companies  report  any  increase  in  the 
number  of  fires  since  grounding  of  seci^ndaries. 

Very  few  answers  were  received  to  the  question 
as  to  the  greater  or  less  menace  of  possible  shock  due  to 
the  grounding  of  secondaries.  One  company  states 
that  on  mill  and  power  work  the  constant  menace 
of  shock  due  to  grounding  secondaries  insures  better 
installation  and  is  emphatically  less  than  the  danger 
to  life  and  property  on  ungrounded  circuits  liable  to 
transformer  breakdowns,  crossing  between  secondaries 
and  high  potential  lines,  and  the  possible  continued  ex- 
istence of  unknown  grounds  putting  full  circuit  po- 
tential from  the  other  side  of  the  circuit  to  ground, 
instead  of  only  part  of  the  full  circuit  potential  being 
present  intentionally,  and  provided  for. 

Another  company  feels  certain  that  the  danger  of 
transformer  breakdown  and  contact  between  primary 
and  secondary  is  far  greater  than  the  danger  of  shock 
in  the  difference  in  potential  between  wires  and 
ground.  Another  company  considers  the  menace 
greater.  One  company  states  that  in  their  opinion 
all  circuits  rated  at  500  volts  should  be  required  to 
have  some  point  grounded,  giving  as  much  less  volt- 
age as  possible.  Another  company  reports  that  the 
limiting  voltage  that  must  be  grounded  should  be  150 
volts.  Another  company  reports  that  lighting  second- 
aries up  to  220-250  volts  must  be  grounded.  Another 
company  asks  why  there  should  be  any  limit.  An- 
other company  states  that  if  they  were  convinced 
that  grounding  was  best,  that  they  would  ground  250 
volts.  Another  company  gives  300  volts  as  the  limit 
that  sho'ild  be  grounded. 

There  seems  to  exist  considerable  indecision  and 
varieties  of  opinion  for  not  grounding  secondaries. 
Several  of  the  companies  state  that  they  have  talked 
the  matter  over  but  have  not  as  yet  decided  to  ground 
their  secondaries,  but  expect  to  do  so  in  the  near 
future. 

Other  companies  give  as  a  reason  for  not  ground- 
ing that  they  have  never  had  any  trouble  with  un- 
giounded  secondaries,  and  not  having  experience  with 
grounded  secondaries,  are  not  in  a  position  to  decide 
as  to  the  advisability  of  grounding.  Several  other 
companies  are  not  thoroughly  convinced  that  grounded 
system  is  the  best.  One  company  is  uncertain  as  to 
the  benefits  of  grounding.  Another  company  states 
they  are  using  no  volts  on  their  secondary  circuits 
and  consider  this,  together  with  a  clear  line,  as  the 
best  insurance.  Another  company  is  awaiting  the  re- 
sults from  other  companies  who  are  grounding.  An- 
other company  states  that  grounding  secondaries  in- 
creases fixed  losses  by  forcing  individual  circuits  for 
lighting  and  power,  and  thereby  also  increases  over- 
head and  transformer  investment.  Another  company 
states  that  they  have  not  grounded  chiefly  because 
there  has  been  a  great  difference  of  opinion  regarding 
the  advisability  of  so  doing. 

Your  committee  wishes  to  make  comments  on  sev- 
eral points  brought  out  in  the  answers  received  to 
questions  sent  out,  among  which  one  is  of  considerable 
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importance  to  power  and  lighting  companies  that  are 
operating  in  the  mountainous  districts  of  Colorado, 
and  who  are  supplying  and  distributing  power  over 
high  potential  lines  where  the  transformation  differ- 
ence of  potential  is  relatively  high,  and  in  which  the 
menace  of  breakdown  is  relatively  greater  than  the 
lower  transformation. 

In  two  cases  reported,  severe  shocks  and  injury 
was  sustained  due  to  breakdown  of  transformer  insu- 
lation. In  one  case  on  a  power  transformer  from  17,- 
000  to  440  volts  and  another  from  13,000  to  110  volts. 
In  the  case  of  accident  on  the  17,000  to  440  volts,  two 
conditions  were  brought  out ;  first  the  unreliable 
ground  conditions  that  exist  in  the  mountainous  dis- 
tricts of  Colorado,  and  second  the  menace  to  life  due 
to  the  rule  of  the  National  Electric  Code  that  motors 
operating  at  a  potential  of  550  volts  or  less  be  thor- 
oughly insulated  from  the  ground  wherever  feasible. 

This,  your  committee  believes  under  the  operat- 
ing conditions  existing  with  a  large  number  of  the 
power  companies  of  this  association  is  a  menace  to 
the  life  of  employes  operating  motors  under  these 
conditions,  particularly  where  such  motors  receive  their 
power  from  transformers  stepping  down  from  a  rela- 
tively high  potential  (i.  e.)  potentials  above  5000  volts, 
and  would  suggest  that  this  be  brought  to  the  atten- 
tion of  the  National  Board  of  Fire  Underwriters,  as  in 
a  case  of  this  kind  the  grounding  of  secondaries  sup- 
plying power  to  an  insulated  motor  would  not  give 
absolute  protection. 

In  a  large  number  of  cases  of  shock  sustained  from 
the  power  circuits,  the  shock  is  usuallv  received  not 
from  the  circuit  itself,  but  from  the  frame  of  the  motor 
being  supplied  by  the  circuit.  Where  high  potential 
transformers  are  used  for  lighting  purposes,  the  neu- 
tral point  of  the  secondary  circuit  together  with  the 
transformer  case  should  be  thoroughly  grounded. 

In  conclusion,  your  committee  w^ould  recommend 
that  the  question  of  grounding  be  brought  more  forci- 
bly before  the  member  companies  in  order  that  more 
definite  information  and  a  closer  study  and  results  be 
obtained. 

The  member  companies  of  this  association  are  prob- 
ably more  peculiarly  situated  as  to  the  importance  of 
the  question  of  grounding  than  any  other  association 
on  account  of  their  different  operating  conditions,  loca- 
tion, frequency  of  lightning  storms,  transmission  and 
distribution  of  electric  power  and   lighting  over  high 
potential  circuits,  and  unfavorable  ground  resistances 
ances  that  exist  in  the  Rocky  Mountain  district, 
that  exist  in  the  Rocky  Mountain  district. 
J.  A.  Clay,  Chairman 
C.  F.  Flower,  \V.  A.  C.'\rter,  Commitee 

Analysis  of  telephonic  speech  show^s  the  necessity 
lor  clear  enunciation.  All  of  the  vowels,  in  compelling 
an  open  mouth  and  throat,  give  free  passage  for  the 
\-ibration  of  the  vocal  cords,  but  most  of  the  conso- 
nants, produced  either  with  closed  lips  or  cleaved 
tongue  or  being  a  mere  exhalation  of  breath,  do  not 
actuate  the  vocal  cords.  The  letters  f,  h,  p,  q,  r,  s  and  t 
have  no  distinct  sound  until  a  following  vowel  is 
sounded,  being  purely  breath;  b,  c,  d,  k  and  w  have 
practically  no  sound ;  g  and  j  have  a  throaty  sound, 
while  m  and  n  are  nasal.  The  difficulty  in  distinguish- 
ing between  f  and  s,  m  and  n,  etc.,  is  well  known. 


DISCUSSION    ON    STEAM     ENGINEERING    PRACTICE.' 
Control  of  Fluctuating  Load. 

Question:  How  is  it  possible  to  determine  the  average 
load  on  a  compound  or  triple  expansion  engine  where  the 
load  is  very  rapidly  fluctuating,  i.  e.,  where  this  fluctuation  is 
not  only  seasonal  but  daily,  and  where  you  find  the  fluctua- 
tion so  rapid  as  to  be  almost  intermittent  as  in  a  plant  run- 
ning a  system  that  is  feeding  a  mine  hoist? 

In  electrical  work  we  are  meeting  this  condition  by  two 
methods;  by  running  a  motor-generator  set  consisting  of  a 
slip-ring  motor  driving  two  direct  current  generators  on  the 
same  shaft  with  a  heavy  fly  wheel;  at  the  mine  shaft  direct 
current  motors  are  used.  In  Nevada  a  great  deal  of  trouble 
is  caused  by  the  extreme  fluctuations  and  these  have  been 
corrected  by  using  storage  batteries  which  result  in  a  con- 
tinuous and  uniform  supply  of  current  from  the  power  line. 
1  want  to  get  some  information  on  steam  plants  where  the 
load  is  extremely  variable. 

What  would  you  do  in  case  you  were  called  upon  to 
report  the  load  on  your  plant  if  it  is  seasonal  and  daily 
changing  as  well  as  intermittently  fluctuating? 

Answers:  There  is  a  plant  near  Cleveland  where  a  power 
company  contracted  to  furnish  power  for  coal  discharging. 
When  they  began  to  get  the  coal  over  the  fluctuation  was 
found  to  be  too  great  and  they  put  in  a  balancing  set;  a 
large  motor  with  a  heavy  fly  wheel,  and  with  this  apparatus 
they  took  a  series  of  calculations  and  based  their  average 
load  upon  these.  They  connected  in  such  a  way  as  to 
strengthen  the  motor  at  the  peaks  and  received  very  satis- 
factory results. 

I  would  think  that  the  machine  steam  meter  and  the  indi- 
cator together  taken  fast  enough  would  give  a  fair  average 
value.  Take  for  instance  the  street  car  system.  A  record- 
ing steam  meter  would  be  absolutely  correct.  I  have  seen 
one  in  the  Monadnock  Building. 

The  California  street  cable  road  engine  allows  the  pres- 
sure to  fall  during  load  fluctuations.  Once  it  fell  ten  pounds 
within  a  minute.  The  variations  are  so  great  that  at  times 
the  engine  is  run  by  cars  on  the  system.  The  steam  meter 
is  the  only  correct  way  to  read  that.  With  a  triple  ex- 
pansion engine,  while  one  meter  will  do,  with  three  meters 
you  can  get  almost  correct  results.  We  have  tried  the  in- 
dicator but  without  avail.  Once  we  tried  to  get  an  aver- 
age of  the  speed  and  pressure  and  struck  a  pretty  fair  aver- 
age. When  the  cars  are  running  the  engine  you  have  two 
receivers  bucking  their  strength  against  the  cylinder  until  the 
steam  is  exhausted.     The  cards  will  show  all  of  this. 

While  you  get  the  correct  steam  drawn  from  the  boiler 
at  any  instant  with  the  steam  meter  is  that  any  guarantee 
that  you  would  get  any  correct  measurement  of  the  power 
being  applied  at  the  same  time? 

The  receivers  on  this  engine  are  very  long,  one  being 
about  twenty-seven  feet.  They  are  so  long  that  when  the 
engine  is  running  along  and  is  gradually  shut  off  the  steam 
i.:  drawn  from  the  receivers.  When  the  load  comes  on  again 
the  power  is  at  first  being  applied  only  on  the  high  pressure 
cylinder.  The  vibration  at  this  time  is  terrific.  This  is  due 
to  the  fact  that  when  the  cars  were  running  away  with  the 
engine  the  steam  was  drawn  out  of  the  engine  and  receivers 
and  when  the  load  returned  the  high  pressure  got  all  the 
work.  In  such  a  case  the  amount  of  the  steam  would  be 
recorded  by  the  steam  meter  and  we  could  not  get  the  cor- 
rect reading  otherwise. 

I  have  heard  of  the  chronograph  to  get  the  record  of  the 
different  number  of  revolutions  taking  place  in  any  minute. 
This  had  a  pendulum  making  a  pen  mark  in  the  paper  and 
also  had  a  pin  to  trace  every  revolution.  When  the  engine 
slowed  down  the  marks  of  the  pen  were  all  uniform  but  the 
pin  punctures  were  further  apart. 
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Some  types  of  engines  have  each  cylinder  arranged  with 
a  separate  governor.  By  coupling  up  three  indicators,  each 
one  taking  the  average  at  the  same  time,  you  will  get  a  very 
close  result.  I  was  out  to  the  California  street  cable  engine 
one  day  and  was  stationed  at  one  cylinder,  with  two  other 
men  at  the  others.  We  had  no  electrical  apparatus.  We 
took  off  a  pretty  fair  average  this  way  and  I  think  we  were 
right.  When  the  governors  were  clear  up  we  would  take  a 
look  at  our  different  cards  at  those  times,  and  we  could 
arrive  at  a  pretty  close  record  of  what  the  engine  was  doing 
under  all  conditions.  The  load  on  that  engine  runs  from  six 
hundred  horsepower  down  to  nothing.  I  think  they  run 
thirty-flve  or  forty  cars.  In  the  Alaska  Commercial  Building 
they  were  using  a  tandem  compound  engine  running  the  Otis 
traction  type  of  elevator.  The  current  required  for  that 
type  of  elevator  in  starting  is  much  more  than  when  started. 
At  times  the  engine  was  pulling  all  that  it  could  and  the 
very  next  moment,  as  indicated  by  the  ammeters,  the  load 
was  gone  entirely.  A  short  time  ago  they  installed  a  stor- 
age battery  with  a  balancing  set.  The  load  is  now  almost 
constant  on  the  engine  with  practically  no  change.  When 
the  elevators  are  stopped  the  engine  goes  right  along  and 
pumps  back  into  the  batteries.  That  is  how  they  get  along 
with  the  intermittent  load.  The  ammeter  varies  from  600 
up  to  1000  and  back  to  nothing. 

This  question  may  be  answered  in  many  ways,  as  the 
installation  of  steam  driven  light  and  power  equipment 
differ  radically  in  nearly  every  station  under  observation. 
The  e.xperience  of  the  writer  as  an  operating  engineer  lies 
chiefly  with  alternating  current  dynamos  of  from  2300  to 
4000  volts,  as  regards  the  subject  of  speed  regulation,  with 
various  forms  of  power  transmission  from  the  several  types 
of  engines. 

As  an  illustration  of  how  two  machines  may  be  operated 
harmoniously  with  fluctuating  loads  of  an  entirely  different 
character,  we  will  take  for  example,  two  500  kw.  2300  v. 
alternating  current  dynamos.  Machine  No.  1  is  working  to 
full  capacity  in  street  car  service  (via  motor  generator  sets) 
and  is  driven  by  a  tandem  compound  Corliss  engine  running 
at  75  r.p.m.  and  controlled  by  an  ordinary  fly-ball  governor. 
The  transmission  of  power  from  engine  to  dynamo  in  this 
case  is  through  a  seven  rope  drive,  the  total  length  of  rope 
in    use    being   2500    lineal    feet. 

Machine  No.  2  is  directly  connected  to  the  shaft  of  a 
cross  compound  engine  having  cranks  at  180  degrees  and  is 
regulated  by  a  shaft  governor  set  to  15U  r.p.m.  This  engine 
is  riin  upon  lighting  circuits  exclusively  and  loaded-  to  a  30 
per  cent  overload. 

Now  as  the  operating  engineer  finds  his  lighting  load 
reaching  the"  peak  on  machine  No:  2  he  is  also  aware  of 
the  drop  in  frequency  from  his  standard  of  60  cycles  to,  we 
will  say,  58,  and  at  the  same  time  he  notes  the  fluctuations 
of  all  recording  instruments  upon  the  lighting  panel,  which 
represent  to  him  the  lagging  of  his  over  loaded  engine  in 
crossing  crank  centers.  At  this  point  something  must  be 
done  to  retain  the  normal  voltage  If  possible.  He  watches 
his  power  panel  and  finds  a  fluctuation  of  perhaps  four  cycles 
due  to  the  general  conditions  of  a  street  car  system.  Here  is 
his  hope  for  the  restoration  of  his  lighting  circuit  voltage,  and 
he  is  quick  to  take  advantage  of  it,  the  synchronizer  is  put 
into  operation  and  as  the  power  load  on  outfit  No.  1  increases 
to  the  detriment  of  the  speed,  it  finally  drops  to  that  of  out- 
fit No.  2  and  the  machine  bus-bars  are  united  as  one,  giving 
a  harmonious  operation  throughout  the  hours  of  the  over- 
load. 

The  above  operations  s!  ow  what  may  be  done  in  regard 
to  converting  the  light  and  power  appliances  of  yesterday 
and  today  to  a  unity.  In  this  case  the  sluggish  action  of  the 
Corliss  governor  plus  the  loss  of  quick  action  of  the  machine 
due  to  stretch  and  slipping  of  the  2500  feet  of  rope  kept  the 
speed  of  machine  No.,  1  constantly  fluctuating. 

Machine  No.  2  was  overloaded  and  with  engine  cranks  at 


180  degrees  was  unable  to  retain  normal  speed  passing  cen- 
ters. 

The  combination  of  outfits  gives  better  results  in  many 
ways.  First — When  the  operator  put  the  machine  into  a  syn- 
chronous action  he  caught  one  engine  crank  at  an  angle  to 
the  other  which  was  of  benefit  to  both  engines.  Second— Ma- 
chine No.  1  was  able  to  assist  in  raising  the  lighting  load  volt- 
age at  each  lightening  of  the  power  load.  Third — With  the 
quick  increase  of  the  power  load  which  formerly  slowed  the 
engine,  the  quick  action  of  the  lighting  engine  governor 
would  rescue  the  falling  speed  of  the  slow  running  Corliss. 

Coal. 
Coal    is    an    organic    compound    which    has    been    subject 
to  pressure  for  a  long  time.    Its  chief  ingredients  are  hydro- 
gen, oxygen,  nitrogen,  carbon,  sulphur  and  ash. 

A  few  of  the  best  known  lump  coals  are  Newcastle  (Eng- 
land), Scotch  (Scotland),  Wallsend  (Australian),  Chin-Wan- 
Tau  (China).  There  is  also  a  good  steam  creating  coal  to 
be  had  in  Japan  called  Miki  Nuts.  It  is  very  small,  never 
more  than  1^4  inches  square,  and  seldom  smaller  than  %- 
inch  square.  Welsh  coal  has  little  flame  and  little  smoke, 
being  called  smokeless.  It  comes  from  the  outskirts  of  Car- 
diff, Wales. 

The  first  named  lump  coals  give  much  flame  and  smoke 
and  burn  much  faster  than  Welsh  coal,  but  do  not  give  out 
such  an  intense  heat,  locally,  as  Welsh  coal. 

Corrosion  of  coal,  a  matter  to  which  few  engineers  give 
much  thought,  is  an  important  item  where  there  is  a  large 
amount  to  be  kept  on  hand.  Corrosion  can  be  seen  if  a 
piece  of  soft  coal  is  taken  up  and  broken  into  small  pieces 
until  a  golden  colored  spot  is  seen,  this  spot  being  the 
result  of  the  coal  burning  before  being  put  into  the  furnaces. 
Some  time  ago  the  British  government  made  a  test  to 
see  if  they  could  remedy  this  serious  matter.  They  made 
an  oblong  tank  and  put  500  tons  of  coal  into  it,  this  they 
lowered  into  the  water  in  one  of  their  docks  in  Portsmouth, 
being  kept  there  for  a  year.  At  the  same  time  they  had  500 
tons  of  the  same  coal  exposed  to  the  elements  for  the  same 
length  of  time.  Afterwards  burning  experiments  proved  that 
the  coal  which  was  under  water  had  a  loss  of  only  5  per 
cent  while  the  coal  which  had  been  exposed  had  a  loss  of 
25  per  cent.  They  proved  that  the  coal  which  was  exposed 
to  the  attack  of  the  air,  rain,  snow,  etc.,  burned  more  after 
rain  than  it  did  before,  and  that  the  longer  it  was  exposed 
the  greater  corrosion  became.  And  again  they  proved  that 
the  coal  under  water  stopped  corroding  until  brought  out 
again. 

The  space  occupied  by  coal  varies  from  42  to  45  cubic 
meet  per  ton.  The  fire-bars  should  be  spaced  about  %  if- 
for  Welsh  coal,  but  the  firemen  should  not  knock  it  about,  or 
it  is  likely  to  fall  into  the  ash  pits.  Newcastle,  Scotch,  Walls- 
end  and  Chin-Wau-Tau  coals  can  be  fired  economically  with 
the  fire-bars  spaced  at   %-in. 

CHARLES    MORTON. 


Electric  lamb  foixing  is  reported    by    Professor 

Silas  Wentvvorth  of  Los  Gatos  at  his  experimental 
farm  on  the  Tyler  place,  near  Roseville,  California, 
it  is  stated  that  a  b^nd  of  2000  sheep  was  divided, 
one-half  being  placed  m  a  field  under  the  power  wires 
of  the  Great  Westei.i  Power  Company,  while  the 
(Others  were  kept  awa}!  irom  electric  influences.  In  the 
field  under  the  electric  power  line  the  production  of 
Iambs  averaged  a  fractii)n  over  two  lambs  to  each  ewe. 
In  the  c-ldjoiiiing  field  vvhere  electrical  inffuence  was 
lacking,  the  lanib  average  was  less  than  one  to  each 
ewe.  Similai  difference,"!  were  noted  in  the  yield  of 
wool  from  the  sheep  in  the  dift'erent  fields.  The  fleeces 
from  the  sheep  in  the  ekctric  influenced  field  proved 
20  per  cent  heavier. 
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The  latest  census  returns  show  that  the  lung  ad- 
vocated "back  to  the  country"  movement  has  at  last 
started.  Suburban  communities 
Service  are  rapidly  gaining  in  population 

£xtensions  because    of    the    superior   induce- 

ments they  now  afford.  Para- 
mount among  these  attractions  are  those  comforts  and 
conveniences,  such  as  light,  heat,  power,  water  and 
communication,  which  have  heretofore  been  found  only 
in  the  cities.  One  of  the  strongest  arguments  of  the 
real  estate  dealer  is  that  water  and  gas  have  been 
piped  to  his  property,  that  electric  and  telephone  lines 
pass  through  it  and  that  a  suburban  trolley  line  is 
nearby. 

To  provide  these  facilities  for  outlying  communi- 
ties is  a  serious  problem,  for  the  initial  investment  is 
large  and  the  subsequent  revenue  from  scattered  con- 
sumers much  less  than  that  from  those  congested  in 
the  narrow  confines  of  a  large  city.  Public  service 
corporations  are  often  severely  criticized  and  lose 
much  popularity  because  they  refuse  such  extensions 
free  of  charge.  They  are  frequently  arraigned,  as  by 
Mr.  C.  A.  Luckenbach  in  his  paper  on  "General  Policy 
Regarding  Pipe  E.xtension"  because  they  demand  a 
bonus.  Mr.  Luckenbach's  remarks,  while  written  for 
gas  men  apply  with  equal  force  to  those  operating 
electric  railroads,  telephones,  electric  power  plants  and 
waterworks.  His  conclusions  are  founded  upon  the 
idea  that  a  public  servant  must  keep  the  good  will 
of  the  public  it  serves. 

While  this  is  in  a  large  measure  true  and  should 
be  well  heeded  by  the  companies,  there  is  another  side 
to  this  question  which  should  be  brought  prominently 
to  the  attention  of  the  public.  Many  a  public  service 
company  is  now  compelled  to  put  all  its  earnings  into 
unprofitable  extensions.  Though  in  time  these  may 
also  produce  their  share  of  income,  there  is  an  inder- 
minate  interim  during  which  they  are  operated  at  a 
loss. 

We  thus  have  two  extremes,  one  where  the  exten- 
sions are  made  by  the  company  regardless  of  future 
income,  and  the  other  where  a  certain  bonus  is  paid 
by  those  desiring  the  service.  These  two  extremes 
are  illustrated  at  almost  every  farm  house  which  has 
free  rural  delivery,  but  which  is  visited  by  the  butcher 
only  twice  a  week.  R.  F.  D.  on  the  farmer's  envelope 
is  today  one  of  the  causes  of  our  postal  deficit  and  yet 
its  money  cost  is  more  than  compensated  by  its  advan- 
tages. The  butcher  goes  only  to  a  profitable  territory 
and  charges  as  he  pleases.  The  farmer  that  he  does  not 
serve  must  drive  his  own  team  to  market  if  he  wants 
meat. 

The  public  service  corporation  usually  adopts  the 
mean  of  these  two  extremes  and  devises  some  method 
by  which  the  consumer  bears  at  least  a  part  of  the 
initial  investment.  No  odium  attaches  to  a  steamship 
company  because  it  accepts  a  government  subsidy 
whereby  it  is  enabled  to  operate  an  otherwise  unprofit- 
able line.  Likewise  if  the  public  were  educated  to  see 
this  matter  in  the  same  light,  the  public  service  cor- 
poration would  not  be  stigmatized  for  requiring  a  rea- 
sonable amount  for  improvements  if  they  were  to  be 
installed  at  a  loss  and  if  the  company  received  no 
other  compensation,  such  as  a  valuable  franchise. 
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PERSONALS. 

C.  L.  Cory  is  at  Los  Angeles. 

A.  W.  Ballard  of  Los  Angeles  was  at  San  Francisco  this 
week. 

Frank  H.  Ray,  of  New  York,  was  at  San  Francisco  dur- 
ing the  past  week. 

A.  M.  Hunt  returned  to  San  Francisco  during  the  past 
week  from  Southern  California. 

H.  B.  Woodill,  an  electrical  supply  dealer  of  Los  Angeles 
was  at  San  Francisco  this  week. 

R.  J.  Russell,  secretary  of  the  Century  Electric  Company 
of  St.  Louis,  Mo.,  is  at  San  Francisco. 

Henry  T.  Scott,  president  of  the  Pacific  Telephone  &  Tele- 
graph Company,  left  last  week  on  a  trip  to  New  York. 

J.  W.  White,  sales  engineer  with  the  San  Francisco  office 
of  the  Fort  Wayne  Electric  Works,  is  at  Goldfield,  Nev. 

Frank  Fowden,  manager  of  the  Brooks-FoUis  Electric 
Corporation,  has  returned  to  San  Francisco  from  Los  Angeles. 

Walter  Creasey  has  resigned  as  chief  electrician  for  the 
Copper  Queen  mine  of  Bisbee,  Arizona,  and  is  now  at  Los 
Angeles. 

E.  G.  Dewald,  with  the  Pelton  Water  Wheel  Company, 
has  returned  to  the  San  Farncisco  office  after  making  a  tour 
of   Utah. 

H.  A.  Sayles,  of  the  sales  department  of  the  Holabird- 
Reynolds  Company,  has  returned  to  San  Francisco  from  a 
Northern  trip. 

George  C.  Holberton,  general  manager  of  the  San  Fran- 
cisco Gas  &  Electric  Company,  has  returned  from  an  exten- 
sive Eastern  trip. 

J.  H.  Hornung,  commercial  agent  of  the  Great  Western 
Power  Company  of  San  Francisco,  is  spending  a  vacation 
in  Northern  California. 

Thomas  Mirk,  of  Hunt,  Mirk  &.  Company,  has  returned 
tc  his  San  Francisco  office  after  inspecting  some  work  in 
progress   at   San   Diego. 

L.  H.  Baldwin,  assistant  manager  of  the  Pacific  Coast 
agency  of  the  Kellogg  Switchboard  &  Supply  Company  of 
Chicago,  is  in  Southern  Oregon. 

C.  E.  Sloan  of  Spalding,  Sloan  &  Robson  is  at  Madeleine, 
Lassen  county,  Cal.,  where  a  number  of  irrigation  ditches  and 
a  large  reservoir  are  to  be  constructed. 

W.  S.  Heger,  California  district  manager  of  the  Allis- 
Chalmers  Company,  has  returned  to  San  Francisco  after 
spending  a  few  days  at  his  Los  Angeles  office. 

H.  H.  Noble,  president  of  the  Northern  California  Power 
Company,  consolidated,  is  making  an  inspection  of  his  hydro- 
electric system  in  Tehama  and  Shasta  counties,  California. 

J.  P.  Downs,  traffic  superintendent  of  the  Pacific  Tele- 
phone &  Telegraph  Company,  has  returned  to  his  San  Fran- 
cisco office  after  an  inspection  tour  of  the  company's  lines  in 
the  Pacific  Northwest. 

L.  A.  Richards,  in  charge  of  the  car  department,  and 
S  K.  Colby,  vice  president  of  Pierson,  Roeding  &  Co.,  are  at 
Atlantic  City  to  attend  the  annual  convention  of  the  National 
Street  Railway  Association. 

R.  W.  Gray  has  been  appointed  Division  Plant  Super- 
intendent of  the  Western  Union  Telegraph  Company's  Pacific 
Division  with  headquarters  at  San  Francisco.  He  was  for- 
merly in  the  service  of  the  Pacific  Telephone  &  Telegraph 
Company  at  Portland,  as  Division  Plant  Engineer. 


R.  S.  Chapman,  electrical  engineer  with  H.  M.  Byllesby 
&  Co.,  recently  returned  to  the  firm's  Portland  office  from 
Chicago. 

R.  E.  Thompson,  general  manager  of  the  San  Diego  Home 
Telephone  Co.,  is  at  San  Francisco  in  connection  with  some 
important  extensions. 

Will  Spalding,  formerly  construction  engineer  with  the 
Portland  Railway,  Light  &  Power  Co.,  has  been  appointed 
general  manager  of  the  Tillamook  Electric  Light  &  Fuel  Co. 
at  Tillamook,  Oregon. 

A.  G.  Wishon,  general  manager  of  the  San  Joaquin  Light 
«t  Power  Company,  with  headquarters  at  Fresno,  arrived  at 
San  Francisco  last  week  and  spent  several  days  in  conference 
with  prominent  electrical  men. 

J.  F.  Adams,  general  manager  of  the  Nevada,  California 
&  Oregon  Telephone  Company  with  headquarters  at  Reno, 
Nev.,  visited  San  Francisco  during  the  past  week.  He  is 
making  preparations  to  Install  a  local  plant  at  Alturas,  Cal. 

O.  Shortall,  of  the  construction  department  of  the  Elec- 
tric Storage  Battery  Company,  of  Philadelphia,  is  spending 
some  weeks  on  the  Pacific  Coast,  making  his  headquarters 
with   Pierson,   Roeding   &.   Co. 

~~~  William  A.  Newcome  was  recently  appointed  manager  of 
the  San  Francisco  office  of  the  Western  Union  Telegraph 
Company.  He  is  an  old  resident  of  the  city,  having  lived 
here  for  fifteen  years.  For  several  years  past,  however,  he 
has  been  in  the  diplomatic  service  of  the  government  at 
Washington,  D.  C,  and  abroad.  He  returned  lately  from  an 
extensive  European  tour. 


TRADE   NOTES. 

The  Tramway  Safety  Appliance  Co.  of  San  Francisco  has 
equipped  one  of  the  cars  of  the  United  Railroads  Company 
with  its  device  for  preventing  platform  accidents.  It  is  now 
under  test. 

The  Pomona  Valley  Telephone  &  Telegraph  Union  has 
awarded  a  -contract  to  the  Kellogg  Switchboard  &  Supply  Co. 
lor  a  complete  multiple,  harmonic  switchboard,  together  with 
auxiliary  equipment  for  use  at  Lordsburg,  California. 

The  General  Electric  Company  is  building  for  the  Long 
Beach,  Cal.,  steam  station  of  the  Southern  California  Edison 
Company,  a  large  switchboard  to  control  one  15,000  k.v.a. 
11,000  V.  turbo-generator,  three  2000  kw.,  11,000  v.  local  feed- 
ers, two  11,000,  35,000  to  70,000  v.,  GOOO  kw.  step-up  trans- 
formers, two  35,000  V.  and  two  70,000  v.  outgoing  lines.  The 
switchboard  will  consist  of  instrument  and  controlling  bench- 
board, vertical  exciter  and  auxiliary  panels,  together  with 
complete  equipment  consisting  of  DH  and  HE  instruments, 
DS-5  watthour  meters,  motor  operated  H-3  and  solenoid  ope- 
rated K-12  oil  break  switches,  11,000  v.  graded  shunt  and 
35,000  and  70,000  v.  aluminum  cell  lightning  arresters. 

The  General  Electric  Company  reports  the  sale  of  two 
additional  4000  kw.  generators  to  the  San  Joaquin  Light  & 
Power  Company.  The  generators  and  auxiliary  apparatus, 
it  is  understood,  will  be  installed  in  the  North  Fork  hydro- 
electric station,  about  40  miles  from  Fresno,  where  two  sim- 
ilar units  have  been  in  operation  several  months.  The  appa- 
ratus sold  is  rated  as  follows:  Two  A.  T.  B.  18,  4000  kw.  400 
r.p.m.,  2300  v.,  water-wheel  driven  generators.  Also,  one 
motor-generator  exciter  set;  M.  P.  6,  100  kw.,  900  r.  p.m.,  250 
V.  shunt-wound  generator,  direct  connected  to  one  L  8,  150 
b.p.,  2500,  v.,  induction  motor,  also  arranged  for  direct  con- 
nection to  a  water  wheel.  Also  seven  W.  C.  60  cycle,  1500 
kw.,  20,050  v.,  169,500  v,  y — 2300  v,  transformers,  complete 
with  switchboard  equipment.  Doble  water  wheels  will  be 
direct  connected  to  the  new  generators.  J.  G.  White  &  Co. 
have  charge   of  installing  all  of  this  new   apparatus. 
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971,650.  Four-Party-Line  Ringing-Key.  Alfred  H.  Weiss, 
Chicago,  Til.,  assignor  to  Kellogg  Switchboard  &  Supply  Com- 
l)any,  Chicago,  111.  In  a  telephone  system,  the  combination 
with  a  telephone  line,  of  a  plurality  of  substations  on  said 
line,  each  having  an  annunciator,  of  a  cord  circuit  adapted 
to  be  connected  to  said  line,  a  plurality  of  selective  ringing 
contacts   associated   with   said    cord   circuit   each   adapted   to 


selectively  signal  one  of  said  line  annunciators,  a  patli  for 
voice  currents  around  said  contacts,  and  an  electro-magnetic 
device  having  its  circuit  completed  through  said  contacts, 
said  device  being  adapted  to  be  energized  by  the  actuation 
of  the  ringing  key  to  connect  said  contacts  with  the  talking 
circuit  when  any  one  of  said  contacts  is  operated  to  call  a 
subscriber,  the  restoration  of  said  device  being  under  the 
control  of  said  ringing  key,  substantially  as  described. 

971,649  Inductor-iVlotor.  .John  E.  Webster,  Pittsburg, 
Pa.,  assignor,  by  mesne  assignments,  to  Westinghouse  Electric 
&.  Manufacturing  Company,  East  Pittsburg,  Pa.  In  a  dynamo- 
electric  machine,  the  combination  with  a   core  member,  and 


s  3 


conducting  bars  extending  through  and  beyond  its  ends,  of 
conducting  blocks  between  the  projecting  ends  of  the  bars, 
a  plurality  of  convolutions  of  wire  surrounding  the  blocks 
and~the  ends  of  the  bars,  and  means  for  securing  the  ends 
of  the  wire  to  one  of  the  bars. 

971,767.  Thermo-Electric  Couple.  Albert  L.  Marsh,  De- 
troit, Mich.,  assignor  to  Hoskins  Manufacturing  Company, 
Detroit,  Mich.  In  a  thermo-electric  couple,  a  positive  element 
formed  of  an  alloy  containing  a  relatively  small  proportion  of 
aluminum  and  a  metal  having  the  properties  of  nickel,  in 
such  alloy,  of  obtainine;  in  cooperation  with  a  nickel-chromium 
negative  element,  high  electromotive  force,  a  high  melting 
point  and  a  comparatively  straight  line  electromotive  force- 
temperature  curve,  an  electro-positive  element  formed  of  an 
alloy  containing  nickel  and  approximately  2  per  cent  of  alum- 
inum. 

971,852.  Centrifugal  Pump.  Ferdinand  W.  Krogh,  San 
Francisco,  Cal.  A  self  balancing  centrifugal  pump  comprising 
■A    casing    having   a    suction    inlet   and    a    pressure    outlet,    a 


ported  pressure  chamber,  pipes  respectively  connecting  the 
ports  of  the  chamber  with  the  inlet  and  outlet,  and  an  im- 
peller wheel   arranged   within   the   casing  directly   above   the 


chamber  and  provided  with  a  depending  hollow  plunger 
adapted  in  one  position  to  close  the  port  of  the  chamber  con- 
necting the  inlet,  said  plunger  being  provided  with  a  passage 
which  is  adapted,  in  another  position  of  the  plunger,  to  com- 
municate directly  between  the  other  port  of  the  chamber  and 
the  interior  of  the  plunger. 

972,131.  Electrical  Heater.  Milton  H.  Shoenberg  and 
George  T.  Marsh,  San  Francisco,  Cal.,  assignors  to  Appli- 
ance and  Electric  Device  Company.  The  combination  with  a 
supply  pipe  and  a  controlling  cock,  of  a  casing  having  axially 
alined  openings  at  opposite  ends,  a  non-conducting  lining 
v.'ithin  the  casing,  said  casing  having  its  upper  end  internally 
threaded  and  having  an  extension  from  the  lower  end 
adapted    to    connect    with    said    supply    pipe,    non-conducting 


tube  within  the  casing  having  an  enlarged  head  externally 
threaded  to  engage  the  internal  threads  on  the  casing,  said 
tube  having  the  portion  below  the  head  of  reduced  diameter, 
and  terminating  above  the  lower  end  of  said  casing,  a  re- 
sistant conducting  coil  surrounding  the  reduced  body  of  the 
tube,  an  electrical  conductor  projecting  from  the  lower  end 
of  the  tube  and  connected  with  one  end  of  the  coil,  a  second 
conductor  passing  through  the  head  and  connected  with  the 
upper  end  of  the  coil,  and  binding  posts  upon  the  opposite 
sides  of  the  head  exterior  to  the  casing,  with  which  posts 
I  he  conductors  are  connected. 
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SAN     FRANCISCO'S     UNIQUE 
TELEPHONE     EXCHANGE. 

San  Francisco's  telephone  sys- 
tem contains  an  exchange  which  is 
not  like  any  other  telephone  office 
to  he  found  anywhere.  In  its  ap- 
pearance, the  personnel  of  its  ope- 
rating force  and  the  character  of 
the  service  it  gives,  the  Chinatown 
"central"  is  unique.  This  exchange 
is  further  interesting  as  a  part  of 
the  telephone  facilities  of  one  of 
the  best  telephoned  cities  in  the 
v/orld. 

The  Chinatown  telephone  build- 
ing is  strikingly  Oriental  in  its  ex- 
ttrior  and  interior  details.  The 
plans  were  worked  out  by  the  tele- 
phone company,  with  the  aid  of  a 
prominent  Chinese  merchant.  The 
structure  has  three  pagodas,  giving 
it  the  appearance  of  the  residence 
of  some  important  Chinaman,  for 
in  China  the  number  of  roofs  on 
the  house  indicates  the  rank  of  its 
occupant.  The  woodwork  in  the 
interior  of  this  building  is  rough- 
cut  material,  finished  in  ebony. 

This  exchange  is  one  of  nine 
operated  by  the  Pacific  Tele- 
phone and  Telegraph  Company  in 
San  Francisco  and  is  on  Washing- 
ton street  in  the  heart  of  China- 
town, a  few  blocks  from  the  Bush- 
street  central  office.  With  the  ex- 
ception of  the  sign  outside  the 
front  door  and  the  fine  new  multi 
pie  switchboard  within,  everything 
about  this  building  is  truly  Chinese 
The  manager  of  the  exchange  is  a 
Chinaman,  so  is  the  chief  operator, 
and  the  swilchboard  operators  are 
Chinese  hoys  and  girls. 

The  manager.  Loo  Kum  Shu, 
ij  an  American-born  Chinaman,  and 
has  been  associated  with  the  branch 
of  the  Bell  Company  in  San  Fi-an- 
cisco  for  about  ten  years.  Mr.  Loo 
has  complete  charge  over  the  3500- 
line  board  afid  his  little  operating 
staff.  The  chief  operator's  name 
is  Ah  Sing.  Like  the  manager,  Ah 
Sing  speaks  good  English,  and  so 
do  the  three  little  girl  operators, 
whose  names  are  Ah  Mee,  Ah  Bow 
,nnd  Ah  Soo.  The  other  three  ope- 
rators are  Chinese  boys.  These 
young  people  have  been  recruited 
from  the  mission  school  in  China- 
town, and  they  are  said  to  make 
excellent   operators. 

Some  little  time  ago,  when 
Chinese  telephone  commissioners 
were  in  this  country  Invejtigating 
telephone  plants  for  their  home 
government,  they  were  shown  thin 
Chinatown       exchange     and     were 
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much  impressed  by  the  work  of  the  Chinese  operators.  It  was 
demonstrated  to  them  that  an  American  switchboard  can  very 
conveniently  be  adapted  to  the  uses  of  the  Chinese,  and  this 
is  believed  to  have  been  one  of  the  reasons  why  they  selected 
for  the  first  exchange  of  the  new  Peking  system  an  equipment 
from  the  same  shops  at  Hawthorne. 

The  switchboard  at  present  in  the  Chinatown  exchange 
is  a  comparatively  new  one,  having  been  installed  since  the 
big  fire  of  1906  in  San  Francisco,  which  completely  destroyed 
the  telephone  building  and  equipment  then  in  use.  It  is  now 
taking  care  of  SOO  subscribers'  lines.  The  board  is  a  West- 
ern Electric  Number  One,  a  central  battery  equijjment  of  the 
most  up-to-date  type. 


Vf^' 


Ctiinese  Girl  Opfrators  in  San  Francisco 

This  exchange  handles  only  calls  for  stations  in  China- 
town. Whenever  a  call  from  an  outside  station  destined  for 
other  points  comes  in  the  operator  switches  it  over  to  the 
Bush-street  exchange. 

The  girl  operators  know  the  names  of  nearly  all  the 
Chinatown  subscribers  and  are  able  to  switch  the  calls  about 
without  resorting  to  the  directory.  As  a  matter  of  fact,  the 
Chinese  part  of  the  San  Francisco  telephone  directory  is  not 
arranged  by  numbers,  but  by  names  of  streets,  and  a  caller 
for  a  station  in  Chinatown  gives  the  name  of  the  firm  or 
individual  he  wishes  to  reach. 

In  the  basement  of  the  building  containing  the  cable  rack 
and  all  the  other  apparatus  other  than  the  switchboard,  the 
usual  standard  construction  of  the  Pacific  Telephone  and 
Telegraph  Company  is  carried  out.  The  energy  for  this  ex- 
change is  obtained  from  11-cells,  Type  E-11,  "Chloride  Ac- 
cumulator," manufactured  by  the  Electric  Storage  Battery 
Company.  The  battery  is  charged  by  means  of  a  30-ampere 
mercury  arc  rectifier. 


TEST    OF    104,000-VOLT    KILARC    SWITCH. 

At  the  Bay  Shore  substation  of  the  Sierra  and  San  Fran- 
cisco Power  Company  is  installed  a  Kilarc  open  air  switch, 
built  by  the  Bowie  Switch  Company,  through  which  passes 
one  of  the  incoming  lines  from  the  Stanislaus  Power  Company. 
The  system  is  operated  at  104,000  volts — the  highest  pressure 
at  present  in  commercial  use.  This  switch  was  built  for  ope- 
rating under  load,  to  handle  at  least  10,000  kw.  It  is  of  special 
design,  but  the  operating  parts  for  breaking  the  load  are  simi- 
lar in  principle  to  those  of  the  standard  type  K  switch  bmlt 
by  the  same  company.  By  the  direction  of  motion  of  the  bluc'e, 
the  arc  is  first  drawn  upwards,  away  from  the  insulators, 
thereby  avoiding  any  possibility  of  the  heat  of  the  arc  affec'iiig 
the  insulators. 


This  switch,  which  has  been  in  service  for  the  past  three 
months,  is  situated  in  a  location  particularly  severe  on  insula 
tors,  owing  to  the  salt  fogs,  high  winds  and  dust.  Further 
more,  the  insulators  have  not  been  cleaned  since  it  was  in- 
stalled. 

To  determine  the  ability  of  the  switch  to  open  undev  load, 
a  test  was  recently  made  by  loading  the  lines  with  an  induc- 
tive load  of  52  amperes  on  the  high-tension  side,  or  over  90i)0 
kilovolt  amperes.  The  switch  handled  the  load  without  the 
slightest  difficulty,  and  opened  without  causing  any  voltage 
disturbance  to  the  system,  other  than  would  occur  from  the 
change  of  current.  There  was  practically  no  surge  on  the  line, 
and  the  pressure  at  the  power-house  raised  only  3500  volts,  or 
about  3  per  cent  maximum  when  the  switch  was  opened.  I'his 
was  conclusive  demonstration  that  no  material  voltage  rise 
accompanies  the  opening  of  horn  switches  of  proper  design. 

This  is  a  subject  which  has  caused  considerable  discussion 


Tin-  Bowit*  Disconnecting  Switch 

by  engineers,  as  some  have  maintained  that  the  opening  of  air 
switches  would  set  up  serious  oscillations  in  the  line.  Air 
switches  of  improper  design  are  liable  to  cause  trouble,  but  the 
results  of  experience  have  shown  that  well-designed  horn  type 
switches  will  operate  without  causing  material  disturbance  of 
voltage. 

This  test  was  particularly  severe  owing  to  the  highly  in- 
ductive load  which  tended  strongly  to  maintain  the  arc,  and  to 
have  the  stored  magnetic  energy  kick  back  on  the  line.  Judg- 
ing from  the  manner  in  which  the  switch  operated,  its  actual 
capacity  is  far  in  excess  of  the  rating.  The  photograph  shows 
a  view  of  the  switch,  which  is  mounted  on  a  structural  steel 
framework,  thoroughly  braced. 


The  Kellogg  Switchboard  &  Supply  Company  of  Chicago 
has  closed  a  contract  for  a  toll-board  for  the  Home  Telephone 
Co.  of  Spokane,  Wash. — the  company  controlled  by  the  Lane 
syndicate.  It  is  a  nine-position  toll-board,  complete  with  desks 
and  testing  equipment. 
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SINGLE-PHASE  TRACTION  IN  FRANCE. 

The  electrification  of  existing  steam  railways  is  being 
pursued  with  activity  in  France.  One  of  the  latest  electrifi- 
cations is  that  which  the  Midi  Railway  of  France  will  make 
in  connection  with  the  Montrejeau-Pau  portion  of  the  Tou- 
louse-Bayonne  Line.  The  portion  to  be  electrified  has  a 
length  of  some  70  miles;  the  country  is  very  hilly  and  the 
line  has  a  number  of  gradients,  one  of  3%  per  cent  being 
about  seven  miles  in  length.  This  is  the  largest  scale  upon 
which  electrification  of  existing  lines  has  been  attempted 
in  France,  and  the  results  will  be  watched  throughout  Eu- 
rope with  no  little  interest.  Later  the  electrification  is  to  be 
extended  to  the  entire  Toulouse-Bayonne  Line,  a  distance  of 
200  miles. 

The  Midi  Railway  Company  has  ordered  from  the  French 
Westlnghouse  Company,  whose  works  are  at  Havre,  the 
equipments  for  30  double  bogie  electric  motor  coaches  for 
the  passenger  service  and  one  complete  electric  lo- 
comotive for  the  freight  service  of  this  line.  The  loco- 
motive and  motor  car  equipments  will  be  built  entire'y 
at  the  Havre  works  of  the  French  Westinghouse  Company, 
while  the  mechanical  part  of  the  locomotive  will  be  built  by 
the  Italian  Westinghouse  works.  The  design  and  construc- 
tion Is  based  on  the  results  obtained  in  connection  with 
the  very  successful  electrification  by  the  Italian  Westing- 
house Company  of  the  Giovi  tunnel  section  of  the  Italian  State 
Railways  on  the  dense  traffic  line  between  Genoa  and  Milan. 

Each  of  the  30  motor  coaches,  each  seating  about  50  pas- 
sengers, will  be  equipped  with  four  125  h.p.  Westinghouse 
single-phase  motors,  16  2-3  cycles,  285  volts,  and  with  West- 
inghouse multiple  control.  These  motor  coaches  will  be  able 
to  haul  trains  weighing  100  metric  tons — including  the  motor 
itself — at  a  speed  of  45  miles  per  hour  on  level  track.  The 
weight  of  a  motor  coach  in  running  order  will  be  about  56 
metric  tons. 

The  Midi  locomotive  will  be  provided  with  five  axles, 
three  of  which  will  be  driven  by  the  motors  through  jack 
shafts  and  connecting  rods.  The  locomotive  will  be  equipped 
with  two  600  h.p.  single-phase  motors.  The  locomotive  will 
weigh  80  metric  tons  and  will  be  able  to  haul  trains  weigh- 
ing 400  metric  tons,  inclusive  of  the  locomotive.  With  a 
haulage  load  of  280  metric  tons  the  speed  will  be  25  miles 
per  hour,  and  with  100  metric  tons  about  38  miles  per  hour. 

The  current  will  be  supplied  to  the  motors  by  means 
of  a  12,000  volt  overhead  catenary  line.  The  pantagraph  type 
of  trolley  will  be  used. 


NEW  KELLOGG  CONTRACT. 

The  Kellogg  Switchboard  and  Supply  Co.  announces  that 
it  has  closed  a  contract  for  complete  switchboard  equipment 
for  the  Raleigh  Tel.  Co.,  Raleigh,  N.  C.  There  is  to  be  a  new 
standard  type  switchboard  consisting  of  two  sections,  each 
having  a  capacity  of  3000  multiple  jacks.  The  two  sections 
are  equipped  with  700  common  battery  lines  installed  in  five 
regular  positions,  with  full  multiple  installed  every  four 
panels  and  twenty  magneto  lines  installed  in  the  first  position 
next  to  the  box  panel. 

Each  of  the  regular  positions  is  equipped  with  fifteen 
common  battery  cord  circuits,  each  pair  of  cords  having  an 
individual  four-party  ringing  key.  The  farmer's  position  is 
equipped  with  ten  combination  toll  to  toll  and  toll  to  local 
cord  circuits. 

The  Kellogg  Company  also  furnishes  the  necessary  main 
distributing  frame  and  relay  rack.  The  telephone  company 
will  use  the  present  power  equipment. 

This  switchboard  has  some  special  patented  operating 
features  in  it  which  were  furnished  at  the  special  request  of 
the  manager,  Mr.  W.  A.  Wynne.  The  system  is  so  wired  that 
when  any  subscriber  removes  his  receiver  from  the  hook,  he 
will   be   immediately   connected   with   the   operator,   who   will 


receive  the  request  for  the  subscriber  desired  and  plug  in  with 
the  calling  cord  and  ring  the  desired  party  before  inserting 
the  answering  plug,  thus  giving  quicker  service.  If,  however, 
another  call  should  come  in  before  she  completes  the  first 
call,  the  operator  can  prevent  the  second  calling  party  from 
interfering  by  plugging  into  the  answering  jack  with  the 
answering  cord  in  the  usual  manner. 

A  subscriber  often  desires  to  call  several  parties  in  rota- 
tion and  the  cord  circuits  have  a  special  feature  for  this  ar- 
rangement that  after  conversation  has  been  completed  all 
the  calling  party  has  to  do  to  again  be  able  to  speak  directly 
to  the  operator  is  to  operate  his  switch  hook  once.  He  will 
then  be  able  to  tell  the  operator  what  party  he  desires  next 
and  this  without  the  operator  having  to  throw  her  listening 
key. 

This  arrangement  has  already  been  used  in  this  system 
for  several  years  with  great  satisfaction  to  the  subscribers. 

While  the  Kellogg  Company  emphasizes  the  importance 
of  standard  equipment,  they  are  anxious  to  co-operate  with 
ciistomers  in  the  installing  of  equipment  especially  suited  to 
individual  needs  and  offer  unequaled  experience  and  factory 
fscilities  for  the  building  and  installing  of  special  service 
equipment. 


NEW  CATALOGUES. 
Bulletin  No.   9635,  describing  Hawthorn   Commercial  and 
Folding   Type   Mazdaliers,   has   been   issued   by   the   Western 
Electric  Company. 

Bulletin  No.  4767,  just  issued  by  the  General  Electric 
Company,  illustrates  and  describes  motors  designed  particu- 
larly for  use  in  steel  mills. 

Bulletin  No.  234  from  the  Sprague  Electric  Company  illus- 
trates and  describes  portable  electric  breast  drills  designed 
for  either  direct  or  alternating  current. 

The  General  Electric  Company  has  recently  issued  an  at- 
tractive bulletin.  No.  4755,  illustrating  and  describing  the 
electrical  equipment  of  the  Great  Northern  Railway. 

Paragon  Bulletin  No.  1  from  the  Paragon  Sellers  Co.,  60 
Fifth  avenue,  Chicago,  illustrates  and  describes  the  Paragon 
ground  cone  which  is  intended  as  a  protector  against  high  po- 
tential static  discharges. 

A  new  bulletin  on  the  isolated  plant  direct  current  com- 
bination generator  and  feeder  panels,  No.  4763,  which  super- 
sedes previous  bulletins  on  that  subject,  has  just  been  issued 
by  the  General  Electric  Company. 

Charles  C.  Moore  &  Co.,  San  Francisco  Pacific  Coast  man- 
agers for  the  Babcock  &  Wilcox  Co.,  are  distributing  the  1910 
catalogues  of  Sterling  Boilers.  This  21  p.-ge  book  is  at- 
tractive'y  illustrated  in  colors  and  bound  in  board  covers 
8x10. 

The  Western  Electric  Company  has  issued  booklet 
T-206,  describing  its  composite  telephone  and  telegraph  sys- 
tem for  railway  service.  This  system  has  been  devised  for 
the  purpose  of  enabling  telephone  and  telegraph  messages 
to  be  transmitted  simultaneously  over  grounded  telegraph 
lines. 

Bulletin  No.  4749  on  alternating  current  switchboard 
panels  has  been  issued  by  the  General  Electric  Company, 
and  will  prove  of  interest  and  great  assistance  to  any  one 
considering  purchase  of  switchboard  panels.  The  panels  il- 
lustrated' in  this  bulletin  are  of  the  sectionalized  type,  and 
each  section  has  a  separate  catalogue  number.  These  panels 
are  in  three  sections,  and  the  pages  of  the  bulletin  are  sec- 
tionalized so  that  the  user  may  have  before  him  a  ricture  of 
the  complete  panel  desired,  together  with  a  full  description 
of  the  equipment. 


J3J 


JOURNAL    OF     ELECTRICTY.     POWER    AND     GAS 


[Vol.  XXV-No.  K. 


INCORPORATIONS. 

MT.  VERNON,  WASH.— The  Home  Water  Power  Com- 
pany, capital  $50,000.  has  been  incorporated  by  .1.  E.  Perrin, 
D.  E.  Hender.son  and  Thos.  Smith. 

EL  CENTRE,  CAL.— The  Imperial  Valley  Electric  Com- 
pany has  been  incorporated  by  J.  W.  Finch  and  C.  F.  Fct- 
guson,  with  a  capital  stock  of  $10,000. 

ONTARIO,  CAL. — The  Manzanar  Water  Company  has 
been  incorporated  by  G.  A.  Hanson,  Isaac  Baxter  and  C.  E. 
Sears  with   a  capital   stock  of  $250,000. 

MONTEREY,  CAL.— The  Mission  Home  Telephone  Com- 
pany has  been  incorporated  by  Thos.  J.  Field,  Arthur  G. 
Metz,  B.  Cook  Smith,  Carmel  Martin  and  Geo.  S.  Gould,  Jr. 

SAN  ANREAS,  CAL.— The  Patent  Electric  Fuse  Spitter 
Company  has  been  incorporated  by  Frank  Bernardino.  .1.  B. 
Sause,  T.  C.  Peters  and  F.  M.  Sorracco  of  Sutter  Creek,  with 
a  capital  stock  of  $200,000. 

STOCKTON,  CAL. — Articles  of  incorporation  of  the  Tide- 
water and  Southern  Railroad  Company  have  been  filed  here. 
The  road  is  to  be  electric  and  the  capital  stock  is  placed 
at  $1,000,000.  While  the  exact  route  of  the  proposed  road 
has  not  been  made  public,  it  will  be  built  directly  from  Stock- 
ton to  Modesto  and  thence  to  Turlock,  tapping  a  rich  sec- 
tion. At  Atlanta,  in  the  southeastern  part  of  the  county,  a 
branch  line  will  be  constructed  to  Ripon  for  a  feeder.  The 
board  of  directors  given  in  the  papers  filed  by  Attorney  A. 
L.  Levinsky  are  as  follows:  John  A.  Mehling.  J.  A.  Coley,  K. 
C.  Brueck,  George  E.  Minges,  George  F.  Schuled,  Byron  A. 
Bearce    and    T     J.    Wisecarver. 


FINANCIAL. 

SEATTLE,  WASH.— A  $1,400,000  bond  issue  will  be  sub- 
mitted November  8th  for  the  extending  and  enlarging  of  the 
city  light  plant. 

CORNING,  CAL.— By  a  vote  of  16.3  to  2?.  the  bond  issue 
has  been  voted  providing  for  the  raising  of  $70,000  for  a 
water  and  sewer  system. 

SACRAMENTO,  CAL. — An  ordinance  has  been  passed 
ca'ling  an  election  for  November  17th  to  vote  on  bonding 
this  city  for  $666,000  for  a  municipal  filtration  plant. 

LOS  ANGELES.  CAL.— The  friendly  suits  brought  by  a 
local  taxpayer  to  test  the  legality  of  the  $6,500,000  harbor 
and  powe-  bond  issues  recently  voted  by  the  city  has  been 
decided  in  favor  of  the  city. 

SAN  FRANCISCO,  CAL.— The  Union  Trust  Company  of 
San  Francisco,  as  trustee,  invites  written  offers  up  to  11  a.  m. 
October  22,  for  the  sale  to  it  of  the  Humboldt  Transit  Com- 
pany's first  mortgage  5s  for  redemption  to  the  extent  of 
money  now  in  the  sinking  fund — $4220. 


TRANSMISSION. 

VANCOUVER,  B.  C— C.  H.  Cahan.  president  of  the  West- 
ern Canada  Power  Company,  owners  of  the  Stave  Lake  plant, 
states  that  by  January  1st  the  plant  will  be  able  to  supply 
30,000  horsepower. 

REDDING,  C.\L. — Work  is  progressing  rapidly  upon  the 
Coleman  plant  of  the  Northern  California  Power  Company,  on 
Battle  Creek,  12  miles  from  the  Sacramento  river.  Tlie 
steel  frame  and  much  of  the  machinery  is  on  the  ground.  This 
plant  i.s  being  constructed  in  accordance  with  the  designs 
by  Rudolph  W.  Van  Norden  of  San  Francisco  who  is  acting 
as  consulting  engineer  tor  the  company. 


GEORGETOWN,  CAL.— The  Rubicon  Water  &  Power 
Company  has  a  large  force  of  men  in  the  field  rushing  the 
preliminary  work  for  its  large  electric  power  plant  on  the 
American  River  above  Georgetown. 

GLENWOOD  SPRINGS,  COLO— The  Glenwood  Light  & 
Power  Company  are  adding  a  200  kw.  General  Electric  water 
driven  generator  to  their  plant.  It  is  hoped  that  with  this 
addition  they  will  be  able  to  use  the  steam  unit  merely  as  a 
reserve. 

SANTA  FE,  N.  M. — An  application  has  been  made  by 
Homer  W.  Schofield  of  Alamagordo,  N.M.,  for  waters  of  Tula- 
rosa  creek  in  Otero  county,  to  be  diverted  through  the  Teco- 
lote  ditch  to  a  reservoir  for  power  and  irrigation  purposes 
at  a  cost  of  $15,000. 

OROVILLE,  CAL. — With  the  settlement  of  the  suit 
l)rought  by  the  Great  Western'  Power  Company  against  the 
various  Maack  estates  in  this  county,  the  power  company 
has  practically  completed  its  rights  of  way  for  its  second 
tower  line  of  high  tension  wires  from  this  city  to  Oakland. 
The  company  has  been  quietly  engaged  for  the  past  year  in 
buying  rights  of  way  for  its  double  tower  line. 

PUEBLO,  COLO.— The  Pueblo  Traction  Light  &  Power 
Company  are  adding  new  equipment  to  their  steam  power 
plant,  including  two  1000  h.p.  Sterling  boilers,  with  patent 
stoking  devices,  and  one  condenser,  one  1500  kw.  Allis-Chal- 
mers  horizontal  type  turbine.  The  boilers  are  already  installed 
and  they  expect  to  have  the  condenser  and  turbine  installed 
in  about  six  months.  The  company  are  making  their  own 
installations. 

LAKEVIEW,  ORE.— The  Southern  Oregon  Water  Power 
Company  has  made  final  arrangements  to  install  a  plant 
on  Deep  Creek,  three  miles  from  Adel,  to  generate  10,000 
horsepower  to  be  transmitted  to  Goose  Lake,  Chewaucan, 
Warner  and  Catlow  valleys,  and  to  be  used  for  power  and 
light  in  Lakeview  and  other  towns.  Engineer  Charles  Mc- 
Intyre  of  Spokane  will  begin  actual  construction  not  later 
than  .lune  1,  1911. 

GEORGETOWN,  CAL.— The  Loon  Lake  Water  and  Power 
Company,  successors  to  the  old  California  Water  &  Mining 
Company,  which  has  operated  the  water  system  on  the 
Georgetown  Divide  for  the  last  40  years,  is  making  extensive 
preparations  for  the  building  of  large  storage  reservoirs  and 
the  erecting  of  hydro-electric  power  plants  on  this  divide. 
The  company  has  two  offices  in  Georgetown,  but  the  main 
work  is  being  done  about  25  miles  east  of  here. 

CANON  CITY,  COLO.— The  Colorado  Light  &  Power 
Company  of  Canon  City  have  added  a  1500  kw.  Allis-Chalmers 
horizontal  type  steam  turbine  to  their  plant.  It  will  utilize  the 
exhaust  steam  from  the  two  Corliss  steam  engines  and  thus 
the  capacity  of  the  plant  will  be  doubled  without  adding  more 
boilers.  A.  C.  Ree  of  the  Allis-Chalmers  Company  has  made 
the  installation.  It  was  put  in  operation  on  September  28. 
1910.    A.  C.  Wallace  is  general  manager  of  the  plant.    ' 

MODESTO,  CAL.— The  Sierra  and  San  Francisco  Power 
Company,  through  its  agent,  W.  L.  McKinley,  has  spent  the 
greater  part  of  a  week  in  South  San  Joaquin  and  Stanislaus 
counties  securing  rights  of  way  from  the  main  power  line  on 
the  J.  F.  Miller  land  near  Atlanta,  south  through  Ripon. 
Salida  and  toward  this  city.  It  is  the  plan  of  the  com- 
pany to  reduce  from  100,000  to  15,000  volts  and  carry  the 
power  southward  on  a  pole  line.  The  line  will  be  built  imme- 
diately on  the  securing  of  the  complete  right  of  way.  There 
will  be  a  line  from  the  substation  westward  to  the  town  of 
Menteca. 
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PETALUMA,  CAL.— The  Petaluma  Power  &  Water  Com- 
pany has  resumed  work  on  the  enlargement  of  its  storage 
reservoir  on  the  Lawler  ranch  on  Sonoma  mountains  east  of 
this  city,  on  which  the  company  has  already  spent  many 
thousands  of  dollars.  The  big  dam  is  to  be  raised  and  the 
bottom  of  the  lake,  lowered,  thereby  greatly  increasing  the 
capacity  of  the  reservoir.  This  makes  the  third  consecutive 
year  in  which  work  on  the  enlargement  of  the  reservoir  has 
been  carried  on.  The  contract  with  an  Oakland  firm  calls 
tor  the  excavation  of  25,000  cubic  yards  of  dirt. 

TOWNSEND,  WASH.— From  present  indications  the  Bl- 
worth  river  in  Clallam  county  will  soon  furnish  electric  power 
for  manufactories  in  both  Clallam  and  Jefferson  counties.  It 
is  the  intention  of  the  company  to  transmit  electric  power 
to  all  points  in  Clallam  and  Jefferson  counties.  Mr.  Aldwell, 
who  is  the  leading  spirit  in  the  enterprise,  is  now  signing 
contracts  to  supply  power  in  the  section  and  has  signed  con- 
tracts with  the  Western  Steel  Corporation  to  furnish  their 
steel  plant  at  Irondale  with  electric  power  sufficient  to  oper- 
ate all  of  its  machinery  and  the  additional  machinery  the  com- 
pany contemplates  installing  in  the  near  future.  The  com- 
pany will  soon  commence  the  construction  of  their  power 
plant. 

OAKLAND,  CAL. — Work  has  been  started  on  the  con- 
struction of  a  new  subsidiary  power  plant  in  the  West  Oak- 
land yards  of  the  Southern  Pacific  Company  for  use  in  con- 
nection with  the  company's  project  of  electricizing  its  Oak- 
land and  Alameda  local  lines.  The  new  structure  is  being 
erected  at  the  point  where  the  Oakland  mole  lines  join  the 
inlet  to  the  yards,  and  will  be  used  as  a  step-down  station 
for  the  high-power  tension  wires  from  the  Fruitvale  power- 
house. The  new  plant  is  90  feet  in  .length,  and  60  feet  in 
width.  When  completed,  and  equipped  with  machinery, 
which  is  to  be  of  the  most  modern  type,  it  will  have  cost 
approximately  $100,000.  The  plant  will  be  completed  in  March 
oi'  April  of  next  year. 


TRANSPORTATION. 

PORTLAND,  ORE.— Work  i.s  be  started  on  the-  Mt.  Hood 
railroad  from  Gresham  to  lUiU  Itun  at  once.  Material  is  being 
assembled. 

SEATTLE,  WASH.— The  injunction  presented  by  the 
Puget  Mill  Company  as  against  the  electrification  of  the  Madi- 
son line  will  be  denied  by  the  court,  and  work  of  electrifying 
will  probably  proceed. 

SEATTLE,  WASH.— J.  B.  Murphy,  president  of  the  Seattle 
Tacoma  Short  Line  Company,  has  announced  that  a  con- 
tract has  been  let  for  clearing  the  right  of  way  between 
Youngstown  and  Buren  Lake.  The  line  between  Seattle  and 
Tacoma  is  expected  to  be  in  operation  in  two  years. 

EL  PASO,  TEXAS.— Golosk  Hill  and  Franklin  Hutts,  who 
have  asked  for  an  extension  of  the  Arizona  street  car  line 
service,  will  not  get  the  service,  the  Council,  accepting  the 
report  of  the  street  and  grade  committees,  denying  the 
petition. 

DENVER,  COLO.— The  Denver  City  Tramway  Company, 
John  Evans,  chief  engineer,  is  said  to  be  planning  to  enter 
the  interurban  field,  acquiring  the  Denver,  Greeley  &  North- 
western R.  R.,  which  has  been  inert  for  several  years,  and 
when  the  line  is  completed  it  will  probably  be  extended  to 
Boulder. 

OAKLAND,  CAL. — Within  four  months  all  street  cars  in 
Oakland  will  be  equipped  with  fenders  in  accordance  with 
tlie  fender  ordinance  which  was  given  its  final  passage  at  the 
meeting  of  the  City  Council  last  week.  The  ordinance  will 
go  into  effect  in  30  days,  and  the  Oakland  Traction  Company 
i;.  given  90  days  after  that  date  to  meet  with  the  require- 
ments. 


STOCKTON,  CAL.— The  Central  California  Traction  Com- 
pany and  the  American  River  Electric  Company  have  just 
entered  into  a  contract  with  the  Stockton  Investment  Com- 
pany, the  owners  of  the  new  hotel  building,  whereby  the  firms 
have  secured  a  long  lease  of  the  western  corner  of  the  struc- 
ture. 

SAN  RAFAEL,  CAL.— The  City  Trustees  have  passed  an 
ordinance  asking  for  bids  for  a  street  railway  franchise  in  this 
city.  Bids  will  be  received  up  to  the  20th  of  November.  The 
franchise  is  liberal  in  its  terms,  and  provides  for  a  road  of 
great  scenic  beauty,  touching  a  growing  territory  of  over 
14,000  people. 

SALEM,  ORE. — Uppn  the  promise  of  the  Oregon  Electric 
Railway  Company  to  build  a  board  walk  and  install  electric 
lights  connecting  its  depot  with  that  of  the  Southern  Pacific 
Company  at  Tualatin,  the  railroad  commission  has  withdrawn 
its  order  made  a  week  or  so  ago,  declaring  that  the  Oregon 
Electric  and  Southern  Pacific  Company  should  be  compelled 
to  build  a  union  depot  at  Tualatin. 

STOCKTON,  CAL.— The  San  Joaquin  Valley  Electric  Rail- 
way Company,  commonly  known  as  the  Brackett  road,  now 
has  ten  miles  of  roadbed  completed.  One  mile  north  of 
Manteca,  at  the  J.  Walter  Graves  ranch,  the  construction  camp 
has  been  located.  This  winter  track  laying  will  begin.  Morris 
L.  Brackett  announces  that  within  seven  months  the  entire 
line  will  be  completed  from  Stockton  to  Modesto  and  cars  will 
be  in  operation.  The  new  line  will  be  operated  by  a  third-rail 
system. 

MEXICO  CITY,  MEXICO.— A  concession  has  been  granted 
the  Mexico  Tramways  Company  to  construct  an  electric  rail- 
way between  Santa  Fe,  a  suburb  of  this  city,  and  Toluoa,  in 
the  State  of  Mexico.  The  line  will  be  32  miles  long.  For  a 
period  of  five  years  the  company  will  have  the  free  importa- 
tion of  materials  which  will  enter  into  the  construction.  The 
concession  provides  that  the  main  offices  of  the  company  shall 
be  in  Mexico  City.  The  passenger  tariff  provides  charges  as 
follows:  First  class,  3  cents  gold;  second  class,  2^4  cents; 
third  class,  ly^  cents  per  kilometer,  with  the  minimum  charge 
of  5  cents. 

DENVER,  COLO.— The  Automatic  Transportation  Com- 
pany of  Buffalo,  N.  Y.,  is  reported  to  have  completed  arrange- 
ments to  build  an  elevated  automatic  railroad  in  Summit 
county,  Colorado.  The  road  is  to  cost  $200,000  and  it  will  be 
used  to  transport  ores  in  the  mountain  districts  and  will  be 
operated  by  electricity.  The  road  will  be  built  on  steel  trusses 
elevated  above  the  snow  line  on  piers,  and  will  resemble  the 
elevated  system  of  large  eastern  cities.  The  road  will  be 
twelve  miles  long  and  will  run  from  Keystone  to  Montezuma 
and  Argentine.  It  will  connect  with  the  Colorado  &  South- 
ern for  Denver  and  Leadville  at  Keystone  anii  with  an  ex- 
tension of  the  Argentine  Central  at  the  east  end.  The  com- 
pany proposes  to  have  it  completed  and  ready  for  operation 
early  next  spring. 

LOS  iXNGELES,  CAL.  —  Six  hundred  men  are  now 
employed  by  the  Los  Angeles-Pacific  Railroad  Company  in 
relaying  and  repaying  the  tracks  on  Sunset  boulevard,  begin- 
ning a  series  of  improvements  in  the  road  which  will  involve 
the  expenditure  of  $500,000.  Fifty  modern  high-power  inter- 
urban cars  will  be  installed  on  the  line,  beginning  a  ten-minute 
service  to  Hollywood,  on  which  commutation  tickets  will  be 
sold  at  5  cents  a  trip.  These  improvements,  for  which  the 
contracts  have  already  been  let,  are  announced  by  Paul  Shoup, 
director  of  all  electric  properties  of  the  Southern  Pacific  Com- 
pany on  thfe  Pacific  Coast.  Contracts  have  already  been  let 
for  the  reconstruction  of  the  entire  Sunset  boulevard  line. 
This  means  that  the  company  is  to  expend  $500,000  in  re- 
organizing its  service.  The  old  rails  will  be  replaced  with 
heavy  steel  rails  of  superior  quality.  The  roadbed  will  be 
altered  and  strengthened  and  the  entire  line  repaved.  Steel 
for  the  rails  has  already  been  shipped. 
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ILLUMINATION. 
LIBBY,  iMONT.--Tliis  place  is  lo  spend  $100,UliO  lor  water- 
« orks,  eleclric  lights  and  telephones. 

SIO.XTTLE,  WASH.-  A  c:ontr;u:t  has  heen  let  to  the  Nov- 
elty Incandescent  Lamp  (.'onipauy  for  $60,000  worth  of  in- 
candescent lamps  for  the  city  lighting  department. 

SAN  JOSE,  CAL. — A  petition  has  been  presented  by  the 
Pacific  Gas  &,  Electric  Company  asking  permission  to  install 
steel  towers  with  concrete  base  along  Guadalupe  creek. 

TRINIDAD,  WASH.— The  Entiat  Power  Company  pro- 
poses to  bring  power  here  to  furnish  light  and  power  for  the 
irrigation  plants  on  the  river.  The  line  will  be  extended  to 
i'phrata. 

ALBANY,  ORE. — P.  G.  Roe,  an  Eastern  man,  has  pre- 
sented to  the  Council  the  matter  of  a  gas  franchise  iu  Albany 
and  a  special  meeting  of  the  Council  will  be  held  to  consider 
an  ordinance. 

BENSON,  ARIZ. — J.  E.  Collins  of  Tucson,  representing 
an  independent  company,  states  that  Benson  will  be  lighted 
by  electricity  within  60  days.  A  GO  kilowatt  machine  will  be 
installed  and  two  engines. 

SPOKANE,  WASH.— The  Spokane  Kails  Gas  &  Light 
Company  will  lay  mains  and  make  other  improvements  to  the 
service.  The  Cannon  Hill  district  is  lo  be  supplied.  The  cost  is 
estimated  at  about  $3500. 

FARMINGTON,  N.  M.— The  electric  light  plant  has  been 
purchased  by  R.  W.  Kowles  and  associates.  They  have  signed 
a  contract  for  the  enlargement  and  use  of  the  Star  ditch  and 
will  spend  about  $100,000  in   improvements. 

UPLAND,  CAL. — An  ordinance  has  been  adopted  granting 
to  the  Pacific  Light  &  Power  Corporation  a  franchise  for  50 
years  to  erect  poles  and  string  wires  for  the  transmission  of 
electricity  along  the  easterly  side  of  Orange  Grove  avenue. 

SANTA  BARBARA,  CAL.— The  Santa  Barbara  Gas  & 
Electric  Company  has  started  work  for  a  high  tension  10,000 
volt  line  from  the  power  station  on  Castillo  street  to  the 
substation  in  Montecito,  which  will  cost  $10,000.  As  soon 
as  a  site  for  a  substation  is  decided  a  concrete  station  house 
will  be  built. 

LOS  ANGELES,  CAL.— A  great  stride  for  developing  the 
San  Joaquin  Valley  has  been  taken  by  the  San  Joaquin  Light 
and  Power  Corporation,  of  which  W.  G.  Kerckhoff  is 
president,  by  the  completion  of  a  trust  deed  and  mort- 
gages for  $25,000,000  with  the  Trust  Company  of  America, 
a  New  Y'ork  concern,  which  will  retire  outstanding  bonds  of 
the  company  and  furnish  funds  for  developing  of  Mariposa, 
Merced,  PYesno,  Madera,  Tulare,  Kern  and  Kings  counties. 
After  the  retirement  of  old  issue,  there  will  be  issued  at 
once  11,500,000  6  per  cent  bonds  for  the  completion  of  the 
San  Joaquin  power  plant  and  for  finishing  the  Bakersfield 
steam  plant.    A  system  of  high  tension  lines  will  also  be  run. 


TELEPHONE    AND    TELEGRAPH. 
GRANDVIEW,    WASH.— Benton    Indeiiendent    Teleijhone 
Company  has  started  improvements  here. 

SUMPTER,  ORE.— C.  E.  Porter,  district  manager  of  the 
Pacific  Telephone  &  Telegraph  Company,  will  shortly  start 
the  building  of  a  phone  line  from  Austin  to  Canyon  City. 

LEWISTON,  IDAHO.— The  Interstate  Telephone  Com- 
pany has  submitted  a  proposal  to  the  Commercial  Club  to 
extend  its  line  to  Lewiston  from  a  point  in  Spokane  county 
near  Spokane,  the  project  to  cost  about  $100,000. 

VANCOUVER,  B.  C— The  Dominion  Government  has 
given  orders  for  the  construction  of  a  government  telegraph 
line  between  Prince  Rupert  and  Stewart,  B.  C.  Superintendent 
Phelan  shortly  goes  north  to,  direct  actual  stringing  of  wire. 


WATERWORKS. 
1MEDI''()R1),  OHIO.-  'I'lio  Ciniiu-il  has  voted  to  a.sk  for  bids 
lor  the  construction  of  the  city's  water  system,  for  which  $30.- 
000  bonds  were  voted  last  spring. 

VENTURA,  CAL. —  Work  has  commenced  on  |he  under- 
ground water  system  to  supply  Ventura  with  water  by  the 
\  entura  Power  Company.  A  great  dam  is  under  construc- 
tion. 

BEND,  WASH. — A  franchise  has  been  granted  John  Steidl 
and  Thomas  Sweet  for  furnishing  water  for  domestic  and 
irrigating  purposes  in  the  unincorporated  towns  of  Lytle  and 
Riverside    counties. 

JACKSONVILLE,  ORE.— The  Council  has  approved  the 
approved  the  water  system  plans  of  Engineer  Osgood  and  or- 
dered the  recorder  to  advertise  for  bids  for  construction. 
The  bidder  is  to  furnish  all  material  and  labor. 

HUNTERS,    WASH M.    W.    Thompson    has    secured    a 

v.aler  right  on  the  upper  Hunters  Falls  and  has  leased  a  power 
site  from  J.  B.  Cameron.  Mr.  Thompson  recently  purchased 
the  light  plant  here  and  will  transfer  it  to  the  falls. 

NORTH  BEND,  WASH.— The  Council  has  passed  an  or- 
dinance providing  lor  the  securing  of  necessary  property  for 
the  right  of  way  and  site  for  a  pipe  line  and  reservoir  to  fur- 
nish the  town  with  adequate  water  supply.  A  franchise  for 
such  system  has  been  granted  H.  Rief. 

PROSSER,  WASH.— The  Department  of  the  Interior,  U. 
S.  Reclamation  Service,  Washington,  D.  C,  Frank  Pierce, 
acting  secretary,  will  receive  bids  until  2  p.  m.,  November  1, 
for  the  construction  of  canals,  wood  stave  pipe  and  other 
structures  in  the  vicinity  of  Prosser,   Wash. 

SPOKANE,  WASH. — Plans  for  a  new  pumping  station 
at  the  Lincoln  Heights  reservoir,  to  take  the  place  of  the  pres- 
ent Grand  Avenue  and  Fourteenth  Avenue  pumping  station, 
are  being  prepared  by  the  water  department.  The  estimated 
cost  of  the  new  plant  is  about  $8000.  A  3,000,000  gallon  cen- 
nifugal  pump  will  be  put  in  at  the  new  plant. 

TURLOCK,  CAL.— Bids  will  be  received  until  11  a.  m. 
October  24,  by  the  board  of  directors  of  the  Turlock  Irriga- 
tion District,  at  the  office  of  the  board  at  Turlock,  Cal.,  for 
the  construction  of  that  portion  of  the  canal  and  works  of 
Said  district  including  one  diverting  gate,  four  drops  and 
about  four  miles  of  canal  in  earth  on  the  lower  extension  of 
Lateral  No.  3  of  the  Turlock  Irrigation  District,  all  of  which 
is  more  definitely  described  in  the  special  specifications  on 
file  in  the  office  of  the  hoard  of  directors  in  the  city  of  Tur- 
lock, Cal. 

SAN  FRANCISCO,  CAL.— The  Board  of  Public  Works  has 
awarded  to  Foster  &  Vogt  the  contract  for  hauling  and  laying 
the  pipe  for  that  district  of  the  auxiliary  water  supply  sys- 
tem bounded  by  Van  Ness  avenue,  Market  and  Powell  streets, 
and  the  bay,  the  accepted  bid  being  $102,809.  The  contract  for 
the  construction  of  the  Peabody  school  went  to  McSheehy 
Bros.,  who  had  offered  to  do  the  work  for  $51,800.  All  the 
I'ids  submitted  on  a  former  occasion  had  been  rejected  as  too 
high,  the  lowest  then  received  being  $1300  above  that  now 
accepted  from  the  McSheehys. 

OAKLAND,  CAL.— The  Bay  Cities  Water  Company  will 
commence  work  at  once  on  its  $5,000,000  distribution  system 
lor  Oakland,  Alameda  and  Berkeley.  A  large  force  of  men 
will  be  put  to  work  in  Melrose  putting  down  12,  10,  8  and 
('.-inch  fire  mains  and  4-inch  domestic  supply  pipes.  The  sys- 
tem will  consist  of  a  6-iuch  main  on  Forty-seventh  avenue 
and  a  cross  system  of  4-inch  pipe  running  west  from  Forty-sev- 
fnth  avenue  to  High  street,  where  all  mains  will  be  connected 
with  a  12-inch  main  running  along  High  street.  The  rest  of 
the  supply  and  domestic  mains  will  be  of  4,  6  and  8-inch  pipe 
with  no  dead  ends  and  with  a  full  supply  of  water  at  all  times. 
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ELECTRICAL  EQUIPMENT  OF  COPPER  QUEEN  MINE 

BV    \\   \I   IKK    l.UE.XSKV. 

Electricity  is  an  imimrtant  tactrn'  in  tlie  opera-  Three-phase  alternating'  current  is  supplied  at 
tions  of  the  Copper  Queen  mine  at  Bisbee.  Arizona,  -2300  volts,  60  c}cles  1)\-  three  500  k\v.  Curtis  vertical 
one  of  the  greatest  copper  producers  of  the  world.  In  steam  turbo  generators  operated  at  1800  r.p.m.  Direct 
addition  to  a  complete  underground  electric  haulage  current  at  125  volts  is  furnished  by  a  25  k\v.  Westing- 
system,  electric  power  is  utilized  in  the  operation  of  house  motor  generator  set  taking  2300  volts  on  the  a.c. 
conveyers,  machine  shops,  ]nini])s  and  small  hoists.  side,  and  at  250  volts  by  two  150  k\v.  (General  Electric 


jl^-. 


Cnpp.-r  Om-i-n  Ct-ntral  Power  Plant 


The  company  generates  its  own  power  at  the  cen- 
tral plant  illustrated  herewith,  transmitting  at  2300 
volts  to  the  various  points  of  utilization.  The  prime 
:mover  is  steam  which  is  obtained  from  fi\'e  500  h.f. 
Stirling  boilers  equii)])ed  with  ( ireen  economizers  and 
superheaters  and  burning  oil.  l-'eeil  water  is  supplied 
by  two  electric  pumps,  driven  25  h.p.  250  volt  d.  c. 
W'estinghouse  variable  speed  interpule  mmors,  and  1>\ 
auxiliary  Dow  steam  pumps. 


rotary  con\-erters,  the  latter  bein^  fur  llie  mine  h, ull- 
age system. 

Compressed  air  for  the  hoists  and  drills  is  sup- 
plied fro'm  two  Tngersoll  compressors  each  of  3000  cu. 
II.  capacity,  and  one  Nordberg  conijiressor  of  7000 
eu.  ft.  capacity. 

The  main  switchboard  consists  of  three  generator 
l>anels  and  16  feeder  panels,  all  feeders  being  metered 
at  the  switchboard  bv  General  Electric  and  Sangamo 
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Intrrinr  \"u'\\  Coppi-r 

meters.     The   voltage  is   regulated  by  a  TirriU   regu- 
lator. 

Underground  Haulage. 
The  Copper  Oueeu  mines  are  equipped  with  inuc 
miles  of  undergro^md  trolley  construction,  direct  cur- 
rent supplied  from  the  rotary  converters  at  250  volts 
being  used.  There  are  eleven  electric  locomotives  m 
operation,  eight  3-ton  and  two  6-ton  Goodman  and  one 
7-ton  locomotive,  designed  by  the  mining  company 
and  equipped  with  two  Westinghouse  35  h.p.  motors, 


Mitu-  Haulaso  Svst.-m  Showina  Troll.-v  Construction 

using  series  parallel  control.  All  the  locomotives  are 
equipped  with  connecting  plugs  so  that  they  can  be 
run  tandem. 

The  trolley  cons;rnction  has  been  put  m  ui  a 
most  substantial  manner.  The  wire  is  supported  from 
4  bv  6  timbers  suspended  from  the  top  of  the  drifts 
bv  means  of  one-inch  round  bolts  split-wedged  into 
holes  drilled  into  the  top' of  the  drift.     The  spans  are 


Ouci-n  Pow.T  Fhmt 

from  50  to  75  ft.  except  on  curves  where  from  10  to 
20  ft.  with  pull-overs  are  used.  The  trolley  wire  is 
put  up  6  ft.  10  in.  above  the  rail  using  26  lb.  rails  nn 
a  20  in.  gauge. 

Experiments  are  now  being  made  on  storage- 
batterv-operated  locomotives,  using  the  new  Edison 
type  A6  battery,  150  cells  to  the  one  three-ton  locomo- 
tive. The  batteries  are  accommodated  by  special 
trucks  which  have  been  built  for  this  purpose.  The 
mine  haulage  system  is  very  hard  on  battery  equip- 
ment, the  solution  spraying  over  and  shorting  between 
the  cells. 

Pumping. 
The  pumping  plants  at  the  three  different  shafts 
are  all  operated  electrically.     On  the  400  level  of  the 
Czar  shaft  are  three  300  gal.  AUentown  geared  pumps, 
with    50   h.p..   220   volt    General    Electric    motor;   one 
100  gal.  and  one  50  gal.  AUentown  pump.     A  part  of 
the  water  from  this  shaft  is  used  for  the  central  power 
plant  boilers,  but  as  most  of  the  water  contains  a  large 
percentage  of  acid,  it  cannot  be  used  for  this  purpose. 
In  the  Spray  shaft  on  the  900  level  are  histalled 
two    100   gal.    Al'lentown    pumps,   etpiipped    with    Bul- 
lock 20  h.p.  220  volts  a.c.  motors.     Lowell  shaft.  1400 
level,  consists  of  two  100  gal.  AUentown  50  h.p.  Gen- 
eral Electric  220  volt  motors.     Sacramento  shaft,  1700 
level,  consists  of  two  50  gal.  AUentown  pumps,  with 
15   h.p.   General   Electric  variable  speed   a.c.   220  volt 
motors. 

These  pumping  plants  are  very  efficient  installa- 
tions. Tests  are  being  made  every  few  months  which 
show-  an  average  of  78.6  per  cent  efficiency  from  the 
motor  input  to  the  w^ater  delivered  to  the  surface. 

.MI  feeders  to  the  pumping  plants  are  run  directly 
from  the  power  plant,  no  other  service  feeding  from 
them.  We  have  found  this  a  very  important  factor 
in  case  of  trouble  on  lines,  etc.,  where  the  sump  room 
is  limited  and  cannot  allow  of  high  water. 

On  large  pumping  plants,  transformers  are  in- 
stalled at  the  pumping  station  underground. 
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Mine  Wiring. 

All  feeder  wires  installed  in  the  shafts  are  three 
conductor  rubber  covered,  leaded  and  steel  armored 
cables,  the  steel  armor  being  grounded.  The  high 
tension  cables  carry  2300  volts ;  the  low  tension  220 
volts.  All  low  tension  cables  for  lighting  service  are 
rubber  covered  steel  armored.  We  are  using  both 
steel  armored  rubber  covered  and  varnished  cambric 
cables.  The  varnish  cambric  cables  have  given  by 
far  the  best  service  and  I  consider  them  far  superior  to 
rubber  covered  wire  for  mine  work. 

Mine  Bell  System. 

For  the  mine  bell  system  ordinary  bell  rope  is 
being  used  for  hoisting  and  lowering  men.  Electric 
bell  signals  have  not  been  considered  safe  for  this  pur- 
pose. Electric  signals  are  used  for  calling  the  cages 
to  the  stations.  For  this  purpose'  an  individual  reset 
annunciator  system  is  being  used,  so  that  each  call 
is  registered  and  when  answered  can  be  reset  indi\id- 
ually.  leaving  the  rerniaining  unanswered  calls  regis- 
tered. This  system  has  given  perfect  satisfaction  to 
the  mine  department  and  the  cost  of  its  maintenance 
has  been  very  small.  This  system  is  installed  at  each 
shaft  and  put  in  No.  18  rubber  covered  leaded  cables, 
using  Hargis  cable  splicing  boxes.  Twin  leaded  cable 
has  been  used  from  splicing  boxes  to  the  pull  switches. 
The  switches  for  operating  the  annunciator  are  b\ 
no  means  a  push  button,  as  it  is  necessary  to  have 
something  very  substantial  for  this  class  of  work,  the 
miners  not  being  very  good  at  operating  push  buttons. 
These  switches  consist  of  a  heavy  constructed  socket 
with  strong  coil  spring  behind  the  plunger  contactor 
and  incased  in  a  cast  iron  box,  built  for  heavy  duty. 
and  have  given  good   satisfaction. 

Telephones. 

The    intercommunicating    telephone    system    has 

been  tried  out  through  a  part  of  the  mine,  but  due 

to  the  dampness  and  the  heavy  cost  of  maintenance, 

together  with  the  small  amount  of  benefit  derived,  it 

has  not  been  considered  efficient  equipment. 

An  automatic  telephone  equipment  is  installed 
through  the  Copper  Queen  Store  Department.  This  ha-; 
proven  of  great  advantage  to  the  store  service. 

The  electrical  apparatus  of  the  Copper  Queen 
Store,  consists  of  three  Otis  freight  elevators,  one 
20  h.p.  Bullock  motor  running  refrigerating  plant,  one 
TO  h.p.  General  Electric  220  volt  motor,  operating  the 
pneuamtic  tube  system  and  one  General  Electric  50 
h.p.  motor  generator  set  for  arc  lighting,  together 
\«'ith  various  other  nicitors  for  coffee  mills,  etc. 


Examination  for  hydroelectric  engineers  in  the  for- 
est service  is  announced  by  the  United  States  Civil 
Service  Commission  on  November  9-10.  iQio.  to  fill 
two  vacancies  at  San  Francisco.  Cal..  at  $2100  and  $2400 
per  annum,  and  vacancies  requiring  similar  qualifica- 
tions as  they  may  occur  in  that  service  at  salaries  rang- 
ing from  $2100  to  $3000  per  annum,  depending  chiefly 
upon  the  character  of  the  training  and  experience  of 
the  eligibles.  The  examination  will  consist  of  plane 
surveying.  5  credits  :  general  hydrology.  5  credits  ;  river 
hydraulics.  10  credits:  water-power  engineering.  15 
credits:  electrical  engineering.  13  credits:  general  and 
technical  training  and  experience.  50  credits, 


ROTARY   CONDENSERS   AND  INDUCTION 

GENERATORS  ON  TRANSMISSION 

SYSTEMS." 

BY    .^.    L.    JONES. 

The  development  of  the  electric  art  seems  to  pro- 
ceed by  waves,  one  machine  after  another  being  ele- 
\ated  to  a  peak  of  popularity,  and  at  its  peak  seeming 
to  have  a  place  and  an  importance  in  the  electrical  field, 
which  makes  us  wonder  how  we  were  able  to  get  along 
without  it  before.  Just  now  the  extensive  use  of 
motors  of  the  synchronous  type  is  attracting  consider- 
able attention.  The  reason  is  easily  found  and  follows 
as  a  result  of  the  increasing  importance  with  which  the 
question  of  power  factor  is  regarded.  The  non- 
synchronous  generator  while  attracting  less  attention, 
seems  by  virtue  of  its  characteristics  to  ofTer  a  solution 
of  some-  transmission  line  troubles,  and  is  therefore 
of   interest. 

Rotary  Condensers. 

A  characteristic  of  the  synchronous  motor  most 
useful  to  transmission  systems  is  its  ability  to  operate 
at  a  power  factor  under  control  of  the  operator.  The 
influence  of  power  factor  loads  on  both  generator 
and  transmission  systems  is  being  felt  more  and  more 
keenly  as  systems  are  loaded  with  induction  motors. 

.'^n  induction  motor,  since  it  consists  of  copper 
conductors  linking  a  magnetic  circuit,  requires  a  mag- 
netizing or  exciting  current,  the  extent  of  which  is 
fixed  by  the  design  of  the  motor,  and  is  practically 
constant  in  value  for  all  loads.  This  magnetizing 
current  is  ])ractically  wattless  and  lags  nearly  90  de- 
grees behind  the  line  pressure.  An  induction  motor 
running  light  takes  its  full  magnetizing  current  and  a 
small  amount  of  power  current  to  overcome  friction 
and  windage  and  supply  the  copper  and  iron  losses 
Under  such  conditions  the  magnetizing  current  has  its 
full  value,  while  the  power  current  is  very  small.  The 
power  component  is  but  a  small  portion  of  the  current 
input  and,  therefore,  the  power  factor  of  the  motor 
under  such  conditions  is  extremely  low.  .'Ks  the  load 
is  increased,  the  current  which  flows  to  supply  the 
Avork  done  by  the  motor  is  a  larger  and  larger  portion 
of  the  total  current  input  with  a  consequent  increase 
in  motor  power  factor.  It  is  evident  from  the  above 
that  a  fully  loaded  induction  motor  has  a  better  power 
factor  than  one  that  is  partially  loaded.  It  is  also  evi- 
dent that  the  power  factor  of  such  a  motor  can  never 
be  unitv,  since  the  wattless  magnetizing  current  is 
always  present. 

.All  motors  require  a  magnetizing  current.  Syn- 
chronous motors  receive  their  magnetization  from  an 
external  direct  current  source,  whereas  induction 
motors  have  no  other  source  of  excitation  than  the 
alternating  current  system  feeding  them.  The  .gen- 
erators automatically  supply  excitation  for  the  motors 
unless  other  means  are  provided.  The  ma,gnetizin,g 
current  is  wattless  and  while  it  is  circulated  with 
the  expen.diture  of  no  energy  bey<^nd  the  extra  copper 
losses  due  to  increased  currents,  it  has  the  bad  efifect 
of  usin.g  up  the  capacity  of  the  generators  with  current 
from  which  no  useful  work  can  be  obtained.     Th?  out- 

'Reafl  before  the  Colorado  Electric  Light.  Power  and  Rail- 
way .'Association,  at  its  eighth  annual  convention,  held  at  Glen- 
wood   Springs,   Colo..   September    21,    22,    23.    1910. 
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put  of  the  generator  is  limited  to  the  amount  of  cur- 
rent it  will  carry  without  injurious  heating,  and  nat- 
urally, if  part  of  this  current  is  wattless,  the  full  power 
rating  of  the  generator  cannot  be  realized.  The  actual 
energy  available  from  generators  carrying  their  full 
rated  current  is  shown  by  the  power  factor  at  which 
it  is  operating;  thus,  a  looo  kw.  generator  at  70  per 
cent  power  factor  can  deliver  but  700  kw. :  30  per  cent 
of  its  capacity  and  of  that  of  its  prime  mover  being 
unavailable. 

The  extra  field  current  required  to  maintain  the 
voltage  of  a  generator  supplying  an  inductive  load,  in- 
creases the  field  losses  and  may  result  in  dangerous 
heating,  or  even  call  for  a  voltage  beyond  the  range  of 
the  exciter.  This  extra  field  is  active  in  circulating 
the  wattless  current  demanded  by  the  load.  The  in- 
herent regulation  of  both  generator  and  transmission 
line  is  demoralized  by  the  circulation  of  the  wattless 
current  and  poor  service  results. 

^^'hen  two  or  more  generators  are  o])erating  in 
parallel,  supplying  an  inductixe  load,  the  necessary 
magnetizing  current  may  be  supjilied  by  operating  all 
the  generators  at  the  power  factor  of  the  load,  in  whicii 
case  each  unit  bears  its  proportionate  share  of  the 
wattless  current,  or  some  of  the  generators  may  ha\c 
their  fields  increased,  which  results  in  their  carrying 
more  than  their  share  of  the  magnetizing  current  and 
relieving  the  other  generators  by  the  same  amount. 
The  over  excited  generators  operate  at  a  power  factor 
less  than  that  of  the  load,  while  the  power  factor  of 
the  others  is  higher  than  the  power  factor  of  the  load. 
By  adjusting  the  field  current  of  one  or  more  of  the 
generators  to  a  value  which  reduces  the  armature  cur- 
rent to  a  minimum,  we  make  this  generator  operate 
at  100  per  cent  power  factor,  while  the  others  carry 
the  wattless  current  dropped  by  this  machine,  and 
have  a  power  factor  much  lower  than  the  load.  Of 
course,  the  best  arrangement  is  to  operate  all  the  gen- 
erators at  the  power  factor  of  the  load  and  to  let  each 
take  its  proportionate  share  of  the  wattless  current. 
In  cases  where  one  or  more  of  the  generators  have 
fields  more  liberally  designed  than  others,  it  is  but 
right  that  these  machines  should  take  a  larger  pro- 
portion of  the  wattless  current.  Unless  there  is  some 
other  synchronous  apparatus  on  the  line,  there  is  no 
way  of  relieving  the  generating  equipment  of  this 
magnetizing  current. 

A  synchronous  motor  on  the  system  has  its  exci- 
tation provided  from  an  external  d.c.  source,  and 
should,  therefore,  require  none  from  the  line.  This  is 
the  case,  provided  a  field  current  of  the  right  value 
is  provided,  in  which  case,  the  motor  operates  at  unity 
power  factor.  If  the  field  is  weaker,  the  extra  excita- 
tion is  provided  by  a  lagging  current  drawn  from  the 
line,  which  has  the  eft'ect  of  assisting  in  magnetizing 
the  field  ])oles  to  the  proper  intensity  in  a  manner  sim- 
ilar to  the  magnetizing  action  of  lagging  current 
taken  by  an  induction  motor.  If.  on  the  other  hand, 
a  greater  field  current  is  provided  than  that  whicli 
gives  unity  power  factor,  a  leading  current  flows  whicli 
has  the  effect  of  ])artiall}'  demagnetizing  the  field 
l)oles.  resulting  in  the  proper  value  of  magnetiza'ion. 
Another  way  of  regarding  this  would  l)e  to  consider 
that  the  excessive  field  of  an  over-excited  synchronous 
mr)tor  is  translated  into  alternating  current  excitation 


available  to  partially  supply  that  required  i)y  the  va- 
rious induction  motors  on  the  system.  The  effect  of 
an  over-excited  synchronous  motor  is,  therefore,  to 
act  as  a  generator  of  magnetizing  current.  This  is 
wattless,  so  that  a  synchronous  motor  running  idle, 
with  over-excited  fields,  requires  no  power  to  drive 
it,  beyond  that  to  overcome  friction  and  windage  ami 
to  supply   the   iron   and   cojiper   losses. 

Motors  used  in  this  way  are  called  rotary  con- 
densers and  are  coming  to  play  a  more  and  more  im- 
portant part  in  the  operation  of  large  power  systems. 

While  it  is  perfectly  practicable  for  the  generating 
equipment  to  supply  the  magnetization  required  by  an 
inductive  load,  the  rotary  condenser  alTords  a  cheaper 
and  better  way.  The  generators  are  frequently  slow 
speed  units  with  heavy  engines  and  large  boiler  and 
condensing  jilants.  It  has  been  shown  that  the  watt- 
less magnetizing  current  renders  part  of  the  capacity 
of  the  generator  unavailable,  and  at  the  same  time  the 
engine  and  boilers  are  but'  partially  utilized,  and  the 
investment  of  the  unused  portion  lies  idle.  Moreover. 
if  this  wattless  current  can  be  generated  near  the  place 
where  it  is  to  be  used  by  the  inductive  load,  it  will  save 
large  line  losses  and  greatly  improve  line  regulation. 

A  rotary  condenser  can  be  a  high  speed  machine 
and  be  so  designed  that  a  given  amount  of  material  will 
give  much  greater  k.v.a.  output  than  is  possible  in 
the  case  of  a  generator.  The  net  result  is  that  a  given 
amount  of  wattless  current  can  be  provided  from  a 
synchronous  condenser  at  a  much  less  cost  than  if  the 
generating  equipment  is  left  to  provide  it. 

The  operating  engineer  supplying  loads  at  low 
power  factor  has  this  system  of  supplying  excitation 
forcibly  presented  when  his  plant  reaches  its  limit 
in  current,  and  consequently  in  output ;  while  his  prime 
movers  are  far  from  fully  loaded,  and  the  energy 
he  is  selling  considerably  less  than  the  rating  of  his 
machines.  He  faces  the  necessity  of  purchasing  more 
generating  equipment  with  its  prime  movers  and  com- 
plicated accessories,  or  a  less  expenditure  for  a  rotary 
condenser.  The  latter  costs  but  a  fraction  of  the  for- 
mer. 

If  he  desires  to  install  such  a  device,  the  proper 
location  presents  an  interesting  and  important  ques- 
tion. Since  the  rotary  condenser  is  to  provide  magnet- 
izing current  to  the  inductive  load,  it  follows  that  the 
nearer  this  machine  is  placed  to  the  center  of  the  load, 
the  less  distance  the  wattless  current  will  have  to  be 
transmitted.  If  the  condenser  is  placed  in  the  power 
house,  the  generator  will  be  relieved  of  wattless  cur- 
rent, but  this  will  have  to  be  carried  to  the  load  through 
transformers  and  lines  and  will  benefit  the  generator 
alone,  while  if  placed  as  near  the  center  of  distribu- 
tion as  possible,  it  relieves  generators,  lines,  step-up 
and  step-down  transformers  of  the  wattless  current. 

When  deciding  on  the  size  condenser  to  use,  it  is 
well  to  bear  in  mind  that  such  a  machine  can  also 
drive  a  mechanical  load  without  greath-  reducing  its 
capacity  as  a  condenser.  The  power  component  re- 
quired to  supply  this  mechanical  load  is  at  right  angles 
to  the  wattless  component,  so  that  the  total  current, 
which  is  of  course  the  limiting  feature,  is  but  little  in- 
creased. .\  mccluuiical  load  of  20  or  30  per  cent  of  its 
rating  can  be  carried  by  a  given  synchronous  motor, 
nnd  the  capacity  of  the  machine,  as  a  condenser,  be 
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lowerctl  bill  three  to  five  per  cent.  A  rotary  coii- 
tlenser  will  drive  70  per  cent  of  its  rating  in  mechan- 
ical load  and  at  the  same  time  produces  70  per  cent 
of  its  rating  in  wattless  magnetizing  current.  It  is 
thus  seen  that  by  sacrificing  30  per  cent  of  its  capacity 
as  a  condenser,  we  have  available  70  per  cent  of  its 
rating  for  use  for  mechanical  work.  It  follows  from 
this  that  when  buying  a  synchronous  motor  to  do  a 
piece  of  work,  the  selection  of  a  machine  30  per  cent 
larger  than  necessary  will  permit  the  production  of 
70  per  cent  of  its  rating  in  magnetizing  current,  and 
relieve  the  generating  equipment,  lines,  etc.,  by  this 
amount. 

In  general,  no  attempt  should  be  made  by  means 
of  a  rotary  condenser  to  raise  the  power  factor  of  the 
system  much  above  95  per  cent.  This  is  due  to  the 
fact  that  a  given  amount  of  wattless  current  introduced 
into  a  system  is  much  more  effective  at  low  power 
factors  than  at  high.  Suppose  a  system  operating 
at  70  per  cent  power  factor  and  with  the  generators 
supplying  all  the  magnetizing  current.  If  they  are 
carrying  full  current,  30  per  cent  of  their  capacity 
is  usurped  by  the  wattless  current.  The  supplying 
of  a  certain  amount  of  wattless  current  from  a  con- 
denser will  raise  the  power  factor  to  95  per  cent  and 
thus  redeem  25  per  cent  of  the  generator  capacity.  To 
raise  the  power  factor  to  100  per  cent  and  thus  real- 
ize the  full  capacity,  would  require  approximately 
double  the  condenser  output  mentioned,  and  the  addi- 
tional capacity  gained  would  only  be  five  per  cent. 
J->om  this  case  the  force  of  the  first  statement  in  this 
paragraph  is  apparent. 

The  amount  of  wattless  current  given  out  by  a 
rotary  condenser  is  easily  adjusted  by  the  field,  and 
hence  a  given  condenser  can  be  used  to  correct  the 
power  factor  of  a  system  under  varying  loads  and 
power  factor  conditions.  By  means  of  a  Tirrill  regu- 
lator, a  constant  power  factor  can  be  maintained  on  the 
transmission  line  at  the  point  of  installation  of  the 
condenser,  or  it  can  be  arranged  to  hold  a  constant 
l)otential  regardless  of  the  load  or  power  factor  of  the 
line,  the  regulator  changing  the  field  current  and  draw- 
ing over  the  line  leading  or  lagging  current  in  such 
(juantities  as  will  act  with  the  line  constant  to  gi\e  a 
uniform  voltage. 

Mechanically  the  synchronous  condenser  resem- 
bles the  familiar  revolving  field  synchronous  motor, 
but  is  equipped  with  a  lighter  base,  shaft  and  bear- 
ings, if  it  is  to  supply  no  mechanical  load.  The  pole 
faces  of  the  field  are  equipped  with  copper  bars  which 
are  connected  on  the  ends  by  short-circuiting  rings, 
similar  to  those  of  the  squirrel  cage  induction  motor. 
This  short-circuited  winding  aids  in  starting  and  pre- 
vents hunting.  Starting  is  easily  accomplished  by  sup- 
plying a  reduced  voltage  to  the  armature  by  means  of 
a  compensator,  the  field  circuit  being  open  to  prevent 
injury  to  the  field  windings  by  current  which  would  be 
circulated  by  the  high  induced  potential.  After  the 
machine  has  reached  full  speed,  which  requires  twenty 
to  thirty  seconds,  the  field  switch  is  closed  and  the  full 
potential  thrown  on  the  motor.  The  current  drawn 
from  the  line  at  starting  and  the  time  to  come  to  speed 
are  approximately  the  same  as  required  by  an  unloaded 
squirrel  cage  motor  of  the  same  rating. 


1  have  endeax-ored  to  show  that  all  iiiducti\c  loads 
require  a  wattless  magnetizing  current  which  is  usually 
supplied  by  the  generating  ecjuipment;  but  that  this 
method  of  tying  up  expensive  machinery  is  undesira- 
ble ;  and  that  the  rotary  condenser  offers  a  cheaper 
and  better  way  of  supplying  this  current,  and  permits 
the  supplying  of  excitation  at  the  exact  point  where  it 
is  needed.  The  use  of  synchronous  motors  in  a  trans- 
mission system  should  be  encouraged,  and  these  should 
be  30  per  cent  greater  capacity  than  necessary  and  the 
extra  capacity  used  to  produce  wattless  magnetizing 
current.  That  a  rotary  condenser  with  the  addition 
of  a  regulator  permits  of  automatic  voltage  regulation 
at  the  end  of  a  long  transmission  line.  The  universal 
effect  of  the  addition  of  a  rotary  condenser  is  to  greatly 
improve  the  voltage  regulation  and  give  better  general 
operating  conditions  in  other  respects. 

Characteristics   of   the    Induction    Generator. 

Certain  difficulties,  arising  in  the  operation  of  syn- 
chronous generators,  such  as  speed  regulation,  with 
the  number  of  plants  in  multiple  and  difficulty  of  reg- 
ulating the  voltage  between  such  plants,  together  with 
sjnchronizing  difficulties,  to  say  nothing  of  the  sim- 
plicity and  ruggedness  of  this  type  generator,  make 
the  operating  engineer  turn  to  this  device  as  a  possi- 
ble solution  of  some  troublesome  operating  conditions. 

The  characteristics  of  the  induction  motor  are  so 
well  known  that  it  is  not  necessary  to  refer  to  them  here, 
beyond  pointing  out  the  action  of  this  type  of  motor 
above  and  below  synchronism.  An  induction  motor  as 
such  always  rotates  at  a  speed  less  than  synchronism, 
the  difference  between  actual  and  synchronous  speed 
being  called  the  slip.  It  depends  in  a  given  case  upon 
the  load.  The  torque  of  such  a  motor  is  proportional 
to  the  product  of  the  magnetic  flux  set  up  by  the  pri- 
mary and  the  current  in  the  short-circuited  secondary, 
the  latter  current  in  turn  depending  on  the  flux  cut 
by  the  conductors  of  the  rotor,  and  hence  on  the  slip. 
If  an  induction  motor  is  called  upon  for  a  torque  in 
excess  of  that  which  it  is  delivering,  an  adjustment  at 
once  takes  place  by  the  rotor  slip  increasing  till  the 
additional  fiux  cut  by  the  secondary  conductors  sets 
up  a  current  in  the  short-circuited  rotor,  which  is 
sufficient  to  produce  the  greater  torque  required.  As 
the  load  is  reduced  to  a  minimum,  the  speed  of  the 
motor  rises  to  nearly  synchronism,  the  secondary  cur- 
rent and  the  torque  fall,  and  if  the  machine  is  driven  at 
exactly  synchronous  speed,  both  become  zero.  The 
motor  at  all  loads  takes  a  certain  magnetizing  current, 
and  this  is  present  even  if  the  rotor  is  driven  at  syn- 
chronous speed.  If  driven  above  it  the  rotor  bars  cut 
the  primary  flux  in  the  opposite  direction,  resulting  in 
a  reversal  of  the  secondary  current  and,  there- 
fore, of  the  torque.  In  other  words,  the  machine  re- 
(liiire,s  mechanical  power  to  drive  it  above  synchronism 
and  hence  has  become  a  generator. 

The  change  from  motor  to  generator  is  analogous 
to  the  a,ction  of  a  shunt  wound  motor  when 
connected  to  a  direct  current  source  and  driven 
above  the  speed  at  which  it  would  operate  as 
a  motor.  When  driven  in  this  manner  the 
counter  e.m.f.  of  the  armature  is  higher  than 
the  impressed  voltage  and  a  reversal  of  current  takes 
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place  and  the  machine  gives  out  energy,  hence  it  be- 
comes a  generator.  In  the  case  of  the  induction  motor, 
armature  reaction  is  always  present  tending  to  weaken 
the  primary  flux.  When  such  a  machine  is  connected 
to  a  proper  alternating  current  source  and  driven  above 
the  synchronous  speed  of  such  source,  the  rotor  bars 
cut  flux  in  the  opposite  direction,  and  a  consequent 
reversal  of  current  takes  place  in  the  armature.  The 
armature  reaction  now  aids  the  magnetization  of  the 
stator  iron,  where  in  the  case  of  the  motor  it  tended 
to  weaken  it.  As  the  speed  above  synchronism  is  in- 
creased, the  sum  of  the  flux  set  up  by  the  true  mag- 
netizing current  drawn  from  the  line,  and  that  supplied 
by  armature  reaction  of  the  rotor,  tend  to  magnetize 
the  stator  iron  to  a  density  greater  than  normal.  The 
iron  of  an  induction  motor,  just  as  in  a  transformer, 
must  operate  at  a  practically  constant  density  regard- 
less of  the  load,  and  the  tendency  of  the  armature  re- 
action to  increase  the  flux  causes  a  flow  of  current 
into  the  line.  The  current  thus  generated  in  turn  de- 
magnetizes the  iron  and  maintains  the  flux  at  the 
proper  value.  There  is  a  definite  armature  reaction 
for  any  given  speed  above  synchronism,  and  it  follows 
that  there  is.  a  corresponding  definite  current  output 
by  the  induction  generator. 

It  is  a  fundamental  characteristic  of  this  type  of 
generator  that  it  cannot  deliver  leading  or  lagging  cur- 
rent and  can  only  supply  power  current  to  a  circuit 
which  can  provide  it  with  a  wattless  magnetizing  cur- 
rent. For  a  given  speed  above  synchronism,  the 
amount  of  current  it  will  deliver  is  fixed.  These  ap- 
parently rigid  and  inflexible  conditions  have  in  the 
past  prevented  the  extensive  use  of  this  type  of  gener- 
ator. 

The  power  output  of  an  induction  generator  de- 
pends upon  the  primary  flux  and  secondary  current, 
the  latter,  in  turn,  being  dependent  upon  the  speed 
above  synchronism.  The  density  of  the  primary  flux 
in  a  given  case  is  fixed  by  the  voltage.  Under  condi- 
tions of  short-circuits  on  the  system,  the  voltage  of 
the  synchronous  generators  drops,  with  the  result  that 
the  current  producing  power  of  the  induction  generator 
falls  at  the  same  time,  due  to  the  dying  out  of  the  pri- 
mary flux,  and  such  a  generator,  therefore,  cannot 
supply  current  to  a  short-circuit.  On  large  cable 
systems,  and  where  a  short-circuit  involves  a  tremen- 
dous amount  of  power,  this  characteristic  might  be 
of  great  value.  On  a  cable  system,  also,  the  charging 
current  of  the  cables  would  partly  supply  the  magnetiz- 
ing current  required  by  the  induction  generator  and 
remove  to  some  extent  an  objectionable  feature  of  this 
type  of  machine. 

High  speed  steam  turbine  work  seems  to  be  the 
most  promising  field  for  induction  generators,  since 
the  simple  mechanical  construction  of  the  squirrel 
cage  rotor  permits  a  high  speed  and  high  operating 
temperature  without  injury  to  the  machine.  It  has 
also  been  proposed  for  gas  engine  work  where  parallel 
operation  of  synchronous  machines  is  usually  secured 
at  the  expense  of  heavy  fly-wheels  and  elaborate  damp- 
ing devices  on  the  pole  faces,  and  where  even  with 
these,  successful  operation  is  not  always  possible.  If 
instead  of  synchronous  units,  induction  generators 
were  installed  having  high  speed  synchronous  motors 


running  light  to  supply  the  excitation  for  the  outside 
load  and  for  the  generators,  there  would  be  no  neces- 
sity of  limiting  the  angular  variation  of  the  gas  engines 
to  the  present  very  e.xacting  figures.  Any  demand 
for  more  load  comes  first  on  the  synchronous  motor, 
causing  it  to  drop  slightly  in  speed,  with  the  result 
that  the  induction  generators  running  at  a  constant 
speed  would  have  their  slip  above  synchronism  in- 
creased and  the  load  would  be  automatically  trans- 
ferred to  the  induction  generators.  The  voltage  of 
the  system  would  be  controlled  by  a  regulator  working 
on  the  direct  current  exciter  of  the  synchronous 
motor. 

The  same  arrangement  has  been  advocated  for 
water-wheel  driven  stations  or  a  modification  of  it  to 
the  extent  of  having  a  number  of  wheels  drive  syn- 
chronous generators,  and  the  remainder  induction 
generators,  thus  doing  away  with  hunting  and  ex- 
change currents  between  the  machines,  and  also  with 
governors  on  the  wheels  driving  the  induction  type 
generators.  It  might  also  have  a  place  in  the  devel- 
opment of  a  stream  where  no  storage  was  available, 
and  where  the  plant  is  a  part  of  a  large  system  and 
must  be  cheaply  operated.  This  station  could  be  run 
without  attendants  by  having  an  induction  generatoi 
tied  to  the  line  and  the  water  always  turned  on.  The 
generator  would  run  above  the  synchronous  speed 
of  the  system  till  it  took  a  load  equivalent  to  all  the 
water  available.  If  the  water  supply  should  be  inter- 
rupted, the  induction  generator  would  run  on  the  sys- 
tem like  an  unloaded  induction  motor.  If  in  any  man- 
ner it  were  disconnected  from  the  system,  it  would 
simply  run  at  from  50  per  cent  to  70  per  cent  above  tlie 
no  load  speed,  and  no  harm  would  result. 

If  the  synchronizing  of  an  alternator  is  not  per- 
fecth'  done,  an  instantaneous  rush  of  current  results 
which  is  limited  only  by  the  resistance  and  the  true 
reactance  of  the  winding,  and  frequently  reaches  fif- 
teen to  twenty  times  normal  value.  The  strains  on 
shaft  and  windings  may  be  many  times  normal  and 
result  in  injury  to  the  machine,  or  result  in  annoying 
delays  due  to  opening  of  the  switches  by  the  heavy 
rush  of  current.  \Vith  the  induction  generator,  there 
is  no  necessity  of  synchronizing  with  the  system,  the 
induction  machine  being  simply  to  run  up  the  speed 
if  thrown  on  the  line  in  series  with  a  reactive  coil 
(reactive  coil  is  then  short-circuited)  and  the  generator 
is  automatically  excited  from  the  system  and  takes  a 
load  proportional  to  the  power  input. 

In  cases  where  the  induction  generator  is  used, 
the  synchronous  machine  acts  as  an  exciter  supplying 
alternating  magnetizing  current.  The  volume  of  this 
wattless  current,  however,  becomes  so  great  that  the 
induction  generator  cannot  bear  any  great  proportion 
to  the  capacity  of  the  synchronous  units,  or  the  latter 
will  be  so  loaded  with  wattless  current  that  their 
capacity  for  useful  work  will  be  seriously  reduced. 
For  instance:  an  induction  generator  having  a  full 
load  power  factor  of  90  per  cent  will  require  a  wattless 
magnetizing  component  of  43J-2  per  cent  of  the  full 
load  current,  and  if  a  case  is  taken  where  the  syn- 
chronous generator  is  the  same  size  as  the  induction 
motor  and  the  combined  output  is  supplied  to  a  load 
having  a  power  factor  of  100  per  cent,  the  power  out- 


October  22.  1910) 


JOURNAL    OF    ELECTRICTY.    POWER    AND    GAS 


361 


put  of  the  synchronous  generator  cannot  exceed 
Syyi  per  cent  of  its  rating,  due  to  the  heavy  magnet- 
izing current  required  by  the  induction  generator.  If 
the  load  were  at  95  per  cent  power  factor,  all  but  35 
per  cent  of  the  capacity  of  the  synchronous  machine 
would  be  required  to  supply  the  magnetizing  current 
of  the  load  and  the  induction  generator.  If  the  power 
factor  of  the  load  is  90  per  cent,  but  6  per  cent  of  the 
synchronous  generator  is  available  for  useful  work, 
and  if  the  power  factor  of  the  load  were  88  per  cent. 
all  of  the  current  capacity  of  the  synchronous  generator 
would  be  required  for  magnetizing  current  of  the  in- 
duction generator  and  of  the  load. 

In  case  the  synchronous  generator  is  twice  as  large  ■ 
as  an  induction  machine,  conditions  are  much  better 
and  are  as  tabulated  below : 


Power  Factor 
of  Load 

Per  cent  Capacity  of 
Synchronous  Generator 
Available  for  Power  Load 

100 

97 

95 

75-2 

90 

62 

80 

39-9 

If  the  combined  induction  generator  capacit}'  is 
one-fourth  or  less  of  the  synchronous  capacity,  the 
wattless  magnetizing  current  becomes  an  unimpor- 
tant part,  but  by  the  saine  reasoning,  the  gain  which 
such  a  machine  effects,  is  also  correspondingly  re- 
duced. A  power  factor  of  90  per  cent  for  full  load 
for  such  a  generator  is  perhaps  a  little  low,  but  with 
machines  of  small  size,  and  especially  of  slow  speed. 
much  better  results  would  not  be  obtained.  Turbine 
driven  machines  of  1000  to  3000  kw.  capacity,  and  run- 
ning at  1500  or  1800  revolutions,  can  be  designed  with 
a  full  load  power  factor  of  95  to  96  per  cent,  and  with 
such  a  machine  the  magnetizing  current  would  not  be 
such  a  drag  on  the  system — though  situations  where 
generators  of  this  size  could  be  used  would  be  rela- 
tively, rare. 

In  trying  to  find  why  the  induction  type  of  gen- 
erator has  not  been  used  to  any  great  extent,  we  are 
confronted  by  a  number  of  serious  objections  to  this 
type  of  machine.  It  is  distinctly  a  secondary  and  de- 
pendent piece  of  equipment,  unable  to  function  unless 
in  connection  with  synchronous  generators.  It  is 
unable  to  produce  any  wattless  current,  of  which  most 
modern  systems  require  considerable.  It  requires  such 
a  large  magnetizing  current  that  the  induction  gen- 
erator can  bear  but  a  small  proportion  to  the  capacity 
of  the  synchronous  machines,  and  its  good  effects  are 
consequently  reduced. 

While  the  simple  mechanical  construction  should 
make  the  cost  of  such  a  machine  less  than  that  of  the 
more  complicated  synchronous  generator,  heavy  engi- 
neering and  development  charges  will  have  to  be  borne 
by  the  first  machines  produced,  which  will  probably 
make  them  cost  more  than  the  synchronous  gener- 
ators. There  has  been  practically  no  demand  for  this 
type  of  generator,  which  shows  that  as  yet  the  Ameri- 
can power  station  practice  does  not  consider  that  the 
advantages  of  the  induction  generator  can  off-set  its 
manv  disadvantages. 


MUNICIPAL   INSPECTION   OF   GAS   AND   GAS 
METERS.' 

BY  \VM.   SCH.ADE. 

ilunicipal  inspection  of  gas  and  gas  meters  is  by 
no  means  of  recent  date,  neither  is  it  an  imposition 
upon  gas  men,  nor  an  infringement  upon  their  rights 
to  conduct  their  own  business  to  suit  themselves,  as 
many  have  and  perhaps  now  suppose  it  to  be.  Muni- 
cipal inspection  is  as  old  as  the  gas  business  itself,  and 
a  natural  adjunct  to  the  business. 

In  order  to  make  myself  clear  and  substantiate  my 
position,  I  beg  your  kind  indulgence  in  a  brief  review 
of  the  early  history  of  the  gas  business.  I  sincerely 
believe  there  are  many  gas  men  now,  perhaps  members 
of  this  association,  that  are  not  at  all  familiar  with  the 
early  struggles  for  the  introduction  of  artificial  gas  as  a 
commodity  or  public  utility,  and  it  may  therefore  be  of 
interest  to  them. 

England  is  undoubtedly  the  mother  countrj-  of  the 
discovery  and  practical  application  of  artificial  gas  as 
a  public  utility,  as  well  as  to  the  regulation  of  prices 
for  gas  and  the  quality  thereof.  Nearly  two  centuries 
ago  illuminating  gas  was  first  artificially  distilled  from 
coal  in  heated  iron  retorts,  and  the  gas  thus  obtained 
was  called  "spirit  of  coal,"  but  was  never  put  to  a  prac- 
tical use  there  (notwithstanding  that  a  number  of  men 
experimented  continuously  with  this  process  for  about 
seventy-five  years)  until  the  close  of  the  eighteenth 
century,  when  Mr.  William  Murdoch  lighted  his  own 
house  at  Redruth  in  Cornwall  with  coal  gas.  Coeval 
with  ]Mr.  2^Iurdoch's  experiments  were  those  of  Mr. 
Lebon  in  France,  who  both  lighted  and  heated  his  own 
house  by  this  means,  and  also  made  his  first  exhibition 
of  "light"  in  Paris  in  1802.  But  it  remained  for  Eng- 
land to  make  a  public  practical  application  of  this  great 
discovery,  and  through  the  untiring  ett'orts  of  Mr.  F.  A. 
Winsor,  one-half  of  Pall  Mall,  London,  was  lighted 
by  gas  in  1807. 

The  great  advantage  of  gas  light  for  streets  and 
public  buildings  became  apparent,  and  in  the  year  1809, 
Parliament  was  appealed  to  for  an  "act"  granting  per- 
mission to  incorporate  a  gas  company,  which  was 
granted  in  the  following  year.  From  the  foregoing 
statements  it  will  be  seen  that  as  early  as  1809  Federal 
aid  was  enlisted  by  those  who  intended  to  enter  the 
business  of  manufacturing  and  distributing  gas  for 
public  use,  which  subsequent  events  proved  to  be  a 
wise  move,  and  while  in  consequence  of  this  act  many- 
gas  companies  sprang  into  existence,  frequently  in  such 
keen  competition  with  each  other  that  some  of  them 
almost  went  under,  which  was  not  to  be  wondered  at. 
taking  into  consideration  the  absolute  inexperience  and 
the  crude  method  of  production,  as  well  as  distribution. 
As  late  of  1850  some  companies"  shares  valued  at  S250 
each  could  not  be  sold  for  more  than  $6.25.  The  out- 
look was  indeed  gloomy  for  some  of  these  companies. 
Parliament  was  again  appealed  to,  and  under  the  pres- 
sure brought  to  bear  upon  the  gas  companies  by  this 
legislative  body,  amalgamation  of  many  companies,  as 
well  as  districting  the  territory,  was  speedily  effected. 
which   received   the   sanction   of   Parliament   in    i860. 
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l''r(ini  this  liiiR'  t'li  the  u^e  of  gas  as  a  commodity 
spread  rapidly  all  ovit  luiglaiid,  iM'aiK-c,  (icrmany  and 
till-  United  States  of  Anienea. 

Sinuiltaneously  with  the  assistance  gi\en  the  com- 
panies and  the  establishment  of  a  fixed  rate  per  thou- 
sand cubic  feet  of  gas,  guaranteeing  a  ten  per  cent 
profit  on  the  investment,  besides  a  suitable  reserve, 
I'arliament  realized  at  once  the  necessity  of  also  pro- 
tecting the  rights  of  the  people,  which  it  did  without 
delay  by  creating  a  commission  to  be  appointed  by  the 
"Board  of  Trade,"  whose  duty  it  was  to  see  that  justice 
and  equity  prevailed  between  producers  and  consum- 
ers, concerning  the  rates  to  be  charged  for  gas,  and 
whenever  the  books  of  the  companies  showed  an  earn- 
ing in  excess  of  the  guaranteed  ten  per  cent  and  a  suit- 
able reserve,  the  rate  per  thousand  feet  was  reduced ; 
and  so  admirably  did  it  work  that  in  the  course  of 
twelve  years  the  price  of  gas  had  been  reduced  from 
$375  to  93  cents  per  thousand  feet.  Parliament  also 
appointed  at  the  same  time  three  "Gas  Referees"  (ex- 
pert chemists)  whose  duty  it  was  to  make  daily  tests 
of  the  gas  produced  to  see  that  the  established  stand- 
ard of  the  illuminating  candlepovver  and  purity  was 
maintained  and  strictly  adhered  to.  The  necessity  for 
creating  the  position  of  municipal  inspector  arose  prin- 
cipally from  the  fact  that  the  effect  of  inhaling  the  im- 
purities and  the  offensive  odor  accompanying  the  com- 
bustion of  gas  in  the  homes  of  people  was  so  objection- 
able that  it  greatly  retarded  the  introduction  of  gas. 
The  science  of  chemistry  of  gas  manufacture  and  puri- 
fication was  then  in  its  infancy.  It  became  imperative, 
therefore,  that  competent  men  should  be  placed  in 
charge,  independent  of  the  companies,  to  see  that  the 
people  received  honest  value  for  the  honest  dollar  the 
government  had  asked  them  to  pay  the  companies.  This 
was  not  derogatory  to  the  interests  of  the  companies 
by  any  means,  but  the  natural  sequel  of  the  then  exist- 
ing conditions,  a  decided  advantage  to  all  concerned 
and  the  only  proper  thing  to  be  done.  On  the  one 
hand,  it  saved  the  companies  the  employment  of  a 
chemist,  the  installing  of  a  costly  laboratory,  and  yet 
they  knew  at  all  times  the  exact  condition  of  their  gas. 
(  )n  the  other  hanil,  the  people  felt  more  secure  in  ha\- 
ing  their  interests  officially  taken  care  of.  This  was 
soon  recognized  wherever  gas  was  used  and  municipal 
inspection  became  universal  in  England.  Birmingham, 
Manchester  and  other  large  cities  adopted  rules  and 
regulations  as  early  as  1864. 

1  do  not  wish  to  be  misunderstood  concerning  the 
last  two  statements.  I  am  highly  in  favor  and  heartily 
rccomnienil  that  ever}-  first-class  gas  ]jlant  should  have 
a  laliorator}-,  with  a  competent  man  in  charge  of  it,  and 
every  gas  manufacturer  should  urge  in  his  respective 
c<immunity  (for  his  own  benefit  if  nothing  else)  the 
creation  of  the  posiMon  of  municipal  gas  and  meter  in- 
spector. Not  onlv  can  you  check  up  the  work  of  your 
own  man  with  him.  but  \'ou  can  also  unload  any 
amount  of  comiilaints  upon  his  shoulders  without  cost, 
and  the  result  is  usually  satisfacttiry,  speaking  from 
rxperiencc.  and  I  believe  it  will  receive  the  endorse- 
ment of  all  the  representative  men  of  the  three  com- 
l)anies  operating  in  Lus  Angeles.  I  wish  to  state  right 
lu-re  that  uumicijial  inspection  of  gas  and  meters  is  ab- 
sohitel}-  sane,  logical  and  the  proper  thing  to  have,  for 
the  results  are  as  far  reacliing  in  their  benefits  to  the 


companies  as  they  are  for  the  public,  and  any  man 
thinking  otherwise  should  change  his  mind  at  once.  In 
every  well-regulated  civilized  country  everybody  ex- 
pects either  Federal,  State  or  municipal  inspection  of 
every  public  commodity  and  we  should  encourage  it 
here. 

This,  1  think,  wUl  be  sufficient  on  the  municipal 
inspection  of  gas,  and  I  will  now  take  up  the  other  part 
of  the  subject — municipal  inspection  of  the  gas  meter. 

Had  1  the  tongues  of  men  and  of  angels,  or  the 
gift  of  speech  of  the  greatest  orators  the  world  ever 
knew,  1  would  not  dare  to  attempt  to  adequately  de- 
scribe the  flow  of  language  (profane  and  otherwise — 
mostly  profane),  the  engendered  feelings  of  hatred 
and  passion,  that  this  little  innocent,  inoffensive  thing, 
"this  outward  monitor"  of  man's  inward  passion,  is 
guilty  of,  this  bone  of  contention,  this  bugaboo  of  all 
the  bugaboos  in  the  gas  business,  this  "perpetual" 
motion  machine,  which  apcording  to  public  opinion 
fills  the  coffers  of  the  gas  man,  obeying  the  will  of 
its  master,  jumping  up  and  down  according  to  his 
needs  and  wants  financially,  and  the  amount  the  pub- 
lic can  stand,  this  best  and  most  faithful  friend  the 
consumer  ever  had,  never  affected  by  the  niisreadings 
of  the  man  who  reads  it,  never  trying  to  wreak  ven- 
geance for  the  abuse  it  suffers ;  now  it  is  exposed  to  the 
glaring,  burning  sun  by  day  and  the  cold  and  chilling- 
dampness  of  the  night,  then  again  it  is  tossed  about 
under  some  shack  sunk  half  way  down  into  mud  and 
skish ;  then  again  it  is  exposed  to  the  sprinkling  by 
the  garden  hose  and  made  a  target  for  stones  thrown 
by  mischievous  neighborhood  boys,  and  so  forth  and 
so  forth ;  never  occupying  a  decent  place  in  the  house 
of  the  consumer  as  it  should,  yet  it  is  ever  faithful, 
ever  true,  but  because  people  do  not  know  or  under- 
stand the  construction  or  operation  of  a  gas  meter  they 
express  their  erroneous  ideas  according  to  their  feel- 
ings. It  is  essential  therefore,  that  somebody  should 
educate  the  people  on  the  gas  meter  and  testing  it 
when  necessary,  and  what  would  be  more  proper  than 
ha\-ing  a  numicipal  inspector  for  this  purpose? 

In  conclusion,  I  beg  to  say,  that  being  conscious 
of  the  fact  that  however  interesting,  a  paper  may  be 
too  long,  and  thus  becomes  tedious,  totally  defeating 
the  intentions  of  the  writer.  I  have  made  but  a  brief 
reference  to  the  history  of  gas  lighting,  as  many  of 
you  have  no  doubt  discovered.  For  instance:  There 
was  \'on  Ilelmont,  the  earliest  experimenter  in  our 
business,  and  who  first  called  his  discovery  "gheist' 
(ghost),  or  as  I  have  translated  it  "spirit  of  coal" — 
hence  our  word  "gas."  Samuel  Clegg,  called  by  many 
"the  father  of  gas  making,"  and  to  whose  inventions 
of  various  apparatus,  (many  of  which  are  used  to  this 
day)  among  which  is  the  gas  meter  almost  as  we  have 
it  now,  we  are  greatly  indebted,  and  many  others  you 
no  doubt  know  of.  In  connection  with  this  subject  it 
may  be  pern-iissible  to  remind  you  of  the  earliest  suc- 
cessful American  governmental  gas  inspection,  viz: 
the  "Board  of  Gas  and  Electric  Light  Commissioners 
of  Massachusetts."  The  beneficent  results  of  the  labors 
of  that  commission  has  been  so  much  ajipreciated  by 
the  people  and  by  the  corporations  alike  that  at  last 
it  has  caused  the  institution  of  similar  bodies  in  other 
.'-States;  and  thus  I  trust  I  have  made  good  the  n-iain 
points  as  set  forth  in  the  title  of  this  paper. 
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BOILER  EFFICIENCY  WITH  OIL  AS  FUEL.  OIL  OPERATIONS  IN   MEXICO. 

Tests  have  been  recently  made  on  the  Canal  Zone  During  the  last   few  years  this  section  has  been 

at  Los  Cascadas  air  compressor  plant  and  at  the  Mount  explored  by  expert  engineers  and  geologists,  with  the 

Hope  pumping  station  to  determine  the  economy  and  result   that   it   has   become   generally  understood   that 

■efficiency  of  the  boilers,  with  California  crude  oil  as  the  Gulf  coast  of  Mexico  has  great  possibilities  as  an 

fuel.     These  tests  are  similar  to  those  made  at  all  the  oil   field.     Over   a   score   of  companies,   including  the 

large  boiler  plants  in  the  Canal   Zone,  a  summary  of  largest  and  most  powerful  oil   interests  in  the  world, 

which    was    ])ublished    in    the    Journal    of    Electricity,  have  been  engaged  in  the  work  of  exploring  and  devel- 

Povver  and  Gas  of  Julv  2.  igio.  ing:  millions  of  dollars  ha\'e  already  been  spent;  hun- 

At  Las  Cascadas,  the  test  was  made  on  six  return  dreds    of   dollars    worth   of   machinery   has    been    im- 

fire-tube   boilers,   and   consisted   of  two   trials   of  7J/<  ported   for  this  purpose;  a   small  army  of  engineers, 

and  9  hours,  respectively.     The  first  trial  was  made  geologists,  and  drillers  has  been  kept  busy. 

while  the  plant  was  operating  under  normal  running  Until   recently  the  only  success  obtained  in   this 

•conditions,  while  during  the  second,  an  attempt  was  field  in   the  immediate  vicinity  of  Tampico  was  that 

made  to  increase  the  economy  and  efficiency  by  de-  of  the  Mexican  Petroleum  and  Development  Company 

creasing  the  amount  of  air  supplied  to  the  furnace  for  in  what  is  known  as  the  Ebano  field,  about  35  miles 

combustion,  closer  regulation  of  the  oil  and  steam  used  from  Tampico.    The  Pearson  interests  developed  some 

"by  the  burners,  and  by  operating  the  boilers  at  their  wells   in    the    \'eracruz    district,   and    had    some   little 

full  rated  horse-power.     The  second  trial  showed  an  success  in  the  Tuxpam  region.     During  the  last  few 

economical   adjustment  of  the  burners    (two   to   each  months   the   Huasteca   Oil   Company   met   with   some 

toiler),   which   was  verified  by  the   high   evaporation  success  in  the  Juan  Casianos  field,  and  recently  the 

<if  water  per  pound  of  combustible,  and  very  little  im-  Mexican    Fuel    Oil    Company    brought    in    a    well    at 

provement   could   therefore   be    made   in   this   respect.  Topila.     During  July,   1910  the  East  Coast  Oil  Com- 

The  increase  in  economy  was  obtained  by  decreasing  pany,  representing  the  Harriman  interests,  were  suc- 

the  amount  of  air  supplied  to  the  furnace  for  combus-  cessful  with  a  well  at  Topila  and  another  at  Panuco, 

tion,  by  closing  the  ash  pit  doors  and  dampers,  and  bv  As  a  result  of  these  successes,  the  \-alue  of  leases  has 

operating  the  feed   water  pump  at  a  constant  speed,  increased  greatly. 

keeping  about  one  and  one-half  gages  of  water  in  the  -phe  companies  already  operating  in  this  section 

boilers  throughout  the  test.     Some  results  of  the  test  include:   The  Mexican  Petroleum  Company  of  Califor- 

are  as  follows :  j^j^ .  ^j^^  Huasteca  Petroleum  Company,  owned  by  the 

Trial  1.        Trial  2.  Dolieuy  interests  and  an  allied  company  of  the  ]\Iexi- 

Hoi-sepower  developed  i,442..58        1..50T.S2  ^^,^  Petroleum  Companv  of  California;  the  East  Coast 

Equivalent  evaporation  from  and  at  212  de-  qjj   Companv,   which   has  as   vet   no  corporate   exist- 

grees  F.  per  pound  of  oil lbs.       13.931             H.40  4  '        -                                             -          ,                 ' 

„     .     ,     .               ,.      ,            /I    ,.,,.,  ,  eiice.   but    which    represents   the    Southern    Pacific   or 

Equivalent  evaporation   from  and   at   212  de-  •                                       r 

grees  F.  per  pound  of  combustible lbs.     14.151          i4.r,3.".  Harriman    interests;    the    Mexican    Fuel    Company,    a 

Cost  of  fuel  for  evaporating  1,000  pounds  of  W'aters-Pierce    Oil    Companv    concern ;    the    Mexican 

water  under  observed  conditions $0.2528        $o.24:'.7  j-^^^,    qjj   Co^^pa^y^   incorporated   Under   the   laws   of 

Cost  of  fuel  for  evaporating  1,000  pounds  of  ,,-      ^   -■-■      -    •        ii  '     r^        ni       j             r\■^    „      i    n „      n 

water  from  and  at  212  degrees  F $0.2365  $o.22s7  ^^  ^^^  \  irgima ;  the  Dos  Banderos  Oil  and  Gas  Com- 
pany, an  .\rizona  corporation  ;  the  American  Interna- 
.-\t  :\lount  Hope  the  test  was  made  on  one  loco-  tional  Fuel  and  Petroleum  Company,  which  was  or- 
motive  type  boiler,  the  first  trial  being  to  determine  ganized  under  Delaware  statutes  :  a  California  corpora- 
the  economy  and  efficiency  under  normal  running  con-  tion,  the  Tampico  Petroleum  Company;  the  Standard 
<litions.  A  comparative  trial  was  then  made  for  the  Oil  Company  of  ^lexico,  with  home  offices  in  London ; 
same  lengtli  of  time  ( i6  hours-),  to  see  if  an  increase  the  Standard  Oil  Company  of  England,  with  the  same 
in  economy  could  Ise  obtained  by  decreasing  the  official  personnel  as  the  preceding  company;  the  Hi- 
amount  of  air  supplied  to  the  furnace  for  combustion,  dalgo  Petroleum  Company,  composed  of  California 
carrving  a  boiler  pressure  of  abr  ut  80  pounds  gage,  parties;  the  Tampico  Oil  Company  (Limited),  an 
i^  gages  of  water,  and  by  closer  regulation  of  the  oil  English  organization.  The  operations  of  S.  Pearsons 
and  steam  used  by  the  oil  burners.  The  results  of  the  Sons  &  Co.  have  been  very  extensive, 
second  test  show  that  a  considerable  increase  over  the  The  Electra  Petroleum  Company  is  being  formed, 
first  test,  both  in  efficiency  and  economy,  was  obtained,  under  English  law,  to  develop  leased  land  near  Juan 
principally  by  decreasing  the  supply  of  air  to  the  fur-  Casianos.  A  company  is  organizing  in  California  for 
nace,  close  regulation  of  the  oil  burners,  and  carrying  work  on  a  hacienda  20  miles  up  the  Panuco  river  from 
a  higher  boiler  jjressure.  The  results  for  the  test  were  Tampico,  and  a  Salt  Lake  City  company,  which  has  a 
as  follows:  fruit  farm  near  Caracol,  has  oil-drilling  machinery  on 

Trial  1.        Trial  2.  the  way  for  sinking  a  well  about   15  miles  from  Tam- 

Horsepower    developed     7T.9fi               86. S7  pico 

Equivalent  evaporation,  from  and  at  212  de-  Each  dav  i'^  bringing  new  developments.     Outside 

grees  F..  per  pounds  of  fuel,  as  fired.. lbs.    10. .n      l.i.U  ,,..'■,        '   , '^     ,         •    1   j  ^ 

.^     .     ,     .               .■       «             ,    .  ,, ,  ^  of  the  fact  that  a  number  of  companies  had  to  cease 

Equivalent  e\'aporation.  from  and  at  212  de-  .                                                  , 

grees  F..  per  pound  of  combustible lbs.       10. WO            i:!.4o  Operations  Until  the  close  of  the  rainy  season,  the  pros- 

cost  of  fuel   for  evaporating   1,000   pounds  pects  are  brighter  than  they  have  ever  been  before,  and 

of   water   under   observed    conditions $0.3365           $0.2759  j^    j^    coufideutlv    expected    that     the     Gulf      COast      will 

cost   of  fuel   for  evaporating   1,000   pounds  shortlv  become  a  great  producing  field. 

of  water  from  and  at   212  degrees  F $0.3064           $0.2513  -                             .-^             1                      i-. 
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THE  PUBLIC  SIDE  OF  STREET  RAILROADING' 

BY     PATRICK     CALHOl'X. 

Xo  men.  nut  even  those  engaged  in  public  life, 
come  in  such  close  contact  with  the  people  of  the 
cities  as  those  who  manage  their  daily  transportation. 
From  this  contact  we  learn  an  important  fact— the 
utter  indifference  of  the  general  public  to  what  may 
be  termed  the  private  side  of  street  railroading.  How 
many  of  the  general  public  do  you  find  who  understand 
the  tireless  energv,  the  constructive  genius,  the  wasted 
experiments,  the' tremendous  labor  which  have  been 
required  to  develop  the  art  of  electrical  transmission 
necessary  to  propel  economically  a  street  car?  How- 
many  who  realize  the  vast  sums  expended  during  the 
past'25  vears  in  constructing,  first,  the  horse-car  lines ; 
their  conversion  into  cable  lines,  and  then  the  conver- 
sion of  the  cable  lines  into  electrical  lines:  or  the 
amount  wasted  in  abandoned  electrical  machinery' 
Arid  yet,  many  modern,  up-to-date  railroads  represent 
the  entire  cost  of  these  successive  stages. 

Theoretically,  the  public  side  of  the  question 
should  be  confined  to  these  propositions: 

(1)  That  the  complicated  machinery  and  organ- 
ization of  a  street  railroad  system  shall  result  in  cheap, 

•  first-cla-s  and  efficient  service. 

(2)  That  the  best  methods  of  granting  the  use  of 
streets  for  transportation  purposes  shall  be  adopted, 
and  full  payment  be  made  for  such  use. 

(3)  \\hether  a  higher  return  for  the  use  of  the 
streets  and  a  better  and  more  efficient  street  car  serv- 
ice thereon  can  be  more  cheaply  obtained  through  pub- 
he  than  through  private  operation. 

These  propositions  involve  non-political  questions 
of  a  business  nature.     Their  discussion  should  create 
no  heat  and  arouse  no  rancor.     All  classes  are  inter- 
ested in  their  correct  solution.     In   every  city  of  the 
country  the  problems  of  street  railway  transportation 
are  receiving  the  attention  of  the  most  skilled  and  com- 
petent  men.  yet.  no   questions  affecting  our  city   life 
have  created   ninre   virulent,   demagogic   attacks,  have 
been   discussed   with   less   intelligence  or   more   bitter- 
ness.   The  politician,  the  yellow  journal,  and  the  muck- 
raker  have  combined  to  misrejiresent  the  position  of 
the    railroads.      Managers     and     owners     are     falsely 
charged  with  l)eing  the  chief  source  of  corruption  in 
city  government,  and  the  effort  is  being  made  to  sep- 
arate them  from  the  balance  of  the  community.    They 
are  denounced  as  the  enemies  of  society.     The  result 
of  these  attacks  has  been  in  a  notable  instance,  in  the 
city  of  Cleveland,  to  throw  a  perfectly  solvent,  splen- 
didly managed  property  into  the  hands  of  receivers; 
to   make   many   conservative   investors   fearful   of   the 
future  of  the  securities  of  street  railroads,  and  to  place 
such    securities   in   the    speculative,   instead   of   in   the 
investment  class,  where  they  belong  properly. 

The  reason  for  this  is  two-fold  :  The  railroad  man- 
agement is  brought  in  contact  with  every  phase  of 
city  life  :  every  character  of  request  for  assistance  is 
made  upon  it,  from  a  contribution  to  a  church  bazaar, 
tr.  a  contribution  to  an  international  exposition  ;  from 
furnishing  a  special  car  for  an  infant's  baptism,  to  a 
funeral  car  for  a  man's  last  ride:  from  the  just  demand 

'  Abstract  of  paper  presented  at  meeting  of  the  American 
Street  &  Inteiurban  Railway  Association.  Atlantic  City,  Oct. 
10-11.   lillO. 
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for  increased  service  during  the  busy  hours  of  the  day, 
to  the  unjust  demand  of  the  real  estate  speculators 
that  unprofitable  roads  should  be  built  into  unpeopled 
suburbs.  Xo  other  business  comes  in  contact  daily  witb 
so  many  people,  so  touches  the  daily  life  of  the  citi- 
zen, or  is  so  important  to  the  orderly  conduct  of  the 
people's  business. 

The  railroad  has  no  control  over  the  street  traffic. 
Oftentimes  its  tracks  are  the  only  well-paved  part 
of  the  street:  wagons  and  teams  crowd  upon  them, 
and  an  inefficient  or  inimical  city  administration,  ne- 
glectful of  the  people's  comfort,  allows  the  ordinary- 
street  traffic  to  delay  the  cars.  The  hurried  and  impa- 
tient patron,  who  does  not  see  the  cause,  blames  the 
railroad  for  the  delay.  While  a  large  majority  of  the 
])eople  are  reasonable,  the  railroad  must  haul  all  kinds, 
the  halt,  the  lame,  the  old,  the  blind,  the  thoughtless, 
the  careless  and  the  impatient.  The  inconvenience 
necessarily  incident  to  the  surface  transportation  of  all 
large  cities  breeds  disconterit  and  creates  a  fertile  field 
for  the  agitator. 

And  this  brings  us  to  the  second  cause  for  the 
attacks  upon  street  railroads.  There  is  a  growing  class 
of  men  in  all  of  our  cities,  socialistic  in  their  views, 
some  sincere,  others  insincere,  who  desire  to  Create 
that  condition  of  unrest  and  distrust  which  will  pre- 
vent further  street  railroad  extension  and  bring  about 
municipal  ownership.  With  this  class  the  end  justifies 
the  means.  Xo  attack  is  too  wicked,  no  misrepresenta- 
tion too  false,  provided  it  aids  in  the  creation  of  public 
sentiment  in  favor  of  municipal  ownership. 

.Allied  with  these  men  are  local  agitators  and  ward 
ixditicians  who  hope  through  municipal  ownership  to 
acquire  jobs  for  themselves,  or  increased  power 
through  the  increased  patronage  which  would  some 
from  public  ojjeration. 

Allied    with   both   of   these   are   the   unscrupulous- 
demagogues  who  seek  support,  frequently  as  reform- 
ers,   sometimes     as     progressive     reformers,    through 
fostering      unrest      and      discontent,      and      who    be- 
beve   that    so   great    is    the   unrest    and    discontent   of 
the  country  that  popularity  and  power  are  to  be  gained 
through  attacks  upon  corporations.     Occasionally  this 
demagogue  is  a  practical  politician  who  declares  that 
the  interests  must  be  driven  out  of  politics,  while  he 
seeks  to  extort  excessive  fees  or  campaign  contribu- 
tions from  the  railroads  on  the  ground  that  he  alone 
is  strong  enough  to  protect  the  corporation  from  the 
attacks  of  its  enemies.     The   logic   of  his  position   is 
this:     The  corporate  manager  cannot  and  should  not 
take  an  active  part  in  local  affairs.     To  do  so  will  ren- 
der   the    road     unpopular.      The     managers    therefore 
should  stand  aside  and  rely  upon  others  to  protect' their 
interests.     Publicly  this  politician  w-ill  declare  that  he 
seeks  to  drive  the  corporations  out  of  politics:  secretly 
he   will   say  to  the   corporate   managers  that   he   pro- 
poses to  protect  their  interests  and  they  can  rely  upon 
him.     Under  this  system   the   corporation   finds  itself 
v.-ith  no  means  of  protection  except  the  good  will  of 
the  political  boss.    It  has  been  and  will  continue  to  be 
open  to  cinch-bill  annoyances  and  blackmail  of  every 
character.     There   is  but  one  safe  rule.     A  politician 
wh(i  will  not  enter  by  the  front  door  should  be  barred 
from  the  back  door. 

There  is  not  an  intelligent  street  railway  manager 
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in  the  country  who  does  not  desire  to  keep  his  corpora- 
tion per  se  out  of  politics.  No  class  of  men  is  more 
opposed  to  corrupt  alliances  between  the  corporations 
and  politicians:  no  men  more  earnestly  favor  the  over- 
throw of  the  boss  system  in  party  management ;  no  men 
Tnore  sincerely  desire  non-partisan  discussion  and  non- 
partisan action  in  regard  to  the  serious  business  prob- 
lems involved  in  city  transportation  ;  no  men  are  better 
equipped  to  heljj  the  people  arrive  at  correct  conclu- 
sions on  this  subject :  no  men  have  greater  selfish  inter- 
ests or  broader  patriotic  motives  in  seeking  the  proper 
solutions  of  the  problems:  no  men  will  unite  more  cor- 
dially with  their  fellow  citizens  in  an  efJort  to  better 
conditions,  materially  and  morally.  They  believe  earn- 
estly that  the  railroad  companies  and  the  problems  in- 
volved in  their  operation  should  not  be  made  the  tar- 
gets of  political  attacks,  but  should  be  left  unmolested, 
subject  to  public,  non-partisan  control,  to  carry  on 
their  business. 

They  know  that  co-operation  between  the  railroad, 
the  general  pul>lic  and  city  officers — cordial,  sympa- 
thetic, will  co-operation — is  an  essential  to  effi- 
cient service.  In  some  of  our  larger  cities  intelligent 
police  regulation  of  the  general  traffic  of  the  street  has 
tecome  most  effective  in  preventing  blockades  and  in 
keeping  the  street  car  tracks  free  for  public  use.  It 
■is  only  through  such  regulation,  which  the  railroad  it 
self  cannot  enforce,  that  delays  can  be  prevented. 

There  are  two  methods  by  which  corporate  inter- 
nists can  be  protected.  One  is  by  their  officers  and  offi- 
cials apparently  abstaining  from  politics,  apparently 
<Ievoting  themselves  entirely  to  business,  claiming 
to  be  business  men  and  not  politicians,  and  making 
secret  deals  with  thofe  politicians  who  will  give  them 
protection.  This  has  been  in  some  degree  the  methnii 
of  the  past,  and  this  has  been  unquestionably  a  causi 
of  political  corruption.  The  corporation,  without  n 
just  public  opinion  upon  which  to  rely,  has  found  itself 
without  any  defender  except  the  corrupt  politician, 
whether  under  the  name  of  reform  or  machine,  who 
has  demanded  his  price  for  his  protection. 

The  other  method  is  for  the  corporate  manager  to 
defy  boldly  the  politician,  high  or  low,  who  undertakes 
to  drive  him  from  a  participation  in  public  affairs :  to 
refuse  to  be  blackmailed,  to  refuse  to  buy  political  pro- 
tection through  campaign  contributions,  to  put  his 
trust  in  the  plain  people  of  the  country,  and.  willingly. 
boldly  and  fearlessly  lay  his  case  or  his  needs  before 
them. 

I  advocate,  absolutely,  clean  political  methods — 
bold,  fearless,  courageous  methods — and  the  estab- 
lishment_in  every  community,  by  the  men  who  man- 
age corporations,  of  a  reputation  for  tearless  political 
courage,  until  they  secure  a  leadership  in  civic  affairs 
recognized  to  be  disinterested  and  for  the  public  good. 

I  advocate  a  campaign  of  education,  the  widest 
publicity  of  the  affairs  of  public  service  corporations, 
freedom  from  entangling  political  alliances,  the  stern- 
est integrity  in  the  administration  of  both  the  private 
and  the  public  side  of  corporate  management,  and  the 
passage  of  such  laws  as  are  necessary  to  establish  non- 
partisan tribunals  of  a  judicial  rather  than  a  political 
character,  with  power  to  grant  franchises  and  regulate 
public  service  corporations. 

One  of  the  causes  of  political  distrust  of  the  cor- 


poration toda}-  is  that  corporate  managers  have  some- 
tnnes  professed  to  l)e  out  of  politics,  while  they  have 
had  secret  deals  with  the  demagogue  who  has  been 
proclaiming  his  desire  to  keep  the  railroads  out  of  poli- 
tics. 

I  ha\e  in  mind  the  picture  of  a  scene  that  occurred 
in  the  office  of  the  tlovernor  of  one  of  our  States.  He 
v/as  in  discussion,  friendly  and  cordial,  with  the  gene- 
eral  counsel  of  a  railroad.  While  this  discussion  was 
going  on  some  of  his  farmer  constituents  appeared 
at  the  door  of  the  e.xecutixe  office.  The  back  of  the 
railroad  counsel  was  to  the  door:  the  Governor  faced 
it.  He  saw  his  constituents,  immediately  raised  his 
\oice.  and  said,  without  pertinenc}-  to  what  was  then 
transpiring,  "I  tell  you,  sir,  I  will  not  allow  myself 
CO  be  dictated  to  and  controlled  by  the  hireling  of  any 
corporation,"  and  launched  into  a  tirade  against  rail- 
roads. His  constituents  paid  their  visit  and  left,  when 
the  Governor  apologized  for  the  abrupt  change  in  his 
manner  by  the  statement  that  it  would  never  do  for 
him  to  be  found  in  friendly  conversation  by  his  coun- 
try constituents  with  a  corporation  lawyer. 

These  facts  are  calculated  to  make  cynics  of  rail- 
road managers,  and  distrustful  and  suspicious  voters. 
I  am  an  opponent  of  corruption,  a  contemner  of  hy- 
pocrisx',  and  an  advocate  of  widest  publicity.  Why 
should  we  lea\-e  the  field  of  publicity  to  the  muck- 
raker  and  the  demagogue?  The  people  in  the  end  are 
the  arbiters  of  our  destinies  :  the  great  bulk  of  them 
are  honest,  upright,  sincere,  truthful ;  they  hate  a  liar, 
and  if  the  demagogue  lies  and  gets  off  with  his  lies, 
it  is  because  he  is  not  exposed  and  the  people  are  not 
convinced  of  his  malex'olence  and  untruthfulness — they 
too  frequently  attribute  his  misstatements  to  mere  im- 
pulsiveness. P)Ut  the  railroad  man.  whose  corporation 
will  continue  tri  operate  after  his  day  is  past,  cannot 
afford  to  lie  ;  he  nnist  be  truthful,  plain  spoken  and  up- 
right. He  has  not  only  his  own  moral  character  and 
personal  future  to  regard,  but  also  the  trusts  which  are 
imposed  u]ion  him,  in  behalf  bc)th  of  the  stockholders 
and  of  the  public  whose  servant  he  is. 

There  is  no  doubt  that  a  campaign  of  lies  has  been 
inaugurated  and  is  being  carried  on  by  our  opponents. 
\Vhy  should  not  the  railroad  interests  of  the  country 
inaugurate  a  campaign  of  truth  and  go  before  the  peo- 
ple confident  that  the  campaign  of  truth  will  win  out 
over  the  campaign  of  lies?  They  may  meet  with  tem- 
l)orary  defeat  here  and  there.  \\'hat  of  it?  Defeat 
shoidd  only  be  an  inspiration  for  more  vigorous  action 
if  a  man  is  armed  with  conscious  integrity.  The  time 
i>  ripe  for  a  movement  of  this  character. 

\\'e  represent  one  of  the  most  honorable  of  occu- 
Ijations,  one  that  requires  a  high  order  of  executive 
ability  and  a  high  order  of  technical  information.  The 
men  who  manage  the  railroads  are  patriotic,  upright 
and  hfinest.  They  have  the  capacity  to  express  them- 
selves, and  the  means  at  hand  of  laying  their  views 
before  their  fellow  citizens. 

We  know  that  no  men  are  so  interested  in  the  ma- 
terial welfare  and  growth  of  a  city  as  those  who  own 
its  street  railways.  \\'e  must  make  the  public  know 
this  too.  The  rate  of  fare  is  fixed  ;•  it  cannot  be  in- 
creased, and  there  is  no  possible  way  bv  which  gross 
earnings  can  he  increased  except  through  increased 
population.     The  public  nnist  be  educated  to  recognize 
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that  there  is  no  conflict  Ijctween  it  and  its  railroad 
manajjcrs.  No  men  are  willing  to  work  harder,  more 
patiently,  more  effectively  for  the  public  welfare.  No 
men  are  more  interested  in  good  government — not  the 
l>astard  sort  of  the  reformer  for  office,  but  carefid,  pru- 
dent, economic,  efficient,  honest  government. 

,\ow,  you  cannot  eliminate  the  corporations,  and 
the  men  connected  with  corporations,  from  an  interest 
ii;  public  affairs.  They  pay  taxes  ;  they  meet  the  pub- 
lic in  every  direction:  they  want  careful,  prudent,  eco- 
nomical government:  they  form  a  part  of  the  best  life 
of  the  countrw  It  is  foolish  to  assume  that  under 
modern  conditions  corporations  can  be  destroyed,  or 
that  it  would  be  wise  to  destroy  them  if  they  could  be 
destroyed. 

.-\  bold,  frank,  open  courageous  course  will  give 
an}-  man  a  standing,  whether  he  is  a  corporate  man- 
ager or  whether  he  is  not,  in  any  American  community. 
The  people  will  listen  to  what  he  has  to  say,  if  they 
believe  truth  and  honesty  are  in  his  words,  backed  by 
strength  and  character. 

Railroad  managers  should  take  an  active  leader- 
ship in  providing  the  best  method  by  which  franchises 
may  be  granted  with  the  least  temptation  to  corrup- 
t;on  and  the  best  results  to  our  cities.  This  is  a  sub- 
ject upon  which  all  good  citizens  should  unite.  Cor- 
porate managers  do  not  desire  to  overreach  the  peo- 
ple in  acquiring  new  franciii^es. 

Xo  greater  misconception  exists  in  the  pulilic  mind 
than  that  the  franchises  generally  of  street  railways 
have  been  founded  in  corruption.  As  a  matter  of  fact 
these  franchises  were  originally  granted  to  the  fore- 
most men  in  their  respective  communities,  often  ifriln- 
enced  by  a  noble  public  spirit  and  the  desire  to  give  re 
their  communities  the  transportation  absoluteh'  es<"oii- 
tion  to  a  city's  growth.  They  were  granted  when  tiie 
risk  in  street  railway  construction  was  great  and  when 
the  communities  were  more  anxious  to  grant  the  fran- 
chises, fn  many  cases,  too.  they  became  burdens  in- 
stead of  benefits  to  the  promoters  and  yielded  no  profits 
for  many  years.  Such  corruption  as  has  existed  has 
grown  mainly  out  of  eft'orts  to  procure  speculative 
franchises  in  opposition  to  the  old  established  roads, 
most  frequently  not  to  give  any  needed  transportation, 
I;ut  for  the  purpose  of  le\ying  blackmail  upon  the 
older  enterprises  through  forcing  them  to  purchase 
the  new  grants. 

We  may  admit,  however,  at  the  start  in  the  dis- 
cussion of  this  subject,  that  the  present  method,  by 
which  the  State  grants  a  charter  to  a  public-service 
corporation,  and  then  leaves  it  to  the  local  legislative 
bodies  in  our  towns  and  cities  to  grant  franchises  for 
the  use  of  the  streets  and  to  regulate  the  rates  of  public 
service  corporations,  has  been  the  source  of  corruption. 
The  system  is  wrong.  So  long  as  greed  is  strong  in 
the  human  Ijreast,  so  long  will  you  find  some  politi- 
cians ready  to  hold  up  the  ci-^rporations  until  they  ha\-c 
exacted  their  pound  of  flesh.  Nor  will  the  fact  that  the 
jniblic  laws  controlling  the  city  charter  provide  for  the 
freest  advertisement  of  franchises  for  sale  to  the  high- 
est bidder  meet  the  difficulty.  A  striking  illustration 
of  this  fact  l-.as  been  fo.nid  in  San  Francisco.  By  the 
charter  of  that  city  today  any  franchise  for  a  street 
railroad  must  lie  ad\ertised  for  go  days  and  the  bidder 
must  pay  a  mininunn  amount  of  the  gross  receipts  to 


the  city  go\'ernment.  At  the  end  of  25  years  all  the 
property  of  the  railroad  jiasses  to  the  city  without 
consideration  other  than  the  grant  of  the  original 
franchise. 

Some  of  the  foremost  gentlemen  of  San  Francisco 
applied  to  the  Board  of  Supervisors  for  a  franchise 
to  build  a  railroad  through  the  sand  dunes  of  what  is 
known  as  the  Sunset  District.  There  were  no  houses 
in  this  district  and  the  streets  had  not  been  opened. 
These  gentlemen,  who  were  large  real  estate  owners, 
determined  to  open  an  important  boulevard  at  their 
own  expense,  and  to  build  a  street  railroads  into  this 
desert  of  sand  for  the  purpose  of  developing  their  prop- 
erty anfl  putting  it  upon  the  market.  The  street  rail- 
road franchise  was  of  no  \-alue.  They  knew  that  it 
could  not  be  made  profitable,  and  that  they  would  be 
compelled  to  charge  the  money  which  they  expended 
in  the  construction  of  the  boulevard  and  the  building 
of  streets  to  the  cost  of  their  real  estate.  Tt  was  mani- 
fest that  it  was  to  the  interest  of  the  city  that  the 
franchise  ^hlnlld  be  granted,  and  yet  it  was  held  up 
for  months  by  the  Board  of  Supervisors.  Finally  some 
of  the  men  connected  with  the  enterprise  employed  a 
prominent  lawyer,  who  then  also  occupied  the  position 
of  a  jjolitical  boss.  They  paid  him  a  fee.  Still  the 
franchise  was  not  passed  during  his  period  of  political' 
control.  .Subsequently  certain  members  of  the  Board' 
of  Sujiervisors  were  bribed,  on  a  skating  rink  ordi- 
nance, by  a  set  of  buccaneer  financiers  and  politicians 
who  had  banded  together  to  gain  control  of  the  city 
for  personal  exploitation.  These  men  ofifered  and 
gave  complete  immunity  to  the  Supervisors  whom  they 
had  bribed  provided  the  Supervisors  would  incriminate, 
among  others,  these  land  owners  in  the  Sunset  District. 
The  Supervisors  jiromptly  accepted  the  price  of  their 
immunity,  and  declared  that  they  had  been  promised 
money  by  tlie  so-called  political  boss  if  they  would 
]3ass  the  ordinance  for  the  railroad.  The  land  owners 
who  had  projected  the  road  and  who  were  ready  ta 
build,  and  did  subsequently  l)uild,  a  splendid  boulevard 
at  their  own  expense  were  promptly  indicted.  The 
political  bass  was  also  given  a  written  contract  of 
immunity  in  the  hope  that  he  could  be  forced  to  in- 
criminate the  land  owners  among  others,  but  it  devel- 
oped tliat  the  Supervisors  never  received  a  cent  of 
money  either  from  the  political  boss  or  from  the  gentle- 
men connected  with  the  enterprise.  The  political  boss 
declared  that  he  had  received  a  fee  in  connection  with- 
the  road,  but  that  he  had  never  been  authorized, 
directly  or  indirectly,  to  pay  or  promise  any  money 
to  the  Board  of  Supervisors,  and  had  never  done  so, 
and  that  he  would  not  perjure  himself  to  convict  inno- 
cent men.  The  franchise  was  held  up  for  nearly  three 
years,  when  the  socalled  reform  administration  granted 
it  under  the  public  pressure  which  had  been'  aroused' 
and  the  fear  of  political  retribution  if  they  held  it  up 
longer.  The  result  was  that  a  most  unprofitable  street 
railroad  was  built,  while  the  assessor  states  that  real 
estate  values  tributary  thereto  advanced  800  per  cent. 

Now,  no  system  of  granting  franchises  under 
^v]-lich  such  a  condition  has  occurred,  and  may  recur 
in  the  future,  is  wise  or  safe.  I  suggest  that  the  remedy 
is  for  the  State  to  refuse  to  delegate  the  power  of 
granting  franchises  and  regulating  their  rates  to  varied 
local  bodies,  too  frequently  corrupt  and  irresponsible. 
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but  to  reserve  this  great  right  to  itself;  to  provide  fran- 
chise counts  or  public  service  commissions  composed  of 
a  few  men  of  the  highest  ability,  character  and  integrity. 
who  should  have  the  power  to  grant  franchises  onlv 
after  the  fullest  public  hearing.  The  court  or  public 
service  commission  should  hold  public  meetings  in  the 
different  cities  and  towns.  The  grant  of  franchises 
should  be  withdrawn  entirely  from  politics  and  left 
to  such  court  or  commission. 

The  period  when  public  pressure  and  the  consid- 
eration of  the  public  phase  of  railroading  is  brought 
close  home  to  a  street  railroad  manager  is  during  a 
strike.  Then  it  is  necessary  more  than  at  any  other 
time  for  a  railroad  manager  to  have  a  definite  con- 
ception of  his  public  duties  and  of  his  private  rights. 
Tremendous  pressure  will  be  brought  to  bear  upon  him 
by  civic  and  religious  bodies,  well-meaning  to  the  core, 
but  who,  without  knowledge  of  the  great  fundamental 
rights  which  lie  at  the  basis  of  society,  are  willing  to 
temporize  and  adopt  any  expedient  which  will  produce 
a  speedy  resumption  of  traffic. 

No  man,  no  set  of  men,  has  a  right  to  say  to  any 
man  he  shall  not  work  when  and  how  and  as  he  pleases ; 
r.o  employes  of  a  corporation  have  a  right  to  abandon 
their  occupation  and  still  claim  to  have  relations  with 
the  corporation.  I  concede  to  the  employes  the  right 
to  organize  for  mutual  protection,  to  ])etter  their  con- 
dition, and  to  stop  work  when  they  want  to,  even  with- 
out notice  to  their  employer,  but  I  deny  absolutely 
the  right  of  any  body  of  men  to  leave  the  serxice 
of  any  employer  and  say  to  him,  "\^'e  will  prevent  by 
violence  other  men  from  seeking  your  employment 
and  you  cannot  carry  on  your  business  without  sub- 
n.itting  to  our  dictation."  Xo  strike  can  be  successfid 
unless  the  employer  is  weak  enough  to  deal  with  the 
men  after  they  have  struck,  and  industrial  strife  will 
necessarily  stop  if  strikes  continuallv  fail. 

Our  government  was  formed  upon  the  princi|)le 
that  there  were  certain  inalienalile  rights  of  man  of 
which  the  whole  of  society  could  not  deprive  him,  and 
that  one  of  these  inalienable  rights  was  free  speech,  par- 
ticularly in  defense  of  himself  and  his  property  when 
attacked.  The  railroad  manager  himself  should  seek 
to  deprive  no  man  of  his  liberty,  but  he  should  allow 
no  group  of  men  to  deprive  the  humblest  of  his  em- 
ployees of  the  liberty  to  work  if  he  wants  to  work  and 
if  he  is  faithful  and  honest  in  the  discharge  of  his 
duties.  He  must  be  prepared  to  defend  vigorously  the 
rights  of  the  property  entrusted  to  his  care,  and  that 
of  his  humblest  employee  in  his  own  labor. 

No  man  has  so  great  an  interest  in  the  stabilit\' 
of  property'  rights  as  the  honest  workman,  of  what- 
ever calling,  who  has  no  property  except  the  property- 
tc  be  acquired  through  his  own  labor.  Xo  prosperity 
can  exist  except  where  there  is  the  utmost  protection 
and  safeguard  to  the  rights  of  the  indixidual  in  his 
property,  whether  it  be  in  his  labor  today,  or  whether 
it  be  in  the  results  of  yesterday's  labor  which  he  has 
husbanded  and  saved.  All  despotic  governments 
which  ha\-e  failed  to  give  full  protection  to  the  rights 
of  property  have  had  in  them  men  of  large  wealth, 
who,  in  one  way  or  another,  through  power  or  corrup- 
tion, were  able  to  take  care  of  themselves,  but  the 
masses  of  mankind  under  such  despotic  governments 
liaxe  been  inx-ariably  reduced  to  the  lowest  conditions 


of  poverty.  You  cannot  separate  the  rights  of  man 
from  the  rights  of  property  acquired  by  his  labor  with- 
out depriving  him  of  his  liberty  and  reducing  him  to 
a  condition  of  serfdom.  Railroad  franchises  rest  upon 
the  law  to  the  same  degree  that  the  title  to  the  real 
estate  fronting  upon  the  streets  rests  upon  the  law. 
lioth  rights  were  acquired  by  grants  from  government, 
but  the  rights  entrusted  to  our  care  are  clothed  with 
a  public  use.  while  the  rights  deprix'ed  from  a  grant 
tc  a  piece  of  real  estate  may  be  all  private.  It  be- 
hooves, us,  therefore,  more  than  any  other  class  of 
men  in  the  country,  t"  stud}-  and  to  understand  what 
arc  our  private  rights  and  what  are  our  public  duties. 
It  is  the  patriotic  duty  of  the  railroad  manager, 
fighting  demagogism  and  socialism  on  the  outposts  of 
society,  to  stand  firmly  for  the  protection  of  those  lim- 
itations which  form  the  basis  of  the  liberty  of  the  indi- 
\idual.  He  must  learn  and  he  must  teach  that  our 
principles  of  government  difl  not  spring  from  a  writ- 
ten constitution,  but  that  our  written  constitution,  car- 
rying with  it  the  protection  of  life,  liberty  and  prop- 
erty, sprang  from  principles  which  were  the  product 
of  eighteen  centuries  of  conflict  with  despotic  power; 
that  the  principles  that  a  contract  must  be  held  invio- 
lable, and  that  the  hinnl)lest  citizen  of  a  community, 
as  well  as  the  richest,  has  certain  inalienable  rights  of 
which  the  whole  society  cannot  deprive  him,  are  neces- 
sary in  order  that  the  people  may  prosper  and  find  lib- 
erty and  happiness  in  their  prosperity ;  that  a  govern- 
ment of,  for  and  by  the  people  has  no  place  in  it  for  the 
political  serf  or  the  beneficent  ruler :  that  equal  and 
exact  justice  to  all  men  can  be  found  only  under  a 
reign  of  law.  In  this  day.  when  we  hear  so  much  of 
the  conser-\-ation  of  our  material  resources — and  e\-ery 
patriotic  man  wants  to  see  them  intelligently  con- 
served and  legally  developed — I  say  to  you,  gentlemen, 
that  the  conservation  of  the  country  most  needs  is  the 
conservation  of  a  government  of  law. 


CHINESE    COAL   FOR   UNITED    STATES. 

<.)n  August  lo,  1910,  a  Chinese  mining  company 
made  a  shipment  of  sample  coal,  coke  and  cement  to 
San  Francisco,  the  total  value  of  the  shipment  amount- 
ing to  $34,863,  the  cargo  being  made  up  as  follows : 
anthracite,  2000  tons;  lump,  920  tons;  sla'^k,  1980  tons; 
special  coke,  5  tons;  cement.  10  casks.  This  fact  is 
more  significant  when  it  is  considered  in  the  light  of 
the  recent  departure  for  the  United  States  of  a  repre- 
sentative of  the  company,  under  instructions  to  in- 
spect the  larger  towns  and  cities  of  the  Pacific  Coast 
with  a  view  of  disco\-ering  a  market  therein  for  the 
products  of  his  company.  It  means  that  a  definite 
and  energetic  attempt  is  being  made  by  the  company 
to  find  an  opening  outside  of  China  for  its  excess 
output,  and  if  the  attempt  is  successful,  American 
coal  will  find  a  dangerous  rival  on  the  Pacific  Slope. 
This  company  is  one  of  the  strongest  and  best-man- 
aged industrial  concerns  in  China,  if  not  the  strong- 
est. It  has  behind  it  substantial  Belgian  and  British 
capitalists,  and  its  direction  is  by  an  able  foreign  en- 
gineer. Up  to  the  present  it  may  be  said  to  have 
been  in  a  stage  of  preparation.  It  is  now  in  a  position 
to  hold  its  own  in  the  China  coal  market  and  to  look 
aljroad  for  other  markets  to  supply. 
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The  inductimi  s^enerator  is  an  inverted  induction 
motor  of  the  s(|uirrcl  cage  t_vpe  driven  above  synchro- 
nism. Though  it  has  long  lain  dor- 
Induction  mant  as  a  sort  of  scientific  curios- 
Generators  ity.  an  interesting  example  prov- 
ing the  general  rule  of  the  revers- 
ihility  of  dynamo-electric  niachiner\-.  it  has  recently 
l)een  resurrected  to  remedy  some  of  the  difficulties 
created  l)y  the  tandem  operation  of  svnchronous  gen- 
erators on  an  alternating  current  svstem. 

.\  crude  conception  of  the  conditions  existing  in 
such  a  s^'stem  may  be  gained  by  comparing  it  with 
one  of  the  20-mule  borax  teams  which  an  enterprising 
manufaclurer  has  made  familiar  to  us  all.  Let  us 
assume  that  the  mules  are  the  generators  and  the 
wagons  the  load,  which  varies  with  the  grade ;  let  the 
speed  of  the  team  correspond  to  the  voltage  of  the  sys- 
tem and  its  pulling  ability  to  the  current :  let  the  lead- 
ing wattless  current  be  represented  by  the  activitv  of 
the  leaders  and  the  lagging  wattless  component  by  the 
inertness  of  tlie  wheelers. 

The  freighter  w^ith  his  jerk  line  controls  his  lead- 
ers just  as  a  governor  adjusts  the  synchronous  gen- 
erator to  load  variations.  These  leaders  are  the  most 
active  animals  in  the  team  and  stir  up  their  more  slug- 
gish followers,  especially  the  wheelers.  Incidentally 
they  would  be  just  as  well  adapted  to  haul  a  light 
bugg>-  as  to  be  driven  in  tandem  with  a  heavy  team. 
Yet  if  they  come  to  a  sudden  steep  hill  they  are  not 
good  pullers  but  commence  see-sawing  back  and  forth 
and  may  lose  the  load  entirely,  while  on  the  down  grade 
they  are  likely  to  run  away  and  wreck  the  outfit. 
They  require  some  steadying  and  soothing  influence, 
something  that  will  pull  harder  on  the  up-grade  and 
hold  back  on  the  down.  This  is  provided  by  the  wheel- 
ers who  work  well  in  tandem  but  are  too  slow  and 
lazy  to  I)e  dri\en  alone,  being  mere  machines  giving 
power  to  the  team  but  having  nothing  to  do  with  its 
rate  of  travel. 

By  substituting  synchronous  generators  for  the 
leaders  and  induction  generators  for  the  wheelers  we 
can  get  a  mental  picture  of  the  functions  of  these  two 
types  of  machines.  The  induction  generator  gives  cur- 
rent only  when  connected  to  a  system  containing  svn- 
chronous machines  and  it  has  no  independent  voltage. 
It  merely  feeds  power  into  the  system  and  does  not 
participate  in  the  voltage  regulation.  The  synchronous 
generator  gives  almost  unlimited  current  on  a  short 
circuit,  corresponding  to  the  leaders  on  a  down  grade, 
but  the  induction  generator  ceases  to  generate  when 
short  circuited.  Synchronous  generators  supply  both 
wattless  and  power  current,  while  the  induction  ma- 
chine supplies  only  power  current. 

Contrary  to  Mr.  .\.  L.  Allen's  statement  at  the 
conclusion  of  his  excellent  paper,  published  elsewhere 
on  this  subject,  the  induction  generator  is  fast  be- 
coming of  industrial  importance,  the  most  notable 
installation  being  three  7500  kw.  units  already  in- 
stalled in  the  power  plant  of  the  Interborough  Rapid 
Transit  Company  of  Xew  York  City,  to  which  other 
units  of  the  same  type  are  now  being  added.  \\'ithout 
doubt  it  will  be  but  a  short  time  before  similar  ma- 
chines are  tried  out  on  some  of  the  Pacific  Coast  high 
tension    s\s*eins. 
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PERSONALS. 

W.  G.  Vincent  Jr.  is  at  Los  Angeles. 

\V.  S.  Tevis  of  Bakersfield  is  at  San  Francisco. 

Prank  H.  Short  of  Fresno,  was  at  San  Francisco  last 
week. 

C.  L.  Cory  is  at  Modesto  in  connection  with  the  rate  for 
lighting   question. 

G.  J.  Kuhrts.  an  electrical  engineer  of  Los  Angeles,  was  at 
San  Francisco  last  week. 

T.  A.  Work,  the  electric  supply  dealer  of  Monterey,  was 
at  San  Francisco  last  week. 

William  Stanahan  with  the  Coalingua  light  and  power 
plant  visited  San  Francisco  this  week. 

E.  V.  D.  Johnson,  manager  of  the  Northern  California 
Power  Company,  is  making  an  Eastern  trip. 

R.  S.  Buck,  of  the  engineering  staff  of  Sanderson  &  Porter 
has  returned  to  San  Francisco  from  the  East. 

George  E.  Church,  who  has  electric  power  interests  at 
Fresno,  was  a  San  Francisco  visitor  last  week. 

F.  G.  Baum,  of  F.  G.  Baum  &  Co.,  has  returned  to  his 
San  Francisco  office  after  a  trip  to  Santa  Barbara. 

Paul  Shoup.  assistant  general  manager  of  the  Southern 
Pacific  Company,  in  charge  of  electric  lines,  is  at  Los  Angeles. 

Cyrus  Pierce  of  N.  W.  Halsey  &  Co.,  who  are  heavily  in- 
terested in  Pacific  Coast  electrical  securities,  is  in  New  York 
City. 

Thos.  Morrin,  consulting  mechanical  engineer,  has  re- 
turned to  his  San  Francisco  offices  after  a  three  months'  va- 
cation. 

H.  H.  Hornby,  manager  of  the  conduit  department  of  the 
Sprague  Electric  Company,  is  at  the  San  Francisco  branch 
office. 

S.  J.  Lisberger  has  been  elected  chairman  of  the  San 
Francisco  Section  of  the  American  Institute  of  Electrical 
Engineers. 

R.  T.  Brock  of  New  York  City  is  at  San  Francisco  in  the 
course  of  a  Pacific  Coast  trip  being  largely  devoted  to  power 
plant  inspection. 

Sidney  Sprout  returned  to  San  Francisco  last  week  after 
a  trip  "to  Oxnard  in  connection  with  some  important  engineer- 
ing work  in  Ventura  county. 

W.  F.  Smith,  general  construction  foreman  of  the  elec- 
trical department  of  the  Pacific  Electric  Railway  of  Los 
Angeles,  motored  to  San  Francisco  during  the  past  week. 

Leon  M.  Hall,  of  Hall.  Demarest  &  Co.,  returned  last 
week  from  Red  Bluff.  He  is  doing  the  electrical  engineering 
work  for  a  new  development  in  that  section  of  the  country. 

J.  C.  Murray,  sales  engineer  of  the  Kellogg  Switchboard 
&  Supply  Company,  has  returned  from  a  South  American 
trip  and  wilL  immediately  take  up  his  work  in  the  telephone 
field. 

B.  C.  Hoist,  who  resigned  last  year  as  manager  of  the 
telephone  sales  department  of  the  Western  Electric  Com- 
pany at  San  Francisco  to  take  up  similar  work  with  the 
Northern  Electric  &  Manufacturing  Company  of  Montreal 
and  Winnipeg,  is  renewing  old  friends  during  a  brief  visit 
t""'  the  Pacific  Coast. 

George  E.  Pancoast.  chief  engineer  of  the  Hearst  News 
Service,  recently  arrived  at  San  Francisco  and  has  already 
closed  contracts  for  several  thousand  dollars"  worth  of  ma- 
chinery, including  a  number  of  General  Electric  a.c.  motors 
for  installation  in  the  new  12-story  building  that  is  to  be 
occupied  soon  by  the  "Examiner"     plant. 


Calvin  W.  Rice  of  New  York,  secretary  of  the  American 
Society  of  Mechanical  Engineers,  who  has  been  touring  the 
Coast,  left  Palo  Alto  for  Los  Angeles  this  week  on  his  way 
East. 

W.  A.  Hillebrand  has  been  elected  chairman  of  the  papers 
committee  of  the  San  Francisco  Section  of  the  American 
Institute  of  Electrical  Engineers,  the  other  members  being 
G.  Deakin  and  A.  H.  Halloran. 

J.  G.  De  Remer  has  resigned  his  position  with  the  West- 
inghouse  Electric  &  Manufacturing  Company  at  San  Fran- 
cisco to  become  assistant  general  manager  of  the  United 
Light  &  Power  Company  with  offices  in  the  Mechanics'  In- 
stitute  Building,   San    Francisco. 

A.  Boissonnas,  who  is  at  the  head  of  a  number  of  elec- 
tric power  enterprises  in  Switzerland,  has  arrived  at  San 
Francisco  from  Geneva.  He  is  making  an  inspection  tour 
o''  the  principal  hydroelectric  plants  of  this  country,  accom- 
panied by  E.  B.  Tracy,  of  W.  P.  Bonbright  &  Co..  New  York, 
bankers,  interested  in  western  electric  power  securities. 

PACIFIC    COAST    JOBBERS'     MEETING. 

An  enjoyable  outing  was  held  by  the  Pacific  Coast  Jobbers' 
Association  at  Catalina  Island  last  week.  Judging  from  the 
reports  from  those  participating,  the  varied  means  of  enter- 
tainment presented,  by  this  favored  spot  were  much  enjoyed. 

Naturally  the  chief  interest  centered  in  the  fishing  for 
which  this  island  is  famed,  prizes  being  offered  for  the  largest 
fish  caught  with  both  light  and  heavy  tackle.  Mr.  Albert  H. 
Elliott  caught  a  62-pound  shark  with  light  tackle,  thus  earning 
a  handsome  humidor  and  Mrs.  Thos.  M.  Debevoise  was  pre- 
sented with  a  desk  clock  as  a  reward  for  her  prowess  in 
catching  a  30-pound  albicore  with  heavy  tackle. 

The  golf  honors  were  captured  by  Mr.  F.  B.  Gleason, 
manager  of  the  Western  Electric  Co.,  who  won  both  the  E.  K. 
Patton  and  the  regular  Jobbers'  cup.  The  meeting  was  con- 
cluded with  a  sumptuous  golf  dinner  at  the  Hotel  Metropole. 
Members  and  guests  present  included: 

Mr.  and  Mrs.  Thomas  M.  Debevoise,  Jlr.  and  Mrs.  H.  G. 
Aylsworth,  Mr.  and  Mrs.  George  Cole,  C.  L.  Gilson,  R.  D. 
Holabird,  Thos.  E.  Burger,  F.  H.  Poss.  Joseph  A.  Herr,  A.  H. 
Elliot,  F.  B.  Gleason,  Franklin  Overbagh,  T.  E.  Bibbins,  A. 
Carrigan.  H.  V.  Carter,  C.  H.  Carter,  S.  B.  Gregory,  C.  R. 
Dederick,  Ross  Hartley,  Frank  Fowden.  J.  Schaufelberger, 
N.  W.  Graham,  W.  L.  Goodwin.  C.  C.  Hillis. 


PACIFIC  COAST  MEETING  OF  THE  AMERICAN  SOCIETY 
OF  MECHANICAL  ENGINEERS. 
A  meeting  was  held  at  the  Palace  Hotel  October  14th, 
which  was  attended  by  Calvin  W.  Rice,  secretary  of  the 
American  Society  of  Mechanical  Engineers,  an,l  a  number  of 
local  engineers.  The  subject  of  organizing  so  as  to  hold 
meetings  of  the  society  at  San  Francisco  was  discussed  after 
A.  M.  Hunt  had  been  elected  chairman.  A  resolution  was 
adopted  inviting  the  American  Society  of  Mechanical  Engi- 
neers to  hold  its  semi-annual  meeting  at  San  Francisco  at  the 
time  of  the  Panama-Pacific  International  Exposition  in  1915. 
A.  M.  Hunt,  W.  P.  Durand,  E.  C.  Jones  and  Thomas  Morrin 
will  constitute  the  executive  committee. 


ILLUMINATING       ENGINEERING       COURSE       AT      JOHNS 
HOPKINS      UNIVERSITY. 

The  course  of  Lectures  on  Illuminating  Engineering,  which 
is  to  be  held  at  Johns  Hopkins  University  October  26th  to 
November  8th,  under  the  joint  auspices  of  the  University  and 
the  Illuminating  Engineering  Society,  is  receiving  a  large 
amount  of  attention  from  the  many  electrical  interests 
throughout  the  country.  Many  of  the  technical  universities 
maintaining  courses  in  electrical  engineering  are  planning  to 
send  representatives  to  attend  the  course  of  lectures,  in  order 
to  found  complete  undergraduate  courses  in  those  institutions. 
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972,209.  Swiveling  Attachment  Device  for  Electrical  Ap- 
paratus. John  H.  Moiiey,  Johnstown,  Pa.  An  attachment  de- 
vice comprising  a  body  portion  carrying  one  set  of  wires,  a 
piug  carrying  another  set  of  wires,  said  plug  being  inserted 


within  the  body  portion  and  connected  thereto  by  means  of  a 
spring  on  said  plug,  a  sleeve  insulated  from  said  spring  and 
loosely  surrounding  the  sides  of  the  plug  to  permit  rotation, 
said  s'eeve  being  in  contact  with  the  body  portion,  and  a 
spring  connecting  the  sleeve  to  one  of  the  terminals. 

972,308.  Electric  Heater  for  Oil-Weils.  James  E.  Wil- 
liamson. Pittsburg.  Pa.  In  an  electric  heater  for  oil  wells,  the 
combination  with  the  pumping  tube,  of  a  heater  comprising 
an  outer  and  an  inner  shell,  and  an  electric  resistance  ar- 
ranged upon   the  exterior  of  the  inner  shell,   the  said   shell 


i.g|^af"  '  ■","   y. 


constituting  the  return  conductor  of  said  resistance,  the  said 
resistance  being  located  in  a  water  sealed  chamber  between 
said  shells,  the  inner  shell  being  adapted  to  be  connected 
tc  said  pumping  tube,  and  the  outer  shell  having  a  series  of 
corrugations   in   the   wall   thereof. 

972,538.  Maximum-Cemand  Meter.  Vladimir  Karapetoff. 
Ithaca,  N.  Y.  In  a  meter  of  the  class  described,  the  combi- 
nation with  a  wattmeter  and  means  for  indicating  the  maxi- 
mum power  demand  during  a  given  interval  of  time,  of  a 
two-part    clutch    which    operatively    connects    said    wattmeter 


and  means;  an  armature  formed  with  ears  and  attached  to  one 
of  the  parts  of  said  clutch;  and  electromagnetic  devices  for 
raising  and  turning  said  armature  to  release  said  clutch  and 


restore  said  means  to  their  initial  position,  said  ears  insuring 
that  the  final  position  of  said  means  will  be  accurately 'at  their 
zero. 

972,486.  Continuous-Make  Gas  Apparatus,  Elmer  E. 
Wickersham,  VVatsonville,  Cal.  The  combination  in  a  gas 
apparatus,  of  a  mixing  chamber,  a  combustion  chamber  below 
the  mixing  chamber  having  an  arch  separating  it  from  said 
mixing  chamber,  a  burner  in  the  combustion  chamber,  a  cham- 
ber in   the   rear  of  the  combustion   chamber   and   connecting 


with  a  space  above  said  arch,  the  combustion  and  mixing 
chambers  opening  into  the  rear  chamber,  and  an  atomizer 
with  an  oil  and  air  supply  connection,  said  atomizer  dis- 
charging in  the  rear  chamber  and  approximately  in  line  with 
the  mixing  chamber  and  above  the  combustion  chamber 
burner. 

972,642.  Gas-Turbine  Engine.  William  A.  Reed,  Holly- 
wood, Cal.  In  a  gas  turbine  a  plurality  of  radially  arranged 
compression  chambers,  each  chamber  having  a  piston  therein; 
p  driving  shaft;  means  secured  to  said  shaft  to  operate  said 
piston;  valves  in  the  ends  of  said  pistons;  a  feed- 
ing chamber  in  communication  with  said  compression 
chambers;     radially     arranged     explosion    chambers    in    com- 


munication with  the  outer  ends  of  said  compression  cham- 
bers; valves  in  said  last  communication;  a  vane  chamber  hav- 
ing an  exhaust  port;  direction  changing  chambers  having 
ports  opening  into  the  vane  chamber;  means  to  control  said 
last  mentioned  ports;  rotary  vanes  within  the  vane  chamber 
secured  to  and  projecting  radially  from  the  driving  shaft, 
and  radially  arranged  deflecting  vanes  secured  to  the  vane 
chamber  casing,  and  projecting  toward  the  shaft,  said  de- 
flecting vanes  alternating  with  the  rotating  vanes. 


October  22,  1910) 


JOURNAL    OF    ELECTRICTY,    POWER    AND     GAS 


371 


BOOK  REVIEWS 

Solenoids,    Electro    Magnets   and    Electro    Magnetic   Windings. 
By   Chai-les   R.    Underhill,   '.iVJ.   pages,   0x71/2;    223   illustra- 
tions.    D.   Van   Nostrand   Co.,   New    York   and   Technical 
Book  Shop,  San  Francisco.     Price,  $2.00. 
This  treatise  brings  into  compact  form  a  wealth  of  valu- 
able information  on  electro  magnets,  which  govern  almost  all 
electrical    apparatus.        The    introductory    chapters    are    de- 
voted to  definitions,  units  and  calculations  of  simple  electric 
and   magnetic   circuits.       The   following   chapters   define   the 
solenoid  and  give  theoretical  and  practical  characteristics  of 
air-return  and   iron-clad  types  both  with  and  without  arma- 
tures.      Subsequent  chapters  are  devoted  to  alternating  cur- 
rent  electro   magnets.       The   concluding   chapters   deal   with 
practical    designing    and    construction,    including    insulation, 
winding  and  heating  for  regular  and  special  types.     The  last 
chapter  is  a  compilation  of  tables  and  charts  for  convenient 
relerence.    The  book  is  well  written  and  contains  much  valu- 
able data. 

Standard    Handbook    for    Electrical    Engineers.      1500    pages; 
4,\7,  leather  bound.     McUraw'-Hill  Book  Co.,  New  York  and 
Technical  Bock  Shop,  San  Francisco.     Price,  $4.00. 
This  Is  the  third  edition  and  19th  thousand  of  this  book 
which   has   become   a   standard   in   fact  as   well   as   in  name 
within  less  than  three  years.      Its  contents  are  so  well  known 
as  to  require  no  exhaustive  summary  at  this  time.      It  is  di- 
vided into  twenty  sections,  each  section  written  by  an  expert 
and  thumb  indexed  for  convenient  reference.     Many  of  these 
sections  have  been  entirely  rewritten  in  accordance  with  the 
dictates  of  recent  practice,  all  of  them  have  been  corrected 
and  most  of  them  have  been  enlarged.     This  edition  has  200 
pages  more  than  its  predecessors.     It  is  invaluable  to  every 
electrical  engineer. 

Power  Gas  and  the  Gas  Producer.  By  J.  C.  Miller;  illus- 
tiated;  1!<4  ijages,  .'J.xS.  Popular  Mechanics  Co.,  Chicago; 
Technical  Book  Shop,  San  Francisco.  Price,  $1.00. 
This  text  is  an  endeavor  to  give  a  popular  explanation 
of  the  theory  and  practice  of  producer  gas,  written  for  the 
layman.  This  necessitates  the  elimination  of  all  chemical 
and  mathematical  formulae  and  the  substitution  of  generali- 
ties tor  specific  data.  It  is  divided  into  eleven  chapters  and 
is  first  concerned  with  the  properties  of  various  kinds  of  pro- 
ducer gas  including  their  composition,  heat  values  and  their 
physical  characteristics.  Brief  descriptions  of  several  styles 
of  producers  are  illustrated  by  both  text  and  pictures  and  a 
critical  discussion  given  of  the  fuels  best  adapted  for  use  in 
producers.  One  chapter  is  devoted  to  the  practical  opera- 
tion of  the  gas  producer  and  concluding  sections  contain  de- 
tailed comparison  of  gas  power  and  steam,  including  their  re- 
liability, convenience  and  cost.  A  matter  of  practical  inter- 
est to  Pacific  Coast  readers  namely  oil  gas  producer  gas  re- 
ceives no  mention  whatever.  While  the  hook  is  of  little 
value  to  the  engineer  it  gives  an  excellent  introduction  for 
more  advanced  study  on  the  part  of  the  beginner. 

Electric  Motors.     Bv  Francis  B.  Crocker  and  Morton  Arendt ; 

291   pages,  6.\9;    15S  illustrations.     D.  Van  Nostrand,  New 

York    City,    and    Technical    Book    Shop.    San    Fi'ancisco. 

Price,  $2'.'50. 

This  is  essentially  a  college  text  book,  being  an  out- 
growth of  a  course  of  lectures  on  electric  motors  and  their 
application  given  at  Columbia  University.  The  subject  is  so 
clearly  and  logically  presented  and  with  such  accurate  detail 
that  it  will  likewise  prove  of  value  to  anyone  operating  elec- 
tric motors.  After  a  brief  historical  introduction,  the  authors 
give  a  general  discussion  of  the  different  types  of  direct  cur- 
rent motors  and  summarize  the  advantages  of  electric  drive. 
This  is  followed  by  chapters  devoted  respectively  to  direct 
current  shunt,  series  and  compound  motors,  the  theory  of  the 
machine  being  developed  co-ordinately  with  the  practice.  In 
each  case  there  is  given  test  data-  and  full  analysis  of  the 
effect  of  varying  cnnditions,  together  with  exhaustive  treat- 
ment upon  the  different  methods  of  speed  control.      Following 


this  is  a  brief  classification  and  history  of  alternating  cur- 
rent motors  which  are  subsequently  treated  in  more  detail 
under  the  headings  of  synchronous  motors,  induction  motors 
and  commutating  alternating  current  motors.  While  in  no 
sense  a  popular  treatise,  techincal  problems  are  so  carefully 
explained  as  to  be  capable  of  solution  after  a  little  study. 

The  History  of  the  Telephone.  By  Herbert  N.  Casson;  :!1D 
pages,  5xS,  well  illustrated.  A.  C.  McClurg  &  Co.,  Chi- 
cago;  Technical  Book  Shop,  San  Francisco.     Price, 

An  occasional  dip  from  the  stern  realities  of  engineering 
into  the  romance  of  its  development  is  refreshing  and  in- 
spiring. In  a  happy  intermingling  of  history  and  biography, 
Mr.  Casson  tells  the  story  of  the  telephone.  It  is  as  inter- 
esting as  a  novel  and  has  the  added  charm  of  facts.  In  his 
skillful  handling  of  words,  however,  it  must  not  be  forgotten 
that  the  author  tells  but  half  the  story,  for  this  book  would 
better  be  entitled  "The  History  of  the  Bell  Telephone."  So 
while  this  narrative  is  read  and  enjoyed  it  should  be  with  the 
knowledge  that  there  are  other  chapters  equally  interesting 
which  have  been  omitted.  The  history  of  the  Civil  War  writ- 
ttr  with  the  bias  of  a  Northerner  may  give  just  offense  to  a 
Southerner.  In  fullness  of  time  therefore  we  look  for  a  like 
history  of  the  Independent  telephone  which  will  also  reflect 
due  credit  as  does  this  book  to  those  who  have  developed  th» 
wonderful  Bell  system. 


WASHINGTON    WATER    POWER    DEVELOPMENT. 

SPOKANE,  WASH. —The  Washington  Water  Power  I'om- 
pany,  controlled  largely  by  New  York  and  Boston  capital, 
has  acquired  7000  acres  of  lands,  including  power  sites  on 
both  sides  of  the  Spokane  river  in  Spokane  and  Stevens 
ccunties,  north  of  Spokane,  for  $700,000  and  it  is  given  out 
by  D.  L.  Huntington,  president  of  the  corporation,  that  other 
acreage  will  be  bought,  preparatory  to  expending  $1,000,000 
ii.  power  development  work.  The  company  now  has  sufficient 
holdings  to  back  water  over  a  strip  of  20  miles  in  length, 
thus  providing  one  of  the  largest  reservoirs  on  the  Spokane 
river.  The  deal  for  the  Big  Bend  Water  Power  Company's 
hinds  and  rights,  involving  about  400  acres,  was  consum- 
mated last  week  at  a  figure  said  to  be  $250,000.  The  officers 
o!  the  Big  Bend  Water  Power  Company  are:  President,  B.  F. 
O'Neill,  Wallace,  Idaho;  vice-president  and  general  manager, 
E  P.  Spalding;  secretary  and  treasurer,  Mrs.  A.  M.  P.  Spald- 
ing. It  is  on  this  site  that  a  gigantic  dam  will  be  built  tor 
bucking  the  water  over  the  large  area.  From  the  Spalding 
site  alone  it  is  estimated  that  between  75,000  and  SO.OOO 
horsepower  can  be  developed.  It  will  call  for  a  dam  150 
feet  in  height,  connecting  perpendicular  granite  walls  300 
leet  from  base  to  cap.  The  company  already  has  started 
several  crews  of  men  at  work.  The  site  bought  from  H.  L. 
xMoody  of  Spokane  and  his  associates  is  four  miles  above  the 
Lapray  bridge,  one  of  the  landmarks  of  the  Northwest.  This 
site  is  purchased  for  the  riparian  rights  solely.  The  bridge 
will  be  inundated  in  the  present  plan  of  development  about 
40  feet.  This  will  necessitate  the  moving  of  the  crossing  to 
another  point.  The  large  increase  in  the  company's  bond 
issue,  from  $10,000,000  to  $15,000,000,  last  year,  figures  in  the 
new  project,  and  it  was  this  which  brought  several  of  the 
large  stockholders  from  the  east  to  Spokane  a  few  months 
ago.  The  company  started  work  in  September  on  a  tunnel 
ir.  the  Spokane  river  near  its  plant  in  Spokane,  Init  aban- 
doned this  work  recently. 


MARTTNEZ,  CAL.— Work  on  the  grading  of  the  right 
of  way  for  the  Oakland  and  Antioch  Railway,  between  Bay 
Point  and  Lafayette,  has  been  resumed  by  the  Bay  Point 
Construction  Company  in  order  to  finish  the  work  left  in- 
complete by  Hard  &  Co.,  which  was  temporarily  engaged  to 
do  part  of  the  work.  Seventy-five  men  will  be  set  to  work  to 
complete  the  line  before  the  winter  season. 
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AN    INNOVATION    IN    SMALL   SWITCHBOARD   CONSTRUC- 
TION. 

A  novel  type  of  small  switchboard  capable  of  being  not 
only  easily  increased  in  capacity  but  at  the  same  time 
readily  convertible  to  suit  various  service  conditions  is  being 
marketed  by  the  Western  Electric  Company.  The  telephone 
company  that  operates  a  small  exchange  is  confronted  with' 
the  problem  of  selecting  a  switchboard  of  the  proper  style 
and  capacity  that  will  meet  their  service  conditions  at  the 
present   time   as   wel'    as   in    the   future.     This    problem    has 


M 


KS(H)  Desk  Tvpi-  r(|uii)in-d  with  Siispi-nd<-d  TransniitlL-r ; 
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been  all  the  more  perplexing  when  the  telei)hone  company 
is  unable  to  determine  with  any  degree  of  accuracy  what 
their  future  requirements  might  be.  Thus  they  have  often 
found  it  necessary  to  either  purchase  a  switchboard  that 
might  serve  for  only  a  short  time  and  then  discard  it  or  they 
might  find  at  a  later  date  that  they  had  purchased  a  switch- 
)  oard  of  such  a  large  size  that  they  would  never  be  able  to 
make  full  use  of  it. 

This  and  other  problems  have  been  very  cleverly  solved 
by  the  Western  Electric  Company  with  the  design  of  their 
i<ew  No.  ISOO  unit  type  switchboard.  It  will  be  noted  from 
the  illustrations  that  this  switchboard  is  built  up  of  several 
separate  parts,  comprising  top  units,  line  units,  cord  units 
;ii)d  supporting  units. 

As  the  telephone  company's  requirements  increase  so 
can  the  switchboard  capacity  be  increased  and  at  all  times 
I  be  telephone  company  has  a  minimum  investment. 

The  top  units  can  be  supplied  with  either  a  hand  tele- 
phone  set  or  a   suspended   transmitter. 

The  line  units  can  be  supplied  with  either  self-restored 
jacks  and  signals,  manually  restored  drops  and  jacks,  ringers, 
through  toll  line  apparatus,  etc. 


The  cord  units  can  be  supplied  with  either  listening  jacks 
and  supervisory  drops  or  ringing  and  listening  keys  and  super- 
visory drops.  They  can  further  be  furnished  with  the  single 
supervision,  single  supervision,  non-hang-up  or  single  super- 
vision,  non-ring-through,   non-hang-up.     The   supporting    units 
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18()U  Floor  !'>  in-  (-(.luippfd    with    Subprndi;d  Transmitter    and    Head    Receivi-r 
and  20  lines.     Uses  Combined  Jack  and  Sitrnal. 

can  be  supplied  for  wall  type  of  switchboard,  for  floor  type 
01  for  desk  type. 

Many  small  switchboards  are  situated  in  business  places 
or  private  homes,  where  the  operator  has  other  duties  to 
perform.  Under  such  conditions  a  wall  type,  equipped  with 
a  hand  telephone  set  is  found  the  most  desirable. 

As  the  telephone  company's  business  increases  the  oper- 
ator may  be  required  to  be  seated  at  the  switchboard  the 
greater  part  of  the  time  and,  therefore,  a  fioor  or  desk 
type  of  switchboard  having  a  suspended  transmitter  Is  quite 
essential.  With  the  sectional  unit  scheme,  a  switchboard 
cannot  only  be  increased  in  capacity  but  U  also  can  .readily 
be  converted  to  any  desired  type. 

There  are  many  hundreds  of  switchboards  that  are  capa- 
ble of  giving  several  years  of  good  service  that  are  stored 
away  because  the  telephone  companies  have  no  further  use 
for  them  since  they  no  longer  fit  in  with  the  new  order  of 
things.  Such  switchboards  are  unquestionably  a  bad  Invest- 
ment because  the  telephone  company  did  not  realize  the  full 
value  from  them.  On  the  other  hand,  this  new  unit  type  of 
switchboard   would   be  a  good   investment,   since  on   account 
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of   its   elasticity    a   place   of   service    could   always   be   found 
either  in  the  whole  of  in  part. 

All  of  these  units  are  especially  designed  so  that  they 
can  be  assembled  and  installed  with  unskilled  help.  Screw- 
type  of  terminals  are  provided  for  all  of  the  line  wire  con- 
nections.    All  electrical  connections  between  units  are  auto- 


ISIKI  W.ill  Typi-  Efiuippi-d  Willi, ll.uid  S-t  and  2Uilini-s:  and  iisiui^J 
Combini'd  Jack  and  Signal. 

raatically  made  by  means  of  the  machine  screws  that  hold 
the  various  units  together,  thus  it  is  impossible  to  connect 
them  up  wrongly.  This  series  includes  30  different  units, 
v/hich  enables  the  telephone  company  to  meet  every  legiti- 
mate condition. 


ELECTROLYTIC    LIGHTNING   ARRESTERS. 

Many  devices  have  been  placed  upon  the  market  for  the 
protection  of  electric  equipment  from  abnormal  voltage  on 
the  line,  due  to  lightning  or  any  other  cause,  one  of  the  most 
effective  pieces  of  apparatus  devised  for  this  purpose  being 
that  type  of  lightning  arrester  which  depends  upon  the  safty- 
valve  action' of  a  film  on  an  aluminum  plate.  This  type  is 
commonly  known  as  the  electrolytic  arrester  and,  in  practice, 
consists  of  nested  aluminum  trays  filled  with  electrolyte  and 
submerged  in  oil. 

The  electrolytic  lightning  arrester  has  ideal  characteris- 
tics and  closely  resembles  in  action  a  relief  or  safety  valve, 
which  it  truly  is  for  the  electric  system.  The  horn  gaps 
which  are  between  the  arresters  and  the  line  break  down  on 
over  voltage,  and  if  this  voltage  amounts  to  over  approximately 
330  volts  per  tray,  a  free  passage  through  the  film  from  tray 
to  tray  and  thence  to  the  ground  is  provided.  When  the  volt- 
age drops  to  normal,  which  is  below  the  critical  voltage  of  the 
tray,  the  apparent  resistance  of  the  film  reasserts  itself  and 
the  flow  of  the  current  is  cut  down  so  that  the  horn  gaps 
disrupt  the  arc  and  all  further  flow  of  current  ceases. 


The  nested  trays  are  placed  in  oil-filled,  welded  steel 
tanks,  which  for  22,000  volts  and  above  are  built  with  cast 
ccvers  and  outdoor  terminals,  so  that  the  entire  arrester  can 
be  placed  outdoors.  The  complete  arrester  consists  of  four 
tanks  mounted  on  an  insulated  platform  for  ungrounded  neu- 
tral service,  and  three  tanks  gi'ounded  for  grounded  neutral 
service.  For  13,200  volts  and  under,  the  arrester  is  arranged 
for  indoor  service  only,  as  the  horn  gap  setting  is  so  small 
that  much  more  effective  service  is  obtained  when  the  ar- 
rester is  housed.  For  the  lower  voltages  the  general  ar- 
rangement of  tray  is  the  same,  but  a  smaller  number  of  tanks 
is  used. 

Since,  when  the  electrolytic  type  of  arrester  is  allowed 
t'^  stand  without  current  passing  through  it,  the  film  on  the 
plates  dissolves,  it  is  necessary  to  periodically  pass  current 
through  the  arrester  in  order  to  keep  the  film  in  the  best  con- 
dition. This  prevents  an  abnormal  rush  of  current  when  the 
arrester  discharges  after  a  long  period  of  idleness. 

The  rate  of  dissolution  of  the  film  depends  upon  the  kind 
oi  electrolyte  used  and  the  temperature.  There  are  two  kinds  of 
electrolyte  made  by  the  Westinghouse  Electric  &  Manufactur- 
ing Company,  Pittsburg,  Pa.,  one  of  which  requires  that  the 
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horns  be  bridged  daily  to  pass  current  through  the  arresters, 
and  the  other  which  requires  that  the  horns  be  bridged  only 
every  seventh  day.  The  latter  electrolyte  has  been  known 
to  stand  without  current  for  very  long  periods  during  cold 
weather,  and  when  the  horns  were  bridged  no  undue  rusli 
of  current  followed.  However,  in  order  to  keep  the  films 
well  built  up,  it  is  recommended  that  current  be  passed 
through  this  electrolyte  every  seventh  day;  this  offers  no 
inconvenience,  as  apparatus  in  general  should  be  inspected  at 
least  this  often. 

When  arresters  are  bridged  at  normal  voltage,  a  bluish, 
crackling  static  arc  indicates  the  normal  condition  of  the 
arrester.  If  the  arc  is  reddisu  and  fluffy,  and  rises  high  on 
the  horns,  it  is  evident  that  the  bridging  of  the  horns  has  been 
deferred  too  long  a  time,  and  it  will  take  a  short  period  be- 
fore the  arc  comes  down  to  normal. 

The  horn  gaps  and  bridging  device  are  mounted  on  a 
two-inch  pipe  frame,  to  which  is  also  attached  the  transfer 
switch  used  for  interchanging  a  ground  and  phase  tank  on 
ungrounded  neutral  arresters.  The  bridging  device  is  very 
simple  and'  can  be  operated  from  either  end. 

As  the  voltage  increase  the  number  of  trays  in  the  ar- 
rester also  increases.  Hence,  for  a  higher  voltage,  if  the 
trays  were  all  built  in  a  continuous  structure,  it  would  be 
awkward  to  handle  and  require  considerable  overhead  room 
when  installed  indoors.  For  this  reason,  on  all  arresters 
above  13,200  volts,  the  Westinghouse  tray  structure  is  built 
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up  into  sectiiiu.s  (■onl.aiiiing  not  over  ."lO  trays,  which  slide 
into  place,  one  above  the  other,  between  guides  supported  by 
a  base  casting  fitting  closely  the  bottom  of  the  tank.  Each 
section  when  filled  with  electrolyte  can  be  easily  handled 
without  danger  of  upsetting  it.  The  electrolyte  is  poured 
into  the  trays  by  means  of  a  measuring  cup,  which  contains 
the  correct  amount  of  liquid  for  each  tray.  When  a  section  of 
trays  is  filled  the  electrolyte  is  plainly  visible  so  that  each  tray 
can  be  checked. 

All  parts  of  the  supporting  frame  directly  in  contact  with 
the  trays  are  made  of  the  best  grade  of  porcelain;  hence,  any 
danger  due  to  burning  supports,  which  is  likely  to  be  present ' 
in  case  wood  is  used,  is  entirely  eliminated. 

If,  when  the  horn  gaps  are  set  to  get  the  maximum  pro- 
tection from  the  arrester,  a  ground  on  one  phase  occurs,  the 
horn  gaps  connected  to  the  other  phases  will  discharge  until 
the  line  is  cleared,  or  is  thus  subjected  to  a  continuous  dis- 
charge that  nuiy  last  a  long  time,  the  Westinghouse  arrest- 
ers are  designed  with  large  tanks  holding  sufficient  oil  to  ab- 
sorb the  heat  of  a  continuous  discharge  lasting  over  a  consid- 
erable period. 

The  tanks  are  built  large  on  the  diameter  so  that  the 
clearance  between  the  top  tray  and  tank  where  the  maxi- 
mum voltage  exists  provides  a  good  insulation  factor  of  safety. 


NEW  PACIFIC  COAST  REPRESENTATION  FOR  EAST- 
■   ERN    MANUFACTURERS. 

The  Machinery  &  Supply  Company,  with  offices  at  Gl 
Fremont  street,  San  Francisco,  have  been  appointed  Pacific 
Coast  representatives  of  a  number  of  prominent  Eastern 
manufacturers  of  power  and  mining  machinery.  A  large  stock 
for  Pacific  Coast  buyers  will  be  carried  at  the  new  Class  A 
concrete  warehouse  being  erected  near  Second  and  Bryant 
streets  to  facilitate  quick  delivery.  Sales  offices  are  also 
to   be   established    in   Los   Angeles   and   Seattle. 

This  stock  includes  a  complete  line  of  heavy  duty  in- 
duction motors  from  the  Ideal  Electric  &  Mfg.  Company  ol 
Mansfield,  Ohio,  power  and  filter  presses  from  Wm.  R.  Perrin 
&  Co.,  of  Chicago,  111.,  and  Dick  and  Church  boilers  from 
tl;e  Phoenix  Iron   Works  Co.,  of  Meadville,  Pa. 

The  Machinery  &  Supply  Co.,  have  been  appointed  ex- 
clusive Pacific  Coast  distributing  agents  for  the  Pittsburg 
Transformer  Company  and  will  carry  a  complete  stock  of  this 
well  known  product.  They  are  also  agents  for  the  oil  fur- 
naces, both  metallurgical  and  forging,  manufactured  by  the 
W.  S.  Rockwell  Co.  of  New  York  City  and  for  the  electric 
meters  manufactured  by  the  Columbia  Meter  Co.  of  Indianap- 
olis, Ind.  Their  representations  further  includes  a  complete 
line  of  "Solar"   incandescent  lamps. 

The  personnel  of  this  new  company  includes  Mr.  R.  B. 
lOlder,  formerly  manager  of  the  San  Francisco  office  of  the 
Allis-Chalmers  Co.,  who  has  been  appointed  sales  manager, 
and  Mr.  H.  C.  Wybro,  formerly  president  of  the  Wybro 
Hendy  Co.,  who  will  act  as  president.  Connected  with  the 
staff  also,  are  Mr.  W.  N.  Dean,  who  has  charge  of  the  filter 
press  department;  Mr.  A.  E.  Mason,  formerly  in  charge  of  the 
furnaces  and  forge  department  of  the  Allis-Chalmers  Co.  at 
Milwaukee,  Wis.,  who  will  handle  the  Rockwell  line  and  Mr. 
George    Boerschardt   of   the    lamp    department. 

The  entrance  of  this  new  firm  into  the  industrial  power 
field  marks  the  welcome  introduction  of  a  number  of  Eastern 
manufacturers    into    the    Pacific    Coast    market. 


Bulletin  No.  12ti  from  The  Electric  Storage  Battery  Co. 
gives  the  details  of  a  new  lype  of  oil  insulator  for  support- 
ing "Cloridc  Accumulator"  cells  in  high  voltage  service. 

The  October  number  of  The  J.-M.  Packing  Expert  from 
11.  W.  Johns-Manville  Co.  contains  some  excellent  suggestions 
on  boiler  feed  pump  packing  in  addition  to  other  interesting 
facts  about  J.-M.  Packings. 

Bulletin  No.  10  from  the  Duncan  Electric  Company  is  de- 
voted to  the  Duncan  portable  test  watthour  meter,  containing 
a  well  illustrated  and  well  written  description  of  the  operation 
and  uses  of  this  rotary  standard. 

Bulletin  No.  125  from  the  Electric  Storage  Battery  Com- 
pany consists  of  a  description  of  the  installations  of  the 
"Chloride  Accumulator"  on  the  system  of  the  Gulf  Port  and 
Mississippi  Coast  Traction  Company. 

Vitrified  Fire  Clay  Conduit  as  manufactured  by  the  Fire 
Clay  Product  Company  of  Brazil,  Indiana,  with  offices  in  the 
Stock  Exchange  Building,  Chicago,  is  well  catalogued  in  a 
valuable  pamphlet  recently  issued  by  the  company. 

Bulletin  No.  1125  from  the  Fort  Wayne  Electric  Works 
is  devoted  to  the  type  K.3  Single  Phase  Induction  Watthour 
Meter.  Instruction  book  No.  3043  gives  detailed  directions 
regarding  its  installation,  adjustment  and  connections. 

Holophane  Illumination  for  September,  1910,  from  the 
Holophane  Company,  illustrates  and  describes  a  new  line  of 
Holophane  glass  for  residence  lighting  and  contains  some  valu- 
able hints  upon  the  illumination  of  pictures,  study  rooms  and 
drafting  rooms. 

Automatic  Regulating  Apparatus  designed  and  manufac- 
tured by  The  Electric  Storage  Battery  Co.  is  illustrated  and 
described  in  their  Bulletin  No.  127.  This  includes  the  car- 
bon regulator,  adapted  lor  controlling  either  a.c.  or  d.c.  load 
fluctuation,  and  the  recently  developed  average  adjuster  and 
current  stop. 

Portable  Watthour  Meter  Calibrator,  type  K-M3,  for  alter- 
nating current,  is  illustrated  by  half  tones  and  described 
by  text,  in  Bulletin  No.  1124  from  the  Fort  Wayne  Electric 
Works.  This  instrument  eliminates  the  use  of  the  stop- 
watch and  allows  of  meter  test  under  varying  lead  from  all 
ranges  of  service  Irom  light  to  full  load. 

The  Engineering  Department  of  the  National  Electric 
Lamp  Association  has  just  issued  two  Bulletins — one  en- 
titled "Mazda  Multiple  Lamps"  (Bulletin  13)  and  the  other 
"Hylo-Economical  Turn-Down  Electric  Lamps"  (Bulletin  14  (. 
Bulletin  13  contains  practical  information  and  technical  data 
on  Mazda  Multiple  Lamps  for  use  on  100-125  volts  and  200-250 
volts.  Bulletin  14  describes  the  turn-down  lamp.  The  principle 
on  which  these  lamps  operate  is  fully  explained  and  illustrated 
b}   means  of  diagrams. 


NEW  CATOLOGUES. 

Bulletin  No.  431  from  the  Tiiumph  Electric  Company  il- 
lustrates and  describes  Triumpli  alternating  current  gener- 
ators. 

Bulletin  No.  1121  from  the  Fort  Wayne  Electric  Works 
illustrates  and  describes  the  "Northern"  type  B  direct  cur- 
rent generators. 


TRADE    NOTE 

The  General  Electric  Company  will  furnish  to  the  Ray 
Consolidated  Copper  Company  of  Kelvin,  Ariz.,  complete 
switchboard  apparatus  for  the  generating  station,  mill  sub- 
station and  mine  sub-station.  There  will  be  14 
panels  in  the  generating  station  to  control,  four 
2200  k.v.a.  6600  volt  generators  with  five  feeders — 
one  for  the  station  auxiliary,  two  for  the  mill  substation,  one 
for  the  pump  station  and  one  for  the  transformers  to  step 
up  to  44,000  volts,  for  the  mine  sub-station,  20  miles  away. 
In  each  of  the  sub-stations  there  will  be  a  10  panel  board 
to  control  transformers  stepping  down  from  6600  to  460  volts 
in  the  mill  station  and  from  44,000  to  460  volts  in  the  mine 
substation.  The  boards  in  each  station  are  to  control  feeder 
circuits  for  induction  motors;  K-12  and  K-6  hand  operated  oil 
switches  will  be  used  on  6600  and  44,000  volt  circuits  and 
K-2  switches  will  be  used  on  460  volt  circuits. 
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INCORPORATIONS. 
BOISE,   IDAHO.— The   Raymond   Telephone   Company   of 
Bear  Lake  county,  capital  $10,000,  has  been  incorporated  l)y 
Thos.  M.  Mumford  and  Geo.  H.  Hall. 

HIGHLAND,  CAL.— The  Cleghorn  Water  Company  has 
been  Incorporated  by  J.  M.  and  L.  D.  Cleghorn  and  J.  E. 
Williams  with  a  capital  stock  of  $20,000. 

BILLINGS,  MONT.— The  Billings  Traction  Company,  cap- 
ital $100,000,  has  been  incorporated  by  C.  J.  Eddy,  J.  W. 
Patterson  and  J.  A.  Connolly,  all  of  Muskogee,  Okla. 

OROFINO,  IDAHO.— The  Orofino  Electric  Company,  cap- 
ital $25,000,  has  been  incorporated  to  handle  electric  power 
plants  and  engage  in  manufacturing;  incorporators  are  K.  G. 
Osterhout,  Theora  Lister,  J.  H.  Lister. 


FINANCIAL 
VALE,  ORE. — The  Council  has  passed  an  ordinance  pro- 
viding for  holding  an  election  to  vote  on  Issuing  bonds  in  the 
sum   of   $35,000   to   be   used    in   installing   a   complete    water 
system  for  the  city. 

OCEANSIDE.  CAL.— It  is  expected  that  the  $.30,000 
issue  of  5  per  cent  bonds  for  the  improvement  of  the  muni- 
cipal water  plant  soon  to  be  put  on  the  market,  will  bring 
a  fair  premium.  The  bonds  will  run  40  years  and  will  be  of 
$500  each. 

SALEM,  ORE.— The  initial  step  toward  the  floating  of 
bonds  in  the  sum  of  $400,000  for  the  purchase  of  the  plant 
of  the  Salem  Water  Company  has  been  taken  by  the  City 
Council.  An  ordinance  calling  an  election  will  come  up  for 
final  reading  at  the  next  council  meeting. 

VANCOUVER,  WASH.— A  special  election  Is  to  be  held 
on  the  6th  of  December  in  the  city  of  Vancouver,  Clarke 
county.  Wash.,  at  which  election  shall  be  submitted  the 
question  as  to  whether  or  not  the  city  shall  borrow  money 
in  the  sum  of  $314,000  to  be  used  in  furnishing  and  con- 
structing a  water  system. 

HELENA,  MONT. — Plans  and  specifications  for  the  new 
municipal  water  plant,  submitted  by  City  Engineer  C. 
W.  Halmick,  have  been  adopted  by  the  city  council,  and  an 
election  will  be  held  .January  10  to  vote  on  the  issuance  of 
bonds  in  the  «um  of  $650,000,  bearing  five  per  cent  interest, 
for  the  purpose  of  installation  of  such   system. 

SAN  FRANCISCO,  CAL.— Bonds  of  the  Los  Angeles  Rail- 
way Company  will  be  redeemed  with  $142,378.58  now  in  the 
sinking  fund  of  the  company  for  that  purpose,  and  bids  are 
invited  on  or  before  November  10  for  the  surrender  to  this 
company  of  the  5  per  cent  mortgage  bonds  of  the  Los  An- 
geles Railway  Company  to  the  extent  of  $142,378.58,  at  prices 
to  be  named  by  the  bidders,  but  not  to  include  a  premium  of 
more  than  5  per  cent  on  the  par  value  of  the  bonds  offered. 
All  bids  should  be  directed  to  I.  W.  Hellman,  treasurer  of  the 
Los  Angeles  Railway  Company,  at  his  office  in  the  Wells 
Fargo  Nevada  National  Bank,  San  Francisco,  and  should  state 
the  lowest  price  which  will  be  accepted  for  such  bonds. 


TRANSMISSION. 
OROVILLE,  CAL.— With  the  settlement  of  the  suit 
brought  by  the  Great  Western  Power  Company  against  the 
various  estates  in  this  county,  the  power  company 
has  practically  completed  its  rights  of  way  lor  its  second 
tower  line  of  high  tension  wires  from  this  city  to  Oakland. 
The  company  has  been  quietly  engaged  for  the  past  year  in 
buying  rights  of  way  for  its  double  tower  line. 


PASADENA,  CAL. — Pasadena  is  planning  to  build  an  ex- 
tension at  the  municipal  electric  power  house  to  accommo- 
date the  additional  boiler  soon  to  be  installed  and  to  make 
room  for  future   extensions. 

SEATTLE,  WASH. — An  auxiliary  city  power  plant  to 
be  located  on  Lake  Union  will  be  built  next  year.  It  will  be 
operated  by  water  power  and  will  supply  2000  additional  h.p. 
to  the  city.  A  reservoir  of  about  200,000  cubic  feet  capacity 
will    be    built. 

CARSON  CITY,  NEV.— The  Brunswick  mill  site  and 
power  site,  with  water  rights,  has  been  taken  over  by  the 
Western  Smelters  Corporation.  A  large  reservoir  will  be 
built  and  a  power  plant  built  to  supply  power  to  the  new^ 
smelter. 

CENTRALU,  WASH.— It  is  announced  that  the  Twin 
City  Light  &  Traction  Company  has  succeeded  in  raising 
$150,000  with  which  to  build  its  proposed  power  plant.  This 
company  may  lose  its  franchise  here  and  the  city  may  install  a 
municipal  lighting  plant. 

OROVILLE,  WASH.— The  North  Washington  Power  & 
Reduction  Company  of  Republic  is  circulating  a  petition 
through  its  local  manager,  asking  that  the  city  grant  a  fran- 
chise for  the  construction  and  maintenance  of  powe  and 
telephone  lines  within  the  city  limits. 

SPOKANE,  WASH.— Walter  Hovey  Hill,  consulting  engi- 
neer for  the  United  Placer  Mines  Co.,  which  owns  diggings 
at  Lucile,  40  miles  from  Grangeville,  Idaho,  states  that  the 
company  is  planning  on  the  installation  of  a  hydroelectric 
plant  with  a  capacity  of  5000  horsepower. 

MODESTO,  CAL.— The  Sierra  and  San  Francisco  Power 
Company  is  securing  rights  of  w^ay  from  the  main  power  line 
at  a  point  on  the  J.  F.  Miller  land  near  Atlanta  south  through 
Ripon,  Salida  and  southward  toward  Modesto.  It  is  the  plan 
ot  the  company  to  reduce  from  100,000  to  15,000  volts  and 
carry  the  power  southward  on  a  pole  line.  There  will  be  a 
line  from  the  reducing  station  westward  to  the  town  of  Men- 
teca. 

SEATTLE,  Wash.— D.  W.  Ross,  city  electrical  engineer, 
has  designed  plans  for  the  proposed  $60,000  2000-horsepower 
city  auxiliary  power  plant  to  be  located  on  Lake  Union, 
which  will  be  operated  by  water  power.  Construction  work 
i."  to  start  early  in  the  year,  k  200,000  feet  capacity  res- 
ervoir will  be  built  adjoining  the  present  reservoir  at  Vol- 
unteer park,  and  a  gravity  system  will  be  established  from 
the  reservoir  to  Lake  Union  to  furnish  the  necessary  water- 
power  for  the  proposed  plant. 

LOS  ANGELES,  CAL. — An  opening  wedge  into  the  dis- 
cussion of  the  electric  power  problem  of  the  Owens  river  aque- 
duct has  been  furnished  by  the  Board  of  Piiblic  Works' 
announcement  that  it  has  agreed  on  beha'f  of  the  city  of 
Los  Angeles  to  supply  the  town  of  Independence,  Inyo  county, 
with  aqueduct  power.  The  dam  is  used  to  hold  back  the 
waters  for  the  generation  of  power  at  the  plant,  which  is 
one  of  the  largest  in  the  world.  At  the  time  the  Western 
Pacific  raised  the  levee  system  along  Front  street  a  track 
was  laid  on  top  of  the  levee  and  this  gives  the  best  trans- 
portation  facilities   from   the   plant. 

SPOKANE.  WASH.— Following  the  outcome  of  the  liti- 
gation respecting  the  overflowed  lands  just  below  Coeur 
d'Alene,  Idaho,  where  the  Washington  Water  Power  Company 
has  its  chief  plant,  the  management  is  now  planning  a  mag- 
nificent powerhouse  at  Nine-Mile  Point.  Extensive  acreage 
has  been  bought  up  recently  in  the  neighborhood,  so  that  there 
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will  be  no  likelihood  of  future  damage  suits  ensuent  upon  the 
building  of  the  necessary  dam  across  the  river.  There  i? 
already  a  plant  belonging  to  the  Spokane  &  Inland  Empire 
system  at  the  same  place,  but  the  growing  demands  for  power 
attendant  upon  the  entry  of  new  manufactures  into  the  city, 
it  is  anticipated,  will  presently  absorb  an  even  greater  exten- 
sion of  generated  power  than  is  at  present  contemplated. 

SAN  FRANCISCO,  CAL.— U.  S.  Commissioner  Harry  M. 
Wright  has  recommended  that  the  temporary  injunction 
granted  by  the  U.  S.  Circuit  Court  prohibiting  the  Hydro- 
electric Company  from  proceeding  with  the  building  of  a  pipe 
line  across  the  Mono  forest  reserve  be  sustained. 

KLAMATH  FALLS,  ORE.— The  Klamath  Falls  Light  & 
Water  Company  is  making  preparations  to  more  than  double 
its  power  at  the  Moore  plant.  An  additional  water  wheel 
will  be  put  in  and  still  another  in  the  spring.  The  plant 
will  have  10,000  horsepower.  The  company  will  also  do 
away  with  the  wooden  flume  to  the  power  wheel  and  will 
substitute  iron  pipe  from  the  ditch  to  the  plant. 


TRANSPORTATION. 

BELLINGHAM,  WASH. — A  survey  is  being  made  for  a 
tram  line  from  Senator  Poison's  mines  to  the  B.  B.  &  B.  C. 
terminus. 

PORTLAND,  ORE.— Plans  are  under  way  to  electrify 
the  Southern  Pacific  line  on  the  west  side  from  Portland  to 
Corvallis. 

BELLINGHAM,  WASH.— It  is  reported  that  arrange- 
ments have  been  made  for  building  the  Nooksack  Valley 
Traction   Company   line   from  this   place   to   Sumas. 

SPOKANE,  WASH.— The  Spokane  Traction  Company 
will  probably  begin  construction  work  on  the  extension  of 
the   N.    Howard    and   Lincoln    Heights    lines    respectively. 

LOS  ANGELES,  CAL.— The  City  Council  has  passed  an 
ordinance  consenting  to  and  accepting  abandonment  of  a 
portion  of  a  certain  street  railroad  franchise  granted  to  Wes 
ley  Clark  on  Park  View  street. 

LOS  ANGELES,  CAL. — Property  owners  on  .Jefferson 
street  between  Main  street  and  Central  avenue  have  asked 
the  Council  to  grant  the  Los  Angeles  Street  Railway  Com- 
pany a  franchise  for  a  street  railway  on  that  portion  of 
.Jefferson  street. 

LOS  ANGELES,  CAL.— A  petition  is  on  file  with  the  City 
Clerk  asking  the  Council  to  advertise  a  franchise  for  sale 
through  Broadway  tunnel,  so  that  Highland  Park  cars  may 
reach  Broadway,  reducing  the  running  schedule.  The  Los  An- 
geles railway  is  willing  to  build  the  line  if  the  franchise  is 
offered  for  sale. 

PORTLAND,  ORE.— The  Portland  Railway.  Light  & 
Power  Company  will  build  another  club  house  for  the  use 
of  linemen  on  the  block  at  Hawthorne,  Clay,  Water  and 
First  streets.  The  building  will  be  100  by  200  feet,  rein- 
forced concrete,  and  will  be  used  in  part  by  the  lighting  de- 
partment  of   the   company. 

VISALIA,  CAL.— The  Visalia  Electric  road  has  started 
work  on  the  branch  to  Woodlake,  and  it  will  be  finished 
by  November.  The  branch,  starting  from  the  Bravo  I^ake 
station,  will  be  three  miles  in  length  and  will  reach  into  the 
heart  of  the  rich  orange  lands  of  that  vicinity.  The  gradin.g 
contract  has  been  awarded  to  Buckman  &  Sons  of  this  city. 


REDWOOD  CITY,  CAL.— The  Redwood  Gas  &  Elec- 
tric Company  has  been  granted  permission  to  place  gas  mains 
in  Hopkins  avenue  from  Hudson  to  Cedar  streets,  Dingec 
Park. 

FARMINGTON,  N.  M.— The  Electric  light  plant  has  been 
purchased  by  a  company  headed  by  R.  W.  Kowles.  They 
have  signed  a  contract  for  enlargement  and  use  of  the  Star 
ditch  and  will  spend  about  $100,000  in  improvements. 

EUGENE,  ORE. — Blue  print  plans  for  proposed  changes 
to  take  place  at  the  Springfield  electric  light  plant  this 
winter  have  been  received  by  the  Northwestern  Corporation. 
The  plant  will  be  elarged  to  double  its  present  size  and  a 
substation  will  be  built.  The  increased  plant  will  contain  the 
new  2000  kilowatt  turbine  generator  and  two  additional  boil- 
ers with  a  capacity  of  500  kw.  each.  The  construction  will 
soon  begin.     Machinery  will  arrive  in  January. 


ILLUMINATION. 


OI>YMPI.4,  WASH.— The  Olympia  Gas  Company  has  au- 
thorised an  issue  of  $1,000,000  in  bonds  for  the  purpose  of 
enlarging  its   plant. 


WATERWORKS. 

TRACY,  CAL. — A.  T.  Ames  of  Niles  has  been  requested 
to  furnish  an  estimate  of  cost  of  establishing  a  municipal 
water   system  here. 

FULLERTON,  CAJ^.— The  Fullerton  Domestic  Water 
Company  has  been  purchased  by  Tarber  Montgomery.  The 
new  owner  will  make  extensive  improvements  to  the  plant 
and    mains. 

LOS  ANGELES,  CAL.— A  complete  irrigation  systeu'  of 
high  pressure  steel  pipes,  about  5  miles  in  length,  equirped 
with  one  of  the  most  econonmical  and  modern  pumping  plants 
is  being  built  by  Emil  Firth  in  the  Orange  Cove  tract. 

LOS  ANGELES,  CAL.— T.  S.  Van  Dyke  is  pre- 
paring to  install  a  system  of  waterworks  at  Del  Mar,  for  a 
syndicate  of  wealthy  Los  Angeles  men  which  plans  to  make 
Del  Mar  one  of  the  fashionable  resorts  of  southern  California. 

I^ONG  BEACH,  CAL.— Initial  steps  have  been  taken 
by  the  City  Counci'  towards  the  installation  of  a  high  pres- 
sure water  system  in  the  huslness  district  for  protection 
against  fire.    The  estimated  cost  of  this  system  is  $113,080.88. 

SAN  FRANCISCO,  CAL.— Sealed  bids,  in  triplicate  will 
be  received  until  11  a.  m.,  October  28,  at  the  office  of  the 
Constructing  Quartermaster.  Fort  Mason.  Cal.,  for  furnish- 
ing and  laying  an  8-inch  water  supply  main  from  the  dock 
to   the   tanks   at   Ft.   Baker,   Cal. 

MORGAN  HIT,L,  CAL.— Claiming  that  the  water  rates 
as  set  by  the  Boa-d  of  Trustees  of  the  town  of  Morgan  Hill, 
Santa  Clara  county,  are  insufficient  to  pay  the  cost  of  op- 
erating its  systen>,  the  Morgan  Hill  Water  Company  began 
suit  in  the  U.  S.  Circuit  Court  Saturday  to  enjoin  the  Trus- 
tees from  putting  the  rates  into  effect. 

PORTLAND,  ORE. — The  Northwestern  Engineering  Cor- 
poration has  prepared  plans  for  a  gravity  pipe  irrigating 
system  for  the  town  of  Pasco,  water  to  be  supplied  by  the 
Pasco  Reclamation  Company  from  its  plant  on  the  Snake 
river.  The  town  will  also  be  supplied  with  a  complete  sewer 
system.  The  estimated  cost  of  the  improvements  is  $100,- 
000. 

SAN  FRANCIPCO.  CAL.— Assistant  U.  S.  Attorney  Thos. 
E.  Haven  has  comoleted  his  argument  in  the  Spring  Valley 
Water  Company's  ■  /ater-rate  case  before  U.  S.  District  .Judge 
E.  S.  Farrington.  The  counsel  took  the  ground  that  the  ex- 
penses of  the  wat"r  company's  litigation  with  the  city  were 
not  properly  chargeable  in  the  rates,  and  in  support  of  his 
contention  quoted  from  the  decision  of  the  California  Su- 
preme Court  in  the  San  Diego  water  cases,  in  which  the 
expenses  of  the  water  company  were  decided  not  to  be 
chargeable  to  the  rates. 
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THE  DENVER  ELECTRIC  SHOW 


The  first  annual  electric  show  at  Denver,  held 
under  the  auspices  of  the  Colorado  Electric  Club,  was 
brought  to  a  brilliant  and  successful  culmination  on 
Saturday  night,  October  iSth.  That  it  was  likewise 
financially  profitable  is  due  not  only  to  the  enthusiastic 


Besides  the  brilliant  interior  illumination  from  ten 
thousand  incandescent  lamps  and  flaming  arcs,  the 
exterior  of  the  auditorium  as  well  as  the  surrounding 
streets  were  a  blaze  of  light,  25,000  additional  street 
lamps  having  been  used  to  give  a  portiere  efifect. 


General    View    of    Fienver    Electiic    Show. 


support  given  by  the  people  of  Colorado  but  also  to 
the  untiring  efforts  of  the  directors.  The  personnel  of 
the  board  was  H.  L.  Woolfenden,  president;  F.  W. 
Frueauff,  first  vice-president;  J.  B.  Grififith,  second 
vice-president;  C.  F.  Oehlmann,  secretary  and  treas- 
urer; Alvin  R.  Hall,  George  A.  Woolley,  W.  G.  Mat- 
thews, Walter  F.  Brawn,  W.  P.  Carstarphen  Jr.,  John 
M.  Connelly  and  B.  S.  Manuel, 


The  most  notable  lighting  feature  of  the  show  was 
the  beautiful  sunrise  effect  showing  a  typical  Rocky 
Mountain'  landscape  with  a  running  stream.  Four 
times  each  day  all  other  lights  were  extinguished  to 
display  this  to  the  best  advantage.  The  brilliant  color- 
ing of  a  Colorado  dawn  preceded  the  gradual  appear- 
ance of  the  rising  sun,  an  eight-foot  disc  studded  with 
twenty-five  hundred  lamps  and  uniformly  regulated  by 


378 


JOURNAL     OF     ELECTRICTY.     POWER     AND     GAS 


( Vol.  XXV— No.  18 


Chamber    of    'Wonders. 


a  system  of  clock-work  to  give  a  :  -  :  o:listic  effect. 
A  number  of  flashers  gave  the  effect  of  moving  water 
in  the  mountain  stream. 

Much  popular  attention  was  attracted  by  the 
Chamber  of  Wonders  in  the  basement:  a  large  room 
^— ,-^-:  :-,  somber  colors,  in  which  was  displayed  the 
onders  of  electricity,  principal  among  these 
being  a  specially  designed  apparatus  for  producing 
high  voltages  at  high  frequencies:  this  apparatus  con- 
sisting of  an  oil  immersed  transformer  with  a  primar>' 
winding,  taking  440  volts  a.c.  60-cycle  current,  the 
secondan,-  giving  150.000  volts,  this  current  being  con- 
nected to  the  primar\-  of  a  Tesla  coil  through  large 
40-plate  glass  condensers,  and  multiple  spark  gap  oscil- 
lator, which  produced  at  the  secondary-  terminals  of  the 
Tesla  upwards  of  one  million  volts,  at  high  frequency. 

The  exhibit  showed  the  disruptive  power,  through 
the  piercing  of  glass  plates,  brush  discharge,  climbing 
arc.  Uluminating  of  Geissler  tubes  and  vacuum  elec- 
trodes, imitation  thunder  and  lightning,  passing  of  the 
million  volts  through  the  body  of  the  experimenter, 
and  lighting  incandescent  lamps  held  in  his  hand,  and 
various  other  beautiful  and  spectacular  demonstrations. 

There  was  also  exhibited  in  this  room  an  electric 
water  forge,  in  which  bars  of  iron  were  heated  red  hot 
by  immersing  in  a  tank  of  cold  water:  the  telautograph. 
an  instrument  whereby  writing,  drawings,  etc..  will 
transmit  to  any  distance  over  wires  by  electricity:  a 
sieging  arc:  the  Thompson  electro  magnetic  experi- 
ments, which  include  lighting  of  incandescent  globes 
im.mers€d  in  water  without  wire  connections,  leaping 
rings  and  discs  and  many  other  wonderful  and  beauti- 
luJ  demonstrations  of  the  electro-magnetic  field :  wire- 
less telegraph,  wireless  telephones  and  other  modern 
applications  of  electricity.  A  complete  meter  testing 
exhibit  showed  the  operation  of  all  kinds  of  devices 
used  for  measuring  current. 

-Allis-Chalmers  Co.  exhibited  Bullock  electric  gen- 
erators, transformers  and  motors. 

.-.merican  District  Telegraph  Co.  showed  their 
patent  noninterfering  watchman  box  in  operation  and 
a^self-adjtisting  relay  patented  by  W.  W.  Alexander, 
l&ey  also  showed  the  old  styie  watchman  svstem. 

_  .\nierT:can  ^[u!tigraph  Sales  Co.  exhibited  one  of 
their  electric-driven  printing  machines  and  also  one  of 


their  folding  machines.  A  bulletin  was  printed  here  of 
the  different  events  that  took  place  during  the  day. 

American  Steel  &  Wire  Co.  showed  a  large  assort- 
ment of  different  sizes  of  wire  and  cable. 

Barker  Cuisinette  Co.  showed  one  of  their  tables 
as  it  looked  when  used  for  a  parlor  table,  dining  table 
and  kitchen  table. 

G.  J.  Booth  showed  a  line  of  vacuum  cleaners  and 
electric  vibrators. 

Bumite  Machinery  Co.  showed  one  of  their  com- 
bination electric  and  hand  hoists,  different  styles  of  air 
drills  and  the  Lyons  steel  locker. 

Burroughs  Adding  Machine  Co.  exhibited  one  of 
their  electrically  driven  machines. 

The  Cahn-Forster  Electric  Co.  showed  their  Pre- 
mier vibrator  and  the  Mach  therapeutic  outfit. 


Exhibit  of  Capital   Electric   Co. 

Capital  Electric  Co..  makers  of  Hall  lamps,  ex- 
hibited their  machine  for  making  stems  for  filaments. 
They  also  had  a  display  of  all  the  different  types  of 
lamps,  attractive  electric  signs  and  a  case  showing  the 
material  and  ore  that  is  used  in  making  the  tungsten 
lamps.  The>-  also  had  a  meter  showing  the  difference 
between  the  current  consumption  of  a  Mazda  lamp  and 
a  carbon. 

Carstarphen  Electric  Co.  had  an  attractive  booth 
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Exhibit    of    C«ist!»rplien    Electric    Co. 

on  the  main  floor,  besides  the  booth  downstairs  known 
as  the  "chamber  of  wonders."  In  the  booth  upstairs 
were  e.xhibited  an  X-ray  outtit  in  operation;  two  gen- 
erating panels,  tw-o  distributing  panels  made  from 
\'ermont  blue  marble,  also  one  built  from  Colorado 
white  marble,  the  first  one  built  in  Colorado.  They 
also  showed  an  extensive  line  of  dry  cells. 

Central  Colorado  Power  Co.  showed  their  tower 
and  insulators,  also  a  sample  of  the  wire  used  in  trans- 
mitting loo.cnx""  \olts.  with  a  map  showing  the  territory 
covered. 

Central  Electric  Co.  of  Colorado  Spring^s  showed 
their  electric  water  boiler  and  ilifferent  electric  cooking 
appliances. 

Classon  Map  Co.  showed  their  electric  blue  printer 
in  operation. 

Colorado  Machinery  iV  Supply  Co.  showed  a  motor 
driven  pump  in  operation,  tly  wheels  and  ditTercnt 
types  of  steam  whistles. 

Colorado  Telephone  Co.  had  the  central  oftice  in 
the  show.  They  supplied  free  telephones  for  all  the 
booths  and  free  public  service  both  in  the  building  and 
on  the  outside.  They  also  exhibited  their  old  switch- 
board titat  they  used  twenty  years  ago  and  the  one 
now  in  use. 

Cook  Railway  Signal  C'o.  showed  iheir  old  style 
of  gate  and  block  system,  also  their  latest  patent  giving 
a  practical  dcHionstration. 

Curran  Co.  displayed  electric  signs. 

Denver  Onniibus  iS:  Cab  Co.  exhibited  h'xide  stor- 
age and  ignition  batteries  for  gasoline  automobiles. 

Penver  City  Tramway  C"o.  had  a  unique  booth 
showing  tlic  appliances  used  twentv  vears  ago  and 
those  used  today  in  connection  with  street  railway 
operation.  The  old  style  controller  and  the  improved 
controller,  the  old  style  armature  and  the  latest  patent. 
the  diflVrent  sizes  of  nails  used,  the  patent  Kitt  electric 
switch  which  is  used  all  over  the  system,  dilTerent 
types  of  lightning  arresters  that  they  have  used,  with 
denionstrations.  and   samples  of  trolley   wire.     They 


had  some  very  interesting  posters  showing  the  result 
of  stepping  off  the  car  backwards. 

Denver  Dry  Goods  Co.  exhibited  portable  lamps, 
furniture  and  cut  glass  and  had  the  booth  beautifully 
decorated  with  hot  house  plants. 

Denver  Electrical  Co.  exhibited  electric  fixtures, 
heating  devices  and  novelties, 

Denver  Electric  Wiring  Co.  demonstrated  their 
latest  cooking  and  household  utettsils. 

Denver  Post  ottered  prizes  to  boys  bringing  the 
best  home-made  machines.  There  were  two  classes. 
.\  and  P.  The  first  prize  for  Class  .\  was  $too,  the 
second  $75.  First  prize  for  Class  B  was  $75.  secotul 
prize  $50.  Those  who  competed  for  the  prizes  were. 
.\ubrey  Force,  model  of  a  monoplane;  Mark  Avery, 
aeroplane;  William  Rowels,  electric  firehouse;  John 
Proadbrook.  electric  automatic  switch:  Frank  Rittick. 
triplane:  T.  Panks  and  \\".  11.  Smith.  Testa  coil  and 
spark;  Edward  Doyle,  C.  1..  Wood.  Walter  .\nderson, 
\\",  S.  Cromm.  Robert  Hamilton,  wireless  telegTaph 
apparatus.  The  winners;  I'irst  prize.  Class  .\,  W.  S, 
tiromn;  second  prize.  Class  .\,  Edward  Doyle,  I'irst 
prize.  Class  P.  Theodore  Panks ;  second  jirize.  Class  B. 
Robert  Hamilton. 


Denver  Rock  Drill  Co.  exhibited  an  extensive  line 
of  machinery,  giving  demonstrations  i^f  drills  ;ind  elec- 
tric pumps, 

Denver  (.l;is  vV  Electric  t."o.  illustrated  ;he  equip- 
ment of  a  modern  electric  home  of  five  rooms,  a  hall 
and  a  bathroom,  each  being  equipped  with  an  electric 
call  bell  and  etTicient  electric  illuminat-ion.  The  living 
room  was  further  eqiiippeil  with  an  electric  grate,  elec- 
tric piano  and  lanqi.  electric  fan  and  electric  o/onizer. 
the  dining  voo\u  with  an  electric  chafing  dish,  toaster, 
cotVee  percolatoi-  and  electric  llowers ;  the  kitchen  with 
an  electric  range,  water  heater,  w;itTle  iron,  sad  iron, 
toaster,  fan  and  disc  stove;  the  bedroont  with  an  elec- 
tric curling  iron,  sad  iron,  vibrator,  vacuum  cleaner, 
fan,  heating  pad,  food  warmer  and  milk  warmer;  the 
bathroom  with  an  electric  shaving  mirror,  he;iter  and 
coil;  and  tlK>  laundry  with  an  electric  washing  ma- 
chine, iron  and  mangle.  This  company  also  hati  an 
inilustrial  exhibit  in  the  basement  at  which  thev' 
showed  an  electric  dishwasher,  clothes  washer,  laundry 
stove  and  clothes  dryer,  ;is  well  ;is  electric  soldering 
irons,  glue  pots  and  tailor  irons. 
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RIectric    Laundry. 
i;.\lHljit  of  Denver  Gas  &  Electric  Co. 


I'^ttTtrio    Kitchen. 
10.\hiljit  of  I-ienver  Cias  &  Electric  Co. 


Electric  Bathroom. 


Electric  Fireless  Cook  Stove  Co.  demonstrated 
their  stoves. 

Electric  Motor  Equipment  Co.  showed  a  complete 
electric  laundry  outfit  in  operation,  also  a  line  of 
vacuum  cleaners,  besides  other  appliances. 

Electric  Storage  Battery  Co.  displayed  "Choride" 
and  "Exide"  accumulators  and  small  lighting  outfit  for 
farm  use. 

Electric  Supply  &  Construction  Co.  exhil)itctl 
Vortex  vacuum  cleaners  and  Imperial  washing  ma- 
chines, both  in  operation;  also  a  line  of  fixtures  and 
other  appliances. 

Ellis  Electric  Sign  Co.  exhibited  samples  of  their 
electric  letters  and  photos  of  different  installations 
around  Denver. 

Felt  &  Tarrant  showed  the  Comptometer  in  opera- 
tion. 

Flint  Lomax  Mfg.  Co.  had  an  interesting  booth  in 
the  basement  where  they  exhibited  their  electric  power 
hammers,  welder,  electric  box  drill,  automatic  screw 
machines  and  Doherty's  gas  colorimeter  in  operation. 

General  Acoustic  Company  exhibited  the  Acous- 
ticon,  the  Dictograph,  and  the  Dimaphone. 

General  Electric  Co.  had  an  attractive  booth  ami 
gave  practical  demonstrations  of  all  the  different  aj)- 
pliances  that  were  exhibited.  They  exhibited  a  full  line 
line  of  heating  and  cooking  devices,  including  a  new 
type  of  electric  range.     .\  complete  line  of  motors  for 


household  use  were  shown,  as  was  a  small  motor  for 
grinding  purposes,  also  an  automatic  flow  control 
pump.  Full  line  of  electrical  Christmas  tree  decora- 
tions, giving  demonstrations  of  the  different  kinds  of 
fruit  represented  in  electrical  bulbs.  A  full  line  of 
meters  both  of  steam  and  electric,  also  a  new  type  of 
the  prepayment  wattmeter.  A  gasoline  generating  set 
which  is  used  in  government  work  was  shown  in  full 
operation,  also  a  25-kw.  steam  turbine  in  operation. 
There  was  also  exhibited  a  three-phase  induction 
motor  with  automatic  overload  and  no-voltage  release, 
a  d.c.  and  a.c.  new  type  motor  with  new  type  starting- 
device,  a  new  type  single-phase  variable  speed  a.c. 
motor,  also  a  motor-driven  sewing  machine  on  whicli 
men  made  bonnets  that  were  given  to  the  ladies.  The 
booth  was  beautifully  illuminated  by  500-watt  Mazda 
lamps.  The  sign  "General  Electric"  contained  422 
electric  bulbs.  Candy  bearing  the  sign  "G.  E."  and 
cigars  were  given  out. 

General  Vehicle  Company  made  a  display  of  elec- 
tric trucks  for  commercial  use. 

Great  Western  Oil  Co.  displayed  their  dififcrcnt 
grades  of  oil  in  attractive  jars. 

Hadley  &  Hine  exhibited  Elliott  and  Fisher  elec- 
tric billing  and  adding  machines,  Barnett  adding  and 
calculating  machines  and  Flexotype  electric  duplicat- 
ing machines. 

Hendrie  &  Pjoltholtt  Mfg.  &  .Supply  Co.  displayed 


Exhibit   of  General   Electric   Co. 
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Exhibit   of   Hendrie   &   Boltliolff   ills.    &   Supply   Co. 

a  full  line  of  machinery,  all  of  which  was  in  operation. 
This  included  Aldrich  mining  pumps,  Jackson  centrifu- 
gal irrigation  pumps,  Paul  deep  well  pump,  Deming 
deep  well  pump  and  Hendrie  &  Boltholff  mine  hoists ; 
Fort  Wayne  motors,  generators,  meters,  transformers 
and  controllers ;  Condit  switches  and  circuit  breakers ; 
U.  S.  electric  tools  and  a  full  line  of  wiring  supplies 
and  specialties.  Their  electric  hoist  attracted  much 
attention,  being  used  to  hoist  a  bucket  to  the  ceiling. 

Jackson  &  Wood  exhibited  a  variety  of  their  auto- 
mobile lamps,  also  four  different  colored  lamps  at- 
tached to  a  wheel,  which  when  rapidly  revolved  made 
a  pleasing  sight. 

Krebs-Covington  Auto  Co.  exhibited  one  of  the 
latest  models  of  Detroit  electric  coupes. 

A'IcPhee-McGinnity  Art  Glass  Co.  had  a  display  of 
the  different  colored  glasses  used  in  their  domes  and 
shades. 

Mine  &  Smelter  Supply  Co.  exhibited  a  25-h.p. 
electric  mine  hoist,  magnetic  clutch,  Yale  &  Towne 
triple  chain  blocks,  a  small  irrigation  plant  in  operation 
and  an  electric  drill. 


Lindrootli  -  Shubart  Company,  Denver,  showed 
Goodman  electric  locomotives,  Kerr  steam  turbines, 
turbo  generators,  and  Ridgway  automatic  engines  and 
generators. 

McMurty  I'aint  Co.  exhibited  a  full  line  nf  paints, 
stains  and  varnishes. 

National  Carbon  Company,  Cleveland,  Ohio,  ex- 
hibited a  line  (if  arc-lamp  carbons,  brushes  and  bat- 
teries. 

National  Electric  Lamp  Association  occupied  four 
booths  to  the  left  of  the  main  entrance.  The  booth  was 
tastefully  decorated  with  flowers,  palms  and  foliage. 
A  pergola  in  the  rear  served  as  a  reception  room. 
Besides  the  regular  lines  of  Mazda  and  tantalum  no 
and  220-volt  lamps  shown  were  the  Mazda  street  series 
and  sign  lamps,  the  new  400  and  soo-watt  Mazda 
lamps,  a  complete  line  of  Mazda  and  tantalum  round 
bulb,  meridian  and  Mazda  miniature  lamps.  Mazda 
lamps  equipped  with  Holophane  reflectors  were  shown 
burning  on  one  rack,  the  new  double-wound  tantalum 
street  railway  lamps  were  shown  in  contrast  with 
carbon  street  railway  lamps  on  another  rack,  the  power 
consumption  of  each  being  shown  by  an  integrating 
wattmeter.  A  small  lUmsen  photometer  and  a  model 
of  a  rotating  mirror  photometer  illustrated  some  of  the 
methods  used  in  measuring  light.  The  latter  also  illus- 
trated the  distribution  of  light  about  a  Mazda-Holo- 
phane  unit.  A  number  of  automobile  fixtures  were 
shown  equipped  with  six-volt  Mazda  automobile  lamps 
lighted  from  storage  battery.  An  interesting  historical 
feature  was  an  exhibit  of  Goebel  lamps  made  by  Henry 
<_ioebel  of  New  York  in  the  early  6o's. 

Mountain  Electric  Co.  showed  vacuum  cleaners  in 
operation,  also  different  types  of  motors  and  electric 
irons. 

New  England  Electric  Co.  showed  different  types 
of  telephones  and  also  an  assortment  of  Klein  tools, 
conduits,  condulets  and  different  sizes  of  lamps  and 
fuses. 

Northern  Colorado  Power  Co.  showed  a  map  of 
the  territory  they  cover  and  exhibited  motors  and 
vacuum  cleaners. 

Northwestern  Supply  Co.  exhibited  a  line  of  their 
insulators  and  showed  a  model  of  the  tripartite  steel 
lower.  -  ■ 


Exliibit    of    National    Electric    Lamp    Association. 
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Kxhiliit  of  Albert  Seclirist  Mfg.   Co. 

Ogier,  Silsbee  &  Ogier  Creosoting  \\  ork.s  showed 
poles,  ties  and  fence  posts  that  had  been  treated  with 
creosotes,  also  cross-sections  showing  the  depth  of 
penetration. 

Ohio  Brass  Co.  showed  different  sizes  of  insula- 
tors. 

Onderdonk  Engineering  Company  represented 
Babcock  &  Wilcox  boilers,  asbestos  goods  and  I.a- 
gondo  boiler  specialties. 

Park  Floral  Co.  had  a  beautiful  booth  filled  with 
(.lifferent  varieties  of  flowers. 

Robinson  &  Rogers  Supply  Company,  Denver,  ex- 
hibited Hughes  electric  ranges,  Sykes  electric  fireless 
cookers  and  other  electrical  devices  and  appliances. 


Sangamo  Electric  Co.  exhibited  a  line  of  their 
ampere  hour  meters  for  electric  wagons. 

Albert  Sechrist  Mfg.  Co. .occupied  six  booiiis  at 
the  extreme  end  of  the  building  and  were  attractively 
decorated.  The  first  contained  cut  glass  domes,  port- 
ables and  ceiling  fixtures;  second,  shower  fixtures, 
crystal  brackets  and  a  beautiful  bronze  figure:  third,  a 
complete  line  of  crystal  fixtures;  fourth,  fixtures  of 
shower  effects  and  ceiling  pieces;  fifth,  ceiling  pieces 
of  bunches  of  crystal  grapes  and  shower  effects;  sixth, 
principally  hammered  brass  work,  giving  demonstra- 
tions of  how  the  flat  brass  is  formed  in  the  many  dif- 
ferent shai)es  of  shells. 

Sells  Candy  Co.  sold  cand\-  and  showed  an  attrac- 
tive line  of  candy  boxes. 

Chas.  .\.  Schieren  Belt  Co.  showed  a  complete  line 
of  belting. 

Silver  State  Electric  Co.  exhibited  a  motor  partly- 
wound,  also  their  patent  electric  automobile  horn, 
giving  demonstrations. 

Simplex  Electric  Heating  Company,  Chicago,  111., 
displayed  a  full  line  of  electrical  heating  appliances. 

Smith  Brooks  Co.  showed  one  of  their  electric 
presses  in  operation,  also  different  samples  of  printed 
matter,  such  as  posters,  folders,  postals  and  stationery. 

Standard  Electric  L'tilities  Co.  occupied  three 
booths  with  their  \'ohr  electric  ozonizer,  giving  dem- 
onstrations of  purifying  the  atmosphere. 

Stearns- Rogers  Mfg.  Co.  exhibited  a  model  of  a 
Heine  boiler,  Haines  air  pump,  Dorr  classifier,  and 
Ingersoll  air  drill  and  other  appliances. 


i;xhil-it    of    Westinghouse     I-^lectric    &     Mfg 
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Studebaker  X'ehicle  Co.  showed  one  nf  their  2500- 
pound  electric  trucks. 

Tliomas  H.  Smith  Co.  showed  a  line  of  motors  in 
(lift'erent  stages  of  construction.  Their  booth  was  deco- 
rated with  the  tape  used  in  the  winding  of  armatures. 

Technical  puljlications  represented  included  the 
Electrical  World,  the  Electrical  Review  and  \\'estern 
Electrician,  the  Journal  of  Electricity,  Power  and  Gas, 
Motor  Field  and  Mining  Science. 

Wagner  Electric  Co.  showed  a  complete  line  of 
their  appliances,  also  two  of  their  flaming  arc  lamps 
which  brilliantly  illuminated  their  booth. 

Western  Electric  Co.  exhibited  a  large  sphere 
showing  the  different  places  throughout  the  world 
where  they  do  business.  They  also  displayed  inter- 
communicating and  house  telephone  supplies. 

Western  Electric  Signs  Co.  demonstrated  their 
method  of  lighting  signs  and  showed  the  different 
types  of  signs  and  letters. 

Western  Engineering  Specialties  Co.  showed 
washing  machines,  vacuum  cleaners,  electric  soldering, 
hair  drvers,  massage  outfits  and  their  patent  steam 
trap. 

Western  Vacuum  Cleaner  Sales  Company.  Den- 
ver, exhibited  Keller-Santo  vacuum  cleaners. 

Westinghouse  Electric  &  Mfg.  Co.  had  four 
booths,  the  corner  entrance  being  fitted  up  with  a 
miniature  electric  fountain  which  continually  flashed 
the  diilerent  colors  through  the  water  and  a  beautiful 
rose  plant  with  the  heart  of  the  roses  made  up  of  small 
incandescent  lamps.  The  next  booth  was  called  the 
"flag  room"  and  in  this  place  the  Westinghouse  Co. 
made  with  their  sewing  machine  motor  the  largest 
American  flag  in  the  world,  its  width  68  ft.,  length 
136  ft.  The  stars  were  36  in.  from  tip  to  tip  and  each 
stripe  S'4  ft.  in  width;  it  contains  2300  yards  of  wool 
bunting  and  required  about  72,000  yards  of  threatl. 
This  flag  was  finished  on  Thursday  and  with  an  im- 
pressive ceremon}'  it  was  presented  to  the  City  and 
County  of  Denver,  the  Mayor  and  city  officials  being 
present.  In  the  next  booth  was  displayed  the  West- 
inghouse heating  apparatus,  their  toaster  sto\e  being 
demonstrated.  The  last  booth  was  used  as  a  motor 
exhibit;  one  of  the  125-h.p.  motors  which  had  operated 
150,000  miles  on  the  Denver  &  Interurban  Railroad 
between  Denver  and  Boulder  was  on  display,  looking 
none  the  worse  for  wear ;  there  was  also  shown  a  75- 
h.p.,  2000-volt  motor;  their  "CCL"  small  induction 
motors  as  well  as  their  new  mill  type  induction  motor. 
Their  whole  booth  was  made  up  to  represent  a  grape 
arbor  with  large  clusters  of  grapes  with  incandescent 
lamps  inside. 


Softening  of  mica,  to  better  suit  it  for  the  manu- 
facture of  insulating  layers  for  commutation  segments, 
may  be  accomplislied  by  heating  it  to  a  temperature 
just  below  redness  and  then  suddenly  cooling  it  in 
water,  thereby  retaining  its  toughness. 

Wireless  lighting  of  incandescent  lamps  is  re- 
ported from  Co])enhagen  where  Valdemar  Poulsen,  the 
inventor  of  the  F'oulsen  system  of  wireless  telegraphy, 
is  said  to  have  lighted  two  incandescent  lights  in  one 
room  by  means  of  his  transmitting  apparatus  in  an- 
other without  the  aid  of  any  ordinary  mechanical  con- 
nection. 


CREOSOTE  TREATMENT  OF  POLES.' 

ny  CEORGE  R.  OGIER. 

During  a  conversation  recently  with  one  of  your 
members,  it  was  suggested  that  I  come  here  before 
this  meeting  and  talk  on  the  creosote  treatment  of  our 
native  lodgepole  pine  poles.  Although  I  accepted  this 
task,  anticipating  a  great  deal  of  pleasure,  I  am  not 
ciuite  sure  that  my  paper  will  convince  all  of  the  full 
importance  of  this  matter  and  subject.  However,  I 
have  endeavored  to  set  forth  the  most  important 
phases  of  the  subject,  in  order  to  have  a  paper  of  a 
limited  number  of  words,  and  yet  have  the  desired 
effect. 

First,  for  the  benefit  of  those  not  familiar  with  the 
general  subject  of  wood  preservation,  I  will  relate 
something  of  its  history.  Wood  preservation  is  an  old 
art,  and  has  been  practiced  since  the  beginning  of  the 
18th  century.  In  1705  Romberg  soaked  wood  in  an 
aqua  solution  of  corrosive  sublimate.  In  1730  Job 
Baster  saw  the  worth  of  this  important  subject  when 
treating  wood  for  shipbuilding  purposes  with  an  aqua 
of  corrosive  sublimate  and  arsenic.  In  1740  Reed  used 
wood  vinegar.  In  1756  the  process  generally  used  for 
preserving  wood  was  by  dipping  it  in  boiling  hot  wood 
tar,  and  then  later,  about  1812,  coal  tar  was  first  used 
by  Cook  for  ships  and  ship  timbers;  and  in  1838  dead 
oil  of  coal  tar  or  creosote  was  first  introduced  as  a 
preservative  for  timber  by  Mr.  Bethell  in  England. 
Wood  preservation  began  in  the  United  States  on  a 
commercial  scale  in  1848,  when  ]\Ir.  James  B.  Frances 
established  a  cyaniding  plant  at  Lowell,  Mass.  This 
plant  is  still  in  operation,  although  the  amount  of  tim- 
ber treated  in  it  is  comparatively  small.  About  1874 
a  creosote  impregnating  plant  was  established  in  West 
Pascagoula,  Miss.  This  was  the  first  plant  of  its  kind 
erected  in  this  country,  and  is  still  in  active  operation.  ■ 
Since  the  erection  of  this  plant  a  number  of  others 
have  been  installed,  the  most  rapid  development  being 
along  the  Gulf  of  Mexico.  The  gradual  depletion  of 
the  timber  supply,  resulting  in  an  increase  in  the  price 
of  the  raw  product,  has  more  recently  fostered  the 
growth  of  wood  preserving  plants,  especially  through- 
out the  central  and  eastern  United  States.  In  1904  the 
total  annual  output  of  treated  timber  in  the  United 
States  was  approximately  one-half  billion  feet  b.  m. 
In  1907  the  number  of  plants  had  increased  to  sixty, 
with  a  total  annual  output  of  approxinntely  one  and 
a  quarter  billion  feet  b.  m.  New  plants  are  being 
erected  from  time  to  time  in  various  parts  of  the 
United  States,  and  u\t  to  date  the  timber  treating 
plants  number  seventy-two. 

Up  to  the  present  time  creosote  has  been  recog- 
nized by  our  government,  and  those  familiar  with  the 
good  qualities  necessary  in  wood  preservatives,  to  be 
the  best ;  it  is  the  most  costly  and  at  the  same  time  the 
most  effective  in  preserving  wood.  , 

The  preservation  of  wood  from  decay  by  treating 
it  with  chemicals  which  prevent  the  action  of  decay  is 
of  increasing  importance  in  the  United  States.  From 
the  standpoint  of  the  conservation  of  our  rapidly 
diminishing  forest  resources,  and  the  prevention  of  a 
l^ossible  timber  famine,  the  preservative  treatment  of 
timber  may  l)e  a  most   effective  measure,  because  it 
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lons^thens  the  service  of  the  wood  which  is  used  and 
therefore  decreases  the  amount  necessary  to  supply 
the  demand.  From  this  point  of  view  wood  preser- 
vation has  a  distinct  advantage  over  measures  for  the 
growing  of  more  timber,  since  these  measures  require 
years  in  order  to  show  their  efTect,  while  preservative 
treatment  is  a  remedy  which  can  be  applied  imme- 
diately. 

Wood  preservation  is  especially  important  in  the 
States  of  the  Rocky  Alountain  region,  because  of  the 
rapid  decay  of  the  most  of  the  native  timbers  of  this 
region  when  used  in  contact  with  the  ground,  and  the 
necessity,  which  grows  more  pressing  with  every  year, 
of  using  these  native  woods  for  telephone  poles,  rail- 
way ties,  mine  timbers  and  many  other  uses  which 
expose  the  wood  to  decay. 

The  Federal  Government,  realizing  the  great  im- 
portance of  the  subject  as  a  protection  against  the 
possible  rapid  decrease  of  timber  in  the  United  States, 
actively  engaged  in  educating  the  western  timber  users 
to  the  advisability  of  treating  the  different  structural 
timbers,  about  1906.  In  1908  the  Government  through 
the  Office  of  Wood  Preservation  erected  a  simple 
demonstrating  plant  at  Norrie,  Colorado,  for  treating 
the  timber  on  the  National  Forests.  The  Govern- 
ment's work  there  was  to  some  extent  experimental, 
inasmuch  as  it  operated  upon  the  fire-killed  native 
lodgepole  pine,  standing  in  burned  over  forest  tracts. 
As  the  outcome  of  these  experiments  it  has  been  con- 
clusively proven  and  actually  demonstrated  that  even 
this  fire-killed  timber  becomes  efficient  and  extremely 
durable  when  treated  according  to  the  specifications 
of  the  Nation's  scientific  experts.  But  it  was  not  per- 
missible for  the  Government  to  do  more  than  prove 
the  value  of  the  process,  and  as  the  Government  does 
not  carry  on  commercial  enterprises,  they  sought  pri- 
vate parties  to  carry  on  the  enterprise,  and  the  plant 
was  sold  to  the  Denver  firm,  of  which  I  am  a  member, 
and  now  with  certain  additions  to  the  equipment  and 
enlargement  in  capacity  it  is  prepared  to  turn  out 
approximately  53,000  poles  and  six  million  feet  b.  m.  of 
structural  timbers  per  annum. 

The  Process. 

The  process  used  at  our  Norrie  plant  is  what  is 
known  as  the  "open  tank"  process.  The  apparatus 
consists  of  three  storage  tanks,  supported  upon  a  plat- 
form high  enough  to  allow  the  creosote  to  run  by 
gravity  into  two  treating  tanks,  one  circular  ten  feet 
in  diameter  and  nine  feet  high,  and  a  rectangular  tank 
twelve  feet  long,  four  feet  wide,  and  eight  feet  deep. 
By  the  use  of  a  derrick  the  treating  tanks  are  loaded, 
oil  is  allowed  to  enter  to  a  height  in  the  tank  sufficient 
to  creosote  the  pole  to  the  height  stated  in  the  speci- 
fications, which  is  about  six  feet  of  the  butt  on  a  25-ft. 
pole,  treating  all  the  buried  end  of  the  pole  and  about 
one  foot  above  ground.  The  creosote  around  the  pole 
is  now  heated  to  a  temperature  sufficient  to  open  the 
pores  in  the  wood,  expel  most  of  the  air  by  expansion, 
thus  forming  a  partial  vacuum.  This  condition  is  now 
relieved  by  turning  oft'  the  steam,  and  thereby  stop- 
ping the  hot  bath.  The  hot  oil  is  replaced  by  cool  oil, 
which  penetrates  the  pole  while  cooling  is  taking  place. 
The  duration  of  this  cool  bath  is  made  sufficient  to 
give  the  desired  penetration  for  about  a  twenty-year 
service. 


The  theory  of  the  above  process  may  be  given  in 
few  words:  The  heat  of  the  preservative  expands  and 
expels  a  portion  of  the  air  and  water  contained  in  the 
cellular  and  inter-cellular  s])accs  of  the  wood  tissue, 
and  when  the  cool  creosote  replaces  the  hot  there  is  a 
contraction  and  condensation  of  the  air  and  water 
which  remains.  To  destroy  the  partial  vacuum  thus 
formed  the  liquid  is  forced  by  atmospheric  pressure 
into  the  cellular  and  inter-cellular  spaces,  a  process 
aided,  of  course,  by  capillary  attraction. 

The  ease  and  effectiveness  with  which  timber  en 
be  treated  by  this  process  depend  upon  the  kind  of 
wood,  and  whether  seasoned  or  unseasoned.  Air  is 
easier  expelled  than  water,  and  in  our  native  lodge- 
pole  pine  timber  there  is  very  little  moisture;  it  being 
fire-killed  timber,  therefore  absorbs  the  preservatives 
more  readily  than  green  timber. 

There  is  probably  no  reason  for  discussing  the 
value  of  the  creosoting  process  in  this  report,  for  it  is 
believed  that  there  is  no  longer  any  question  at  this 
time  as  to  its  positive  value,  provided  it  is  well  done. 

Life  of  Crecsoted  Poles. 

It  is  not  merely  the  expense  of  the  new  pole  which 
has  to  be  taken  into  consideration,  but  also  all  the 
extra  expense  connected  with  it,  such  as  the  employ- 
ment of  skilled  men  to  erect  them. 

The  prices  of  the  best  grades  of  wood,  such  as 
cedar  and  oak,  are  becoming  so  high  that  the  cost  of 
an  untreated  pole  laid  down  in  Colorado  is  as  much  as 
a  creosoted  native  lodgepole  pine  pole. 

At  many  points  in  Colorado  a  creosoted  native 
pole  can  be  laid  down  for  a  less  price  than  the  im- 
ported pole,  and  the  life  of  this  treated  pole  is  esti- 
mated at  from  five  to  ten  years  longer  than  any 
untreated  pole  which  can  be  laid  down  in  Colorado. 
The  following  is  a  table  of  data  compiled  by  the  United 
States  Government  showing  the  comparative  life  of 
untreated  and  treated  poles: 


Species 


.■Iveragc  Number 

of  Years 
Untreated  Life 


Cedar    12  to  15. 

Chestnut     8  to  10. 

Lodgepole  Pine    5  . 

Western  Yellow  Pine..  6. 

Cypress     12. 

Juniper    10  to  13. 

Redwood    12  to  15 . 

White   Oak    8. 

Uougla«!  Fir    8. 


.Average  Number  of 

Years  Treated  Life 

Est.  by  F.  S. 


.25 
.20 
.20 
.25 
.25 
.25 
.30 
.20 
.20 


Some  of  the  above  data  is  estimated  from  test 
lines  put  in  by  the  United  States  Government  in  co- 
operation with  the  American  Telephone  and  Telegraph 
Company  in  November,  1906.  I  do  not  mean  to  say 
that  these  figures  are  conclusive,  but  they  go  toward 
showing  the  benefit  of  the  creosote  treatment. 

At  the  meeting  of  the  Dublin  Section  of  the  Brit- 
ish Institute  of  Electrical  Engineers,  held  in  'Decem- 
ber, 1902,  Mr.  A.  T.  Kinsey  gave  some  interesting 
figures  regarding  the  life  of  creosoted  telegraph  poles, 
of  which  the  following  is  an  extract : 

The  author  has  traced  the  erection  of  creosoted  poles  in 
Ireland  as  early  as  1858,  and  again  in  1861,  but  a  systematic 
branding  of  the  date  of  creosoting  was  not  begun  until  1873. 
It  is  impossible  to  identify  with  certainty  the  poles  creosoted 
before  that  time.  The  result  of  an  examination  by  percussion 
showed  that  the  poles  thus  branded  are  apparently  quite  as  sound 
as  when  first  erected.     Poles  dated  1877  were  being  taken  down, 
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but   were   apparontly   as   good   as   new,   and   would   pay    for   re- 
erection. 

The  best  a\ailable  figures  on  the  life  of  creosoted 
poles  are  from  the  German  Postal  and  Telegraph 
Department,  wliich  after  fifty-two  years  of  observation 
gives  a  life  of  twenty-one  years  for  creosoted  Baltic 
pine.  The  use  of  creosote  for  preserving  timber  has 
been  shown  by  the  experience  of  the  English  and 
French  lines  to  be  beyond  question  a  method  which 
protects  those  parts  injected  with  it  absolutely. 
Creosote  prevents  that  effect  shown  by  intermittent 
wet  and  dry,  and  makes  the  timber  waterproof. 
Advantages. 

One  of  the  greatest  advantages  of  creosote  treat- 
ment for  timber  is  that  not  only  does  it  lengthen  the 
life  of  timbers,  but  it  makes  the  life  of  all  kinds  of 
timber  practically  the  same,  so  far  as  decay  is  con- 
cerned. It  will  readily  be  seen  that  if  our  native  pole 
which  without  the  preservative  treatment  will  last  but 
from  three  to  five  years,  can  be  inade  by  treatment  to 
last  twenty  or  twenty-five  years,  it  is  much  more 
profitable  to  use  the  native  pole,  which  can  almost 
always  be  olitained  at  a  much  chea{)er  price,  than  to 
use  an  imported- pole  lasting  about  fifteen  years  un- 
treated and  for  that  reason  commanding  a  higher  price. 
The  use  which  ])reservative  treatment  makes  possible 
of  timber  which  without  that  treatment  would  not  be 
usable  at  all,  is  at  once  a  great  economy  to  the  indi- 
vidual and  a  considerable  aid  toward  the  conservation 
of  the  timber  supply.  The  financial  saving  is  one  of 
the  advantages,  but  being  such  an  important  question 
I  have  placed  it  under  a  separate  heading. 

The  financial  saving  that  would  result  each  year 
in  the  United  States  were  a  uniform  policy  of  treating 
timber  adopted,  is  about  $72,000,000.  It  should  be 
remembered  that  this  includes  the  cost  of  labor  as 
well  as  that  of  the  timber  itself,  and  thus  represents 
the  amount  of  money  that  could  be  turned  each  year 
into  other  channels,  if  wood  preservation  were  uni- 
formly adopted  throughout  the  United  States. 

In  the  following  table,  I  have  endeavored  to  show 
the  estimated  annual  financial  saving  by  a  proper 
preservative  treatment  of  poles. 

Years  of       Annual 
Life  Chargk 


Total 
.\niount 
Saving 


.2-3  [2  ^      "^  "^  «    .Annual     Quanfitv 

Si        ij         "ti  *.  ^«  ?—    Saving       in  Use 

"-30  o  cj^  ic 

$4.00    $3.00    $7.00    $1.50       13    23ij       $0.7S    $0.6')     .$0.9      32.000.000     $2.8.S0.000 

This   table    was   figured    from     averages    by     the 
following  formula : 


a  =  p- 


"1.0r"xO.Or 
l.Or"  — 1 


a  =  annual  charge,  p  =  investment,  n  ^  years  in 
recurring  period,  r  =  int.  on  investment  at  6  per  cent. 

In  many  cases  the  consumers  require  in  their 
specifications  poles  of  larger  diameter  than  the  actual 
service  requires,  in  order  that  a  certain  amount  of 
deterioration  by  decay  shall  be  allowable  before  re- 
placement is  necessary.  For  example,  it  is  computed 
that  a  circumference  of  not  less  than  28  inches  of 
sound  wood  in  the  pole  at  the  ground  line  is  required 
to  support  the  strain  to  which  the  line  is  liable  to  be 
subjected,  and   the  poles  used   have  a  circumference 


of  36  inches  at  the  ground  line,  then  8  inches  deteriora- 
tion or  the  ecpiivalent  of  a  depth  of  decay  of  approxi- 
mately one  and  a  quarter  inches  is  alIo\vablc  Ijefore 
replacement  is  required. 

In  some  species  otherwise  durable  the  sapwood 
decays  very  cpiickly.  Untreated  white  cedar  poles  in 
Georgia,  inspected  after  being  set  in  line  four  years, 
showed  45  to  50  per  cent  of  the  number  with  sapwood 
completely  decayed  at  the  ground  line,  which  amounted 
to  an  average  deterioration  of  four  inches  in  the  cir- 
cumference, equivalent  to  an  average  depth  of  decay 
of  fully  5-8  of  an  inch.  Cypress  poles  in  Florida, 
inspected  after  being  in  the  ground  seven  years, 
showed  an  average  depth  of  decay  of  0.8  inch  at  the 
ground  line.  The  heartwood  of  these  poles  is  sound 
and  in  nearly  all  cases  is  of  sufficient  dimensions  to 
meet  the  requirements  of  the  line  in  which  they  are 
used,  although  graded  by  the  butt  circumference  they 
fall  decidedly  lower  than  their  original  class.  If  poles 
originally  of  the  same  grade  represented  by  these  poles 
after  the  sapwood  has  decayed  had  been  used,  and  the 
butts  well  treated  with  creosote  so  that  their  full  size 
and  strength  would  be  maintained,  not  only  would  the 
poles  be  equally  as  strong  as  the  ones  now  in  use.  but 
their  ultimate  length  of  life  would  be  greater.  The 
difference  in  cost  between  the  two  grades  of  poles  in 
some  cases  would  largely  offset  the  cost  of  the  treat- 
ment. It  appears  that  pole  users  are  paying  money 
to  secure  large  diameter  sizes  of  poles  in  order  to 
secure  longer  life,  that  might  more  profitably  be  spent 
for  preservative  treatment.  The  possibility  of  using 
lighter  poles  and  giving  them  preservative  treatment 
so  as  to  maintain  their  full  size  and  strength  is  one 
that  merits  the  attenti<in  of  all  pole  users. 

Wood  preservation,  then,  accomplishes  three  great 
economic  objects : 

(i)  It  prolongs  the  life  of  the  durable  species  in 
use ; 

(2)  It  prolongs  the  life  of  the  inferior  and  cheaper 
wood ; 

(3)  It  enables  the  utilization  of  these  inferior 
woods  which,  without  the  preservative  treatment, 
would  have  little  or  no  value. 

I  believe,  and  most  any  one  who  has  considered 
this  important  subject  will  agree  with  me.  that  the 
time  is  at  hand  when  all  companies  will  fmd  that  they 
are  obliged  to  liave  all  their  poles  creosoted,  as  at  the 
present  high  prices  of  both  labor  and  poles  it  is  too 
c.xpensi\'e  to  have  to  be  constantly  renewing  them. 

PRESERVE  WOODEN   POLES. 

It  is  estimated  that  there  are  required  for  renewals 
between  500.000  and  600.000  poles  per  year,  and  that 
during  the  next  ten  years  this  number  will  be  increased 
to  Qoo.ooo  to  1. 000.000.  .\s  a  result  of  direct  inquiry 
from  a  large  number  of  transmission  companies,  the 
life  of  various  timbers  when  used  for  transmission  poles 
has  been  calculated  as  follows:  Cedar.  13J/2  years; 
chestnut.!  12  years:  cypress.  9  years;  pine  6j4  years; 
and  juniper.  85-2  years.  A  committee  of  the  National 
Electric  Lamp  .Association  recommends  .strongly  that 
tlie  different  companies  should  keep  accurate  and  com- 
])lete  records  of  poles  and  cross-arms  and  collect 
authentic  statistics  and  literature  pertaining  to  wood 
])reservation. 
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SOME     OBSERVATIONS     ON     CULTIVATING 

FRIENDLY    RELATIONS    WITH 

THE  PUBLIC 

BY  J.  M.  CONNELLY. 

Even'  industry  that  depends  to  a  great  extent 
upon  public  favor  is  taking  sonic  cognizance  of  the 
bad  feeling  evidenced  in  some  quarters  against  the 
operations  of  large  capital,  and  several  of  our  large 
industrial  associations  are  devoting  much  time  and 
serious  stud}'  to  determine  the  exact  causes  of  this 
unrest  and  to  find  a  remedy  for  it.  The  subject  is 
especially  uppermost  in  the  minds  of  those  having  the 
management  of  public  service  corporations,  and  in 
recent  years  as  a  result  of  the  attention  given  it  by  the 
National  Electric  Light  Association  and  its  section 
members,  more  progress  has  been  made  in  cultivating 
a  friendly  feeling  between  the  companies  and  their 
customers  than  during  the  whole  of  the  previous  life 
of  the  association.  It  would  seem  that  concentrated 
effort  by  the  large  and  small  units  of  the  electric  in- 
dustry can  accomplish  as  much  towards  removing 
undesirable  influence  in  this  connection,  as  has  been 
done  in  solving  the  many  operating  difificulties  that 
have  continually  confronted  companies  since  the  birth 
of  the  electric  light,  power  and  railway  business. 
Co-operation  in  coping  with  this  problem  is  as  import- 
ant, if  not  more  so,  than  in  working  out  other  bad 
tangles,  and  this  particular  worry  and  bother  are  sure 
to  give  way  before  the  brains  that  have  solved  greater 
perplexities. 

We  cannot  blame  the  justice  of  the  people's  atti- 
tude towards  indifference  on  the  part  of  a  utility 
corporation  in  the  matter  of  good  service,  and,  on  iust 
cursory  analysis,  it  is  evident  that  a  company  is  but 
throwing  awa}'  business  to  persist  in  such  arrogance. 
Nor  can  any  defense  be  reasonably  urged  in  support 
of  a  management  tolerating  a  scant  and  shabby  cour- 
tesy towards  the  public,  ^^'hen  it  is  so  easy,  and  much 
more  profitable,  to  say  a  kind  word  and  wear  a  smile, 
it  is  strange  company  managers  are  not  rigorously 
insistent  that  their  employes  treat  customers  with 
unfailing  courtesy.  However,  even  when  a  manager 
lays  down  the  policy  of  giving  the  public  the  best 
possible  treatment,  it  is  sometimes  difficult  in  execu- 
tion. The  company  must  deal  with  the  public  through 
its  employes,  and  we  all  know  how  prone  human 
nature  is  to  occasionally  become  officious  when  clothed 
with  a  little  authority.  The  public  does  not  under- 
stand that  one  of  the  hardest  problems  for  a  well 
intentioned  company  is  to  secure  men  for  the  different 
positions  who  will  at  all  times  preserve  an  even  temper 
and  remain  the  gentleman,  no  matter  what  the  provo- 
cation. As  we  have  frequently  heard,  a  companv's 
employes  are  largely  responsible  for  the  iudgment 
passed  upon  it  by  the  people.  If  they  are  haughtv. 
overbearing,  impudent,  blunt  or  peevish,  a  bitter 
enemy  is  made  for  the  company,  and  the  nimble  tongue 
with  a  grievance  to  voice  against  a  corporation  is  sure 
to  cry  from  the  housetops,  and  usually  finds  a  sym- 
pathetic audience.  On  the  other  hand,  where  the 
employe  is  courteous,  polite,  civil,  urbane  or  concilia- 
tory,  as  the  occasion  requires,  the  company  makes  a 
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friend  who  will  always  be  ready  to  say  a  good  word 
for  it.  We  know  of  a  certain  company  employe  who 
comes  in  contact  with  a  number  of  kickers.  They 
approach  him  hot-tempered  and  abusive.  He  listens 
complacently  to  their  sputterings  and  cheerfully  re- 
turns smile  for  scowl,  the  gentle  word  for  the  harsh 
epithet,  the  kindly  eye  for  the  savage  glare.  So 
completely  does  he  keep  himself  in  hand  that  he  is 
scarcely  ruft'led  by  the  foulest  abuse.  His  courtly 
demeanor  makes  the  worst  cranks  his  best  friends; 
He  says  that  in  the  majority  of  cases  he  receives 
apologies  for  the  abuse  thrown  at  his  head.  That  man 
is  one  of  the  most  valuable  assets  of  his  company. 

The  old  regime  of  the  corporation  bound  and 
blinded  by  a  foolish  independence  erroneously  con- 
sidered one  of  the  excellent  advantages  of  a  monopolv. 
has  passed  to  a  deserved  oblivion  and  the  principles 
that  obtain  in  the  transaction  of  private  business 
under  the  discipline  of  competition,  are  being  largely 
employed  by  the  utility  companies  in  dealing  with  their 
customers.  We  do  not  know  that  this  has  come 
through  an  improved  morality,  but  we  certainlv  have 
discovered  that  fair  dealing  and  fair  treatment  pav. 
This  is  proof  enough  that  the  golden  rule  has  as  much 
efficacy  in  our  business  as  in  e\'ery  other,  and  the 
manager  who  cleaves  to  the  old  practices,  is  taking  no 
note  of  the  growing  high  and  broad  standard  of  busi- 
ness dealing  in  the  electrical  world. 

If  we  would  contribute  our  power  and  influence 
in  nourishing  the  growth  and  prosperity  of  the  com- 
munity in  which  we  operate,  we  must  appeal  to  the 
public  to  leave  us  free  of  unreasonable  and  unjust 
restrictions.  We  must  ask  them  to  assist  us  in  main- 
taining our  credit  so  that  we  may  meet  our  obligations 
and  .satisfy  the  demand  for  adequate  and  efficient 
service.  In  the  West  we  are  growing  at-  such  a 
tremendous  rate  that  it  is  difficult  for  a  public  service 
corporation  to  keep  pace  with  the  increasing  demand 
on  it.  It  would  seem  wise  to  at  times  inform  the 
people  about  the  expenditures  necessary  to  anticipate 
the  future,  so  that  they  can  better  understand  that  it  is 
a  man's  job  to  raise  capital  for  a  plant  in  a  growing 
city. 

No  business  has  suffered  more  hardships  than 
ours  during  the  brief  term  of  I's  existence.  We  have 
overcome  many  of  the  worst  difficulties,  but  there  are 
yet  some,  the  settlement  of  which  will  serve  to  more 
firmly  establish  the  industry  and  win  for  our  securities 
permanent  respect  and  popularity  with  investors. 
In  spite  of  the  doctrine  about  competition  being  the 
life  of  trade,  we  have  seen  in  our  business  that  it 
usually  accomplishes  the  wreck  of  property.  The 
people  are  finding  out  for  themselves  that  the  way  to 
get  a  reduction  in  their  rates  is  not  to  grant  a  franchise 
to  a  competing  company.  With  competing  companies 
in  the  field,  they  have  too  frequently  found  themselves 
the  victims  instead  of  the  beneficiaries  of  such  a 
pernicious  situation.  If  we  will  but  gather  the  large 
amount  of  data  available  proving  the  immense  waste 
of  capital  and  inferior  service  resulting  from  conflict 
between  competing  companies  and  give  out  that  infor- 
mation freely  where  it  will  do  the  most  good,  we  will 
forever  coffin  this  kind  of  competition. 

^^''llen  the  public  mind  becomes  more  receptive  to 
our  side  of  existing  differences,  we  should  urge  our 
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claims  for  longer  term  franchises,  and  as  our  argument 
therefor  is  sound  and  convincing  to  a  calm  and  reason- 
able mind,  we  can  soon  expect  a  change  of  public 
sentiment  in  our  favor.  Our  credit  must  necessarily 
be  limited  by  the  short  term  franchise,  and  on  this 
account  the  customers  of  a  company  are  sure  to  suffer 
in  the  later  years  of  the  life  of  the  franchise.  As  we 
mentioned  before,  the  cities  of  the  West  are  growing 
much  faster  than  in  any  part  of  the  country,  and  it 
takes  large  amounts  of  capital  to  provide  for  the 
future.  It  is  impossible  to  finance  enlargements  and 
extensions  towards  the  end  of  the  hfe  of  the  franchise, 
and  in  consequence  both  the  company  and  the  people 
suffer.  The  service  necessarily  remains  practically  at 
a  standstill  until  something  is  done  to  amply  secure 
investors  ready  to  advance  the  money  for  betterments. 
In  a  report  made  by  the  public  policy  committee  of  the 
National  Electric  Light  /Association  to  a  convention 
of  that  organization  in  1907,  it  was  pointed  out  that 
the  franchises  of  the  companies  should  be  for  such 
terms  and  upon  such  conditions  as  will  best  subserve 
the  interests  of  both.  It  declared  that  undue  restric- 
tions of  franchises  were  analogous  in  their  results  to 
the  imposition  of  unwarrantable  taxes.  It  also  indi- 
cated that  the  short-term  franchise  removed  all  in- 
centive for  the  company  to  make  permanent  improve- 
ments, especially  in  the  latter  part  of  the  life  of  the 
company.  All  of  these  facts  in  relation  to  the  matter 
of  the  securing  of  franchises  of  longer  term  have  been 
strangely  slumbering,  and  there  appears  to  be  some 
unexplainable  reluctance  or  negligence  in  submitting 
their  merit  to  the  people. 

That  a  public  service  company  can  get  a  hearing 
and  also  liberal  encouragement  from  the  people  in 
some  parts  of  the  country,  was  brought  out  in  an 
interesting  and  convincing  speech  recently  made  before 
the  Electric  Club  by  a  former  Democratic  Mayor  of 
Denver.  He  said  that  the  people  will  pat  a  corpora- 
tion on  the  back  that  helps  in  the  upbuilding  of  a  city, 
provided  there  is  organized  co-operation  among  the 
elements  in  a  community  that  can  keep  the  wheels  of 
progress  going.  The  trouble  with  Den\-er,  and  he  might 
have  said  about  the  whole  i)f  the  State  of  Colorado, 
was  that  there  was  one  side  trying  to  build  up  and 
another  trying  to  tear  down.  He  contrasted  this  con- 
dition with  the  spirit  of  Los  ;\ngeles,  where  the  man 
who  brought  in  large  c'apital  was  given  a  handshake 
instead  of  a  kick.  However,  if  we  will  stop  to  con- 
sider the  element  making  the  kicks  against  the  public 
utility  company,  we  can  hardiv  get  away  from  the  con- 
clusion that  we,  ourselves,  are  largely  res|)onsil)le  for  a 
good  many  of  the  delusions  hugged  by  the  dear  public. 
Isn't  it  a  fact  that  most  of  us  have  sat  back  in  our 
mahogany. and  allowed  our  traducers  to  howl  their 
denunciations  without  lifting  a  voice  of  protest  to  put 
our  side  of  the  question  before  the  people.  If  you  go 
before  a  judge  or  jury,  you  don't  allow  your  case  to  go 
to  final  consideration  until  you  have  exhausted  every 
means  of  presenting  fully  and  persuasively  your  views 
of  the  differences  involved.  Why  shouldn't  we  bestir 
ourselves  as  much  when  questions  of  public  moment 
affecting  us  are  brought  into  prominent  notice.  The 
majority  of  the  people  will  listen  to  reason.  The  re- 
former with  malice  rather  than  justice  for  a  motive, 


will  not  have  a  dominating  influence  in  your  com- 
munity if  you  stoutly  contend  for  your  just  dues. 
Say  what  you  will  about  the  hopelessness  of  arguing 
to  a  radical  clement  in  a  community,  if  you  have  right 
and  justice  in  your  cause,  you  will  win  if  you  fight 
your  battles  with  the  feeling  that  you  truly  deserve  to 
win.  Certainly,  people  will  get  the  wrong  impression 
of  you  and  keep  it  if  you  do  nothing  to  root  it  out. 
In  this  connection  we  wish  to  call  your  attention  to  a 
case  in  point.  An  association  of  employes  of  a  Denver 
public  service  company  held  a  banquet  one  evening 
not  long  ago  and  the  speaking  was  devoted  to  the  best 
methods  of  stopping  kicks  and  winning  the  good  will 
of  customers.  The  guest  of  the  evening  was  a  brilliant 
editorial  writer  of  strenuous  municipal  ownership 
londencies.  He  went  to  the  l)anquet  somewhat  re- 
luctantly and  for  a  time  acted  like  a  man  dwelling  in 
the  camp  of  the  enemy.  When  speech  after  speech 
was  made  dealing  with  the  problems  of  good  service 
and  caring  for  complaints,  he  evinced  the  greatest 
surprise  and  was  astonished  that  a  great  public  service 
company  gave  such  earnest  consideration  to  the  ques- 
tion of  pleasing  their  customers.  In  a  speech  which 
he  made  towards  the  end  of  the  evening,  he  confessed 
that  for  some  time  he  looked  upon  public  service  cor- 
porations as  buccaneers,  and  said  he  felt  obliged  to  rub 
his  eyes  and  wake  from  his  trance  when  he  heard  the 
speakers  discussing  ways  and  means  of  giving  the 
public  good  service  and  good  treatment.  Nor  did  he 
stop  with  his  speech  in  giving  expression  to  his  aston- 
ishment. In  a  lengthy  editorial  a  few  days  afterwards, 
he  related  his  experience  at  this  banquet  and  said  that 
a  new  era  had  dawned  in  the  practices  of  the  big 
corporations  which  would  insure  the  people  the  service 
and  treatment  to  which  they  were  rightfully  entitled. 
If  we  could  gi\'e  the  newspapers  frequent  cause  for 
such  expressions,  some  of  the  undeserved  odium  which 
attaches  to  us  would  soon  disappear. 

The  practice  of  advertising  with  a  newspaper  in 
the  hope  of  gaining  its  favor,  irrespective  of  the  value 
(A  the  advertising,  is  spending  money  foolishly.  A 
newspaper  that  could  be  so  influenced  deserves  the 
respect  of  no  one,  and  whatever  it  says  for  or  against 
you  will  have  little  weight  in  the  community  in  which 
it  circulates.  If  a  newspaper  owner  is  unprincipled, 
his  everv  act  will  be  tainted  with  his  defective  char- 
acter, and  if  he  isn't  on  the  level,  you  will  gain  more 
by  keeping  away  from  him.  You  might  be  friendly 
with  him  and  stay  the  blow  of  his  journalistic  cudgel 
for  a  time,  but  when  he  found  it  more  profitable  to 
swing  on  vou,  he  would  not  hesitate  to  do  you  harm. 
Honest  journalism  must  be  distinguished  from  the 
pirate,  prowling  kind,  seeking  revenue  only,  and  it  is 
lo  the  sincere  and  undefiled  public  prints  we  should 
plead  our  cause.  We  have  no  quarrel  with  the  news- 
paper that  stands  for  fair  and  square  dealing,  for  such 
a  newspaper  is  always  ready  to  throw  open  its  columns 
to  your  side  of  any  serious  question. 

There  is  a  disposition  with  some  of  us  to  ignore 
all  kinds  of  publicity.  The  man  who  feels  this  way  is 
miles  behind  the  procession  in  the  electric  industry. 
All  the  people  read  the  newspapers  and  most  cf  those 
people  indirectly  shape  legislation  affecting  us.  It  is 
important  that  we  cultivate  friendly  relations  with  our 
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iiilliuntial  newspapers,  so  tlial  vvc  can  correct  their 
mistaken  notions  and  supply  thcni  with  accurate  infor- 
mation about  our  business.  Don't  flare  up  if,  in  the 
language  of  the  prize  ring,  an  editor  takes  a  wallop  at 
you.  Accept  your  punishment  good  naturedly,  but 
point  out  to  that  editor  how  shamefully  he  has  fouled 
you.  Shower  him  with  facts  to  show  him  he  is  wrong. 
You  will  find  that  most  newspaper  men  are  not  such  a 
bad  lot  and  there  is  much  of  the  milk  of  human  kind- 
ness in  them.  The  trouble  is  that  we  are  too  much 
inclined  to  rub  them  the  wrong  way,  and  you  yourself 
know  that  no  matter  how  just  you  want  to  be  even  to 
your  enemy,  it  is  human  nature  to  occasionally  jab  him 
when  the  opportunity  presents  itself.  We  have  in  mind 
a  certain  company  manager  who  had  some  bitter 
things  said  about  him  before  he  learned  the  value  of 
being  civil  to  reporters.  He  purposely  allowed  them 
to  cool  their  heels  for  hours  outside  his  office  whenever 
there  was  big  news  to  be  given  out  and  his  interviews 
were  mainly  monosyllables  uttered  with  a  grunt.  No 
reporter  ever  lost  a  chance  to  take  a  fall  out  of  this 
individual.  There  was  an  unwritten  law  in  every 
newspaper  ofTice  in  that  city,  that  whenever  the  occa- 
sion presented  itself  Mr.  lilank  was  to  be  dealt 
with  without  gloves.  So  from  time  to  time  this  gruti" 
gentleman  received  a  grilling  that  finally  reached  under 
his  hide,  lie  asked  a  friend  of  his  one  day  what  he  had 
done  to  make  the  newspapers  so  vindictive  towards 
him,  and  this  good  friend  out  of  the  charity  of  his  heart 
told  him  that  just  a  little  courtesy  towards  the  re- 
porters would  soon  effect  a  miraculous  change.  He 
grudgingly  assented  to  the  suggestion  and  began  to 
treat  reporters  like  human  beings.  Little  by  little,  this 
bit  of  sociability  had  its  effect  and  as  reporters  are  now 
always  welcome  to  his  office,  the  personal  bitterness 
has  disappeared  from  the  columns  of  all  the  news- 
papers. 

Let  us  consider  another  case  where  a  man's  per- 
sonality and  goodness  of  heart  operate  to  stave  off 
unfavorable  criticism.  This  man  is  the  head  of  one  of 
the  largest  public  service  corporations  in  Colorado. 
His  second  nature  is  to  hand  every  one  he  meets  a 
cigar  or  stronger  refreshment  if  desired,  and  it  is  said 
that  every  newspaper  man  in  Denver  would,  figura- 
tively speaking,  sooner  cut  off  his  right  arm  than  say 
an  unkind  word  against  him  in  their  newspapers,  and 
this  includes  those  newspapers  that  are  strongly  anti- 
corporation.  So  magnetic  is  his  influence  that  not  one 
word  has  appeared  in  criticism  of  his  interests  since 
his  company  began  operating  in  Colorado.  This  is  an 
uncommon  case  of  an  official  being  able  to  do  incal- 
culable good  for  his  company  by  force  of  a  happy  and 
inspiring  personality. 

There  is  another  man  whose  method  of  dealing 
with  newspapers  will  be  of  interest.  He  has  won  praise 
in  e\ery  position  he  has  held  in  the  electric  world, 
and  most  of  us  could  speed  more  quickly  to  success  by 
patterning  after  some  of  his  methods.  He  absorbs 
facts  as  a  sponge  takes  up  water,  and  when  necessary 
knows  how-  to  present  them.  His  directness  has 
been  one  of  the  chief  elements  in  his  success,  and  in 
the  handling  of  business  demonstrates  the  geometric 
truth  that  a  straight  line  is  the  shortest  distance  be- 
tween two  points.  No  citizen  of  Colorado  keeps  better 
posted  on  everything  concerning  his  business  and  few 


are  more  familiar  with  the  public  pulse.  W  hen  facts 
concerning  his  interests  are  misstated  in  the  news- 
papers, he  does  not  boil  over  them  in  his  office,  but 
quickly  beards  the  editor  in  his  lair.  This  is  what 
every  newspaper  wants.  It  desires  personal  contact 
with  the  heads  of  our  companies,  and  when  we  con- 
descend to  get  off  our  high  horse  and  meet  the  news- 
paper men  on  common  ground,  we  are  pretty  sure  to 
escape  a  considerable  amount  of  newspaper  punish- 
ment. 

There  is  a  newspaper  man  in  this  body  who  served 
ten  years  as  a  reporter  and  editor  on  several  large 
metropolitan  dailies.  He  tells  some  facts  which  show 
lu)w  reporter.s — the  men  who  go  out  to  gather  the  news 
that  makes  the  paper — often  get  the  worst  impressions 
of  heads  of  large  corporations  just  because  these  men 
deny  themselves  to  newspapers.  This  former  scribe 
says  he  freciuently  tried  to  interview  a  certain  public 
utility  official  of  great  influence  in  the  west  and  in 
eastern  financial  circles.  '  He  was  never  able  to  get 
beyond  the  railing  of  the  outer  office,  and  this  was 
generally  the  case  with  the  men  on  the  other  papers. 
The  official  kept  himself  screened  from  the  public  view 
during  his  office  hours  with  as  much  ceremony  and 
mystery  as  any  oriental  potentate,  and  the  wiliness  of 
l)urglars  would  have  found  it  impossible  to  break  into 
the  throne  room  with  a  "jimmy."  Now,  such  exclu- 
siveness  would  nut  be  expected  to  stimulate  a  very 
high  respect  for  that  man  from  newspapers.  The 
things  said  about  him  by  the  reporters  would  not  look 
well  in  print,  yet  our  member  newspaper  friend  found 
later  after  he  left  the  newspaper  business  that  he  was 
entirely  mistaken  in  the  man.  He  had  occasion  to  go 
to  him  on  certain  business  and  not  only  was  he  able  to 
gain  immediate  entrance  to  the  inner  office,  but  he  was 
also  given  a  hearty  and  cordial  greeting.  The  former 
reporter  was  dumbfounded.  To  expect  to  meet  a  man 
of  Satanic  characteristics  and  repellant  personality  and 
then  experience  the  amazement  of  stepping  into  the 
presence  of  a  kindly,  able  man,  whose  quite  evident 
force  of  character  compelled  immediate  admiration,  is 
not  an  experience  of  frequent  occurrence.  Now  there 
is  no  public  man  in  the  West  who  has  received  as  much 
newspaper  abuse  as  this  gentleman,  and  why  he  never 
capitulated  to  the  newspapers  in  the  small  matter  of 
granting  personal  courtesies,  has  always  been  an 
enigma  to  those  in  the  habit  of  giving  much  thought 
to  the  question  of  the  relations  between  the  public 
service  companies  and  those  responsible  for  the  shaping 
of  public  opinion.  Certainly  there  is  no  doubt  but  what 
he  could  have  done  much  to  reduce  the  savage  criti- 
cism against  his  interests  which  has  resulted  largely 
from  his  habit  of  exclusiveness  towards  newspapers. 

We  can  go  to  the  East  and  find  numerous  cases  of 
prominent  business  figures  flinging  away  their.armored 
reserve  and  courting  the  friendship  of  the  newspapers. 
L'ntil  a  few  years  ago,  John  D.  Rockefeller  put  the 
proverbial  oyster  to  shame  in  preserving  a  sphinx-like 
silence.  The  muckrakers  mucked  and  mucked,  but 
their  most  heroic  efYorts  didn't  put  a  dent  in  his  deter- 
mination to  keep  his  lips  sealed  so  far  as  talking  for 
publication  was  concerned.  But  Standard  Oil  abuse 
developed  into  a  condition  of  hysteria  that  had  a  melt- 
ing- influence  on  the  richest  man  in  the  world.  His 
friends  knew  of  the  kind  and  affable  side  to  his  char- 
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acter  and  they  pleaded  with  him  to  take  the  cuiintrv 
into  his  confidence  and  change  tlie  i)revalent  opininn 
that  he  was  possessed  of  a  heart  of  adamant  and  the 
instincts  of  a  wolf.  And  the  vvinid  was  startled  nne 
day  when  John  D.  threw  down  the  bars  and  broke  the 
silence  of  a  lifetime.  Since  that  time,  tons  and  tons  of 
papers  have  been  used  in  telling  of  the  better  side  of 
the  man,  and  there  is  hardly  a  week  goes  by  but  wliat 
we  read  some  wise  counsel  given  by  this  old  man  who 
is  devoting  the  closing  years  of  his  life  to  many  and 
worthy  philanthropies.  Rockefeller  will  undoubtedly 
go  to  his  grave  with  the  maledictions  of  many,  but  it  is 
certain  that  had  he  persisted  in  keeping  a  padlock  on 
his  lips  and  a  barrier  of  exclusiveness  against  an 
insatiable  public  curiosity,  this  generation  and  posterity 
would  know  him  only  as  a  cruel  and  tyrannical  pluto- 
crat who  had  employed  colossal  financial  ability  to 
crush  his  competitors  and  enslave  the  masses. 

And  so  it  was  with  Harriman,  and  is  todav  with 
many  of  our  great  captains  of  industry.  They  see  they 
must  use  jniblicity  to  destroy  mistaken  impressions  of 
them  and  place  their  side  before  the  people.  In  fact,  it 
is  well  known  that  no  great  man  is  today  witlnjut  a 
press  agent  whose  office  consists  of  placing  such  pub- 
licity as  will  be  of  benefit  to  his  employer,  and  of  using 
the  influence  of  his  friendship  with  newspaper  men  to 
persuade  them  to  discontinue  any  line  of  criticism  that 
can  be  shown  to  be  unjust.  However,  any  man  can  be 
his  own  press  agent  if  he  will  only  employ  a  little  horse 
sense  and  try  to  learn  the  ropes  of  our  various  kinds  of 
journalism. 

We  wish  it  understood  that  no  alteni])t  has  been 
made  in  this  report  to  construct  a  compendium  of 
principles  on  this  subject,  the  practice  of  which  woukl 
bring  you  a  state  of  blissful  security  and  peace,  much 
as  we  would  like  to  discharge  such  valuable  minis- 
trations. In  our  feeble  way,  we  have  sought  to  'spread 
before  you  some  of  the  knowledge  sprung  from  within 
our  own  industry  and  in  other  fields,  and  if  our  efforts 
will  be  productive  of  good  among  the  members,  then 
we  will  surely  feel  amply  rewarded  for  our  labors  in 
the  study,  investigation  and  observation  of  facts  and 
conditions  herein  described.  We  only  hope  that  next 
year  will  bring  about  reports  of  greater  jirogress  in 
cultivating  friendly  relations  with  the  ])ublic  and  that 
the  time  is  not  far  distant  when  we  will  all  be  able  to 
relish  the  same  relief  and  immunity  from  unjust  public 
criticism  now  enjoyed  by  any  honest  and  well  con- 
ducted private  business. 


GAS   PLANT   ECONOMIES.' 

BY   SHERWOOD  GROVF.R. 

To  do  absolute  justice  to  this  subject  would  require 
a  review  of  practically  all  the  proceedings  of  the  various 
gas  associations,  engineering  and  chemical  societies  to 
date,  for  the  gas  business  involves  the  A  B  C  and 
fundamental  laws  of  both  mechanical  engineering  and 
chemistry.  Although  it  is  not  my  intention  to  discuss 
this  cjuestion  in  such  detail,  it  is  practically  impossible 
to  prepare  even  a  brief  article  on  so  broad  a  subject 
without  being  guilty  of  repeating  matter  which  has 
already  been  published.     The  writer  therefore  makes 

'Paper   read   at   eighteenth   annual    convention    Pacific   Coast 
Ga.s   Association,   September,    1910. 


line  ai)ology  to  any  and  all  who  recognize  herein  some 
child  of  their  own  brain  parading  in  a  dift'erent  suit  of 
clothes  or  mayhap  even  nude.  No  claim  is  made  for 
(jriginality,  and  effort  will  be  made  merely  to  treat  the 
subject  in  a  general  way,  any  original  thought,  if  such 
there  be,  speaking  for  itself. 

A  gas  plant  is  essentially  a  chemical  manufactur- 
ing establishment  like  a  powder  works  or  paint  factory, 
but  it  dift'ers  from  all  other  manufacturing  establish- 
ments in  the  manner  of  distributing  the  finished 
product.  A  gas  plant  relies  on  the  engineer  to  handle 
the  product  until  it  is  delivered  to  the  consumer  on  the 
consumer's  premises,  while  other  manufacturing  plants 
turn  their  finished  product  over  to  a  teamster  or  a 
railroad. 

From  this  fact  it  also  follows  that  a  gas  plant  is  a 
method  of  investing  capital  by  which  dividends  are 
earned  on  bonds  and  stock,  and  therefore  after  a  plant 
is  completed  in  every  detail,  ready  to  deliver  gas  to  the 
consumer,  we  may  regard  it  as  a  kind  of  grinding  mill, 
into  the  hopper  of  which  we  pour  the  money  to  buy  the 
raw  products  and  the  labor  necessar)'  for  the  fabrica- 
tion of  the  finished  article,  and  from  the  bottom  of 
which  we  take  the  money  which  we  got  from  the  con- 
sumers as  the  price  of  our  finished  ])rodnct.  The  fac- 
tor which  determines  the  relation  between  what  we 
]uit  in  at  the  tti])  and  take  nut  at  the  Iiottnm  is  the 
economy  of  the  plant. 

The  economy  of  a  plant  can  best  be  divided  into 
two  branches :  the  economy  of  installation  or  construc- 
tion and  the  economy  of  operation. 

Economy  of  Installation. 

As  the  construction  is  naturally  the  beginning  of 
a  gas  plant,  let  us  first  consider  in  a  general  way  a  few 
of  its  essentials.  After  a  territory  has  been  surveyed, 
with  a  view  to  installing  a  gas  plant,  and  the  advisa- 
bility of  such  installation  has  been  definitely  deter- 
mined, the  first  economy  is  the  most  advantageous 
location  of  the  gas  works.  The  earliest  elementary 
books  on  the  gas  business  will  tell  you  to  locate  the 
works  at  the  lowest  point  in  the  territory  to  be  sup- 
[died,  at  the  same  time  having  due  regard  to  the  most 
advantageous  transportation  facilities  for  your  raw 
material.  Although  the  development  of  high  ])ressure 
distril)ution  has  to  a  certain  extent  nullified  the  advan- 
tage obtained  in  distributing  from  the  lower  level  to 
the  higher,  we  know  that  high  pressure  is  limited  in 
its  field  and  therefore  this  fundamental  economy  re- 
mains unchanged. 

In  the  construction,  the  first  and  foremost  economy 
which  can  be  applied  is  that  of  absolute  safety,  particu- 
larly in  foundations. 

Assuming  that  the  design  is  as  near  perfect  as 
[jossible,  the  next  is  in  the  selection  of  machinery,  and 
it  is  needless  to  say  that  only  the  best  should  be 
chosen.  All  of  the  latest  labor  saving  devices  as  well 
as  those  for  improving  efficiencies  of  moving  ma- 
chinery should  be  installed.  When  the  engineer  lays 
out  the  steam  generating  and  distributing  system,  he 
should  bear  in  mind  the  best  practice  in  power  plant 
design,  that  dry  steam  is  as  desirable  in  a  gas  works 
and  that  a  steam  separator  belongs  on  a  gas  generator 
as  well  as  on  a  high  speed  engine.  These  facts  are  obvi- 
ous and  when  an  engineer  has  the  opportunitv  to  build 
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a  complile  lu-u  plant  to  suit  a  given  condition,  there  etc.  All  leads  for  such  i)iirposcs  should  start  from  the 
is  no  excuse  for  not  building  on  lines  of  greatest  main  steam  line  with  a  controlling  valve  so  that  they 
economy.  Unfortunately  this  is  not  the  condition  contain  live  steam  only  when  in  use,  and  these  control- 
which  engineers  and  superintendents  are  generally  ling  valves  should  l)c  so  placed  or  equipped  with  extcn- 
facing  in  the  West.  We  are  developing  a  new  process,  sion  handles  that  a  man  does  not  have  to  climb  a  ladder 
and  at  the  same  time  endeavoring  to  keep  pace  with  a  to  operate  them.  It  would  seem  unnecessary  to  em- 
growth  and  consequent  demand  for  our  product,  which  phasize  the  necessity  of  properly  covering  all  steam 
1  believe  is  unparalleled  in  the  history  of  the  gas  drums,  piping,  etc.,  with  non-conducting  material,  but 
business.  There  may  be  isolated  cases  of  rapid  devel-  'ii  is  a  matter  which  is  too  often  slighted,  especially  in 
opment,  but  with  our  case  it  is  general  throughout  the  the  little  side  extensions  of  steam  piping  which  are 
territory  and  due  to  natural  growth,  and  not  to  any  made  from  time  to  time.  This  may  be  a  relic  of  the 
special  campaign  of  advertising  or  education  on  the  lime  when  the  disposal  of  lampblack  was  a  problem 
part  of  the  gas  company.  The  ensuing  tables  arc  and  there  was  a  tendency  to  overlook  minor  steam 
quoted  as  twc  examples  of  this  growth  in  places  which  w^astes  on  this  account,  but  now  with  the  production 
widely  dilTer  in  size.  They  are  the  extremes  in  size  of  of  lampblack  practically  under  control  these  minor 
the  plants  coming  under  the  writer's  observation  and  losses  must  be  guarded  against.  Such  losses  consist 
others  could  be  quoted  ranging  between  the  two.  in  the  transfer  of  heat  from  the  steam  to  the  air  and 
TOTAL  SALES  PER  ANNUM.  ^uch  transfer  is  directly  proportional  to  the  difference 
Yg^,.                                    Plant  No.  1      Plant  No.  2  i"  temperature  between  them,  hence  other  thmgs  bemg 

1900 227.035,600  equal    the   higher   the   temperature   of   the   steam   the 

1901    267,662,600  crreater  the  loss. 

1902    306,827,600          2,829,700  ^reaier  UlC  loss.                                     u      1^        .  I             fi       1 

1903          406,999,600         5,054,000  1  he  insulatiou  ot  pipe  lines  should  not  be  conhned 

ITot  ::::::;::::::::::::::  tllilklZ    ilfAfol  1°  those  carrying  iive  steam  aione,  but  also  should  be 

1906    880,622,800        ii!498,'60u  Carried  out  on  exhaust  pipe,   feed   water  heaters  and 

nil    :::;:;:::::::::::::::  Us^js^iaol!       li.VA.lZ  piping,  oil  heaters  and  oll  pipe  from  heater  to  generator. 

1909    i;438,'ii5,'280       19!5S6!300  Tt  might  be  well  to  note  in  connection  with  c^il  heaters 

lyiO,  including  August 15,295,800  1,1                   1           .       ^              •               j    ^i      •      j       •„         i         1  1 

that  where  exhaust  steam  is  used  their  design  should 

Almost  all  of  our  plants  have  passed  through  the  ]^^.  3^-^  as  to  avoid  back  pressure,  otherwise  it  may  be 

stages  of  being  coal-gas  plants,  combination  coal  and  that  the  advantage  obtained  by  using  exhaust  steam  is 

water-gas  plants,   water  and  oil-gas  plants,  and  now  more  than  balanced  by  the  effect  of  the  back  pressure 

finally   becoming  lampblack   gas,   which   is   water-gas  on  the  moving  machinery.    A  well  insulated  live  steam 

made   from   the   lampblack   by-product  of   the   oil-gas  oil  heater  has  many  points  to  commend  it,  not  the  least 

process.     This   lampblack   gas    has   now   reached    the  of  which  is  the  fact  that  it  will  maintain  constant  tem- 

stage  where  a  lampblack  gas  machine  can  be  designed  perature  of  the  oil  under  any  prolonged  or  varying  pull, 

for  a  given  oil^gas  plant  to  use  all  the  surplus  lamp-  This  is  one  of  the  features  in  our  gas  works  which 

black,  thus  making  a  perfect  balance.     This   was  ex-  varies  from   plants   wherein   water-gas   is   made.     We 

plained  in  Mr.  E.  C.  Jones'  paper  before  the  American  must  heat  nearly  three  times  as  much  oil  per  thousand 

Gas  Institute  last  October.  feet  of  gas  made,  and  that  of  a  kind  more  difTicult  to 

With  plants  which  are  the  result  of  such  develop-  handle, 
ment  it  is  obvious  that  there  may  be  many  existent  The  matter  of  scrubber  and  relief  holder  connec- 
faults  of  design  which  by  a  little  study  and  care  can  be  tions  is  one  of  special  importance  in  the  matter  of  oil- 
remedied.  The  relative  positions  of  the  generators,  gas  making.  The  process,  as  developed  today,  diflfers 
boilers,  lampblack  separators  and  moving  machinery  f,-om  water-gas  in  the  speed  of  generation  per  unit  of 
should  be  carefully  considered  with  the  following  actual  generating  time  and  has  a  decided  peak  moment 
points  in  view.  Where  lampblack  is  used  for  boiler  of  generation  during  this  time  of  actual  generation, 
fuel,  the  separators  must  be  located  with  a  view  of  Therefore,  to  take  advantage  of  this  peak  and  prolong 
economy  in  handling;  in  a  small  plant  where  hand  its  duration  is  to  our  advantage.  By  so  doing  the  out- 
labor  is  used  entirely  for  lampblack  it  is  almost  impos-  put  and  efficiency  of  the  generator  is  increased, 
sible  to  locate  the  separators  too  close  to  the  boilers,  The  most  important  factor  to  consider  in  obtaining 
while  in  a  larger  plant,  where  mechanical  handling  is  this  result  is  the  resistance  of  the  foul  main,  the  scrub- 
the  rule,  the  matter  of  storage  must  be  considered  and  ber  and  relief  holder  connections.  These  should  be  of 
location  made  so  as  to  not  only  supply  boilers  econom-  generous  proportions,  avoiding  sharp  turns  as  much  as 
ically  but  also  lampblack  gas  generators  as  w^ell.  possible,  but  where  necessary  they  should  be  provided 
Between  the  generators  and  separators  the  main  thing  with  crosses  or  hand-hole  elbows  equipped  with  quick 
to  consider  is  a  short  direct  lampblack  drain  of  ample  opening  doors,  giving  an  opening  the  full  size  of  the 
size  avoiding  sharp  turns  which  tend  to  bank  up  the  main,  and  also  affording  a  gas-tight  fit  -yvhen  closed, 
lampblack.  This  permits  thorough  cleaning  in  the  shortest  possible 

That  the  moving  machinery  and  generators,  where  time, 

the  greatest  amount  of  steam  is  consumed,  should  be  Another  little  feature  w-hich  is  peculiar  to  oil-gas 

so  located  with  respect  to  the  boilers  as  to  insure  the  is  the  fact  that  the  crude  gas  holds  in  suspension  a 

shortest  possible  steam  line,   is  obvious.     There   are,  certain  quantity  of  microscopic  lampblack  which  any 

however,  a  number  of  minor  uses  of  steam  which  if  amount   of  ordinary   scrubbing   fails  to   throw  down, 

not  carefully  watched  are  sources  of  small  loss  indi-  It  does  deposit  in  the  oxide,  however,  and  reduces  its 

vidually,   but   in   the   aggregate  are   considerable,   i.e..  life  as  well  as  retarding  its  efficiency.    The  installation 

steam  used  in  scrubbers,  foul  mains,  relief  holder  drips,  of  an  "ammonia  washer"  on  the  outlet  of  the  relief 
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holder  has  been  found  to  overcome  this  fault.  These 
washers  force  the  gas  to  pass  through  water  in  a  finely 
divided  state  and  precipitate  the  lampblack. 

Leaving  the  manufacturing  end  of  the  business 
and  taking  up  distribution  we  find  that  a  great  many 
plants  are  a  combination  of  low  and  high  pressure,  the 
high  being  an  au.xiliary  of  the  low  pressure  sj'stem. 
In  such  installations  there  is  one  tendency  to  be 
guarded  against,  i.e.,  the  low  pressure  system  is  in- 
clined to  throw  most  of  the  load  on  the  high  pressure, 
and  if  not  watched  will  eventually  result  in  an  instal- 
lation which  is  top  heavy,  with' the  high  pressure  doing 
most  of  the  work.  This  condition  is  partly  a  result  of 
growth  and  extensions  to  the  high  pressure  mains 
without  corresponding  development  of  the  low  pres- 
sure, and  also  due  to  the  fact  that  the  regulators  feeding 
from  the  high  into  the  low  pressure  system  are  set  to  a 
given  pressure  and,  unless  adjusted  daily,  maintain 
their  pressure  throughout  the  twenty-four  hours  and 
will  assume  the  night  load,  if  they  are  set  for  a  pres- 
sure equal  to  that  given  by  the  storage  holder,  which 
is  generalh'  the  case.  If  set  for  a  pressure  above  that 
of  the  storage  holder,  still  more  work  will  be  thrown 
on  the  high  pressure  system.  The  amount  of  this  extra 
work  varies  w-ith  different  conditions,  the  greater  the 
distance  between  storage  holder  and  regulators  and  the 
smaller  the  size  of  low  pressure  mains,  the  less  the 
amount  of  work  thrown  on  the  high  pressure  system. 

The  writer  firmly  believes  that  the  field  of  high 
pressure  distribution  has  been  definitely  determined 
and  its  application  limited,  if  not  now,  it  will  be  in  the 
very  near  future,  to  suburban  districts  and  such  widely 
scattered  territory  where  a  low  pressure  .sj-stem  would 
be  prohibitive  in  cost,  where  growth  is  not  rapid,  and 
a  higher  price  can  be  charged  for  gas. 

Where  high  pressure  feeders  are  in  use  to  feed 
outlying  territory  contingent  to  cities  and  also  are  used 
to  boost  up  weak  places  along  the  line,  the  low  pressure 
system  should  be  extended  to  relieve  the  high  pressure 
feeders  as  the  inter^-ening  territory  fills  up,  and  by  so 
doing  keep  the  installation  of  compressors  as  small  as 
possible  consistent  Avith  the  development  of  a  given 
community. 

Let  us  take,  for  example,  a  city  or  town  which  has 
outgrown  the  low  pressure  system,  a  town  which  is 
alive  and  will  keep  on  growing  and  it^needs  a  new  main 
feeder  or  feeders.  Figure  out  the  cost  of  low  pressure 
mains,  then  of  equivalent  high  pressure  mains,  saj- 
20  lb.  pressure,  feeding  in  at  everj'  intersection,  which 
it  must  do  to  be  the  exact  equivalent  of  the  low  pres- 
sure. This  means  manhole  and  regulator  at  each. 
Add  to  this  the  cost  of  the  compressor  plant  and  you 
will  find  ther«  is  not  a  great  margin  in  favor  of  the 
high  pressure  -except  that  the  pressure  can  be  raised 
and  capacity  thereby  increased.  Then  we  must  con- 
sider the  fact  that  the  high  pressure  requires  constant 
care  and  attention,  not  only  for  the  compressors,  but 
the  regulators  as  ^vell.  Looking  at  it  from  the  point  of 
view  of  the  bond  or  stockholder,  I  would  rather  have 
my  m.oney  invested  in  cast-iron  pipe,  assuming  its  life 
to  be  fifty  years,  whose  maintenance  is  practically  nil, 
than  in  an  installation  of  reciprocating  machinery  such 
as  compressors  in  conjunction  with  wrought  iron  or 
steel  pipe.  The  life  of  the  pipe  depends  upon  the 
reliabilit)'  of  the  man  w'ho  does  the  coating.  The  life 
•oi  a  compressor  at  highest  efficiency  is  not  over  fifteen 


years,  and  as  they  must  be  overhauled  at  least  once  a 
year  and  have  a  high  maintenance  cost.  Carelessness 
on  the  part  of  the  operator  may  badly  damage  or  com- 
pletely wreck  a  machine. 

In  these  arguments  favoring  the  ultimate  economy 
i)f  the  low  pressure  system  the  writer  is  not  ignorant 
of  the  fact  that  high  pressure  has  bridged  over  many 
financial  difficulties  for  gas  companies,  but  it  is  a  toll 
bridge  and  not  built  of  sufficiently  durable  material  to 
withstand  heavy  traffic. 

There  is  in  this  connection  a  matter  to  be  con- 
sidered which  will  be  an  important  element  favoring 
low  pressure  in  the  future  development  of  the  gas 
business.  The  present  tendency  of  political  develop- 
ment in  our  states  and  cities  is  toward  regulation  of 
iniblic  service  corporations.  Those  who  have  watched 
the  working  of  the  public  service  commission  of  New 
York  have  no  doubt  observed  the  trend  of  events. 
There  is  little  doubt  that  a  similar  commission  will 
eventually  exist  in  all  the  states.  By  the  regulation  of 
such  a  commission  a  corporation  is  allowed  to  earn 
interest  on  or  issue  securities  covering  actual  invest- 
ment only.  Such  rules  will  work  against  the  system 
with  cheaper  first  cost  but  higher  operating  expense. 
Economy  of  Operation. 

This  whole  subject  might  be  summed  up  in  the 
following  expression  :  "Know  what  your  plant  is  doing 
at  all  times,  and  as  well  know  the  condition  of  your 
plant  while  doing  it." 

This  is  a  rather  inclusive  statement  and  means 
first  that  a  works  should  have  a  full  equipment  of 
apparatus  for  recording  and  making  observations  be- 
ginning with  the  photometer  and  gas  analysis  set  and 
including  all  of  ordinary  indicating  instruments,  such 
as  thermometers  and  U  gauges  between  scrubbers,  at 
each  side  of  exhauster,  and  other  important  points 
throughout  the  works,  oil  and  steam  nozzle  gauges  on 
generators,  recording  gauges  in  superintendent's  office 
connected  to  each  generator,  etc.  The  w-riter  has  never 
seen  a  gas  works  with  too  many  such  devices  installed. 
These  instruments  are,  however,  of  no  use  unless 
properly  cared  for  and  kept  in  working  order,  any  more 
than  is  a  station  meter  which  is  not  tested  often  enough 
to  be  kept  accurate. 

After  considering  the  equipment  as  above,  then 
there  remain  the  many  odd  little  leaks,  small  individ- 
ually, but  having  in  the  total  a  marked  effect  on  the 
economy  of  the  plant,  such  as  small  leaks  in  steam 
lines,  valve  stems,  or  long  runs  of  steam  line  to  idle 
equipment  with  no  main  cut-out  valve,  leaky  stuffing 
box  glands  on  engines,  compressors,  pumps,  etc. 
Holder  carriage  rollers  should  be  oiled  and  an  inspec- 
tion of  holder  cups  made  during  the  dry  season  to  keep 
them  filled  and  prevent  blowing  fthis  is  a  slight  com- 
pensation to  our  Eastern  brethren  who  have  to  prevent 
freezing  in  the  winter").  Some  plants  shut  down  their 
boilers  too  often  on  account  of  poor  water  when  a 
proper  chemical  treatment  to  suit  the  given  condition 
or  even  filtration  where  sand  or  grit  is  present  would 
effect  an  appreciable  saving. 

The  fact  is  the  possible  economies  in  a  gas  works 
are  as  many  and  as  varied  as  the  parts  that  go  into  its 
making,  and  are  limited  only  by  the  care  and  resource- 
fulness of  the  man  in  charge,  which  brings  us  to  what 
is  really  the  biggest  and  most  important  factor  in  the 
economy  of  a  gas  plant — the  personal  one. 
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A  soft  answer  may  turn  away  wrath  hut  it  takes 
hard  facts  to  destroj-  it.    How  can  an  electric  company 
expect    to    estahlish    friendly    rela- 
Popularizing  tions  with  its  patrons  hy  tact  and 

Electricity  courtesy    when    the    puhlic    knows 

so  little  about  what  they  are  buy- 
ing'? Confidence  and  ignorance  are  never  chums.  The 
first  essential  is  to  educate  the  layman,  to  introduce 
scientific  terms  into  the  vernacular  so  that  the  buyer 
and  seller  may  speak  in  the  same  language. 

That  the  layman  is  eager  to  learn  is  attested  by  the 
increased  demand  for  books  and  articles  on  popular 
science.  Yet  the  jokes  in  books  are  not  half  as  funny 
as  when  told  on  the  stage:  so  likewise  it  is  necessary 
to  talk  directly  to  the  people  to  make  them  understand 
how  electricity  is  produced  and  what  it  will  do.  Just  as 
the  clown  is  the  smartest  man  in  a  circus,  so  it  requires 
the  most  brilliant  minds  to  explain  scientific  matters 
simply.  In  these  respects,  at  least,  science  and  humor 
are  akin. 

During  the  past  summer  a  number  of  electrical  man- 
ufacturers employed  a  college  professor  to  roam  around 
their  works,  just  as  does  a  "business  doctor"  who  is 
sometimes  called  in  to  diagnose  and  prescribe  for  busi- 
ness failure.  But  this  professor's  mission  was-  some- 
what different.  I-Te  simply  talked  with  the  men,  en- 
couraged them  to  ask  questions  and  explained  in  simple 
language  the  scientific  principles  underlying  the  work 
they  were  doing.  The  companies  considered  the  in- 
vestment so  good  that  they  plan  to  repeat  it  at  fre- 
quent intervals  in  the  future.  This  professor  possessed 
the  rare  faculty  of  popularizing  science,  of  making 
technical  matters  clear  to  the  common  people.  He 
taught  the  rudiments  of  a  new  language. 

True  it  is  that  they  learn  only  a  sort  of  pidgin 
English,  a  makeshift  that  has  little  scientific  use  inso- 
much as  what  is  gained  by  generalities  is  lost  in  defi- 
nitcness.  .\n  English  translation  seldom  does  justice  to 
a  Cicrman  original,  for  certain  beauties  of  language  ar: 
lost  in  the  interpretation  just  as  power  is  lost  in  trans- 
forming a  high  voltage  current  to  one  of  lower  poten- 
tial. The  petrographer  uses  a  high  power  micro- 
scope to  examine  rocks  but  a  cheap  magnifying  glass 
suffices  for  the  prospector,  gfiving  a  larger  field  but 
smaller  resolving  power.  We  do  not  use  a  thirteen  inch 
gun  to  shoot  rabbits,  nor  is  it  necessary  that  the  lay- 
man be  equipped  with  the  ammunition  of  the  scientist 
to  gain  a  general  knowledge  of  electricity.  But  if  he 
be  supplied  with  an  elementary  knowledge  he  can  be 
brought  to  a  sympathetic  appreciation  of  the  wonders 
of  electricity  and  if  he  so  desires  may  even  use  it  as  a 
skeleton  key  to  unlock  the  more  intricate  subjects. 

All  employees  of  electrical  companies  should  be 
well  informed  regarding  the  elementary  principles  of 
electricity  and  be  ready  at  all  times  to  explainthem  to 
consumers.  A  small  pamphlet  explaining  the  meaning 
of  a  watt,  a  volt  and  an  ampere  and  showing  how  they 
are  measured,  as  well  as  giving  directions  for  reading 
meters  would  be  a  good  investment  if  given  general 
distribution.  Illustrated  lectures  and  simple  experi- 
ments at  schools,  church,  clubs  and  other  organiza- 
tions, sow  the  seed  of  confidence  broadcast,  and  not 
only  dispel  the  prejudice  due  to  ignorance  but  also 
establishes  the  desired  amicable  relations  with  the 
public. 
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PERSONALS. 

R.  S.  Masson  was  at  Los  Angeles  during  the  past  week. 

Frank  G.  Drum,  president  of  tlie  Pacific  Gas  &  Electric 
Company,  recentl.v  returned  from  New  York  City. 

W.  G.  Vincent,  Jr.,  who  spent  the  past  six  weeks  at  Los 
Angeles  on  electrical  engineering  work,  has  returned  to  San 
Francisco. 

E.  C.  Bradley,  vice-president  and  general  manager  of  the 
Pacific  Telephone  &  Telegraph  Company,  returned  last  week 
from  an  Eastern  trip. 

Clarence  Follis,  formerly  connected  with  the  Brooks-FoUis 
Company  who  is  now  a  resident  of  New  York  City,  has  been 
renewing  old  friends  at  San  Francisco  and  vicinity  during  the 
past  week  or  two. 

G.  W.  Rounds,  formerly  general  superintendent  of  the 
Savannah  Electric  Company,  of  Savannah,  Ga.,  has  been  ap- 
pointed general  superintendent  of  the  Tacoma  Railway  & 
Power  Company,  of  Tacoma,  Wash. 

B.  C.  Carroll,  general  agent  and  George  B.  Bush,  general 
commercial  superintendent  of  the  Pacific  Telephone  &  Tele- 
graph Company,  are  making  an  inspection  tour  of  the  Pacific 
Northwest  via  Seattle  and  Spokane,  Wash. 

H.  H.  Noble,  president  of  the  Northern  California  Power 
Company,  consolidated,  has  returned  to  San  Francisco  after  a 
trip  to  the  new  plant  at  Coleman,  which  will  add  about  20,000 
h.p.  to  the  capacity  of  the  system  within  a  few  months. 

John  F.  Dostal,  superintendent  of  the  electric  department 
of  the  Denver  Gas  &  Electric  Company  was  elected  Jupiter 
at  the  Birmingham,  Ala.,  convention  of  the  Rejuvenated  Sons 
01  Jove.  Denver,  Colorado,  will  be  the  meeting  place  for  the 
1911  convention. 

John  W.  Gilkyson  has  been  appointed  division  commercial 
superintendent  of  the  Pacific  Telephone  &  Telegraph  Com- 
pany with  headquarters  at  Los  Angeles,  vice  C.  M.  Seeley. 
The  appointment  becomes  effective  November  1.  Mr.  Gilky- 
son was  formerly  division  superintendent  of  plant  at  Los 
Angeles. 

Le  Roy  P.  Sawyer,  president  of  the  Buckeye  Electric  Co., 
and  vice-president  of  the  National  Electric  Lamp  Association, 
is  visiting  the   Pacific   Coast,  ostensibly  on   pleasure,   but  in 


most  of  his  lime  with  Andrew  Carrigan,  of  Dunham,  Carrigan 
<fc  Hayden,  who  are  Pacific  Coast  distributers  of  the  Buckeye 
lamps.  Mr.  and  Mrs.  Sawyer  were  royally  entertained  during 
their  visit  and  left  for  Portland  and  Seattle  this  week  with  a 
favorable  impression  of  California  hospitality,  Mr.  J,  A.  Van- 
dergrift,  manager  of  the  Oakland  Warehouse,  the  distribut- 
ing center  for  National  Electric  Lamp  Association  lamps  par- 
ticipating largely  in  producing  this  impression.  Mr.  Sawyer  is 
particularly  enthusiastic  regarding  the  engineering  depart- 
ment of  the  Association  which  has  already  attracted  many 
engineers  and  is  making  special  inducements  to  recent  college 
graduates,   particularly  Western   men. 


Le  Roy   P.  Sawyer 

reality  transacting  much  business.  From  Denver  he  went  to 
Los  Angeles  and  after  visiting  Catalina,  Pasadena  and  Del 
Monte,  he  reached  San  Francisco  last  week.     Here  he  spent 


NEW    CATALOGUES. 
Bulletin  No.  125  from  Crocker-Wheeler  Co.  illustrates  and 
describes    the    construction    of   Remek    type    transformer   for 
light  and  power. 

The  General  Electric  Company  recently  issued  Bulletin 
No.  4773,  entitled  "Thomson  High  Torque  Induction  Test 
Meter,  Type  IB-4." 

Bulletin  No.  123  from  Crocker-Wheeler  Co.  illustrates  and 
describes  the  application  of  Form  D  direct  current  motors 
and  generators,  25  to  300  horsepower. 

The  General  Electric  Company  has  superseded  its  old  bul- 
letin on  "Centrifugal  Air  Compressors  for  Industrial  Air  Blast 
and  Exhauster  Service,"  by  Bulletin  No.  4774. 

The  Waverly  Electrics  for  1911  are  attractively  described 
in  a  handsome  brochure  from  the  Waverly  Company,  Indian- 
apolis, Indiana.  Typographically  and  mechanically  it  is  a 
beautiful  exemplification  of  the  printing  art  and  brings  out  to 
excellent  advantage  the  good  points  of  this  machine. 

Bulletin  No.  120  from  the  Crocker-Wheeler  Company,  is 
devoted  to  their  Form  I  belt  type  direct  current  motors,  3% 
to  50  horsepower.  These  are  particularly  applicable  to  ma- 
chine tools,  pumps,  printing  presses,  laundry  machinery, 
hoists,  etc.  Form  IF  and  Form  L  motors  designed  for  closer 
speed  adjustment,  are  described  in  Bulletin  No.  123. 

The  Insulator  Book  from  the  Locke  Insulator  Mfg.  Co., 
represented  on  the  Pacific  Coast  by  Pierson,  Roeding  &  Co., 
is  one  of  the  most  valuable  catalogues  ever  issued  upon  this 
subject,  containing  much  data  on  pole  and  tower  line  con- 
struction, arranged  in  a  loose  leaf  binder.  The  sections  on 
insulator  testing  are  illustrated  from  photographs  and  draw- 
ings showing  apparatus  used,  including  a  300,000  electro- 
static voltmeter. 

Modern  Street  Lighting  by  Luminous  Arc  Lamps  is  the 
title  of  an  attractive  booklet  just  issued  by  the  General  Elec- 
tric Company  which  is  devoted  to  the  suject  of  street  light- 
ing by  the  General  Electric  series  luminous  arc  rectifier  sys- 
tem. The  vertical  carbon  flame  arc  lamp  is  illustrated  and 
briefly  described.  The  station  equipment-  required  for  this 
system  is  mentioned,  and  a  list  of  cities  in  which  the  system 
has  been  installed  is  given.  The  number  of  the  publication 
is  B-3014. 

Bulletin  No.  1020,  describing  magneto  non-multiple 
switchboards  of  the  No.  1800  sectional  unit  type,  has  just 
been  published  by  the  Western  Electric  Company.  The  bul- 
letin, which  is  illustrated  with  many  photographs,  contains  a 
detailed  description  of  the  line  circuit  apparatus,  paying  at- 
tention both  to  combined  jacks  and  signals  and  the  line 
drops.  A  list  of  the  apparatus  required,  with  different  va- 
rieties of  coi-d  circuits,  is  given,  and  other  sections  are 
devoted  to  a  description  of  the  operator's  telephone  circuit 
and  its  apparatus,  the  ringing  and  night  alarm  circuit  and 
apparatus,  wiring  and  cabling  and  line  terminal  arrange- 
ment. The  switchboard  units  are  described,  as  well  as  meth- 
ods of  assembling  these  units. 
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973,409.  Insulated  Hanger.  Kdwaid  Crabbe.  Seattle, 
Wash.  A  hanger  or  support  for  electric  wires  comprising  a 
block  having  a  circumferential  groove,  a  yoke  projecting  from 


said  block  and  spanning  said   groove,  and  a  support  having 
an  involute  spiral  with  which  said  yoke  is  designed  to  engage. 

972,988.       Indicating     Means    for    Party-Line    Telephones. 

James    H.    Blythe.    Denver,    Colo.      An    indicating    means    for 
party  line  telephones  consisting  of  an  indicating  plate,  a  disk 


3j  (J   "  (a  /o  « 
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having  a  cam  recess  on  the  face  of  the  inner  periphery  of  the 
disk,  suitable  means  for  actuating  said  disk,  and  means  for 
limiting  the  movement  of  said  disk  for  the  purpose  set  forth. 

973,110.  Oil-Burning  Steam-Boiler.  Charles  A.  Hamniel, 
Los  Angeles,  Cal.  The  combination  with  a  steam  boiler  hav- 
ing a  firebox,  of  means  for  delivering  hydrocarbon  flames 
from  the  front  and  rear  of  the  firebox  toward  each  other  into 
the   firebox,   means   for   establishing   a  draft   of   air   into   the 


firebox  adjacent  the  flame  delivery  means,  a  plurality  of 
means  for  admitting  air  directly  into  the  firebox  below  the 
flames,  one  of  said  means  for  each  burner  flame,  and  means 
located  beneath  each  of  said  air  admission  means  for  con- 
trolling the  volume  of  air  to  said  admission  means. 


973,204.  Insulating  System  for  High-Potential  Electric 
Conductors.  Fred  M.  Locke,  Victor,  N.  Y.,  assignor  to  The 
Locke  Insulator  Manufacturing  Company,  Victor,  N.  Y. 
A  system  of  insulation  for  high  poteltial  electric  con- 
ductors comprising  a  series  of  insulators  arranged  in  super- 
posed   sequence    some    distance    apart,    supports    at    opposite 


ends  of  the  series,  connections  between  the  supports  and  ad- 
jacent insulators  whereby  the  insulators  may  turn  with  re- 
spect to  the  supports,  separate  connections  between  adjacent 
ends  of  the  insulators  whereby  each  insulator  is  free  to  turn, 
and  a  seat  for  a  conductor  on  one  of  the  last  named  connec- 
tions and  between  the  supports. 

972,864.  Method  of  Producing  Gas.  Edmund  G.  Jewett, 
Bellingliam,  Wash.  A  method  of  producing  gas  which  con- 
sists in  blasting  a  bed  of  fuel  to  incandescence,  and  simul- 
taneously distilling  a  superposed  body  of  fuel,  and  carrying 
the  distilled  and  separated  matter  successively  into  contact 
with  an  excess  of  oxygen,  to  burn  the  same  and  then  inject- 
ing said  hot  products  of  combustion  by  a  steam  blast,  into 
tlie  incandescent  body  of  fuel  from  which  the  distilled  matter 


has  been  previously  expelled,  whereby  substantially  com- 
plete combustion  of  the  said  distilled  and  separated  matter  is 
first  effected,  and  the  products  of  said  combustion,  together 
with  the  excess  oxygen  are  injected  into  said  incandescent 
body  of  fuel,  the  combustion  of  the  distilled  and  separated 
uuitter  taking  place  in  a  chamber  inclosed  by  and  communi- 
cating at  its  opposite  ends  with  the  chamber  containing  the 
incandescent  bed  of  fuel. 
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COMBINATION   FUSE  AND  SERVICE  BOXES  WITH   INTER- 
CHANGEABLE   FITTINGS. 

The  Johns-Pratt  Company,  of  Hartford,  Conn.,  through 
their  sole  selling  agents,  the  H.  W.  Johns-Manville  Company 
of  New  York,  has  recently  placed  on  the  market  a  large  and 
complete  line  of  Noark  fuse  and  service  boxes,  of  both  weather- 
pioof  and  water-tight  types.  These  various  boxes  and  fit- 
tings have  been  given  approval  by  the  Underwriters'  Labora- 
tories, and  consist  of  boxes  for  250  and  600  volts,  all  capaci- 
ties, for  two  and  three-wire  systems  and  accommodate  Noark 
enclosed  fuses  of  the  national  standard  types. 

Figs.  1  and  2  show  construction  of  water-tight  boxes 
which  may  be  used  for  house  service  work,  as  well  as  aerial 
and  subway  work  in  connection   with   iron   pipe  conduit,  and 


where  used  for  subway  work,  cable  sleeves  may  be  inserted 
into  the  various  types  of  interchangeable  conduit  fittings  for 
the  purpose  of  making  wiped  joints  on  lead  covered  cable.?. 

Fig.  1  shows  the  fuses  in  circuit,  and  Fig.  2  illustrates 
fuses  withdrawn  from  the  circuit  liy  means  of  a  handle  on  the 
outside  of  the  cover  which  simultaneously  actuates  three 
fuse  carrier  hooks  within  the  box,  thus  withdrawing  the  fuses 
and   performing  the  function   of  a  switch. 

Each  end  of  Noark  fuse  and  service  boxes  is  provided 
with  a  large  oval  box  having  a  machine  surface  which  is 
drilled  and  tapped  to  accommodate  various  types  of  fittings 
and  the  porcelain  bushings  extending  therefrom  are  fastened 
in  the  box  with  soft  lead  washers,  forced  into  place  under 
heavy  pressure,  which  permanently  holds  them  in  position. 

The  larger  sizes  of  these  boxes  are  provided  with  gal- 
vanized chains  to  prevent  the  hinges  from  becoming  broken 
from  careless  manipulation.  All  boxes  are  provided  with 
sealing  arrangements. 


THE  WONDERS  OF  THE   WESTERN    ELECTRIC. 

According  to  Herbert  N.  Casson  in  the  Telephone  Review 
the  Western  Electric  Company  is  an  immense  aggregation  of 
workshops  in  which  have  been  made  three-fifths  of  the  tele- 
phone apparatus  of  the  world.  The  mother-factory  of  this 
globe-trotting  business  is  the  biggest  thing  in  the  spacious 
back-yard  of  Chicago;  and  there  are  eleven  child-factories  scat- 
tered over  the  earth  from  New  York  to  Tokio.  To  put  its 
totals  into  a  sentence,  it  is  an  enterprise  of  26.000  man-power, 


ai!d  7(1, 000, (MM)  dollar-power;  and  the  telepliunir  goods  that  it 
produces  in  half  a  day  are  worth  $100,000— as  much,  by  the 
way,  as  the  Western  Union  refused  to  pay  for  the  Bell  patents 
in  1877. 

The  Western  Electric  was  born  in  Chicago,  in  the  ashes 
of  the  big  fire  of  1871;  and  it  has  grown  up  to  its  present 
greatness  quietly,  without  celebrating  its  birthdays.  At  first, 
it  had  no  telephones  to  make.  None  had  been  invented,  so 
it  made  telegraphic  apparatus,  burglar  alarms,  electric  pens 
and  other  such  things.  But  in  1878,  when  the  Western  Union 
made  its  short-lived  attempt  to  compete  with  the  Bell  Com- 
pany, the  Western  Electric  agreed  to  make  its  telephones. 
Three  years  later,  when  the  brief  spasm  of  competition  was 
ended,  the  Western  Electric  was  taken  in  hand  by  the  Bell 
people,  and  has  since  then  remained  the  great  workshop  of 
the    telephone. 

The  main  plant  in  Chicago  is  not  especially  remarkable, 
from  a  manufacturing  point  of  view.  Here  are  the  inevitable 
lumber  yards  and  foundries  and  machine  shops.  Here  is  the 
mad  waltz  of  the  spindles  that  whirl  silk  and  cotton  threads 
around  the  copper  wires,  very  similar  to  what  may  be  seen 
in  any  braid  factory.  Here  electric  lamps  are  made,  .5000  of 
them  in  a  day,  in  the  same  manner  as  elsewhere,  except  that 
here  they  are  so  small  and  dainty  as  to  seem  designed  for 
fairy  palaces. 

The  things  that  are  done  with  wire  in  the  Western  Elec- 
tric factories  are  too  many  for  any  mere  outsider  to  remem- 
ber. Some  wire  is  wrapped  with  paper  tape  at  a  speed  of 
9000  miles  a  day.  Some  is  fashioned  into  fantastic  shapes 
that  look  like  absurd  sea-monsters,  but  which  is  reality  are 
only  the  nerve-syslems  of  switchboards.  And  some  is  twisted 
into  cables  by  means  of  a  dozen  whirling  "drums" — a  dizzying 
sight,  as  each  pair  of  "drums"  revolves  in  opposite  directions. 
Because  of  the  fact  that  a  cable's  inveterate  enemy  is  moist- 
ure, each  cable  is  wound  on  an  immense  spool  and  rolled  into 
an  oven  until  it  is  as  dry  as  a  cinder.  Then  it  is  put  into  a 
strait-jacket  of  lead  pipe,  sealed  at  lioth  ends  and  trundled 
into  a  waiting  freight  car. 

No  other  company  uses  as  much  wire  and  hard  rubber  or 
as  many  tons  of  brass  rods  as  the  Western  .Electric.  Of  plat- 
inum, too,  which  is  more  expensive  than  gold,  it  uses  1000 
pounds  a  year  in  the  making  of  telephone  transmitters.  This, 
of  course,  is  imported  from  the  Ural  IWountains.  The  silk 
thread  comes  from  Italy  and  Japan.  The  iron  for  magnets 
comes  from  Norway,  the  paper  tape  from  Manila,  the  ma- 
hogany from  South  America,  and  the  rubber  from  Brazil  and 
the  valley  of  the  Congo.  At  least  seven  countries  must  co- 
operate to  make  a  telephone  message  possible. 

Perhaps  the  most  extraordinary  feature  in  the  Western 
Electric  factories  is  the  multitude  of  its  inspectors.  No  other 
sort  of  manufacturing,  not  even  a  government  navy-yard,  has 
so  many.  Nothing  is  too  small  to  escape  these  sleuths  of  in- 
spection. They  test  every  tiny  disc  of  mica,  and  throw  away 
nine  out  of  ten.  They  test  every  telephone  by  actual  talk; 
set  up  every  switchboard  and  try  out  every  cable.  A  single 
transmitter,  by  the  time  it  is  completed,  has  had  to  pass  300 
examinations;  and  a  single  coin-box  is  obliged  to  count  10,000 
nickels  before  it  graduates  into  the  outer  world.  Seven  hun- 
dred inspectors  are  on  guard  in  the  two  main  plants  at  Chi- 
cago and  New  York. 


TRADE    NOTE. 

The  General  Electric  Company  has  sold  to  the  Atchison, 
Topeka  &  Santa  Fe  Railway  Company  two  A.  T.  B.  2,  100-kw., 
,S600-r.p.m.,  400-v.,  a.c,  non-condensing  Curtis  steam  turbines, 
with  direct-connected  exciters  The  new  equipment  is  to  be 
installed  at  Barstow,  Cal..  where  the  Santa  Fe  has  repair  shops. 
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THE    ELECTRIC  VEHICLE   BATTERY' 

HV    linrci'.    lOKii. 

Altliougli  primary  batteries  liave  been  used  to  a  small 
extent  experimentally  as  the  niotiye  power  of  electric  vehicles, 
the  storage  battery  is  the  recognized  standard  for  this  pur- 
pose. Storage  batteries  may  be  divided  into  two  classes  ac- 
cording to  the  nature  of  their  electrolytes;  first,  that  hav- 
ing an  acid  solution;  second,  that  having  an  alkaline  solution.. 
Neutral  salt  solutions  although  employed  to  a  large  extent 
in  primary  batteries  have  never  been  used  successfully  -in 
storage  batteries.  Where  alkaline  solutions  have  been  em- 
ployed the  electrolyte  has  invariably  been  a  solution  of  caus- 
tic potash.  The  electrodes  used  with  the  alkaline  solution 
have  been  various  metals  and  oxides,  such  as  copper,  silver, 
nickel  or  cobalt  in  the  positive  pole  electrode,  and  zinc,  cad- 
mium or  iron  in  the  negative  pole  electrode.  In  some  bat- 
teries of  this  class  metals  are  permitted  to  go  into  solution, 
although  such  batteries  are  not  now  being  commercially  ex- 
ploited, and  the  alkali  batteries  of  today  are  constructed  with 
insoluble  materials  in  both  electrodes.  The  Edison  and  .Jung- 
ner  batteries  are  the  most  familiar  examples  of  this  type. 

In  the  acid  battery,  although  various  solutions  have  been 
proposed  and  tried,  dilute  sulphuric  acid  is  the  recognized 
commercial  standard  for  an  electrolyte.  Soluble  elec- 
trodes, although  at  one  time  considerably  exploited,  have  been 
abandoned  in  favor  of  insoluble  electrodes,  and  the  recog- 
nized standard  material  in  both  positive  and  negative  plates 
i.5  now  lead.  The  lead  cell  is  the  oldest  commercial  form  of 
storage  battery,  dating  back  to  1860.  Although  the  princi- 
plies  involved  in  the  lead-sulphuric  acid  battery  are  the  same 
as  when  it  was  originally  brought  out,  yet  the  methods  and 
results  obtained  have  been  the  outcome  of  exhaustive  experi- 
ments, some  of  which  are  still  in  progress,  while  many  new 
experimental  lines  are  being  continually  developed.  The  lead- 
sulphuric  acid  battery  has  characteristics  of  high  and  uni- 
form individual  cell  voltage  on  discharge  combined  with 
low  internal  resistance  and  high  watt-hour  efficiency  which 
render  this  type  of  cell  peculiarly  adapted  to  the  needs  of 
electric  vehicle  propulsion  where  high  currents  are  required 
for  acceleration,  hill  climbing  and  bursts  of  speed.  The 
nickel-aliki-iron  battery  has  a  high  capacity  per  unit  of 
weight  which  makes  it  attractive  where  an  abnormal  amount 
of  mileage  is  required  per  charge.  The  manufacturers  of  this 
battery  also  claim  a  very  long  life.  The  battery  is  new  in 
commercial  operation,  anfl  therefore  no  definite  commercial 
figures  have  been  obtained  as  yet  to  substantiate  this  claim. 
High  internal  resistance  and  high  initial  cost  are  among  its 
disadvantages. 

In  thj  present  standard  type  of  lead  cell  the  capacity 
per  pound  can  be  varied  within  certain  limits  by  furnishing 
plates  of  different  thicknesses.  A  thicker  plate  has  a  longer 
life  in  number  of  cycles  of  charge  and  discharge  than  a  thin 
plate,  but  its  capacity  per  pound  on  each  discharge  is  not  so 
great.  The  makers  of  the  "Exide"  battery  have  developed 
commercially  several  thicknesses  of  which  three  will  be  de- 
scribed as  being  representative.  The  standard  "Exide"  bat- 
tery has  a  positive  7-32  in.  thick  and  gives  a  capacity  initially 
of  aboiit  8 1-3  watthours  per  pound  of  complete  cell  at  its 
five  hour  discharge  rate,  and  this  capacity  will  increase  to 
about  10'/2  watthours  in  service.  The  "Hycap  Exide"  has  a 
positive  plate  3-16  in.  thick,  will  give  initially  about  91,4  watt- 
hours per  pound  and  will  work  up  in  service  to  about  12 
watthours  per  pound  of  complete  cell  at  the  five  hour  rate 
of  discharge.  The  thin  plate  battery  has  a  positive  9-64  in. 
thick,  will  give  initially  about  10  watthours  per  pound,  and 
will  work  up  in  service  to  about  1314  watthours  per  pound 
of  complete  coll  at  the  five  hour  rate  of  discharge.    There  are 


of  course  more  plates  ])er  pound  of  thin  plate  battery  than  of 
thick  plate  battery.  Experience  has  demonstrated  that  with 
a  given  weight  of  battery  where  about  the  same  percentage 
of  the  full  capacity  of  the  battery  can  be  utilized  on  each  dis- 
charge, the  life  in  miles  of  the  thin  plate  batteries  is  about 
the  same  as  that  of  batteries  equipped  with  the  thicker  plates. 
In  other  words,  the  extra  mileage  obtainable  on  each  dis- 
charge practically  compensates  for  the  reduced  number  of 
discharges  obtainable  during  the  life  of  the  batteries  having 
the  thinner  plates. 

Experiments  have  shown  that  the  lead  battery  is  capa- 
ble of  considerable  further  development  to  produce  higher 
capacity  per  unit  of  weight  and  also  to  produce  plates  of  con- 
siderably longer  life.  In  both  the  lead  and  the  nickel  types 
of  batteries  the  action  which  governs  the  life  is  largely 
mechanical.  In  the  respective  processes  of  charging  and 
discharging  the  battery,  the  active  material  of  the  positive 
pole  plates  becomes  alternately  oxidized  and  deozidized. 
This  alternate  action  causes  a  molecular  disturbance  which 
would  eventually  cause  the  active  material  to  lose  its  co- 
herence unless  artificially  maintained.  In  the  lead  battery 
it  has  generally  been  the  practice  to  permit  the  active  ma- 
terial to  become  gradually  disintegrated  and  washed  out  from 
the  surface,  and  to  allow  a  reserve  in  the  quantity  of  active 
material  sufficient  to  produce  a  commercially  satisfactory 
life.  To  the  carrying  around  of  this  reserve  active  material 
in  the  lead  battery  is  largely  due  to  its  greater  weight  par  unit 
of  capacity  than  that  of  the  alkali  battery  whose  active  ma- 
terial Is  maintained  mechanically  to  restrict  its  molecular 
disintegration. 

For  many  years  experiments  have  been  carried  on  in 
this  country  and  abroad  to  determine  what  could  be  done 
toward  preventing  the  disintegration  and  washing  away  of 
the  lead  active  material.  To  a  Frenchman  belongs  the  credit 
of  having  invented  the  only  practical  method  so  far  found 
tc  actually  accomplish  this  result.  The  fact  was  thereby 
established  that  by  holding  the  active  material  in  its  place 
the  life  of  the  plate  can  be  prolonged  with  excellent  capacity 
to  an  almost  indefinite  period.  The  mechanical  details  of 
construction  employed  for  this  purpose  were  complicated 
and  expensive,  and  this  battery  up  to  the  present  time  has 
never  been  exploited  to  any  considerable  commercial  extent. 
Recognizing,  however,  the  value  of  the  principle  involved, 
the  Electric  Storage  Battery  Company,  makers  of  the  "Exide" 
battery,  several  years  ago  secured  the  American  patent  rights 
to  this  type  of  cell,  and  since  then  have  been  carrying  on  a 
course  of  experiments  with  most  encouraging  results,  so  that 
when  they  put  this  battery  on  the  market,  which  will  be 
within  a  very  short  time,  it  will  be  with  every  confidence  in 
its  future.  In  its  present  form  this  battery  will  give  initially 
in  the  neighborhood  of  9V4  watthours  per  pound,  increasing 
in  use  to  somewhat  over  13,  with  a  life  of  from  two  to  three 
times  that  of  the  standard  lead  battery,  and  during  its  life 
the  necessity  for  cleaning  the  battery  of  sediment  will  be 
eliminated.  In  the  course  of  the  years  of  experimenting  with 
this  battery  various  means  of  still  further  increasing  the 
capacity  per  unit  of  weight  of  the  lead  cell  have  been  opened 
up  so  that  a  wonderful  future  may  be  predicted,  not  only  for 
the  new  battery,  but  for  the  lead  battery  as  a  whole,  of  which 
this  new  battery  is  only  one  form. 


'Paper   read   at   (■onvention   Natif.rial    Kleotric   Vehicle   Asso- 
ciation, New  York   City,    October    14,    1910. 


ELECTRIC    AUTOMOBILE    APPLIANCES. 

Bulletin  No.  4772,  entitled  "Electric  Automobile  .Appli- 
ances," issued  by  the  General  Electric  Company,  supersedes 
its  previous  bulletin  on  this  subject,  and  illustrates  and  de- 
scribes an  outfit  for  charging  the  storage  batteries,  as  well 
as  a  combination  ammeter  and  voltmeter  for  automobiles. 
It  illustrates  Mazda  lamps  for  head-light,  side-light  and  tail- 
light,  and  also  a  lamp  for  limousine  illumination.  Automo- 
bile motors,  controllers  and  air  compressor  outfits  are  illus- 
trated and  described. 
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NEWS  NOTES 


INCORPORATIONS. 

PORTLAND,  ORE. — The  Oregon  Water  Power  Compan.v 
has  heen  incorporated  by  R.  B.  Candage 

OROFINO,  IDAHO.— The  Orofino  Electric  Compan.v  has 
been  incorporated  by  K.  G.  Osterhaut. 

REPUBLIC,  WASH.— The  PCettle  Valley  Power  &  Elec- 
tric Company  has  been  incorporated  by  Henry  B.  Russell  and 
Joseph  Many  for  $500,000. 

HANPORD,  CAL.— The  San  Joaquin  Light  &  Power  Com- 
pany has  been  incorporated  by  W.  B.  Durtey,  E.  B.  Walthall. 
A.  E.  Wishon.  A.  N.  Kemp  and  L.  N.  Farnham,  with  a  capi- 
tal stock  of  $25,000,000. 

SPOKANE,  WASH —The  Spokane,  Portland  &  Northern 
Railway  has  filed  articles  for  $10,000,000  through  E.  P.  Spald- 
ing. The  object  of  the  company  is  to  build  an  electric  line 
from  here  to  Nighthawk,  near  the  international  boundary. 

AVON,  MONT.— The  Avon  Local  Home  Telephone  Com- 
pany, capital  $10,000,  has  been  incorporated  and  will  at  once 
begin  the  development  of  the  telephone  service  in  this  vicinity. 
C   G.  Mead  will  have  charge  of  all  construction  work. 

SALEM,  ORE. — The  Independent  Electric  Company  which 
has  been  incorporated  in  Multnomah  county  with  a  capital 
stock  of  $100,000  by  H.  G.  Pleischauer,  F.  Hall  and  E.  Hardy, 
has  completed  negotiations  for  the  purchase  of  the  Hillsboro 
Water,  Light  &  Power  Company  and  the  Haines  Light  &. 
Power  Company,  which  controls  a  water  power  plant  16  miles 
frpm  Forest  Grove.  The  plans  of  the  new  company  contem- 
plate the  expenditure  of  several  hundred  thousand  dol- 
lars for  improvements  and  extensions  and  consider  the  ex- 
tensions of  the  comiiany's  power  lines  to  Beaverton,  Orenco. 
Cornelius,  Dilley,  Oregon  Electric  between  Beaverton  and 
Forest  Grove.  R.  H.  Boykin,  who  has  an  office  at  No.  50:i 
Fenton  building,  has  been  made  president  of  the  new  cor- 
poration. The  head  office  of  the  company  will  be  in  Port- 
land. 


FINANCIAL. 

WHITE  SALMON.  WASH.— The  town  of  White  Salmon 
will  vote  on  October  29  on  the  question  of  issuing  bonds  in 
the  sum  of  $7500  to  pay  off  its  indebtedness. 

WALLACE,  IDAHO.— The  North  Idaho  Telephone  Com- 
pany, a  local  corporation  operating  in  the  Coeur  d'Alene  has 
been  authorized  by  the  board  of  directors  to  issue  bonds  for 
$50,000  for  the  purpose  of  making  extensions. 

VALLEJO.  CAL.— The  bond  issue  of  $90,000  recently 
voted  by  the  people  of  Vallejo  for  the  purpose  of  constructing 
an  additiotial  distributing  reservoir  at  Fleming  Hill,  a  few 
miles  from  fhis  city,  as  well  as  for  installing  new  rnains.  has 
been  declared  valid,  the  city  trustees  having  submitted  the 
bonds  to  the  firm  of  Goodfellow,  Eels  and  Orrick  of  San  Fran- 
cisco. This  step  was  taken  as  a  precaution  before  calling  for 
bids.     Bids  for  the  bonds  will  be  opened  on  November  16. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Railway  Com- 
pany has  increased  its  capitalization  from  $5,000,000  to  $20,- 
000,000  and  changed  the  last  word  of  its  name  to  "corpora- 
tion." Howard  E.  Huntington,  general  manager,  is  the  prin- 
cipal subscriber,  his  shares  representing  all  but  $6000.  His 
father  and  others  hold  the  remainder.  Great  extensions  and 
improvements  are  to  be  made  with  the  additional  capital. 
The  corporation  already  operates  240  miles  of  trackage  and 
this  is  to  be  increased  by  100  miles  within  two  years. 


TRANSMISSION. 
FOREST  GROVE,  ORE.— A.  Welch  of  Portland  has  been 

granted  a  franchise  to  erect  poles  and  wire  for  the  trans- 
mission of  power  in  this  city. 

FOREST  GROVE,  ORE.— A.  Welch  of  Portland  was 
granted  a  franchise  by  the  city  to  erect  and  maintain  poles 
and  wires  along  certain  streets  for  the  transmission  of  power 
and  electricity. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Railway  Com- 
pany has  petitioned  for  a  franchise  through  Broadw-ay  tunnel 
so  that  the  Highland  Park  cars  may  reach  Broadway,  reduc- 
ing the  running  schedule. 

ROSEBURY,  IDAHO.— L.  A.  and  N.  E.  Wayland,  who  are 
putting  in  a  power  plant  at  Crawford  Falls,  have  made  arrange- 
ments with  the  owners  of  Tamarack  falls  site  to  put  in  a 
plant  there.  A  contract  has  been  signed  and  a  stock  com- 
pany  is  being  formed. 

OROVILE,  CAL.— The  Golden  State  Power  Company  and 
the  Canton  Mining  Company,  which  have  been  at  war  over 
water  on  the  North  Fork  of  the  Feather  River,  have  reached 
a  compromise.  The  Golden  State  is  a  sub-company  of  the 
Great  Western  Power  Company. 

BOZEMAN,  MONT.— It  is  announced  that  the  gas  pro- 
ducing plant,  which  was  recently  gi-anted  a  franchise  to  enter 
the  city,  will  be  erected  this  fall.  Users  will  be  supplied  be- 
fore .lanuary  1st.  Senator  J.  C.  McCarthy  and  Chicago  capi- 
talists are  interested;  the  cost  of  installing  the  plant  is  ap- 
proximately $100,000. 

REDDING,  CAL. — A  suit  for  riparian  water  rights  has 
heen  filed  by  21  farmers  living  on  Hat  creek  and  Lost  creek 
against  the  Sacramento  Valley  Power  Company  and  the  Shasta 
Power  Company,  which  have  virtually  merged.  The  farmers 
contend  that  their  land  is  being  rendered  worthless  from  lack 
of  water  for  irri.gation  purposes.  It  being  stated  that  two 
dams  built  by  the  power  companies  in  the  two  streams  divert 
MOOO  miner's  inches  of  water  from  each  under  a  four-inch  pres- 
sure. According  to  the  complaint,  there  is  little  water  left 
for  domestic  purposes  after  the  power  companies  have  di- 
verted what  they  wish  for  the  generation  of  electrical  current. 

REDDING.  CAL. — A  tunnel  6%  miles  long,  for  conveying 
water  from  Pit  River  to  Montgomery  creek,  is  being  con- 
structed by  the  Mt.  Shasta  Power  Company,  an  organization 
formed  of  Eastern  capitalists  under  the  direction  of  Harry 
Hatfield  who  has  headquarters  in  San  Francisco.  A  large 
force  of  drillers  and  diggers  are  at  work  at  both  ends  of 
the  tunnel,  progress  of  200  feet  having  been  made  at  the  east 
end  and  150  feet  at  the  west  end,  it  being  estimated  that  the 
time  required  to  complete  the  tunnel  will  be  18  or  20  months. 
Air  drills  are  being  used.  The  fall  of  the  water  from  the 
place  of  its  entrance  to  the  tunnel  outlet  will  be  800  feet. 

MANTON,  CAL. — J.  G.  Cochrane,  the  engineer  in  charge 
of  the  work  which  is  being  done  by  the  Northern  California 
Power  Company,  at  Eagle  Camp  on  North  Battle  creek,  three 
miles  below  Manton  says  that  the  construction  work  will 
be  completed  this  week.  A  dam  65  feet  wide  and  10  feet  high 
has  been  constructed.  A  total  of  1325  feet  of  tunneling  has 
been  drilled  within  a  mile.  There  are  six  of  the  tunnels, 
being  respectively  100  feet,  110  feet,  390  feet,  160  feet,  391 
feet  and  165  feet  in  length.  There  is  3674  feet  of  flumes  car- 
rying 2000  inches  of  water  which  will  empty  into  Inskip 
ditch  for  the  purpose  of  generating  power  at  the  Inskip  power 
house,  2%  miles  below.  This  w'ork  has  been  accomplished 
during  the  past  five  months. 
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TRANSPORTATION. 
LOS  ANGELES,  CAL.— The  Pacific  Electric  Railway  Com- 
pany will  extend  its  new  La  Habra  line  beyond  Verba  Linda. 
MARYSVILLE,   CAL.— The  City   Council   has   passed   the 
franchise  asked  for  by  the  Northern  Electric  Company  to  lay 
a  line  of  track  across  P  street. 

SEATTLE,  WASH. — The  Puget  Sound  Electric  Company 
i.s  constructing  new  cars  for  the  Seattle-Tacoma  run,  and  ex- 
pects to  have  the  same  in  operation  by  December  1st. 

MARYSVILLE.  CAL.— The  sale  of  Armory  hall  to  the 
Northern  Electric  Railway  means  the  tearing  down  of  that 
building  and  the  erection  on  the  site  of  a  freight  and  passen- 
ger depot. 

OAKLAND,  CAL.— The  Southern  Pacific  Railroad  Com- 
pany will  next  month  electrify  Its  Seventh  street  line  here. 
It  is  estimated  that  the  company  will  spend  about  $200,000  on 
street  paving,  exclusive  of  the  cost  of  straightening  the 
street. 

SEATTLE,  WASH.— The  Seattle-Tacoma  Short  Line  has 
started  construction  work  on  the  proposed  line.  Clearing  of 
right  of  way  has  started  near  Youngstown.  James  P.  Murphy, 
president,  states  that  the  line  will  be  in  operation  in  about 
two  years. 

MEDFORD,  ORE.— Work  will  begin  in  two  weeks  on  the 
Rogue  Valley  Interurban,  the  electric  road  to  be  built  be- 
tween Ashland  through  Medford,  to  Grants  Pass.  Resident 
Engineer  W.  W.  Harmon  of  the  Pacific  and  Eastern  Railroad, 
will  take  full  charge  of  the  construction  of  the  new  electric 
line. 

STOCKTON,  CAL.— The  Tidewater  and  Southern  Rail- 
road Company,  known  as  the  Stockton-Turlock  road,  an- 
nounces that  it  will  be  operating  cars  between  Stockton  and 
French  Camp  by  December  15.  The  electric  road  will  use 
the  roadbed  of  the  old  Corral  Hollow  steam  line  running  out 
of  Stockton  to  a  point  near  French  Camp.  The  company  will 
begin  grading  November  1. 

RENO,  NEV. — The  city  council  recently  cited  the  Reno 
Traction  Company  to  appear  and  show  cause  why  its  fran- 
chise for  street  railway  service  in  Reno  should  not  be  re- 
voked. The  company  failed  to  obey  the  citation  whereupon 
the  council  has  ordered  the  city  attorney  to  institute  proceed- 
ings to  cancel  the  franchise  and  have  the  street  car  lines  sold 
to  pay  the  expenses  of  the  proceedings.  The  company  will 
protect  Itself  by  litigation. 

SAN  FR.ANCISCO.  CAL.— Since  the  recent  completion  of 
the  second  pole  line  of  the  Sierra  &  San  Francisco  Power 
Company  from  the  hydroelectric  plant  on  the  Stanislaus  river 
to  San  Francisco,  the  United  Railroads  has  shut  down  the 
engines  at  both  of  its  steam  power  plants.  The  load  is  being 
satisfactorily  taken  care  of  by  the  transmission  lines.  Steam 
if.  kept  up  at  the  North  Beach  power  station  so  that  power 
could  be  furnished  promptly  in  case  of  emergency. 

SACRAMENTO,  CAL.— If  the  plans  of  the  car  employes 
of  the  Central  California  Traction  Company  and  members  of 
the  Sacramento  Carmen's  Union,  composed  of  employes  of  the 
Sacramento  Electric,  Gas  &  Railway  Company,  are  carried  out, 
the  traction  company  men  will  join  the  local  union.  The  new 
company  is  running  "open  shop."  It  is  announced  that  in 
organizing  the  traction  men  will  do  so  with  the  end  in  view 
of  consolidating  with  the  local  union.  This  action  would  make 
the  carmen's  union  one  of  the  strongest  in  the  city. 


CHEHALIS,  WASH. — It  is  understood  that  the  Twin  City 
Light  and  Traction  Company  has  succeeded  in  floating  bonds 
to  the  amount  of  $150,000,  the  funds  to  be  used  in  erecting 
a  new  power  house  and  other  improvements. 

REDMOND,  ORE.— The  Crook  County  Water.  Light  & 
Power  Company  of  Redmond.  Ore.,  has  purchased  '  the  Cline 
Falls  Power  Company's  holdings;  price  is  given  at  $55,000. 
An  additional  plant  will  be  installed  soon. 

SANTA  BARBAR.\.  CAL.— The  Santa  Barbara  Gas  & 
Electric  Company  will  start  work  immediately  for  a  high  ten- 
sion 10.000-volt  line  from  its  power  station  on  Castillo  street, 
to  a  sub-station  in  Montecito,  which  will  cost  $10,000,  and  will 
also  build  a  concrete  station  house. 

COLUSA.  CAL. — W.  M.  Henderson,  local  manager  of  the 
Pacific  Gas  and  Electric  Company,  announces  that  the  com- 
pany will  commence  the  construction  of  a  steel  building  to 
be  used  as  a  boiler  and  engine  room.  The  building  will  be 
50x27  feet  and  will  cost  $4000.  The  electric  system  is  to  be 
overhauled  and  improved  at  an  expense  of  $3000,  this  work 
i.T  also  to  be  commenced  on  November  1. 

UKI.A.H,  CAL. — Sealed  bids,  will  be  received  by  the  Board 
of  Trustees  up  to  8  p.  m.,  December  5th.  tor  the  sale  of  a  fran- 
chise to  erect,  maintain  and  operate  a  gas  generating  plant 
for  the  manufacture,  sale  and  distribution  of  fuel  gas  and 
gas  to  be  used  for  fuel  and  heating  purposes,  to  lay  and 
construct  pipe  lines  in,  along,  through  and  under  all  of  the 
alleys,  streets  and  avenues  in  the  city  of  Ukiah,  which  has 
been  applied   for  by   the  Ukiah  Gas.   Company. 

BISBEE,  ARIZ— The  Los  Angeles  Trust  Company  of  Los 
Angeles  has  filed  suit  at  Tombstone  demanding  a  receiver  for 
the  Bisbee  Light  &  Power  Company,  the  only  gas  manufac- 
turing concern  in  Bisbee.  The  International  Gas  Light  Com- 
pany, the  Michigan  Trust  Company  of  Detroit,  Mich.,  and 
W.  H.  Goode  of  Los  Angeles  are  mentioned  for  the  appoint- 
ment of  the  receivership.  The  International  issued  $40,000 
in  bonds  and  after  becoming  the  Bisbee  Light  &  Power  Com- 
pany, the  concern  issued  $200,000  in  bonds.  The  Michigan 
company  is  the  trustee  for  the  bondholders  who  purchased 
the  Bisbee  Light  &  Power  Co.'s  bonds.  W.  H.  Goode  has  a 
$4000  judgment  against  the  company.  The  interest  on  bonds 
has  defaulted.  The  assets  of  the  company  are  placed  at  $73,- 
000  and  its  bonded  indebtedness  at  $244,000. 


ILLUMINATION. 

CENTRALLY.  WASH.— The  city  of  Centralia  is  now  in 
the  market  for  the  purchase  of  equipment  of  a  municipal 
lighting  plant. 

OR.\NGE,  CAL.— The  Orange  County  Gas  Company  de- 
nies that  it  has  disposed  of  its  holdings  in  Orange  and  Ana- 
heim to  a  Los  Angeles  corporation. 


TELEPHONE  AND  TELEGRAPH. 
SANTA  ROSA,  CAL.— With  the  completion  of  arrange- 
ments for  the  issuance  of  $.'500,000  bonds  by  the  Clear  Lake 
Consolidated  Telephone  Co..  a  big  merger  of  telephone  lines 
has  been  effected.  This  company,  recently  organized,  has 
taken  over  all  the  properties,  rights  and  franchises  of  the 
Clear  Lake  Telephone  and  Telegraph  Company,  operating 
Imes  in  Lake.  Mendocino  and  Napa  counties,  the  Northwestern 
Telephone  &  Telegraph  Company,  operating  exchanges  and 
lines  in  the  Sonoma  Valley,  along  Russian  River  and  other 
points  in  this  county;  the  Gold  Ridge  Improvement  Company, 
operating  lines  in  the  Gold  Ridge  section  of  this  county,  and 
the  plant  of  the  Northwestern  Electric  Company.  The  sys- 
tems are  connected  with  the  main  system  at  Ukiah.  Clover- 
dale,  Santa  Rosa,  Sonoma,  Sebastopol  and  other  points.  A.  H. 
Spurr  is  the  president  and  Fred  L.  Wright  of  this  city  is  the 
secretary    and    general    manager. 


WATERWORKS. 

TACOMA,  WASH.— A  contract  for  the  work  of  laying  a 
new  water  system  for  the  tide  fiats  was  awarded  by  the  com- 
missioners to  P.  E.  !\IcHush  at  S49.190. 

BELLINGHAM,  WASH.— The  contract  of  the  city  with 
the  Larson  Lumber  Company  for  pumping  water  from  Lake 
Whatcom  to  supply  Silver  Beach  and  other  territory  ad- 
jacent has  been  signed  by  the  representatives  of  both  the 
city  and  the  lumber  company  and  is  now  in  effect. 
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POWER  FOR  PUMPING  CALIFORNIA  OIL 


The  announcciiu'in  ihat  ilu-  San  jiiai|uin  l.it;lii  iv 
Power  Company  recently  conlracleil  witli  diie  nil 
company  for  2500  l<\v.  to  be  used  exclusively  for  puin])- 
ing  oil  emphasizes  the  fact  that  a  threat  amount  of 
power  is  required  to  piini|)  llu-  fifly  niillinn  barrels. 
and  more  of  oil  that  are  annually  ])rodiiced  by  Cali- 
fornia. There  are  about  five  thousand  producing  wells 
in  the  State,  each  one  recpiiring  about  a  20  h.]).  iii- 
•  stallation,  a  total  of  one  hundred  thousand  h<irsepower, 
exclusive  of  the  power  rctpiired  for  drillin.g. 


senls  a  lease,  is  a  >leam  boiler  plant  which  supplies 
steam  til  the  surrounding  pumping  engines.  The  usual 
eipiipmenl  consists  of  three  80  h.p.  return  tubular 
boilers  with  teed  water  heater  and  purifier.  (  )il  is  ur- 
(linarily  burned  as  fuel  tlinugh  there  are  many  plants 
burning  natural  gas. 

W  ater  suitable  for  boiler  use  is  scarce  and  some 
wells  originall}'  sunk  in  search  of  (.)il.  but  nnw  ])ro- 
ducing  water,  are  netting  their  owners  a  gond  income, 
in  cases  as  high  as  $50  per  month  jier  nil  well  supplied. 


Oil  PuinpinK  Ri(,'s  in  Coalinua  Fi<ld. 


Heretofore  power  has  been  mostly  supplied  by 
steam  plants,  though  gas  engines  are  used  wherever 
natural  gas  is  available  and  electric  motors  are  being 
rapidly  introduced  and  bid  fair  to  soon  take  the  first 
place.  This  substitution  is  l^eing  accomplished  by  the 
adaptation  of  the  three-phase  induction  motor  to  the 
peculiar  speed  condition  and  load  variations  recpiired 
in  this  work,  the  details  of  which  will  herein  be  de- 
veloped after  a  brief  descri])tion  of  the  steam  practice 
employed. 

The  accompanying  view  shows  nearly  two  hun- 
dred wells  in  the'Coalinga  field.  Close  inspection  will 
show   that   the   nucleus  of  each  cluster,   which  repre- 


Even  this  water  must  be  purified  and  causes  much 
trouble  with  scale,  foaming  and  corrosion.  A  feed- 
water  heater  and  purifier  is  almost  indispensible  at 
most  plants,  but  there  yet  remains  a  wide  field  for  im- 
l)roving  water  conditions. 

Pipe  lines  varying  in  length  from  50  to  2500 
feet  convey  the  steam  from  the  boilers  to  the  en- 
gines at  the  wells.  Although  these  pipes  are  well 
iiisulated  with  asbestos  and  oil  sand  and  buried  in  the 
ground,  there  is  a  large  loss  due  to  condensation.  The 
water  in  the  steam  gives  much  trouble  in  operating 
the  engines  and  the  entire  efficiency  of  the  system  is 
low. 
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Sketch  o(  Oil  Pumping  Kit. 


Steam  Pumping. 

Tlu'  ciiijjiiics  arc  of  ilic  ii(  Jii-cnndensins;  ri'ciprn- 
catin;;"  t_v|)c-  and  rated  at  froni  13  t(i  30  h.]v.  accordins;' 
to  the  dei)th  <if  the  well.  .\s  may  be  seen  by  the  ac- 
eom])anyins?  sketch  the  enjjine  is  belted  to  a  band 
wheel  which  (iperates  a  walking-  beam  to  which  a 
string  of  steel  rods  is  attached,  the  rods  being  20  ft. 
long  and  \arying  from  }i  to  %  in.  in  diameter.  The 
r(]ds  in  turn  actuate  a  single  action  ]jlunger  puni])  at 
the  bottom  of  the  well,  the  pump  consisting  of  a  i)lain 
working  barrel    with   a   ball    \al\e   at    the   bottom   and 


A   I'lowini;  Wfli  and  Uiuisi-d  Pimii''iii.'  i<''-i 

a  single  valve  in  the  plunger.  .\  short  stroke  is  used 
in  ])inn])ing,  (piick  on  the  down  motion  and  slow 
on  the  ujj,  the  l)eam  being  adjusted  to  keep  the  oil 
at  the  desired  level  in  the  casing".  I'ecause  of  the  lia- 
bility of  the  puni])  becoming  clogged  with  sand,  con- 
stant watchfulness  is  necessary  on  the  part  of  the 
O].)erator  to  j)ro\ide  a  proper   ]nini])ing  speed. 

If  the  pump  does  become  sanded,  it  is  necessary 
to  "ijull"  the  casing  and  rods  in  order  to  get  at  the 
seat  of  the  trouble'  This  is  a  heavy  job  that  severely 
taxes  the  capacity  of  the  engine  and  occasionally  even 
collapses  the  derrick. 


Gas  Pumping. 

Where  natural  gas  occurs,  many  companies  are 
now  pmnping  with  ,gas  engines.  Owing  to  the  lower 
cost  of  gas  tliese  plants  are  operated  as  cheaply  as 
can  be  desired,  though  the  first  cost  is  greater  than 
an  electric  motor  and  the  gas  engine  is  proverbially 
unrelialile,  often  failing  when  most  needed.  The  cost 
of  lubrication  is  also  high,  experience  showing  that 
oftentimes  the  lubricating  oil  alone  costs  as  much 
as  does  the  electric  power  necessar}-  to  operate  an 
equal  capacity  in  motors.  There  is  also  present  the 
constant  menace  that  the  gas  supply  may  fail  at  any 
time.  These  factors  however  are  not  serious  enough 
to  deter  those  fortunate  enough  to  have  a  gas  supply 
from  utilizing  it  as  long  as  it  proves  availalde. 

Electric  Pumping. 

A  special  ada])tation  of  the  three-])hasc  induction 
motor  has  recentl}-  been  devised  so  that  it  now  meets 
the  peculiar  and  exacting  requirements  of  oil  ])ump- 
ing.  This,  combined  with  the  fact  that  electric  jiower 
is  now  being  distributed  throughout  many  of  the 
fields,  particularly  those  within  the  radius  of  the  San 
Joaquin  Light  &  I'ower  Company,  is  causing  the  rapid 
substitution  of  electric  power  for  the  older  methods. 
The  leading  manufacturers  of  electric  motors  have 
conducted  a  long  series  of  tests  to  adapt  their  ma- 
chines to  this  use  and  as  a  result  of  their  successful 
issue  are  now  taking  contracts  for  installation. 

The  motor  employed  is  of  the  polyphase  induction 
type  with  form  wound  rotor,  having  three  collector 
rings  and  external  controller  and  resistance.  Variable 
speed  is  obtained  by  varying  the  external  resistance 
in  the  rotor  circuit  by  a  cylinder  controller  much 
like  that  used  in  street  car  service.  One  recent 
te-.t  showed  that  the  stroke  of  the  pump  can 
thus  be  varied  from  15  to  27  per  minute  as  required 
and  also  that  the  down  stroke  was  much  faster  than 
the  up,  the  motor  speed  varying  from  210  to  470  r.p.m. 
when  pumping  15.2  strokes  per  minute  to  from  495 
to  625  r.p.m.  when  pumping  26  strokes  per  minute. 
The  motors  may  be  either  back-geared  or  belted  to  a 
counter  shaft  and  thence  belted  to  the  band-wheel. 
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\aries  from  5  to  8,  and  for  pulling  out  rods  and  tubing 
from  30  to  50,  depending  upon  the  depth  of  the  well. 
The  most  practical  installation  is  a  motor  that  will 
take  care  of  both  pumping  and  cleaning,  a  requirement 
met  by  the  Y-della  motor.  W  ilh  line  voltage  of  440 
and  motor  connected  in  delta  full  line  voltage  is  im- 
pressed on  the  coils  of  the  motor.  If  the  motor  coil> 
are  Y-connected  the  voltage  on  each  coil  is  57.7  per 
cent  of  the  line  voltage  or  254  volts.  As  the  torcpie 
of  a  motor  varies  approximately  as  the  square  of  the 
voltage  a  440  volt  delta  connected  20  h.p.  motor  gives 
6.67  h.p.,  when  Y-connected  (44o':254' =  20 :6.f)7). 
The  power  factor  and  efficiency  is  practically  the 
same  when  running  at  full  load  on  the  Y-connection 
as  when  running  full  load  on  the  delta-connection, 
the  control  apparatus  ha\ing  the  same  eflect  in  either 
case.  The  change  from  Y  to  delta  connection  is  ac- 
complished by  the  use  of  a  triple  ])ole,  double  throw 
switch  usually  mounted  on  the  motor  frame.  Tlu' 
same  method  of  speed  control  applies  for  both  con- 
nections, the  operating  handle  turning  in  two  ])osi- 
tions  to  allow  for  reversing  the  motor. 

The  advantages  of  the  electric  motor  as  coni])ared 
with  both  steam  and  gas  are  its  low  initial  cost  and 
its  cheapness  of  o])eration.  Its  economy  and  its  con- 
venience make  it  the  ideal  power.  The  annual  re- 
pairs for  a  motor  is  less  than  5  per  cent  of  its  cost, 
while  those  on  a  steam  engine  are  about  <j  per  cent 
and  a  gas  engine  about  15  ]jer  cent.  There  is  no  fuel 
nor  water  required  and  the  labor  charge  is  much  re- 
duced. Its  one  possible  disadvantage  is  an  interrup- 
ti(Mi  of  service  against  which  every  precaution  is  being 
taken  and  for  which  ample  compensatit)n  could  be  pro- 
\ided  in  the  contract  for  electric  service. 


the  oil  situation  from  a 
viewpoint; 
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SEATTLE    ELECTRIC    COMPANY'S    STUDENT 
COURSE. 

.\cting  v'.pon  a  suggestion  by  S.  C.  Lindsa}',  assist- 
ant electrical  engineer,  officials  of  the  Seattle  Electric 
C/pmpany  have  appro\ed  of  a  plan  t'or  gi\'ing  electrical 
stuilents  a  practical  education  in  the  departments  of 
the  .Seattle  Electric  Company. 

Theoljjcct  of  this  course  is  to  develo])  men  to  meet 
the  needs  of  the  company  in  responsible  ojicrating  po- 
sitions. The  course  will  be  of  2^2  \-ears"  duration  and 
will  consist  of  training  in  electrical  construction,  both 
station  and  line  work;  central  station  operating,  both 
steam  and  electrical  apparatus;  a  small  amount  of 
meter  testing  and  such  office  engineering  work  as  con- 
ditions permit  will  also  be  given. 

Ap-plicants  who  have  not  had  a  college  training- 
will  be  required  to  pass  an  examination  in  order  to 
jirove  their  qualifications  for  entering  the  course. 
Examination  will  be  more  of  a  practical  than  of  a  tech- 
nical nature. 

All  students  must  lie  over  21  and  under  30  years 
of  age.  Persons  already  in  the  employ  of  the  compan}- 
will  be  given  preference  when  selecting  students. 
Students  not  already  in  the  employ  of  the  company 
and  who  may  be  selected  from  the  list  of  applicants 
shall  receive  $50  per  month  upon  entering  the  course. 
A  record  of  the  students  will  be  kept  and  their  show- 
ing in  each  department  reported  by  the  head  of  the 
department,  so  as  to  determine  their  fitness  for  any 
particular  Une  of  work. 


BY    H.    \V.    BURKH.VRDT. 

The  existence  of  alphaltmn  and  semi-solid  bi- 
tumen has  been  known  in  Santa  Barbara  county  since 
1792,  but  no  attempt  at  development  was  made  until 
about  seventy-five  years  thereafter. 

The  first  well  for  crude  oil,  the  "i'ico  Well,"  was 
drilled  in   iS()7  near  Newhall,  Los  Angeles    county. 

In  1872  sufficient  oil  was  struck  in  Ventura  county 
to  justify  the  erection  of  a  refinery  and  the  piping 
of  the  oil  to  the  coast  for  shipment  to  San  Francisco. 

idle  occurrence  of  oil  in  Ventura  county  lead  sev- 
eral individuals  to  form  oil  companies  with  the  inten- 
tion to  drill  for  crude  petroleum. 

In  the  fitv  of  Los  .\ngeles  the  first  successful 
well  was  drilleil  in  1892.  Within  the  next  few  years 
over  700  wells  were  drilled,  d'oday  the  City  of  Los 
.Angeles  harbors  450  producing  wells  with  a  produc- 
tion of  428,000  barrels   for   1909. 

Los  Angeles  County. 

Los  .\ngeles  county  comprises  Ciwe  distinct  fields: 
Los  Angeles  City,  Whittier,  h'ullerton,  I'uente  and 
.Xewhall;  with  ])robably  another  one  to  be  develojied 
in  the  Santa  -Monica  mountains. 

The  Los  Angeles  City  field  includes  Sherman  and 
Salt  Lake.  The  entire  field  extends  toward  the  coast, 
and  will  be  a  large  factor  in  the  oil  market  for  many 
years  to  come. 

The  Whittier  field  was  one  of  the  latest  to  be  de- 
veloped in  Los  .Angeles  county,  and  is  probably  not 
yet  fully  de\eloped.  The  wells  vary  from  about  1000 
feet  to  about  4000  and  perhaps  2200  feet  would  l)e  a 
fair  average.  The  (piality  of  the  oil  is  good  and  the 
oil  is  sought  after  by  refiners  and  gas  works.  .Much 
of  the  product  is  piped  to  Los  Nietos  on  the  Santa 
he  Railroad,  and  is  there  loaded  into  cars  for  shi])- 
ment.  but  practically  the  entire  field  lies  700  to  900  feet 
above  the  harbor  of  San  Ledro,  18  miles  away,  thus 
aft'ording  an  easy  and  cheap  means  of  transportation 
to  ship  side. 

The  Santa  I'e  Railway,  associated  with  others, 
started  work  in  ludlerlon  about  1893  and  within  a 
short  time  oil  was  found  in  large  quantities.  W  ells 
in  the  territory  of  Inillerton  run  from  2000  to  4000 
feet  in  depth.  Work  is  still  going  on  in  the  field  and 
the  out])ut  is  being  increased  yearly.  The  Santa  I'e 
Railway  and  the  Hall  Company  practically  control 
the   outjjut    of   the   entire   field. 

The  I'uente  Oil  Company  has  drilled  a  large 
nundier  of  wells,  most  of  which  ha\e  been  good  pro- 
ducers. The  field  is  still  being  extended,  although 
there  have  been  some  dry  holes,  and  (|uite  a  num- 
ber of  the  wells  on  the  etlge  of  the  field  have  ceased 
to  viehl  a  remunerative  amount.  Most  of  the  oil  pro- 
duced in  the  I'uente  field  goes  to  the  refinery  at  Chino, 
to  which  place  there  is  a  six  inch  pipe  line. 

iVewhall  field  produces  a  very  high  grade  oil.  Most 
of  the  product  goes  to  the  Standard  Oil  Company, 
being  piped  to  Ventura  and  from  there  shijiped  by 
steamer  to  the  refinery  at  Point  Richmond, 
rapidly  increased  within  the  next  ten  years  to  such  an 
extent  that  it  is  more  than  likely  that  by  1920  the  Coal- 
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Hiifl   II  more 

iti;in    111. ,.   ..^    rf.-     ,...,v     1^.-.. ..^       .  ,,.  re  are 

,111. -IK  I'lM-i.iK  wh)'  The  halanre  of  rhe  welU  are  ni-jii- 
[..rnflii'  rue    f<«w    were   dry    h<■.le^    in    the    first 

|,Ih<  '  I'l    rK't  drillc't  Acc-u  encniKh.  in   many 

( ,1  r  in  tlv  ind  a  few  had  he- 

(1.  The   oil  i.rHi-iii;^   sand'^   are    found 

ill  h4  in  fhe  differenc  locajilfes.     There  !•< 

)ic\\tr;\\\y  ,1  ;'■,  alternated  hy  a  strati; 

of  shikI,     III'    .-..I ,;i  H  are  roiTiparatively  «ni<i., 

/ii'id   there   is  p\"Ac^\c'A\\y  no  difficulty   in  :*huttinK'''>l'>' 
wfiCer    f^ron'i    the   oil- hear injif   stratum,    when   same    is 

erW01ll')terP<'l,       In    a    pUft    <•>?    llu-    S?irif;i     f'^mls    (anyon 

tvo  wafer  is  erve<'rtiri(«fe<'ll 

Of  the  twelve  distinct  iiculs  in  vcuiura  county, 
S^ii'itft  f'Jiiilfi  is  n''>w  the  larj^est  pn'x'liicer.  .Vfany  new 
(OTii||>ariies  have  jiateiy  (fofie  intc>  the  field,  and  ft  n 
uMiTf  than  likely  th^tf  Santa  f'anla  will  stay  at  the 
Uyp  of  the  different  oil  fields  in   Ventura  county. 

The  frarrsp>orfati<'»n  facilities  are  excellent.  .Vfost 
of  the  frt'odiicin)^  territory  lies  at  an  altitude  of  from 
l^)0  to  («;<■)<»  feet,  at  a  (fMance  (rf  frfwi  three  to  twelve 
miles  from  the  railr^»a/l,  and  'yf  from  six  to  thirty  miles 
from  the  f'actfic  Toast, 

f'racficdlly  all  the  oil  produced  in  Ventura  county 
i«  of  fij;ht  gravity.  There  is  very  little  oil  in  the 
entife  district  around  .Santa  ('aula  that  runs  less  than 
iH.i,  )\f((T*'co.  fJeaiime  and  the  entire  (>ro<|((ction  will 
easily  avera(j;e  M  dejijrees  f  lean  me, 

S»nt«  fiarbara  Omnty. 

Santa  (farfiara  cotrtains  four  separate  fields, 
(lio(ij[/|i  it  is  likely  that  tfiree  of  tfiem  are  connected. 

The  four  ficldf;  are:  Santa  .Vfaria,  ^iracioso,  (,om- 
|iO(   tiiid  .Summerland. 

The  Sanla  .Vlaria  is  the  prrncijyal  one,  anfl  fxrob- 
(dily  (iracioso  and  the  (,o(ri),oc  fields  will  l>e  con- 
ncclod  with  Ihc  main  fiehl,  Sfrtnmerland  is  a  dis- 
tiiiclivc  field  as  Ihc  oil  produced  is  of  an  entirely  dif- 
fcioiil  (hiiiacler. 

The  wells  in  ihe  Santa  Maria  fields  are  deep  and 
lire  liii^c  piodncem,  .Volatile  is  the  (lartiiell  pusher, 
\\lii(li  liii':  pio<lti(rd  over  ^.ooo.ooo  harrels  of  oil.  The 
I'lilmci  well  i^-.  at  this  lime  producinj/  some  ^ooo  or 
/Odd  l.imcls  o(  oil  daily,  and  is  a(  liially  pioduciiif^  mnrc 
'il   thiiii  I  iiM   lie   liiindlcd,  ovvinj:;   to   in-inflicieiil    Iraiis- 

poililllOM    till  lIlllC': 

('oiisidciiililc  new  vvorl<  is  liciiu/  diiiu'  ;ind  the  lichl 
Is  l.clii(;  CNlciidcd  l.olh  |t>  ihc  t-n^\  and  iimili. 

Miiii\'  111  Ihc  wcll'^  .iM-  piiidiii  iiik;  Wilier  ;iiid  an  nii 
fiiilniiiilr  IcHliiic  III  ihi';  walfi  linnMc  is  lli.il  ilii-  nil  is 
liHiiliHcd  hum  sh.ilr  inlhn  lliaii  linm  sand.  Tin-  walcr 
has  a  li'ndrn(\'  (n  sl,\kc  the  shale,  ihcrehv  prccipilal- 
iii|'  snmi'  ul  its  runsiiiniiii .,  ami  li'iinniM  .ni  ciunlsinn 
^^■hh  the  i-d,  I  line  is  iin  ,imi.ii,  imuMi'  in  sc|iar.il 
I"!',  'hi'  uali'i  Imm  ihc  ml.  Imi  ihc  -.Inil^^c  nr  cninlsinii 
llms  Iniiiicd  c.iiiiii.l  he  cnliicly  .separated,  ami  leaves 
a  icilam  pel  c  ciiliie.c  nj  seilimelil  in  Ihe  oil  Ih.'il  it  is 
Well    iiisdi    Mnpi.,,i|.lc    I.I    separate    llierel'mm 


i>l  llir-  iililf-r  1  Kiiipanu::-!  .<pc-.rarmj('  mt  the  ^iSii'Vliai  .Vlaria 
fiefd. 

Thi>*  emulsion  must  not  h«  ided  with  the 
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fsi  a-sphalren.'!"  which  m'lrmally  rt 
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in  oil 
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the  oil  is  of  light 


anv 


fn  the  greater  part  of  i 

jjravify  11  the  ea  -r 

jjiisher  1.  oil  of   ■  ;  .  ;- 

i.funent  of  the  fiehl  hast  heen  rapid,  conaidering  the 

dithciilties  encr>nnterefl  in  drillir: '  ''    -       -     -    v 

.sf^^mrthinjf  like  t~(>  completed  w  a 

of  ahcuff  r  r ,rjfy>,f jCjc >  fiarrcis  per  year,  anfi  the  tocUli  is 
ht'injf  cfmstantly  enlarged  hy  the  dijscc^very  of  mew 
wells,  hoth  to  the  v/uth  and  cast, 

/\t  Surnmerland  ahfnit  350    •  [rilled 

fjelfjnging  to  s/'irne  40  companir  r   was 

a  time  when  the  production  of  the  field  averaged 
ten  barrels  per  well.     The  grea'  '      :d 

in  any  one  year  was  2C)8,37o  barr.  /. 

time  the  prof^luction  has  gradually  decreased  until  at 
the  present  time  it  is  not  in  excess  of  65.000  barrels 
per  year. 

'['he  California  Lirpjid  .\sphalt  Company  had  a 
refinery  at  Surnmerland.  The  production  of  the  field, 
however,  has  fallen  so  Icjw,  that  the  refinery  was 
mcuved  to  anf>thcr  field. 

I'.y  many  geologists  it  is  though  lere  is  an- 

other and  more  productive  sand  underlying  the  Surn- 
merland field,  but  so  far  no  deep  drilling  has  been 
carried  on. 

South  frf)in  .Summerlanfl  lies  Carijcnteria.  Several 
wells,  at  least  f>nc  of  which  has  attained  a  depth  of 
over  ,icxx)  feet,  have  been  sunk  on  the  low  lands  near 
Carpiiiteria.  Oil  was  found  in  all  <>i  them  but  in  none 
in  commercial  (juantities. 

The  gravity  of  the  oil  from  the  Surnmerland  field 
runs  from  13  degrees  to  16.5  degrees  Beaume,  though 
Ihe  gravity  of  the  oil  is  generally  decreasing  as  the 
wells   produce   more  and   more   water. 

Fresno  County. 

The  Coalinga  field  is  bearing  oil  at  depths  vary- 
iiif,'  from  700  to  3600  feet.  The  productive  area  does 
lint  cnver  much  more  than  100  acres  and  the  most  de- 
tcnniiied  efforts  have  so  tar  failed  to  extend  the  field. 
The  nil  runs  in  specific  gravity  as  high  as  0.844  and 
1-  nf  a  yellowish  green  fluorescence. 

Coalinga  has  already  jiroduced  over  50.000.000  bar- 
rels of  erude  nil.  and,  accfirding  to  the  report  of  the 
I'liited  .Slates  (leologieal  Surxey.  there  are  approx- 
imately 3,000.000,000  barrels  nf  nil  in  already  proven 
are,i,  ,\t  the  jiresent  rate  of  production  of  about 
1000,000  barrels  per  innnth.  it  would  take  300  years  to 
(  xhanst   this  \;ist   supply  ;  but  the  i)rescnt  rate  will  be 
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inga  field  will  be  producing  at  least  double  what  it  is  isolated    and    the    dithculties    encountered    in    getting 

now.    It  is,  of  course,  very  unlikely  that  anything  like  in  supplies  and  fuel  have  hampered  developments. 
3.000,000,000  barrels  will  be  produced  from  this  field,  The   Kern   River  field   is  about   four  miles  across 

but  it  is  certain  that  the  field  will  produce  large  quan-  and  nearly   six  miles   long,  and   has  jModiiced   almost 

titles  of  oil   for  many  years  to  come.  130,000,000  barrels  of  crude  oil. 

Transportation    facilities  consist  of  pipe   lines   to  While  the  field  produced  for  IQ09,  14,508,000  bar- 

Monterev.  Point  Richmond  and  Port  Costa.  rels  of  oil,  it  is  not  likclv  that  this  amount   will  ever 


San  Frai 


Map  of  California  Oil  Fields 


Kern  County. 

Oil  has  been  known  to  exist  in  Kern  county  since 
1870.  but  no  very  extensive  dcvclo])ments  were  at- 
temi)ted  until  after  the  first  development  of  the  C'oal- 
inga  fielfl,  although  some  work  had  been  done  Ixitli 
at  McKittrick  and  Sunset  ])rcvious  to  thai  date. 

.Along  the  western  edge  of  the  county  and  on  the 
north  line  of  the  county  at  Devil's  Den,  nimh  work 
has  been  going  on  for  scseral  years  jiasl  and  oil  has 
been  foiinrl  in  paying  (|nanlilies.  The  extent  oi  these 
fields  is  not  yet  known,  but  it  is  \'ery  likely  there 
will  be  develojjed  large  tracts  of  good  oil  l.ind  at  some 
of   these    places.      Devil's    Den    district    is    somewhat 


be  reached  again.  Owing  to  continued  low  prices, 
man}'  wells  and  a  few  whole  leases  had  been  closed 
down,  waiting  for  better  prices.  Kern  River  is  in  no 
sense  exhausted,  but  it  is  likely  that  there  will  be  a 
gradual  decline  in  production.  Probably  the  field  will 
never  produce  more  oil  in  the  future  than  it  has  in 
the  past  and  it  is  likely  that  another  ten  years  will 
have  seen  the  ]>roduction  brought  down  to  a  nominal 
amomit. 

The  depth  of  the  wells  vary  from  about  ^rxi  feet 
for  the  small  producers  of  heavy  oil  near  the  break, 
to  about  1500  feet  for  those  back  on  the  hill.  The 
total  number  "i  ])roducing  wells  is  about  1410.  The 
field   is  gradually  extending  further  north. 
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The  .Midway  field,  known  to  exist  for  some  years, 
never  marketed  any  oil  until  within  the  last  three 
years,  except  a  small  quantity  from  the  extreme  south 
and  where  this  field  joins  Sunset,  of  which  field  it 
is  really  a  continuation. 

The  proven  wells  of  the  Midway  field  proper  cover 
a  total  length  of  12  miles,  and  while  the  width  is  by 
I'o  means  proven,  there  is  every  reason  to  believe 
that  the  field  is  at  least  wider  than  McKittrick. 

McKittrick  was  originally  known  as  Asphallo, 
hut  the  asphaltum  industry  did  not  prove  ])rofitable 
ow'ing  to  excessive  cost  of  production  and  transporta- 
tion. \'ery  little  oil  development  was  done  at  that 
time  though  several  wells  were  sunk  which  yielded 
a  few  barrels  daily.  When  the  slum])  in  oil  came, 
the  McKittrick  field  was  practically  closed  down  for 
over  a  year  and  for  nearly  four  years  very  little  new 
work  was  done.  After  the  better  times  came,  Mc- 
Kittrick got  its  revival,  and  today  there  are  over  140 
producing  wells,  with  an  average  monthly  production 
of  over  450.000  barrels.  The  field  is  being  rai)idly  ex- 
tended to  the  north,  south  and  east. 

Iransportation  facilities  consist  of  the  .Southern 
Pacific  Railway  and  the  Standard  Pipe  Line. 

-Sunset  is  the  oldest  field  in  Kern  county  and  ha^ 
until  1908,  been  almost  wholly  neglected.  The  prin- 
cipal cause  of  the  delay  in  the  development  nf  this 
field  has  been  the  lack  of  transportation  facilities  and 
the  heavy  gravity  of  the  oil. 

The  railway  facilities  have  been  increased,  and 
the  field  is  reached  by  the  Standard  pipe  line.  During 
the  last  25  years  many  wells  were  put  down  and  most 
of  them  produced  oil  of  a  heavy  gravity.  There  were 
no  railroads  and  the  heavy  oil  could  not  be  piped,  so  it 
was  finally  decided  to  build  a  refinery  on  the  ground 
and  turn  the  heavy  oil  into  refined  asphaltum.  the 
l^roduct  being  hauled  to  Bakersfield  by  wagon. 

On  IMarch  15th.  tqio.  the  world's  greatest  gusher, 
the  Lakeview.  was  struck  with  an  output  of  50,000  bar- 
rels per  day.  the  oil  being  of  a  good  quality  and  of  20 
degrees  Beaumc,  Tt  seems  reasonable  from  the  wurk 
already  done  thaf  the  deeper  the  wells  will  be.  the 
lighter  the  oil  and  the  heavier  the  flow, 

Tn  the  southern  portion  of  the  Sunset  field  are 
several  wells  producing  a  light  oil  of  good  quality, 
hut  the  output  is  rather  small. 

Northern   California. 

The  drilling  for  oil  north  of  San  Francisco,  in 
Humboldt  and  Contra  Costa  counties  and  at  Half 
Moon  Piay  does  not  seem  to  be  successful  in  spite  of 
the    considerable    work   done. 

South'  of  Los  Angeles. 

The  districts  of  Del  l\Tar.  Morena  and  Otav.  San 
Diego  county,  have  indications  of  petroleum  and  de- 
velopment operations  are  unusually  active  at  the 
present   time. 

Texas. 

It  is  a  fact  that  the  producers  of  eastern  fields  have 
lon^r  since  reached  their  maximum  and  are  becoming 
rapidly  exhau'^tcd.  The  Texas  field  has  much  territory 
vet  to  drill  that  will  result  in  large  productions,  but 
there  the  wells  show  an  enormous  gas  pressure  which 
generally  results  in  short  lived  wells  where  the  gas  is 
allowed  to  escape. 


.Colorado,  Wyoming  and  Utah. 
It  is  quite  possible  that  more  fields  will  l)e  ojjened 
in  Colorado,  although  that  state  has  reached  its  max- 
imum production  in  the  discovered  fields.  Wyoiuing 
will  |)roduce  some  oil.  LUah  already  has  a  little  oil, 
and  there  remain  very  good  prospects. 

Alaska. 

Numerous  seepages  occur  in  Alaska,  and  several 
attempts  have  been  made  to  drill  wells,  but  so  far 
without  success.  There  is  great  difficult}-  in  getting 
in  material  and  in  the  actual  drilling,  owing  to  the  fact 
that  the  entire  surface  of  the- country  is  co\crcd  with 
a  deposit  of  sea  mud  some  hundreds  of  feet  thick,  and 
it  has  been  found  to  he  almost  impossible  to  force 
casing  through  this  formation.  It  is  not  likely  that  the 
field,  if  there  be  a  field,  will  be  develoj)ed  for  many 
years  to  come. 

Mexico. 

There  can  be  no  question  that  .Mexico  soon  will 
produce  enormous  quantities  of  crude  oil.  If  this 
field  is  a  continuation  of  the  Texas  field  or  Coastal 
Plain  field,  it  seems  reasonable  to  expect  that  the  life 
of  those  fields  may  be  taken  as  an  examjile  of  the 
])robable  duration  of  this  one.  The  Texas  fields  have 
to  a  large  extent,  been  ruined  by  careless  drilling,  and 
the  total  production  of  that  State  has  fallen  off  and 
is  still  falling  off  with  great  rapidity.  This  also  is  true 
of  the  Southern  Louisiana  field,  so  that  these  fields 
need  not  be  reckoned  with  as  likely  to  ever  increase  in 
production. 

The  oil  fields  of  old  Mexico  are  situated  along  the 
eastern  shore  from  Tampico  south  nearly  to  Yucatan. 
A  few  seepages  are  along  the  western  coast  of  Lower 
California,  and  one  instance  of  crude  oil  seeping  near 
the  City  of  Mexico.  Most  of  the  new  fields 'are  lo- 
cated in  the  State  of  Vera  Cruz  and  are  conveniently 
reached  by  boat  from  Tampico.  being  about  seventy 
miles  up  the  river  from  the  latter  port. 

In  Mexico  nearly  all  the  proven  or  partly  proven 
land  is  owned  by  a  few  large  companies,  and  this  fact 
alone  will  certainly  not  hasten  development,  so  it  is 
more  than  likely  that  before  the  product  of  the  Mexico 
fields  becomes  a  factor  in  the  world's  market,  the  out- 
out  of  other  fields  will  be  decreased  in  a  correspond- 
ing amount. 

The  Mexican  Petroleum  Company  has  a  pipe  line 
to  Tampico  and  another  to  the  City  of  Mexico.  The 
railroads  of  Mexico  are  rapidly  adopting  oil  for  fuel. 

Very  likely  the  British  government  v.-ill  obtain 
most  of  their  naval  supply  there  in  the  future,  as  the 
Mexican  fields  will  imdoubtedlv.  when  fullv  develoned. 
produce  an  enormous  quantity  of  oil.  which  will  be 
shipped  from  Tampico  and  A'era  Cruz. 

Tt  is  probable  that  Mexico  will  not  export  any  crude 
oil  to  California  before  the  opening  of  the  Panama 
Canal.  All  the  producing  wells  are  located  in  the  east- 
ern part  of  Mexico,  and  the  few  seepages  occurring  on 
the  western  coast  have  not  yet  been  drilled  for  oil. 

Chemical    Composition    of   California    Petroleum. 

As  regards  its  ultimate  composition,  crude  petro- 
leum consists  essentially  of  carbon  and  hydrogen,  to- 
gether with  oxygen,  and  usually  widely  varying 
,-imounts   of  nitrogen    and    sulphur.      California   crude 
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oils  contain  from  0.5  to  1.2  per  cent  nitrogen.  The 
occurrence  of  sulphur  in  crude  oil  is  due  to  the  fact 
that  free  sulphur  is  always  present  in  the  earth's 
crust,  though  in  highly  variable  amounts.  Sulphur  is 
freely  soluble  in  oil,  and  occurs  in  the  crude  petro- 
leum not  only  in  a  mere  solution,  but  also  very  firmly 
combined  to  carbon  and  hydrogen  as  thio-ethers  and 
mercaptans,  commonly  called  organic  sulphur. 

California  crude  oil  greatly  varies  in  character. 
some  oils  being  of  a  greenish  or  bluish  fluorescence, 
while  others  are  viscid  and  almost  black.  The  specific 
gravity  ranges  from  0.993  to  0.850  or  from  1 1  degrees 
Beaume  to  34  degrees  Beaume. 
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.Analysis  of  California  Oils 

The  oils  of  California  contain  sometimes  as  much 
as  45  per  cent  asphaltum  and  for  that  reason  the  gaso- 
line test  for  determination  of  foreign  matter  in  the 
oil  is  not  always  practicable  on  account  of  the  as- 
jihaltene  forming  a  sludge  with  the  gasoline.  The 
centrifugal  test  is  more  correct,  but  the  only  way  to 
determine  accurately  the  percentage  of  water  and  for- 
eign matter  in  crude  petroleum  is  the  distillation  test. 

The  amount  of  sulphur  in  California  crude  oil 
varies  between  0.5  per  cent  and  2.5  per  cent.  The 
only  thoroughly  satisfactory  process  for  determina- 
tion of  sulphur  is  that  of  combustion  in  oxygen  in  the 


Mahler  bomb  and  determination  in  the  usual  way  as 
barium  sulphate. 

The  accompanying  table  shows  analysis  of  78  dif- 
ferent samples  if  California  crude  oil,  taken  from  oil 
districts  shown  on  the  map. 

For  the  large  amount  of  work  in  gathering  these 
samples  credit  is  due  Mr.  Henry  C.  Kayser  and  every 
analysis  was  made  by  him  in  the  laboratory  of  the 
Southern  California  Edison  Company  at  Los  Angeles. 

In  collecting  the  samples  to  be  tested  greatest 
care  was  taken,  some  of  them  were  taken  directly  al 
the  well,  some  of  them  from  storage  tanks,  whiU' 
ethers  were  taken  from  tank  cars  as  received  at  the 
gas  plants.  The  samples  were  taken  with  a  so-called 
"oil-thief"  and  placed  in  a  large  receptacle  and  the 
whole  thoroughly  mixed.  In  all  classes  the  specific 
gravity  was  ascertained  by  picnometer  at  fio  degrees 
[•"ahrcnhcit.  after  the  water  was  allowed  to  settle. 

Summary  of  the  Oil  Situation  in  California. 

l,<is  .\ngeles  City  field  with  its  extension  toward 
Santa  Monica  (Salt  Lake,  Sherman,  Beverly,  .Malibu), 
will  be  a  large  factor  in  the  oil  market  for  many  years 
to  come,  although  most  of  the  wells  show  a  high  per- 
centage in  sulphur. 

The  oil  from  the  W'hittier  field  is  sougiit  after  by 
the  refiners  and  the  gas  plants  in  Los  Angeles  ?nd  its 
vicinity.     The  output  is  still  increasing. 

The  Santa  Fe  Railway  practically  controls  the  en- 
tire i)roduction  of  the  P'ullerton  field.  The  outpul  is 
being  increased  yearly. 

The  wells  of  the  Pucnte  fields  reached  their  maxi- 
mum :  the  output  per  month  is  small  and  dues  not 
exceed  3000  barrels. 

The  oil  from  the  Newhall  field  is  out  of  question 
for  the  gas  works:  most  of  the  product  goes  to  the 
Standard's  refineries. 

Santa  Paula  oil  is  first  class  oil  for  gas  making; 
contains  less  than  one  per  cent  sulphur:  oil  is  of  light 
gravitv.  Transj)ortation  facilities  are  excellent.  Pro- 
duction seems  to  have  reached  its  maximum. 

The  oil  from  the  Santa  Maria  field  contains  be- 
tween 1.50  and  1:75  per  cent  sulphur.  In  some  oil 
water  trouble  is  met  with.  Production  is  increasing. 
Union  Oil  Company  handles  about  four-fifths  of  the 
entire  production. 

The  production  in  the  Summerland  field  is  rapidly 
decreasing.  All  of  the  oils  contain  over  one  per  cent 
sulphur. 

On  an  average  the  oil  from  -Coalinga  field  yields 
less  than  one  per  cent  sulphur.  Transportation  facili- 
ties consist  of  pipe  lines  to  Monterey,  Point  Richmond 
and  Port  Costa.    The  production  is  increasing. 

The  production  in  Kern  county,  comprising  Kern 
River,  McKittrick.  Midway  and  Sunset  (Maricopa),  is 
ra))idlv  increasing  through  several  gushers  struck  in 
March,  igio.  The  oil  is  of  good  quality  and  the  trans- 
portation  facilities  will  be  developed  more  and  more. 

Experts  who  have  studied  the  fields  have  reported 
that  the  oil  beds  in  Cali-fornia  will  be  prolific  producers 
for  more  than  half  a  century.  A  geologist  who  is  con- 
sidered an  authority  on  oil,  has  stated  that  the  present 
proven  oil  territories  of  California  were  sufficient  to 
produce  at  least  75,000,000  barrels,  every  year  for  the 
next  fiftv  A-ears. 
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'I'hc  price  t'f  oil  was  always  subject  to  severe 
nuctiialions.  I'rom  experience  we  know  that,  when 
we  had  onlv  a  few  wells  in  California,  oil  was  sellini,' 
as  high  as  75  cents  a  harrell :  with  the  increase  in  num- 
ber of  wells  and  no  readiness  for  the  consumption,  the 
oil  dropped  as  low  as  10  cents  a  barrel.  Later  on, 
while  the  consum])lion  was  increasins;-,  «iil  went  up 
again. 

The  quest  inn  of  supjily  and  demand,  ])ri>duction 
and  consumi)tion,  is  a  very  important  one.  A\'e  know- 
that  when  the  consumption  increases  and  the  demand 
becomes  greater,  the  price  of  oil  goes  ui>:  on  the  con- 
trary, when  ])rodnction  is  greater  than  consumiJtion. 
the  price  must  naturally  sink,  unless  there  is  enough 
storage  capacity. 

Since  March,  tqio,  through  the  big  gushers  in 
Maricopa,  the  production  was  on  the  increase. 

In  ^larch  the  average  daily  iirnduclion  for  the 
Coast,  San  Joaquin  Valley,  and  Southern  l'"ields  com- 
bined amounted  to  194, .378  bbls. 

The  average  daily  consumption  reached      183,209 


.\\erat 


e  (lau\-  suri)lus 


1 1 .069 


The  stocks   i'eb.  28.    1910,  amounted,..    19.223.950 
The  stocks  .March  31.   1910,  amounted    19,569,085     " 

The  stocks  .April  30,  1910,  amounted  20.704.352 

The  stocks  May  31,  1910,  amounted 22.940.591;     " 

Recent  data  in  reference  to  surjilus  stock  has  nut 
been  obtainable.  The  oil  producers  shnw  a  tendency 
to  witlihold  the  information. 

Uncpiestionably  there  is  overproduction,  and  just 
niiw  tliis  condition  is  making  buyers  hold  oiT,  expect- 
ing a  break  in  the  price.  The  great  marketing  con- 
cerns will  probably  be  unal)le  to  handle  for  a  time 
the  outinit  of  some  of  the  big  wells.  On  the  other 
hand,  transjjortation  facilities  are  also  increasing  but 
they  do  not  seem  to  keep  uj)  the  race  with  the  ]><rn- 
ductif)n.  jiroiif:  The  steady  monthly  increase  of  stor- 
age. 


TELEPHONE   SERVICE   ON   THE   ISTHMUS. 

The  plan  of  laying  an  underground  cable  to  pro- 
vide iiermanent  telephone  facilities  along  the  Panama 
railroad  relocation  has  been  abandoned.  A  recpiisition 
v.as  ])laced  some  time  ago  for  the  necessary  material, 
but  onl\'  one  jiropo-^al  was  received  in  res])onse  to  the 
advertisenn-nt  for  bids  for  the  cable,  and  the  i)rice. 
48  cents  a  f(jot,  was  considered  excessi\e.  It  has  been 
arranged  to  construct  a  telephone  line  of  iron  poles, 
v.ith  their  bases  set  in  concrete,  starting  at  Caimito 
and  jjroceeding  north  to  Alontc  Lirio.  At  Monte  Lirio 
the  relocation  work  is  still  in  progress,  but  it  is  ex- 
liecfed  that  it  will  be  completed  by  the  time  the  tele- 
phone construction  force  reaches  there.  The  new  pole 
rouie  will  cari'y  20  Xo.  10  cop])er  circuits.  At  the 
south  end  of  the  relocati<in.  comprising  the  section  be- 
tween I'araiso  and  (orozal,  the  pole  line  w^ill  parallel 
the  railroad  right-of-way  for  most  of  the  distance,  but 
will  (lix'erge  at  tlie  apjiroach  to  Miraflores  tunnel,  in 
order  to  go  aromnd  the  high  ])art  of  the  hill.  There  is 
no  innnediate  demand  for  the  construction  of  this  jiart 
of  the  line,  and  it  will  not  be  started  mitil  after  the 
Gamboa-datun  >ection  is  completed. 


CHEMICAL  CONTROL  OF  OIL  GAS  MANU- 
FACTURE.' 

liV   1:.   I..    nAi.i.. 

r.v  chemical  control  is  meant  the  technical  sui)er- 
\ision  over  the  i)rocess  of  manufacture  necessary  for 
maintaining  or  imjjroving  the  quality  of  the  product, 
while  at  the  same  time  endeavoring  to  reduce  the  cost 
per  unit.  Chemical  control  will  be  treated  of  in  this 
paper  from  the  stand])oint  of  conditions  on  the  Pacific 
Slope  where  the  bulk  of  illuminating  gas  is  made  from 
crude  oil  alone. 

The  problems  confronting  the  (jil  gas  chemist  arc 
mainly  the  same  as  in  water  gas  or  coal  gas.  They  are, 
however,  if  anything,  simpler,  due  to  the  elimination 
of  coal  as  a  manufacturing  material  and  of  coke  and 
tar  as  by-jiroducts.  but  there  are  some  ])roblems  pe- 
culiar to  oil  gas. 

The  routine  duties  of  the  oil   gas  chemist   may   l)e 
divided 

I. 


4- 

5- 

repini. 

6. 

8. 


under   the    following  heads: 

Control    for   illuminating  and   calorific   \alues. 

Control    for   ])urification. 

Control  for  napthalene  troubles. 

Miscellaneous    control. 

Contnd  of  operating  conditions  and   technical 

\'alu;ition  of  raw  materials. 

.\ppli;incc  work  and  illuminating  photometry. 


Control  for  Illuminating  and  Calorific  Values. 

A  sufficiency  of  tests  should  be  made  to  enable  the 
foreman  or  head  gas  maker  to  keep  the  product  uni- 
form. The  larger  the  holder  capacity,  the  easier  it 
will  be  to  niaintain  a  uniform  standard. 

All  tests  for  record  should  be  made  at  the  outlet 
of  the  main  storage  holder.  1  would  strongly  .de])re- 
cate  the  practice  of  estimating  the  quality  of  the  pro- 
('uct  by  test  at  the  inlet  of  the  storage  holder  for  the 
following  reasons: 

The  proper  i)lace  for  the  tiual  valuation  of  the 
quality  is  as  near  as  ]jossible  to  the  actual  consumer, 
that  is  to  say,  the  outlet  of  the  storage  holder.  At  this 
point  the  loss  in  candle-power  becomes  more  gradual, 
for  it  is  not  generally  recognized  that  there  is  quite  an 
appreciable  drop  in  quality  wdiile  the  gas  travels  from 
inlet  to  outlet  of  the  holder.  The  effect  of. the  con- 
sumer's service  is  well  represented  bv  the  small  lab- 
cratory  service. 

The  control  of  the  actual  operation  of  the  genera- 
tors can  still  be  carried  out  by  means  of  the  test  line 
at  the  inlet  of  the  holder  with  the  difference  now 
that  the  tests  are  no  longer  for  record. 

r>y  this  means  of  control,  the  candlepower  of 
the  gas  in  the  street  mains  should  be  kept  within  a 
daily  maximum  variation  of  one  candle,  and  within 
a  monthly  average  maximum  and  average  minimum 
dil'ferencr  of  one-quarter  candlepow'er. 

A  thorough  knowledge  of  the  working  of  the 
generator  and  the  result  to  the  candle-power  in  the 
holder  from  any  ])articular  variation  from  the  routine 
and  the  ability  to  offset  this  by  some  other  change. 
is  the  true  secret  of  quality  control,  which  is,  of  course, 
rendered  much  easier  when  ;i  numl)er  of  sets  are  oper- 
ating together.     It   is  greatly  desirable  that  the  night 
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furcmaii  <>r  cngiiR-cr  l)c  ahle   [n  cniilimic  this  system 
of  control. 

In  making  tests  for  illuminating  power  on  the  bar 
photometer,  it  is  very  seldom  that  enough  attention 
i.-.  given  to  selection  of  the  jiroper  tip  to  develop  to  the 
full  the  candle-])ovver  inherent  to  the  gas  under  test. 
In  this  connection,  it  may  lie  of  interest  to  show  the 
accompanying  diagram  worked  out  for  oil  gas,  illus- 
trating the  wide  \  ariations  of  candle-power  with  tips  of 
different  sizes.  In  this  experiment  full  time  was  given 
at  each  test  for  the  gases  of  different  quality  to  purge 
out   the  photometer  meter  and  connections. 


Two  things  arc  ai)parent   from  the  diagram: 

1.  Tlu-  tip  nrilici'  slmnld  In-  smaller  with  an  ap])re- 
ciation  in  the  (piality  of  the  gas,  and  vice  versa.  This 
will  result  in  a  change  of  the  issuing  velocity  of  the 
gas,  drawing  in  more  primary  air  into  the  flame,  thus 
burning  in  the  inner  cone  a  greater  amount  of  the 
carbon  of  decomposition.  In  finding  the  projjcr  tip. 
one  merely  determines  what  part  of  the  carbon  in  the 
gas  it  is  necessary  to  burn  in  the  inner  cone  to  raise 
the  remainder  to  the  highest  degree  of  luminosity. 
This  happens  generally  when  the  flame  is  just  on  the 
point   of"  smoking. 

2.  That  where  there  is  any  considerable  change 
in  the  (piality  of  the  gas  to  be  tested,  it  is  imperative 
to  find  the  ])roper  tip  for  the  test  by  a  preliminary  trial, 
and  this  is  the  more  im])ortant  as  the  (piality  dimin- 
ishes. 

It  becomes  natural  to  wnnder  where  the  consinner 
"comes  off  at"  in  this  case.  The  answer  is,  that  hav- 
ing determined  the  most  satisfactory  candle-power 
to  carry,  and  having  educated  the  consumer  up  to  the 
proper  tip  for  this  candle-power,  the  quality  of  the  gas 
made  should  not  vary  enough  to  render  a  change  of 
tip  necessary.  Happily,  moreover,  the  illuminating 
standard  is  gradually  yielding  t(j  the  calorific  standard, 


which  is  really  of  more  concern  to  the  consumer.  The 
practice  of  estimating  illuminating  values  with  the 
ojjen  tip  has  been  shown  to  be  open  to  considerable 
error,  and  even  the  proper  open  tip  for  the  (|uality  un- 
der consideration  does  not  de\'elo])  the  full  \'alue  of 
the  flame. 

The  use  of  .Xrgand  Inirners,  and  especially  of  the 
No.  2  .Metropolitan  (Carpenter)  burner  thus  becomes 
imperative.  The  latter,  as  shown  by  the  diagram, 
vill  develop  from  two  to  three  more  candle-power 
than  the  most  suitable  ti])  and  is  adjustable  for  the 
N'ariation  in  ipiality.  The  relative  eft'ectivcness  of  this 
burner  diminishes  with  the  higher  illuminating  values. 
when  tests  are  made  at  five  cubic  feet  per  hour,  and 
with  the  same  length  of  chimney. 

I  will  not  go  more  fully  into  bar  ])hotometer  work 
exce])t   for  the   following  hints: 

There  is  no  excuse  at  present  for  making  bar 
photometer  tests  with  any  other  than  the  pentane 
standard. 

The  light  on  the  bar  photometer  should  burn  con- 
tinuously. It  is  better  that  the  gas  for  testing  should 
not  ])ass  through  a  service  meter. 

If  the  gas  shows  a  tendency  to  deposit  light  oils  in 
the  test  meter,  the  latter  should  be  fre(pieiitly  drained 
i/Ut  and  refilled.     The  service  and  |ilio:ometer  coiniec 
tions  should  be  w'ell  graded  towards  (lri]>s  which  shoulil 
be  regularly  drained. 

In  connection  with  the  illuminating  value  of  oil 
"■as,  it  must  be  borne  in  mind  that  high  value  bv  no 
means  signifies  good  service  to  the  consumer.  It  has 
been  my  experience  that  anything  aljove  19  or  20  can- 
dle-power is  .U'oing  U)  give  a  great  deal  of  dissatis- 
faction, maiiilv  by  reason  of  imperfect  combustion, 
and  because  of  the  larger  size  of  the  flame  which  causes 
increased  breakage  in  globes,  chimneys  and  shades. 

While  the  time  has  iifjt  yet  arrived  when  we  can 
altogether  abandon  the  illuminating  standard  of  qual- 
itv.  vet  the  calorific  re(piirenicnts  can  now  be  said  to 
I'c  of  the  first  importance.  It  is  doubtless  true,  that 
with  most  manufactured  illuminating  gases,  high  cal- 
orific value  follows  froni  high  illuminating  value.  The 
relation  between  illuminating  and  calorific  values 
seems  to  be  fully  constant  for  oil  gas  where  the  man- 
ufacture is  not  complicated  by  the  utilization  of  lamp 
black  as  a  generator  fuel.  The  accom]'anying  diagram 
will  serve  to  represent  the  relation  l)etwcen  the  two. 
It  cannot  be  said  definitely  that  the  same  is  unvariable 
or  that  the  curve  should  be  a  straight  line.  The  dia- 
gram has  been  jilotted  from  the  averages  of  many  sim- 
ultaneous illuminating  and  calorific  tests. 

Calorific  tests  should  invariably  be  made  as  closel}- 
as  possible  after  the  illuminating  test,  and  preferably 
upon  the  same  stored  sample  which  can  also  l)e  used 
for  the  gas  analysis.  In  this  way,  we  are  enabled  to 
obt;un  definite  relations  between  the  three  tests,  and 
we  liave  in  addition,  checks  upon  the  daily  valuation 
of  the  product. 

.V  point  often  overlooked  in  calorimetry  is  the  main- 
taining of  the  water  supply,  room  tem])erature  and  the 
waste  gases  from  the  instrument  at  as  near  the  same 
temperature  as  possible.  For  this  purpose  a  water 
tank  holding  sufficient  supply  for  twenty-four  hours 
i.'  very  advisable.  In  making  the  calorimeter  tests  the 
water  healed  by  the  gas  under  test  should  be  weighed, 
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not  ineasurod.  'flic  very  sensiti\-e  thermometers  used 
ii'  makiiii;  tlie  observations  of  temperature  should  by 
all  means  have  been  compared  and  fmind  in  agreement 
with  a  caliliratcd  thermometer. 

It  is  well  fur  the  gas  chemist  lo  a\-ail  himself 
of  the  splendid  service  aiTorded  by  the  Bureau  of  Stan- 
dards at  Washington,  D.  C,  for  the  calibration  of  all 
the  laboratory  instruments  where  especial  accuracy  is 
reipiired,  among  which  may  be  mentioned  the  cal- 
orimeter thermometers  and  the  pentane  lamp. 


Control  for  Purifications. 

I'robably  no  department  of  the  works  is  more  vital 
than  the  purifiers.  It  can  l)e  said  also  that  the  \'igi- 
lance  of  the  chemist  should  nowdiere  else  be  more 
strictly  exercised.  Owing  to  the  varying  percentages 
of  sulphur  in  crude  oil  from  diti'erent  fields,  the  puri- 
fiers may  be  called  upon  most  unexpectedly  to  handle 
greatly   increased   amounts   of  hydrogen   sulphide. 

The  purificatiou  control  should  include  the  fal- 
lowing routine  work  : 

.\.  Daily  estimation  of  the  amount  of  hydrogen 
sulphide. 

There  is  no  better  rapid  test  for  this  purpose  than 
the  titration  of  the  raw  gas  with  a  standard  solution 
of  iodine  of  which  i  c.c.  corresponds  to  lOO  .grains  of 
sulphur  per  too  cu.  ft.  The  Tutvviller  burette  is  very 
convenient  for  this  purpose.  The  use  of  starch  solu- 
tion as  the  confining  fluid  may  be  used  in  place  of  mer- 
cury, jiroviding  that  the  titration  be  done  at  once  upon 
ciillccting  the  sami^le.     It  will  be  necessary  to  make  a 


blank  test  to  ascertain  the  amount  of  the  iodine  solu- 
linn  111  color  the  starch  solution  to  the  shade  of  blue 
which  is  to  be  used  for  the  end  point  of  the  titration, 
which  is  to  l)c  deducted  from  the  amount  used  to  take 
iiji  the  hydrogen  sulphide. 

Where  a  number  of  ])urifiers  are  operating  in  se- 
ries, the  work  ]ierformed  by  each  box  may  be  ascer- 
tained by  making  a  series  of  tests  in  which  every 
box  successively  occupies  the  same  relative  position. 

It  is  possible  by  this  method  of  testing,  to  deter- 
mine exactly  what  percentage  of  the  total  sulphur  is 
being  removed  by  each  box.  It  may  be  found  that  a 
box  showing  foul  in  the  first  position  may  still  be  re- 
moving a  lar,ge  percentage  of  the  total  sulphur. 

B.  The  condition  of  the  material  in  the  purifiers 
should  also  be  ascertained  by  monthly  analysis  for  sul- 
phur, tar  and  cyanogen  products.  The  following  method 
has  been  found  to  be  satisfactory  for  estimating  nn  the 
same  sample,  moisture,  total  cyanogen  and  sulphur. 

Ten  grams  of  the  oxide  which  has  been  removed 
from  the  purifier  at  the  close  of  the  revivification  and 
itottled,  are  weighed  out  into  a  watch  glass  and  dried 
to  constant  weight  in  an  air  bath  at  zoo  degrees  C.  The 
loss  in  weight  gi\es  moisture.  The  same  sample  is 
now  introduced  into  a  Soxhlet  extraction  apparatus 
and  extracted  for  one  hour  with  redistilled  bisulphide 
of  carbon.  The  extract  evaporated  to  dryness  repre- 
sents the  sulijhur  contained  in  the  sample  and  should 
l)e  melted  before  w'cighing.  The  residue  of  oxide  can 
he  used  for  estimating  the  cyanogen  contents.  The 
same  is  slightly  warmed  with  a  dilute  solution  of  caus- 
tic soda,  the  solution  cooled  and  made  up  to  500  c.c. 
of  which  an  aliquot  part  is  used.  Make  slightly  acid, 
warm  gently,  and  precipitate  with  a  dilute  solution  of 
ferric  chloride.  The  percipitate  of  Prussian  blue  must 
be  washed  sexeral  times  by  decantation  and  finally  on 
the  filter  until  free  from  chlorides,  dried,  ignited  and 
weighed  as  ferric  oxide,  which  can  be  calculated  back 
to  Prussian  blue,  in  which  form  the  cyanogen  is  to  be 
reported. 

Purifying  materials  used  for  oil  gas  may,  with 
good  management,  be  run  up  to  as  high  a  percentage  of 
sulphur  as  in  coal  gas  or  water  gas  manufacture.  The 
Prussian  blue  contents  have  a  very  important  bearing 
upon  the  life  of  the  oxide  because  the  iron  present  in 
the  Prussian  lilue  is  permanently  incapable  of  sulphur 
removal  and  also  acts  as  a  coating  over  the  remainder 
of  the  oxide  of  iron.  Samples  of  oxide  used  for  oil 
gas  have  come  under  my  observation  containing  as 
high  as  ten  ])er  cent  liy  weight  of  Prussian  blue. 

The  estimation  of  tar  in  oxide  should  not  be  neces- 
sary in  a  well-equipped  plant.  The  approximate  esti- 
mation of  the  same  can  be  carried  out  by  treating  the 
sample  with  solvents  to  dissolve  out  the  tarry  matters 
which  ma}"  then  be  e\'aporated  to  dryness. 

To  insure  the  freedom  of  the  purified  gas  from 
traces  of  hydrogen  sulphide,  no  more  delicate  test  can 
lie  devised  than  the  well  known  sugar  of  lead  test.  It 
is  possible,  by  using  a  revolving  disc  carrying  a  chart 
similar  to  a  Bristol  recording  gauge,  impregnated  with 
lead  acetate,  and  dried,  which  is  exposed  to  a  tiny  jet 
of  the  gas  to  be  tested,  to  obtain  a  continuous  record 
of  freedom  from  hydrogen  sulphide. 

C.  As  is  well  known,  the  sulphur  contents  of  oil 
gas  are  not  limited  to  hydrogen  sulphide.  A  large  por- 
tion of  the  sulphur  appears  in  an  organic  form,  which 
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h}-  reason  of  the  difficulty  attending  its  removal,  would 
seem  to  ha\e  deser\ed  more  attention  than  has  been 
given  it. 

The  presence  of  this  impurit}-  is  not  indicated  1)\ 
the  sugar  of  lead  test  and  can  only  be  estimated  b}-  a 
combustion  of  the  gas.  The  analysis  is  conveniently 
carried  out  as  follows:  A  small  jet  of  gas,  burning 
at  the  rate  of  0.2  cu.  ft.  per  hour,  which  has  been  ac- 
curately measured  by  passing  through  a  test  meter,  is 
kept  burning  in  a  glass  flask  of  about  one  liter  capacity, 
containing  two  openings.  The  side  opening  communi- 
cates with  several  wash  bottles  filled  with  broken 
glass  or  marbles  and  containing  dilute  caustic  soda. 
The  other  opening  of  the  flask  is  at  the  bottom  and 
communicates  with  another  series  of  three  absorption 
bottles  containing  a  solution  of  sodium  carbonate  to 
which  has  been  added  a  few  drops  of  bromine.  The 
outlet  of  these  bottles  is  connected  to  a  .source  of 
suction.  By  means  of  a  two  hole  stopper,  the  gas 
jet  is  inserted  into  the  side  opening  flask.  .\  rapid 
flow  of  air,  purified  by  bubbling  through  the  caustic 
soda  bottle,  is  drawn  tlirough  the  flask  and  the  .sodium 
carbonate  absorption  bottles.  The  products  of  combus- 
tion of  the  gas,  which  contain  the  organic  sulphur  as 
sulphurous  acid,  pass  with  the  air  into  the  sodium 
carbonate  bottles,  where  the  sulphurous  acid  is  oxidized 
by  the  bromine  to  snl])huric  and  retained  by  the  sodium 
carbonate.  After  one  to  five  cubic  feet  of  gas  have 
been  burned,  the  sodium  carbonate  solution  is  tran.s- 
ferred  to  a  beaker,  and  the  bottles  and  flask  well  rinsed 
with  distilled  water.  The  solution,  made  slightly  acid 
with  hydrochloric  acid,  is  precipitated  with  barium 
chloride  in  the  usual  way  for  estimation  of  sulphur, 
NN'hich  is  reported  in  grains  per  100  cu.  ft. 

D.  While  not  strictly  to  be  classified  as  routine 
work,  the  differentiation  of  the  organic  sulphur  com- 
pounds in  oil  gas  bears  such  a  close  relation  to  the 
study  of  the  subject  that  the  work  should  be  carried 
on  more  than  intermittently.  Good  methods  are  not 
yet  available  to  enable  the  gas  chemist  to  report  with 
certainty  as  to  the  nature  of  the  various  sulphur  com- 
pounds present. 

The  absorption  of  bisulphide  of  carbon  may  lie 
etifected  with  alcoholic  potash.  The  alkaline  solution 
is  evaporated,  dissolved  in  distilled  water  and  made 
slightly  acid  with  acetic  acid.  .A.  very  dilute  solution 
of  copper  sulphate  is  added,  drop  by  drop,  until  a  per- 
manent yellow  precipitate  of  cuprous  xanthate  is  pro- 
duced which  is  allowed  to  stand  and  filtered  oft'.  The 
precipitate  is  washed  on  the  filter,  dried,  ignited  and 
weighed  as  cupric  oxide,  from  which  the  sulphur  is 
calculat-ed  and  reported  as  bisulphide  of,  carbon  in 
grains  per  100  cu.  ft. 

It  is  not  certain  that  other  sulphur  compounds 
may  not  also  react  with  the  alcoholic  potash. 

It  is  desirable  that  a  good  method  be  worked 
out  for  the  separation  and  estimation  of  mercaptans, 
the  presence  of  which  may  be  shown  qualitativelv  by 
means  of  mercury  compounds. 

Thiophene  and  sulphocyanides  have  been  found  in 
oil  gas  but  not  quantitatively  estimated.  The  subject 
IS  worthy  of  a  good  deal  of  investigation  and  good 
working  methods  for  the  separation  and  estimation  of 
these  bodies  as  occurring  in  illuminating  gas  would 
prove  very  acceptable. 


Control  for  Naphthalene  Troubles. 

Owing  to  the  high  heats  employed  for  making  oil 
gas,  naphthalene  troubles  are  as  much  present  as  in 
either  coal  gas  or  water  gas.  Owing  to  the  large 
amount  of  scrubbing  water  necessarily  employed  for 
the  washing  out  of  lamp  black,  the  gas  does  not  enjoy 
that  full  contact  wth  tar  and  tar  oils  which  might 
serve  to  reduce  the  quantity  of  naphthalene. 

Happily,  on  the  Pacific  Coast,  the  problem  is  no 
longer  perplexing.  There  are  several  plants  at  present 
equipped  with  scrubbers  for  washing  the  gas  with 
crude  oil.  Where  this  method  is  employed,  naphtha- 
lene troubles  are  practically  unknown.  Where  the 
diemist  is  called  upon  to  determine  the  amount  of 
naphthalene  present  in  the  gas,  he  is  likely  to  be  con- 
fronted with  analyses  showing  quite  variable  amounts 
of  naphthalene.  It  is  my  opinion  that  the  analysis  it- 
self is  not  at  fault,  and  that  the  fluctuations  observed 
are  actually  present.  The  method  employed  is  as  fol- 
lows : 

The  sampling  is  done  by  inserting  into  the  main, 
to  a  point  about  one-third  of  the  diameter,  a  glass  tube 
bent  to  a  right  angle  at  one  end,  which  is  pointed  in 
the  direction  of  the  flow  of  gas.  The  other  end  com- 
municates with  a  Pettenkoffer  tube  for  absorption  with 
standard  picric  acid  solution.  The  tube  consists  of  a 
piece  of  glass  combustion  tubing  about  three  feet  long, 
sealed  at  one  end.  The  other  end  is  slightly  widened  to 
receive  a  two-holed  rubber  stopper.  The  tube  lead- 
ing the  gas  from  the  main  is  carried  without  joints 
through  the  stopper  to  the  other  end  of  the  Petten- 
koffer tube  and  is  drawn  down  to  a  fine  opening.  The 
outlet  of  the  apparatus  communicates  with  a  test  meter 
for  measuring  the  volume  of  gas  used  and  is  placed 
at  a  slight  angle  from  the  horizontal.  .\  measured 
amount  of  the  picric  acid  solution  is  run  out  from  a 
burette  into  the  apparatus,  the  same  is  connected  up  to 
the  main  and  about  5  cu.  ft.  are  bubbled  through 
slowly.  The  picric  acid  is  then  transferred  to  a  rubber 
stoppered  bottle  which  can  be  exhausted  of  a  part 
of  its  air.  The  bottle  and  contents  are  heated  in  warm 
water  until  the  naphthalene  precipitate  is  dissolved. 
The  solution  is  allowed  to  cool  over  night  and  the  pre- 
cipitate filtered  ofif  and  washed  with  as  little  cold  water 
as  possible.  The  picric  acid  is  now  titrated  against  a 
standard  caustic  soda  solution.  The  loss  in  picric  acid 
is  calculated  back  to  the  naphthalene  equivalent  and 
the  same  reported  in  grains  per  100  cu.  ft. 

The  picric  acid  solution  may  be  used  qualitatively 
to  indicate  the  presence  of  large  or  small  amounts  of 
naphthalene  by  bubbling  some  of  the  gas  rapidly 
through  a  test  tube  containing  a  few  c.c.  of  this  solu- 
tion. Should  no  precipitate  appear  after  two  minutes 
i)ubbling,  the  gas  may  be  taken  as  being  reasonably 
free  from  naphthalene. 

(To    be    continued.) 


Examination  for  aid,  Coast  and  Geodetic  Survey, 
is  announced  by  the  United  States  Civil  Service  Com- 
mission on  November  22-23,  1910,  to  fill  about  ten 
vacancies  in  the  position  of  deck  officer  and  similar 
vacancies  as  they  may  occur  in  the  positions  of  aid  and 
deck  officer  in  the  Coast  and  Geodetic  Survey. 
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HORATIO  A.  FOSTER  ADDRESSES  LOS  ANGELES  SEC- 
TION  A.   I.   E.   E. 

The  Los  Angeles  Section  of  the  American  Institule  oC 
Electrical  Engineers  opened  the  year's  proceedings  with  a 
dinner  at  the  Hotel  Hollenbeck,  Tuesday  evening,  October 
25th.  Mr.  C.  G.  Pyle  was  in  charge  of  the  preparations  and 
the  affair  was  unusually  successful.  There  were  eighty- 
nine  members  in  attendance,  great  interest  being  taken  in 
the  paper  of  the  evening,  which  was  entitled  "Necessity  for 
Valuations"  by  Horatio  A.  Foster. 

Mr.  Foster  took  a  broad  view  of  this  subject,  quoting 
from  Mr.  Roosevelt's  Decoration  Day  speech  at  Indianapolis 
in  1907,  as  follows:  "At  the  outset  let  it  be  understood  that 
physical  valuation  is  no  panacea;  it  is  no  sufficient  measure- 
ment of  a  rate;  but  it  will  be  ultimately  needed  as  an  essen- 
tial instrument  in  administrative  supervision.  Therefore 
the  physical  valuation  can  never  be  more  than  one 
ot  many  elements  to  be  considered;  but  it  is  one  element,  and 
at  times  may  be  a  very  important  element,  when  taken  in 
connection  with  the  earning  power  and  business  possibili- 
ties in  reaching  an  estimate  on  the  property  and  rights  ot  a 
corporation  as  a  going  concern." 

"The  effect  of  such  valuation  and  supervision  of  securi- 
ties cannot  be  retroactive.  Existing  securities  should  be 
tested  by  the  laws  in  existence  at  the  time  of  their  issue. 
This  nation  would  no  more  injure  securities  which  have  be- 
come an  important  part  of  the  national  wealth  than  it 
would  consider  a  proposition  to  repudiate  the  public  debt. 
But  the  public  interest  requires  guaranty  against  improper 
multiplication  of  securities  in  the  future."  Mr.  Foster  con- 
tinued: "A  true  valuation  must  not  only  show  the  market 
value  today  of  the  physical  or  tangible  property,  but  differ- 
ent percentages  must  be  added  for  overhead  charges,  such 
as  contractors'  profit,  engineering  and  superintendence,  or- 
ganization and  legal  expenses,  interest  during  construction, 
insurance  during  construction,  contingencies,  discount  on 
bonds,  and  in  many  cases,  a  percentage  must  be  added  for 
working  capital.  All  ot"  these  (in  some  cases  amounting  to  at 
least  2')  per  cent),  must  be  added  to  the  actual  physical 
values  in  order  to  make  a  correct  appraisal  of  the  tangible 
property  of  the  company. 

A  complete  appraisal,  exclusive  of  the  above  overhead 
charges,  should  show  the  separate  total  values  for  the  follow- 
ing: 

(A)  Cost  to  reproduce  new. 

(B)  Present  value,  which  means  the  depreciated  value. 

(C)  Physical  development  charges. 

The  above   values   may   be   used   for: 

(A)  Rate  making. 

(B)  Sale  and  transfer  of  property. 

(C)  Bond   issue. 

(D)  Total   capitalization. 

(E)  Establishing  a  uniform  system  of  accounting. 

In  addition  to  these  it  may  at  times  be  necessary  to  make 
an  additional  study  of  values  when  considering  improvements 
and  extensions  needed  to  provide  adequate  service. 

After  analyzing  thes-^  various  items  in  detail,  Mr.  Foster 
took  up  the  much  discussed  problem  of  the  Going  Value  or 
Good  Will  of  a  corporation,  quoting  a  number  of  Supreme 
Court  decisions  and  also  the  decisions  of  the  various  Public 
Service  Commissions  in  the  United  States.  In  part.  Mr.  Fos- 
ter said:  "The  Maine  court  ruled  that  the  'going  concern' 
or  'established  business'  is  an  element  of  structure  value.  It 
may  be  defined  as  the  cost  of  establishing,  up  to  the  level 
of  the  net  income  of  the  old  plant  at  the  date  ot  taking,  the 
business  of  a  similar  new  plant    (hut  not  of  a  mere  perfect 


system  which  the  city  might  build),  which'  is  supposed  to 
begin  operation  upon  the  date  of  the  taking,  the  old  plant 
going  out  of  business  at  the  same  moment.  Or,  to  put  the 
same  thing  in  another  way,  it  is  the  measure  of  the  greater 
value  (at  the  date  of  taking)  of  an  old  established  plant, 
over  a  similar  new  plant  completed  and  ready  for  operation 
upon  the  date  of  taking.  Or,  to  put  the  same  thing  in  still 
another  way,  it  is  the  measure  of  the  cost  of  developing  the 
business  of  a  new  plant  to  a  point  coincident  with  the  net 
income,  upon  the  date  of  taking,  of  the  old  plant." 

He  then  took  up  Franchise  Values,  stating  as  follows: 
"This  is  one  of  the  most  troublesome  questions  that  comes 
before  the  appraiser  and  the  values  have  been  determined 
in  a  number  of  different  ways.  Perhaps  that  made  use  of 
by  the  Ford  Franchise  Commission  in  New  York  State  has 
been  carried  the  farthest.  In  this  case  an  appraisal  is  made 
of  the  physical  property  of  the  company  and  to  this  is 
added  the  capitalization  of  the  net  earnings  of  the  company, 
such  capitalization  being  made  at  2,  3,  4  or  5  per  cent,  accord- 
ing to  the  class  of  the  city;  this  total  is  then  called  the  as- 
sessed value  of  the  franchise  which  is  taxed,  and  it  is  this 
method  which  has  been  fought  so  long  and  hard  by  all  public 
utilities  corporations  in  New  York  State,  and  which  has,  in 
every  case,  been  sustained  by  the  courts,  clear  up  to  and  in- 
cluding the  Supreme  Court  of  the  United  States,  and  the 
companies  have  had  to  compromise  or  pay  according  to  this 
assessment.  This,  perhaps,  is  the  best  evidence  existing  to 
show  a  method  of  valuing  a  franchise." 

In  concluding  his  paper  Mr.  Foster  gave  a  masterful 
analysis  of  the  subject  of  Depreciation.  He  quoted  a  decis- 
ion of  the  Supreme  Court  of  the  United  States  rendered  in 
the  Knoxville  water  case,  as  follows:  "A  water  plant,  with 
all  its  additions,  begins  to  depreciate  in  value  from  the 
moment  of  its  use.  Before  coming  to  the  question  of  profit 
at  all  the  company  is  entitled  to  earn  a  sufficient  sum  an- 
nually to  provide  not  only  for  current  repairs,  but  for  making 
good  the  depreciation  and  replacing  the  parts  of  the  property 
when  they  come  to  the  end  of  their  life.  The  company  is 
not  bound  to  see  its  property  gradually  waste  without  making 
provision  out  of  earnings  for  its  replacement.  It  is  entitled 
to  see  that  from  earnings. the  value  of  the  property  invested 
is  kept  unimpaired  so  that  at  the  end  of  any  given  term  of 
years  the  original  investment  remains  as  it  was  at  the  be- 
ginning. It  is  not  only  the  right  of  the  company  to  make 
such  a  provision,  but  it  is  its  duty  to  its  bond  and  stock- 
holders, and,  in  the  case  of  a  public-service  corporation  at 
least,  its  plain  duty  to  the  public.  If  a  different  course  were 
pursued  the  only  method  of  providing  for  replacement  of 
property  which  has  ceased  to  be  useful  would  be.  the  in- 
vestment of  new  capital  and  the  issue  of  new  bonds  or  stocks. 
This  course  would  lead  to  a  constantly  increasing  variance 
between  present  value  and  bond  and  stock  capitalization— a 
tindency  which  would  inevitably  lead  to  disaster  either  to  the 
stockholders  or  to  the  public,  or  both.  If,  however,  a  com- 
pany fails  to  perform  this  duty  and  to  exact  sufficient  re- 
turns to  keep  the  investment  unimpaired,  whether  this  is  the 
result  of  unwarranted  dividends  upon  over  issues  of  securi- 
ties, or  of  omission  to  exact  prices  for  the  output,  the  fault 
ir  its  own.  When,  therefore,  a  public  regulation  of  its  prices 
comes  under  question  the  true  value  of  the  property  then 
employed  for  the  purpose  of  earning  a  return  cannot' be  en- 
hanced by  a  consideration  of  the  errors  of  management  which 
have  been  committed  in  the  past." 

The  Los  Angeles  Section  will  hold  seven  technical  meet- 
ings during  the  coming  year  and  an  exceedingly  interesting 
program  of  papers  has  been  promised  for  presentation  at  these 
meetings. 

The  new  executive  committee  is  made  up  of  the  follow- 
ing members:  J.  E.  Macdonald  (chairman),  V.  L.  Benedict 
(secretary),  E.  R.  Northmore  (assistant  secretary),  I.  T. 
Dyer,  .T.  A.  Lighthipe,  E.  R.  Davis  and  R.  H.  Manahan. 
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973,555.  Lightning  Arrester.  Frank  W.  Peek,  Jr.,  Schenec-  path  of  the  main  l)\irner  flame,  so  that  the  retort  is  subjected 
tady,  N.  Y.,  assignor  to  General  Electric  Company.  A  pro-  only  to  sufficient  heat  w  vaporize  the  oil  without  cariion- 
tective  device  for  alternating  current   systems  comprising  a      izing  it. 


b^}  i^^n^  ^Tbj^ 

current  limiting  condenser  forming  a  discharge  path  for  ab- 
normal potentials,  and  means  for  deriving  a  unidirectional 
l)Otential  from  the  system  to  be  protected  and  for  impressing 
said  jiotential  upon  said  condenser. 

973,575.  Motor  Control.  Walter  I.  Slichter,  Schenectady, 
N.  Y.,  assignor  to  General  Electric  Company.  The  method  of 
operating  a  plurality  of  electric  motors  mechanically  con- 
nected to  drive  a  common  load,  and  connected  electrically   in 
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a  plurality  of  groups,  which  consists  in  starting  the  motors  by 
impressing  reduced  voltages  on  the  groups,  and  increasing  the 
voltages  on  said  groups  alternately  step-by-step,  the  voltage 
being  maintained  on  one  group  while  the  voltage  on  another 
group  is  being  increased. 

973,804.  Gas  Generating  Oil  Burner.  Thomas  Muehleisen, 
San  Diego,  Cal.  An  oil  burner  comprising  an  oil  supply  con- 
nection provided  with  a  valve,  a  retort  having  an  inlet  con- 
nected to  said  valve,  a  regulating  valve  connected  to  the  out- 
let of  said  retort,  a  combined  burner  head  and  mixing  chamber 
connected  to  said  regulating  valve  and  extending  therefrom 


within  the  retort,  said  burner  head  and  mixing  chamber  hav- 
ing a  main  outlet  for  producing  a  main  burner  flame  and 
auxiliary  outlets  for  directing  auxiliary  heat  onto  the  retort, 
and  a  deflector  in  said  mixing  chamber  to  force  the  gas 
through   said  auxiliary  outlets,   said   retort  being  out  of  the 


973,924.  Circuit  Breaker.  James  C.  Dow,  Wilkinsburg. 
Pa.,  assignor  to  Westinghouse  Electric  &  Manufacturing  Com- 
pany. In  a  circuit  breaker,  the  combination  with  an  insulating 
base  plate,  stationary  and  movable  contact  members,  an  inter- 
liosed  link,  a  bell  crank  operating  lever  having  an  inwardly 
extending  hooked  projection,  and  a  bell  crank  latch  pivotally 
suii]if)rled    between    the    oiierating    lever     and     Ihe    base    and 


adajited  to  co-operate  with  the  hooked  projection  of  the  operat- 
ing lever  in  holding  the  breaker  closed,  of  a  release  magnet 
having  a  movable  core  member  pivotally  mounted  coaxially 
with  the  latch  and  resiliently  connected  thereto,  and  a  handle 
lever  sujiported  coaxially  with  the  operating  lever  and  having 
a  i)rojection  adapted  either  to  close  the  breaker  or  to  engage 
the  latch  in  releasing  the  breaker. 

973,579.  Voltage  Regulator.  Charles  P.  Steinmetz. 
Schenectady,  N.  Y.,  assignor  to  General  Electric  Company. 
The  combination  with  a  three-phase  system,  of  a  three-phase 
Y-wound   transformer  connected  thereto,  regulating  windings 


in  inductive  relation  with  each  of  the  transformer  windings 
each  connected  in  series  with  one  of  the  transformer  wind- 
ings, the  regulating  and  transformer  windings  being  so  con- 
nected'that  each  transformer  winding  induces  in  each  regu- 
lating winding  a  voltage  substantially  in  quadrature  with  the 
voltage  of  a  phase  of  the  system  adjacent  to  the  regulating 
winding  and  so  does  not  affect  the  latter  voltage,  and  means 
for  maintaining  the  neutral  point  of  the  transformer  windings 
stable. 
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Great  ingenuity  lias  Itecn  e.xercised  in  innKirtinsj' 
to  the  alternating  current  iiiductioii  motor  a  qiialit}- 
fnr  wliicli  there  is  increasing  de- 
Speed  Control  of  niand.  l)iit  one  which  is  not  in- 
Induction  Notors  lierent  in  this  useful  piece  of  appa- 
ratus— that  of  variable  speed. 
'("hough  the  polyphase  induction  motor  is  of  simple 
design  and  rugged  construction  and  well  adapted  to 
many  purposes,  it  is  essentially  a  constant  speed  ma- 
chine and,  as  such,  difficulty  amenable  to  variable 
speed  control.  Vet  there  are  many  cases  in  wliicli 
hoisting,  machine  tool,  traction  or  similar  work  is  to 
be  done,  where  a  polyphase  alternating  current  can  be 
more  conveniently  and  economically  used  either  on 
account  of  unsatisfactory  commutation  or  because  of 
the  characteristics  of  the  power  system. 

No  universal  solution  of  this  problem  of  speed 
adjustment  has  yet  been  devised,  each  method  having 
some  condition  limiting  its  application.  In  general, 
speed  control  may  be  either  internal  or  external  to  the 
motor.  Internally  this  may  be  accomplished  by  chang- 
ing the  number  of  poles,  giving  rise  to  the  multi-speed 
induction  motor.  Externally  it  is  possible  to  vary 
either  the  frequency  or  the  voltage  and  thus  influence 
the  speed. 

The  frequency  may  be  varied  by  use  of  a  fre- 
quency-changer set,  by  employing  a  separate  gener- 
ator for  each  motor,  or  by  operating  two  or  more 
motors  in  concatenation  on  the  same  load.  ¥xt- 
(|uency-changer  sets  are  too  costly  and  too  bulky  to 
be  practicable  for  this  purpose  alone ;  a  separate  gen- 
erator is  usually  out  of  the  question,  and  concatena- 
tion or  tandem  operation  is  obviously  impossible  with 
a  single  motor. 

The  voltage  may  l)e  \arie(l  either  bv  rheostat  or 
compensator  control  of  the  stator  or  by  rheo- 
stat control  of  the  rotor,  assuming  that  the 
stator  is  the  primary  circuit  and  the  rotor  the  sec- 
ondary. For  a  given  torque  the  slip  of  an  induction 
motor  is  approximately  inversely  proportional  to  the 
stpiare  of  the  jirimary  \oltage.  While  this  method  is 
frequently  employed,  particularly  in  places  where 
there  is  danger  of  explosion  or  fire  from  an  electric 
s])ark,  it  gives  poor  speed  regulation  and  low  power  fac- 
tor and  efficiency  at  the  lower  speeds.  The  cost  of  a 
compensator  is  sometimes  prohibitive,  being  about  one- 
fourth  that  of  the  motor,  while  the  results  of  primary 
Control  with  rheostats  are  imt  as  satisfactorv  as  with 
compensators.  The  method  most  generally  adopted 
is  rheostat  control  of  the  rotor  circuit,  which  though 
inefficient  at  low  speeds,  is  at  once  cheap  and  simple. 

From  this  brief  survey  it  is  seen  that  the  three- 
]>hase  induction  motor  cannot  yet  be  called  as  satis- 
factory an  adjustable  speed  machine  as  is  the  direct 
current  series  motor  or  even  some  of  the  single-phase 
machines.  .All  the  methods  of  controlling  the  speed, 
except  the  concatenation  and  the  pole-changing,  are 
wasteful,  and  these  are  limited  to  a  few  definite  speeds, 
'i'he  others  are  make-shifts,  complicated,  unreliable 
or  expensive,  which  are  tolerated  only  because  of  the 
manifold  compensating  advantages  of  alternating  as 
Compared  with  direct  current. 
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PERSONALS. 
\V.    S.   Heger,    Caliloniia   manager   of   the   Allis-CUaluiers 
Co.,   is   at   Los   Angeles. 

Thomas  Mirk,  of  Hunt,  Mirk  <t  Co.,  refmueil  lo  Sau  t'lan- 
cisco  last  Monday  from  a  trip  to  Tacoma. 

George  Davis,  of  the  Davis  Electric  Company  of  Sani:i 
Cruz,  was  a  recent  San  Francisco  visitor. 

L.  F.  Youdall  of  the  Electric  &  Machine  Equipment  Com- 
pany of  Stockton,  motored  to  San  Francisco  this  week. 

L.  M.  Hancock,  who  is  interested  in  electric  lighting  at 
Fortuna,  Cal.,  was  a  visitor  at  San  Francisco  last  week. 

C.  P.  Baird,  manager  of  the  Lompoc  Light  «&  Power  Com- 
pany, of  Lompoc,  paid  a  visit  to  San  Francisco  during  the 
past  week. 

Geo.  B.  Ferrier,  Jr.,  sales  manager  for  A.  L.  Ide  &  Sons, 
Springfield,  Illinois,  manufacturers  of  the  Ideal  engines,  is  at 
San  Francisco. 

Eward  L.  Brayton,  president  and  general  manager  of  the 
Pelton  Water  Wheel  Company,  recently  went  to  Southern 
California  on  a  business  trip. 

F.  W.  Gay,  mechanical  engineer  with  J.  G.  White  &  Co., 
is  at  Bakersfield  installing  a  new  steam  plant  for  the  San 
Joaquin  Light  &  Power  Company. 

E.  A.  Quinn,  of  the  AUis-Chalmer's  Co.'s  sales  depart- 
ment, has  returned  to  the  San  Francisco  office,  alter  a  trip 
through  the  mining  camps  of  Nevada. 

J.  V.  Kunze,  Eastern  manager  of  the  Pelton  Water 
Wheel  Company,  who  is  making  a  tour  of  the  Pacific  Coast, 
is  expected  lo  arrive  at  San  Francisco  next  week. 

W.  B.  Moore,  formerly  district  superintendent  of  the 
Pacific  Telephone  &  Telegraph  Company  at  Seattle,  has  been 
made  division  plant  superintendent  at  Los  Angeles. 

C.  C.  Hillis,  manager  of  the  Electric  Appliance  Co.,  San 
Francisco,  was  elected  Vulcan  at  the  eighth  annual  meeting  of 
the  Rejuvenated  Sons  of  Jove  at  Birmingham,  Alabama. 

James  D.  Schuyler,  a  hydraulic  engineer  of  Los  Angeles, 
who  is  interested  in  electric  power  enterprises  on  the  Pacific 
Coast  and  elsewhere  was  a  recent  San  Francisco  visitor. 

-  G.  R.  Field,  assistant  general  manager  of  the  Great  West- 
ern Power  Company,  recently  returned  to  his  San  Francisco 
office  after  paying  a  visit  to  the  site  of  the  Big  Meadows  dam. 

J.  P.  Dunphy,  who  was  formerly  district  superintendent 
at  San  Francisco,  has  gone  to  Seattle,  where  he  will  have 
the  same  title  with  the  Pacific  Telephone  &  Telegraph  Com- 
pany. 

Joseph  H.  Handlon,  claims  agent  of  the  United  Rail- 
roads, returned  to  San  Francisco  last  Saturday,  after  attend- 
ing the  sessions  of  the  National  Street  Railway  Association 
at   Atlantic   City. 

M.  C.  Hixson,  formerly  with  the  meter  department  of  the 
Pacific  Gas  &  Electric  Co.,  is  now  acting  as  chief  electrician 
at  Stanford  University  in  conjunction  with  some  technical 
studies  which  he  is  pursuing. 

J.  H.  Leary,  for  many  years  chief  dispatcher  for  the 
Southern  Pacific  Company  at  the  Oakland  mole  and  the 
Third  and  Townsend  depot,  has  been  appointed  superintend- 
ent of  the  Central  California  Traction  Company  with  office  at 
Stockton,  Cal. 

O.  C.  Pratt,  president  of  the  Indian  Valley  Light  &  Power 
Company,  will  leave  for  Quincy,  November  Tth,  to  attend  the 
annual  meeting  of  the  stockholders  of  the  company,  which 
operates  a  hydroelectric  plant  at  Greenville,  Plumas  county. 
Several  extensions  of  the  power  lines  are  projected.  The 
company's  San   Francisco  office  is  at  1108  Crocker  Building. 


Leon  M.  Hall,  electrical  engineer,  spent  last  week  at  Los 
Banos  in  connection  with  an  irrigation  project,  involving  the 
construction  of  a  system  of  ditches  and  a  dam  which  will 
form  a  reservoir  having  an  area  of  100  acres. 

H.  A.  Larduer,  manager  of  J.  G.  White  &  Company's 
Pacific  Coast  branch,  has  returned  to  Sau  Francisco  after 
i;,specting  the  work  on  the  great  dam  at  Crane  Valley,  which 
will  be  completed  about  January  1,  for  the  San  Joaquin  Light 
&   Power  Company. 

Leslie  R.  Coffin  has  been  appointed  manager  of  the  What- 
com County  Railway  &  Light  Co.  of  Bellingham,  Wash.,  in 
w  hich  capacity  he  has  been  acting  since  the  appointment  of 
I  he  former  manager,  L.  H.  Bean,  as  manager  of  the  Tacoma 
Railway  &  Power  Go. 

C.  H.  Gaunt,  general  superintendent  of  the  Western 
Union  Telegraph  Company's  Pacific  Division,  recently  re- 
turned to  his  San  Francisco  headquarters  after  a  trip  to  New 
York,  H.  v.  Dodge,  division  commercial  superintendent  met  Mr. 
Gaunt  on  Puget  Sound  and  came  south  with  him. 

Harry  L.  Worthington  has  accepted  the  position  of  super- 
intendent of  distribution  with  the  United  Light  &  Power 
Company,  effective  November  1.  He  has  occupied  a  similar 
position  in  the  electric  lighting  department  of  the  San  Fran- 
cisco Gas  &  Electric  Company  during  the  past  four  years. 

R.  Nakakoji,  vice-minister  of  the  department  of  communi- 
cation of  the  Japanese  government,  which  has  charge  of  the 
imperial  railroads,  telephones  and  telegraphs,  accompanied  by 
two  secretaries,  H.  Suzumura  and  S.  Uchida,  was  entertained 
at  Seattle  this  week  while  returning  from  England  to  Japan. 

.).  Al.  Howell,  the  hydraulic  engineer  who  did  much  of 
the  preliminary  work  for  the  Great  Western  Power  Com- 
pany's hydraulic  system  at  the  Big  Bend  of  Feather  River 
and  at  Big  Meadows,  recently  returned  from  a  stay  of  sev- 
eral years  in  Japan  and  will  reside  permanently  at  Berkeley. 

S.  N.  Griffith  of  Fresno  who  was  formerly  at  the  head  of 
the  Fresno  Traction  Company,  recently  spent  some  days  at 
San  Francisco.  He  has  completed  the  surveys  for  an  elec- 
tric road  from  Fiesno  to  Clovis,  and  on  its  completion  he 
purposes  to  build  a  connecting  line,  fifty  miles  in  length,  via 
Centerville  and  Reedley  to  Orosi. 


TRADE    NOTES. 

The  Standard  Underground  Cable  Corripany  has  opened 
a  branch  office  at  707  Electric  Building,  Cleveland,  Ohio. 

Arthur  S.  Bent  Co.  of  Los  Angeles  recently  installed  12 
miles  of  o6-in.  concrete  pipe  from  Barker  Meadows  to  the 
Kossler  power  house  of  the  Central  Colorado  Power  Company. 

John  Ross  Wade,  of  Chico,  has  purchased  a  complete 
golddredge  equipment  from  the  Westinghouse  Electric  &  Man- 
ufacturing Company.  It  includes  a_  number  of  2200  volt  in- 
duction motors  ranging  from  150  h.p.  down  to  ao  h.p.  Special 
precautions  have  been  taken  to  prevent  injuries  to  the  men 
operating  the  dredge.  Each  motor  is  equipped  with  a  mag- 
netic brake  and  has  an  individual  circuit  breaker.  The  scene 
of  the  operations  is  to  be  at  a  point  15  miles  north  of  Chico. 

The  Westinghouse  Electric  &  Manufacturing  Company 
report  the  closing  of  a  contract  for  a  complete  electrical 
equipment  for  the  operation  of  the  Valley  Ice  Company's 
large  new  ice  plant  at  Bakersfield.  A  number  of  440-volt  in- 
duction motors,  ranging  from  200  h.p.  down  to  10  h.p.,  will 
be  installed.  The  ice-making  capacity  will  be  300  tons  per 
day  and  the  plant  will  be  ready  for  operation  next  February. 
The  Valley  Ice  Company's  plant  at  Fresno,  which  began  oper- 
ations July  1,  is  said  to  be  the  first  in  the  United  States  to  be 
operated  throughout  by  electric  motors.  Steam  engines  were 
used  to  drive  the  ammonia  compressors  in  the  past.  West- 
inghouse motors  are  used  throughout  this  plant.  The  com- 
pressor is  belted  to  a   500  h.p.  motor. 
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A  LARGE  ALTERNATING  CURRENT  CIRCUIT-BREAKER 
INSTALLATION. 

The  construction  of  a  circuit-breaker  for  use  on  heavy 
alternating  current  circuits  presents  a  somewhat  difficult 
problem  to  the  designing  electrical  engineer.  To  ensure  the 
distribution  of  the  current  uniformly  throughout  the  various 
parts  of  the  breaker  and  the  avoidance  of  skin  effect,  energy 
losses  in  heating,  etc.,  requires  very  skillful  designing. 

The  largest  alternating  current  circuit-breaker  yet  built 
is  installed  in  the  worsted  mills  of  the  American  Woolen 
Company  at  Lawrence,  Mass.,  and  protects  a  600-volt,  40- 
cycle  turbo  alternator.     It  is  a  trii)le-pole  solenoid  operated, 


12.(XI0  .\mpurc-.  600  Volt  Circuit  Brc-alirr 

t.vpe  C,  Form  K-2  breaker,  built  by  the  General  Electric  Com- 
pany, and  has  a  current  carrying  capacity  of  12,000  amperes 
continuously   without   overheating. 

If  a  circuit-breaker  for  use  on  heavy  alternating  current 
circuits  of  6000  amperes  and  over  were  built  on  the  lines  of 
usual  direct  current  construction  it  would  not  perform  its 
work  satisfactorily  and  would  heat  to  a  dangerous  degree  in 
servics.  To  avoid  this,  special  construction  must  be  em- 
ployed. 

In  the  design  of  the  circuit-breaker  in  question,  a  large 
amount  of  radiating  surface  was  provided  and  uniform  dis- 
tribution of  the  current  Lhroughout  the  various  parts  was  en- 
sured by  subdividing  the  contact  brushes  and  the  studs  of 
eack  ijole  into  six  sections,  each  section  insulated  from  the 
others.  Each  pole  of  the  circuit-breaker  is  operated  by  a 
separate  solenoid  mechanism  so  connected  that  the  entire 
triple  pole  breaker  is  controlled  by  a  single  control  switch  on 
the  switchboard  panel.  The  open  and  closed  positions  of  the 
breaker  are  indicated  by  pil(-t  lamiis  located  at  the  control- 
ling switch. 

To  obviate  the  necessity  of  opening  an  arc  at  the  control 
switch,   the   circuit   of  the  closing  coils   is   opened   by   relays 


located  near  the  circuit-breaker  after  the  latter  clbses.  The 
c;;-cuit-breaker  trip  coils  are  opened  by  auxiliary  switches  on 
it,  which  open  when  the  breaker  itself  opens.  The  device  is 
made  automatic  by  the  use  of  current  transformeis  and  relays. 
The  circuit-breaker,  solenoids  and  control  relays  are  mounted 
on  specially  designed  hard  wood  siii)porting  framework  made 
to  conform  to  the  perimeter  of  the  turbine  to  which  the 
framework  is  secured. 

The  breaker  has  now  been  in  service  for  several  months 
and  is  operating  satisfactorily.  This,  however,  Is  not  more 
than  was  expected  because,  before  shipment,  after  being  well 
tried  out  for  purposes  of  adjustment  and  to  discover  any 
weak  points  in  construction,  the  breaker  was  subjected  to 
thorough  mechanical  endurance  tests  under  conditions  much 
more  severe  than  it  could  possibly  be  expected  to  endure  in 
actual  service. 


BENJAMIN    LARGE    BASE    RECEPTACLES. 

The  advent  of  the  new  400  and  500  watt  Mazda  lamp  has 
created  a  demand  for  suitable  sockets  and  fixtures  with  large 
base  receptacles.  To  meet  these  new  conditions  and  tlfus  re- 
move the  chief  obstruction  to  their  commercial  introduction, 
the  Benjamin  Electric  Company  have  designed,  and  are  now 
jilacing  u])on  the  market,  a  number  of  sockets  and  receptacles 
especially  intended  for  large  base  lamps. 


Ni 


-Mult-ple. 


N".   7!t — Seritrs  l'"iln^  ('ilt-(nit. 


The  accompanying  illustrations  show  two  sockets.  The 
.\o.  C9  is  intended  for  use  on  low-voltage  circuits  not  re- 
quiring cut-out  or  short-circuiting  mechanism.  It  has  spring 
center  contact,  wires  lead  in  the  sides,  and  the  binding 
screws  are  accessible  from  the  central  opening.  No.  79  is  a 
two-piece  series  cut-out  socket  with  short-circuiting  center 
contact  for  high-voltage  street-lighting  circuits.  It  has  side 
connections  and  will  receive  wires  as  large  as  No.  6.  Both  of 
these  are  adapted  for  attaching  to  a  surface  or  bracket  by 
means  of  screws  passing  through  the  base. 


TRADE    NOTES. 

R.  P.  Starkweather,  pole  line  contractor,  San  Francisco, 
Ih  installing  2.^  miles  of  trolley  line  for  the  Oakland  Antioch 
Electric  Railway  Company  between  Bay  Point,  Lafayette  and 
Martinez.  He  is  also  overhauling  25  miles  of  the  Snow  Moun- 
tain Power  Company's  lines  at  Ukiah. 

Hunt,  Mirk  &  Co..  representing  the  Westinghouse  Ma- 
chine Co.,  report  that  the  San  Diego  Electric  Railway  Com- 
l);.ny.  has  purchased  a  1000  kw.  exhaust  turbine  generator 
fitted  with  the  Westinghouse-Melville-MacAlpine  reduction 
gear.  This  generator  set  is  the  first  of  that  type  sold  on  the 
Pacific  Slope.  The  rotor  of  the  turbine  makes  3600  r.p.m.. 
while  the  600  v.  d.c.  generator  has  a  speed  of  514  r.p.m.  The 
agents  say  that  there  is  a  big  field  for  such  d.c.  turbo-gener- 
ators in  connection  with  the  operation  of  centrifugal  pumps 
in  California. 
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INCORPORATIONS. 

PORTLAND,  ORK.— The  Independent  Electric  Company 
have  incorporated  for  $100,000.  E.  W.  Hardy,  405  Chamber 
of  Commerce  Building,  Portland,  is  interested. 

LOS  ANGELES,  CAL.— The  Pacific  Ocean  Power  Com- 
pany of  California  has  been  incorporated  by  W.  N.  Bras- 
.sington.  C.  J.  Stoneham  and  G.  D.  Snyder,  with  a  capital 
stock  of  $10,000. 

OLYMPIA,  WASH.— Incorporation  articles  have  been 
filed  by  Chas.  C.  Gentry,  Walter  Strange  and  Arpad  Tokey  for 
a  Monorail  Railway  Company  to  connect  Bellingham,  Port 
Angeles.  Irondale  and  other  cities.  The  company  is  capital- 
ized at  $7,000,000. 


FINANCIAL. 

VALE,  ORE. — The  taxpayers  have  voted  In  bond  llic  lily 
in  an  additional  sum  of  $:!:!.000  to  build  a  !;ravity  water  sys- 
tem from  Willow  Springs,  13  miles  south. 

OCEANSIDE,  CAL.— The  City  Council  has  passed  an  or- 
dinance providing  for  the  issuance  of  bojids  of  $20,000  voted 
for  on  September  14th  for  the  construction  of  a  water-works 
system  in  this  city.  The  bonds  will  be  40  in  number  and  of 
$500  each,  bearing  5  per  cent  interest  per  annum,  payab'e 
semi-annually.  Bond  No.  1  will  run  one  year;  No.  2  two 
years;    No.  3  three  years,  etc. 


TRANSPORTATION. 
PORTLAND,     ORE.— The     Portland     Railway,     Light     & 
Power  Company  will  extend  its  Cazadero  line  liVi  miles. 

SALEM,  ORE.— The  Santiam  Development  Company  has 
applied  for  a  franchise  here  and  proposes  to  build  an  electric 
line   between   this   place  and   Stayton. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Pacific  Railway 
Company  will  at  once  put  1400  more  men  to  work  on  the 
tracks  between  Los  Angeles  and  Hollywood  relaying  and 
paving   that   line. 

•  LOS  ANGELES,  CAL.— A  two  mile  extension  of  the  Los 
Angeles  Railway  Company's  system  is  announced  by  which 
Thirty-ninth  street  will  have  a  street  car  line  from  McClin- 
tock  street  to  Western  avenue,  connecting  it  with  the  Uni- 
versity line. 

POCATELLO,  IDAHO.— .ludge  .\.  Z.  Watson  of  Chicago, 
representing  a  syndicate  of  capitalists  of  that  city,  states  that 
an  electric  railway  is  contemplated  from  American  Falls  to 
Walad,  Idaho.  It  is  stated  that  the  proposed  line  has  been 
surveyed  and  that  a  company  is  being  formed  offering  stock 
for   sale. 

PORTLAND,  ORE. — F.  A.  Nelson,  the  inventor  of  an  au- 
tomatic street  car  fender  and  who  has  been  in  the  city 
for  several  months  in  the  interests  of  the  concern  manufac- 
turing it,  announces  that  he  contemplates  building  a  plant  in 
this  city  for  the  manufacture  of  the  fenders  to  be  used  on  the 
Coast.    He  will  immediately  secure  a  site  and  build  a  factory. 

LOS  ANGELES,  CAL.— The  Pacific  Electric  Railway  Com- 
pany has  adopted  sketches  prepared  by  Architect  C.  E.  Shat- 
tuck  for  new  passenger  station  to  be  erected  at  Pine  and  Sea- 
side Boulevard,  Long  Beach,  and  working  drawings  will  be 
started  at  once.  The  construction  will  be  steel  and  brick 
with  concrete  foundation  and  pressed  brick  exterior.  There 
will  be  a  ticket  office,  curio  store,  checkroom,  ladies'  rest- 
room,  cafe  and  kitchen  on  first  floor. 


SACRAMENTO,  CAL.— The  Northern  Electric  Railroad 
\»ill  completely  circle  the  city  with  its  tracks  in  the  near 
fi.ture  if  the  plans  as  outlined  last  week  to  the  City  Board 
of  Trustees  by  Attorney  A.  N.  Seymour  meet  with  the  ap- 
proval of  the  municipal  governing  board.  Seymour  made  ap- 
plication for  a  franchise  granting  the  right  to  the  company  to 
lay  its  tracks  on  I  street  from  Seventh  to  Second,  on  Second 
from  I  to  M  and  on  M  street  to  the  alley  between  Second 
and  Front. 

FRESNO,  CAL.— S.  N.  Griffith  announced  at  the  regular 
bi-weekly  meeting  of  the  real  estate  board  that  he  has 
financed  and  will  shortly  build  an  electric  railroad  between 
this  city  and  Clovis.  He  stated  that  he  has  secured  about 
three-fourths  of  the  right  of  way  for  this  road,  and  that  the 
beginning  of  actual  construction  will  follow  upon  the  se- 
curing of  the  remainder  of  the  right  of  way,  which  he  expects 
soon  to  have  accomplished.  He  further  mentioned  without 
details  that  he  will  shortly  announce  plans  for  another  inter- 
urban  electric  road  to  run  out  about  .'iO  miles  from  Fresno, 
but  declined  to  state  the  route  and  destination  of  this  line. 
During  the  i)ast  summer  he  secured  financial  backing  for  the 
construction  of  an  interurban  railroad  system,  of  which  the 
Clovis  road  will  be  a  starter.  He  estimates  that  the  total 
expenditure  on  this  enterprise,  complete,  will  he  about 
$2,000,000.  The  expense  of  the  work  of  construction  he  figures 
at  $;iO,000  a  mile  complete  with  rolling  stock,  and  other  equip- 
ment. 

OAKLAND,  CAL.— Several  new  street  railway  franchises 
were  applied  for  by  the  Oakland  Traction  Company  at  a 
recent  meeting  of  the  City  Council.  The  most  important 
is  for  a  line  on  Clay  street  from  Eighth  to  Seventeenth 
street,  connecting  the  San  Pablo  and  West  Eighth  street  lines. 
The  company  would  also  like  to  extend  its  Thirteenth  street 
line  from  the  present  terminus  at  Washington  street  west 
along  Thirteenth  to  Market  and  thence  north  to  the  tracks 
at  Fourteenth  and  Market.  The  company  also  asks  to  be 
permitted  to  extend  its  Thirteenth  street  line  from  Thir- 
teenth and  Washington  streets  on  a  curve  to  connect  with 
Washington  street.  A  franchise  is  asked  for  a  line  beginning 
at  Market  street  and  San  Pablo  avenue  running  north  across 
San  Pablo  avenue  to  Market  street  and  thence  north  on  Mar- 
ket street  to  Fifty-fifth  street  and  the  Key  Route  tracks.  An 
important  extension  asked  for  is  that  beginning  at  Hopkins 
street  and  Thirty-fifth  avenue,  known  as  the  Redwood  road, 
running  northwesterly  on  Hopkins  street  to  Peralta  avenue, 
f.hence  southwesterly  upon  and  across  Peralta  avenue  to  Hop- 
kins street  northwest  of  Peralta  avenue  and  thence  north- 
westerly along  Hopkins  street  to  the  company's  tracks  in  Ho|)- 
kins  street  and  Fruitvale  avenue. 

LOS  ANGELES,  CAL.— All  the  city  lines  of  the  Pacific 
Electric  Railway  Company,  with  their  entire  equipment,  have 
been  purchased  by  the  Los  Angeles  Railway  Corporation  for 
about  $12,000,000.  The  deal  is  one  explanation  of  the  Los 
Angeles  Railway  Corporation's  recent  increase  of  capitaliza- 
tion from  $0,000,000  to  $20,000,000.  The  absorption  of  the 
so-called  red  lines  by  the  yellow  means  universal  transfers, 
and  is  expected  to  be  of  great  benefit  to  the  public,  because 
the  buying  company  will  make  many  improvements  and  addi- 
tions, and  bring  the  service  up  to  its  own  high  standard.  The 
systern  acquired  was  formerly  that  of  the  traction  company 
built  by  the  Hooks,  afterward  bought  by  Huntington's  inter- 
urban company  and  later  absorbed  by  the  Pacific  Electric.  It 
reaches  far  in  all  directions  with  a  few  tracks,  and  will  be 
a  valuable  groundwork  for  the  Los  .\ngeles  Railway  Corpora- 
tion's  constant   construction  of  feeders.     The   new   roads   ac- 
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quired  will  make  the  mileage  of  that  big  corporation  in  ex- 
cess of  350.  H.  E.  Huntington  is  president  and  virtual  owner, 
though  most  of  the  stock  was  issued  to  his  son,  Howard  E. 
Huntington,  the  general  manager.  The  elder  Huntington  also 
retains  control  of  the  Pacific  Electric,  which  is  directing  its 
energies  to  further  fields,  and  is  expected  to  stretch  its  600 
miles  of  trackage  to  1000  within  two  years. 


ILLUMINATION. 

LIVE  OAK,  CAL.— The  Live  Oak  and  Encinal  Electric 
Light  Company  is  making  preparations  for  an  extension  of  its 
line  north  of  Live  Oak. 

SAN  FRANCISCO,  CAL.— The  Pacific  Power  &  Light 
Company  has  declared  an  initial  dividend  of  1%  per  cent  on 
the  preferred  stock,  payable  November  1,  to  stock  of  record 
October   24. 

ELLENSBURG,  WASH.— The  bill  of  the  Olympic  Foun- 
dry Company  of  Seattle  to  furnish  14  cluster  light  poles  com- 
plete with  globes  at  a  cost  of  $46.90  each  has  been  accepted 
by  the  council  and  the  company  will  ship  the  lights. 

OCEANSIDE,  CAL.— E.  V.  Griffes,  local  manager  of 
the  Oceanside  Gas  &  Electric  Company,  is  figuring  on  elec- 
tric wires  to  Fallbrook,  where  he  will  furnish  that  town  with 
light.  The  system  will  cost  about  $4000  and  Mr.  Griffes 
w'll  probably  install  it. 

CLAYTON,  N.  M. — The  city  water  and  electric  light 
plant  owned  -by  Territorial  Land  Commissioner  Robert  Er- 
vein,  now  of  Santa  Pe,  has  been  taken  over  by  the  city  board 
of  Clayton.  Bonds  for  $.50,000  will  be  voted  as  soon  as  an 
election  can  be  called  and  an  entire  new  system  of  water 
and  electric  lights  will  be  built  within  the  coming  year. 

NEWPORT,  CAL.— The  City  Clerk  will  receive  sealed 
bids  up  to  December  12th  for  a  franchise  to  erect  poles  and 
uprights  in  the  public  streets  and  alleys  of  this  city  and  to 
equip  poles  with  brackets,  cross-arms  and  other  means  and 
appliances  for  placing  and  stringing  wire  and  cables  for  the 
conveying  and  transmission  of  electric  energy  for  light,  heat 
and  power. 

HANFORD.  CAL. — Suit  has  been  brought  against  the  city 
of  Hanford  by  the  Hanford  Gas  and  Power  Company  for  the 
refunding  of  a  $700  franchise  tax  which  was  paid  under  pro- 
test in  two  different  years.  The  case  is  an  attack  on  the 
provision  of  the  company's  franchise  which  requires  it  to 
pay  2  per  cent  of  its  gross  earnings  each  year  after  the  fifth 
year  of  operation.  The  company  contents  that  the  city  has 
no  right  to  impose  this  franchise  tax. 

BAKERSFIELD,  CAL— B.  C.  Oliphant  of  Buffalo.  N.  Y., 
manager  of  the  California  Natural  Gas  Company,  which  was 
recently  incorporated  in  San  Francisco  to  conserve  for  do- 
mestic purposes  the  great  gas  production  of  the  Midway 
territory,  is  now  in  Bakersfield  with  officials  of  the  Standard 
Oil  Company,  which  owns  the  gas  wells.  He  says  actual 
work  on  the  new  company's  plant  will  commence  early  in  De- 
cember. The  company  already  has  in  the  Midway  district 
material  ready  for  laying  30  miles  of  4-inch  pipe.  The  cen- 
tral plant  will  be  established  on  section  26.  where  the  Stand- 
ard's biggest  well  is  located. 

COALINGA,  CAL. — Taft's  new  gas  plant  is  in  operation 
and  several  places  are  using  the  fuel.  Other  houses  are  being 
connected  with  the  mains  as  rapidly  as  the  work  can  be 
done.  No  lights  have  yet  been  installed,  as  the  company 
wishes  to  get  the  receivers  into  place  first  to  insure  the 
steadiest  pressure.  The  receivers  have  been  shipped,  but 
have  been  delayed  in  arrival.  The  natural  gas  is  brought 
here  through  a  2-inch  steel  main,  under  a  pressure  of  300 
pounds.  The  capacity  is  250,000  cubic  feet  per  hour,  so  there 
is  no  danger  of  there  not  being  enough  to  go  around.  At  the 
works  it  passed  thro\igh  valves  to  bring  the  pressure  down 
to  the  required  amount. 


TRANSMISSION. 
WHITE  SALMON,  WASH.— The  Husum  Power  Company 
will  erect  a  concrete  dam  here. 

CHINOOK,  MONT.— The  City  Council  has  taken  up  the 
question  of  building  an  electric  light  plant. 

PORTLAND,  ORE.— The  Portland  Railway,  Light  & 
Power  Company  will  erect  a  15,000  h.p.  steam  plant  in  East 
Portland. 

HERMISTON,  ORE.— B.  A.  Chisolm  of  Meadows,  Idaho, 
is  negotiating  with  the  city  authorities  of  this  place  for  the 
election   of  a  light   plant. 

TACOMA,  WASH.— The  Chicago,  Milwaukee  &  P.  S. 
Railway  will  erect  a  $5000  power  house  80x22  at  East  Twenty- 
fifth  and  Portland  avenue. 

VANCOUVER,  B.  C— The  Dominion  engineer,  J.  R.  Free- 
man, has  announced  that  the  Vancouver  Power  Company,  may 
build  an  S5-foot  dam  at  Coquitlam,  providing  certain  condi- 
tions are  observed. 

CRESTON,  B.  C— The  International  Electric  Company  of 
Nelson,  B.  C,  and  Portland,  Ore.,  has  filed  on  the  water 
powers  of  the  Pend  d'Oreille  river  and  a  development  scheme 
to  utilize  the  powers  will  be  inaugurated  in  the  near  future. 

SPOKANE,  WASH. — Mayor  Pratt  is  advocating  the  pur- 
chase of  a  city  power  plant.  The  proposed  site  if  acquired 
would  be  located  on  upper  Spokane  river,  to  develop  about 
6000  h.p.  W.  Moore,  city  hydraulic  engineer,  who  has  pre- 
pared preliminary  estimates,  states  that  the  proposed  plant 
would  cost  $500,000. 

PORTLAND.  ORE.— The  Independent  Electric  Com- 
psny  which  incorporated  in  Multnomah  county  with  a  capital 
stock  of  $100,000  by  H.  G.  Fleischauer,  F.  W.  Wall  and  Ernest 
Hardy  has  completed  negotiations  for  the  purchase  of  the 
Hillsboro  Water,  Light  &  Power  Company  and  the  Haines 
Light  &  Power  Company,  which  controls  a  water-power  plant 
16  miles  from  Forest  Grove.  Plans  of  the  new  company 
contemplate  the  expenditure  of  several  hundreds  of  thousanc's 
of  dollars  for  improvements  and  extensions,  and  consider  the 
extension  of  the  company's  power  lines  to  Beaverton,  Orenco, 
Cornelius.  Diley,  Gaston  and  cities  along  the  line  of  the 
Oregon  Electric  between  Beaverton  and  Forest  Grove.  B.  M. 
Boykin.  who  has  an  office  at  No.  502  Fenton  building  has 
been  made  president  of  the  new  corporation.  Light  and  power 
will  be  supplied  to  all  regions  within  a  radius  of  20  miles 
from  the  site  of  the  Haines  plant. 

SAN  FRANCISCO,  CAL.— The  effort  to  merge  several 
power  companies  in  this  State,  which  has  been  the  objective 
of  Byllesby  &  Co..  a  Chicago  bonding  house,  for  several 
months,  has  failed,  according  to  the  statements  of  several 
members  of  these  companies.  It  was  reported  that  this  pro- 
jected merger  was  to  be  in  the  interest  of  the  General  Elec- 
tric Company  which  is  said  to  be  a  creditor  of  these  small 
companies  for  large  sums,  that  the  Byllesby  &  Co.  were 
ficting  for  the  General  Electric.  The  companies  mentioned  as 
having  been  approached  on  the  subject  are  the  Stockton  Gas 
Company,  the  Humboldt  Light  &  Power  Company,  Haywards 
Gas  &  Electric  Company  and  the  Northern  California  Power 
Company.  H.  H.  Noble,  president  of  the  last-named  company, 
said  that  several  weeks  ago  a  broker  had  asked  him  for  an 
option  on  the  properties,  and  that  the  option  had  been  given 
for  a  short  period.  He  said  the  price  was  evidently  too  high, 
as  no  use  was  ever  made  of  the  option.  The  only  company 
which  Byllesby  &  Co.  succeeded  in  bonding  was  the  Hum- 
boldt Light  &  Power  Company,  with  a  plant  on  the  Trinity 
river. 

BAKERSFIELD,  CAL.— Preparations  are  being  made  for 
the  shipment  of  the  material  for  the  power  line  through  the 
oil  fields  of  the  San  .Joaquin  Light  and  Power  Company  to  this 
city.    The  work  of  construction  will  begin  from  this  end  of  the 
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line  within  the  next  two  weeks.  The  plan  is  to  run  a  loop  from 
the  power  plant  near  Fresno  through  the  oil  fields,  by  way 
of  Bakersfield,  returning  through  Coalinga.  This  vast  under- 
taking win  require  some  time  to  complete,  but  when  the  line 
has  been  built  the  oil  companies  will  be  assured  of  steady 
power  under  all  conditions.  The  work  of  construction  will 
begin  simultaneously  at  Fresno  and  at  Bakersfield,  the 
Fresno  crew  working  toward  Coalinga  on  the  loop  while  the 
Bakersfield  crew  will  build  the  line  between  this  city  and 
Moi-on.  The  two  construction  gangs  will  meet  somewhere 
in  the  oil  fields,  completing  the  loop.  The  company  will 
then  have  the  use  of  four  power  plants  for  their  own  nee^s 
and  for  their  customers.  There  is  a  27,000  h.p.  plant  situated 
outside  of  Fresno  and  another  2500  h.p.  plant  inside  the  city. 
At  this  city  they  have  the  old  2000  h.p.  plant  in  the  canyon 
which  was  used  by  the  P.  T.  &  L.  Co.  and  the  new  2.'>00-h.p. 
plant  in  this  city  which  has  been  completed  recently. 

SAN  FRANCISCO,  CAL.— A  big  power  deal  was  con- 
summated when  the  Pacific  Gas  &  Electric  Company  con- 
tracted to  handle  the  output  of  the  Great  Western  Power  Com- 
pany for  a  long  term  of  years.  The  negotiations  have  not 
entirely  closed,  according  to  President  Drum  of  the  Pacific 
Gas  &  Electric,  but  they  are  sufficiently  progressed  to  be 
only  a  matter  of  the  exchange  of  signatures  and  other  for- 
malities. The  Great  Western  Power  Company,  which  has 
invested  about  $15,000,000  in  its  plant,  has  been  producing 
40,000  kw.  of  electric  energy  for  some  time,  about  two-thirds 
Gt  which  has. been  purchased  by  the  Pacific  Gas  &  Elec- 
tric Company,  as  the  former  corporation  has  no  distributing 
systems  or  retail  markets  for  its  power.  The  negotiations 
were  carried  on  in  New  York,  where  the  Great  Western 
Power  Company  has  its  executive  offices,  between  Edwin 
Hawley,  president  of  the  company,  and  N.  W.  Halsey  &  Co., 
the  financial  agents  of  the  Pacific  Gas  &  Electric  Company. 
President  Drum  has  denied  that  his  company  guaranteed  (o 
meet  the  dividends  on  any  of  the  stock  of  the  Great  Western 
Power  Company.  He  added  that  the  Pacific  Gas  &  Electric 
Company  merely  contracted  to  buy  at  a  fixed  price  whatever 
power  the  Great  Western  Power  Company  could  produce  for 
a   long  term  of  years. 


WATERWORKS. 

WASCO,  CAL.~The  stockholders  authorized  the  directors 
to  install  a  complete  system  of  domestic  water  upon  the  town- 
site  of  Wasco.    The  cost  is  given  at  $1300. 

OAKLAND,  CAL. — A  resolution  has  been  adopted  direct- 
ing the  People's  Water  Company  to  install  double  outlet  hy- 
drants on  East  Fourteenth  street  and  on  all  intersecting 
streets  between  Fi'uitvale  and   High  street. 

LONG  BEACH.  CAL.— The  Alamitos  Land  &  Water  Com- 
pany is  pr.>paring  to  enlarge  its  water  system.  It  is  the  in- 
tention of  the  company  to  double  the  system  and  extend 
it  throughout  the  city.  New  mains  will  be  laid  and  the  res- 
ervoir will  be  doubled. 

OAKLAND,  CAL. — At  the  annual  meeting  of  the  Peo- 
ple's Water  Company  of  Oakland  last  week  the  existing 
board  of  directors  was  re-elected  by  the  stockholders.  Re- 
port of  the  officers  were  made  and  the  directors  went  into 
executive  session  to  consider  matters  of  futitre  action  which 
are  to  be  made  public  soon. 

SAN  FRANCISCO,  CAL.— Refusal  on  the  part  of  the  Spring 
Valley  Water  Co.  to  consider  the  proposition  of  Mayor  McCar- 
thy that  the  city  should  purchase  the  plant  of  the  company  for 
$:;;!, 000,000.  or  even  for  $:i.'.,OO0,O00  as  formerly  agreed,  was 
raadp  last  week  at  the  water  conference  held  in  the  Mayor's 
ofdce  in  the  Crockei-  building.  The  next  conference  will  be 
held  Wednesday  evening,  November  9,  at  the  Mayor's  office, 
and  will  be  an  executive  session,  when  an  effort  will  be 
made  to  reach  an  agreement. 


NEW    CATALOGUES. 

Catalogue  B-19  from  the  Benjamin  Electric  Mfg.  Co.,  Chi- 
cago and  San  Francisco  is  an  illustrated  reference  book  on 
Benjamin  wireless  clusters  and  lighting  specialties. 

Bulletin  No.  4778  from  the  General  Electric  Company 
is  devoted  to  the  Edison  Carbon  Incandescent  Lamp,  which 
are  here  rated  by  the  three  voltage  method  and  in  total  watts. 

Polyphase  Maximum  Watt  Demand  Indicator,  Type  W  for 
recording  on  alternating  current  circuits  irrespective  of  power 
factor  and  voltage  fluctuations  is  illustrated  and  described  in 
Bulletin  No.  476S  from  the  General  Electric  Co. 

Bulletin  No.  4765,  entitled  "Isolated  Plant — Direct  Current 
Combination  Generator  and  Feeder  Panels,"  recently  issued 
by  the  General  Electric  Company,  supersedes  the  previous 
bulletin  issued  by  this  company  on  that  subject. 

Booklet  4024  from  the  Allis-Chalmers  Co.  sets  forth  some 
of  the  features  of  Allis-Chalmers  lighting  transformers  for 
central  stations  dealing  particularly  with  the  factors  of 
safety,  ruggedness,  efficiency,  weight,  regulation  and   cost. 

Dossert  &  Co.  have  just  '  issued  an  eight-page  folder 
which  illustrates  and  describes  a  number  of  new  Dossert 
specialties,  particularly  a  new  anchor  connector  for  use  with 
strain  insulators  and  a  new  insulated  cover  for  cable  taps. 

Bulletin  No.  14  from  the  Century  Electric  Co.,  St.  Louis, 
and  San  Francisco,  handsomely  portrays  Century  Single 
Phase  Motors.  Supplementing  a  well  written  text  regarding 
this  repulsion  induction  motor  are  a  series  of  excellent 
half  tones  showing  its  construction  and  its  varied  applica- 
tion. This  catalogue  is  well  printed  with  tint  blocks  on  each 
page  and  is  attractively  bound  in  double  blue  cover. 

A  bulletin  was  recently  issued  by  the  General  Electric 
Company,  entitled  "Engine  Type  Continuous  Current  Gen- 
erators, Forms  RB  and  RBO  for  Lighting  and  Power."  The 
bulletin  illustrates  and  describes  direct  current  generators 
for  two  and  three  wire  systems,  from  25  to  250  kw.,  and  for 
standard  voltages. 

The  General  Electric  Company  has  recently  issueu  a 
bulletin  describing  the  GE  Tantalum  Incandescent  Lamp  for 
general  illumination.  It  illustrates  and  describes  lamps  for 
100  to  125,  and  200  to  250  volts,  compares  the  cost  and  effi- 
ciency of  these  lamps  with  those  of  the  carbon  and  Gem 
lamps,  and  contains  considerable  data  of  use  to  those  inter- 
ested in  the  subject.    The  number  of  this  bulletin  is  47fi6. 

The  Westinghouse  Electric  &  Manufacturing  Company 
has  just  issued  its  Circular  1098  on  the  subject  of  Switchboard 
Indicating  Meters.  The  publication  outlines  the  cardinal 
points  to  be  kept  in  mind  in  the  selection  of  meters.  It  de- 
scribes direct  current  and  alternating  current  indicating 
meters,  including  frequency  meters  and  power  factor  meters; 
synchroscopes,  and   instrument  transformers. 

The  Westinghouse  Electric  &  Manufacturing  Company 
has  just  issued  a  revision  of  its  Circular  lllS  on  the  subject 
of  its  Type  CCL  Polyphase  Induction  Motors.  The  circular 
describes  the  electrical  and  mechanical  features  of  these 
motors  and  shows  some  very  interesting  pictures  of  their  ap- 
plications. The  circular  also  includes  some  short  descriptions 
of  the  various  starting  devices  used  with  squirrel  cage  induc- 
tion motors. 

Bulletin  No.  4775.  issued  by  the  General  Electric  Com- 
pany, entitled  "Type  KS  Single-Phase  Induction  Motors,"  de- 
s<ribes  a  motor  offered  by  the  General  Electric  Company  to 
meet  the  power  requirements  of  establishments  which,  for 
seme  reason,  are  unable  to  secure  other  than  single-phase 
current.  This  motor  is,  in  general,  adapted  to  drive  geared 
and  belted  machinery  requiring  constant  speed  with  light 
or  moderate  starting  torque.  It  is  made  in  capacities  of  from 
1  to  15  horsepower,  and  wound  for  110  or  220  volts,  60  cycles. 
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THE  GREAT  POWER  PLANT  AT  ELECTRA 


liV    ARCHIK    RICK. 


In  California  snow  is  converted  into  elec- 
tric light.  The  dazzling'  white  mantle  npon 
her  lofty  mountain  toi)s  flashes  forth  again 
by  the  sea.  California  sunshine  sips  vapor 
from  the  heaving  bosom  of  the  Pacific.  The 
Aiduc  Kio  trade  winds  carry  the  saturated  atmosphere 
inland.  Heated  air  rising  from  the  great  interior  val- 
leys buoys  up  the   \  apory   masses  as   they  pass   way 


mountain-slope  streams  are  dwindling.  And  then  that 
jagged  white  skyline  begins  to  melt  and  renew  the 
springs. 

The  gleam  in  that  mountain-toi)  snow,  ten  thous- 
and feet  in  the  air.  starts  on  its  way  to  be  transformed 
into  the  glow  of  artificial  light.  After  a  downward 
journey  of  more  than  two  hundred  miles  it  appears 
again,    spangling   the    darkness    about    San    Francisco 


In   the   Power  House   at   Electra. 


overhead.  They  float  gently  on  till  they  are  checked 
by  the  towering  ramparts  of  the  mighty  divide  that 
walls  California  all  along  her  eastern  boundary.  Hov- 
ering there  the  clouds  wait  till  a  fall  in  the  tempera- 
ture relieves  them  of  their  burden.  To  the  deep,  white 
masses  upon  the  Sierra  crests  those  clouds  then  add 
their  myriad  of  little  icy  crystals. 

.Again  California  sunshine  brings  a  change.     The 
rainy  season  is  over.    Drying  valleys  are  athirst.  Steep 


Bay  with  tens  of  thousands  of  lights,  picking  out  the 
cities  in  detail  and  making  them  sparkle  in  the  night 
like  a  fairyland  strewn  with  brilliants. 

You  get  the  wonderful  effect  of  it  when  gazing 
down  from  the  summit  of  Mount  Tamalpais,  2600 
feet  above  the  Golden  Gate.  The  accumulated  energy 
that  makes  these  city  lights  has  come  from  snowy 
summits  four  times  as  high  as  Tamalpais. 

No  other  hydroelectric  system   in  the  world    more 
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Sliowins;   the  Location   of  the  Company's  Alta,  Auburn.  Newcastle.  P'olsoni  ami 
Electra  Power   Plants  and  Their  Water  Sources  and  Canals. 


Map   Showing   the    Immediate   Surroundings   of    the    Electra    Power    Plant. 


graphically  demonstrates  the 
various  stages  of  this  mysteri- 
ous evolution  of  a  snowball  in- 
to an  incandescent  light  than 
does  the  giant  generating  plant 
at  Electra.  It  is  on  the  Mokel- 
umne  River  in  Amador  County, 
near  the  middle  of  the  eastern 
])art  of  California,  a  dozen 
miles  from  the  old  mining 
town  of  Jackson. 

A  little  to  the  southward  of 
Take  Tahoe  is  Alpine  County. 
It  is  so  sparsely  peopled  that, 
all  told,  its  inhabitants  would 
form  a  village  of  only  a  few 
hundred  people,  and  mostly 
Indians  at  that. 

Alpine  County  is  rightly 
named.  Its  back  is  bumped 
and  its  sides  slope  east  and 
west  from  the  divide.  .Terraced 
high  along  its  western  slopes 
are  natural  basins  filled  with 
snow-water. 

That  is  the  country  of  the 
Blue  Lakes.  .\nd  the  Blue 
Lakes  are  part  of  the  high 
mountain,  storage  system  that 
supplies  the  Electra  power 
plant.  There  are  four  lakes  in 
that  group.  They,  cover  an 
area  of  from  one  hundred  and 
twenty  to  three  hundred  and 
forty  acres  each.  They  range 
in  depth  from  twenty  to  sixty 
feet  and  in  elevation  above  the 
sea-level  from  5700  to  nearly 
8200  feet.  They  store  water  for 
the  day  of  need. 

Men  stationed  at  the  lakes 
regulate  the  outflow  into  the 
Mokclumne  River  according  to 
tele])honic  directions  given 
them  each  day  by  the  superin- 
tendent at  the  power  plant.  He 
calls  for  whatever  water-flow 
he  needs,  and  he  gets  it.  The 
lakes  are  eighty  miles  from  the 
liower  plant.  The'  river  for 
some  fifty  miles  serves  as  a 
channel  outlet  for  the  lakes. 
Then  ditches  and  canals  tap  the 
river  and  skirt  the  mountain 
ridges  and  bring  the  lake  water 
gradually  along  for  twenty 
miles  to  the  ])lace  where  it 
is  finallv    shot    down    through 
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big  steel  pii)es  to  drive  the  impulse  wheels  at  Electra. 
In  those  twenty  miles  the  ri\er  drops  about  sixteen 
luindred  feet.  But  the  man-made  canal  uses  a  very 
f^entle  gradient.  When  the  canal  water  finally  reaches 
the  forebay  reservoir  on  a  ridge  overlooking  the  river, 
it  is  then  more  than  1450 feet  higher  than  the  river  water 
flowing  past  the  power  house  that  stands  down  below 
on  the  bank  of  the  Mokelumne.  In  falling  from  that 
height  the  diverted  water  produces  unbelievable  en- 
ergy, tremendous  power.  It  flows  down  through  the 
pipes  at  a  steep  angle.  The  height  of  the  fall  praduces 
an  amazing  hydraulic  force.  From  the  four-inch  noz- 
zles under  the  power  house  the  liberated  jets  flare 
big  and  shooL  two  hundred  yards  out  into  space,  driv- 
ing furiously  at  a  speed  of  three  and  four-tenths  miles 
a  minute. 

Thev  have  torn  up  the  rock-ribbed  river-bed  as 
the  stream  from  a  garden  hose  might  gutter  out  soft 
loam.  When  they  emerge  from  the  building  they  are 
already  swollen  to  the  thickness  of  a  man's  body.  They 
flare  bigger  as  they  slip  through  the  air — rocketing, 
hissing,  moaning,  humming,  thundering  with  a  force 
that  fascinates  the  spectator. 

The  lofty  drop  is  the  favorite  California  method 
of  producing  water-power.  In  the  east  they  slightly 
dix'ert  a  river  to  make  a  fall  of  a  few  feet,  relying  on 
a  great  volume  of  water  to  create  the  force.  But  the 
steep  slope  of  the  streams  in  the  Sierras  and  the  con- 
venient chances  for  reserve  storage  permit  the  use  of 
much  less  water  and  the  creation  of  an  artificial  fall 
of  many  hundreds  of  feet  to  produce  enormous  power. 

That  battering  force  at  Electra  strikes  into  the 
steel  water-wheel  buckets  like  a  hurricane  into  a  wind- 
mill and  revohes  them  faster  than  the  eye  can  follow 
the  movement.  The  ponderous  shafts  connected  to 
these  water-wheels  turn  the  seven  huge  electric  gen- 
erators. 

Tims  the  snowflake  becomes  the  electric  spark. 

The  collected  energy  stored  up  in  these  luountaiu 
lakes  has  come  down  with  a  final  rush  to  the  jiower 
plant  and  been  suddenly  con\erted  into  a  continuous 
force  of  28,100  horsepower.  Can  ynu  imagine  the  horse 
equivalent  of  that  power?  that  many  animals  pulling 
at  some  great  load?  Close-coupled  and  hitched  two 
abreast,  the  team  would  stretch  out  nearly  twenty- 
seven  miles ! 

Produced  at  a  potential  of  2300  \  ui:s,  that  gigantic 
electric  force  is  passed  though  eighteen  transformers 
and  its  potential  raised  to  60.000  volts.  And  at 
that  force  it  thrills  silently  and  unseen  through  big 
copper  wire,  o\'er  hills  and  across  streams,  traversing 
valleys  and  spanning  channels  along  a  pole-line  route 
that  runs  through  Stockton  and  Mission  San  Jose,  and 
then  diverges  with  a  branch  up  to  Oakland,  another 
ronnd  the  Palo  .Mto  side  of  the  bav  to  San  Francisco, 
and  a  third  to  tiie  seacoast  in  San  Cruz  County,  a 
uiaximum  transmission  distance  of  one  hundred  and 
forty  miles. 

Electra  as  a  power  plant  was  an  evolution  from  a 
different  purpose.  Back  in  the  year  1871  the  Blue  Lakes 
Water  Company  was  formed  to  supply  water  to  the 
eold  mines  in  Amador  countv.  A  ditch  system  more 
than  eighty  miles  in  length  was  built  to  convey  the 
lake   water  to  where  it   could  be  sold  to  the   miners. 


For  nearly  thirty  years  the  enterprise  was  very  profit- 
able. Then  hydraulic  mining  was  forbidden  by  law 
because  of  the  muddy  debris  that  was  choking  up  the 
navigable  streams.  And  old  producing  quartz  mines 
l^egan  to  wane.  The  water  compan)''s  business  ac- 
cordingly dwindled.     There  was  lack  of  consumers. 

Along  in  the  nineties  there  came  to  California  a 
tall,  rather  esthetic-looking  young  man  who  was  wel- 
comed in  the  highest  society.  He  was  the  proud  de- 
scendant of  a  royal  Polish  family  that  had  maintained 
its  titles  despite  the  expatriating  influence  of  Russia's 
grip  on  Poland. 

Prince  Andrea  Poniatowski  cared  for  other  things 
than  social  functions.  He  had  the  business  instinct 
of  the  promoter  and  a  personality  that  could  interest 
investors  in  his  schemes. 

He  conceived  the  idea  of  buying  up  a  lot  of  those 
old  abandoned  mines  in  Amador  count}'  and  consoli- 
dating them  under  a  single  management  that  they 
might  be  worked  for  a  profit.  And  while  he  was 
studying  out  the  situation  he  hit  upon  another  idea. 
Why  not  take  water  from  that  Blue  Lakes  Water 
Company's  ditch  and  drop  it  down  at  a  convenient 
point  and  use  the  fall  for  a  hydroelectric  plant? 

So  he  started  the  original  Electra  power  house.  It 
was  located  on  the  Mokelumne  River  about  three  miles 
downstream  from  the  present  plant.  It  got  its  water 
from  a  ditch  flowing  along  the  ridge  at  an  elevation 
of  about  a  thousand  feet  above  the  power  house.  It 
was  his  original  intention  to  wire  this  electric  energy 
to  his  mines  and  reduce  the  cost  of  their  operation. 

But  before  that  little  plant  was  completed  Ponia- 
towski had  still  another  idea.  Why  not  buy  out  the 
whole  Blue  Lakes  \A'ater  Company  in  its  condition 
of  business  decline  and  build  a  big  power  plant  and 
transmit  electric  energy  way  down  to  San  Francisco, 
;i  distance  of  one  hundred  and  ten  miles?  There  was 
no  precedent  at  that  time  for  any  such  long-distance 
transmission.  His  was  a  daring  plan.  But  he  inter- 
ested in^•estors,  bought  the  water  company,  and 
formed  the  Standard  Electric  Company  of  California. 

The  best  engineering  skill  in  the  whole  country 
was  sought  for  ad\-ice  and  plans.  Nothing  was 
adopted  that  was  not  feasible.  Practical  ideas  were 
everywhere  incorporated  into  the  scheme.  After  the 
company's  own  engineers  has  figured  out  the  possi- 
bilities and  the  costs  the  Stanley  Electric  Manufactur-. 
ing  Company  of  Pittsfield,  Massachusetts,  proposed 
the  then  amazing  plan  of  operating  the  power  lines  at 
50,000  volts,  and  promised  such  a  monetary  saving 
that  the  contract  was  awarded  to  that  company  for 
the  machinery. 

So  careful  were  the  builders  o'f  the  big  plant  in 
making  sure  that  their  ideas  were  feasible,  that  the 
energ}'  could  be  transmitted  more  than  one  hundred 
miles  when  the  arrangements  should  all  be  completed, 
that  they  took  four  years  for  the  work.  Everv  step 
was  a  certain  one.  So  sure  were  they  of  successful  ac- 
complishment that  they  contracted  to  furnish  certain 
power  to  certain  prospective  consumers  on  a  certain 
date. 

"\\niile  the  builders  of  Electra  were  takinq-  time 
.Tnd  infinite  precnutions  to  gruard  against  failure  the  bisf 
Colgate  power  plant  was  started  and  built  in  a  hurry 
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by  John  Martin  and  Eugene  de  Sabla.  They  mapped 
out  a  povver-Hne  lieaded  lor  Oakland  and  did  the  amaz- 
ing thing  of  spanning  llie  Straits  of  Carcjuinez  with 
aerial  cables  more  than  two  hundred  feel  above  the 
water  and  some  Oooo  feel  long.  Thus  Colgate  beat 
lilectra  to  the  honor  of  being  the  first  California  moun- 
lain  power  plant  to  send  its  energy  down  into  the  cities 
about  the  bay;  achieved  even  a  greater  transmission 
distance  than  Poniatowski  had  planned  for  Electra. 

At  first  the  intention  was  to  bring  the  Electra 
power  lines  down  through  Stockton  to  the  ba}',  and 
then  across  to  San  Francisco  on  poles  driven  in  the 
shallower  water  far  to  the  southward  of  the  ferry  cros- 
sings. i!ut  the  Cnited  States  government  would  not 
consent  to  the  planting  of  poles  across  the  bay.  So  the 
line  was  led  through  the  hills  to  Mission  San  Jose  and 
forked  there  up  both  sides  of  the  bay  by  land. 

It  was  estimated  that  the  storage  capacit}'  of  the 
lUue  Lakes  and  the  associated  reservoirs  owned  by  the 
company  in  the  high  Sierras  would  keep  the  Electra 
plant  running  for  a  period  of  one  hundred  and  fifty 
days  if  necessary.  And  that  was  time  enough  to  carry 
it  through  the  longest  dry  season  ever  known  in  Cali- 
fornia's history. 

A  great. force  of  workmen  was  sent  into  the  moun- 
tains to  repair  and  enlarge  the  aqueducts  and  carve 
the  way  for  the  ])ig  plant.  'J'here  were  four  construc- 
tion camps  with  from  one  hundred  to  three  hundred 
men  in  each.  Those  were  great  times  in  1901  for 
the  contractors !  They  exploited  the  workmen  for  their 
own  gain.  Each  camp  had  its  saloons  and  its  gam- 
bling outfit.  Men  were  paid  in  cash,  and  they  were 
encouraged  to  spend  freely  at  the  camp.  Those  that 
did  not  patronize  .the  bar  were  considered  undesir- 
ables and  eliminated.  This  sort  of  thing  went  on  till 
J.  Frank  Pierce  happened  to  go  up  int(}  the  mountains. 
He  is  a  prominent  Mason,  well  known  throughout  Cal- 
ifornia. He  was  one  of  the  officials  of  the  Standard 
Company.  He  had  the  liquor  at  every  camp  dumped  out. 
He  made  them  throw  away  the  crude  kitchen  ware. 
He  installed  a  new  order  of  things.  He  announced 
that  men  should  have  a  chance  up  there  in  the  moun- 
tains to  save  some  of  the  money  that  they  earned  ;  that 
many  pur]josely  sought  emplo3'ment  far  from  towns 
that  they  might  avoid  drink  and  save  their  earnings. 
And  from  that  day  on  the  contractors  had  to  forego 
the  exploitation  of  the  w-orkmen  as  a  side  profit. 

Twenty  miles  upstream  from  the  Electra  power 
house  there  is  a  concrete  dam  across  the  Mokelumne 
River.  There  a  flow  of  5000  miner's  inches  is  diverted 
into  the  Standard  ditch,  which  is  built  along  the  moun- 
tain side  to  a  point  opposite  the  power  house.  This 
ditch  empties  into  the  petty  reservoir,  which  is  the 
foreliay  from  which  the  three  original  pressure  pipes 
carry  water  down  to  the  ])lant.  a  pipe-line  distance  of 
about  3600  feet.  This  is  the  source  of  the  high-head 
that  operates  the  five  original  generators  of  2000  kilo- 
watts each. 

The  petty  reservoir  is  a  long,  narrow  gash  partly 
behind  the  crest  of  the  ridge  and  covering  an  area  of 
aljout  two  or  three  acres  to  a  depth  of  six  or  eight 
feet.  ]'"rom  near  the  inlet  end  of  this  little  reservoir 
a  flume  branches  westward  carrying  the  water  to  the 
mines  in  Amador  City,  Jackson,  and  Sutter  Creek. 
.Along  that   ditch   system   are   three   minor   reservoirs 


liolding  4.040,000  cubic  feet  to  maintain  the  supply 
to  the  towns. 

When  the  demand  for  electric  energy  grew  be- 
yond the  original  expectations  of  the  California  pro- 
moters of  power  plants  Electra  prepared  tq  enlarge 
its  generating  capacity. 

A  second  canal,  called  the  Amador  ditch,  was 
l)uilt,  taking  water  out  of  the  river  at  a  point  about 
two  miles  below  the  first  one.  This  canal  practically 
parallels  the  course  of  the  earlier  aqueduct,  winding 
along  below  it  on  the  mountain  side.  With  this  addi- 
ditional  flow  it  was  intended  to  operate  two  new  gen- 
erators each  of  5500  kilowatt  capacity.  These  ma- 
chines, really  smaller  and  more  compact  than  any  one 
of  the  old  ones  generating  only  2000  kilowatts,  were 
installed  in  a  comparatively  small  addition  built  onto 
the  southern  end  of  the  power  house. 

The  original  machines  were  set  diagonally  across 
the  power  house  floor  to  have  them  more  nearly  at 
right  angles  to  the  direction  of  the  water  flow  in  the 
pressure  pipes.  But  when  the  two  new  generators 
were  installed  by  Frank  G.  Uaum  they  were  placed 
square  with  the  building  and  the  end  of  ihe  new  pres- 
sure pijjc  was  curved  to  produce  a  final  right-augular 
strike  of  water  into  the  buckets. 

The  lower  canal  produced  a  fall  (jf  about  1250 
feet.  I  Jut  there  was  no  way  of  checking  the  flow 
of  water  or  conserving  it  when  it  was  not  needed  on 
the  wheels.  Nor  was  there  any  space  on  the  river  side 
of  the  mountain  where  a  small  storage  reservoir  could 
be  excavated  to  receive  the  surplus  flow.  There  was 
no  way  of  controlling  the  flow  in  either  ditch  along 
that  twenty-mile  route. 

A  novel  engineering  plan  was  then  perfected.  On 
the  opposite  side  of  the  ridge,  where  descending  lat- 
eral ridges  left  a  wide  ravine,  a  high  earth-fill  dam  was 
built  and  a  reservoir  created  that  is  known  as  Lake 
Tabeaud  after  the  Tabeaud  family  that  had  owned 
the  land.  This  lake  has  a  surface  area  of  about  forty 
acres.  It  is  fed  by  the  excess  flow  spilling  over  from 
the  petty  reservoir  two  hundred  feet  above  it  and 
also  by  the  excess  flow  from  the  lower  canal.  But  the 
unique  feature  of  the  scheme  is  that  a  tunnel  3000  feet 
long  had  to  be  dug  through  the  ridge  to  make  an  out- 
let. Through  this  long  tunnel  the  water  from  Lake 
Tabeaud  is  drawn  off  into  the  low-head  pressure  pipe. 
.At  the  outflow  mouth  of  the  tunnel  there  are  gates  in 
two  of  the  descending  high-head  pressure  system 
pipes.  Thus  water  from  Tabeaud  dam  may  be  turned 
into  them  in  an  emergency.  But  for  the  time  they  op- 
erate under  the  low-head  pressure.  By  this  arrange- 
ment all  the  generators  in  the  power  house  may  be 
run  with  water  from  Lake  Tabeaud,  which  has  a 
capacity  sufficient  to  supply  the  plant  for  several  days, 
in  case  of  trouble  on  the  ditches  from  the  river. 

\Mien  the  great  consolidation  of  central  California 
power  plants  was  effected  a  few  years  ago  the  Stand- 
ard Electric  Company,  with  its  allied  water  company, 
l>ecame  a  part  of  the  Pacific  Gas  &  Electric  Company 
and  the  largest  of  its  generating  plants. 

The  illustrations  that  accompany  this  article  leave 
little  for  verbal  description.  They  tell  their  own  story 
of  the  scenery  and  surroundings. 

Only  no  picture  correctly  conveys  an  idea  of  the 
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steepness  of  the  little  traiinvay.  You  perch  on  a  to- 
boggan-like car  and  are  quiveringly  pulled  2400  feet 
up  to  the  top  of  the  pressure  pipe-lines,  half  the  height 
of  Tanialpais,  in  seven  minutes. 

Life  at  Electra  is  no  miserable  isolation.  The  en- 
vironment is  charming,  the  scenery  inspiring;  and 
ever,  day  and  night,  there  is  the  unceasing  hum  of  the 
generators  converting  that  dovvnrush  of  hidden  waters 
into  28,100  electrical  horsepower. 

PHYSICAL.  DATA,  EL£CTRA  POWER  PLANT. 


Capacity   of   storage    reservoir 
Area  of  storage  reservoirs   . . . . 


.  1,U79,902,616        cubic  feet 
949.3   acres 


Lake 

Twin      

Upper  Blue 
Lower  Blue 
Meadow  .  . 
Bear  River 
Tabeaud    . . 


Flooded  Area- 
lilev:'tion-ft.      Acres.      Depth-ft. 


..8,172 118.3 20.  .  . 

.  .8.131 343.5 27.5. 

.  .8.040 145 35.  .  . 

..7,773.5 141.2 65.5. 

.  .5,680 161.6 57.5. 

.  .1,965 39.7 90.  .  . 


Totals      949.3 

Length  of  main  ditch  and  Hume  system  .  . 
Flow    the    second    in    main    ditch    system 


Capacity- 
Cu.  ft. 

..  62,063,850 
.  .293,859,766 
.  .162,000,000 
.  .244,500,000 
.  .267,054,000 
..    50,425,000 

1,079,902,610 

36.75  miles 
243  cubic  feet 


1,467  feet 
1,267  feet 


Elevation  head 

two  pipes  each 

one  pipe    

Pressure  of  water  tlie  sijuare  in. 

2  pipes  each  636  pounds 

1  pipe 548  pounds 

Speed  of  jets  down  at  the  power  house 3.4  miles  a  miniile 

Number  of  impulse  wheels   8 

Capacity  of  generators 5  of  2000  kw.  each;  2  of  5500  kw.  each 

Total  electrical  horsepower   28,100 

Generating-  voltage    2,300 

Voltage  on  main  line 60,000 

Altitude  of  petty,  or  forebay.  reservoir   2,160  feet 

Altitude  at  power  house 693  feet 

Size  of  power  house 40  x  270  feet 

Material  of  building   

.  .Concrete   foundations,  steel  frame,  galvanized  iron  covering 

Plant  placed  in  service 1902 


CHEMICAL    CONTROL    OF    OIL    GAS    MANU- 
FACTURE.' 

BY   E.  L.    HALL. 
(Concluded.) 

'•  •  Miscellaneous  Control. 

For  the  pui  pose  of  checking  up  on  the  control  for 
illuminating  and  calorific  values,  and  for  study  of  op- 
erating conditions,  the  tlaily  gas  analysis  is  invaluable. 

The  analysis  should  be  maile  with  a  Henipel  appa- 
ratus. It  is  fully  as  rapid  as  and  much  more  accurate 
than  most  of  the  other  different  forms  of  gas  analysis 
apparatus. 

.\  slight  modification  of  the  usual  burette  enables 
the  potash  pipette  to  be  permanently  attached  to  one 
of  the  openings  of  the  three-way  stop  cock,  effecting 
a  slight  saving  in  time  and  decreasing  the  liability  of 
introducing  caustic   potash   into   the   burette. 

There  has  been  considerable  controversy  during 
the  past  few  years  as  to  the  accuracy  and  proper  man- 
ipulation of  the  nickel  cyanide  absorption  method  for 
benzene  vapors.  The  method  of  Dennis  and  (J'Xeil  is 
probably  accurate  under  the  conditions  specified  by 
them.  The  separate  estimation  of  benzene  is  unavoid- 
a1)le  where  one  desires  to  calculate  the  calorific  values 
of  the  gas. 

Fuming  sulphuric  acid  should  he  used  fur  the 
ethylene  absorption. 

The  estimation  of  oxygen  sin  mid  be  carried  out  Iiy 
means  of  stick  phosphorus. 


An  acid  solution  of  cuprous  chloride  for  carbon 
monoxide  determination  is  preferable  to  an  ammoni- 
acal  solution  because  of  the  liability  of  the  latter  to 
stopping  up  the  capillaries  of  the  pipette.  By  washing 
the  cuprous  chloride  with  a  dilute  solution  of  hydro- 
chloric acid  before -making  up,  the  same  can  readily 
be  reduced  to  a  water  white  solution  by  means  of  cop- 
per strips. 

It  is  advisable  to  store  a  part  of  the  residue  from 
the  carbon  monoxide  determination  in  the  cuprous 
chloride  pipette,  and  to  duplicate  the  explosion  for  esti- 
mation of  hydrogen  and  methane. 

The  following  figures  are  in  use  in  this  laboratory 
for  the  calculation  of  calorific  value.  It  is  well  to  re- 
member in  this  connection  that  heating  values  which 
are  right  at  o  degree  F.  are  wrong  at  60  degrees  F. 

Benzene     3807.4 

Ethylene    1588.0 

Carbon    monoxide     323.5 

Hydrogen     326.2 

Methane     1009.  0 

There  is  no  reason  why  calculated  and  observed 
\alues  for  caloric  value  of  gas  should  show  any  great 
discrepancies,  providing  samples  for  gas  analysis  and 
calcrimeter  tests  are  taken  simultaneously. 

The  interpretation  of  the  gas  analysis  may  afford, 
in  the  hands  of  one  thoroughly  familiar  with  the  manu- 
facture, a  very  valuable  means  of  operating  control. 

The  presence  of  a  high  percentage  of  carbon  dio.x- 
ide  and  carbon  monoxide  is  a  sure  indication  of  low 
heats  caused  by  a  foul  machine  or  by  an  excessive 
water  content  of  the  crude  oil.  The  percentage  of 
oxygen  should  be  closely  watched  in  case  a  small  per- 
centage of  air  is  being  continuously  admitted  into  the 
gas  for  purification  purposes.  A  high  percentage  of 
hydrogen  shows  that  the  superheater  heats  are  being 
carried  too  high. 

(las  anaylses  should  be  made  occasionally  of  the 
blast  products  and  it  may  be  found  that  a  great  deal 
of  combustible  matter  is  being  allowed  to  escape  for 
lack  of  enough  blast  pressure. 

The  flue  gases  from  the  boilers  may  be  analyzed 
in  the  same  way  for  regulating  the  dampers  and  condi- 
tion of  the  fires. 

It  is  a  matter  of  considerable  importance  to  ascer- 
tain the  amount  of  physical  impurities  remaining  in  the 
gas  at  dift'erent  stages  of  the  manufacturing  jjrocess. 
These  impurities,  consisting  of  tar  or  a  tarric  pitch  and 
a  certain  amount  of  lamp  black,  must  be  thoroughly 
removed  liy  the  water  and  shavings  scrubbers  before 
entering  the  purfiers. 

The  analysis  is  conveniently  carried  out  as  fol- 
lows: A  calcium  chloride  U  tube  is  filled  with  cotton 
or  mineral  wool.  It  is  placed  in  an  air  bath  and  con- 
nected to  a  source  of  suction.  The  temperature  is 
maintained  at  loo  degrees  C.  .A  current  of  air  is  drawn 
through  the  apparatus  until  the  tube  attains  a  constant 
weight.  The  apparatus  is  now  ready  for  the  test.  It 
is  connected  up  by  means  of  a  piece  of  glass  tubing 
and  a  rubber  stopper  as  closely  as  possible  to  the  main, 
and  a  sample  of  the  gas  is  passed  through  the  tube  and 
then  into  a  test  meter  for  measuring  the  volume  of  the 
sample.  It  is  advisable  to  take  a  large  quantity  of 
gas  for  the  sample.  The  amount  will  depend  upon  the 
position  in  the  works.  More  will  be  required  at  the 
inlet   to   the   purifiers   than    at    the   inlet   to   the   relief 
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holder.  The  tube  is  again  placed  in  the  air  bath  and 
dried  in  the  same  way  to  constant  weight.  The  in- 
crease represents  the  physical  impurities  of  the  gas, 
which  are  reported  in  grains  per  loo  cu.  ft. 

Should  it  be  desired  to  differentiate  into  the  nature 
of  the  impurities,  the  cotton  or  mineral  wool  may  be 
removed  from  the  tube  and  extracted  with  alcohol. 
The  loss  represents  tarry  matters.  The  difference  be> 
tween  the  weight  of  the  tarry  matters  and  the  total 
amount  of  the  impurities  is  equivalent  to  lamp  black. 

The  amount  of  cyanogen  compounds  present  in 
the  gas  may  be  estimated  by  bubbling  the  latter 
through  a  series  of  wash  bottles  containing  a  mixture 
of  caustic  soda  and  copperas  solution,  by  which  the 
cyanogen  is  taken  up.  The  solution  is  made  acid 
with  hydrochloric  acid  and  it  may  be  necessary  to 
remove  sulphur  with  barium  chloride  before  preci])itat- 
ing  the  cyanogen  with  ferric  chloride  as  Prussian  bl\ie. 
which  is  filtered  ofif,  washed  till  free  from  chlorides, 
dried,  ignited  and  weighed  as  ferric  oxide,  from  which 
the  amount  of  cyanogen  is  calculated.  The  same  is 
reported  as  hydrocyanic  acid  in  grains  per  lOO  cu.  ft. 

Control  of  Operating  Conditions  and  Technical  Report. 
It  is  often  the  practice  of  medium  sized  works  to 
include  in  the  daily  routine  of  the  chemist,  the  col- 
lection of  miscellaneous  works  data,  consisting  mainly 
in  the  observation  of  tem]icrature  and  pressures 
around  the  works.  No  better  method  can  be  taken  for 
rapidly  initiating  the  young  chemist  into  the  operation 
of  the  works,  without  which  knowledge  the  value  of  his 
work  is  greatly  reduced.  This  practice  is  open  to  the 
objection  of  taking  up  a  great  deal  of  time  from  the 
regular  laboratory  work,  but  when  thoroughly  familiar 
with  all  the  details  of  the  manufacture  through  daily 
contact  in  this  manner,  the  chemist  becomes  of  a  great 
deal  of  assistance  to  the  foreman  or  superintendent.  TTc 
may  well  be  intrusted  also  with  the  preparation  of  the 
daily  manufacturing  report.  The  concentration  in  the 
hands  of  one  man,  of  all  the  technical  data  connected 
with  the  operation,  enables  a  better  study  of  the  same 
•to  be  made  and  relieves  the  operating  head  of  an  enor- 
mous amount  of  work  which  is  preliminary  to  improve- 
ments in  operating  methods. 

Valuation  of  Raw  Materials. 

The  valuation  of  raw  materials  in  the  laboratory 
may  be  the  means  efifecting  large  economy  in  opera- 
tion. The  most  important  manufacturing 'material  is, 
of  course,  crude  oil. 

Crude  oil  is  usually  examined  for  specific  gravity, 
viscosity,  sulphur  contents  and  percentage  of  water 
and  sand. 

The  Beaume  scale  is  generally  made  use  of  for  re- 
porting specific  gravity.  It  is  very  seldom  necessary 
to  use  a  more  delicate  method.  Tn  this  connection  the 
following  corrections  for  temperature  may  be  found 
useful.  I  am  imlebted  to  Mr.  P.  W".  Prutzmann,  who 
is  generally  recognized  as  an  autlmrity  on  the  sub- 
ject. 

TEMPERATURE  CORRECTION  FOR  BEAUME  HYDROMETER 
From   10''-2n°    Be.    arlcl    or    sulitraot    .nfiH 


Be.  per  1">  Fall, 
under  or  abo\'e 
00°    Fall. 


20°-35"> 
35°-45° 
450-5,5'' 
55°-70° 


.070 
.07r, 
.OSO 
.085 


The  viscosity  of  crude  oil  is  really  of  nearly  as 
much  importance  as  the  specific  gravity  for  the  reason 
that  the  pumping  capacity  of  the  plant  depends  a  great 
deal  upon  this  factor.  The  efficiency  of  the  burners  in 
the  generators  may  also  be  affected  by  a  change  in 
the  viscosity  of  the  oil. 

The  percentage  of  sulphur  in  crude  oil  is  a  matter 
of  the  greatest  importance.  It  is  the  duty  of  the  chem- 
ist to  subject  the  oil  to  examination  for  this  impurity 
as  soon  as  received  in  order  that  provision  may  be 
made  to  cope  wth  an  unduly  high  percentage  of  hydro- 
gen sulphide  in  the  gas.  The  analysis  is  most  conven- 
iently carried  out  by  exploding  in  a  bomb  about  one 
gram  of  the  oil  thoroughly  mixed  up  with  about  fifteen 
grams  of  sodium  peroxide.  The  residue  from  the  ex- 
plosion is  dissolved  in  water,  made  acid  with  hydro- 
chloric acid,  filtered  free  from  lampblack  and  precip- 
itated with  barium  chloride  in  the  usual  way.  The 
amount  of  sodium  peroxide  to  be  used  is  gauged 
according  to  the  appearance  of  the  products  of  ex- 
plosion. A  residue  of  oil  or  the  presence  of  much  car- 
i)on-  in  the  bomb  shows  insufficient  peroxide,  while 
an  excess  may  prevent  a  successful  and  complete  com- 
bustion. The  method  is  a  modification  of  the  Sund- 
strum  method  for  the  estimation  of  sulphur  in  coal  and 
was  written  up  for  an  early  edition  oi  the  "Purifier." 
a  defunct  organ  of  this  association,  by  Mr.  P.  W. 
Prutzmann. 

The  percentage  of  sulphur  in  tlie  crude  oil  bears 
a  definite  relation  to  the  percentage  of  hydrogen  sul- 
phide and  organic  sulphur  in  the  raw  gas.  It  may  be 
stated  roughly  that  every  one  per  cent  of  sulphur  in 
the  oil  will  be  responsible  for  from  250  to  300  grains  nf 
hydrogen  sulphide  and  from  30  to  35  grains  per  100  cu. 
ft.  of  or,e;anic  sulphur  in  the  unpurified  ,gas.  California 
crude  oil  has  come  under  my  observation  containin.u' 
three  per  cent  and  over  of  sulphur.  An  oil  so  high  in 
sulphur  will  .give  rise  to  from  750  to  800  grains  of  hy- 
drogen sulphide  and  nearly  100  grains  of  organic  sul- 
phur per  100  cu.  ft. 

The  percentage  of  water  in  cruoe  oil  is  generally 
estimated  by  treating  with  a  gasoline  in  a  graduated 
cylinder  and  allowing  the  water  to  settle  out  to  the 
bottom  where  the  percentage  is  read  off  directly.  It 
is  usual  also  to  include  in  this  percentage  the  amount 
of  sand  or  sludge  which  settles  out  at  the  same  time. 
The  inaccuracy  of  this  method  is  so  great  as  to  make 
the  test  absolutely  useless  as  an  indication  of  the 
amount  of  water  contained  in' the  crude  oil.  The  per- 
centage shown  amounts  to  a  third  or  a  half  of  the 
actual  contents. 

Most  oil  contracts  provide  for  a  water  allowance 
of  anything  over  2  per  cent.  It  is  .stron.gly  to  be  urged 
that  the  distillation  test  be  specified  in  all  agreements 
for  the  purchase  of  oil.  failing  which  ,gas  companies 
are  likely  to  be  heavy  losers. 

The  distillation  method  is  carried  out  as  follows. 
100  c.c.  of  the  sample  are  measured  out  in  a  gradu- 
ated cylinder  and  transferred  into  a  distillation  flask, 
which  "is  connected  to  a  condenser.  The  thermometer 
may  be  omitted.  The  flistillate  is  received  into  a  .grad- 
uated cylinder  of  about  15  c.c.  capacity,  which  is  drawn 
out  at  the  foot  so  that  the  divisions  may  be  more  easily 
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read.  The  distillation  is  interrupted  as  soon  as  the 
water  is  all  oft",  which  is  readily  noticed  by  the  change 
in  the  ajjpearance  of  the  distillation.  The  water  and 
light  oils  coming  over  separate  sharply  in  the  receiver 
and  tlie  percentage  may  very  readily  lie  determined 
within  i/io  of  a  ])er  cent.  The  wliole  operation  barely 
requires  a  half  hour.  To  a\oid  breakage  the  distillation 
llask  may  be  made  of  metal.  Tt  is  advisable  in  that 
case  to  heat  the  same  with  a  ring  burner  from  the  sides. 
The  distillation  will  then  proceed  quickly  and  with- 
out Inimping. 


How  much  the  percentage  of  water  may  efifect  the 
operation  results  is  not  generally  realized.  Tlicrefore, 
1  show  the  accompanying  diagram  illustrating  the 
same,  it  will  be  seen  how  many  of  the  ups  and  downs 
in  the  oil  per  M.  may  be  traced  to  the  water  contents 
of  the  oil. 

For  a  study  of  the  nature  of  the  crude  oil  a  com- 
1)lete  distillation  is  interesting,  and  the  residium  is 
somewhat  of  an  indication  of  the  value  of  the  oil  for 
gas  making  ])urposes. 

Xe.xt  in  inqiortance  to  the  oil  is  the  selection  of  a 
good  fire-brick  which  will  stand  the  hard  usage  inci- 
dental lo  oil  gas  manufacture.  The  well  known  meth- 
ods f<:jr  the  anal}-sis  of  clay  may  be  used  for  fire-brick 
analysis.  The  imjjortant  constituents  are  silica,  alum- 
ina and  iron.  Alumina  and  silica  are  of  refractory 
nature,  while  iron  increases  the  fusibility.  It  is  jiossi- 
ble,  liy  analysis,  to  narrow  the  choice  of  a  suitable 
brick  down  to  a  few  sam]iles,  which  can  tlien  lie  sulj- 
jccted  to  practical  ])hysical  tests  to  determine  their 
suitability.  A  trial  order,  for  enough  brick  to  supply 
one  machine,  will  furnish  means  for  a  fmal  valuation 
under  operating  conditions.  A  record  maintained  of 
such  successive  lirickings  will  enable  the  selection  of 
the  best  in  the  market. 

The  quality  of  tlie  offerings  is  sincerely  to  be  de- 
])lored.  1  had  occasion,  (piite  recently,  to  make  anah'sis 
of  some  twenty  sami)les  of  fire-brick  from  \-arious 
firms  in  this  cotmtry  and  abroad  and  regret  to  sa\',  that 
of  the  lot.  only  half  a  dozen  contained  less  than  5  per 
cent  of  iron.  .\  prominent  manufacturer  has  recently 
made  the  statement  that  lie  was  forced  to  catei'  to  the 
desires  of  his  cr.stoniers  who  refused  to  ])ay  the  ])ricc 
necessary  to  make  a  good  brick.  T  show  below  a  few- 
analyses  of  rr])resentati\e  fire-brick: 


1 

Vc  snica 

54.5 

%  Iron 
10.5 
4.5 
2.3 

'*        ^ 

3.7 
9.0 
3.C 
3.3 
5.9 
5 . 5 
3.x 
7.7 
S.3 

% 

Alumina 
35.0 

•y 

57.9 

37.6 

■) 

59.2 

38.5 

68.3 

29.2 

5 
G 

"            

59.0 

58.3 

73.2 

36.8 
27.9 
22.6 

7S.2 

17.7 

9 
10 

52.8 

CO. 4 

41.3 
32.0 

11 

fiy.S 

61.7 

26.4 
30.6 

!•! 

.< 

59.4 

26.4 

Lime  for  inuifying  material  should  l^e  analyzed  for 
purity  and  inirciiased  on  the  basis  of  cost  per  barrel 
of  ])ure  calcium  oxide.  It  may  l)e  found  that  for  the 
manufacture  of  purifving  materials,  some  of  the  dark 
colored  lime  containing  more  impurities  may  be 
cheaper  for  the  pnr])ose  on  the  basis  of  calcium  oxide 
content  and  yet  satisfactory. 

The  same  may  be  said  of  coj)])cras. 

.\lthough  an  elaborate  ecpiiimient  is  needed  for  the 
valuation  of  lubricating  oil^^,  yet  a  few  simple  tests 
in  regard  to  \  iscosil\-  may  enable  the  selection  of  suit- 
able oil  for  the  different  machinery.  Should  it  be  de- 
sired to  go  furtiier  into  the  subject,  it  is  possible  to 
in--tall  a  home-made  dr\ice  for  determining  the  co- 
efficient of  friction.  It  is  i^ossible,  also,  by  tempera- 
ture readings,  on  one  particular  bearing  in  conjunc- 
tion with  a  record  of  the  amount  used  tri  ascertain  the 
piactical  efticiency  of  an  oil  in  actual  work. 

Experimental  Work. 

Ila\ing  taken  all  the  precautions  for  maintenance 
of  the  cpiality,  it  now  becomes  the  duty  of  the  oil  gas 
cliemist  to  ascertain,  if  possible,  what  conditions  of 
manufacture  will  ])ro(luce  the  re<|uired  quality  with  the 
least  possilile  expenditure  of  oil. 

The  question  has  often  arisen  in  my  mind  whether 
it  is  cheaper  to  enrich  a  very  lean  gas,  high  in  hydro- 
gen, up  to  the  required  \-alue  by  means  of  very  rich 
hydrocarbons,  or  whether  it  is  better  to  maintain  a 
rather  more  uniform  composition.  The  problem  is  very 
complex  and  by  no  means  depends  upon  the  ultimate 
analysis  of  the  gas,  i.  e.  the  percentage  of  carbon  and 
hydrogen,  but  rather  upon  the  way  in  which  the  same 
are  combined  to  make  u])  the  dififerent  hydrocarlions. 
This  results  from  the  fact  that  it  is  quite  possible  to 
combine  the  same  amounts  by  weight  of  carbon  and 
Indrogen  into  hydrocarbons  and  combinations  of  hy- 
drocarbons having  widely  dififerent  illuminating  and 
calorific  values.  In  other  words,  the  several  jiossible 
combinations  of  the  same  amount  of  carbon  and  hy- 
drogen require  different  expenditures  of  energy.  It 
follows  that  the  combustion  of  these  bodies  will  like- 
wise liberate  dififerent  amounts  of  energy. 

Practically,  of  course,  it  is  impossible  in  operating 
to  produce  any  particular  hydrocarbon  to  the  exclusion 
of  others.  Hov/ever,  these  various  members  o,f  the 
same  family  are  generally  produced  under  much  the 
same  conditions. 

We  may,  therefore,  study  operating  conditions 
with  a  \-iew  to  producing  the  maximum  of  that  partic- 
idar  family  which  gi\-es  the  highest  operating  effi- 
ciency. 

It  is  well  to  bear  in  mind  that  while  we  are  able 
to  store  up  N'arying  amounts  of  energv  into  the  hydro- 
carbons, that  tlie  same  must  of  necessity  be  either  fur- 
nished from  the  energv  of  the  oil  used  for  heating  the 
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sets  or  from  tlii;  waste  energy  nf  the  by-products. 

Concerning  the  better  utilization  of  the  heating 
oil,  the  problem  depends  upon  the  following  factors : 

1.  Quality  of  checkers. 

2.  Spacing  and  arrangement  of  checkers. 

3.  In\estment  and  labnr  charges  due  to  capacity 
of  set. 

Concerning  the  quality  of  firc-ljrick.  it  cannot  be  too 
much  emphasized  that  the  best  is  by  far  the  chea])est 
from  any  standi)! )int.  It  is  to  be  regretted  that  the 
best  quality  of  fire-brick  is  not  more  generally  used. 
A  fire-brick  must  have  sufficient  conductivity  and  heat 
capacity  to  efficiently  store  up  heat,  and  the  ingredi- 
ents and  workmanship  must  enable  it  to  slan<l  u\t  in 
the  work.  All  generator  control  is  absolutely  useless 
without  this  prerequisite. 

Assuming,  therefore,  that  the  brick  are  the  besi 
obtainable  for  oil  gas,  they  must  now  be  arranged  in 
such  a  manner  as  to  offer  the  greatest  possible  surface 
to  the  heat  of  the  blast  and  the  proper  breaking  u\>  of 
the  crude  oil.  This  can  only  be  ol)tained  by  coin])letc 
baffling  or  staggering.  The  j)ractice.  obtaining  in  sume 
localities,  of  laying  the  checkers  in  straight  Hues  can- 
in  it  be  too  strongly  ciindeinne<l.  It  is  simply  ;i  cun- 
fession  that  the  amount  of  making  oil  ]ier  run  has  not 
been  correctly  gauged.  The  spacing  t>\  the  checkers 
must  be  likewise  set  according  to  the  i|uabi\  and 
amount  of  the  making  dil.  With  heavier  oils  it  nia\' 
be  necessary  to  carry  tin'  generator  checkers  much 
farther  apart  in  order  tn  pre\ent  excessive  fiiulin;^.  The 
amount  of  making  oil  will  depend  U])(in  the  ami'unl  of 
blast  pressue  available  fur  heating  it  and  the  tempera- 
ture wdiicli  it  is  desirable  to  carry.  The  more  making  oil 
used  ]K'r  nm  the  wider  must  be  the  spacing  of  the  check- 
ers and  the  liiwer  the  thermal  efficiencx'  of  the  set.  This 
brings  us  to  a  consideratiim  nf  the  iiuestment  ;ind 
labor  charges  due  to  the  capacity  of  the  set.  It  is  nn- 
c'eniable  that  in  ciintem])lating  many  changes  that 
would  tend  toward  greater  operating  efficiency,  we 
are  confronted  with  the  ca])ital  investment.  While 
very  slight  reductions  in  cost  of  o])eration  will  pay 
several  times  over  for  the  increased  labor  and  ca|iital 
charges,  it  is  doubtless  true  that  the  ca))ital  may  not 
always  be  available.  Changes  can  therefore  onl\-  be 
made  up  to  the  excess  generating  capacity. 

With  the  heating  oil  used  to  the  best  advantage  we 
have  a  definite  amount  of  heat  stored  iq)  in  the  check- 
ers, to  be  utilized  in  making  the  ma.xinuim  amount  of 
gas  of  a  certain  quality. 

We  will  now  discuss  this  point  from  the  stand|ioint 
of  the,  two  shell  machine,  comjjosed  of  generator  or 
primary  shell  anil  secondary  or  combined  carburetter 
and  superheater.  It  is  now  desired  to  divide  the  total 
amount  of  oil  between  tlie  two  shells  with  a  x'iew  to 

a.  Producing  the  most  gas  of  the  desired  (piality 
from  the  least  amount  of  oil. 

b.  Maintain  the  checkers  in  tlie  best  shape. 

It  is  only  by  diminishing  the  calorific  value  of  the 
by-products  that  we  can  increase  that  of  the  gas  pro- 
duced. Now  in  as  nnich  as  the  lampblack  made  is  fully 
utilized  in  the  production  of  steam  or  in  the  manufac- 
ture of  briquettes,  we  do  not  care,  therefore,  to  draw 
upon  that  source;  moreo\er,  carbon  tends  also  to  in- 


crease the  specilu'  gra\'il\'  of  the  gas  and  therebv  to 
lessen  the  cajKicity  of  the  mains.  It  is  the  carbon  in 
combination  with  hydrogen,  ])assing  off  as  tar  or 
pitch  that  we  wish  to  retain.  In  so  doing  we  would 
eliminate  the  greatest  nuisance  incidental  to  oil  gas 
manufacture.  We  must  therefore  o]ierate  to  eliminate 
tar  and  ]Mtch.  Tar  and  pitch  are  i)i-oduced  at  the  latter 
part  of  the  runs,  lampblack  at  the  beginning.  To  elimi- 
nate the  two  first  we  nnist  stop  the  run  with  the  ap- 
jiearance  of  tar,  while  in  order  to  produce  the  required 
i|uality  of  gas,  we  must  do  away  with  the  high  heats 
of  the  initial  part  of  the  nm. 

We  thus  arri\e  at  the  old  water  gas  idea  of  short 
runs  and  blows,  to  which,  of  course,  there  is  an  eco- 
nomical limit  due  to  the  time  lost  during  changes  and 
purging  set. 

lly  a\'oiding  on  the  one  haml  the  high  heats  which 
tend  to  melt  the  clu'ckers  and  on  the  other  hand  the 
low  heats  that  cause  an  accunudation  of  carbon  in  the 
s])aces,  we  tend  to  increase  the  life  of  the  checker  work. 

l!y  analyses  and  com])ilatii)n  of  data  the  chemist 
should  be  able  to  advise  changes  in  operating  methods 
which  should  always  be  carried  out  singly  in  order  to 
be  sure  of  the  cause  of  any  obser\ed  result. 

It  is  well  for  the  chemist  to  carefully  studv  Ihe 
efficiencies  an<l  losst-s  of  different  parts  of  {],v  manu- 
facture, both  thermal  and  mechanical,  as  this  forms 
the  basis  for  all  im])ro\  ements.  l'"or  this  |im'pose  care- 
ful measurements  should  be  made  of  all  in.ateri.als  ,ind 
energv  eiUering  and  leaving  \arions  portions  ol  the 
works. 

There  is  no  better  e-\ani])le  i>f  such  work  Ih.in  thai 
remarkable  paper  "The  Practical  I'.fficiency  ipf  a  W.iler 
(ias  .^el,"  by  W.  V..  McKay. 

Appliance  Work  and  Illumination  Photometry. 

1  he  clii-mist  is  often  the  ouh'  scientific  man  on  the 
manager's  staff  and  may  therefore  be  exi)ected  to  ren- 
der assistance  whenever  trained  ol)ser\'ation  and  a  good 
Imowledge  of  scientific  ])rinciples  are  likely  to  be  of  use 
in  solving  any  ])arlicular  problem,  .lie  m.ay  be  ex- 
pected to  gauge  the  capacitv  of  appliances  or  regulate 
the  burners  on  same  or  in  other  ways  introduce  si'ieii- 
tific  ideas  into  other  de].)artmcnts  than  the  woi-ks.  In 
this  connection  he  may  be  called  ujion  to  pass  upon  the 
respectix'c  merits  of  \-arious  brands  of  mantles  or  ;iid 
in  illumination  work,  both  of  which  he  is  cpudified  to 
handle  in  comiection  with  bar  photometry  work. 

In  Concluding  this  paper,  I-  wish  to  say  that  I  have 
]inr])osely  oniitteil  many  details  which  are  readily  a\ail- 
able  in  the  text  books,  and  wish  to  es])ccially  call  at- 
tention to  the  excellent  instructions  that  ha\'e  been 
brought  out  by  the  .\merican  (las  Institute  for  Ihe 
.Stamlardizatiou    of    Photometr\'   and   t'alorimef r\'. 


A  new  water-power  agreement  has  been  ap|)ro\-ed 
by  the  .Secretary  of  Agriculture.  Tempor;iry  two-year 
pernjits  will  be  issued  to  persons  wishing  to  cU'\elo]) 
Vi'ater-power  within  the  national  forests,  thus  gixing 
o])portunit_\'  io  make  sur\'eys  and  collect  data  u|ion 
which  the  final  agreement  will  be  based.  This  con- 
templates the  lull  development  of  each  w.ater-power 
site,   with   tin-  pri\ilege  of  fifty  gears'  use. 
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THE  PROBLEM  OF  TECHNICAL  EDUCATION, 
WITH  SPECIAL  REFERENCE  TO  CONDI- 
TIONS ON  THE  PACIFIC  COAST. 

BY  S.  1!.  CHARTERS,  JR.,  .\ND   W.  .\.   HI1.I.E!JR.\N1). 

Of  recent  years  dissatisfaction  has  been  expressed 
ill  many  quarters  with  the  resnhs  of  technical,  or,  to 
he  more  specific,  electro-technical  education.  Hovv- 
e\er  criticisms  of  this  nature  are  not  directed  alone 
at  tile  tjraduates  and  faculties  in  electrical  cngineer- 
in54',  but  are  only  a  part  of  a  wider  discontent  with  ex- 
isting conditions,  such  as  Presidents  Wilson  and  Low- 
ell \'oiced  somewhat  over  a  year  ago.  The  chemists, 
for  instance,  arc  concerned  with  the  same  problem 
that  has  agitated  the  proceedings  of  our  own  Institute 
and  one  of  the  author's  colleagues  in  the  .department 
of  law  expressed  his  opinion  that  one  year  should 
suffice  to  accomplish  the  work  for  which  the  aver- 
age student  now  requires  four. 

Nor  is  dissatisfaction  with  the  educational  system 
of  the  day  anything  new.  .About  two  hundred  and 
sixty  years  ago  John  Milton  in  a  letter  to  Samuel  Hart- 
lib  outlined  a  scheme  of  instruction  and  training  which, 
between  the  ages  of  twelve  and  twenty-one,  would 
give  the  youth  of  his  day  intimate  knowledge  of  Greek 
and  Latin,  French,  Italian,  Hebrew,  and  the  Chaldee 
dialect,  mathematics  and  natural  philosophy  in  all  its 
branches,  including  both  pure  and  applied  science,  the 
principles  of  economics,  and,  in  fact  e\-erything  that 
would  constitute  the  vehicle  of  cultural  training  in  his 
day  or  this.  In  addition  thereto,  his  graduate  would 
emerge  a  trained  soldier,  experienced  in  the  use  of  his 
weapon,  in  military  tactics  and  hygiene  and  was  also 
to  possess  familiarity  with  the  affairs  of  business  and 
commerce  acquired  by  actual  contact  with  the  world. 

From  Milton  to  Steinmetz  is  a  far  cr}',  but  to  the 
criticism  of  each  there  is  a  similarity  in  tone  that  is 
startling. 

Since  criticism  of  educational  methods  is  neither 
new  nor  confined  to  one  branch  alone,  the  conclusion 
i>  iiie\ilable  that  the  cause  does  not  rest  solely  with 
the  college  but  lies  dee])  in  the  organic  life  of  our 
nation. 

To  be  ]>roduclive,  criticism  of  a  scheme  or  system 
must  also  take  into  account  the  purpose  which  that 
system  is  trying  to  accomiilish,  the  material  with  which 
it  works  and  the  conditions  under  which  that  work  is 
done,  of  which,  in  all  that  has  been  written  of  late, 
surprisingly  little  has  been  said.  With  these  factors 
that  constitute  the  prolilem  of  education  of  any  kind, 
this  i^aper  proposes  chiefly  to  deal. 

'I'he  purpose  of  education  is  to  fit  the  student  for 
life,  and  to  this  end,  we  of  the  universities  maintain 
lliat  our  best  efforts  are  devoted.  In  replv  we  are 
told  that  instead  of  being  fitted  for  his  vocation,  the 
average  graduate  upon  entering  industrial  life,  finds 
the  change  so  great  that  he  requires  about  two  years 
ill  which  to  discipline  himself  to  the  new  environment 
and  ac(|uire  a  new  point  of  view;  that  college  men 
are  generally  narrow,  one  sided,  often  clannish  and 
that  of  the  fifty  per  cent  or  less  of  technical  graduates 
wlio  eventually  become  engineers,  but  few  are  able 
to  demand  compensation  commensurate  with  their 
services. 


'PapiM-  pveseiiUil   licfnrf  S.Tii    Fr.T, risen   .Section    A    I    R    K 
Oct.   28,   19111. 


liecaiise  these  short  comings  UMially  accompany 
a  uiii\ersity  dii)loina  the  burden  of  them  all  is  placed 
upon  the  college,  simjily  because  that  institution  had 
the  student  last,  unmindful  of  the  fact  that  only  four 
of  his  twenty-three  years  were  spent  within  its  doors, 
and  that  although  these  years  of  residence  have  |)laced 
an  indelible  stamp  upon  him,  he  is  imich  more  a 
product  of  the  years  that  went  jjefore. 

The  truth  of  these  criticisms  is  readily  admitted 
by  university  faculties,  who  have  responded  by  adding 
from  one  to  two  years  to  the  college  course,  or  by  in- 
stituting some  form  of  co-operation  between  college 
and  factory,  such  as  that  now  established  at  the  Uni- 
versit}^  of  Cincinnati.  The  general  idea  back  of  the 
six-year  course  seems  to  have  been  voiced  by  Presi- 
dent Van  Hise  of  W'isconsin,  who  says  that  in  dignity 
engineering  will  then  be  placed  on  a  par  with  law  and 
medicine,  as  if  the  conditions  under  which  the  lawyer, 
doctor  and  engineer  each  does  his  work  were  the  same, 
so  that  a  rule  applicable  to  one  will  also  fit  the  other. 
'Llie  added  year  or  two  in  which  a  smattering  of  cul- 
tural training  is  afTorded,  is  to  greatly  increase  the 
])Otentialities  of  the  present  engineering  graduate — but 
will  it? 

Before  continuing  on  this  topic  let  us  turn' to  a 
consideration  of  the  limitations  inherent  in  formal 
education  under  ])resent  day  conditions,  as  it  exists 
after  centuries  of  evolution  and  experience. 

In  school  or  college  the  student  pursues  at  one 
lime  several  different  subjects,  between  which  there  is 
little  or  no  correlation,  to  each  of  which  he  devotes  a 
portion  of  his  attention  at  different  times  of  the  day, 
and  in  which  the  required  work  demands  so  much 
of  his  time  and  effort  that  little  is  left  for  spontaneous 
or  continued  and  concentrated  thought. 

Owing  to  the  numbers  of  students  who  crowd 
to  our  engineering  schools,  the  relative  proportion  of 
instructors  to  pupils  has  so  rapidly  diminished  that  the 
lecture  .system  has  largely  supplanted  individual  in- 
struction. A  flagrant  instance  w^ill  be  cited  by  way 
of  example.  One  of  the  authors  finds  it  difficult  to 
teach  a  single  class  of  fifteen  men  in  a  subject  which 
he  himself  took  at  an  Eastern  institution  where  the 
instructor  had  four  classes  a  day  of  from  thirty  to 
fifty  men  each. 

Abroad  this  method  has  been  developed  to  meet 
the  needs  of  maturer  and  more  serious  students  in  in- 
stitutions established  upon  fundamentally  different 
lines,  where  the  amount  of  work  and  attention  that  an 
individual  chooses  to  devote  is  left  largely  to  his  own 
inclination.  He  may  take  what  is  offered  or  not,  as 
lie  pleases.  In  America  under  this  same  system,  but 
where  the  student  has  to  satisfy  a  minimum  require- 
ment in  order  to  remain  in  college,  a  considerable 
number  who  are  really  not  fit  for  their  profession,  suc- 
ceed in  obtaining  a  degree. 

The,  difficulty  even  in  a  small  class,  of  learning 
by  set  and  iiifre(|uent  examinations  what  the  student 
really  knows  is  illustrated  by  the  following  example, 
which  is  oft'ered  because  we  believe  it  to  be  thoroughly 
typical. 

Less  than  a  year  ago  one  of  our  Seniors  confessed 
that  he  did  not  realize  that  when  the  power  factor  in  a 
circuit  is  less  than  unity,  for  a  part  of  the  time  the 
current  is  flowing  in  a  direction  opposite  to  that  of  the 
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source  electromotive  force.  We  had  been  instructing 
him  in  the  principles  oi  alternating  currents  for  nearly 
a  year,  during  which  time  this  very  point  had  fre- 
quently been  dwelt  upon.  He  was  a  man  of  average 
ability,  of  more  than  average  industry,  able  to  pass 
successfully  his  examinations,  but  only  during  an  in- 
terview of  three-quarters  of  an  hour  was  his  ignorance 
of  so  fundamental  a  fact  discovered. 

Owing  to  the  relatively  limited  resources  of  our 
colleges,  such  instruction  as  brings  the  teacher  into 
close  and  intimate  contact  with  the  student  is  handleil 
for  the  most  part  by  young  and  generally  inexperi- 
enced men. 

Furthermore,  in  spite  of  Mr.  Taylor's  objection," 
the  college  method  is  inherently  a  sixty  or  seventy 
per  cent  method,  making  it  possible  for  a  student  to 
oversleep  or  deliberately  cut  two  or  three  times  a 
semester  without  serious  consequences.  To  a  more 
rigorous  discipline  than  that  which  exists  in  most 
American  colleges,  the  spirit  of  this  country,  an  illus- 
trated in  the  attitude  of  the  students,  their  parents 
and  friends  will  not  submit.  College  training  in  itself 
cannot  give  the  discipline  demanded  by  the  conditions 
(jf  industrial  life. 

In  accounting  for  the  results  turned  nut  by  Ameri- 
can colleges,  no  analysis  is  complete  which  does  not 
consider  the  social  environment  of  our  students.  Con- 
sider a  group  of  frtjui  fifteen  hundred  l<i  three  tlmu- 
sand  typical  young  /Vmericans  of  about  the  same  age, 
gathered  into  one  connnunily,  nominally  under  the 
guidance  of  their  teachers,  but  in  so  far  as  their  real, 
spontaneous  interests  and  activities  are  concerned,  left 
entirely  to  their  own  impulses.  At  Stanford  this  con- 
dition is  perhaps  as  acute  as  at  any  other  place  in  the 
country,  because  the  student  body  is  so  compact  and 
far  removed  from  any  large  center  where  the  students 
as  individuals  would  have  other  things  to  demand 
their  attention  and  interest.  In  passing  it  may  be  well 
to  remark  that  while  the  isolation  of  such  a  community 
is  for  many  reasons  desirable,  such  isolation  also 
brings  with  it  decided  disadvantages. 

A  connnittee  of  Yale  Alumni  appointed  to  consider 
"Ways  in  Which  the  Intellectual  Ambition  of  Under- 
graduates Can  Be  Stimulated,"  suggested**  among 
other  things,  that  it  might  be  well  to  let  down  the  en- 
trance requirements,  so  that  the  preparatory  and  high 
school  could  allow  the  student  more  time  in  which  to 
exercise  his  own  tastes  in  the  matter  of  study  and  thus 
cultivate  an  "intellectual  interest  in  what  has  hap- 
pened and  in  what  is  going  on  in  the  world."  This 
suggestion  overlooks  one  vital  fact,  namely  that,  even 
in  the  professional  courses  the  spontaneoiis  and  vital 
interest  of  most  young  men  and  women  does  not  lie 
along  the  lines  of  the  curriculum,  .so  that  to  compete 
with  the  otherwise  all  absorbing  athletic  and  social 
interest  we  of  the  faculties  have  expanded  our  required 
work  until  only  a  minimum  of  time  is  allowed  for  in- 
dulgence in  "outside"  activities. 

Also,  as  previously  stated,  little  time  is  allowed 
even  to  those  naturally  so  inclined  for  independent 
effort  and  study.     In  most  American  universities  with 

•Why  Manufacturers  DisHke  CoUege  Graduates.  Electric 
.Tournal.   September,    1909. 

•'Report  of  Alumni  Advisory  Board  to  Tale  Corporation, 
on  the  Stimulation  of  Intellectual  Activity  Among  Under- 
graduates,   June    20,    1910. 


tile  number  of  students  to  lie  handled,  it  is  ]ihysically 
impossible  for  the  faculties  to  give  and  properly  su- 
[jcrvise  work  of  the  problem  nature  which  makes  a 
real  demand  upon  the  intellectual  powers  of  the  stu- 
dent. The  result  is,  that  the  principal  emphasis  is 
placed  upon  memory  and  manual  labor.  The  whole- 
sale problem  and  competition  have  forced  standard- 
ization in  education.  As  frequently  happens,  a  student 
of  inherent  ability  can,  by  putting  in  the  time  allotted 
for  certain  work,  and  cramming  vigorously  before  ex- 
aminations, meet  the  minimum  requirements  and  ob- 
tain a  degree  without  having  received  very  much  of 
what  his  instructors  endeavored  to  impart. 

Having  considered  existing  conditions,  the  (pies- 
lion  now  arises,  what  should  the  college  be  able  to 
do  for  a  man  by  the  time  he  gets  his  diploma?  What 
are  the  specification  of  the  ideal  graduate? 

First,  however,  let  us  consider  what  the  young- 
graduate  is  and  what  opinion  the  world  holds  of  him. 
R.  T.  Crane  ***  has  expressed  his  views  in  no  uncer- 
tain and  complimentary  terms.  In  an  address  before 
the  Engineering  Students  at  Stanford  Mr.  F.  V.  T.  Lee 
said  :  "Don't  worry  about  what  your  compensation  will 
be  after  you  get  out.  No  matter  what  it  is,  you  will 
be  overpaid."  The  engineer  of  a  large  public  service 
corporation  remarked,  "We  go  upon  tlu'  principle  that 
he  does  not  know  anything." 

"liul  why  do  you  use  college  graduates,  rather 
than  younger  men  direct  from  high  school,  or  with  no 
education  at  all?" 

"IJecause  they  learn  more  readily  than  others," 
was  the  response. 

And  there  you  have  it.  Few  employers  want  the 
young  man  except  some  of  the  large  manufacturing 
and  operating  companies  which  have  developed  special 
organizations  for  continuing  his  education  to  suit  their 
needs.  The  strenuous  years  of  jumping  from  one  sub- 
ject to  another  have  given  the  man  who  has  submitted 
to  their  discipline,  in  addition  to  some  knowledge 
of  mathematics,  science  and  engineering  princijjles,  a 
mental  alertness  and  adaptability,  so  thai  he  is  not 
afraid  to  tackle  a  subject  because  it  is  new. 

There  he  stands,  a  man  of  some  knowledge,  con- 
siderable adai)tal)ility,  but  with  little  real  intellectual 
power.  1-,  this  all  that  the  technical  graduate  should 
be? 

The  ideal  man,  to  our  way  of  thinking,  upon  leav- 
ing college  possesses  the  following  qualification  : 

1.  A  foundation  knowledge  of  science,  mathe- 
matics and  engineering  principles. 

2.  Ability  to  think  in  a  clear  and  logical  manner, 
to  use  the  tools  enumerated  in  number  one. 

3.  Breadth  of  view  toward  his  profession  an<l 
toward  his  relations  with  society. 

4.  Willingness  to  submit  to  the  discipline  of  in- 
dustrial life;  knowledge  of  what  it  expects  of  him  and 
of  wdiat  he  may  expect  in  return.  He  is  a  man  who, 
with  no  loss  of  initiative,  and  while  ever  on  the  look- 
out for  new  opportunities,  has  the  patience  to  abide 
his  time  and  await  results. 

To  what  extent  can  the  college  contribute  to  the 
production  of  such  a  man  and  what  portion  of  his  train- 
ing lies  necessarily  without  the  sphere  of  college  life? 
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This  is  a  iiicst  vital  (iiR'Slion  and  must  In-  clearly  un- 
derstood by  both  college  and  student  if  inipnn  cnienl 
over  existing  conditions  is  to  be  expected. 

But  little  criticism  is  directed  against  the  college 
man  on  account  of  what  he  knows,  and  it  may  be  as- 
sumed that  college  and  preparatory  school  are  doing 
about  as  well  in  this  regard  as  can  be  expected. 

In  its  ability  to  train  the  student  in  clear  and  log- 
ical thinking  the  college  is  lamentably  weak  and  the 
o-reatest  improvement  is  to  be  looked  for  along  this 
fine,  but,  we  thoroughly  believe,  only  by  an  increased 
amount  of  individual  instruction  by  competent  and  ex- 
perienced teachers. 

Specialized  training  in  any  field,  engineering  not 
excepted,  is  narrowing,  and  to  offset  this  tendency, 
the  course  at  some  institutions  has  been  lengthened  to 
five  and  six  years  for  the  purpose  of  intruding  so-called 
cultural  subjects.  As  a  result  of  observation  and  ex- 
perience the  authors  believe  that  the  average  uni- 
versity with  conditions  as  they  exist  today,  cannot 
impart  or  even  start  a  man  on  the  road  to  culture  and 
breadth  of  view  unless  he  enters  with  the  desire  already 
implanted  in  him.  Most  engineering  students  do  not 
care  for  the  cultural  subjects  and  many  are  in  college 
today  simply  because  courses  are  offered  which  do  not 
recpiire  them.  Experience  throughout  the  country 
with  engineers  in  economics,  language  and  English 
courses  demonstrates  that  ninety  per  cent  of  the  men 
detest  the  subjects,  do  as  little  work  in  them  as  possi- 
ble, and  that  the  time  and  energy  devoted  to  their  in- 
struction is  largely  wasted  and  for  the  most  part  fails 
of  its  purpose. 

At  Northwestern  University,  where  a  iive-year 
course  combining  both  engineering  and  cultural 
studies  has  recently  been  established,  this  fact  is 
clearly  recognized.  The  schedule  is  so  arranged  that 
technical  and  non-technical  subjects  run  parallel 
throughout  the  five  years,  instead  of  being  concentrated 
in  the  first  year  or  two,  in  order  that  the  student  will 
not  acquire  the  impression  that  history,  English,  eco- 
nomics and  languages  arc  a  necessary  evil  but  not  a 
part  of  his  real  business.  At  a  college  in  the  Middle 
West  an  engineering  student  explained  the  neglect  of 
his  work  in  English  to  his  professor  as  due  to  the  fact 
that  he  had  been  devoting  all  of  his  time  to  his  regular 
university  work. 

Furthermore,  at  this  institution,  even  though  it  is 
old,  as  American  colleges  go,  with  a  large  body  of 
alumni  and  the  tradition  of  culture  and  humanities 
back  of  it,  they  expect  for  many  years  but  a  small  reg- 
istration, and  are  prepared  to  advise  any  student  who 
demurs  at  devoting  so  much  of  his  time  to  non-engi- 
neering subjects,  to  go  elsewhere. 

This  does  very  well  for  that  section  of  the  country 
wiiere  so  many  schools  are  within  easy  reach  but  if 
Stanford  were  to  adopt  such  a  policy,  elsewhere  could 
only  mean  the  University  of  California.  Of  the  twenty- 
nine  men  in  our  entering  class,  all  but  five  come  from 
States  west  of  the  Rocky  Mountains,  and  out  of  these 
five  not  one  was  directed  to  Stanford  by  reasons  that 
had  anything  to  do  with  the  fact  that  he  i^roposed  to 
take  electrical  engineering.  Careful  iiKjuiry  among 
our  Freshmen  reveals  as  nearly  as  we  can  determine, 
that  none  of  tliem  came  to  Staiiford  liecause  of  the  ex- 


cellence, assumed  or  otherwise,  of  our  department,  but 
chiefly  because  the  college  is  near  enough  to  permit 
their  attendance,  and,  of  the  various  courses  offered. 
Electrical  Engineering  made  the  strongest  appeal. 

The  lengthening  of  our  course  to  five  or  six  years 
would  probably  send  most  of  our  students  to  the  Uni- 
versity of  California,  throwing  an  added  burden  upon 
that  institution  without  securing  the  result  intended. 

To  admit  that  we  are  turning  out  as  engineers  nien 
lacking  in  breadth  of  view  and  catholic  spirit,  is  to 
confess  a  weakness,  and  yet  we  reject  the  only  remedy 
that  has  been  offered.  But  is  it  fair  to  throw  upon 
the  college  the  entire  burden  of  instilling  the  spirit 
of  the  humanities  into  men  who  will  not  respond  to  the 
effort  that  is  being  made  in  their  behalf?  Is  nothing 
to  be  demanded  of  heredity,  environment  and  previous 
training?  Stanford  offers  every  encouragement  to  the 
individual  who,  of  his  own  volition,  elects  to  spend  five 
or  six  years  in  order  to  get  the  benefit  of  a  broader 
training,  but  we  are  at  present  unwilling  to  prescrdjc 
such  a  routine  for  all. 

The  following  example  of  the  point  of  view  of  a 
representative  group  of  students  is  offered  because  we 
believe  it  typical  of  the  attitude  of  the  undergraduates 
of  this  or,' for  that  matter,  of  almost  any  university 
in  the  country.  About  a  year  and  a  half  ago  the 
authors  became  ac(|uainted  with  a  man  of  mature 
vears,  and  wide  exi)erience,  both  at  home  and  abroad, 
who  chanced  to  board  at  a  student  club.  But  because 
of  an  odd  appearance  and  his  ignorance  of  who  held 
the  Coast  record  in  the  two  mile  or  why  a  man  runs 
to  first  base  after  striking  a  ball,  he  was  an  outcast, 
without  friends  or  sympathy.  His  right  hand  neigh- 
bor, attracted  by  his  keen  intellect  and  original  ideas, 
drew  him  into  conversation,  which  had  to  be  abandoned 
after  two  days  because  of  the  chorus  of  jeering  re- 
marks hurle(i  from  all  sides.  To  not  one  of  these 
men  did  it  occur  that  he  could  have  ideas  or  experi- 
enses  worthy  of  their  interest.  Instead  they  gave  full 
rein  to  hastily  formed  prejudice  and  to  the  natural 
tendencies  of  youth  in  a  manner  extremely  disappoint- 
ing to  him,  coming  as  he  did  from  a  country  where 
university  students  are  the  leaders  in  thought  on  social, 
political  and  economic  questions. 

Toward  a  knowledge  of  the  requirements  of  the 
industrial  world  and  the  disciplinary  training  which 
they  demand,  the  university  can  contribute  but  little. 
However,  so  clearly  is  the  necessity  for  this  realized 
that  some  colleges  already  require  of  the  candidate 
for  a  degree  that  he  spend  at  least  a  part  of  his  vaca- 
tions at'  work  in  the  shop  or  with  the  construction 
gang,  under  actual  industrial  conditions.  While  this 
is  not  vel  among  the  requirements  for  the  Stanford 
degree,  it  will  be  as  soon  as  circumstances  permit. 

It  is  not  to  be  questioned  that  a  man's  career  and 
his  conduct  in  life  are  largely  <letermine(l  by  his  point 
of  view.  Recollection  of  our  own  experience,  close 
observation  of  the  students  who  pass  under  us  and 
careful  inquiry  among  our  Freshmen  as  to  what  they 
expect  within  a  few  years  after  leaving  college,  con- 
vinces us  that  the  majority  of  men  upon  graduatmg 
are  in  their  inmost  souls,  convinced  that  they  are  em- 
barked upon  a  road  which,  though  it  has  its  hardships 
at  the  start,  will  automatically  lead  them  to  success 
and   considerable   financial   return.      These    men    see 


November  12.  1910) 


JOURNAL    OF    ELECTRICTY,    POWER    AND     GAS 


431 


nothing  but  "the  top,"  and  that  at  no  \'ery  distant 
future. 

To  combat  this  attitude,  without  attempt  to  aiuii- 
hilate  hope  or  ambition,  is  as  much,  and  jierhaps  more, 
a  part  of  our  (hity  as  tlie  teaching  of  Ohms  law. 

In  conclusion  we  make  an  appeal,  as  of  the  utmost 
importance  in  improving  the  status  of  our  technical 
graduate,  for  a  sharper  realization  of  the  limitations 
of  university  training  by  the  student,  teacher,  parent 
and  employer,  in  the  hope  that  such  will  lead  to  a  more 
intelligent  effort  to  supplement  its  deficiencies  and  to 
a  more  intelligent  and  willing  use  of  the  product  of  the 
universities. 


THE  VOLATILE  MATTER  OF  COAL. 

'Hie  X'lijatile  .Matter  of  Cual  is  the  title  of  the  first 
bulletin  t(i  be  issued  by  the  new  Federal  Bureau  of 
Alines.  The  authors,  Horace  C.  Porter  and  I".  K. 
Ovitz,  conducted  their  investigations  at  the  Pittslnirg 
station  while  it  was  under  the  Teclmnlogic  Branch  of 
the  Geological  Sur\-cy. 

Quoted  directly,  tlie  authors  say:  "'I'iie  investiga- 
tion has  already  shown  that  the  xojatile  c<iiilcnt  of  dif- 
ferent ciials  differs  greatly  in  character.  Tlie  volatile 
matter  nf  the  younger  coals  found  in  the  West  in- 
cludes a  large  ])roportion  of  carbon  dioxide,  carbon 
monoxide,  and  water,  and  a  corres])ondingly  small 
proi^ortion  of  liydrocarbons  and  tarry  va])ors.  Tlie 
older  bituminous  coals  of  the  .\ppalachian  region  yield 
volatile  matter  containing  large  amounts  of  tarry 
vapors  and  hydrocarbons,  difficult  to  l)uni  comi)leteIy 
without  considerable  excess  of  air  and  high  tempera- 
ture. Coal  of  the  W'cstern  type,  moreover,  gives  up  its 
\dlatile  matter  more  easily  at  moderate  and  low  tem- 
peratures than  that  of  the  other  type.  The  volatile 
matter  produced  at  medium  and  low  teni])cratures  is 
rich  in  higher  hydrocarbons  of  the  methane  ty])e,  such 
as  ethane  and  propane,  which  contains  a  larger  portion 
of  carbon  than  is  present  in  methane. 

"These  facts  help  to  explain  the  difficulty  of  burn- 
ing Pittsljurg  coal,  for  exam])le,  without  smoke,  the 
low  efficiency  usually  obtained  in  burning  high-volatile 
Western  coals,  the  advantage  of  a  pre-heated  auxiliar_\- 
air  sup])l\-  introduced  over  a  fuel  bed,  and  the  advan- 
tage of  a  furnace  and  boiler  i^etting  adapted  to  the 
type  of  fuel  used.  They  bear  directly  also  on  the 
question  of  steaming  'capacity'  of  coal  for  Iocomoti\es, 
the  designing  and  operation  of  gas  j)roducers  for  high- 
\iilatile  fuels,  and  the  operation  of  coke  ovens  and  gas 
retorts. 

"The  results  show  further  that  certain  bituminous 
coals  of  the  interior  and  Rocky  Mountain  provinces 
gi\e  promise  of  good  yields  of  by-products  of  coking, 
notably  ammonia  and  high  candle  power  gas,  compar- 
ing favorably  in  these  respects  with  the  high-grade 
coking  coals  of  the  eastern  province. 

"They  show  also  that  inert,  non-coml)ustible  ma- 
terial is  present  in  the  \-olatile  products  of  different 
kinds  of  coal  to  an  extent  ranging  from  i  to  15  per  cent 
of  the  coal." 

The  bulletin  will  be  of  interest  to  fuel  engineers, 
designers  and  liuilders  of  gas  producers,  gas  and  coke 
iiiaiiiifacturers,  superintendents  of  power  plants,  rail- 
way master  mechanics  and  those  engaged  in  the  sup- 
pression of  smoke.  The  bulletin  may  be  obtained  by 
applying  to   the   Director    of    the    Bureau    of   Mines. 


FAKE  ENGINEERING  SCHOOLS. 

BY    ANTONE's    brother. 

Brother  .Antone  having  been  so  successful  in  the 
electrical  engineering  line,  I  concluded  to  try  the  busi- 
ness myself.  Brother  .\ntone  being  the  guiding  spirit, 
in  piloting  me  to  an  institution  where  the  mysterious 
and  elusive  knowledge  was  to  be  obtained. 

Plis  own  experience  with  graduates  of  some  of  the 
universities  had  not  been  excessively  flattering,  and 
he  suggested  we  look  up  some  of  the  private  institu- 
tions, obtaining  a  bunch  of  catalogues  from  some  of 
the  so-called  engineering  schools.  We  started  on  No. 
I,  a  catalogue  of  eighty  pages,  telling  in  glowing 
terms  of  the  grand  o])enings  for  engineers,  with  a  lib- 
eral number  of  pages  devoted  to  the  names  and  ad- 
dresses of  successful  students,  none  of  whom  to  date 
have  answered  our  inquiries,  and  we  presume  they  are 
too  Inisy  with  tlieir  onerous  duties  in  their  responsible 
positions  to  trouble  answering  our  letters. 

-After  a  careful  ])erusal  of  the  catalogue,  which  was 
a  credita])le  example  of  tlie  litliographer's  art  and 
would  lead  you  to  su|)])ose  that  it  illustrated  something, 
we  concluded  to  \-isit  the  establishment,  and  u])oii 
entering  the  office  we  were  greeted  by  a  very  affable 
young  lady,  who.  u]t(n\  being  informed  of  our  mission, 
handed  out  one  of  the  catalogues  and  advised  us  that 
she  would  ask  the  ]irofessor  of  electrical  engineering 
to  come  down  and  talk  witii  us.  Upon  greeting  us  and 
stating  that  tlie\-  taught  ;i  complete  course  in  both 
theory  and  practice,  we  were  advised  that  he  was  the 
instructor  and  as  it  later  developed  the  only  instructor. 
We  asked  to  lie  shown  the  electrical  department, 
whereupon  he  kindly  conducted  us  to  tlie  rear  of  the 
main  building  into  a  little  board  on  end  shack  which 
would  proI:)al)Iy  answer  for  tlie  purpose  of  a  wood  slu-d 
if  the  owner  limited  his  fuel  supply  to  a  !4  cord. 

Xow  this  department  was  especially  designefl  for 
electrical  teaching,  being  fitted  up  with  5  bell  push 
l)uttons,  and  two  dry  cells  connected  so  as  to  be  op- 
erated either  in  series  or  parallel,  aLso  oiie  J^-kw.,  d.c. 
dynamo  made  in  1870,  but  needing  a  little  repairs.  The 
dynamo  was  supposed  to  be  driven  by  an  old  gasoline 
engine,  carefully  shined  up  but  not  in  order.  A  little 
old  dinky  switchboard  was  stuck  up  on  the  wall  and 
the  instructor  informed  us  that  the  floor  was  especially 
made  for  tracing  the  leads  from  the  dynamo  as  the 
boards  were  loose  and  could  be  taken  up  to  trace  the 
complicated  leads  of  three  wires,  which  he  required 
each  student  to  take  up  and  place  in  position  before  he 
was  permitted  to  graduate. 

Having  looked  the  laboratory  over  which  could 
l)e  duplicated  at  any  second  hand  store  for  $50  at  the 
most,  .-\ntone  began  to  ask  the  professor  some  prac- 
tical questions  and  after  the  third  question,  which  any 
ordinary  wireman  would  have  to  know,  he  got  down 
off  the  perch  and  made  a  clean  l^reast  of  his  sins  and 
vicissitudes. 

The  policy  of  this  institution  is  invariably  cash  in 
advance  and  no  money  returned  under  any  conditions, 
or  transfer  of  scholarships.  Tlundreds  of  farmc'-s'  boys 
are  coming  to  this  institution  which  adx'ertises  far  and 
wide.  If  you  are  sending  vour  boy  to  a  school  see 
that  they  are  at  least  prepared  with  competent  teachers 
and  equipment  to  teach  him  what  you  arc  paying  for. 
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The  collcfje  may  well  he  rej^arded  as  a  mint  wliieh 
puts  its  stamp  upon  the  t^raihiate  l)efore  he  enters 
husiness  hfe.  just  as  tlie  ,i,'oI(l, 
siKer,  nickel  ami  enp])er  from 
wliicli  our  money  is  made  must  be 
su1)mitted  to  many  processes  in 
smelter  before  it  is  fit  for  the  coiner's 
hands,  so  must  our  youth  be  prepared  throug;h  early 
life  for  a  college  training'.  There  are  many  graduates 
who,  like  sihcr,  nickel  and  copper  coins,  circulate  at 
far  more  than  their  intrinsic  worth  because  of  the  ad- 
vantage gained  by  a  college  education,  while  there  are 
some  men  of  pure  gold  that  do  not  need  such  a  dis- 
tinguishing mark.  There  are  counterfeits  and  imper- 
fect coins  as  well  as  many  foreign  ones  circulating  in 
the  wrong  place  and  consequently  not  acceptetl  at  their 
face  value.  ' 

Iron,  lead  and  zinc  are  far  more  valuable  for  in- 
dustrial purposes  than  for  coinage,  just  as  many  men 
are  not  fitted  for  a  college  education.  W'e  could  better 
dispense  with  copper  coins  than  with  cop])er  conduc- 
tors, and  likewise  there  are  some  mediocre  college 
graduates  who  would  be  more  successful  if  thc\'  had 
learned  a  trade.  All  of  which  goes  to  show  that  it  is 
the  material  in  the  man  and  not  his  education  which 
makes  him  successful.  After  it  has  left  the  mint,  only 
a  numismatist  is  interested  in  a  coin's  antecedents. 
Commercially  it  matters  little  where  a  man  graduated, 
or  when,  he  is  merely  expected  to  make  good  in  what- 
ever he  undertakes. 

Parents  usually  consider  that  the  major  part  of 
their  filial  responsibility  has  been  discharged  when 
their  children  have  been  given  an  education.  Note 
the  complete  passiveness  of  the  subject  in  the  last 
clause,  who  does  not  seek  the  education  but  is  given 
it.  Herein  lies  the  reason  for  nine-tenths  of  the  educa- 
tional failures,  and  likewise,  in  its  converse,  for  most 
of  the  educational  successes.  Children  go  to  school 
to  be  taught,  students  should  go  to  college  to  learn. 
Then  and  then  only  can  the  college,  as  the  active 
agent,  or  jiredicate  if  you  please,  accomplish  the  de- 
sired object  of  fitting  the  student  for  life. 

The  ])roblem  of  technical  education  is  now  receiv- 
ing much  attention.  The  ideas  of  the  instructor  are 
well  ex|)resscd  in  the  paper  by  Professors  Charters 
and  Hillebrand  of  Stanford  University,  as  published 
elsewhere  in  these  columns,  by  which  it  may  be  seen 
that  the  problem  of  the  educator  would  be  greatly  sim- 
jilified  if  there  was  some  automatic  means  of  present- 
ing for  college  training  only  the  right  sort  of  material, 
properly  enthused  with  sincere  desire  for  knowledge. 
There  is  undoubtedly  nnich  room  for  improvement  in 
teaching  methods  but  there  is  greater  need  for  serious 
thought  among  those  that  are  to  profit  from  the 
teaching.  Tt  matters  little  wdiether  the  course  is  four 
or  si.x  years  in  length,  as  the  man  really  begins  to 
learn  the  true  lessons  of  life  after  he  has  left  the  col- 
lege. If  he  be  of  the  right  sort  he  will  stop  learning 
onlv  when  he  ceases  work. 
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PERSONALS. 

A.  M.  Hunt  left  last  Monday  for  Portland  on  a  ten  days' 
business  trip. 

R.  D.  Holabird,  president  of  the  llolabird  Keyuolds  C'oni- 
pany,  is  at  Seattle. 

K.  G,  Dunn,  with  Hunt,  Mirk  &  Co.,  left  last  Wednesday 
lor  Portland  and  tlie  Pacific  Northwest. 

G.  F.  Kirkpatrick,  of  the  General  Electric  Company's  lamii 
department,  has  gone  to  the  Los  Angeles  office. 

L.  R.  Wiley,  who  is  Interested  in  an  electric  power  project 
at  Groveland,  Cal.,  was  a  San  Francisco  visitor  last  week. 

Russell  Wolden,  is  now  at  San  Jose  looking  after  the 
branch  store  of  the  California  Electrical  Construction  Com- 
pany. 

S.  K.  Colby  and  F.  A.  Richards  of  Pierson,  Roeding  &  Co. 
have  returned  to  San  Francisco  from  an  extensive  Eastern 
trip. 

C.  F.  Flinn,  of  the  sales  corps  of  the  Allis-Chalmers  Com- 
pany, has  returned  to  the  San  Fi-ancisco  office  after  a  trip 
to  Eureka. 

Nathaniel  A.  Carle,  consulting  engineer,  Seattle,  Wash., 
has  been  transferred  to  the  grade  of  Member  In  the  American 
Institute  of  Electrical  Engineers. 

.James  F.  Kinder,  assistant  secretary  of  the  Duplex 
Metals  Company  of  New  York,  is  at  Portland,  Ore.,  where  he 
plans  to  make  his  home  and  to  open  a  branch  office  for  the 
company. 

H.  E.  Boyrie,  formerly  Seattle  manager  for  C.  C.  Moore 
&  Co.,'  and  later  with  the  Hallidie  Machinery  Company,  is  now 
sales  manager  of  the  Tracy  Engineering  Company  of  San 
Francisco. 

W.  A.  Schoel,  formerly  with  the  Portland  Railway,  Light 
&  Power  Company,  recently  took  charge  of  the  steam  plant 
and  line  department  of  the  Northwestern  Corporation  at 
Dallas,  Oregon. 

.John  B.  Ingersoll,  chief  electrical  engineer  of  the  Spokane 
and  Inland  Empire  Railroad  Company  of  Spokane,  Wash.,  has 
been  transferred  to  the  grade  of  Member  in  the  American 
Institute  of  Electrical  Engineer. 

H.  C.  Goldrick,  manager  of  the  Kellogg  Switchboard  & 
Supply  Company's  Pacific  Coast  branch,  recently  returned 
from  a  Southern  California  tour.  He  reports  some  good  in- 
quiries from  various  points  on  the  Coast. 

F.  B.  Gleason,  manager  of  the  San  Francisco  branch  of  the 
Western  Electric  Company,  is  visiting  the  company's  offices  at 
Chicago  and  New  York.  W.  F.  Berry,  local  sales  manager  for 
the  company,  is  at  the  Hawthorn  factory. 

Cyrus  Pierce,  San  Francisco  representative  of  N.  W. 
Halsey  &  Co.,  has  returned  from  New  York  where  he  com- 
pleted arrangements  for  taking  up  the  $1,500,000  refunding 
bond  issue-of  the  San  Joaquin  Light  &  Power  Company. 

H.  J.  Tinkham,  formerly  connected  with  the  plant  de- 
partment of  the  Pacific  Telephone  &  Telegraph  Company  at 
San  Francisco,  has  gone  to  Spokane,  Wash.,  where  he  is  now 
superintendent  of  plant  for  the  Spokane  District,  vice  T.  H. 
Elsom,   resigned. 

A  party  of  Pacific  Telephone  &  Telegraph  officials  have 
returned  to  San  Francisco  from  Seattle,  where  they  spent 
a  week  before  the  inquisitors  of  the  Railroad  Commission  of 
the  State  of  Washington,  which  has  jurisdiction  over 
teleijhone  companies  as  well  as  railways.  Among  the 
party  were  P.  H.  Coolidge,  assistant  general  manager;  F.  C. 
Phelps,  auditor;  C.  B.  Bush,  general  commercial  superin- 
tendent; C.  W.  Burkett,  general  superintendent  of  plant, 
and  B.  C.   Carroll,  general  agent. 


C.  E.  Groesbeck,  Pacific  Coast  manager,  and  F.  E.  Osthotf, 
second  vice-president  of  H.  M.  Byllesby  &  Co.  of  Chicago, 
went  to  Eureka  last  week  with  a  party  of  capitalists.  It  is 
understood  that  negotiations  are  on  foot  for  acquiring  the 
Humboldt  Light  &  Power  Company's  system. 

E.  V.  D.  Johnson,  manager  of  the  Northern  California 
Power  Company,  had  a  narrow  escape  from  death  in  a  col- 
lision of  his  automobile  with  the  Shasta  Limited  near  Redding, 
California,  on  November  7.  The  automobile  was  wrecked 
and  Mr.  Johnson  was  severely  though  not  dangerously  in- 
jin-ed,  his  shoulder  being  broken. 


TRADE   NOTES. 

Chicago  Fuse,  Wire  &  Mauufaf  uring  Company  annoimces 
that  they  are  now  located  permanently  in  their  new  six- 
story  building  1014-1022  West  Congress  St.,  Chicago,  111. 

The  Standard  Electric  Time  Company  of  Waterbury, 
Connecticut,  with  Pacific  Coast  offices  in  the  Foxcroft  Build- 
ing, San  Francisco,  have  recently  equipped  five  government 
buildings  with  their  service,  including  a  200-clock  installation 
at  Tacoma, 

The  United  Telephone  Company  of  Woodburn,  Ore.,  has 
placed  an  order  with  the  Kellogg  Switchboard  &  Supply  Com- 
pany for  a  complete  central  office  with  a  common  battery 
harmonic  equipment.  This  includes  a  General  Electric  arc 
rectifier,  harmonic  pole-chargers  and  a  wire  chief's  desk. 

T.  E.  Trask,  consulting  engineer,  Los  Angeles,  has  com- 
pleted plans  and  specifications  for  a  municipal  water  puiup- 
ing  plant  for  Imperial,  California,  Mr.  Trask  recently  let 
a  contract  for  a  pumping  plant  and  piping  system  for  irri- 
gating a  tract  at  Orange  Cove,  Cal.  The  contract  calls  for  a 
De  la  Vergne  crude  oil  engine. 

The  Westinghouse  Electric  &  Manufacturing  Company  has 
sold  to  the  Sacramento  Valley  Irrigation  Company  electric 
motors  aggregating  1050  h.p.,  in  three  vertical  units.  Each 
of  the  three  350  h.p.  2000  volt  induction  motors  will  be  direct 
connected  to  a  turbine  pump  of  special  design.  The  pumps, 
which  will  be  constructed  locally,  are  to  be  installed  at 
"the  Headgates,"  near  Hamilton,  where  electrically  driven 
pumps  with  a  capacity  of  500  h.p.  are  already  in  operation. 
The  new  equipment  is  to  be  used  in  connection  with  the 
Kuhn  projects  on  one  of  the  largest  irrigation  and  reclama- 
tion  enterprises   in   California. 


NEW    CATALOGUES. 

I'vleclric  Li.^lUing  fur  ^;utor  C:irs  and  .Maiine  Service  is 
the  title  of  a  pamphlet  from  The  Electric  Storage  Battery  Co., 
]]ortraying  their  "Hyray"  electric  lamp. 

Westinghouse  Auxiliary  Contactor  Equipments  are 
liriefly  described  in  Folder  418G  just  issued  by  the  Westing- 
house Electric  &  Manufacturing  Company. 

Bulletin  No.  4771,  entitled  "Hand-Operated  Starting  Com- 
pensators for  Alternating  Current  Jlotors,"  has  recently  been 
issued  by  the  General  Electric  Company,  superseding  pre- 
vious bulletins  on  this  subject. 

Duncan  Electric  &  Manufacturing  Company  have  just 
issued  a  new  bulletin.  No.  11.  on  Duncan  Transformers  for 
Lighting  and  Power.  After  briefly  sketching  the  historical 
development  of  the  transformer  it  gives  illustrated  de- 
tails of  the  design  and  construction  of  Duncan  transformers, 
including  the  core,  coils  and  insulation,  which  are  followed 
by  an  account  of  the  electrical  performance.  Types  listed 
include  those  adapted  for  lighting  circuits,  power  service, 
subway  use,  transmission  lines,  potential  or  current  trans- 
formers, tungsten  sign  lamps,  welding  and  compensators. 
The  section  devoted  to  testing  gives  valuable  instructions  and 
diagrams  for  the  most  important  transformer  tests.  The  con- 
cluding pages  are  devoted  to  directions  and  diagrams  for  con- 
necting. 
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974,224.  Electric  Braking.  Krnst  F.  W.  Alexandeison. 
Schenectady,  N.  Y.,  assignor  to  General  Electric  Compan.v. 
The  method  of  operating  an  alternating  current  commutator 
motor  as  a  generator  returning  energy  to  the  source  for 
dynamic  braking,  which  consists  in  connecting  the  motor 
armature   to   the   source,   separately   exciting   the    motor   field 


with  current  app,u.viai.iUly  in  phase  with  the  voltage  of  the 
source,  varying  simultaneously  the  connections  between  the 
motor  armature  and  the  source  and  the  strength  of  the  cur- 
rent supplied  to  the  motor  field  to  vary  the  braking  torque, 
and  varying  the  strength  of  said  cunent  independently  to  ad- 
just the  motor  voltage  for  different  speeds. 

974,712.  Armature-Testing  Device.  Levon  H.  Seyranian, 
Monterey,  Cal.  An  armature-testing  device  comprising  a  han- 
dle composed  of  sections,  said  handle  having  channels,  lead- 
in  wires  disposed  in  the  channels,  fixed  contacts  con- 
nected  with   certain   of   the   wires,   and   spring   contacts   con- 


nected with  the  other  wires,  said  spring  contacts  being  nor- 
mally separated  from  and  disposed  opposite  from  the  fixed 
contacts  respectively  and  projecting  beyond  the  same  to  be 
brought  into  contact  with  a  pair  of  commutator  bars  for  test- 
ing the  windings  of  an  armature. 

974,171.  Rectifying  Electric  Currents.  John  J.  Montgom- 
ery, Santa  Clara,  Cal.  In  the  art  of  reorganizing  alternating 
electric  current  the  herein  described  process  of  rectification 
which  consists  in  the  following  oi)erations:  (1)  In  imparting 
to  the  moving  element  through  the  agency  of  a  fixed  element 
and  the  utili'i'.ation  of  a  derived  portion  of  the  current  under 


lo'  a 


rectification,  a  succession  of  positive  and  negative  accelera- 
tions, the  resultant  effect  of  which  is  a  step-by-step  progres- 
sion of  the  moving  element  undulatory  in  its  character,  the 
successive  undulations  being  in  response  to  the  successive 
variations  of  the  electrical  forces  of  the  current  under  rec- 
tification, and  in  synchronism  with  and  coterminous  as  re- 
gards   time    with,    such    variations,    whether    such    variations 


occur  in  successively  equal  times  or  not;  and  (2)  in  im|)art- 
ing  the  said  step-by-step  progression  to  an  element  of  a  pole 
changing  device  having  its  other  elements  connected  to  the 
circuit  carrying  the  current  under  rectification,  and  which 
said  element  receiving  said  step-by-step  motion  co-operates 
with  the  other  elements  of  the  pole  changing  device  to  suc- 
cessively reverse  the  order  of  the  terminal  connections  of  the 
circuit  carrying  the  current  under  rectification  to  a  utilization 
circuit.  h 

974,760.  Electric  Fishing-Tool.  Harry  Eastwood.  Fresno. 
Cal.  An  electrical  fishing-tool  comprising  a  non-magnetic 
v.'ater-tight  casing  having  at  its  lower  end  a  removable,  ta- 
])ered  armature  forming  a  closure,  and  electro-magnetic  means 


housed  in  the  casing  and  couuLcted  with  said  armature,  said 
armature  made  in  sections  insulated  from  each  other  and 
adapted  to  be  separately  energized. 

974,462.  Electrical  Coupling.  Carl  H.  Rissell,  Syracuse, 
X.  Y..  assignor  to  Crouse-Hinds  Company,  Syracuse,  N.  Y. 
In  an  electrical  coupling,  a  band  member  comprising  two  sec- 
tions pivotally  connected  to  each  other  at  corresponding  ends 
and  provided  at  their  opiiosite  ends  with  opposing  externally 
threaded    ijrojcotions,   a   main   member   having   a   shank    pro- 


vided with  an  engaging  face  at  one  end  for  co-operating  with 
the  band  member,  the  shank  having  a  substantially  cylin- 
crical  portion,  and  the  inner  faces  of  said  projections  being 
shaped  to  conform  to  the  periphery  of  the  cylindrical  portion 
of  the  shank,  and  a  nut  for  engaging  the  externally  threaded 
projections  and  tlie  shank,  substantially  as  and  for  the  pur- 
pose described. 
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A    NEW   ELECTRIC   RANGE. 

The  kitchen  equipped  with  electric  heating  devices  is  a 
'model  kitchen,"  free  from  smoke,  ashes,  gas  odors,  fire 
hazard  from  naked  flames,  [irostrating  heat  in  summer  time, 
delays  waiting  for  the  kindled  fire  to  burn,  nuisance  of 
matches,  etc.  The  bustling  housewife  of  the  present  day 
gladly  adopts  devices  which  add  to  her  convenience  or  enable 
her  to  prepare  food  in  a  more  sanitary  manner.  Electric 
heating  devices  mark  a  great  stride  forward  in  both  respects 
and  are  being  widely  adopted. 

The  domestic  electric  range  recently  perfected  by  the 
General  Electric  Company  is  a  decided  advance  in  the  right 


thus  making  it  possible  to  get  a  low,  moderate  or  high  heat, 
as  conditions  may  require.  The  three  stoves  permit  cooking 
one,  two  or  three  things  at  once. 

The  combination  oven  and  broiler  is  commodious,  being 
IS  inches  by  18  inches  by  12  Inches,  and  ample  for  the  needs 
of  a  large  family,  and  is  provided  with  heating  units  at  both 
toi)  and  bottom.  By  removing  the  ceiling  plate  of  the  oven, 
the  top  heating  element  of  the  latter  is  exposed  and  may  be 
used  as  an  overhead  radiant  broiler,  or  for  the  purpose  of  pro- 
ducing a  pronounced  browning  of  pies,  biscuits,  roasts,  etc. 
The  ceiling  plate  can  be  used  as  a  shelf  to  support  the  broil- 
ing pan   at   the   i)roper   distance   below   the   heating  element. 


Sroi/er  uses  upper  heating  unit  ofO^'en. 
JSOOiVatts   ffod/ont  Ot'erhead  Type. 
Oi^en  J6xl6'il2"-  e/OO^atts. 


1,      General    Electric    Company's    New    Domestic  Range.  Type  D-L'2.  Showing  Dimensions. 


(lirction.  It  is  patterned  after  the  ordinary  gas  range  and 
cooking  can  be  done  with  it  as  quickly  as  with  gas  or  coal, 
due  to  the  fact  that  the  heating  elements  are  made  of 
calorite,  a  wonderful  new  alloy  discovered  by  the  same  manu- 
facturer after  years  of  scientific  investigation- in  its  extensive 
research  laboratories. 

There  are  three  disk  stoves  on  the  top  of  the  range  de- 
signed to  be  used  in  the  same  manner  as  the  burners  of  a 
gas  range.  A  turn  of  the  snap  switch  turns  on  the  heat  in- 
stantly at  full  intensity,  while  another  turn  cuts  it  off,  and  so 
permits  the  elimination  of  any  expense  for  current  when  the 
stove  is  not  actually  in  use,  without  incurring  a  delay  in  get- 
ting it  into  operation  again.  The  two  larger  stoves  are  pro- 
vided with  a  switch  which  admits  of  a  three-heat  regulation, 


The  slide  supports  on  the  side  of  the  oven  permit  vertical  ad- 
justment of  the  broiling  pan  and  oven  shelves,  and  also  the 
use  of  several  shelves  at  once.  The  broiling  pan  (which  is 
furnished  with  the  range)  is  also  suitable  for  use  as  a  roast- 
ing pan.  Printed  instructions  accompany  each  range,  and 
tell  what  "heat"  to  use  and  how  long  to  leave  it  on  to  bake 
or  roaat  the  various  kinds  of  meat,  bread,  cake,  pie,  etc.  The 
stoves,  broiler  and  oven  all  have  independent  controlling 
switches.  It  is  not  necessary  to  use  a  thermometer  with  this 
oven,  as  the  temperature  attained  at  the  various  positions  of 
the  switch  for  the  intervals  of  time  stated  in  the  instructions 
accompanying  the  range,  will  be  best  suited  for  each  individ- 
ual case. 

The  space  between  the  stove  top  and  the  oven  is  heated 
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indirectly  from  tlic  oven,  broiler  and  stoves,  and  so  makes 
a  convenient  plate  and  food-warming  closet. 

To  increase  the  usefulness  of  the  range  two  atlditional 
outlets  are  provided  for  individual  electrically  heated  de- 
vices; one  being  an  outlet  for  a  percolator,  etc.,  of  one  heat 
and  not  over  600  watts,  the  other  an  outlet  for  a  grid  or  other 
ihree-heat  electric  device,  a  three-heat  switch  being  mounted 
on  the  range  for  its  control. 

The  equipment  of  the  range  is  as  follows: 

2  S-inch  disc  stoves,  375-1500  watts;   3-heat  switch. 

1   4-inch  disc  stove,  500  watts,  1-heat  switch. 

1   broiler,  1600  watts;   1-heat  switch. 

1  oven,  575-11.50-2100  watts;    3-heat  switch. 

1  warming  closet   (directly  heated). 

The  circuits  to  each  part  of  the  range  are  separately 
fused  by  a  double-pole  fuse  block,  while  a  main  fuse  of  60 
amp.  capacity  protects  the  entire  range.  The  wiring  is  ar- 
ranged for  either  two  or  three  wire  connection. 

The  range  is  of  sheet  metal  construction  throughout, 
made  in  a  workmanlike  manner  and  finished  with  nickel 
trimmings.  The  oven  door  is  of  the  spring  drop  style  and  is 
provided  with  a  substantial  and  effective  latch. 


FLAMING    ARC    LAMPS    FOR    LIGHTING    LARGE    AREAS. 

The  development  of  the  flaming  arc  lamp  and  its  general 
commercial  ai)plication  to  lighting  large  areas  has  brought 
about  an  important  advance  in  the  efficient  lighting  of  ma- 
chine shoijs.  railroad  yards,  foundries,  warehouses,  wharves 
and  convention  halls.  This  form  of  lamp  owes  its  popularity 
tor  this  class  of  service  to  its  great  brilliancy,  its  penetrating 
power,  its  low  operating  expense  and  its  pleasing  effect 
u|)on  the  eyes. 

It  used  to  be  the  common  practice  to  hang  up  almost  any 
kind  of  a  lamp  in  a  haphazard  way  to  light  a  mill,  but  those 
days  of  inefficient  lighting  are  past,  and  to-day  the  mill 
superintendent  recognizes  the  fact  that  a  well-lighted  shop 
means  more  and  better  work  and  contented  workmen. 

In  foundries,  steel  mills  and  machine  shops  where  the 
ceilings  are  high,  lamps  of  great  penetrating  power  must  be 
used,  because  at  the  present  time  traveling  cranes  are  used 
in  almost  every  shop  of  any  size,  and  in  many  cases  it  be- 
comes necessary  to  hang  the  lamps  above  these  cranes. 

The  large  machine  shops  and  foundries  are  generally 
built  with  two  or  three  bays,  a  popular  arrangement  being  one 
central  bay,  in  which  the  heavy  work  is  handled,  and  one  or 
more  side  bays  usually  built  with  galleries  in  which  the 
lighter  and  detail  work  is  carried  on.  Often  these  side  bays 
also  have  traveling  cranes,  and  in  that  case  the  lamps  are 
hung  around  the  sides  of  the  bay.  The  upper  gallery  and 
main  bay,  however,  are  generally  illuminated  by  hanging 
flaming  arc  lamps  above  the  cranes.  Before  the  introduction 
of  the  flaming  are  lamp  no  solution  could  be  found  for  suc- 
cessfully lighting  these  high-ceilinged  interiors  where  dust, 
smoke  and  vapor  were  always  present,  but  in  the  flaming  arc 
we  find  a  lamp  suitable  for  such  service. 

For  some  time  the  Crucible  Steel  Company  of  America,  at 
Harrison,  N.  J.,  had  difficulty  in  finding  a  satisfactory  means 
of  illuminating  its  gun  and  projectile  shop.  In  this  shop, 
which  works  day  and  night,  turning  out  guns  and  projectiles 
for  the  United  States  Government,  good  light  is  imperative. 
The  guns  and  projectiles  made  for  the  Government  are  built 
under  very  rigid  specifications,  and  each  shell  and  gun  under- 
goes very  close  inspection  during  the  process  of  construction, 
U  is  api)arent  that  without  good  light  much  of  the  work  would 
fail  to  pass  the  inspection  and  thus  be  rejected. 

This  shop  was  formerly  lighted  by  carbon  arcs,  but  these 
proved  unsatisfactory,  and  incandescent  lamps  were  added. 
These  individual  incandescent  lamps  were  hung  near  the 
various  lathes,  planers  and  other  machines,  and  it  was 
thought   that   this   would  solve  their  lighting  problem.     This 


combination  failed,  however,  for  the  men  on  the  night  shift 
were  continually  having  trouble  with  their  eyes.  As  a  last 
resort,  flaming  arcs  were  tried,  and  after  a  thorough  test 
seven  Western  Electric  "Hawthorn"  flaming  arcs  were  in- 
stalled in  the  main  gun  shoi)  and  three  in  the  adjoining  shop. 
These  lamps  were  run  two  in  series  on  a  110-volt  circuit,  and 
although  the  voltage  is  very  unsteady,  due  to  the  fact  that  two 
or  three  40  or  50  horsei)ower  induction  motors  are  often 
started  or  reversed  simultaneously,  the  lamps  are  operating 
very  satisfactorily. 

It  is  interesting  to  note  the  increased  jiroduction  result- 
ing from  the  installation  of  these  lamps.  After  the  flaming 
arc  lamps  had  been  installed  for  some  time  it  was  noted  that 
the  increase  in  the  amount  of  work  turned  out  by  the  night 
shift  was  a  little  over  10  per  cent.  In  order  to  determine 
whether  or  not  this  was  due  wholly  to  the  introduction  of  the 
flaming  arcs,  the  lamps  were  taken  out  for  a  time  and  the 
night  work  carried  on  with  the  old  lighting  system.  It  was 
then  found  that  the  amount  of  work  dropped  off  over  10  per 
cent,  and  that  when  the  work  was  again  carried  on  under 
the  flaming  arc  lamps  the  men  were  able  to  iirodtice  10  iier 
cent  more  work. 


Hawtliorn  Flaming  Arc  Lamp.s  at  the  Gun  Shop  at 
the  Crucible  Steel  Company  of  America's 
H.Trri.son.    X.    .1.,    Pl.-int. 


This  inciease  in  iiroduction  is  due  not  only  to  the 
amount  of  light,  but  to  the  quality.  The  golden  yellow  rays 
of  the  flaming  arc  lamp  are  stimulating  in  character  and  very 
easy  on  the  eyes,  and  since  these  lamps  have  been  installed 
night  men  have  found  it  possible  to  turn  out  a  greater  amount 
of  work  with  less  effort  than  was  possible  with  the  old  carbon 
lamps. 

There  is  no  doubt  that  the  illuminating  engineer  has  an 
instrument  in  the  "Hawthorn"  flaming  arc  lamp  which  will 
gi-eatly  assist  him  in  giving  his  client  a  satisfactory  means  of 
lighting  large  areas. 

The  problem  of  lighting  foundries  has  heretofore  been  a 
difficult  one  because  of  structural  conditions,  overhead  cranes 
and  the  presehce  of  smoke  and  dust.  One  or  two  flaming  arcs 
bung  above  the  cranes  will  satisfactorily  light  a  foundry  50 
by  100  feet. 

As  to  the  economy  of  such  an  installation,  the  flaming  arc 
stands  out  prominently  as  the  cheapest  illuminant,  when  we 
consider  that  a  flaming  arc  lamp  gives  3000  candlepower  at 
:".50  watts,  the  operating  cost  is  low,  and  so  few  units  are  re- 
quired that  the  installation  and  maintenance  cost  is  very 
small. 


November  12.  1910] 


JOURNAL    OF    ELECTRICTY,    POWER    AND    GAS 


437 


NEWS  NOTES 


FINANCIAL. 
ONTARIO,    CAL.— The  water   bonds    election    was    voted 
here  on  October  31st;   bonds  amounting  to  $175,000. 

OCEANSIDE,  CAL.— Sealed  bids  will  be  received  by  the 
Board  of  Trustees  of  the  city  until  4  p.  m.  November  23  for 
the  purchase  of  $20,000  water  works  bonds. 

ASHLAND.  ORE. — Bonds  for  the  completion  of  the  elec- 
tric lighting  and  power  system  have  been  sold  to  J.  N.  Wright 
&'.  Co.  of  Denver,  and  the  plant  will  be  rushed  to  completion. 

PASCO,  WASH.— The  proposition  of  issuing  $39,000  for 
the  purchase  by  the  city  of  water  works,  plant,  system,  right- 
of-way  land  lots  and  the  franchise  now  operated  by  the  Pa- 
cific Light  &  Power  Co.     Election  to  be  held  December  Gth. 

LOS  ANGELES,  CAL.— In  order  that  work  on  the  aque- 
duct may  be  accelerated  and  no  time  lost  for  want  of  funds, 
negotiations  have  been  entered  into  between  the  city  officials 
and  a  New  York  bond  syndicate  which  may  result  in  the  syndi- 
cate's purchasing  $1,000,000  of  aqueduct  bonds  at  once  and  in 
advance  of  its  February  option. 

SACRAMENTO,  CAL. — A  special  municipal  election  will 
be  held  in  the  city  of  Sacramento,  Cal.,  on  November  16th, 
1910,  at  which  time  will  be  submitted  the  question  of  issuing 
and  selling  bonds  in  the  amount  of  $666,000  for  the  purpose 
of  acquiring  and  constructing  a  filtration  plant,  reservoirs, 
pumps  and  other  appliances  to  be  used  with  and  in  connec- 
tion with  its  waterworks  for  the  purpose  of  storing  filtering, 
purifying,  conducting  and  distributing  water  for  the  use  of 
the  city. 


TRANSMISSION. 

CHEHALIS,  WASH.— This  place  has  decided  to  mstall 
all  wires  and  pipes  for  lighting  and  heating  purposes  under- 
ground   in    the    future. 

GUIER,  WASH.— D.  E.  Witt  of  the  Trout  Lake  Valley  Is 
lu-eparing  for  the  installation  of  an  electric  plant  to  light 
and  operate  machinery  on  his  ranch. 

HILLSBORO,  ORE.— The  county  court  has  granted  the 
franchise  of  the  Independent  Electric  Company  to  set  poles 
on  the  county  road  from  Oak  Park  to  Beaverton. 

SPOKANE,  WASH.— This  .city  has  started  negotiations  to 
obtain  control  of  all  the  power  sites  on  Priest  river  from  Its 
source  in  Priest  lake  to  its  conjunction  with  the  Pend 
d'Orellle  river. 

ALAMOGORDO,  N.  M.— Preliminary  construction  work 
for  the  hydro-electric  power  plant  in  Box  canyon  is  now  under 
way,  with  T.  M.  Morton  in  charge.  M.  H.  Fisher  is  also  inter- 
ested in  the  project. 

ELTOPIA,  WASH. — This  place  will  be  soon  supplied  with 
electricity.  The  Yakima  Light  &  Power  Company  contem- 
plates running  a  high  voltage  wire  from  Pasco  to  Lind.  Wash., 
serving  intermediate  points. 

LEWISTON,  IDAHO.— Steps  have  been  taken  by  the 
Lewiston-Clarkston  Improvement  Company,  of  which  E.  H. 
Llbby  is  president,  for  the  enlargement  of  the  steam  auxil- 
iary power  plant  located  on  the  Snake  river. 

OROVILLE,  CAL. — O.  M.  Enslow,  a  Berkeley  engineer, 
has  filed  upon  40,000  miner's  inches  of  water  in  French  Creek. 
The  appropriation  states  that  the  water  is  to  be  used  for  the 
purposes  of  power  manufacturing.  A  dam  100  feet  high  and 
600  feet  long  at  its  crest  is  to  be  built  and  the  water  carried 
by  flume  to  the  proposed  plant. 


CENTRALIA  WASH.— Bids  will  be  received  up  to  No- 
vember 1.5  by  the  city  clerk  for  delivering  machinery  for  a 
1000  kilowatt  turbo-generator  lighting  plant,  said  machinery 
to  be  delivered  f.  o.  b.  this  place.  Specifications  at  the  office 
of  city  electrician,  C.  A.  Harmony. 

SAN  FRANCISCO,  CAL.— City  Attorney  Long  has  in- 
formed the  Supervisors  that  no  corporation  has  a  legal  right  to 
install  steam  pipes  in  public  streets,  for  the  purpose  of  fur- 
nishing heat  to  consumers,  without  first  having  obtained  a 
fianchise  from  the  Supervisors. 

TACOMA,  WASH.— The  Seattle-Tacoma  Power  Company 
through  Attorney  N.  W.  Brockett,  representing  Manager 
Morton  Ramsdell,  petitioned  the  Board  of  County  Commission- 
ers for  a  franchise  to  set  its  poles  on  the  Indian  Ferry-Stuck 
Valley  road.  The  hearing  of  the  application  for  the  fran- 
chise has  been  fixed  for  November  25. 

CHICO,  CAL. — Charles  Leege  of  San  Francisco,  presi- 
dent of  the  Central  Traction  Co.;  T.  Tognazzini,  vice-presi- 
dent of  the  Swiss-American  Bank  of  San  Francisco  and  of 
the  traction  company,  and  A.  B.  Parker,  a  San  Francisco 
capitalist,  have  been  here  to  inspect  the  plant  of  the  Sacra- 
mento Valley  Power  Company  in  which  they  are  interested. 
Plans  for  the  enlargement  and  extension  of  the  plant  are 
being  considered. 

ANDERSON,  CAL. — Five  carloads  of  machinery  con- 
signed to  the  Northern  California  Power  Company  have  ar- 
rived here.  All  this  will  be  hauled  by  traction  engines  to  the 
company's  new  power  house  under  construction  at  Coleman, 
on  Battle  Creek,  five  miles  upstream  from  Ball's  Ferry.  Ten 
miles  of  ditch  are  under  construction.  One  mile  of  siphon 
pipe  will  be  laid.  The  pipe  will  be  seven  feet  in  diameter. 
The  total  generating  capacity  of  the  Coleman  plant,  which 
v>ill  be  in  operation  by  June  1  next  year,  will  be  16,000  h.p., 
making  the  total  output  of  the  power  company  47,000  h.p. 
The  company  has  258  miles  of  22,000  volt  lines  and  126  miles 
of  66,000  volt  lines.  There  are  34  sub-stations  located  at 
these  places:  Redding,  Iron  Mountain,  Horsetown,  German- 
town,  Keswick,  Kennett.  Copper  City,  Winthrop,  Gladstone 
Mine,  Brunswick  Mine.  Millville  Magalia  Mine,  Lappin  Mine, 
Balaklala  Mine,  Mammoth  Mine,  Manton,  Shasta,  Old  Dig- 
gings, Coram,  Baid,  Proberta,  Heroult,  Anderson,  Cotton- 
wood, Red  Bluff,  Tehama,  Los  Molinos,  Vina,  Chico,  Orland, 
Corning,  Willow  and  Hamilton. 


TRANSPORTATION. 
MISSOULA,  MONT. — The  local  electric  railway  will  start 
in  the  spring  on  the  extension  of  the  line. 

MEADERVILLE,  MONT.— Mr.  Wharton,  manager  of  the 
electric  street  railway  here,  states  that  the  line  will  be  ex- 
tended about  half  a  mile. 

TUCSON,  ARIZ. — Within  a  few  weeks  a  street  car  line, 
costing  approximately  $12,000,  will  be  built  out  east  on  speed- 
way by  the  Tucson  Electric  Railway  Company. 

LEWISTON,  IDAHO.— H.  Galvani.  engineer  in  charge  of 
right-of-way  for  the  Pacific  Power  &  Light  Company,  and  the 
Walla  Walla  Valley  Railway  Company  is  here  on  business 
connected  with  the  establishment  of  the  proposed  Lewiston 
to  Asotin   interurban  railway. 

SACRAMENTO,  CAL. — Ballasting  has  been  completed  on 
this  company's  line  to  Stockton.  This  has  permitted  the  com- 
pany to  cut  down  the  running  time  between  Sacramento  and 
her  sister  city  in  San  .Joaquin  20  minutes.  Beginning  No- 
vember 1  six  trains  a  day  will  be  run.    They  will  leave  Eighth 
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and  J  streets  as  follows:  7:111  a.  in.,  10  a.  ni.,  12  m.,  2:10  p.  m., 
4:30  and  6:50  p.  m. 

OAKLAND,  CAL. — The  Peninsular  Railroad  Company  has 
begun  work  on  the  line,  which  is  to  connect  Alameda  mole 
with  the  Sixteenth  street  station.  Franklin  street  north  of 
Fourteenth  is  being  plowed  up  in  preparation  for  the  laying 
of  tracks  to  Twentieth  street.  It  is  the  intention  of  the  com- 
pany to  electricize  its  present  line  to  the  Alameda  mole,  which 
is  known  as  the  narrow-gauge.  It  extends  from  the  mole  to 
Fourteenth  and  Franklin  streets.  It  is  from  the  station  at 
this  point  that  the  tracks  are  to  be  extended.  The  company 
will  form  a  loop  track  between  its  Alameda  and  Oakland 
moles,  a  condition  which  will  greatly  improve  all  local  traffic. 

SAN  FRANCISCO,  CAL.— A  second  petition  for  a  re- 
ceiver and  an  accounting  of  the  affairs  of  the  San  Francisco, 
Vallejo  and  Napa  Railroad  Comiiany  has  been  filed  in  the 
U.  S.  Circuit  Court  by  Arthur  W.  Fox  of  Harrogate,  England. 
It  is  alleged  that  W.  E.  Botaford,  the  president,  and  J.  T. 
York,  vice-president  and  secretary  of  the  railroad  company, 
have  appropriated  the  proceeds  of  the  sale  of  the  company's 
bonds  to  the  extent  of  $968,000.  The  allegation  is  made  that 
the  defendant  is  insolvent  and  that  it  is  necessary  that  the 
road  be  kept  in  operation  to  prevent  loss,  for  which  a  re- 
ceiver is  asked.  The  complainant  holds  952  shares  of  $10(i 
each  and  bonds  of  the  par  value  of  $176,000. 


ILLUMINATION. 
HERMISTON,  ORE.— The  City  Coiincil  has  granted  to  I!. 
A    and  G.  A.  Chisholm  a  franchise  to  put  in  an  electric  plant 
at  this  place,  to  be  installed  within  the  next  six  months. 

CLARKSTON,  WASH.— The  Lewiston-Clarkston  Improve- 
ment Company  has  completed  plans  for  the  improvement  of 
the  lighting  and  power  system,  representing  an  expenditure 
of  $100,000. 

CENTRALIA,  WASH.— The  Council  has  adopted  the  plans 
and  specifications  of  City  Electrician  Harmony  for  the  instal- 
lation of  a  complete  lighting  plant,  the  estimated  cost  of  which 
is  between  $40,000  and  $45,000. 

LEWISTON,  IDAHO. — Ray  M.  Hart  of  this  city  and  other 
capitalists  have  formed  a  comijany  for  the  manufacture  of 
gas  in  this  city.  Its  franchise  specifies  that  the  construction 
of  the  plant  must  be  begun  within  two  years  of  its  acceptance 
by   the   city. 

LONG  BEACH,  CAL.— On  Tuesday  the  Long  Beach  Con- 
solidated Gas  Company  will  take  charge  of  the  holdings  of 
the  Inner  Harbor  and  Edison  Gas  Companies  and  abandon 
the  gas  plant  on  Alamitos  avenue.  The  pumping  plant  will 
be  maintained  there  for  customers  in  the  eastern  part  of  the 
town  unti'  the  installation  of  a  new  r)00,000  cubic  feet  gas 
holder  which  is  to  be  built  on  inner  harbor.  The  company 
will  also  build  a  16-inch  main  from  the  new  plant  to  Pine  ave. 

FRESNO,  CAL. — General  Manager  A.  G.  Wishon  says: 
"Within  the  next  three  weeks  it  is  hoped  that  the  power 
line  of  the  San  Joaquin  Light  &  Power  Company  may  be 
extended  from  the  big  power  house  to  the  Kings  River  rock 
crushing  plant,  where  the  Sharp  Fellows  Company  is  eon 
structing  one  of  the  largest  rock  crushing  plants  in  the 
State,  at  the  end  of  the  Santa  Fe  extension  line  now  under 
way.  The  rock  crushing  plant  will  supply  the  rock  to  be  used 
in  the  Santa  Fe  road  bed  and  for  other  commercial  purposes. 
It  also  is  believed  that  well  within  six  months  the  power  line 
from  the  Crane  Valley  plant  will  have  been  completed  into 
Bakersfield. 

PORTLAND,  ORE.— General  Manager  H.  M.  Pabst  of 
the  Portland  Oas  &  Coke  Company  announced  last  week  that 
$500,000  would  be  expended  next  year  extending  gas  mains 
to  the  suburban  residence  sections  of  Portland.  Mr.  Pabst 
is  now  at  work  on  his  estimates  for  1911  and  says  that,  as  at 


present  outlined  tliey  coiitain  proposals  for  the  largest  amount 
of  work  the  gas  company  has  ever  done  in  Portland  in  any 
one  year.  The  purpose  of  the  company  is  to  supply  the  entire 
East  Side  from  the  southern  extremity  of  Sellwood  to  St. 
.lohns,  and  extending  as  far  east  as  Rose  City  Park  and 
Montavilla  with  all  of  the  intervening  territory.  Oi  the  west 
side  the  company  expects  to  furnish  gas  to  the  residents  to  the 
.south  as  far  as  Fulton  and  to  much  of  the  newly  built  up 
sections  in  the  western  portions  of  the  city  including  the 
finely  populated  district  beyond  Portland  Heights  extending 
to  Council   Crest. 


WATERWORKS. 
CRESSWELL,  ORE.— R.  H.  Parsons  &  Co.  have  secured 
a  lot  near  the  planing  mill  on  which  they  will  erect  a  tower, 
and  tank  to  be  used  by  the  city  water  system.  The  water 
mains  will  be  extended  to  the  Stratford  and  Willour  Additions 
at  once. 

SAN  .lACINTO,  CAL.— Williams  &  Coffen  of  Los  Angeles, 
principal  owners  of  the  Citizens  Water  Company  which  has 
recently  taken  over  the  propehy  of  the  San  .lacinto  Valley 
Water  Company,  were  here  last  week.  The  company  plans 
to  greatly  enlarge  and  improve  the  system. 

OAKLAND,  CAL. — In  the  annual  report  of  the  Peoples 
Water  Company  the  following  is  said  of  the  company's  new 
distributing  reservoir,  located  in  the  hills  back  of  East  Oak- 
land: "The  central  reservoir  has  just  been  completed  at  a 
total  cost  exceeding  $325,000  (every  portion  of  which  is 
solidly  cemented  with  expansion  joints  at  12-foot  intervals 
and  inclosed  by  a  substantial  cement  wall  three  feet  in 
height).  It  covers  14  acres,  has  no  drainage  area  and  is 
free  from  any  possibility  of  surface  or  underground  contami- 
nation. Its  capacity  is  150,000,000  gallons,  furnishing  an  in- 
dependent gravity  reserve  supply  sufficient  for  Oakland  and 
Alameda  for  ten  days.  Its  elevation  is  198  feet  at  the  bot- 
tom of  the  wall.  The  maximum  output  from  artesian  sources 
can  now  be  maintained  uniformily  through  the  entire  24  hours. 


TELEPHONE  AND  TELEGRAPH. 
VANCOUVER,  1!.  C— Mr.  Geo.  B.  Halse,  manager  of  the 
British    Columbia    Telephone    Company,   has    announced    that 
that   company   will  next   spring  lay  a   Pupin   coil   submarine 
cable  to  connect  this  place  with  Victoria. 

ABERDEEN,  WASH. — Negotiations  have  been  about  com- 
lileted  for  the  construction  of  a  telephone  line  to  connect 
Aberdeen  with  Westport.  This  is  being  backed  by  local  ship- 
ping peoi)le,  and  if  completed  will  enable  them  to  have  direct 
communication  with  the  United  States  life-saving  station  at 
the  entrance  of  the  harbor  and  by  this  means  keep  in  touch 
with  the  arrivals  and  departures. 

LOS  ANGELES,  CAL.— The  installation  of  an  efficient 
and  economical  fire  alarm  system  and  police  signal  system  in 
the  City  of  Los  Angeles,  not  only  to  cover  its  present  but 
its  future  needs,  has  been  found  desirable,  and  therefore  it 
has  been  decided  to  place  the  complete  investigation  of  this 
matter  in  the  hands  of  expert  engineers,  who  will  make  a  com- 
plete investigation  of  the  present  system,  as  well  as  the  pres- 
ent requirements,  lay  out  a  complete  and  final  plan  which 
may  be  installed  in  parts  as  desired  and  required  by  the 
growth  of  the  city  for  an  ultimate  fire  alarm  system  and  jiolice 
signal  system,  which  will  fulfill  all  requirements  for  not  less 
than  twenty  years  in  the  future.  The  members  of  the  com- 
m.ittee  which  has  been  ai)pointed  by  Mayor  Alexander  and 
approved  by  the  City  Council  on  October  20th  are  C.  L.  Cory 
of  San  Francisco,  E.  F.  Scattergood  of  Los  Angeles,  and  Theo. 
B  Comstock  of  Los  Angeles.  They  will  investigate  all  of  the 
fire  alarm  systems  at  present  in  use  to  the  end  that  most 
satisfactory  plans  may  be  made  for  the  use  of  and  followed 
by  the  City  of  Los  Angeles. 
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(Note:  This  paper  practically  as  it  stands  was  prepared 
for  University  students  about  1902.  On  account  of  the  in- 
terest in  the  induction  generator  and  to  answer  a  number 
of  questions,  the  paper  is  now  published.     P.  G.  B.) 

The  theory  of  the  induction  motor  and  g'enerat<ir, 
as  we  shall  see,  is  practically  the  theory  of  the  alter- 
nating current  transformer  with  open  magnetic  cir- 
cuits, that  is,  a  transformer  possessing  considerable 
magnetic  leakage.  Wc  will  take  up  the  theory  graph- 
'ically,  developing  the  circle  diagram.     I  believe,  with 


Fig.   1."    Transformer  With   Laige  Magnetic  Leakage. 

this  diagram,  one  can  gain  a  working  theory  and  see 
the  physical  relations  much  more  easily  than  were  the 
subject  treated  analytically.  After  thoroughly  un- 
derstanding the  graphical  theory  one  will  find  no 
great  difficulty  in  understanding  the  analytical  theory 
as  given  by  Mr.  Steinmetz.  The  theory  as  here  given 
is  essentially  that  given  Ijy  Air.  B.  A.  Be'hrend,  Air. 
Heyland  and  others,  except  that  the  development  of 
the  circle  diagram  as  generally  given  is  simplified. 

Let  us  consider  a  transformer  with  air  gaps  a  a 
(Fig.  i)  in  the  magnetic  circuit  and  therefore  having 
a  large  magnetizing  current  and  large  magnetic  leak- 
age. The  transformer  may  be  considered  as  having 
a  ratio  of  transformation  of  i  to  i.  This  transformer 
for  our  purposes  may  be  replaced  liy  the  equivalent 
electrical  system  shown  in  Fig.  2.  TTcre  we  have 
shunted  across  the  potential  F  a  coil  t;d<ing  the  mag- 
netizing current  of  the  transformer,  I".    That  is,  if  the 


secondary  resistance  R  were  opened  we  would  obtain 
the  same  ])rimary  line  conditions,  namely,  the  primary 
current  and  ])ovver  factor  would  be  the  same,  with 
the  circuit  in  I'lg.  2,  as  with  the  transformer  in  Fig.  i. 
If,  now,  R  has  a  given  value,  in  Fig.  2  and  Fig,  i,  not 
infinity,  the  reactance  X,  (equals  Xi  ~\-  X:  in  Fig  2) 
would  be  so  adjusted  that  we  again  ol^tain  the  same 
primary  current  at  the  same  power  factor  for  each 
case.  ,  ^  \ 

I'racticall}'  X..  would  be  measured  bv  open  cir- 
cuiting the  secondary  and  taking  the  ratio  of  E  /  T", 
that  is  X"  =  E  /  I",  jiractically. 

Tile  current  !«  is  nearly  wattless,  since  the  only 
losses   are    tlmse    due    to   hysteresis    and    the    |)rimary 
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Klectrically    Equivalent    to    Fig.    1. 
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copper  loss.  In  Fig.  3  we  have  laid  off  E  =  oa.  the 
pressure  applied  to  the  transformer  and  have  laid  off 
I,,  ^  ac,  making  an  angle  of  ft  with  E.  as  determined 
by  the  power  factor.  By  projecting  the  point  O  on  the 
L  line  we  obtain  the  e.m.f.  triangle  o  b  a.  in  which 
ah  ^  I«R..  R>  being  the  effective  resistance ;  that  is 
I-''  Ri  equals  the  total  watt  loss  due  to  copper  and  iron 
when  the  secondary  of  the  transformer  is  on  open  cir- 
cuit. A  more  accurate  value  of  X"  may  be  obtained 
l;y  dividing  o  b  by  I». 

The  primary  open  circuit  current  which  we  would 
get  if  there  were  no  losses  may  be  found  by  drawing 
;;  line  at  right  angles  to  L  at  the  point  c.  and  olitaining 
the  length  a  c'  ad  being  at  right  angles  to  E.  There  is, 
however,  little  difference  between  I"  and  I« 

To  determine  X  =  Xi  +  X2,  the  equivalent  react- 
ance of  llu-  transformer,  the  secondary  resistance  R 
is  slinrl-circuilcd  anil  the  primary  current  and  pnwer 
factor  of  the  circuits  in  Fig.  i  again  rearl.  Then 
we  would  adjust  the  reactance  X  in  Fig.  2,  until  with 
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R  =  o  \vc  a,t:;'aiii  obtain  the  same  value  of  the  primary 
current  and  power  factor.  In  Fig.  4  a  c  is  the  open 
circuit  current  and  adi=I,  is  the  primary  current  in 
magnitude  and  direction  when  R  ^  o.  The  primary 
power  factor  gives  us  the  vahie  of  0.  The  current  c  di 
=  h  is  not  exactly  the  current  in  the  secondary,  but 
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Fig:.    3.      Secondary    (!>pen-circuited. 


represents  the  primary  current  corresponding.  It  will, 
however,  be  taken  to  represent  the  secondary  current 
or  the  corresponding  primary  current.  If  it  were  not 
for  the  internal  resistance  of  primary  and  secondary. 
!-•  would  increase  to  the  value  of  c  d  =  E  /  X.  This 
length  is  obtained  by  drawing  a  line  at  right  angles  to 
c  d,  at  d,  until  it  intersects  the  line  c  d  drawn  at  right 
angles  to  E.  The  equivalent  reactance,  X,  then,  is 
obtained  by  dividing  E  I)}-  c  d  in  amperes.  If  the 
secondarv  resistance  R  is  \aried  ivuiu  a  short  circuit 


Fig.  4.      Showing  Locus  of  Primary  Current  as  R  is  Varied. 

to  an  open  circuit,  lb''  locus  nf  I  will  be  the  circum- 
ference of  the  circle  c  (bdi.  It  should  be  noticed  that 
to  entirely  determine  the  locus  of  I  it  is  only  neces- 
sary to  measure  the  primary  current  L,  the  short  circuit 
current  I  and  the  power  factors ^and  ft<  corresponding  to 
I  and  I".  The  same  will  be  fdund  true  of  the  induction 
motor.  .\s  F,  is  constant  and  X  =  Xi  -|-  X:  is  assumed 
a  constant,  and  we  know  1-r  and  I-X  are  at  right  angles 
to  each  other,  it  follows  that  Ii^  follows  the  circular  arc 
cd3  di. 


In  a  closed  circuit  transformer  c  d  is  very  large  com- 
pared to  a  c.  Assuming  the  full  load  current  to  be  50 
times  the  open  circuit  current  and  the  reactance  pres- 
sure (■=  X  times  full  load  current)  of  the  transformer 
to  be  5  per  cent  of  the  full  voltage,  cd  would.be  1000 
times  a  c.  In  an  open  circuit  transformer,  however, 
c  d  may  be  only  10  to  50  times  a  c.  Hence  we  shall 
see  that  the  main  difference  between  the  theory  of  the 
closed  circuit  transformer  and  the  induction  motor 
or  generator  is  due  to  the  difference  in  the  ratio  of  the 
short  circuit  to  the  open  circuit  current,  and  that  the 
diagram  of  the  induction  motor  is  the  same  as  Fig.  4 
for  the  open  circuit  transformer. 

The  Induction  Motor. 

In  the  induction  motor  we  have  a  primary  and 
secondary  circuit  always  in  inductive  relation  to  each 
other  as  in  the  transformer,  the  only  change  being  that 
the  secondary  generally  is  in  motion,  and  this  fact  con- 
fuses the  relations  and  reactions.  Before  applying  the 
above  theory  of  the  transformer  to  the  induction  motor 
one  should  first  clearly  see  that  so  far  as  the  reaction 
of  the  secondary  current  on  the  primary  is  concerned, 
the  secondary  could  be  stationary. 

To  show  this  we  must  consider  the  rotating' field 
produced  by  the  primary.  This  field  is  produced  by 
coils  carrying  currents  differing  in  phase,  the  coils 
lieing  spaced  angularly  to  correspond  with  the  phase 
displacement  in  time  of  the  currents  in  the  coil.  For 
a  two-phase  motor,  the  winding  may  be  represented 


Fig.  a.     Two-pliase  Motor. 

diagrammatically  as  in  Fig.  5,  coils  carrying  two-phase 
currents  being  placed  as  shown,  would  produce  near 
the  center  a  rotating  field  of  constant  magnitude,  the 
frequency  of  rotation  being  equal  ("for  the  case  shown) 
to  the  periodicity  of  the  alternating  current. 

Fig.  6  shows  a  three-phase  motor  diagrammati- 
cally. In  order  to  reduce  the  speed  of  the  motor,  the 
poles  may  be  increased.  Doubling  the  number  of 
poles  reduces  the  speed  to  one-half.  In  practice  the 
coils  are  not  wound  on  inwardly  projecting  poles  as 
shown  but  in  slots  as  in  Fig.  7.  The  air  gap  is  small 
and  is  the  same  all  around  the  circumference  of  the 
armature.  Tn  .Xmerica,  open  slots  are  generally  used. 
The  armature,  or  rotating  part,  of  the  induction  motor 
practically  consists  of  a  structure  built  up  of  iron  lami- 
The  armature,  or  rotating  part,  of  the  induction 
jnotor     practically     consists     of     a     structure     built 
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Fig.    6.      Three-phase    Motor. 

up  of  iron  laminations  with  short  circuited  bars 
of  copper  running  from  front  to  back.  Al- 
though a  two  or  three  phase  current  will  not  pro- 
duce an  absolutely  constant  rotating  field,  yet  for 
practical  purposes  the  field  may  be  considered  con- 
stant. A  rotating  field  being  produced  by  the  primary 
there  will  be  induced  currents  in  the  secondary  (the 
secondary  is  the  rotating  armature).  When  the  sec- 
ondary is  at  a  standstill  we  have  simply  a  trans- 
former    action,     the     frequency     of     the     secondary 


Fig.  7a.  Aiiiiatuie  and  Rotor  With 
Closed  Slots.  In  the  United  States 
open  slots  are  ge'^.erally  used. 


induced  currents  being  equal  to  the  primary  fre- 
quency. The  primary  rotating  field  will,  as  may  be 
easily  seen,  tend  to  pull  the  rotating  armature  after  it. 
Suppose  the  primary  field  to  rotate  at  an  angular 
velocity  w,  and  the  motor  armature  to  follow  at  an 
angular  velocity  of  wj.  The  relative  motion  between 
the  primary  field  and  secondary  will  then  be  wi  —  W2 
=  w,  the  angular  velocity  of  the  "slip,"  the  slip  being 


defined  as  the  ratio 


vv 


The  e.  m.  f. 


and  therefore  the  current  in  the  secondary  will  have 
a  frequency  w,  since  the  rotating  field  cuts  the  rotating 
armature  conductors  at  the  angular  velocity  w.  The 
current  induced  in  the  secondary  produces  a  rotating 
field,  the  frequency  of  rotation  relatively  to  the  pri- 
mary being  w.  But  the  armature  is  rotating  at  an 
angular  velocity    w=   so   that   the   field   set   up  by  the 


secondary  is  rotating  relatively  to  the  primary  at  a 
frequenc}'  w:  +  w.  But  this  is  equal  to  wl  That  is, 
in  its  reactive  effect  on  the  primary,  the  secondary 
current  may  be  considered  of  the  primary  fre- 
quency Wi. 

The  frequency  of  the  secondary  current  being  w, 
the  reactive  pressure  consumed  in  the  secondary  de- 
creases in  the  ratio  w  /  wi  =  s,  as  the  "slip"  decreases  ; 
that  is,  as  the  speed  of  the  motor  increases  the  reactive 
pressure  consumed  by  the  secondary  decreases.  With 
the  armature  at  standstill,  the  reactive  pressure  is  X=  h; 
at  a  "slip"  s  the  reactive  pressure  would  be  sX^  h, 
X2  being  the  reactance  at  full  frequency,  that  is,  at 
standstill. 

In  order  to  apply  the  circle  diagram  to  the  in- 
duction motor,  that  is  to  prove  that  the  locus  of  the 


Fig. 


7b.     Three-Phase    Induction  Motor, 
End  Bell  Removed. 


secondary  current  is  a  circular  arc,  it  remains  to  show 
that  a  change  in  speed  of  the  armature  is  equivalent 
to  a  change  of  resistance  R  in  the  secondary  of  the 
stationary  transformer  (Fig.   i). 

As  in  the  case  of  the  transformer,  we  will  con- 
sider the  ratio  of  transformation  between  primary  and 
secondary  at  i  to  i.  Suppose  the  armature  to  rotate 
at  an  angular  velocity  w=,  the  slip  between  the  rotat- 
ing field  and  armature  being  s.  An  induced  e.m.f. 
e  in  the  primary  then  gives  an  induced  e.m.f.  se,  equals 
ai  (Fig.  8)  in  the  secondary.  At  standstill  s  =  I, 
the  primary  and  secondary  induced  pressures  are 
practically  equal ;  if  w;  were  equal  to  wi,  s  would  be 
zero,  and  the  induced  e.m.f.  in  the  secondary  would 
be  zero.  At  any  slip  s  we  then  have  the  induced  pres- 
sure se  consumed  by  the  current  1=  flowing  over  the 
resistance  r=  and  the  reactance  sX:.  These  three 
pressures  se  .I.r-'  and  s  LX=  form  a  right  angled  triangle 
ahi  (Fig.  8). 

The  current  in  the  armature  is 


s  e 


l2= 


1/  r^  +  (sX^)'-'       J    /X^y  4_x; 


and  we  see  at  once  that  1=  is  the  locus  nf  a  circle  having 
—  as  a  diameter  and  the  current  in  the  armature  is  the 
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Current    in    Ai-mature    of    UuUictioii    Motor. 


Note — FiK.  S  sliows  the  current  imd  pressure  rel:itions  in 
tlie  secondary  and  are  sliown  in  tlie  lower  rislU-lumd  quadrant; 
tlie  eorrespoiuling  primary  relations  are  drawn  in  tlie  upper 
left    lumd    quadrant,    Fig.    9. 


.same  as  tliougli  the  armature  were  held  .stationary  aiul 

r2 
the  resistance  changed  to       (See  Fig.  8). 

To  represent  what  takes  place  in  the  primary  we 
draw  Fig.  y,  which  is  similar  to  Fig.  4  for  the  case  of 


l'"ig.  9.     Circle  Diagram,  Tlieoretieal. 

the  transfnrmer.  We  may  substitute  E  the  impressed 
pressure  at  tlu-  terminals  in  place  of  the  induced  pres- 
sure e  without  serious  error.  The  primary  current  I 
is  determined  \t\  combinino;  I.,  and  !-■,  It  must  be  re- 
membered that  I-,  the  true  secondary  current  cannot 
generally  be  measured;  the  I^  then,  in  Fig  9  is  the 
primary  current  corresponding,  and  is  drawn  directly 
I'pposite  to  the  true  direction  of  the  secondary  currf'iit. 
Heretofore  the  secondary  induced  pressure  was 
assumed  to  be  fixed  in  value.  This  compels  the  pri- 
mary impressed  pressure  to  exceed  such  secondary 
induced  pressure  by  an  amount  ecpial  to  the  pressure 
lost  in  the  primary  impedence.  Since  the  pressure 
thus  lost  may  be  expressed  by  components  in  phase 
and  in  quadrature  with  the  secondary  the  same  as 
the  secondary  induced  pressure,  the  total  primary  im- 
pressed pressure  which  is  the  sum  of  these  two  pres- 
sures may  also  be  so  expressed.  The  circle  diagram 
will,  therefore,  give  the  relation  between  the  secondary 
current  and  a  fixed  primary  impressed  pressure.  The 
two  circles,  one  for  the  secondary  induced  pressure 
fixed  and  the  other  for  the  impressed  primary  ])ressure 
fixed  liax'e  comnmn  locations  f<  ir  their  diameters,  both 
terminating  at  c  and  ditTering  only  slightly  in  mag- 
nitude. 


To  determine  the  circle  diagram  in  a  ])ractical  case 
we  proceed  as  follows:  (i)  Run  the  motor  without 
load  and  measure  I"  and  0"  and  lay  these  ofif  to  scale 
(Fig.  to)  ;  (2)  with  the  motor  at  standstill  we  must 
determine  the  starting  current  ad,  and  the  alngle  G. 
The  length  adi  must  be  determined  with  the  resist- 
ance in  the  armature  in  running  jiosition.  As  this 
would  give  us  too  large  a  current  at  full  e.ni.f.  applied 
the  imi^ressed  e.m.f  may  be  reduced  and  correction 
made  for  full  \oltage.  'i'o  determine  the  diameter  of 
the  circle,  then,  a  line  di  d  is  drawn  at  right  angles  to 
cdi  giving  cd.  The  circle  may  now  be  draw-n.  If  in 
Fig.  8  we  extend  the  lines  ddi  and  dd--  until  they  inter- 
sect the  line  se  produced  we  oI)tain  lengths  gic  and 
g-.c,  which  are  pro]>ortional  to  the  slip  of  the  motor. 
In  Fig.  9,  having  drawn  ddi  g>  we  may  divide  the 
length  cgi  into  ten  equal  parts  corresponding  to  .1, 
.2,  etc.,  of  the  slip.  The  current  for  any  particular 
value  of  the  slip  may  be  obtained  by  joining  the  de- 
sired jKiint  along  cgi  with  the  point  d.  For  example 
when  the  slip  is  .33.  the  armature  is  cd-'  and  the  pri- 
mary current  ad=.  Fig.  9. 

The  power  absorbed  by  the  jirimary  is  propor- 
tional to  ah'"  or  c'h:,  and  the  power  transferred  to.  the 
secondary  is  ])ractically  ("primary  copper  loss  must  be 
subtracted)  jiroportional  to  ch=.  cc'  is  proportional  to 
the  primary  injnit  at  no  load,  which  includes  the  me- 
chanical losses,  as  well  as  the  electrical,  cd  does  not 
represent  the  true  position  of  the  diameter  of  the 
circle,  as  ac  is  not  the  current  we  would  get  without 
the  windage  and  friction  of  the  motor.  The  value 
of  Ir.  will  jiractically  not  be  affected,  l)ut  B«  will  be 
larger  which  will  move  c  nearer  c'.  The  point  c  is, 
therefore,  not  the  true  ])oint  for  s  =  o,  that  is  syn- 
chronous speed,  but  s  ^  O  is  somewhere  between  c 
and  c'.  The  error  made,  however,  in  taking  c  as  the 
point  is  small  and  may  be  corrected  by  first  determin- 
ing the  point  c  and  then  separating  the  electrical  and 
mechanical  losses  and  dividing  c  c'  in  jiroportion,  the 
exact  jiosition  of  the  diameter  of  the  circle  cd  may  be 
found.  The  length  cc'  sliouhl  only  represent  the  elec- 
trical losses  at  s  =  o. 
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Fig.    10.      Diagram    for    10-li.p.    Induction    Motor. 

I'ig.  io  shows  the  cur\  e  actually  obtained  from  a 
10  li.p.  two-phase,  200-\'olt,  squirrel  cage  armature  in- 
duction motor,  ac  is  1 1.3  amperes  and  cd  is  162  am- 
peres.    The  starting  current  at  full  voltage  is  cdi. 

\\\  a  stuclv  of  this  simjile  diagram,  I  believe  one 
will  i^et  a  clearer  idea  of  the  induction  motor  and  gen- 
erator than  in  any  other  way.  The  theory,  as  pointed 
out,  is  n<it  absolutely  accurate,  but  for  practical  pur- 
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poses  it  serves  ver_\-  well.  As  shown,  when  de\elop- 
ing  Fig.  8,  we  should  consider  quantities  in  the  sec- 
ondary, but.  as  those  ordinarily  cannot  be  measured, 
we  must  U!sc  primary  quantities  to  express  what  takes 
I)lace  in  the  secondary. 
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Fig.  :i. 


Showiniir  Dependence  of  Turquc  on  .Slip  and 
Resi.^tance. 


The  Torque  of  the  Motor. 

The  secf)ndary  input  at  any  slip  s  is 

1*2  T2 

K  W-2  =^  e  I2  cos  ^2;   but  cos  ^-i  = 


se 


(la) 


,„  r2        secondary   copper  loss    ,,,  , 

therefore   K\\2=Ir. — = '^r-^^ (lb) 

s  slip 

The  secondary  output,  or  the  mechanical  power 
developed  is  equal  to  back  e.m.f.  times  1=  times  cos  ft. 
That  is, 


Output  ^  e  (  1  —  s  )   I2  cos  62  =  \l  n 


1— s 


I:r2 


Expressing  this  as   ecpial   to  torque.  T  times   the 
angular  \elocitv  of  the  motor  we  get 


Tw2  ==  lo  ra  -'  or  T 

w 


1! 


SWi 


I:  n 


But  w 

Therefore  T 

s  vvi 

Combining  with  ecjuation  fib)  we  see  that 
secondary  copper  loss  in  watts 


(2) 


(3a) 


T-.=  - 


synchronous  speed  X  slip 
secondary  input 


synchronous    speed 

The  secondary  input  is  sometimes  called  the 
Torque  in  synchronous  watts,  expressing  the  power 
in  watts  which  the  motor  would  develop  for  the  same 
necessary  input  if  it  were  running  at  synchronous 
speed. 

To  put  the  torque  in  equation  (3b)  in  pounds  at 
one  foot  radius  and  the  synchronous  speed  in  r.p.ni.  we 
must  multiply  the  rightdiand  member  by  33,000  and 
divide  -n-  by  2  times  7.4.6.    This  gives  us 


synchronous  speed  in  r. p.m. 

„ 7.04  (primary  input  —  na  load  loss  —  \l  ri) 

synchronous  speed  in  r. p.m. 

(practically) 

From  this  equation  and  Fig.  10,  we  may  construct 
a  torcjue  slip  curve.  We  may  determine  with  the  circle 
diagram,  as  can  be  easily  seen,  the  efficiency  curve, 
the  power  factor  and  any  other  data  desired  for  prac- 
tical work.  We  see  from  Figs.  9  and  1 1  (see  length  ch-. 
which  is  proportional  to  the  secondary  input,  has  a 
maximum  value  equal  to  the  radius  of  the  circle  cd) 
that  the  maximum  torque  will  be  practically  independ- 
ent of  the  secondary  resistance.  If  we  increase  n  we 
mav  move  the  starting  current  to  any  point  between 
d.  and  c.  In  the  type  of  motors  using  a  resistance 
in  the  ^econdar_\•  in  starting  the  starting  current  is 
made  to  fall  below  d-.  Fig.  9.  As  the  motor  comes  up 
to  speed  then  the  resistance  is  cut  out.  The  slip  of 
induction  motors  \aries  from  i  per  cent  to  15  per 
cent  according  to  size,  decreasing  as  the  size  in- 
creases. 

From    equation    (3a)    the   output    in    synchronous 

.    .,.  II  (r2)       secondary    copper    loss 

watts  IS  I  wi  —^ '-= ^-7^^"^^ 

s  slip 

Now  I:'r:  represents  the  secondary  copper  loss,  and. 
if  we  assume  the  primary  copper  losses  equal  to  the 


o      /o      «o     Jo    40       so      60      70      80     90      100    110     IZO 

Fig.    12.      Characteristics   of   oO-li.p.    220    Volt  Motor. 
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secondary,  then  the  total  copper  losses  will  be  2  I:'r=. 
The  other  losses  in  the  motor  are  the  iron  losses  and 
the  mechanical  friction  losses.  If,  for  simplicity  and 
for  illustration,  we  take  these  again  to  equal  the  sec- 
ondary copper  losses,  the  efficiency  of  the  motor  would 
be 

1112 

Secondary  Output s 1 


Ef 


If  s 


Primary  Input 


I! 


3I:r2-h 


3s  +  -1 
(4) 


20 


5  per  cent  slip. 


Then  Ef- 


1 

0.15+  1 


■  87  per  cent. 


E(|uatious  3a  ancl  4  show  the  importance  of  sliii 
on  the  efficiency,  ancl  3a  also  shows  that  low  second- 
ary resistance  is  necessary  for  small  sli]). 

h'ig.  12  nives  the  characteristics  of  a  50  h.p.  motor. 

I'i.y;.  13  s'l^'t's  the  characteristics  of  a  2000  h.p., 
6fioo-volt    indiiction   motor. 


Morse  Power  OuTpi/T 


V'\S. 


\:\.      Cliaracteristic      Curve      of      a      2000-h.p., 
1^:14   r.p.m.,   G60U  Volt   Induction  Motor. 


The  Induction  Generator. 

It  will  be  at  once  seen  that  if  the  slip  is  made 
r:egative — that  is,  if  the  rotor  of  the  motor  be  driven 
abo\'e  synchronism,  the  e.m.f.  generated  by  the  rotor 
will  reverse:  that  is,  it  would  then  require  power 
to  drive  the  rotor  and  in  this  case  the  induction  motor 
Ijecomes  an  induction  generator.  The  points  shown  to 
the  right  of  c' — h"ig.  10 — were  obtained  by  driving  the 
rotor  above  speed  and  measuring  the  current  and 
power  factr)r  of  the  outgoing  current.  The  current  in 
the  armature  will  again  be 


s  e 


L- 


!'■  r^  -f  (3X2)-' 


\ 


'h+Xl 


and  the  locus  is  on  the  circle  as  shown  in  Fig.  10. 
That  is,  from  this  figure  one  can  determine  the  char- 
acteristics of  the  induction   generator,  and   it  will  be 


seen  that  the  characteristics  of  the  induction  gener- 
ator are  practically  the  same  as  those  of  the  induction 
motor.  In  fact,  by  changing  Fig.  13  so  that  the  me- 
chanical input  gives  the  corresponding  electrical  out- 
put as  to  volts,  amperes  and  power  factor  we  obtain 
F"ig.  14,  which  gives  the  characteristics  of  the  induc- 
tion generator. 


Fig 


^?§l  §§li|$ii  sis 

-'-.tvS      nrjioT      ^'.jvo'o      i-Ko 
tiorse  Power  InpuT 

14.      Characteristic   Curves   of   a    2200    h.p.    234 
r.p.m.  6600  volt  induction  generator. 


The  induction  generator  cannot,  of  course,  oper- 
ate e.xcept  in  [tarallel  with  synchronous  generators,  and 
draws  lagging  current  from  the  synchronous  gener- 
ators. The  induction  generator  shown  in  Fig.  12  takes 
30  per  cent  of  full  load  current  for  excitation;  as  load 
is  taken  by  the  induction  generator  the  power  factor 
steadily  improves. 

The  induction  generator  can  have  no  effect  in  reg- 
ulating the  \oltage  of  the  system,  and  the  regu- 
lation must  be  done  by  the  synchronous  machines. 
The  induction  generator  generates  power  and  the  syn- 
chronous generator  generates  voltage.  The  disadvan- 
tages of  induction  generator  is  that  it  takes  lagging 
current  from  the  system  for  excitation  and  cannot  help 
in  regulating  the  voltage  of  the  system.  The  advan- 
tages are,  of  course,  that  no  exciter  is  necessary  and 
the  operation  of  the  station  is  simplified.  It  is  not 
necessary  to  synchronize ;  in  fact,  synchronizing  is  not 
possible.  The  station  operator  would,  in  starting, 
liring  the  generator  up  to  near  synchronous  speed  and 
close  the  switch,  and  then  increase  the  speed  of  the 
unit  until  the  desired  load  is  obtained  for  the  gener- 
ator. 

big.  14  shows  what  currents  would  be  carried  b_\ 
the  generator  for  given  percentages  of  speed  above 
synchronism. 

If  the  unit  should  "run  away"  and  the  operator 
close  the  switch  at  maximum  speed  or  any  other  speed, 
Fig.  14  will  indicate  the  power  which  would  be  gen- 
erated until  the  speed  of  the  unit  was  brought  to  nor- 
mal. The  most  dangerous  point  to  close  the  switch 
would  not  be  at  maximum  speed,  but  at  the  speed  cor- 
responding to  maximum  torque  or  maximum  power 
generated.  Closing  the  switch  at  this  time  might  pro- 
duce severe  electrical  and  mechanical  stresses,  the  con- 
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ditions  being  similar  to  throwing  an  induction  motor 
on  the  line  at  full  voltage  without  compensator  or  re- 
sistance:  in  fact,  it  will  be  noticed  by  an  examination 
of  Figs.  II.  12  and  13  that  more  sudden  and  severe 
strains  will  he  thrown  on  an  induction  motor  if  it  is 
connected  to  the  line  electrically  when  at  some  speed 
below  synchronism,  which  gives  a  torque  considerably 
larger  than  the  torque  at  standstill.  And,  similarly, 
throwing  the  induction  generator  on  the  line  when  at 
some  speed  above  synchronism  will  throw  much  more 
severe  strain  on  the  generator  than  there  would  be  if 
the  electric  connections  were  made  when  the  speed 
of  the  generator  was  about  double  synchronous  speed. 


Three-pha.sc    l:uluclii.n    i;iiicr. am     in    IiiterViorougli 
Rapid   Transit    Plant,    New    York. 

It  should  also  be  noticed  that  in  throwing  the  in- 
duction generator  on  the  line  it  will  take  several 
cycles  for  the  induction  generator  field  to  come  into 
pro])er  interphase  relation  with  the  ])rimary  field,  and 
hence,  for  several  cycles  there  will  be  severe  current 
rushes,  which,  however,  should  do  no  harm  provided 
the  electrical  construction  of  the  generator  is  substan- 
tial. 

The  fiekl  of  a|)i)lication  for  the  induction  generator 
is  limited  to  certain  sjK'cial  cases,  where  the  proportion 
of  the  total  capacity  would  not  be  large.  It  has  some 
advantages  in  large  power  stations  in  addition  to  its 
simplicity  in  limiting  the  surge  voltage  in  switching, 
etc.  However,  a  careful  study  of  conditions  should  lie 
made  before  installing  induction  generators,  and  they 
should  not  be  installed,  as  were  a  few  25'-cycle  plants 
a  few  years  ago,  because  some  one  else  had  done  the 
same  thing. 


"ANY  OLD  KETTLE  WILL  MAKE  STEAM." 

r.Y    R,     N.     MILLER.' 

Everybody  knows  that.  Where  is  the  little  boy 
who  has  not  found  it  out  for  himself,  while  watching 
the  kettle  boiling  on  the  stove  and  trying  to  stop  the 
steam  from  coming  out  by  thrusting  sticks  into  the 
spout,  only  to  get  his  fingers  burnt  for  his  pains?  But 
will  any  old  kettle  make  steam  to  the  satisfaction  of 
the  engineer  of  a  modern   steam-plant  or  steamship? 

'Plant    Inspector,    Pacific    Gas    and    Electric    Company. 


No ;  the  engineer  is  looking  for  the  most  economical 
steam  generator  that  the  market  can  produce. 

Let  us  briefly  trace  some  of  the  evolutions  of  the 
kettle.  Let  us  see  what  necessity  and  requirements 
have  brought  forth  in  the  steam  generator  of  today. 

The  earliest  boilers  were  made  of  copper  flasks 
with  an  opening  at  the  top  to  which  a  pipe  was  at- 
tached for  leading  of¥  the  steam ;  such  boilers  were 
placed  over  an  open  fire.  The  steam  generated  by 
them  was  used  by  the  ancients  as  early  as  120  years 
liefore  the  Christian  era  to  serve  purposes  of  super- 
stitious worship. 

The  first  boiler  to  generate  steam  for  any  prac- 
tical purpose  was  designed  in  1655  by  the  Marquis  of 
Worcester,  who  wished  to  generate  steam  to  raise 
water  for  domestic  and  irrigating  purposes  and  for 
driving  water  from  mines.  Because  he  considered  the 
thing  ])raclical  he  was  looked  upon  as  a  mad  en- 
thusiast. An  extract  from  the  description  of  his  in- 
\ention  allows  what  he  claimed  and  gives  some  idea 
of  what  he  had  to  contend  with: 

"Invention  68 — .-Kn  adniirable,  most  forcible  way  to  drive  up 
water  by  lire;  not  drawing  or  sucking  it  upward,  for  that  must 
be  as  the  philosopher  calleth  it  'infra  spliacnun  aclivitalis'  which 
i,-:  but  at  such  a  distance,  but  this  way  has  no  bounder,  if  the 
vessels  be  strong  enough;  tor  I  have  taken  a  piece  of  whole 
cannon,  whereof  the  end  was  burst,  and  fdled  it  three-quarters 
full,  stopping  and  screwing  up  the  broken  end,  as  also  the 
tcuch-holc,  and  making  a  constant  tire  under  it ;  within  twenty- 
four  hours  it  burst  and  made  a  great  crack ;  so  that,  having 
found  a  way  to  make  my  vessels  so  that  they  are  strengthened 
by  the  force  within  them,  and  the  one  to  till  after  the  other, 
I  have  seen  the  water  run  like  a  constant  fountain  forty  feet 
high.  One  vessel  of  water  rarefied  by  fire  driveth  up  forty 
of  cold  water;  and  a  man  that  attends  the  work  is  but  to  turn 
two  cocks,  that,  one  vessel  of  water  being  consumed,  another 
be.^ins  to  force  and  refill  with  cold  water,  and  so  successively." 

The  boiler  designed  by  the  Marquis  was  placed 
below  the  level  of  the  water  to  be  raised.  His  vessels, 
being  filled  by  gravity,  their  contents  were  raised  sim- 
jjIv  by  the  elastic  force  of  the  steam.  He  stated  a 
measure  of  steam  ;  one  pound  of  steam  would  raise 
forty  pounds  of  cold  water. 

[•'olhiwing  the  Marquis  came  Captain  Thomas 
Savary,  who  raised  water  by  means  of  the  vacuum 
caused  by  condensed  steam. 

.\I1  early  boilers  were  either  globular  or  spheri- 
cal, and  were  set  upon  an  open  fire.  Btit  that  arrange- 
ment required  an  enormous  quantity  of  fuel  to  pro- 
duce a  small  quantity  of  steam.  The  boiler  was  heated, 
and  so  also  was  every  surrounding  object  more  or  less 
heated.  The  first  steps  to  overcome  this  evil  and  its 
great  exjienditure  of  fuel  were  taken  by  Dr.  Desa- 
guliers,  who  encased  the  spherical  boiler  in  brick  work, 
a  substance  which  he  says  was  a  "good  non-conductor 
of  heat  and  calculated  to  withstand  the  destructive 
action  of  the  fire."  He  formed  a  furnace  under  the 
boiler  with  bars  of  iron  to  hold  the  fuel  and  a  pit  to' 
receive  the  ashes.  Round  about  the  boiler  he  formed 
a  flue  leading  to  a  stack  through  which  smoke  and 
other  products  of  combustion  passed. 

:\i  that  period  the  rating  of  power  of  boilers  seems 
to  have  troubled  engineers  and  manufacturers.  A 
boiler  horsepower  was  rated  as  six  gallons  of  water 
an  hour  evaporated  at  a  pressure  of  one  atmosphere, 
or  fifteen  pounds  upon  each  square  inch.     One  pound 
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of  coal  was  capable  of  evaporating  O.14  pi^'Uiids  of 
water. 

Boiler  designs  improved  greatly  from  that  time 
on,  and  patents  were  nnmeruus.  The  external  ap- 
pearance of  the  boiler  was  greatly  changed.  The  an- 
cient spherical  was  replaced  by  the  cylindrical  or 
rectangular  tank  or  by  combinations  of  both. 

Newcom,  Watt  and  Bottom  were  the  first  to  stay 
the  tiat  surfaces  of  their  wagon-shaped  boilers.  Smea- 
ton  in  1750  is  credited  with  being  the  first  to  intro- 
duce an  internal  Hue ;  Trevithic,  the  first  to  break  up 
the  water  space  by  the  introduction  of  tubes.  Oliver 
Evans  of  Philadelphia  was  the  first  to  introduce  high- 
jiressure,  cylindrical,  external-fired  boilers,  and  he  was 
also  the  inventor  in  1786  of  the  first  high-pressure  en- 
gine. The  history  of  Evans  consists  almost  entirely 
of  the  romance  of  real  life.  Sanguine  and  energetic, 
he  continually  encountered  difficulties  and  overcame 
them,  and  encountered  renewed  disaster  and  disap- 
pointment till  at  length  he  died  of  a  broken  heart. 

Even  at  that  early  date  engineers  seem  to  have 
had  their  troubles.  The  Commission  of  the  I'Vanklin 
Institute  of  America  was  appointed  to  report  on  the 
structure,  phenomena,  and  explosions  of  steam  boilers. 
'I'hat  commission  consisted  of  Professor  Walter  R. 
Johnson,  Benjamin  Reeves,  and  Professor  A.  Dallas 
l-iache.  They  framed  the  fundamental  rules  for  boiler 
construction.    Here  is  an  extract: 

"Standard  strength  of  boiler-plate  55,OOU  pounds,  strength 
after  riveting  2/3,  strength  after  heating  and  cooling  in  use  2/3, 
strain  of  permanent  extension  2/S,  greatest  practical  strength 
=  2/3  of  (2/3  —  2/5)^1/6  (nearly)  of  the  actual  cohesion, 
and  the  greatest  practical  strength  to  prevent  explosion,  being 
four  times  more  than  any  boiler  should  be  ordinarily  worked 
at,  we  have  2/45  or  1/22  of  the  standard  strength  of  the  boiler 
iron,  as  its  ordinary  working  pressure;  2500  pounds  of  exten- 
sion on  each  square  inch  of  cohesion  action  may,  therefore,  be 
assigned  as  the  safe  working  strain  of  iron  boilers." 

About  this  time  the  marine  engineer  first  made  his 
ap])earaiice.  To  him  we  are  greatly  indebted  for  the 
\  erv  great  efficiency  of  tlie  Scotch  marine  boiler  as 
regards  both  performance  and  workmanship.  .\t  first 
ship  owners  were  so  pleased  at  having  their  ships 
making  regular  trips  between  ports,  independent  of  the 
elements,  that  the  great  space  occupied  by  the  engines, 
l)oilers,  and  coal  was  for  a  long  time  not  considered^ 
I'.ut.  with  the  desire  to  increase  the  steamship's  earning 
capacity-,  the  boiler  went  through  many  changes,  from 
rectangular  wet-bottom  to  rectangular  dry-bottom, 
from  combinations  of  rectangular  and  cylindrical  to 
cylindrical  with  the  introduction  of  water— tubes  and 
smoke-lubes.  W'itherhed,  an  .\merican,  was  the  first 
to  introduce  superheated  steam.  Pnit  engine  design 
had  not  progressed  as  rapidly  as  or  even  kept  pace  with 
boiler  improvements,  so  super-heating  had  to  be  aban- 
doned, as  the  steam  raised  to  a  high  temperature  was 
foniKl  to  damage  the  \al\es  and  pistons  of  the  engines 
and  to  burn  the  hemp  packing. 

Tt  was  not  until  1859  that  the  Peninsula  and  Ori- 
ental steamship  ".\lhambra."'  plying  l)etween  South- 
ampton and  Lisl)on,  was  fitted  up  with  Lamb  and 
Summers  sii]ier-heaters.  TIic  temperatm-e  of  the  steam 
as  heated  was  onh'  360  degrees  P'ahrenheit,  and  the 
super-heater  surface   was   four  square   feet  the  nomi- 


nal horsepower.  The  report  claimed  a  saving  of 
^i^  per  cent  of  the  coal  consumption  with  super-heaters, 
but  this  saving  was  due  to  the  extension  r)f  the  heat- 
ing surface. 

Engine  design  had  all  along  retarded  the  develop- 
ment of  the  boiler.  But  with  the  introduction  of  the 
compound-engine  pressures  jumped  from  fifteen 
pounds  the  square  inch  to  one  hundred  pounds  the 
square  inch.  With  the  further  development  of  the 
triple  and  quadruple-expansion  engine  pressures  have 
risen  to  two  hundred  and  ten  pounds  the  square  incli 
and  small  boilers  have  been  made  to  do  the  work  of 
large  ones.  Forced  drafts  were  introduced,  first  in  a 
closed  stokehold  as  introduced  in  the  navy,  then 
through  closed  ashpits  as  planned  by  James  Howden, 
and  lastly  by  induced  draft  in  the  stack  as  introduced 
by  Ellis  and  Eaves. 

In  conclusio.h  let  us  turn  to  the  development 
of  the  water-tube  boi_|-r,_\vk.i-ch  is  now  the  boiler  gen- 

rposes  in  generating  steam, 
'c  Company  is  so  cosmopoli- 
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tan  in  its  ideas  that  it  uses  the  following  boilers :  the 
I'ioberts,  the  Heine,  the  Babcock  and  Wilcox,  the 
Stirling  and  the  Parker.  The  first  water-tube  boiler 
recorded  was  made  by  William  Blakeley  in  1766.  But 
the  first  successful  user  of  the  water-tube  boiler  was 
James  Ramsay,  an  ^\merican,  who,  in  1788,  patented 
a  water-tube  boiler  for  use  in  steam  navigation.  Here 
may  be  mentioned  soine  of  the  earlier  inventors  such 
as  Wolf,  Stevens,  Griffith,  Eve,  Belleville,  Wilcox, 
Clark,  Moore.  Special  mention  should  be  made  of 
Julian  Belleville  as  a  most  persistent  and  prolific  in- 
ventor. He  commenced  work  on  the  boiler  question  in 
1850,  and  for  a  time  was  comparatively  successful. 
But  in  1900  his  boiler  was  finally  condemned  for  use 
in  the  liritish  navy  by  a  royal  commission. 

Sir  Albert  J.  Durstan,  engineer-in-chief  of  the 
British  navy,  is  to  be  highly  commended  for  the  stub- 
born stand  he  made,  in  spite  of  the  opposition  he  met 
from  the  engineers  of  all  countries,  when,  in  1894,  he 
installed  the  Belleville  boilers  in  the  British  men-of- 
was  "Terrible"  and  "Powerful."  There  were  forty- 
eight  boilers  in  each  of  these  warships,  with  twin  en- 
gines developing  25,000  indicated  horsepower.  The 
writer  did  considerable  work  on  the  "Terrible,"  in 
translating  and  redrawing  from  the  I'rench  metric  to 
the  British  standards. 

The  patent  records  show  that  every  maritime  na- 
tion is  credited  with  a  patent  water-tube  boiler.  Even 
the  Japanese,  the  most  progressive  nation,  use  their 
own  patent  water-tube  boiler  in  their  navy.  'Hie  princi- 
pal types  are  the  inclined-tube,  like  the  Babcock  and 
Wilco.x :  the  lient-tube,  like  the  Stirling;  the  water- 
leg,  like  the  Pleine;  and  the  latest,  the  down-flow-type, 
patented  by  J.  C.  Parker.  The  Parker  boiler  is  com- 
paratively new,  and  has  been  very  much  criticized  both 
favorably  and  unfavorably  by  many  eminent  engi- 
neers. But  the  fact  that  it  is  gaining  headway  and 
becoming  a  factor  in  the  market  proves  that  it  has 
merit. 

I  would  refrain  from  expressing  an  opinion  on 
any  Ijoiler  in  case  of  controversy,  but  suffice  it  to  say 
that  the  best  kettle  is  the  one  that  will  stand  up  to 
its  work  and  rec|uire  the  least  amount  of  expense  in 
maintenance. 
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THE  PROGRESS  IN  OIL  GAS  MANUFACTURE.' 

BY    J.    M.    BEKKLF.\  . 

The  progress  and  ile\  elupment  of  an\-  Liimmer- 
cial  undertaking  can  be  best  measured  b}-  the  resulls 
it  shows  on  the  balance  side  of  the  ledger,  for  com- 
mercially speaking,  the  balance  side  is  the  '"walch 
dog"  of  the  treasury. 

To  supply  the  need  of  the  great  Coast  country — it 
being  without  coal,  the  mother  of  development  in 
due  time  laid  her  hand  upon  her  natural  resources 
with  the  result  that  crude  oil  gas  was  born  to  do  the 
will  of  man  and  furnish  the  comforts  and  advantages 
equal  to  other  parts  of  our  country  fa\-ored  with  great 
mountains  of  coal.  The  name  is  (juile  as  descriptive 
as  that  of  coal  gas  for  the  same  reason  that  it  possesses 
within  itself  all  that  is  required  for  production. 

(jreat  progress  has  been  made  in  this  new  gas 
which  is  only  a  few  years  old.  Its  adaptability  is  evi- 
denced by  the  almost  general  use  on  the  Pacific  Coast. 
California  alone,  according  to  Lirown's  lyio  Director)  , 
shows  sixty-five  operating  companies  all  delivering 
crude  oil  gas  except  one  which  is  c^al  gas. 

Many  forms,  or  types,  of  apparatus  are  in  use 
each  with  many  claims  to  support  their  superiorit\-. 
Some  are  almost  freaks,  being  products  of  amateur 
minds  and  their  operation  only  made  possible  by  rea- 
son of  the  ease  with  which  this  particular  kind  of  gas 
can  be  made.  It  is  now  coming  to  be  generally  under- 
stood that  it  requires  more  than  merelv  heating-  the 
brick  hot,  on  which  oil  is  poured,  splashed,  or  sprin- 
'  kled  to  make  a  commercial  success  of  the  undertaking. 

Coal  gas  has  been  in  process  of  development  more 
than  one  hundred  years  and  long  since  reduced  to 
well  known  scientific  lines.  The  same  is  due  to  the 
large  corps  of  engineers  whose  names  have  become 
monuments  in  industrial  history,  both  past  and  pres- 
ent ;  and,  as  time  goes  on  there  will  be  added  to  the 
already  illustrious  list,  of  crude  oil  gas  engineers,  the 
names  of  others  who  by  hard  work  and  close  applica- 
tion are  lending  hands  that  will  make  greater  progress 
possible  in  the  future  and  bring  credit  to  the  industry. 

Water  gas  has  also  seen  its  day  of  fad  and  fan- 
cies until  now  it  is  a  marvel  of  success. 

Much  remains  to  be  done  in  the  further  develop- 
ment of  oil  gas  as  is  evidenced  by  every  day's  fads 
around  us.  Oil  itself  will  be  responsible  for  much  new- 
work,  for  as  time  and  demands  make  inroads  on  the 
supply,  new  conditions  will  present  themselves,  such 
as  lower  gravity,  higher  sulphur  content,  as  well  as 
the  new  uses  for  the  products  of  refined  oil  made 
possibl-e  by  improved  methods  of  refining..  Each  will 
have  a  great  influence  on  both  cost  of  production  and 
require  new  investment  in  ajiparatus  to  meet  these 
on-coming  conditions.  We  must  not  overlook  these 
matters,  especially  in  view  of  the  agitation  of  the  rate 
regulation  now  going  on  so  vigorously  and  which  is 
liable  to  become  general,  at  least  in  California. 

After  crude  oil  gas  is  generated  and  passes  the 
first  washer,  it  is  treated  much  the  same  as  other 
gases  ;  therefore,  the  real  battle  ground  for  develop- 
ment has  l)een  in  fornis  and  types  of  generators  and 
washers,  and  there  has  been  and  is  yet  quite  a  dift'er- 
ence  of  opinions  as  to  which  type  is  best.     In  a  recent 
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\  isii  tij  tilteen  towns — outside  of  Los  Angeles — rang- 
ing in  population  from  35,000  to  3500,  thirty-four  gen- 
erating sets  were  found  showing  ten  different  types 
Of  generators  m  use,  li  is  quite  difficult  to  check 
iheir  operation  U>v  in  ninsl  cases  they  do  not  have  sta- 
tinn  meters,  the  absence  (if  which  is  also  very  noticeable 
even  in  some  of  the  larger  companies  in  California. 
W  ithout  the  use  of  station  meters  to  measure  the  out- 
put, it  is  as  obviously  wrong  to  set  an  array  of  figures 
to  prove  an  operating  cost  as  it  would  be  for  a  mer- 
chant to  tell  just  where  he  was  at  without  the  use  of 
scales  and  \-ardsticks. 

(  )il  fnim  different  fields  will  not  yield  the  same 
amount  of  gas  per  gallon  any  more  than  coal  from  va- 
rious fields  will  yield  the  same  amount  of  gas  per 
l)i>und;  therefore,  it  is  wrong  to  expect  uniform  re- 
sults even  from  the  same  type  of  apparatus  under  va- 
riable conditions.  A  classification  of  both  oils  and 
apparatus  is  greatly  needed  in  order  that  we  may  get 
incontrovertible  figures,  then  comparisons  can  be 
made  that  will  compare. 

The  difference  of  opinions  heretofore  claimed  foi 
generator  sets,  composed  of  one  or  two  shells,  is  evi- 
dently settling  itself  in  favor  of  the  one  shell  type  as 
possessing  all  the  functions  required  in  the  complete 
manufacture  of  crude  oil  gas.  It  was  once  Lhought 
that  the  whole  operation  could  not  be  made  complete 
in  one  shell  nor  would  it  be  possible  to  get  an  arch  that 
would  stand  the  ravages  of  blasting  and  support  the 
checker  brick.  The  result  is  that  there  are  in  daily 
oi)eration  many  such  sets  fnun  four  to  twenty  feet  in 
diameter  iloing  daily  duty  and  that  for  several  years 
past  , which  is  quite  sufficient  evidence.  Such  machines 
operate  faster,  cast  less  to  build,  less  to  maintain,  with 
checker  brick  often  lasting  from  twenty-four  to  thirty- 
six  months,  are  easily  kept  free  from  carbon  rind  natur- 
ally cost  less  to  operate. 

\\  ith  the  introduction  of  electric  byrometers,  used 
for  (jbtaining  internal  temperatures,  further  advance- 
ment is  assured  with  the  result  that  speculation  iriw 
finds  no  part  in  the  heat  required  in  generators;  it 
can  be  easily  ascertained  and  fixed  to  suit  different 
kinds  of  oil.  L'sing  Liil  known  as  W'hittier  we  ha\e 
found  the  best  results  by  maintaining  an  average  of 
1750  degrees  in  the  vaporizing  chamber,  or  space  above 
checker  brick,  with  a  gradual  increase  down  to  the 
furnace  where  it  reaches  about  2200  degrees.  With 
a  change  of  oil  to  the  (Jlinda  field,  we  found  we  could 
lower  our  heats  from  50  to  100 -degrees  on  account  of 
the  oil  fracturing  at  a  lower  temperature,  thereby  sav-' 
iiig  fuel  c  111. 

Another  iini»)rtaiU  feature  has  been  developed  in 
oil  scrubbing  and  has  Ijeen  brought  to  its  high  state 
ol  perfection  by  the  company  represented  by  our 
presitlent.  The  efficient  work  of  preventing  naphtha- 
lene from  getting  into  the  mains  is  evidenced  by  a 
comparativel}'  small  percentage  of  complaints  from 
that  cause.  It  will  well  repay  the  time  required  to 
invesfigate  the  advantages. 

In  the  matter  of  washers  the  best  type  is  the  sim- 
plest, that  is,  one  producing  even  submergence  and 
quick  release  with  good  facilities  for  cleaning. 

The  operator  should  not  be  overlooked  as  he  is 
the  most  valuable  asset  in  efficient  operation.  He 
should   he   educated  so  that   he   is   a   skilled   workman 
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yiul  should  know  \vh}'  he  performs  his  duties,  intelh- 
gence  is  always  superior  tn  machinery. 

(ileal  jjcissibilities  no  d<uilit  lay  ahead  of  us  in  the 
future  use  of  lamji-black — the  average  gas  man's  night- 
u'are.  The  manufacture  <if  lainp-black  into  briquettes 
for  fuel  i)urp(ises  is  developing  into  quite  an  industry. 
In  the  manufacture  of  water  gas  it  is  finding  a  large 
use  which  will  increase  in  the  proportion  of  lamp- 
Mack  productions. 

It  is  quite  evident  that  the  time  is  not  far  distant 
when  our  present  cherished  ideas  will  be  replaced  by 
new  requirements  and  the  present  methods  will  be 
the  means  of  bringing  to  us  better  things.  To  the 
yoimg  men  who  are  coming  on  with  great  opportuni- 
ties before  them,  belong  the  privileges  of  bettering 
the  pioneer  work  done  by  those  who  have  passed  and 
are  passing  and  who  have  stood  the  brunt  of  battle  and 
heat  of  day.  l"he  opportunities  are  sufficient  to  stir 
an\-  one  tu  the  closest  application  for  surely  laurels 
o\  \  ictor\-  await  the  \ictor. 


CRUDE  OIL  SMELTING. 

The  \\  ashingtun  Steel  &  Iron  Comitany,  Si)iikane, 
Wash.,  has  commenced  the  construction  of  a  j)lant  at 
Leasenworth,  Wash.,  25  miles  west  of  W'enatchee.  to 
work  the  Rothert  process  for  making  high-grade  tool 
steel  from  titaniferous  magnetic  ore  by  one  operation. 
Exhaustive  tests  are  said  to  have  been  made  of  the 
process  in  the  experimental  plant  of  the  company  at 
Hoquiani,  which  will  be  removed  to  Leavenworth. 
Crude  oil  will  be  used  for  fuel  in  the  company's  own 
specialh'  constructed  furnaces.  A  large  mill  site  has 
been  secured  at  Leavenworth  which  is  ideal  for  the 
handling  of  the  ore  and  the  operation  of  a  plant  of 
large  capacity.  It  will  be  but  15  miles  from  the  ore 
I'cds  and  immediately  on  the  railroad.  It  is  stated  that 
the  company  has  near  Blewett  a  deposit  of  20,000,000 
ti.ns  of  iron  ore.  Associated  with  the  company  are 
.\1.  A.  t'omer,  of  Wallace.  Idaho,  and  J.  L.  Torkedson. 
0.  1'.  Aloore  and  E.  K.  K.  Allen  of  Spokane.  E.  H. 
Kolhbert  is  general  manager. 


CIVIL  SERVICE  EXAMINATIONS. 
Examination  for  inspector  of  mechanical  and  elec- 
trical engineering  is  announced  by  the  United  States 
(.  ivil  Ser\ice  Commission  on  December  7,  8,  9,  1910, 
iu  lill  a  \acancy  in  the  position  of  inspector  of  me- 
chanical and  electrical  engineering  in  the  Supervising 
.\rchitect's  (Jffice,  at  $2190  per  annum,  and  vacancies 
requiring  similar  qualifications  as  they  may  occur  in 
any  iiranch  of  the  service.  The  duties  of  the  position 
consist  of  inspecting  and  testing  the  mechanical  and 
electrical  equipments  entering  into  the  modern  Gov- 
ernment or  office   building. 

Examination  for  fortification  draftsman  is  an- 
nounced l;y  the  L'nited  Slates  Civil  Service  Commis- 
-i'ln  on  December  J-H,  1910,  to  fill  vacancies  as  they 
iiia_\'  occur.  The  usual  entrance  salary  for  this  posi- 
tion is  $1500  per  annum. 

Examination  for  cartographic  draftsman  is  an- 
nounced I'v  the  United  States  (,  ivil  Service  Commis- 
sion ,/,,!  December  --.S,  lyio,  to  till  a  vacancy  at  $3.84 
per  <liem..   .Xaval   War  College,  Xew^port,  R.   I. 


DISCUSSION    OF    PAPERS    AT    EIGHTEENTH 

ANNUAL  CONVENTION  PACIFIC  COAST 

GAS  ASSOCIATION. 

"Progress  in  Oil  Gas  Manufacture." 

I' reside  lit:  Gentlemen,  wc  have  lie.iid  a  very  excellent  paper. 
1  would  like  to  ask  Mr.  Egner,  who  has  been  travehng  around 
the  Paeilic  Coast  during  the  past  few  months,  and  visited  a  good 
many  plants,  what  has  impressed  him  the  most  in  the  way  oi 
oil    gas    manufacture. 

Mr.  Egner:  Mr.  President,  gentlemen  of  the  Association;  1 
came  here  to  learn  and  not  to  talk.  1  came  -a  very  long  ways. 
1  listened  to  Mr.  Berkley's  paper  and  was  very  much  interested 
in  it.  1  can  also  say  I  have  visited  his  works.  1  have  visited 
a  number  of  works,  and  I  hope  nobody  will  take  exception  when 
1  say  that  1  have  not  seen  one  so  ship-shape,  so  well  designed, 
so  well  kept,  as  the  works  over  which  Mr.  Berkley  presides. 

Now  as  to  oil  gas,  I  was  somewhat  acquainted,  about  IS 
years  ago,  in  the  old  State  of  Illinois,  with  a  process  called  the 
"Kendall  process,"'  something  like  what  you  have  here  today. 
\\  was  about  the  tirst  1  ever  saw,  but  you  have  made  great 
improvements.  I  did  not  think  it  was  possible  to  get  the  re- 
sults that  1  find  you  are  getting  by  making  gas  with  the  miser- 
able stuff  you  call  oil — the  oil  you  are  getting.  If  1  had  known 
1  was  going  to  be  called  on  to  speak  I  would  have  had  a  few 
more  figures  about  this,  but  you  all  know  so  much  more  'about 
cil  gas  than  I  do,  that  I  know  you  will  excuse  me. 

President:  1  would  like  to  ask  Mr.  Jones  what  he  con- 
siders the  greatest  improvements  in  the  matter  of  oil  gas  man- 
ufacture in  the  last  few  years. 

£.  C.  Junes:     That  would  be  very  difficult  to  answer. 

President:     In  your  opinion. 

E.  C.  Jones:  1  have  listened  to  Mr.  Berkley's  paper  with 
a  great  deal  of  interest.  It  deals  with  many  generalities.  The 
facts  stated  do  not  seem  to  call  for  an  answer,  but  having  been 
brought  up  with  the  old  gas  business  from  its  inception,  it  hav- 
ing been  forced  upon  me  in  the  absence  of  other  gas  material, 
1  feel  it  would  not  be  right  for  me  to  remain  in  my  chair  with- 
out saying  something.  What  Mr.  Berkley  says  in  regard  to 
the  absence  of  station  meters  in  California  is  true.  Unfortun- 
ately' it  is  true.  Mr.  Berkley,  of  course,  as  an  engineer,  knows 
whether  a  gas  meter  is  merely  a  guessing  machine,  depends  on 
its  accuracy  by  a  test  of  a  meter  prover  or  small  gas  holder. 
If  you  measure  gas  with  two  large  meter  provers,  and  keep 
careful  account  of  the  changes  of  temperatures,  you  have  a 
meter  that  cannot  be  approached  by  any  other  mechanical  device. 
Ir  bears  the  same  relation  to  the  measuring  of  gas  as  a  gallon 
bears  to  the  measuring  of  liquids.  If  you  determine  it  contains 
231  cubic  inches,  you  feel  satisfied  that  it  is  true.  This  is  the 
means  of  measuring  gas  in  many  large  gas  works  in  California. 

The  next  thing  is  in  relation  to  the  one-shell  machine.  whii.-li 
we  call,  in  Southern  California,  the  "straight-shot."  I  am  op- 
posed to  it  because  I  do  not  believe  all  the  functions  of  gas  manu- 
facture can  be  performed  in  any  one-shell  machine.  It  has  been 
tried  for  many  years.  I  tried  it  in  many  ways  and  found  that 
if  the  heat  is  applied  to  either  the  top  or  bottom  of  a  one-shell 
machine,  that  there  is  a  great  deal  of  heat  which  cannot  be  used 
for  gas  making,  and  if  heat  is  produced  it  costs  money,  and  it 
should  be  used  for  the  distillation  of  oil.  Otherwise  it  is 
wasted.  This,  I  claim,  can  only  be  done  by  an  apparatus  con- 
sisting of  two  or  more  shells — and  gentlemen,  let  me  say,  there 
i^  not  a  bit  of  commercialism  in  my  remarks.  We  are  both 
gas  men  talking  over  without  fear  or  favor  what  we  believe. 
Some  people  tell  us  we  should  burn  the  oil  in  the  bottom  of  a 
"straight  shot"  or  single  cylinder  shell.  If  we  do  so  we  allow 
the  top  to  become  hotter  than  the  bottom,  and  it  becomes 
necessary  for  the  gas  in  the  bottom  and  middle  to  be  taken  out 
at  the  top,  with  a  result  that  the  gas  itself  is  decomposed,  with 
the  result  that  we  have  lamp-black. 

In  the  development  of  oil  gas  processes,  it  was  found  that 
what  at  that  time  was  thought  to  be  one  of  the  hottest  gases, 
viz :  hydrogen,  existed  in  large  quantities ;  now,  hydrogen,  in 
the  old  days  of  coal  gas,  was  considered  very  desirable  because 
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it  burned  with  a  great  deal  of  heat.  This  is  true  where  we 
measure  hydrogen  by  the  pound,  as  it  is  very  light,  but  when 
we  measure  it  by  volume  it  immediately  drops  to  the  value  of 
carbonic  oxide.  There  is  one  difference  between  hydrogen  and 
carbonic  oxide.  Hydrogen  is  a  false  diluent.  It  reduces  the  spe- 
cific gravity  of  gas  and  it  compels  the  consumer  to  be  very 
watchful  or  he  will  use  much  more  gas  than  necessary.  Now 
we  find  it  is  undesirable  to  have  too  much  hydrogen  in  our  gas ; 
how  shall  we  remedy  it?  By  having  a  greater  number  of  shells 
than  one,  conserving  our  heat,  getting  the  heat  equally  distrib- 
uted, and  when  the  gas  is  finished  taking  it  out  of  the  oven 
the  same  as  a  loaf  of  bread.  If  you  have  an  incubus  of  heat 
it  must  be  used  for  some  purpose,  and  the  oil  has  to  go  througli 
that  in  order  to  make  gas,  but  don't  compel  gas  to  go  through 
the  hot  zone  and  be  destroyed. 

In  dealing  with  pyrometers,  I  find  the  Mr.  Berkley  is  cor- 
rect and  incorrect.  The  pyrometer  which  is  manufactured  in 
this  country  and  Europe  is  e.xtremely  valuable  purely  as  an  ex- 
perimental instrument,  but  not  to  be  relied  upon  in  constant 
use.  I  have  seen  generators  provided  with  electric  pyrometers 
which  registered  a  low  temperature ;  at  the  same  time  there 
was  being  produced  a  good  deal  of  naphthalene ;  the  heat  was 
not  indicated  by  the  pyrometer  because  the  pyrometer  was  not 
in  the  right  place. 

The  matter  of  oil  washing  follows  naturally  on  the  recoin 
mendation  to  use  single  .shell  machines.  We  all  know  that  the  use 
of  oil  for  washing  gas  is  not  a  good  thing.  The  relationship 
between  the  hydro-carbons  of  which  our  gas  is  made — the  ele- 
ments that  constitute  our  gas — is  so  great  that  there  is  a  sort 
of  cousinship  existing  between  all  these  hydro-carbons  and 
when  you  take  finished  gas  and  wash  it  witli  oil  all  the  cream 
tit  the  gas  gives  itself  to  the  oil.  It  is  best  to  keep  this  cream 
in  the  gas  even  though  it  contains  a  certain  amount  of  naphtha- 
lene. 

I  would  like  lo  tell  you  what  we  are  doing  in  cities  outside 
of  San  Francisco,  but  it  would  take  up  too  much  of  your  time 
to  do  so.  I  am  simply  considering  the  generalities  dealt  with 
1)-.  Mr.  Berkley.  If  you  see  a  "sin.gle  shot"  or  straight  or  sin- 
gle .shell  machine,  and  you  get  a  good  deal  of  naphthalene,  ynu 
must  of  course  use  oil  in  scrubbing  it  out — scrubbing  out 
the  naphthalene,  and  candle-power  at  the  same  time. 

Prrsiilriit:  Mr.  Latta,  the  convention  would  like  to  hear 
from   you. 

Hfr.  La'tii:  I  want  to  say  that  I  am  so  much  interested  in 
my  visit  to  your  coast  that  I  am  still  in  a  condition  of  flux,  and 
I  have  not  been  able  to  definitely  formulate  an  opinion  on  the 
matter,  and  data  which  has  come  before  me.  In  a  general  way, 
i;  is  a  great  surprise  to  me  that  you  are  able  to  make  gas  in 
single  shell  machines.  One  reason  is  that  the  experience  of 
water  gas  operators  has  practically  conclusively  shown  that 
oil  must  be  broken  up  at  one  temperature,  and  fixed  at  another 
and  the  fixing  temperature  is  lower  than  the  temperature  at 
v/hich  they  are  broken  up.  .\ny  tendency  to  reverse  that  oper- 
ation invariably  "cracks"  the  gas  which  has  been  made,  and 
causes  the  production  of  the  carbon. 

I  liave  had  occasion  to  examine  some  experimental  work 
which  was  being  carried  on  by  a  very  large  company  in  this 
country  for  the  manufacture  of  producer  oil  gas,  the  effort 
being  to  manufacture  and  produce  gas  by  gradual  dissolution 
within  sin.gle  shell,  and  this  is  the  condition  of  affairs  created: 
Their  idea  is  to  enter  the  oil  at  the  top  of  the  shell  and  break 
off  each  fraction  of  the  oil  as  it  goes  down,  increasing  the  heat 
and  taking  ofif  the  gases  and  lighter  fractions  without  destroy- 
ing the  more  delicate  hydro-carbons.  The  result  has  been  very 
satisfactory  with  the  exception  that  a  good  many  of  the  hydro- 
carbons are  not  properly  fixed.  This  is  because  the  time  of 
contact  has  been  too  short,  .and  the  new  elements  have  not  had 
time  to  beconie  permanently  Cwk^i].  .\n  attempt  has  been  made 
t'.  fiy  those  by  passing  it  down  through  the  lower  heat  center, 
which  practically  made  a  single  shell  operation,  and  the  result 
v.as  more  lamp-black,  so  it  was  given  up  as  a  commercial  loss. 

T  am  suggesting  these  facts  merely  theoretically.  I  may 
have   no   definite   knowledge   of   the   operation   of   vour   oil    rna- 


chines.  but  I  am  very  nuich  surprised  and  very  much  interested 
tnat  you  have  been  able  to  overcome  these  objections  which 
seemed,  from  a  physical  standpoint,  insurmountable. 

President:  I  understand  that  Mr.  Wade  has  some  inter- 
esting data  on  the  subject. 

Mr.  IVade:  This  is  some  very  interesting  data  the  speaker 
gave  us,  but  the  matter  of  the  oil  passing  at  the  highest  temper- 
ature is  abolished  under  the  single  shell  machine.  The  oil  is 
actually  .spread  and  put  in  on  the  checker  brurk.  The  lower 
part  of  the  machine  is  where  the  gas  is  taken  off.  The  oil  is 
spread  in  at  the  top  and  the  gas  taken  off  at  the  bottom.  The 
lower  part  of  the  machine  is  the  coldest  part.  The  oil  as  in- 
jected burns  in  a  flame  something  on  the  style  of  the  Bunsen 
burner  system,  which  is  coldest  at  its  lowest  part.  I  think  that 
is  the  way  those  results  are  accomplished.  This  question  of 
f'xing  gas.  I  think,  is  more  involved — considered  more  involved, 
much  more,  than  it  is.  I  do  not  just  understand  what  the  "fix- 
ing," as  the  gentleman  stated,  is.  My  idea  of  the  thing  is  that 
as  soon  as  the  oil  is  decomposed  it  is  fixed. 

T  agree  with  Mr.  Jones  that  there  is  some  solution  of  all 
valuable  parts  from  the  gas  when  it  passes  through  oil,  but  I 
think  that  solution  is  made  up  by  carbide,  enriching  the  gas. 
There  are  hydro-carbons  that  are  carried  away,  enriching  the 
gas.  so  that  anything  that  is  dissolved  is  made  up  by  hydro- 
carbons that  are  dissolved  by  the  oil  and  taken  out.  That  is 
the  only  way  I  can  account  for  the  fact  that  gas  enters  our 
scrubber  at  601  units  and  is  taken  out  at  the  same. 

Mr.  Brilton:  I  would  like  to  ask  Mr.  Wade,  in  this  case — 
if  that   is   the   case — wdiat   is   the   good   of   llie   ■-crublierj' 

^fr.  ll'ade:  It  removes  naphthalene,  which  is  solid  Iiydro- 
c.'irbon. 

Mr.  Britlon:  Naphthalene  is  the  best  illuininant  you  carry 
in  your  .gas. 

Mr.   Wade:     It  is  extremely  difficult  to  distribute. 

/..   P.  l.ou'c:     What  gravity  oil  do  you  use  in  the  washer? 

Mr.   Wade:     20. 

/..    P.    Linvc:      That    will    volatilize   ,it    1.^0   deijrees?' 

Ml.    Wade:      Its   flash    point   is   about   Of). 

/,.  P.  Lowe:  .\\  what  teinperature  would  you  put  the  gas 
into  the  oil  ? 

Mr.   Wade:     PS  to  90. 

/..  P.  I. owe:  Under  those  circumstances  you  assume  that 
\ou  get  volatilization  of  your  lighter  oils  sufficient  to  overcome 
the  loss  due  to  absorption  of  naphthalene  nnd  other  vapor? 

Mr.  Wade:  The  actual  loss  of  candle-power  is  naphtha- 
lene is  so  extremely  small  in  oil  with  a  flash  point  of  S.S  to 
90  degrees — it  is  so  small  that  I  do  nn(  think  it  can  have  any 
effect.     T  do  not  see  how  it  can  have  any  effect. 

/,.  P.  Lowe:  Take  gas  of  say  20  candle-power,  carrying 
possibly  six-tenths  of  one  per  cent  hydro-carbon  vapors,  and  re- 
move them  and  what  effect  on  the  candle-power  would  their 
removal  have? 

Mr.  Wade:  Probably  25  per  tent.  That  six-tenths  of  one 
per   cent   is   extremely   important.. 

L.  P.  Lowe:  I  think  you  take  out  very  much  more.  I  re- 
collect a  little  uncomfortable  experience  I  had  before  this  asso- 
ciation a  number  of  years  ago  when  I  presented  a  paper  entitled. 
"The  Synthesis  of  Illuminating  Gas."  I  prepared  the  seven 
principal  gaseous  constituents  in  bottles  and  showed  and  burned 
e.-'.ch  one  separately.  In  order  to  show  all  of  the  seven  con- 
stituents, it  was  necessary  to  prepare  ethylene,  as  the  nearest 
approach  to  the  so-called  illuminants,  and  when  I  mixed  this 
with  the  non-luminous  gases  in  presumably  the  proper  propor- 
tion.' I  was  surprised  to  find  I  had  only  a  practically  non-luminous 
flame.  I  thought  T  could  "steal  a  sneak"  on  the  association,  and 
quietly  passed  in  about  seven  or  eight  times  as  much  ethylene  as 
there  should  have  been,  and  was  more  greatly  surprised  to  find 
it  did  not  liring  u|)  tlie  candle-power  very  much,  and  right  there 
I  learned  ;i  valuable  lesson,  which  is  that  the  illuminating  power 
cf  our  ordinary  gases  is  largely  due  to  the  benzine  and  other 
hvdro-carbon   vapors   contained   therein. 

Mr.  Wade  said  a  little  while  ago  that  he  didn't  know  what 
"fixed"  gas  meant. 
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Mr.  U'lulr:  Of  course  1  know  what  it  means  in  this  case — 
a  gas  that  can  be  distributed  at  its  original  candle-power. 

L.  P.  Limv:  A  fixed  gas  is  simply  a  gas  that  has  no 
v;iporous  contents;  once  a  gas,  always  a  gas.  and  if  you  think  you 
c.-m  permanently  change  it  through  physical  means,  you  are  much 
mistaken.  You  can  simply  so  change  the  vapors,  which  never 
were  gas.  A  fixed  gas  is  a  gas  which  will  not  alter  its  physical 
ccndiiion  under  ordinary  conditions,  but  the  vapors  in  that  gas 
may  <leposit.  and  are  deposited,  with  physical  changes.  If  you 
can  hold  the  naphthalene  vapors  in  suspension  you  are  retaining 
one  of  tlic  most  valuable  constituents  of  your  gas.  and  I  believe 
it  is  possible  to  do  so  by  simply  reiuoving  a  small  portion  of  the 
water  vapor,  which  is  almost  always  present,  after  which  the 
hydro-c.irbon   vapors  will   remain  in  suspension 

/■«7)i  E.  Briton:  From  a  commercial  standpoint,  i?  il  worth 
«  bile? 

/,.  P.  Ltnve:     Yes. 

F..  C.  Junes:  In  discussing  the  relative  merits  oi  washiiip 
with  oil  or  water,  T  had  in  mind  a  point  where  T  am  at  present 
w;ishiii,s>-  with  oil.  nnd  it  is  compulsory — the  conditions  are  such 
that  we  must  wash  with  oil.  It  is  compressed  gas — under  high 
pressure — and  there  is  a  difference  of  about  two  candle-power 
between  the  inlet  and  outlet  of  the  oil  washer.  The  loss  in 
candle-power  is  approximately  two  candle-power.  Now,  I  would 
like  to  say  to  Mr.  Britton  that  we  will  suppose  there  is  a  muni- 
cipal ordinance  that  requires  19  candle-power  for  merchantable 
gas.  We  will  suppose  that  the  municipality  requires  19  candle- 
power.  You  have  .gone  through  the  process  of  m.aking  your  gas. 
using  the  standard  amonn'  of  oil  per  tliousand  feet,  and  you 
find  von  have  a  c-iiidle-power  amounting  to  19.  You  put  it 
through  the  scrubber  and  you  have  17  candle-power.  How  cm 
you   comply  with   the   re(|uirements? 

Mr.  Wade:  1  wish  to  say  one  or  two  more  things  on  this, 
cthvlene  process.  I  think  a  good  deal  of  it  because  it  has  cer- 
tainly provefl  successful  wi<h  the  Los  .Angeles  Gas  and  Elec- 
tiic  Corporation.  T  took  the  trouble  to  get  these  details  on 
naphthalene.  This  work. was  done  by  the  University  of  Michigan 
in  the  Gas  Fellowship,  supported  by  the  Michigan  Gas  Asso- 
ciation. The  amount  of  naphthalene  which  any  gas  or  amount 
o<'  vapor  which  any  volume  of  gas  can  carry  is  measured  bv  the  tem- 
perature. Here  I  have  the  amount  of  naphthalene  which  can  be 
carried  by  100  cubic  feet  of  gas  at  70  degrees,  which  is  24  grains 
— that  is  the  limit.  I  find  120  corresponds  to  .6  per  cubic  foot  of 
gas.  Six-Tenths  of  one  thermal  unit  can  have  no  real  effect  on  the 
beating  or  lighting  value  of  the  gas.  Personally  T  think  the  heat 
value  is  the  standard  for  modern  gas  purity.  The  Wisconsin 
Public  Utilities  Commission  has  adopted  a  single  standard,  and 
that.  T  think,  is  the  tendency  of  all  public  utility  commissions  now. 
.\t  the  Los  .\ngeles  Gas  &  Electric  Corporation,  we  are  pu'ting 
in  gas  of  say  630  British  thermal  units,  and  taking  out  gas  witliin 
practically  one  or  two   British   thermal  units. 

L.  P.  Lowe:  T  think  possibly  there  is  something  misleading 
in  that  statement,  relative  to  the  amount  of  naphthalene  vapor 
which  can  be  carried  in  the  gas  without  depositing  at  certain 
temperatures.  It  depends  on  the  presence  of  other  vapors,  does 
it   not? 

Mr  U'adr:  In  the  experiments  carried  on  at  the  University 
c. f  Michigan,  they  treated  water  vapor  and  benzol  vapor,  and 
there  was  absolutely  no  difference  in  the  presence  of  water  vapors, 
and  but  a   slight  increase  in   the  benzol. 

/..    P.   Lo'irc:     Am   T   to   understand   th.at   the   gas   was   sur- 
charged with  water  vapor? 
Mr.   ll'adc:     Yes.  sir. 

/..  P.  l.ozi'c:  .And  that  after  removing  the  water  vapor  tlicn. 
at  70  degrees  Fahrenheit,  would  carry  only  24  grains  naphthalene 
per  one  hundred  cubic  feet  of  gas? 

}fr.  Wade:  \cs.  but  it  is  a  rapidly  rising  scale.  The  in- 
crease is  verv  sharp.  Let  me  give  ycni  one  or  two  figures.  A) 
70  degrees  Fahrenheit  100  cubic  feel  f>f  gas  will  carry  24  grains 
of  naobthalenc.  At  PO  degrees  100  cubic  feet  will  carry  42  gr.ains 
of  napbth.alenc:  that  is  a  raise  of  R  degrees.  .\t  90  degrees  100 
cubic   feet   will   carry   71    grains.     It-  goes   up   very    sharp.     The 


difference  between  80  and  90  degrees   is  very  big.   and   for  that 
reason  troubles  increase  very  rapidly  above  ?0  degrees. 

L.  P.  Loxve:  Have  you  any  practical  results  of  operation?  Can 
.\ou  briefly  describe  your  method  of  oil  washing? 

Mr.  Wade:  The  scrubber  is  an  ordinary  20  foot,  in  diam- 
eter by  60  foot  high  power  scrubber,  with  2  by  4  timbers  used  as 
a  spreading  medium,  laid  at  intervals  of  two  feet — two  feet  apart, 
with  about  three  or  four  inches  between  and  they  are  circular 
rnd  go  up  so  as  to  make  a  complete  revoluticm.  The  gas  comes 
out  at  the  bottom. 

/,.  P.  Lowe:  Do  you  re-circulate  the  oil?  Does  the  gas 
come  in  contact  more  than  once?     Is  it  a  circulating  system? 

Mr.  Wade:  It  is  both.  The  suction  from  the  bottom — the 
oil  circulates  from  the  bottom  and  takes  new  oil  at  the  same 
time. 

L.  P.  Lozve:  Have  you  analyzed  the  od  to  determine  the 
naphthalene  ? 

Mr.  Wade:  Yes,  but  I  never  could  determine  it  exactly.  It 
is  very  hard  to  determine  on  account  of  the  vapor. 

Mr.  Britton:     What  is  the  temperature  of  the  oil? 

Mr.  Wade:  Practically  the  same  temperature  of  the  gas.  In 
the  summer  85  to  90.  and  in  the  winter  70. 

Mr.  Britton:  Do  you  utilize  that  oil  after  it  has  been  used 
for   scrubbing? 

Mr.  Wade:     Yes,  we  use  it  for  gas  making. 

Mr.  Lozve:  I  have  heard  a  great  deal  of  the  various  iperits 
of  various  types  of  oil  gas  making  machines  but  after  all  is  said 
and  done,  the  real  point  is  the  amount  of  oil  used  per  thou.sand 
cubic  feet,  provided  the  gas  is  of  proper  quality.  Now.  if  Mr. 
Berkley  has  no  objection  to  stating  his  results  of  manufacture. 
T  am  sure  it  would  be  of  interest  and  if  he  does  not  wish  it 
recorded  the  reporter  can  elimiate  it. 

Mr.  Berkley:  I  believe  I  will  make  a  general  answer  to  all 
of  the  questions  that  have  been  raised  while  T  am  at  it.  and  at 
the  same  time  answer  Mr.  Lowe's  inquiry. 

With  reference  to  the  objection  that  was  raised  this  morn- 
ing on  station  meters.  I  take  issue  with  the  statement  that  a  sta- 
tion meter  is  not  a  necessary  adjunct  to  the  gas  works,  and  that 
accuracy  can  be  obtained  by  measurement  of  .gas  through  the 
relief  holder.  If  such  be  the  case,  it  must  necessarily  be  that 
two  relief  holders  are  in  continual  operation — no  gas  admitted 
to  the  holder  while  reading  is  being  taken.  Therefore,  there 
must  be  one  filling  while  the  other  is  being  emptied,  and  if  there 
is  only  one  relief  holder  I  know  of  no  means  whereby  anv  man 
has  been  able  to  mathematically  calculate  the  amount  of  gas 
.going  into  the  relief  holder  and  the  gas  going  out.  and  give  an 
intelligent  answer.  If  this  can  be  done,  I  will  be  perfectly  will- 
ing to  stand  correction.  If  station  meters  are  not  a  necessity,  then 
it  must  also  be  admitted  that  every  well  regulated  gas  works  in 
the  L^nited  States  has  something  it  does  not  need.  On  the  other 
hand,  it  is  quite  impossible  to  tell  the  difference  between  yonr 
gas  made  and  gas  sold  without  a  station  meter,  and  the  discrepancy 
between  consumers'  meters  and  the  station  meter  cannot  be  estab- 
lished either  as  leakage  or  defective  meters.  The  reading  of  a 
relief  holder  calls  into  account  human  intelligence  and  accuracy 
which  too  often  is  unreliable.  The  man  reading  the  .scale  board 
with  graduations  of  1000  feet  or  less  will  no'  at  the  end  of  the 
day  be  able  to  give  a  correct  sum  of  his  work,  as  would  be  the 
case  by  a  well  regidated  mechanical  device,  such  as  station  meters 
.are  today.  If  you  do  not  care  anvthing  about  the  leakage  ques- 
tion, then  the  station  meter  could  be  dispensed  with,  and  your 
oil  consumption  per  thousand  feet  of  gas  can  only  be  calculated 
on  the  amount  of  gas  you  sell.  Then  the  question  would  arise  a; 
to  the   accuracy  of  the  consumers  meters. 

Now,  as  to  the  single  shell  generator,  and  why  we  advo- 
cate it. 

Over  four  years  ago,  wdien  T  came  to  the  Pacific  Coast,  T 
vas  emnlovcd  bv  the  Fdison  Electric  Companv.  T  went  to  Red- 
l.mds  to  do  some  renair  work.  T  found  there  two  good  types  of 
i,iachini-s.  known  as  the  Lowe  type.  .After  awdiile  I  was  enabled 
to  travel  over  their  entire  system:  T  found  several  diflferent 
•inakes  of  generators  from  one  to  two  shells.    .At  Riverside  T  found 
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,1  single  shell  generator,  made  some  years  before,  in  operation 
and  having  what  was  considered  a  super-heater  in  the  top  or 
I'pper  half  of  it.  I  converted  it  into  a  "straight  sliot"  machine 
by  taking  the  arch  out  of  it.  It  worked  admirably  and,  I  am  told, 
is  still  working.  Our  machines  in  Los  Angeles  arc  built  along 
the  same  line  as  that  found  at  Riverside,  and  are  the  result  of 
observations  made  while  studying  these  different  types.  I  learned 
at  the  same  time  the  Los  Angeles  Gas  Company  was  using  single 
shell  machines,  and  making  a  great  success. 

The  question  was  raised  that  a  single  shell  machine  would 
not,  or  did  not,  or  was  not  competent  to  make  gas  at  one  and 
the  same  operation.  T  am  confident — so  much  so  that  I  am 
willing  to  assert,  without  being  a  chemist,  that  oil  ga^ 
i'  made  instantly;  for  as  quick  as  the  oil  meets  the 
checker  brick,  which  has  been  raised  to  a  sufficient  heat,  the  im- 
mediate result  is  the  fi.xed  gas — not  condensible  except  for  that 
portion  which  condenses  into  lamp-black  and  any  other  portion 
vhere  not  enough  heat  has  been  exerted  on  the  oil.  I  also  be- 
lieve that  the  quicker  you  can  get  the  gas  away  from  the  point  of 
contact  with  heat  after  perfect  distillation,  the  sooner  you  will  solve 
I  he  question  of  successful  operation.  I  believe  that  the  longer  the 
gas  is  kept  in  contact  with  the  checker  brick,  or  heated  .surface, 
or  extended  over  any  further  heated  period,  it  is  robbed  of  its 
h'gh  hydro-carbon,  and  thus  made  poorer,  which  proof  establishes 
the  fact  that  prolongation  within  heated  enclosures  does  not  add 
to  its  value. 

The  question  of  first  cost  is  answered  in  that  it  is  one-half  of 
what  it  costs  to  build  any  two  shell  type.  The  co.st  of  main- 
tenance is  less;  checker  brick  lasts  longer  in  single  shell  gener- 
ators than  it  does  in  double  shell  generators  for  the  reason  that 
there  is  less  stoppage.  Tn  the  double  shell  stoppage  often  occurs 
in  the  super-heater,  or  auxiliary,  anc]  necessarily  creates  a  heavy 
back  pressure  on  the  generator  itself,  also  the  residue  from  the 
,  incoming  oil  created  during  the  period  of  blasting,  causes  stop- 
page by  reason  of  the  fact  it  cannot  escape  and  thus  the  heat 
burns  down  the  checker  brick.  We  have  had  two  shell  gener- 
ators go  down  in  three  months  for  the  above  reason.  Of  tlie 
single  shell  generators,  which  we  are  now  operating,  we  have  some 
(hat  are  on  their  thirty-second  month,  and  have  been  on  contin- 
uous daily  operation  and  under  the  most  severe  tests  when  you 
consider  that  our  machines  go  up  and  down  twice  every  day, 
Ihat  is,  during  the  period  of  making  and  cessation  as  they  are 
in  operation  only  about  one-half  the  time.  Therefore,  the  brick 
are  subject  to  the  most  severe  hardship  that  is  possible,  and  T 
believe  it  is  even  a  greater  strain  than  continuous  operation. 
It  is  also  true  that  we  get  twice  as  much  gas  per  man  employed 
on  the  generators  as  we  would  in  operating  a  double  shell  type, 
for  it  requires  two  men  to  handle^  tw^o  double  shell  machines, 
where  it  only  requires  one  man  to  handle  two  single  shell  ma- 
chines. There  are  no  valves  in  between  any  of  our  apparatus, 
as  we  depend  on  hydraulics  to  take  care  of  each  shell,  thus  mak- 
ing each  one  independent  of  the  other. 

We  also  find  that  the  statement  of  varying  heat  in  single 
shell  .generators,  and  the  same  being  incontrovertible ;  sucli  is 
not  the  case,  as  our  experience  shows.  We  put  our  oil  in  al  the 
top  of  the  generator,  where  the  heat  is  much  less  than  at  the 
bottom.  Our  average  heat  is  about  1750  degrees  Fahrenheit  in 
the  vaporizing  chamber.  .\s  the  gas  descends,  when  finding  its 
wav  out,  it  reaches  a  higher  temperature  or  about  2200  to  2.^00; 
and,  our  observations  are  that  during  the  run  we  do  not  lose 
anv  of  the  oil  injected  above  for  the  reason  that  there  is  a 
sufficient  amount  of  heat  in  the  top  of  the  generator  to  vaporize 
any  oil  that  is  going  down  with  .the  gas  near  the  end  of  the 
run.  Therefore,  as  T  have  said,  I  believe  the  gas  is  made  in- 
stantly and  if  removed  at  that  point  is  just  as  much  a  fixed  gas 
as  if  vou  run  it  through  a  mile  of  pre-heated  storage.  The 
cost  of  oneration  is  greatly  lessened. 

/..   P    I.nicr:     What  is  the  gravity  of  llu'  ..il  yon  use? 

Mr.   Bn-klcy:     Twenly, 

;■..    P.   I. owe:    Whittier   oil' 

Mr.  Berkley:  Olinda.  now  Our  .avenige  heat  units  for 
the  vear  1909  was  608,  and  I  think  it  is  about  the  same  now-.    The 


city   gas    inspector's   tests   are   close   alongside   of   those    that    wc 
made,  showing  no  particular  difference  between  the  two. 

Now  as  to  scrubbers.  I  want  you  to  know,  gentlemen,  that 
I  am  not  taking  exceptions  to  any  remarks  made  during  the 
morning  with  any  but  the  kindest  of  feelings.  I  am  not  here 
to  argue  from  a  personal  standpoint — I  have  nothing  to  gain  or 
lose.  Like  my  friend  Jones,  I  own  no  patents ;  I  do  not  know 
what  happens  in  the  oil  scrubbers,  but  I  do  know  w-hat  happens 
in  our  complaint  department.  I  know  wdien  we  run  our  oil 
scrubbers  continuously  our  complaints  go  down.  The  total  num- 
ber of  complaints  we  have  compared  with  the  total  number  of 
consumers  for  the  first  six  months  of  this  year,  and  the  average 
is  2.8  per  cent.  If  we  did  not  have  oil  scrubbers,  I  know  it 
would  be  many  times  that.  We  do  not  use  oil  scrubbers  in  some 
of  our  outside  districts,  and  we  have  as  many  as  one-fifth  of  our 
consumers  complaining  at  times.  I  am  a  firm  believer  in  oil 
scrubbers.  The  technical  side  I  am  not  here  to  discuss,  but  the 
practical  side  I  stand  for,  and  if  we  are  robbing  the  gas  by 
our  method  of  scrubbing,  unless  I  am  very  much  mistaken,  we 
are  recovering  it  again  because  we  pump  the  oil  right  back  into 
the  storage  tanks,  and  it  goes  through  again;  and,  therefore, 
if  we  are  absorbing  anything  from  the  gas  by  way  of  valuable 
illuminants,  we  must  be  recovering  them  through  distillation 
We  are  not  holding  to  the  theory  that  we  are  making  gas  cheaper 
today  than  anybody  else,  or  better,  or  that  we  have  the  latest 
apparatus.  I  believe,  however,  as  I  have  said  in  my  paper,  that 
it  is  not  far  distant  when  the  systems  we  now  have  will  give  way 
to  better  ones,  and  I  am  willing  to  take  off  my  hat  to  the  man 
who  hurries  them   along. 

/..  P.  Loive:  How  many  thousand  feet  of  gas  will  you  make 
per  thousand  fire  btick? 

Mr.  Berkley:  Well,  that  I  do  not  know.  In  r)ur  generators 
there. are  ten  thousand  fire  brick  in  each  of  them,  that  is.  outside 
of  the  triple  arches.  Our  arches  are  very  strong,  the  radius 
being  two  and  three-quarter  feet.  It  requires  several  hundred 
brick  to  build  the  arches  and  to  bring  the  top  to  the  fiat  sur- 
face where  we  begin  our  checker  brick.  I  have  calculations  on 
the  number  of  fire  brick  and  cubic  area,  but  I  did  not  bring 
the  figures  with  me.  I  will  be  glad  to  furnish  you  the  informa- 
tion based  on  thirtv-two  months  of  operation. 

/,.  P.  Lowe:     Well,  per  thousand  of  brick. 

Mr.  Berkley:  I  can  tell  you  another  way  to  .get  at  it:  vve 
have  made  600.000.000  cubic  feet  of  gas  in  the  two  generators 
ir:  which  there  are  20,000  fire  brick,  and  they  are  still  in  use 
and  are  in  good  condition.  How  much  longer  they  will  last  T 
do  not  know. 

Mr.  Bn'tton:    What  brick  do  you  use? 

Mr.  Berkley:  We  use  Los  .Angeles  fire  brick  of  the  same 
class  as  used  by  other  companies.  T  am  glad  you  asked  that 
question.  This  brings  to  my  mind  the  question  of  pvrometers, 
which  were  referred  to  this  morning  in  the  discussion  by  Mr. 
Jones.  I  want  to  add  that  I  am  a  firm  believer  in,  and  advocate 
pvrometers.  I  know  of  no  other  method  that  is  equallv  as  good 
and  until  T  find  something  better,  T  certainly  will  remain  of  that 
oninion.  There  isn't  anv  method  that  will  give  us,  bv  observa- 
tions, as  close  readin.gs  as  pyrometers.  We  have  our  instrument 
fitted  wtih  four  switches,  and  we  take  off  simultaneous  readings 
at  two  different  points  on  two  generators  operating  together. 
This  enables  us  to  keep  close  tab  how  each  generator  is  working 
under  the  snnie  blast  and  oil  pressure. 

I  had  an  occasion  recently  to  take  a  pyrometer  test  from  a 
two  shell  generator  set:  I  found  that  the  heat  in  these  separate 
shells  varied  greatly  from  one  side  or  the  other,  and  it  is  impos- 
sible to  get  the  same  even  readings  that  we  can  from  the  single 
shells  because  of  physical  conditions.  It  is  perfectly  natural  to 
evnect  easier  operation  from  the  single  shell  than  from  a  dou- 
ble shell  tvne.  To  prove  this,  while  employed  by  'be  Edison 
Comnnnv.  we  disconnected  a  junior  set  of  Lowe  apparatus  at 
Riverside,  and  took  awav  the  suncr-heater  an(J  putting  the  stack 
valve  on  ton  of  the  generator  we  made  more  .gas  with  it.  Of 
course,  we  nut  in  new  checker  work  and  we  were  so  much  more 
successful  than  we  were  when  connected  together. 
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'riicre  are  two  maUieniatical  means  of  cxiilainini;' 
tlie  theory  of  alternating  currents,  the  analytical  and 
the    graphical,    which    ha\e    about 
The  Circle  the    same    mutual    relations   a.s   al- 

Diagram  ,e:ebra  and  geometry,  or  more  .spe- 

cifically as  calcuhis  and  trigonome- 
try. Some  men  actually  think  in  calculus,  just  as  they 
might  think  in  German  or  in  the  metric  system  without 
need  of  translating  into  English  words  or  into  Eng- 
lish units.  .\  mathematical  equation  gives  to  thein  a 
vivid  mental  image  of  what  is  taking  place  in  a  trans- 
former or  motor,  the  different  symbols  clearly  repre- 
senting the  relations  between  variable  or  indeter- 
minate quantities. 

There  are  many  others  to  whom  these  equations 
mean  nothing  but  tedious  mechanical  operations,  but 
to  whom  the  graphical  methods  bring  ready  realization 
of  what  is  taking  place.  The  brain  can  be  reached 
more  quickly  through  the  ^ye  than  throucrh  anv  other 
sense  of  human  nature.  "Seeing  is  believing."  Lines 
curves,  angles  and  areas  appeal  directly  to  the  sight 
and  help  to  visualize  the  problem.  As  regards  sim- 
plicity and  clearness  they  are  like  the  sign  language 
bv  which  sava.ge  and  civilized  man  alike  can  'make 
known  their  wants.  The  graphical  method  is  of  value 
not  only  in  explaining  complex  matters  to  a  beginner, 
but  also  in  giving  the  adept  a  mental  picture  which 
materially  aids  him  in  his  more  exact  analytical  cal- 
culations. For  the  graphical  method  has  not  the  ex- 
tieme  accuracy  of  the  analytical,  giving  results  which 
are  onlv  approximate,  but  usually  near  enough  for 
practical  work.  .Adopting  the  chemical  parlance,  the 
graphical  method  may  be  said  to  be  qualitative,  while 
the  analytical  method  is  quantitative.  .\  simple  dia- 
oram  carries  conviction  wliere  mathematical  manii)u- 
lation   cause  confusion. 

The  circle  diagram  is  one  of  these  graphic  wavs  of 
explaining  the  action  of  induction  machines.  Since 
its  original  development  by  Heyland  in  T(So4,  it  has 
heen  somewhat  simplified  through  various  niodifica- 
tions  and  is  now  well  adapted  to  the  beginner's  use. 
Tt  is  based  upon  the  assumption  that  an  induction 
motor  may  be  regarded  as  a  transformer  whose  sec- 
ondary furnishes  mechanical  instead  of  electrical  en- 
ergy and  which  also  has  a  large  magnetic  leakage.  Tn 
]ilotting  the  current  and  voltage  vectors  of  an  induc- 
tion machine  under  different  loads  it  is  found  that 
the  end  of  the  vector,  representing  the  primary  cur- 
rent, moves  in  the  arc  of  a  circle  as  the  load  changes. 
Hence  the  name  "circle  diagram."  the  circle  represent- 
ing the  locus  of  the  current. 

.\side  from  giving  an  optical  illustration  of  the  ac- 
tion of  the  induction  motor  and  generator,  the  circle 
diagram  is  also  one  of  the  simjilest  means  of  obtaining 
the  characteristic  curves  of  these  machines,  showing  the 
spec<l.  trirf|ue,  power  factor  and  efficiency  at  \-arious 
Iliads.  \Miile  this  method  does  not  give  absolutely  ac- 
curate results,  errors  are  so  small  that  for  all  practical 
jnirposes  they  may  be  neglected, especially  as  they  often 
tend  to  cancel  each  other.  The  diagram  is  laid  out  to 
scale  and  from  it  all  the  desired  data  can  be  measured. 
Ttow  this  is  done  and  \vh\-  is  adniiraliK-  explained  in 
[■".  <1.  P>aum"s  paper  on  the  "Induction  Motor  and  Hen- 
cralnr"  as  published  elsew'here  in  this  issue. 


November   19,   1910) 


JOURNAL     OF     ELECTRICTY.,     POWER     AND     GAS 


453 


CURRENT  COMMENT 


'ihe  poorest  heal  conductors,  aside  Iroiii  iiilusunal 
earth,  are  wood  ashes  and  ceuieiil. 

Telephoning  from  New  York  to  Denver,  a  distance 
(if.22uu  miles,  will  be  possible  in  lyii.  The  two  cities 
will  be  connected  by  phantom  loaded  overhead  circuits. 

Calcium  cyanamide,  hitherto  used  chiefly  as  a  fer- 
tilizer, is  now  being  used  as  a  substitute  for  potassium 
cyanide  in  the  Clancy  process  of  extracting  gold  and 
Sliver  from  unroasted  sulphide  ores  by  electrolysis. 

The  h.p.  hour  weight  of  a  lead  storage  battery 

varies  from  60  to  80  llj.  while  that  of  an  equixalent  com- 
pressed air  storage  system  is  over  200  lb.  The  Edison 
battery  has  even  less  weight  but  occupies  greater  space. 

'Ihe  cost  of  one  c.p.  hour  has  been  estimated  by  a 
German  authority  to  be  equal  to  w  f  -f  a/  (s  n),  when 
w  is  the  watts  per  candle-power,  1  the  cost  of  a  watt- 
liuur  111  cents,  a  the  cost  of  the  lamp  in  cents,  s  the 
useful  life  of  the  lamp  111  hours  and  n  the  candle-power 
of  the  lamp. 

Oil  pipe  lines  from  Coalinga  include  two  belonging 
to  the  Standard  Oil  Company  going  to  Richmond  by- 
way of  Mendota;  one,  belonging  to  the  Associated 
Transportation  Company,  leading  to  Monterey  bay ; 
another  that  of  the  Associated  Pipe  Line  Companj',  ex- 
tending to  I'ort  Costa;  and  the  fifth,  the  property  of 
the  Producers  Transportation  Company,  conneciing 
the  Loalinga,  AIcKittrick  and  Midway  districts  with 
i'ort  tlarford. 

Copper  castings  of  high  electric  conductivity,  free 
from  blow  holes  and  of  all  sizes  and  shapes  are  now 
being  made  in  foundries  by  adding  a  small  amount  of 
boron  suboxide  to  the  copper  when  melted.  The  cast- 
ing can  be  easily  machined,  is  much  cheaper  than 
forged  copper  and  less  bulky  than  any  of  the  usual 
alloys.  This  "boronized"  copper  has  recently  Ijeeii 
developed  by  Dr.  E.  Weintraub  in  the  research  labor- 
atories of  the  (ieneral  Electric  Company. 

Boiler  corrosion  may  be  prevented  b}-  the  use  <jf 
zinc  and  tin  according  to  the  following  method  sug- 
gested in  a  paper  by  Carl  Hambuechen  at  the  recent 
Chicago  meeting  of  the  American  Electro-chemical  So- 
ciety. An  iron  rod  coated  with  tin  and  supporting  zinc 
rings  is  tightly  bolted  to  the  inside  of  the  boiler  shell, 
the  zinc  being  replaced  as  corroded.  The  tin  by  its 
overvoltage  effect  is  always  kept  clean  and  consequent- 
ly insures  the  good  electrical  contact  necessary. 

Triboluminescence,  or  light  arising  from  friction, 
is  exhiljited  b}-  certain  zinc  minerals  and  in  artificial 
zinc  compounds  such  as  a  mixture  of  seven  parts  of 
powdered  zinc  carbonate  and  three  parts  of  sulphur 
mixed  with  distilled  water  containing  a  trace  of  man- 
ganese sulphate.  This  mixture  is  first  gently  dried, 
then  powdered  and  finally  heated  to  redness  for  tv.'ent\' 
minutes  in  a  co\ered  crucible.  When  scratched  with 
a  sharp  point  a  train  of  yellow  sparks  are  emitted  which 
will  not  ignite  a  gas  or  vapor  as  does  the  alloy  of 
cerium    and    iron   ]HTfected   b)'    W'elsbach. 


California's  copper  production  in  tyoy  totaled  O5,- 
l^inZ^  llj^v  valued  at  $8,478,142.  Shasta  county  was 
the  largest  producer,  with  58,065,477  lbs. 

An  emulsified  cylinder  oil  has  much  less  lubricating 
power  and  must  consequently  be  used  in  much  larger 
quantities  than  a  clean  oil..  The  emulsion  is  also  easily 
washed  from  the  cylinder  walls;  which  further  increases 
the  consumption. 

The  Paris-Madrid  telephone  line,  900  miles  long, 
is  expected  to  be  ready  before  the  end  of  1911.  Paris 
is  already  telephoning  to  London  across  the  English 
channel,  and  equipment  is  now  lieing  installed  to  han- 
dle 400  messages  daily. 

The  Heroult  patents  for  electric  steel  making  and 
refining  in  this  country  have  recently  been  acquired  by 
the  United  States  Steel  Corporation  who  have  been 
operating  15-ton  Heroult  furnaces  at  South  Chicago, 
111.,  and  Worcester,  Mass.,  for  some  time. 

The  Stia  electrolytic  meter  gives  a  direct  reading 
of  the  number  of  ampere-hours  much  as  temperature  is 
read  from  a  thermometer.  Electrolytic  action  decom- 
poses mercuric  nitrate,  liberating  metallic  mercury 
which  drops  into  a  tube  graduated  to  give  the  number 
of  ampere-hours. 

A  wireless  telegraph  directory  has  been  imblished 
by  the  Bureau  of  Steam  Engineering  of  the  United 
States  Navy.  It  lists  all  stations  throughout  the  world, 
according  to  country,  giving  call  letters,  wave  length, 
power,  range  and  character  of  station.  Exclusive  of 
foreign  ships  and  of  amateur  stations,  there  are  1520, 
700  being  shore  stations.  The  U.  S.  Navy  maintains 
47  shore  stations  and  344  ship  installations. 

An  excess  power  meter  for  recording  the  amount 
of  electrical  energy  consumed  above  a  certain  pre- 
arranged amount  was  recently  shown  at  an  exhiijition 
of  the  Physical  Society  in  Paris.  On  the  axle  of  an  or- 
dinary meter  is  mounted  a  concentric  nickel  cylinder 
revolving  between  the  poles  of  permanent  magnet.  The 
meter  cannot  start  registering  until  there  is  enough 
ctirrent  to  overcome  the  counter  torque  due  to  the 
energy  consumed  by  the  hysteresis  in  the  nickel  cyl- 
inder. 

Electric  cooking  has  been  strongly  reconnnended 
Ijy  a  board  of  U.  S.  Navy  officers  who  recently  con- 
ducted a  series  of  comparative  tests  of  electric 
ranges  and  coal  ranges.  Meats  and  vegetables  for 
from  100  to  150  men  were  better  cooked  in  almost  half 
the  time  by  electricity,  no  matter  whether  fried,  boiled. 
broiled  or  baked.  Ten  pounds  of  meat  were  roasted  in 
one  hour  and  forty  minutes  I)y  7  kw.  hours,  whereas 
it  required  two  hours  and  twenty  minutes  for  41  lb. 
of  coal' to  accomplish  the  same  result.  The  final  con- 
clusion of  the  report  was  that  the  electric  range  should 
supersede  the  coal  range  on  board  ship  because  of  its 
cleanliness,  economy  of  time,  space,  and  operating, 
and  elimination  of  coal  boxes,  draft  tr(.)ul)les,  soot 
accumulation  and  excessive  heat  in  the  galley. 
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PERSONALS. 
George  F.   Maddock  of  H.   M.  Byllesby   &  Co.'.s   Portland 
office,  arrived  at   San  Francisco  last  week. 

T.  A.  Work,  of  the  IWonterey  Gas  &  Electric  Company  of 
Monterey,  Cal.,  visited  San  Francisco  this  week. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  returned  to  San 
Francisco  last  Monday  from  a  trip  to  San  Diego. 

Chester  H.  Pennoyer,  manager  of  the  National  Conduit 
&  Cable  Company,  left  last  Monday  on  a  tour  of  Southern 
California. 

Walter  S.  Allen,  an  official  of  the  American  Bell  Tele- 
phone Company,  of  New  York,  was  a  recent  visitor  to  the 
Pacific  Coast. 

R.  W.  Van  Norden  is  making  an  examination  of  water- 
power  possibilities  in  Plumas  county,  California,  for  a  for- 
eign syndicate. 

C.  W.  Waller,  of  the  Mojave  Water  &  Power  Company 
of  San  Francisco,  recently  returned  from  a  trip  through  the 
f'acitic    Northwest. 

H.  H.  Noble,  president  of  the  Northern  California  Power 
(!ompany,  left  for  Redding  last  Wednesday  on  an  inspection 
lour  of  the  system. 

H.  L.  .lackman,  manager  of  the  Humboldt  Electric  Light 
<S'  Power  Company,  of  Eureka,  was  a  San  Francisco  visitor 
during  the  past  week. 

W.  S.  Heger,  California  manager  for  the  AUis-Chalmers 
Company,  returned  to  San  Francisco  last  week  after  visiting 
his  Los  Angeles  office. 

S.  N.  Griffith  of  Fresno,  who  is  constructing  a  new  elec- 
tric railroad  in  the  San  Joaquin  Valley,  spent  a  few  days 
al   San  Francisco  last  week. 

President  J.  A.  Driffie  and  vice-president  J.  S.  Tor- 
rance of  the  Ventura  County  Power  Company,  Ventura,  Cal., 
have  interchanged  positions. 

P.  O.  Crawford,  electrical  engineer  with  the  Northern 
California  Power  Company,  has  returned  to  Redding  after 
attending   the  varsity   football  game  at  Berkeley. 

J.  W.  White,  of  the  sales  department  of  the  Fort  Wayne 
Electric  Works,  is  making  a  business  trip  through  the  mining 
districts  of  Northern  California  and  Southern  Oregon. 

Sidney  Sprout  returned  last  Tuesday  from  Oxnard,  where 
he  has  been  doing  engineering  work  in  connection  with  the 
electric  plants  of  the  Ventura  Power  Company's  system. 

Edward  L.  Haines,  electrical  engineer  with  J.  G.  White 
&  Co.,  Alatka  Commercial  Building,  San  Francisco,  has  been 
;ipi)ointed  secretary  of  the  San  Francisco  Section,  A.  I.  E.  E., 
foi-  the  ensuing  year. 

E.  V.  D.  Johnson,  general  manager  of  the  Northern  Cali- 
fornia Power  Company,  who  came  to  San  Francisco  last  week 
for  a  slight  operation  following  an  automobile  accident,  is 
rapidly  recovering  at  a  local  hospital. 

J.  Jenkinson,  meter  man  with  the  British  Columbia  Rail- 
way, Light  &  Power  Company  of  Vancouver,  B.  C,  returned 
home  this  week  after  refereeing  the  Rugby  football  game 
between   the   universities   of   Stanford   and   California. 

G.  R.  Field,  assistant  general  manager  of  the  Great  West- 
ern Power  Company,  spent  several  days  during  the  past  week 
in  the  vicinity  of  the  Big  Bend  of  the  Feather  river,  where 
a  large  plant  is  in  continuous  operation  and  improvements  are 
being  made. 

C.  E.  Groesbeck,  one  of  the  vice-presidents  of  H.  M. 
Pyllesby  &  Co.,  of  Chicago,  spent  the  past  week  at  San  Fran- 
cisco, conferring  with   representatives  of  his  own  and  other 


corporations  having  extensive  electric  power  interests  on  the 
Pacific  Coast. 

J.  B.  Adams,  formerly  in  charge  of  the  Pacific  Gas  & 
IGiectric  Company's  Colgate  plant,  has  been  made  superin- 
tendent of  the  De  Sabla  Power  Division,  vice  1.  li.  Adams, 
who  has  resigned  to  go  to  South  America.  The  ("olgate 
hydroelectric  plant  is  now  in  charge  of  Joseph  Mini,  Jr. 

Newly-elected  associates  of  the  A.  I.  I.  E.  include  J.  C. 
A.lbert,  electrical  inspector.  Pacific  Electric  Railway  Company, 
I.,os  Angeles,  Cal.;  F.  E.  Alexander,  electrical  engineer.  Ana- 
conda Copper  Mining  Company,  Butte,  Mont;  E.  J.  Barry, 
electrical  engineer,  Potlatch  Lumber  Company,  Potlatch, 
Idaho;  R.  R.  Easter,  operating  department,  Seattle-Tacoma 
Power  Company,  Seattle,  Wash.;  L.  Edwards,  shift  operator, 
Vancouver  Power  Company,  Ltd.,  Lake  Buntzen  Power  House, 
Burrand,  B.  C;  R.  W.  Grigsby,  consulting  engineer,  Los  An- 
geles, Cal.;  C.  L.  Hoon,  electrician,  Los  Angeles  aqueduct. 
Brown,  Cal.;  H.  B.  Lynch,  manager  lighting  department.  City 
of  Glendale,  Cal.;  A.  H.  Noyes,  electrician.  Snow  Mountain 
Water  &  Power  Company,  Ukiah,  Cal.;  J.  Petersen,  manager, 
Frank  E.  Harmon  Co.,  Portland,  Ore.;  E.  Popper,  shift  engi- 
neer in  charge,  United  Missouri  River  Power  Company,  Butte, 
Montana;  A.  LeR.  Taylor,  laboratory  asr'«tant.  University  of 
Utah,   Salt  Lake  City,  Utah. 


TRADE    NOTES. 

Standard  Electric  Construction  Company  has  the  contract 
lor   wiring   the   Pullman   shops,   at   Point   Richmond. 

H.  L.  Harkness,  Metropolis  Bank  Building,  San  Fran- 
cisco, opened  offices  as  manufacturing  agents  for  contractors' 
supplies. 

The  Electrical  Appliance  Company  of  Portland  has  been 
absorbed  by  the  Barretts  Company,  Inc.,  of  410  Morrison  St., 
Portland,  Oregon. 

The  Pacific  Surety  Company  of  San  Francisco  are  adding 
a  department  for  the  insurance  and  inspection  of  flywheels 
and  boilers.  C.  M.  Hansen,  for  the  past  two  years  manager 
o*'  the  Pacific  Coast  division,  inspection  department,  of  the 
Maryland  Casualty  Company,  will  take  over"  the  manage- 
ment of  the  inspection  department  of  the  Pacific  Casualty 
Company,  December  l.j. 

The  Pelton  W'ater  Wheel  Company  of  San  Francisco  has 
sold  to  the  Klamath  Falls  Light  &  Power  Company  a  Pelton- 
Francis  turbine  water-wheel  of  1050  h.p.  which  is  to  be 
direct  connected  to  a  Westinghouse  generator  operating 
at  400  r.p.m.  The  wheel  will  have  a  double  cylindrical  case 
and  will  operate  under  an  effective  head  of  46  feet  at  the 
town  of  Klamath  Falls.  A  Pelton  oil  pressure  governor  will 
he  used  in  connection  with  a  mechanically  operated  relief 
valve. 

The  Hydroelectric  Company  has  purchased  for  its  power 
plant  on  Mill  Creek,  near  Bodie,  an  additional  Allis-Chalmers 
l.'iOO-kw.  2200-v  generator.  It  will  be  direct  connected  to  a 
2500-h.p.  Pelton  impulse  wheel  which  is  to  be  operated  under 
a  head  of  OSO  feet  at  400  r.p.m.  A  Pelton  automatic  needle 
nozzle  will  be  directly  actuated  by  a  Pelton  oil  pressure 
governor.  The  Fort  Wayne  Electric  Works  secured  tlie  con- 
tract for  all  of  the  switchboard  equipment.  The  General 
Electric  Cpmpany  will  supply  all  of  the  transformers.  D.  A. 
Chapjiell  is  president  of  this  company  which  will  start  u]) 
its  initial  unit  of  1.500  kw.  already  installed,  within  a  month 
or  two.  Current  will  be  transmitted  over  the  main  trans- 
mission line  at  55,000  volts.  Two  600-kw.  substations  have 
been  installed  at  Aurora  and  Bodie  and  extensions  will  be 
built  to  Fairview  and  Wonder,  making  about  75  miles  of  trans- 
mission line.  The  Bodie  Consolidated  has  installed  an  elec- 
trically driven  air  compressor  and  will  use  Starrett  pumps 
for  mine  drainage  work. 
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974,960.  Apparatus  for  Making  Conduits  and  Tunnels. 
.John  Phillip  Grohs,  Los  Angeles,  Cal.  A  form  of  the  class  de 
scribed,  comprising  a  frame  having  a  bottom  sill,  rotatable 
blocks  on  the  upper  side  of  said  sill  near  the  ends  thereof, 
posts  stepped  on  the  ends  of  said  sill  and  abutting  the  outer 


faces  of  said  bloclvs,  said  posts  diverging  outwardly  in  an 
upper  direction,  the  upper  ends  of  said  posts  having  seats 
formed  thereupon,  a  beam  resting  on  said  seats,  dia.gonal 
braces  pivotally  attached  to  said  beam,  moans  for  detaolial)l.\ 
securing  said  diagonal  braces  to  said  posts,  side-panels,  ami 
means  for  attaching  the  same  to  said   iiosts. 

975,350.  Valve  for  Water-Nozzles.  Frederick  Gfeller. 
Oakland,  C"al.  The  combination  in  a  pressure  discharge  noz- 
zle, of  a  convergent  exterior  shell  and  ti|),  an  interior  shell 
having  its  outer  portion  concentric   with   and   api)roximating 


the  shape  of  the  outer  end  of  the  exterior  shell,  and  hav- 
ing a  cylindrical  central  opening,  a  pair  of  connected  ijlungcrs 
fitting  and  reciprocal  in  the  interior  shell,  and  a  convergent 
needle  carried  by  the  plunger  an^  extending  into  the  nozzle 
till. 

975,262.  Gas-Filter.  George  S.  Linn,  Santa  Barbara,  Cal.. 
assignor  of  one-half  to  Edwin  S.  Hicks,  Santa  Barbara,  Cal. 
In  a  device  of  the  class  described,  the  combination  with 
1  cylindrical  casing  disposed  on  a  horizontal  axis  and  having 
drain  openings  at  its  lower  side,  of  closing  heads  at  opposite 
ends  thereof,  inlet  and  outlet  pipes  leading  respectively  from 


/■^ 


the  heads,  one  of  said  heads  having  upon  the  inner  side 
thereof,  circumscribing  the  outlet  pipe  a  transversely  seg- 
mental strainer  casing  having  a  plane  floor  and  arcuate  upper 
w-all  concentric,  with  the  w-all  of  the  cylindrical  casing,  the 
inner  end  of  said   strainer  casing   being  disposed   intermedi- 


ately of  the  cylindrical  receptacle,  a  screen  member  carried 
across  said  strainer  casing  spaced  from  the  supporting  heads, 
a  second  screen  hinged  to  the  opposite  end  of  the  strainer 
casing  and  adapted  to  close  said  ends,  said  plane  floor  hav- 
ing perforations  therethrough  and  permeable  material  carried 
in  the  casing  for  collection  of  moisture  in  gases  passing 
therethrough  for  drainage  by  gravity  tlirough  the  openings 
in  said  floor. 

975,105.  Semi-Automatic  Telephone  System.  Charles  R. 
-Austin,  Long  Beach,  Cal.  A  telephone  system,  comprising  a 
central  station,  a  plurality  of  sub-central  stations,  a  plurality  of 
subscriber's  lines  connected  to  each  sub  central  station,  each 
sub  central  station  having  automatic  switch  means  responsive 
to  selective  impulses  from  the  central  station  to  connect  one 
end  of  the  subscriber's  line  to  a  line  from  the  central  station. 


a  plurality  of  selective  impulse  transmitters  at  the  cen- 
tral station,  each  selective  transmitter  being  adapted  to 
send  a  selective  series  of  impulses  corresponding  to  one  of 
the  subscriber's  lines  at  the  sub-central  station,  and  manual- 
switch  means  at  the  central  station  having  an  individual  con- 
nection for  each  of  the  selective  impulse  transmitters,  where- 
by the  said  manual  switch  means  manually  selects  the  select- 
ive impulse  transmitter,  and  said  transmitter  automatically 
selects   the   stibscriber's   line. 

974,957.  Telephone-Directory.  Wallace  G.  F^'ench,  Oak- 
land. Cal.  In  combination  with  a  suijport  jirovided  with 
means  for  securing  it  to  a  stand  or  the  like,  u])per  and  lower 
parallel  members  secured  at  one  end  to  said  support,  the 
other  ends  of  said  members  being  free,  a  shaft  rigidly  se- 
cured at  one  end  to  said  support  and  extending  substantially 


parallel  with  said  upper  and  lower  members,  the  other  end 
of  said  shaft  being  free,  a  tube  rotatably  and  removably 
mounted  on  said  shaft,  disks  secured  upon  said  tube,  each 
having  a  circular  series  of  recesses,  memorandum  cards  and 
metallic  clips  secured  upon  adjacent  corners  of  said  cards 
and  having  reduced  ends  in  said  recesses,  substantially  as 
described. 
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MOTOR  DRIVE  IN  A  BOOKBINDERY. 
The  Williams  Boolibinding  Comiiany  of  New  York  City 
in  1907  found  itself  seriously  handicapped  by  an  inefficient 
belt  drive  from  the  cellar  source  of  power  which  supplied 
tbeir  two  floors.  In  order  to  get  better  variable  speeds  and 
likewise  do  away  with  the  loss  of  production  from  oil  and 
grii  falling  from  overhead  shafting  they  took  up  the  elec- 
tric drive  as  a  solution  of  their  troubles. 


rheostat  couli'olling  liandlr,  and  several  smaller  switches  for 
the  230  volt  lighting  circuit.  The  panel  to  the  extreme  right 
i3  a  feeder  panel  for  the  230  volt  lighting  circuit  and  it  also 
feeds  the  fourth  floor  distribution  board  shown  in  Pig.  2.  A 
Thompson  astatic  totalling  wattmeter  is  mounted  on  this 
panel.  The  two  remaining  panels  serve  as  distribution 
boards  for  the  lights  and  motors  of  the  fifth  or  generating 
floor. 

A  battery  of  si.\  Dexter  folders  with  mechanical  feeders 
is  shown  in  Fig.  3.     The  motors  for  these  folders  are  started 


Fig.    1.      40    k\v.    Generator    and    Main    Switchboard. 


Fig.   2.      General  View   of  Fourtli   Floor. 


Fig    4.      Paper    Cutter. 


The  generator  is  a  40  kw.  250  volt  machine  meunted 
on  the  ceiling  and  driven  by  shafting  and  belting  from  a 
slow  speed  Corliss  engine  in  the  basement.  Directly  under- 
neath the  generator,  as  shown  in  Pig.  1,  is  the  main  switch- 
board. The  .generator  panel  is  provided  with  a  main  line 
switch,  a  300   scale   voltmeter,  a  200  scale   ammeter,   a  field 


ip  <<i  Six  Dexter  Folilcrs  Fitted  with 
Mechanical    Feeders. 

and  stopped  by  means  of  two-button  push  buttons,  six  of 
which  are  placed  at  different  points  about  each  machine,  so 
that  the  attendant  may  stop  or  start  the  machine  from  any 
position.  These  push  buttons  control  an  automatic  starter 
for  the  motor.  A  field  rheostat  is  also  installed,  and  by  set- 
ting this  the  foreman  can  arrange  for  any  speed,  so  that  the 
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attendant  need  only  operate  the  controlling  buttons.  The 
automatic  starter,  field  rheostat,  main  line  switch  and  fuses 
are  mounted  on  a  slate  panel  set  up  within  the  framework 
cC  the  folder,  but  not  visible  in  the  illustration. 

Fig.  4  shows  a  cutter,  whose  motor  is  started  and 
stopped  about  once  in  every  ten  minutes.  The  apparatus  is 
self-explanatory. 


Fig.  6  shows  an  arrangement  by  means  of  which  time  is 
saved  both  In  the  frequent  use  of  the  hand  starting  rheo- 
stat and  in  the  cumbersome  method  of  pulling  back  the 
fly-wheel  by  hand.  The  reversing  switch,  when  moved  from 
the  vertical,  will  cause  the  automatic  starters  to  operate, 
thereby  energizing  the  motor.  When  the  foot  brake  is  pressed 
down,   the   circuit   will   open,   the   operation   being   the   same 


fig. 


The  makers  of  the  pasting  machine  shown  in  Fig.  5  did 
not  believe  that  this  piece  of  apparatus  could  be  operated  by 
a  motor  because  of  the  fact  that  it  had  to  be  stopped  quickly 
and  would  require  an  unusually  strong  man  on  the  brake.  A 
motor,  an  automatic  starter,  and  a  dynamic  brake  made  this 
machine  manageable  by  a  .girl  attendant,  who  needs  only  to 
push  the  control  button. 


Fit^ 


Gatherer. 


Fig.    6.      Rounder    and    Backer. 

A  rounder  and  backer  is  a  slow  moving  machine  used  for 
rounding  the  back  of  a  book.  As  ordinarily  equipped,,  the 
electrical  application  consists  of  a  hand  operated  rheostat,  a 
motor,  and  a  foot  switch  to  open  the  holding  coil  of  the 
rheostat  when  the  brake  is  worked.  When  it  is  desired  to 
reverse  the   machine,   the   fiy-wheel   is   pulled  back   by  hand. 


when  the  machine  is  reversed.  The  attendant  keeps  his  foot 
on  the  brake  most  of  the  time.  A  field  rheostat  enables  the 
foreman  to  set  the  speed  for  the  outi)ut  desired;  this  may 
vary  from  30  to  90  books  an  hour  according  to  size,  shape 
and  weight  of  material. 

A  book  is  usually  made  up  of  from  25  to  60  sections  which 
are  gathered  in  proper  order  by  a  motor  driven  gatherer 
shown  in  Fig.  7,  the  operating  buttons  being  located  on  the 
machine  at  the  receiving  end.  The  motor  is  mounted  on 
pipe  supports. 

About  35  motors  varying  in  size  from  %  h.p.  to  a  h.p. 
are  now  in  this  plant.  Small  motors  of  one  horse-power  or 
less,  operating  machines  which  require  practically  no  start- 
ing torque,  are  compounded  and  thrown  across  the  line. 
These  motors  are  started  by  3-way  snap  switches  which  give 
full  field  before  the  armature  is  switched  onto  the  line;  this 
arrangement  obviating  considerable  troulile  from  the  blow- 
ing of  fuses. 

Nearly  all  motors  larger  than  one  horsei)Ower  are  pro- 
vided with  automatic  starting  devices,  the  result  of  which 
is  an  increase  of  15  per  cent  in  the  output  for  a  given  num- 
ber of  men  and  machines.  This  increase  in  production  has 
not  been  due  alone  to  the  speeding  up  of  various  machines, 
but  to  the  time  saved  through  not  having  the  eni|)Ioyees 
concerned  with  starting  the  motors. 

At  first,  when  hand  operated  rheostats  were  used,  the 
girl  attendants  would  pull  away  from  a  rheostat  handle 
when  a  spark  occurred;  several  attempts  usually  being  made 
before  the  lever  was  finally  set  on  the  holding  coil.  The  male 
attendants,  on  the  other  hand,  would  hold  the  handle  on  a 
point  until  smoke  came  from  the  rheostat,  when  they  would 
let  the  handle  go  and  wait  for  the  rheostat  to  cool.  It  was 
to  eliminate  these  losses  that  the  company  installed  auto- 
matic starting  devices  and  the  results  have  more  than  justi- 
fied the  expenditure. 

Before  the  addition  to  the  switchboard  equipment  of  the 
totaling  wattmeter  mentioned  previously,  it  had  been  the 
custom  of  the  company  and  the  owners  of  the  building  to 
arrive  at  an  agreement  as  to  the  probable  power  require- 
ments and  to  draw  up  a  contract  accordingly.    The  wattmeter 
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showed  a  2'>  jier  cent  suiiUler  average  load  than  that  agreed 
upon  and  a  corresponding  reduction  was  made  in  the  price 
for   power. 

It  will  l)e  noted  that  some  of  the  motors  have  to  start 
under  weakened  field.  To  overcome  this  disadvantage  25 
per  cent  extra  capacity  and  compounding  were  added  to 
the  motors.  With  this  addition,  no  trouble  is  experienced  in 
starting  up  any  position  of  weakened  fields. 

The  electrical  equipment  of  this  plant  is  of  (ieueral 
Electric  manufacture  throughout. 


TELEPHONES  FOR  DISPATCHING  TRAINS. 

The  telephone  method  of  dispatching  trains  has  lately 
been  adopted  on  the  Shasta  Division  of  the  Southern  Pacific 
Railroad,  where  telephone  circuits  have  been  installed  over 
291  miles  of  road.  The  new  method  is  being  used  over  a 
20G  mile  section  of  main  line  between  Ashland,  Oregon  and 
Red  Bluff,  California,  and  a  branch  of  95  miles  from  Weed, 
California,  to  Klamath  Falls,  Oregon.  The  dispatcher  is  at 
Dunsmuir,  California,  which  is  98  miles  from  Red  Bluff,  the 
southern  terminal  of  the  circuit.  There  are  twenty-five  sta- 
tions on  the  entire  circuit,  twelve  being  between  Dunsmuir 
and  Red  Bluff,  nine  between  Dunsmuir  and  Ashland  and  four 
between  Weed  and  Klamath  Falls. 

This  entire  circuit  is  composed  of  especially  drawn  30IJ 
pound  copper  wire,  metallic  circuit.  This  telephone  line 
goes  through  a  mountainous  region,  and  wire  of  extreme 
V  eight  has  been  selected,  not  alone  for  conductivity  but  for 
tensile  strength  as  well.  This  circuit  during  sixteen  hours 
out  of  twenty-four  is  cut  into  two  sections  and  during  the 
third  "trick"  the  entire  circuit  is  operated  by  one  dispatcher. 

The  apparatus  for  this  dispatching  system  has  been  fur- 
nished by  the  Western  Electric  Company,  which  has  made 
more  than  90  per  cent  of  the  train  dispatching  telephones 
now  in  use  in  the  United  States.  Passenger  and  freight 
trains  on  the  Southern  Pacific  are  equipped  with  portable 
telephone  sets,  enabling  trainmen  to  get  in  touch  with  the 
dispatcher  from  any  point  along  the  road. 


GREAT  ELECTRIC  DELIVERY  SERVICE. 

The  recent  electric  delivery  service  installed  by  Gimbel 
Bros,  of  New  York,  shows  a  combination  of  hard-headed  busi- 
ness economy,  progressiveness,  and  a  keen  appreciation  of 
the  advertising  value  of  swift,  sure  and  silent  delivery.  Their 
initial  installation  covers  a  total  of  (!G  vehicles,  36  of  which 
are  for  small  package  delivery,  and  30  for  heavier  service, 
ranging  in  capacity  from  two  to  five  tons. 

The  entire  line  of  vehicles  was  built  by  the  Studebaker 
Company,  and  all  are  equipped  with  Westinghouse  motors, 
controllers,  main  switches,  charging  plugs,  and  receptacles. 
The  motors  for  the  package  delivery  wagons  are  known  as 
the  Type  V-20-A  motor  rated  at  31  amperes,  50  volts,  1250 
r.p.m.  From  this  size  the  motors  increase  in  size  to  the 
store  truck  which  is  equipped  with  two  type  V-30  motors 
rated  at  80  volts,  35  amperes,  800  r.p.m.  All  motors  are  series 
wound,  and  all  are  provided  with  ball  bearings.  The  vehicles 
are  equipped  with  Westinghouse  continuous  torque  metal 
drum  series-parallel  controllers,  giving  five  speeds  forward 
and  five  reverse. 

Electric  vehicles  have  now  been  in  service  long  enough 
to  pass  the  experimental  stage  and  to  demonstrate  their  great 
superiority  over  horse  drawn  vehicles  and  other  tractors, 
especially  for  service  in  congested  districts.  From  stand- 
points of  economy,  speed  reliability  under  all  conditions,  dura- 
bility, cleanliness,  in  fact  from  almost  every  conceivable 
standpoint  the  electrically  driven  delivery  wagon  has  much 
the    advantage. 

In  placing  so  large  an  order  as  that  of  the  Gimbel  Broth- 
ers, it  was  indicative  of  good  business  foresight  to  use  the 
greatest  care  in   selecting  all   vital   parts   of  the   equipment. 


Among  these  parts  none  was  of  greater  importance  than 
the  motors  and  controllers;  for  successful  operation  of  the 
vehicles  these  two  parts  must  be  of  the  greatest  possible 
reliability  and  durability.  They  must  be  highly  efficient,  of 
maximum  strength,  and  minimum  weight;  they  must  be  built 
to  withstand  the  most  severe  service  conditions  to  which 
electrical  apparatus  can  be  subjected  in  the  hands  of  un- 
skilled operatives.  The  ordinary  protection  afforded  by  fuses 
or  circuit-breakers  is  not  desirable  here,  and  moreover  is 
not  required,  since  the  motors  selected  will  take  the  full  bat- 
tery current  without  injury. 


NEW  CATALOGUES. 

Conyjressed  Air  for  Industrial  Purposes  is  illustrated 
and  described  in  Bulletin  4025  from  the  Allis-Chalniers  Com- 
I)any. 

Circular  114  from  the  D.  &  W.  Fuse  Co.,  Providence, 
R.  I.,  is  devoted  to  Subway  Boxes  of  various  types  for  exact 
ing  service. 

Bulletin  No.  4769,  entitled  "Train  Lighting  with  G-E 
Mazda  and  Tantalum  Lamps,"  should  be  of  interest  to  all  con- 
nected with  this  branch  of  transportation. 

Bulletin  No.  9  from  the  Bowie  Switch  Company,  Lick 
I3uilding,  San  Fi-ancisco,  illustrates  and  explains  the  use  of 
Kilarc   high-tension   switches   and   circuit-breakers. 

National  Metal  Moulding  Company  of  Pittsburg,  Pa.,  have 
issued  an  attractive  catalogue  and  price  list  of  fittings  for  tliis 
"ideal  method  of  metal-enclosed  exposed  wiring."  Detailed 
illustrated  instructions  are  given  for  its  installation. 

In  Bulletin  No.  4780,  just  issued  by  the  General  Electric 
Company,  is  illustrated  and  described  the  Gem  lamp  which 
has  a  higher  economy  and  greater  illuminating  power  than 
the  carbon,  but  is,  of  course,  less  efficient  than  either  the 
Tantalum  or  Mazda. 

Ad.  Book  No.  21,  just  issued  by  the  Westinghouse  Elec- 
tric &  Manufacturing  Company,  Pittsburg,  Pa.,  contains  com- 
prehensive, forceful  advertisements  of  the  company's  general 
utility  motor.  The  copy  is  intended  to  be  of  assistance  to 
central  station  companies  that  are  conducting  campaigns  to 
build  up  their  day  loads. 

An  interesting,  well  illustrated  booklet  has  just  been 
issued  by  the  Westinghouse  Electric  &  Manufacturing  Com- 
pany on  the  subject  of  Unit  Switch  Control.  The  circular, 
numbered  1189,  explains  the  plan  of  operation  of  this  type 
of  control,  shows  complete  wiring  and  piping  diagrams,  and 
discusses  the  details  of  the  apparatus. 

In  Bulletin  No.  4777,  recently  issued  by  the  General  Elec- 
tric Company  on  the  subject  of  "Building  Lighting,"  many 
illustrations  of  both  exteriors  and  interiors  of  buildings 
lighted  by  GE  Mazda  and  Tantalum  lamps  are  shown.  In 
addition  to  these  illustrations,  there  are  data  relative  to  the 
subject  and  illustrations  of  the  complete  lines  of  both  types 
of  lamp. 

In  Bulletin  No.  4781,  recently  issued,  the  General  Electric 
Company  illustrates  the  series  Mazda  lamp,  and  offers  con- 
siderable data,  proving  the  advantages  possessed  by  this 
lamp  over  the  other  incandescent  lamps  used  for  this  purpose. 
The  bulletin  illustrates  also  various  styles  of  fixtures  used 
in  connection  with  street  illumination,  and  contains  consid- 
erable data  which  will  be  of  service  to  all  interested  in  this 
subject. 

The  Westinghouse  Electric  &  Manufacturing  Company, 
of  Pittsburgh,  Pa.,  has  just  issued  its  Ad.  Book  No.  20,  offer- 
ing newspaper  copy  to  the  central  stations  that  are  boom- 
ing electrical  appliances.  The  book  contains  a  complete 
collection  of  attractive  and  forceful  ads,  covering  the  West- 
irghouse  Company's  lines  of  toaster  stoves,  disc  stoves,  irons, 
luminous  radiators,  air  heaters,  bell  ringing  transformers,  and 
Cooper  Hewitt  rectifiers. 


November   19,  1910) 


JOURNAL    OF    ELECTRICTY.    POWER    AND     GAS 


459 


INCORPORATIONS. 

SEATTLE,  WASH.— The  West  Coast  Light,  Power  & 
Water  Company,  capital  $500,000,  has  been  incorporated  by 
Albert  N.  Moughin,  Alfred  P.  Dobson  and  S.  F.  Bradbury. 

IRONDALE.  WASH. — Articles  incorporating  a  monorail 
system  have  been  filed  at  Olympia  by  Walter  Strange,  Homer 
C  Meyers,  capitalized  at  $500,000.  It  is  the  intention  of  the 
company  to  begin  the  immediate  construction  of  a  monorail 
railroad  connecting  Port  Townsend  and  this  place. 


FINANCIAL. 

KINGSBURG,  CAL.— A  bond  issue  of  $26,0(10  for  water 
works  and  fire  protection  for  this  city  has  been  authorized 
by  a  vote  of  106  to  24. 

CORNING,  CAL. — At  an  adjourned  meeting  of  the  town 
trustees  last  week  an  ordinance  was  passed  offering  for  sale 
the  $70,000  bonds  voted  recently  to  build  water  and  sewer 
systems. 

PASCO,  WASH.— The  Council  has  passed  an  ordinance 
lor  the  purchase  of  water  rights  from  the  Pasco  Reclamation 
Company,  the  proposed  price  of  which  is  $50,000.  General 
city  bonds  in  the  denomination  of  $5000  each  are  to  be  issued 
to  take  care  of  the  purchase  price. 

LOS  ANGELES,  CAL. — The  Council  has  voted  to  accept 
a  modified  contract  for  the  sale  oi  the  renuiining  $8,250,- 
000  bonds  to  the  syndicate  headed  by  Kountze  Bros,  and  A. 
B.  Leach  &  Co.  of  New  York,  of  which  $2,270,000  are  to  be 
tpken  at  once.  Money  will  be  spent  mostly  on  steel  siphons 
for  the  aqueduct. 

VALE,  ORE. — Sealed  proposals  will  be  received  by  the 
Common  Council  of  the  City  of  Vale,  Malheur  county,  offering 
the  purchase  of  bonds  in  the  sum  of  $35,000  to  be  issued  in 
any  sum  not  less  than  $100,  nor  more  than  $1000,  for  the 
purpose  of  installing  a  flow  line  to  furnish  said  city  with  a 
gravity  system. 

SALINAS,  CAL.— At  the  meeting  of  the  City  Council  this 
week  plans  will  be  completed  by  the  municipal  government 
for  calling  an  election  to  bond  the  city  to  provide  a  munici- 
pally owned  and  operated  gas.  wafer  and  electric  light  plant. 
The  cost  of  the  proposed  improvem,,ents  will  be  in  the  neigli- 
borhood  of  $125,000. 

TURLOCK,  CAL. — A  special  election  will  be  held  in  the 
city  of  Turlock  on  Monday,  November  21,  1910,  at  which  time 
will  be  submitted  the  question  of  issuing  and  selling  bonds 
in  the  amount  of  $15,000  for  the  construction  and  completion 
of  a  more  extensive  water  system,  and  also  for  the  incurring 
a  bonded  indebtedness  of  $10,000  for  the  construction  of  and 
completion,  of  a  more  extensive  sewer  system. 


TRANSMISSION. 

■  LOS  ANGELES.  CAL.— The  Desert  Power  &  Water  Com- 
pany, is  doubling  the  capacity  of  its  electric  power  plant  at 
Kingman,  Ariz.,  at  a  cost  of  about  $75,000  and  is  extending 
one  of  its  supply  lines  six  miles  making  its  system  aggregate 
about  32  miles. 

TACOMA,  WASH. — Messrs.  Savage  &  Nichols  have  been 
awarded  the  contract  for  the  building  of  the  upper  portion 
of  the  Nisqually  power  system.  The  work  on  which  contracis 
have  been  let  is  the  building  of  a  dam  in  the  Nisqually  river 
and  of  a  10,000  foot  tunnel.  Chief  Engineer  Hamilton  F. 
Gronen  is  of  the  opinion  that  the  city  would  save  15  to  20 
per   cent   on    $300,000   or   $400,000   worth   of   machinery   if   it 


should  buy  the  machinery  direct  from  the  manufacturers. 
Commissioner  Nicholas  Lason  of  the  department  of  light  and 
water  is  anxious  to  buy  the  machinery  separately  and  espe- 
cially  to  let  a  contract  for  the  transmission  line. 

WALLA  WALLA,  WASH.— A.  S.  Grenier  of  Portland, 
manager  of  the  Pacific  Power  &  Light  Company  announces 
that  the  company  plans  to  build  a  power  transmission  line 
from  here  to  Freewater  country,  which  will  furnish  power 
tor  pumping  water  for  irrigation  of  11.000  acres. 

SPOKANE,  WASH.— D.  L.  Huntington,  president  of  the 
Washington  Water  Power  Company,  announces  that  the  coni- 
l)any  has  purchased  7000  acres  of  land  north  and  west  of  the 
Nine  Mile,  on  the  Spokane  river  and  has  about  completed 
preliminary  negotiations  for  building  an  electric  power  plant. 

RED  BLUFF,  CAL.— Three  deeds  have  been  filed  which 
conveyed  to  the  Northern  California  Power  Co.  the  right  to 
construct,  use  and  maintain  ditches,  flumes  and  tunnels, 
power  lines  and  wagon  roads  across  the  lands  of  Elmer  L. 
FuUwright  and  Willis  H.  Stone.  Provisions  are  made  in  the 
deeds  requiring  the  company  to  furnish  gates  so  water  can 
be  used  for  stock  and  to  provide  adequate  protection  against 
the  injury  of  stock.  The  lands  are  about  IS  miles  northeast 
of  Red  Bluff  and  evidently  the  lines  to  be  constructed  are  from 
the  sotith  fork  of  Battle  Creek. 

WILLOWS,  CAL. — A  new  electric  company,  which  is 
being  formed  with  C.  R.  Wickes  as  one  of  the  prime  movers 
and  a  number  of  l,ocal  people  as  stockholders,  has  applied  to 
the  trustees  for  a  franchise  for  a  line  through  the  streets  of 
Willows,  asking  that  the  franchise  be  offered  for  sale.  The 
company  expects  to  get  power  from  the  Sacramento  Valley 
Power  Company,  the  latter's  line  now  being  three  miles  from 
Orland.  If  the  local  company  secures  the  franchise  its  rep- 
resentatives promise  to  furnish  the  citizens  of  Willows  with 
light  and  power  within  six  months. 

WONDER,  NEV. — The  survey  of  the  electric  power  line 
to  Wonder  has  been  completed  and  contracts  for  its  construc- 
tion are  to  be  entered  into  immediately.  Some  of  the  ma- 
terials are  already  on  the  ground.  The  line  is  to  be  con- 
structed by  the  Mono  Electric  Power  Company  from  Lucky 
Boy  to  Wonder,  a  distance  of  75  miles,  and  is  to  be  com- 
pleted by  February  15,  1911.  Current  at  a  voltage  of  60.000 
is  to  be  delivered  to  mining  companies  and  other  consumers 
for  light  and  power.  The  company  generates  its  power  in 
Mono  county  in  the  Sierra  Nevadas.  and  has  had  some  trou- 
ble in  getting  a  permit  to  cross  a  National  Forest  with  its 
pipe  line. 

OROVILLE,  CAL. — Filings  have  been  made  on  large  quan- 
tities of  water  to  be  taken  from  the  Middle  Fork.  Falls  river 
and  Bear  Creek  in  that  section.  A  power  house  to  generate 
electricity  will  be  erected  on  a  high  hill  near  the  junction 
of  the  Middle  Fork  and  Fall  river.  Paul  Rohrig  has  filed 
upon  20,000  inches  of  water  to  be  taken  from  the  Middle 
Fork  of  the  Feather  river  near  the  junction  with  Bear  Creek, 
in  Plumas  county,  and  to  be  conveyed  by  a  16-foot  ditch  for 
a  distance  of  22  miles  to  the  junction  of  the  Fork  and  Falls 
rivers.  The  appropriation  states  that  a  concrete  dam  25  feet 
high,  10  feet  through  and  200  feet  long  is  to  be  built  at  the 
point  of  diversion  of  the  stream. 

BAKERS  rt'IELD.  CAL.— Work  on  the  new  sub-station  for 
I  lie  San  .loaquin  Light  &  Power  Company  at  Twerly-fourth 
street  and  TTiiion  avenue  is  being  completed  as  rapidly  as 
possible  and  the  officials  of  the  company  expect  to  have  the 
plant  ready  for  operation  this  week.  Although  neither  roof  nor 
sides  have  been  put  on  the  building,  the  machinery  has  been 
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partially  placed  in  position  and  the  walls  and  roof  will  be 
erected  later.  One  750  kw.  generator  and  Curtiss  turbine  en- 
gine have  been  set  up  together  with  all  of  the  boilers  and  other 
paraphernalia  for  running  the  big  generator,  which  will  be 
started  about  Tuesday  and  will  supply  an  additional  1000  h.p. 
service  to  the  city.  Within  about  two  months,  another  200  kw. 
generator  will  be  Installed  at  the  sub-station.  The  big  ma- 
chine was  made  by  the  General  Electric  Company  and  is 
being  shipped  to  this  city  direct  from  the  factory  in  the  East. 

OROVILLE,  CAL.— One  of  the  greatest  projects  ever  at- 
tempted in  California  is  to  follow  the  absorption  of  the  Great 
Western  Power  Company  by  the  Pacific  Gas  &  Electric  Com- 
pany, and  if  carried  out  successfully  one  of  the  biggest  power 
plants  in  the  country  will  result.  It  is  projected  to  dig  a 
tunnel  four  miles  long  from  Big  Bar  to  Bartel's  Bar  on  the 
Feather  river,  and  to  get  a  fall  that  will  generate  as  much 
electricity  as  does  the  Big  Bend  plant  of  the  Great  Western 
Power  Company.  A  surveying  crew  under  the  leadership  of 
L.  P.  Cornell  is  now  engaged  in  surveying  the  proposed  tun- 
nel. It  is  estimated  that  the  work  will  cost  $10,000,000.  If 
found  feasible  the  work  will  be  rushed  to  completion,  as  it  is 
expected  the  Western  Pacific  Company  may  soon  be  a  big 
consumer  of  power,  as  the  Gould  line  officials  are  now  ex- 
perimenting with  electric  locomotives  with  the  idea  in  view, 
it  is  said,  to  operate  the  Western  Pacific  trains  over  the  moun- 
tains and   across  the  deserts  by   electricity. 


TRANSPORTATION. 

LONG  BEACH,  CAL. — The  Pacific  Electric  Company  has 
been  granted  a  franchise  to  lay  a  branch  line  on  Riverside 
drive  near  Sixth  street  to  connect  the  Union  oil  plant  with 
the  main  line. 

PRINEVILLE,  ORE. — F.  T.  Hurlburt,'  a  heavy  stock- 
holder in  the  Cline  Falls  Power  Company,  was  in  Prineville, 
after  transferring  the  company's  property  at  Cline  Palls  to 
a  Redmond  syndicate.  It  is  understood  that  the  purchasers 
had  in  view  the  construction  of  an  electric  railroad  between 
Redmond   and   Prineville. 

LOS  ANGELES,  CAL— A  franchise  for  the  Pacific  Elec- 
tric Company  on  San  Pedro  street  has  been  asked  of  the 
Council.  It  is  proposed  to  run  on  that  street  and  into  the 
Pacific  Electric  station  the  Interurban  cars  operated  through 
the  northern  part  of  the  city.  The  plan  has  been  to  have 
these  cars  enter  the  Pacific  Electric  building  from  the  rear 
and  on  the  level  of  Los  Angeles  street,  which  is  considera- 
bly lower  than  Main  street. 

SAN  FRANCISCO,  CAL.— S.  N.  Griffith  has  been  here  to 
confer  with  the  Western  Electric  Company  on  specifications 
for  the  electric  installation  w-ork  that  will  be  necessary  for 
furnishing  power  for  the  Fresno-Clovis  electric  road.  He 
says  that  he  will  apply  for  a  franchise  from  Fresno  for  the 
railroad  which  he  proposes  to  build  between  Fresno  and 
Clevis  at  the  next  regular  meeting  of  the  board,  two  weeks 
hence.  The  application  for  the  franchise  will  not  involve 
freight  rights  through  Fresno,  as  these  rights  are  no  longer 
granted.  Instead  Mr.  Griffith  proposes  to  transfer  his  freight 
from  the  interurban  line  to  the  Santa  Pe  at  a  point  near  that 
city. 

OAKLAND,  CAL.— The  Southern  Pacific  Company  has 
filed  a  petition  for  a  renewal  of  the  Seventh  street  franchise, 
which  expires  November  11,  1911.  The  proposed  line  will  be 
operated  as  an  electric  street  railway  and  will  be  part  of 
the  gridiron  system  of  electric  suburban  lines  now  being 
constructed  by  the  company  throughout  the  county.  The  pe- 
tition was  signed  by  the  required  two-thirds  of  the  property 
owners  along  the  right  of  way,  which  extends  from  its  pres- 
ent western  terminus  at  the  Oakland  mole  to  its  eastern  ter- 
minus at  Fallon  street.  The  life  of  the  grant  asked  for  is 
fifty  years.  The  matter  will  come  up  for  hearing  on  De- 
cember 5. 


LOS  ANGELES,  CAL. — The  building  of  a  municipal  elec- 
tric railway  between  the  business  center  of  Los  Angeles  and 
its  harbor  at  San  Pedro,  on  which  individuals,  firms  or  cor- 
porations may  operate  their  own  cars  under  the  supervision 
of  a  commission,  and  upon  the  payment  of  proper  tolls,  is 
urged  by  Joseph  Simons,  president  of  the  Simons  Brick  Com- 
pany. He  holds  that  the  city  should  begin  the  construction 
of  a  steel  road,  and  have  it  ready  by  the  time  power  from 
the  Owens  river  becomes  available.  The  road  could  come 
into  the  city  along  the  river  bed,  and  have  lateral  lines,  if 
desirable.  With  such  a  line  in  operation,  a  car  could,  he  says, 
be  sent  to  San  Pedro  and  return,  in  connection  with  other 
cars,  at  a  cost  not  exceeding  $3. 

SACRAMENTO,  CAL.— War  has  been  declared  here  by 
the  Southern  Pacific  against  the  Northern  Electric.  The 
Southern  Pacific  has  a  band  of  men  on  guard  at  the  inter- 
section of  Front  and  X  streets  in  an  effort  to  keep  the  North- 
ern Electric  from  crossing  the  Southern  Pacific  tracks  with  its 
freight  line,  which,  to  hold  the  company  franchise,  must 
be  completed  by  the  15th  of  November,  To  block  the  trolley 
road  going  across  the  steam  tf'acks  the  Southern  Pacific  has 
had  flat  cars  removed  from  trucks  and  spiked  on  the  spur 
where  the  new  road  desires  to  cross.  Old  metal,  pieces  of 
machinery  that  weigh  many  tons  and  various  other  kinds  of 
obstructions  have  been  placed  on  the  spot  and  a  couple  of 
engines  are  moving  to  and  fro  along  the  disputed  territory 
to  prevent  encroachments  by  the  enemy.  The  Northern  Elec- 
tric is  building  its  freight  line  down  X  street  and  must  cross 
the  Southern  Pacific  to  get  on  Front  street  in  order  to  get 
at  the  new  Northern  Electric  bridge  building  across  the  Sac- 
ramento river  at  the  foot  of  M  street.  No  move  was  made 
by  the  Southern  Pacific  until  the  trolley  line  reached  the 
point  of  crossing. 


ILLUMINATION. 
TURLOCK,    CAL. — The    La    Grange    Water,    Light    and 
Power  Company  has  taken  over  the  holdings  of  the  Turlock 
Electric  Company. 

PASADENA,  CAL. — Manager  Koiner  of  the  municipal 
lighting  department  has  been  granted  permission  to  purchase 
material  and  supplies  amounting  to  $2850. 

TACOMA,  WASH.^The  Snohomish  County  Commission- 
ers have  granted  to  L.  F.  Query  a  franchise  to  operate  an  elec- 
tric light  system  at  Stanwood,  the  plant  to  be  placed  in  opera- 
tion within  a  short  time. 

EUGENE,  ORE.— H.  H.  White,  manager  of  the  Byllesby 
Company,  and  his  engineer,  O.  T.  Lawson,  have  completed 
arrangements  for  the  erection  of  their  proposed  gas  plant  and 
other  buildings  here  and  for  a  power  plant  at  Springfield, 
Ore.,   to   cost   about   $350,000. 

MODESTO,  CAL. — The  City  Trustees  have  purchased 
the  material  and  supplies  for  the  Wisecarver  addition  street 
lighting  system.  Proposals  having  been  advertised  for,  two 
firms,  the  Westinghouse  Co.  and  the  General  Electric  Co., 
bid  for  the  electrical  supplies.  The  General  Electric  Com- 
pany's bid  of  $404.90  was  accepted.  This  company  submitted 
the  only  bid  for  wire.  The  contract  for  14,000  feet  of  No.  8 
wire  at  $172  was  awarded  them. 


TELEPHONE  AND  TELEGRAPH. 
BEND,  ORE.— The  Pioneer  Telegraph  &  Telephone  Com- 
pany has  begun  installation  of  a   telephone  line  from  Ross- 
land  to  Crescent. 

SANDPOINT,  IDAHO.— A  crew  for  the  Bell  Telephone 
Company  has  started  the  construction  of  a  telephone  line  at 
Bonners  Ferry  and  are  working  north.  The  line  will  connect 
this  place  with  Cranbrook,  B.  C. 
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NOTABLE  INVERTED  TURBINE  PUMP  INSTALLATION 


One  of  the  most  interesting  features  in  connection 
with  the  great  undertaking  (jf  the  Sacramento  Valley 
Irrigation  Company  in  supplying  water  to  160,000 
acres  of  farming  land  near  Willows,  California,  are 
the  inverted  turbine  pumps  which  have  been  spe- 
cially designed  to  meet  the  recpiiremcnts  of  large  ca- 
])acity  for  low  head  at  a  plant  efficiency  of  50  per 
cent.     This  \'ast  irrigation  j)lan,  l)ettcr  known  as  the 


to  describe,  insomuch  as  it  is  of  unique  design  and 
large  size.  The  pumping  plant  is  at  the  headworks 
of  the  main  canal  on  the  west  bank  of  the  Sacramento 
river.  The  river's  low  water  le\cl  is  from  5  to  7 
feet  below  the  normal  water  le\cl  of  the  canal  as  con- 
structed by  the  Central  Canal  Company,  so  that  pump- 
ing is  necessar}'  during  the  dry  season,  which  is  also 
the    ])eriod    of   greatest    water    consumption.      .\s    the 


Pumping   Plant    of   .Saci  amt-nto   Valley   Irrigation    Company. 


i\ulin  project,  is  the  successful  successor  of  the  old 
L'cntral  Canal  Company,  whose  canals  and  ditciies 
carry  water  from  the  Sacramento  rixer  to  some  of 
the  most  fertile  lands  in  Glenn  and  Colusa  counties. 

The  present  pumping  installation  consists  of  two 
units,  a  ISyron  Jackson  centrifugal  jiump  previously 
installed  b}'  the  Central  Canal  C"(_ini])any,  for  a  imr- 
mal  capacity  of  100  cu.  ft.  per  second  and  temporar- 
ily speeded  up  to  furnish  150  cu.  ft.  per  second,  and  the 
inverted  turbine  pump  having  a  capacity  of  200  cu. 
ft.  per  second,  which  it  is  the  purpose  of  this  articlej 


water  falls,  the  pump  must  operate  al   heads  varying 
from  four  to  seven  feet. 

As  can  be  seen  in  the  line  drawing,  the  pump  is 
driven  by  a  300  h.p.  Fort  \\'ayne  induction  motor  with 
an  extended  shaft  and  flexible  coupling  placed  26  ft. 
above  the  extreme  normal  low  water.  The  speed 
variation  required  for  pumping  against  the  different 
heads  caused  by  a  fluctuating  water  level  is  accom- 
plished Iw  using  different  pulleys  and  a  belt  drive,  a 
lielt  tightener  taking  up  the  slack  when  smaller  pul- 
jeys  are  used.     It  is  thus  possible  to  obtain  variable 
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First    Turbine    Pump    t'nit    in    Plant.    Sacramento    Valley    Irrigation   Coiipany. 


,';['ce(l  frnni  tlie  CdiistaiU  speed  induclinii  niotnr.  Tlie 
power  is  furtlier  transmitted  from  the  horizontal  jack 
shaft  to  a  hea\\-  mortise-bevelled  gear  wlieel,  which 
is  keyefl  to  the  vertical  j)uinp  shaft. 

The  pnnip  is  an  in\erted  axial  flow  tnrbinc  whose 
details  are  shown  in  the  accompanying  illnstralions 
of  the  three  main  castings.  The  inlet  or  lower  sec- 
tion is  provided  with  straight  \anes  leading  the  water 
to  the  rex'olving  runner  above  it.  This  rnnner  casting- 
consists  of  two  sets  of  vanes,  an  inner  set  cast  ht)nM- 
geneously  with  the  inner  and  middle  rim.  and  an  outer 
set  of  steel  blades  between  the  middle  and  outer  rims, 
(hi  top  of  the  runner  is  the  diftuser  designed  so  as 
to  lead  the  water  gently  in  the  \ertical  or  axial  direc- 
tion of  the  shaft.  The  pump  is  set  in  a  concrete  cham- 
ber, low  enough  to  be  primed  at  any  time. 

The  discharge  is  through  two  hinged  gate-val\es. 
each  about  4'^x6  ft.  which  serve  two  distinct  pur- 
poses. When  the  canal  is  empty  there  is  but  a  slight 
head  abox'e  the  ]iiiini)  and  the  great  volume  of  water 
discharged  at  tlie  speed  selected  for  the  maximum 
head  would  tend  to  overload  the  motor.  In  such  a 
case  the  ,ga'e  can  be  blocked  so  as  to  gi.e  a  certain 
inaximum  ojiening  thrinigh  which  the  water  is  dis- 
charged into  the  canal.  A;;ain,  in  case  of  possible 
failure  in  power  supply  these  gates  act  as  check  valves, 
allowing  only  the  water  in  the  pump  chaml.)er  to  flow 
I)ack  to  the  river. 

.So  satisfactory  were  the  initial  tests  conduc'ed 
during  the  past  summer  on  llii-  -et.  tliril  it  was  de- 
cided to  install  three  more  units  of  the  same  cap:u-il\-. 
The  layout  for  the  new  uni's  will  nrobabh-  be  niorli- 
fied  by  using  \'ertical  motors  and  iiinions.  directlv  en- 
gaging with  separate  gear  wheels  keyed  to  the  pump 
shaft.     Thus  it  will  be  possible  to  dispense  with  the 


Revolving    Runner    With    Two    Sets    of    Vanes 


Inlet  Section  With  Straight  Vanes. 
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l;elt  drive  and  effect  speed  variations  Ijy  using  pinions 
of  different  diameters.  Such  a  layout  will  be  even 
more  efficient  than  the  present  unit  with  belt  drive 
;ind  bevelled  gears.  The  installation  is  expected 
111  gi\e  a  50  per  cent  plant  efficienc}'  (water  horse- 
power represented  by  the  lifted  water  divided  by  elec- 
trical input  into  the  motor).  This  makes  no  allowance 
for  the  velocity  head  which  would  make  an  additional 
two  or  three  per  cent  in  plant  efficiency  in  such  a  lo\\' 
head  pumping  proposition.  This  pump  was  designed 
by  Mr.  O.  C.  Goeriz,  hydraulic  engineer,  San  Fran- 
cisco, and  the  intricate  castings  made  by  Joshua 
ITendy  Iron  ^^^o^ks  of  San  Francisco.  D.  A\'.  Ross, 
formerly  State  engineer  of  Idaho,  is  chief  engineer  for 
the  Sacramento  Valley  Irrigatir)n  Company,  and  A.  I.. 
('i)llins  acted  as  supervising  engineer. 


GAS  LEAKAGE.' 

BY    GEO.     KIRK. 

So  much  has  been  written  on  the  subject  of  gas 
leakage  and  the  ground  so  well  co\ered  that  I  feel 
unable  to  do  the  matter  justice,  but  will  endeavor  to 
call  your  attention  to  some  few  points  I  have  obscr\ed 
during  my  experience  of  nearly  thirty-six  years  at 
one  plant,  which  today  sends  out  five  million  cu.  ft. 
per  da}-  as  its  minimum. 

Too  much  care  cannot  be  taken  in  installing  mains. 
Only  men  who  are  good  mechanics  and  thoroughly 
reliable  should  be  employed  on  this  work.  They 
should  take  as  much  interest  in  their  work  as  if  it 
was  their  own  private  projierty.  When  T  started  with 
the  Oakland  company  nearly  thirty-six  years  ajjo.  it 
was  a  small  place  and  at  that  time  the  largest  pipe 
v.as  R  in,,  and  not  much  of  that.  W'e,  like  a  great 
many  small  plants,  had  to  depend  on  S?.n  Francisco  to 
send  men  nvcr  to  lay  mains  aufl  only  one  or  two  blocks 
at  a  time,  and  as  a  general  thine;  they  vvere  no*  as  care- 
fid  as  they  might  be,  knowing  that  they  would  liax'c 
v.o  trouble  in  the  future.  As  the  i:)lace  grew,  however, 
and  we  were  able  to  have  a  steady  crew  of  men,  who 
were  responsible  if  anything  was  wrong,  conditions 
changed  and  we  had  first  class  work.  Now  we  con- 
sider that  we  have  about  as  tisrht  a  svstem  of  piping 
in  Oakland  as  there  is  in  the  United  States, 

One  of  the  first  points  in  stopping  leakage  is  to 
furnish  a  man  with  good  tools  to  do  the  work  and 
then  see  that  he  does  his  work  right  at  the  start.  In 
the  first  place,  in  using  yarn,  I  have  found  in  my  expe- 
rience that  the  best  yarn  is  tarred  hemp,  ^^^hen  that 
is  properly  driven  home  and  about  I ''<  in.  of  lead 
well  catdked  in,  the  pipes  are  not  ant  to  leak,  pro- 
viding the  other  mechanical  princioles  of  pipe  la^•ing 
are  properly  carried  out,  namelv,  if  the  pipe  is  prop- 
erly and  solidly  blocked,  every  joint  brought  home 
iron  to  iron,  and  correct  alignment  of  the  pine  in  the 
ditch  properlv  looked  after.  In  cases  where  condi- 
tions make  it  necessary  to  swinq-  a  line  of  cast  iron 
pipe  without  using  bends,  care  should  be  taken  in 
'.hipping  off  the  bead  end  so  as  to  still  maintain  a  solid 
joint. 

I  cannot  emphasize  too  stronglv  the  necessitv  for 
blnckitit;-  pipe  solidly.  In  (bVfing  ri  ditch  it  some- 
times liecomes  necessarv  to  chance  vour  grade  after 


'Paper   read    at   eiRhteentli    annual    convnti"!'    Panifir   e'oast 
Oas   Association,   September,   1910. 


the  ditch  is  finished.  In  all  cases  the  lilocking  should 
rest  upon  the  solid,  undisturbed  ground,  and  not  on 
some  freshly,  filled  or  tamped  earth.  There  should  be 
two  blocks  under  each  length  of  pipe  as  near  to  the 
end  as  possible  without  interfering  with  caulking. 

Contraction  and  expansion  cannot  be  said  to  lia\e 
any  appreciable  effect  upon  our  leakage,  as  in  our 
climate  the  temperature  below  the  ground  at  the  depth 
which  we  lay  our  mains  varies  only  a  small  amount 
between  the  winter  and  the  summer  and  therefore 
can  hardly  be  called  a  source  of  tr<iuble  in  our  leakage 
department.  We  did  have  one  instance,  however,  of 
expansion  and  contraction  causing  leakage,  which 
might  be  of  interest.  It  is,  howe\er,  an  exceptional 
case. 

A  report  of  no  gas  in  a  certain  district  caused  in- 
vestigation of  the  drips  in  the  neighborhood,  which 
developed  the  fact  that  a  drip  on  a  4  in.  line  was  full 
of  water,  and  the  water  was  coming  in  so  fast  it  was 
necessary  to  station  a  man  at  the  pump  continuously 
in  order  to  keep  a  section  of  town  from  going  out  of 
gas.  As  this  was  the  first  storm  of  the  season,  I  figured 
that  that  water  must  certainly  come  from  the  high 
ground  where  we  had  laid  some  mains  during  the  pre- 
vious summer.  We  followed  up  a  4  in.  main,  which 
for  a  short  distance  passes  through  a  territory  thinly 
settled,  in  order  to  reach  an  isolated  group  of  con- 
sumers. We  soon  discovered  a  leak  of  gas.  On  dig- 
ging it  up  we  found  that  a  2  in.  wrought  iron  lateral 
main,  which  was  screwed  into  a  4  in.  yilug  in  a  tec, 
had  pulled  the  plug  out  of  the  bell  enough  to  cause 
a  leak  all  around  the  joint.  The  whole  instance  of  the 
laying  of  this  pipe  was  then  called  to  mind  for  it  was 
during  a  spell  of  weather  warmer  than  usual,  and  the 
man  in  charge  of  the  work  had  left  too  much  dilcli 
open.  The  first  rain  had.  of  course,  chilled  the  pipe, 
causing  the  pipe  to  contract,  pull  the  plug  out,  and 
the  water  running  into  the  pipe  gave  us  ininiediatc 
notice  of  the  leak. 

Concerning  the  matter  of  tapj^ing  holes.  Thiiiy  or 
forty  years  ago  they  had  a  very  crude  way  of  tap- 
ping their  pipes.  In  some  instances  they  cut  their 
hole  with  a  diamond  point,  then  reamed  it  out  and  then 
tapped  it.  I  believe  there  are  still  some  companies 
that  do  it  that  way  at  the  present  time,  but  with  the 
new  tapping  machines  up  to  date,  men  can  do  better 
work  and  save  time  and  gas  as  well. 

This  matter  of  tools  and  general  equipment  for 
the  men  is  one  of  such  importance  that  I  feel  it  can- 
rot  be  too  strongly  emphasized.  It  is  not  only  from 
the  point  of  view  of  the  mechanic  that  good  tools  make 
a  good  job.  but  it  is  as  well  a  moral  question  with 
the  men.  If  you  equip  a  man  with  a  good  set  of  tools 
of  everv  description,  all  of  the  latest  up-to-date  im- 
provements, including  the  labor-saving  devices  and 
so  forth,  you  encourage  that  man  to  do  the  best  work 
T>ossibIe,  for  every  true  mechanic,  no  matter  what  his 
line  of  work  mav  be,  takes  a  natural  pride  in  the  tools 
of  his  trade.  This  is  especiallv  true  in  street  main 
work  of  the  service  man.  who  uses  the  largest  \-ariety 
of  tools.  I  do  not  mcaii  to  state  that  a  fine  set  of 
tools  will  make  a  first  class  mechanic  out  of  a  care- 
less. slo\enlv  worker,  for  I  have,  during  my  experi- 
ence, on  some  occasions  found  a  line  of  wrought  iron 
pipe  or  a  service  put  together  and  about  to  be  filled 
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in,  with  c\'cr\'  joint  leaking'.  A  time  card  is  the  iinly 
remedy  for  such  cases. 

I  find  that  the  heavy  pressure  that  we  carry  nnw 
is  more  liable  to  cause  leakage  than  when  we  only 
carried  from  three  to  four  inches  water  pre-sure.  It 
used  to  he  the  practice  of  our  company  to  shut  the 
pressure  off  at  to  o'clock,  keep  a  light  pressure,  say 
3  in.,  during  the  day  and  then  turn  en  the  hea\}' 
pressure  at  the  ])eak  load  in  the  evening,  hut  now  nur 
consumption  is  as  heavy  in  the  day  as  it  is  at  any 
time  owing  to  so  much  gas  being  consumed  for  cook- 
ing and  manufacturing  purposes. 

In  our  city  the  last  two  or  three  years  there  has 
been  considerable  leakage  caused  by  contractors  grad- 
ing streets  and  i)lowing  up  our  pipes,  without  taking 
])ropcr  care,  l)ut  on  all  occasions  we  have  endea\ored 
to  have  men  on  the  ground  to  see  that  the  How  of  gas 
stopped  as  soon  thereafter  as  possible.  \\'c  of  course 
always  have  men  available,  whose  location  is  definitelv 
known,  that  can  be  rushed  to  the  scene  o"f  sucli  trou- 
ble. In  our  district  we  have  a  couple  of  men  whose 
duty  it  is  to  make  a  careful  inspection  of  all  our  liitrh 
pressure  regulators,  and  we  have  these  men  fur  this 
emergency  work,  since  their  regular  rounds  ran  be 
arranged  so  that  they  can  be  located  at  any  time  of 
the  day,  and  in  any  case  where  their  work  makes 
it  necessary  for  them  to  change  their  regular  round 
of  work,  they  notify  the  office  at  once  by  telephone. 
This  method  is  satisfactory  in  looking  after  emergencx- 
cases  such  as  small  jobs  done  by  sewer  contractors 
or  house  movers.  In  cases,  however,  of  big  jnlis  of 
street  grading,  the  only  absolutely  safe  way  is  to  h;i\'e 
a  representative  of  the  gas  company  on  the  ground  all 
the  time,  and  follow  the  contractor's  work  as  long  as 
they  are  doing  the  plowing. 

We  have  had  some  trouble  with  leakage  in  our  hieh 
pressure  svstem  due  to  electrolysis,  but  it  showed  itself 
so  ranidly  when  it  did  leak  that  we  had  verv  little 
trouble  in  finding  it  and  repairing  the  leak. 

When  T  started  with  the  Oakland  Has  (onin-inv. 
the  price  of  gas  was  $4.50  per  thousand,  and  as  our 
send-out  was  small,  a  leak  was  a  very  serious  matter 
at  that  price.  T  will  recall  a  few  instances  of  le-iks 
that  occurred  in  the  early  davs,  and  the  method  we 
employed  to  find  and  remedy  them. 

The  following  is  our  experience  with  a  hieh  pres- 
sure line  which  was  laid  over  twenty  vears  ago,  and 
speaking  of  hich  pressure.  T  think  this  came  prettv 
near  being  the  first  installation  in  this  countrv.  This 
line  crossed  the  estuarv  from  Oakland  to  .Mameda. 

Our  first  installation  consisted  of  two  2'<  in. 
I'ipes,  wdiich  were  imbedded  in  the  mud  as  far  as  nvc 
were  able  without  resorting  to  dredging.  The  result 
was  not_  at  all  satisfactorv,  for  cvcrv  time  a  lartre 
ship  passed  through  the  drawbridce  we  had  Innib.le. 
Thov  had  a  method  of  dragging  their  aiirlmrs  as  thcv 
passed  through  the  draw,  to  prevent  hitting  the  sides 
of  the  bridge.  Thev  usually  missed  the  bridtre  but 
verv  seldom  missed  our  pipe,  with  a  result  that  we 
were  continuallv  niakiiu>:  renairs  .ifter  thev  had  nulled 
the  pines  apart.  This  under  the  best  of  conditions, 
of  course,  was  a  sonrc-  of  considerable  leakage.  To 
avoid  this  ATr.  Vritlon  had  an  S  in.  nine  laid  from  the 
works  around  bv  Ka^t  Oakland  antl  under  the  canal 
bridge  at  Park  street,  Alameda.  The  pine  was  put 
down   for  the  purpose  of  replacing  the  original  one. 


which  was  smaller,  and  at  the  same  time  lo  ])rovide 
a  permanent  crossing  for  the  canal  to  |)re\ent  the  trou- 
ble above  referred  to.  We  tested  it  with  air  pressure 
and  carried  an  average  of  30  to  35  lb.  ])ressure,  and 
we  ha\en't  discovered  any  leakage  to  animnit  to  any- 
thing for  years.  In  carrying  pipe  across  the  creek, 
which  is  about  500  ft.  wide  at  that  ])oint,  we  had  to 
sink  our  pipe  7  ft.  below  the  bottom  of  the  canal,  and 
imbed  it  in  concrete  18  in.  thick.  It  worked  satis- 
factory for  years,  but  after  it  had  been  in  service  for 
about  six  years,  we  foimd  that  the  ilrij-)  filled 
up  so  fast  that  we  couldn't  keep  it  iiuniiieil  clear. 
\\'e  then  made  the  necessary  preparations  for  re- 
pairs, and  after  we  had  the  water  drained  ofif, 
we  dug  down  to  the  jMpe  to  find  the  leak.  There 
was  about  4  ft.  of  mud  before  we  got  at  the 
concrete.  We  opened  the  concrete  in  several  jilaces 
and  found  the  pipe  in  perfect  condition.  The  paint 
that  we  had  on  before  it  was  covered  in  the  concrete 
was  just  the  same  as  when  we  put  it  on.  .After  con- 
siderable prospecting,  we  discovered  that  the  salt 
water  had  reached  the  wrought  iron  pipe,  that  we 
brought  from  the  drip,  through  the  seam  in  the  con- 
crete where  the  top  and  bottom  of  the  concrc-te  had 
been  put  together,  and  had  eaten  out  the  t '4  '"■  'I'''P 
pipe.  We  dug  down  to  the  drip  pipe,  had  a  redw.ood 
box,  12  in,  in  diameter  made,  and  put  the  i '4  drip 
pipe  in,  filled  it  up  with  concrete,  and  covered  it  up. 
From  that  day  to  the  present  we  haven't  had  any 
trouble,  ^^'e  still  use  the  same  pipe  to  carry  from 
30  to  35  lb.  pressure,  and  it  still  seems  to  be  in  good 
condition.  This  is  an  8  in.  C.  T.  main  with  lead  joints, 
running  from  the  works,  where  we  manufacture  the 
gas,  to  our  holder  in  .Mameda,  which  is  about  seven 
miles. 

My  first  experience  in  leakage  in  Oakland  was  as 
follows  :  There  was  a  leak  that  had  been  bothering  the 
companv  for  some  time,  and  as  mentioned  before,  the 
price  of  gas  at  that  time  was  $4.50  per  thousand,  we 
started  in  to  find  it.  It  had  been  reported  for  se\eral 
months  that  it  was  a  wooden  sewer  in  the  street,  Imt 
at  last  T  got  sonte  men  and  started  to  dig  up  the  ^  in. 
main  in  the  street  and  found  the  pipe  had  broken  in 
two.  T  fixed  that  and  the  people  in  the  neighborhood 
were  happy. 

My  next  experience  was  in  regard  to  a  drin  at 
Telegraph  avenue  and  Twenty-third  street.  In  the 
u-inter  when  it  was  wet  we  had  to  nump  it  out  at  Ci 
o'clock  in  the  evening  and  before  10  o'clock  the  entire 
district  was  shiit  off  of  gas  by  water  in  the  drin. 
That  bothered  us  for  some  time,  but  accidentallv  we 
started  to  put  in  a  service  at  Telegranh  avenue  and 
Thirtv-sixth  street  and  found  that  some  men  in  nut- 
tincr  in  a  sewer  had  nunctured  our  pipe  with  the  sharn 
point  of  a  pick,  and  cvidentlv  had  patched  it  up  ^vi♦h 
a  iiiece  of  clav.  and  never  reported  it.  .After  thai 
was  fix-ed  we  never  had  any  more  water  in  the  driji 
at  Telegraph  avenue  and  Twenty-third  street. 

The  next  experience  was  on  a  Sabbath  morning. 
A  man  called  up  the  superintendent's  house  and  re- 
Tiorted  a  bad  leak  in  a  main.  He  said  he  saw  it  bub- 
I'liny  UP  through  the  earth,  and  he  wouldn't  tell  where 
't  was  unless  the  superintendent  \voulrl  pav  him  Sz.^o. 
->hich  he  refused  to  do.  .As  soon  as  possible  the 
superintendent  came  to  mv  house.  We  hitched  up  a 
Jiorse  and  buggy  and  drove  all  over  the  mains  where 
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we  thuusiil  it  niiglU  1)C,  luit  failed  lo  find  any  leak- 
that  day,  but  shortly  afterward  while  S"'".'J  1"  ■'^'•i' 
ineda.  on  the  other  side  of  the  \\'ebster  street  bridge,  I 
discovered  a  leak  "f  sjas.  It  was  an  old  .'-4  in.  ser\iie 
that  had  been  eaten  away  by  the  salt  soil,  and  we 
found  later  that  this  was  the  leak  that  the  man  wanted 
$:;.50  for.  The  highest  pressure  we  carried  <:)n  our 
mains  was  4  in. 

Another  experience  was  in  East  Oakland.  A  leak 
was  reported  on  Fourth  avenue  and  East  Twelfth 
street  and  on  Third  avenue  and  East  Eleventh  street. 
The  gas  was  coming  up  through  the  sewer  pipes  sn 
that  the  people  could  hardly  live  in  the  house.  We 
had  investigated  it  and  spent  several  days  trying  tn 
locate  it.  but  we  couldn't  find  any  trace  of  it.  -\t  length 
the  street  caved  in  l)etween  the  street  car  tracks  on 
E.  Twelfth  street,  between  First  and  Second  avenues, 
and  there  we  found  that  in  filling  in  tlie  sewer  that 
lhe\'  hadn't  tamped  it  and  the  pressure  of  the  earth 
on  to]!  bmke  dur  '4  in.  service  pipe  and  the  gas 
escaped  from  that  into  the  sewer,  and  went  for  lilocks. 
We   fixed   that   and   afterwards   had    no   trouble. 

.Still  another  experience  was  in  .\'orlh  (  )akland, 
where  our  temporary  main,  a  2  in.  pipe,  wa-  ])ut  in 
a  street  where  the  fill  had  been  pumi)e(l  out  of  liie 
bay.    The  salt  water  corroded  it  in  about  eight  month  -. 

Electrolysis  was  the  cause  of  another  leak  in  .\l;i- 
meda,  ciuTent  coming  from  the  street  car  rail  had 
eaten  our  service  pipes  across  the  track  for  two  blocks. 
We  renewed  them  and  bonded  the  rails  on  both  sides 
with  hea\\-  copper  wire  and  that  a\oi(Ied  an}-  lurdui 
troul)le. 

In  this  connection  I  would  like  to  emphasize  the 
advisability  of  making  surveys  from  time  to  time 
in  order  to  detect  tramp  current  on  street  mains  oi- 
services  and  remedy  the  trouble  before  enough  action 
h.as  taken  place  to  cause  leakage,  also  service  and  meter 
men  should  l)e  instructed  to  report  at  once  any  e\-i- 
dence  of  electric  current  which  they  may  detect  in 
their  dailv  W'  irk. 


DISCUSSION    OF    PAPERS    AT    EIGHTEENTH 

ANNUAL  CONVENTION  PACIFIC  COAST 

GAS  ASSOCIATION. 

"Gas  Leakage." 

Mr.  Dorr:  Mr.  President,  my  experience  lias  lieen  very 
mnch  along  the  same  line.  The  only  trouble  with  eieetrolxsis 
has  been  over  in  .\lliambra,  and  up  where  the  railroad  company 
had  a  rail  running  parallel  to  the  pipe  line.  The  greatest  trou- 
bk  we  have  with  leakage  is  caused  by  the  trucks.  I  do  not  know 
hew  it  is.  in  other  cities,  but  they  Iiave  these  large  trucks — trac- 
tion engines,  Ijere,  and  put  these  big  plows  behind  them  and  tear 
up  everything  and  in  that  way  we  have  trouble.  Whenever  they 
begin  to  work  on  a  street  we  have  somebody  from  the  gas  com 
pany  right  there.  Otherwise  we  would  not  have  service  there 
.•it  all.  Frequently  they  plow  them  up.  I  remember  two  or  three  in- 
stances where  they  plowed  up  the  services  and.  set  fire  to  them. 
Otherwise  my  experience  lias  been  just  the  same  as  Mr.  Kirk's. 

President:     Mr.  Morgan,  have  you  any  remarks  to  inake? 

Mr.  Morgan:  The  paper  seemed  to  me  to  cover  the  ground 
in  a  very  comprehensive  way.  Of  course,  all  companies  have 
leakages  from  some  causes.  In  San  Francisco  we  have  arranged 
to  have  the  Board  of  PtdMic  Works  notify  us  when  a  contractor 
is  awarded  a  contraci  for  street  improvement,  and  when  we 
find  our  services  are  not  deep  enough  to  escape  the  plow — if  they 
are  not,  we  lower  them. 


1  noticed  Mr.  Kirk  said  he  used  wooden  blocking  in  laying 
ni;iins.  From  our  experience  I  think  tliis  is  a  mistake.  In  over- 
hauling pipe  we  found  some  pipes  that  have  been  laid  on  blocks 
.mil  the  blocks  had  entirely  rotted  away,  so  I  think  it  is  better 
['•■  tamp  the  pipe  as  solidly  as  possible  with  eartli.  because  earth 
v  ill  stay  there  and  the  lilocking  won't.  I  fiml  that  most  leaks  in 
San  Francisco  are  caused  by  the  rotting  away  of  the  service  pipes. 
Cast  iron  pipes  last  sometimes  only  five  or  six  years.  In  case  of 
electrolysis  some  service  pipes  would  only  last  about  six  months. 

Mr.  Brittou:  I  am  a  great  believer  in  the  theory  that  it  is 
better  to  surround  a  man  during  his  lifetime  with  honor,  ilian 
i:  is  to  sprinkle  flowers  on  Iiis  grave  afterward.  Mr.  Kirk,  tlie 
author  of  this  paper,  and  I,  entered  the  employ  of  the  Oakland 
company  about  tlie  same  time;  I  think  I  possibly  preceded  hiiu 
,1  week.  .\t  the  time  he  took  charge  of  the  street  work  in 
Oakland,  we  had  approximately  21  miles  of  street  mains,  and 
.'bout  600  services.  From  that  day,  thirty-six  years  ago,  every 
foot  of  pipe  laid  in  Oakland  has  been  laid  under  his  direction, 
•  ind  now  there  are  approximately  60,000  services  and  over  400 
miles  of  m.iin>.  .\s  .111  index  of  the  kind  of  work  lie  has  to  do, 
I  am  told  by  Mr.  Leach,  that  he  has  traveled,  since  about 
the  mi  Idle  of  June,  over  4000  miles  in  his  automobile  in  that  ter- 
ritory alone,  taking  care  of  street  mains  and  installation  of  .serv- 
ices. It  is  the  old  man  in  the  line  of  business  who  has  grown 
lip  with  it  that  makes  the  most  effective  workman,  and  '-like 
;iiaster  like  man"  you  will  find  the  men  under  him  doing  just 
r\aclly    whcit    he    wants    tlu-m    to. 

lie  has  brought  out  .1  number  of  items  in  his  t.ilk  that  are 
interesting,  and  when  he  sjioke  of  the  cast  iron  main  luider  the 
c.inal  ;icross  Park  street,  it  brought  to  my  memory  the  lirst 
high-pressure  installation  in  Oakland,  where  we  used  8  in.  iron 
ir.ains  tlial  liad  been  in  the  ground  possibly,  at  that  time,  ten  or 
lifteen  years,  ;ind  without  going  over  the  joints  or  inspecting 
i'  in  any  way  we  used  it  for  high-pressure,  supplying  the  north 
p;irt  of  the  city  and  subjected  that  main  to  20  lb.  pressure.  Tliere 
never  w.is  ;i  leak  in  that  cast  iron  main — and  though  it  was 
p.-irallelling  a  street  railway  it  was  never  affected  by  electro- 
l\sis.  That  pipe  was  underneath  the  estuary  crossed  by  the 
Park  street  bridge — that  pipe  was  cast  iron  and  so  was  the 
entire  main  a  cast  iron  pipe  running  from  the  corner  of  Wash- 
ington and  First  streets,  about  7  miles  of  8  in.  pipe  running  over 
to  the  Alameda  side,  and  6  in.  from  there  to  the  holder,  and  that 
was  subjected,  at  times,  to  a  pressure  of  40  lb.  and  yet  that  pipe 
never  leaked — never  showed  the  least  signs  of  leakage.  There  is 
a  very  serious  doubt  in  my  mind  whether  we  are  not  losing 
confidence  in  cast  iron  pipe  unnecessarily.  It  certainly  is  cheaper 
inst.'illation ;  it  certainly  is  not  subject  to  the  soil  action  like  steel 
pipe  or  wrought  irmi. 

Tlie  gentleman  was  just  speaking  on  the  wooden  blocking 
rotting  under  the  pipe.  I  think  that  depends  entirely  upon  tlie 
soil  .ictioii'.  There  are  certain  soils  in  whi'h  wood  even  when 
creosoled,  will  deteriorate  and  rot,  but  the  majority  of  soiK  will 
not  .-ift'ect  wood.  I  have  never  seen  blocking  that  was  affected 
by  soil,  but  I  can  imagine  conditions  of  soils  in  San  Francisco 
tli.it  would  affect  it.  I  imagine  adobe  soil  might  have  an  effect 
it  rotting,  but  I  do  not  think  that  bears  out  Mr.  Kirk's  theory. 
The  matter  of  gas  leakage,  it  seems  to  me,  as  to  street  mains, 
can  be  avoided  if  the  street  mains  are  laid  with  care.  In  my 
opinion  the  large  amount  of  leakage  some  gas  companies  suffer 
i;  due  primarily  to  the  fault  at  the  works.  The  second  error 
is  in  the  meters  failing  to  register.  That  is  an  enormous  factor. 
Vou  take  a  company  having  anything  over  forty  or  fifty  thousand 
meters  in  a  city  and  in  my  judgiuent  the  sum  total  of  the  gas 
used  and  not  registered  will  account  for  .'i  fair  proportion  of 
the  leakage;  the  other  is  due  more  often  than  not.  to  defects 
ill  wrought  iron  or  steel  services. 

.Mr.  Dorr:  I  find  that  in  the  cast  iron  mains  the  greatest 
leakage  is  due  to  the  caulking  ami  I  have  always  found,  if  you 
t;ike  the  majority  of  men,  they  have  the  idea  it  is  the  lead 
that  make  tight  joints.  I  have  ;ilways  lield  it  w;is  ,-i  yarn. 
^'ou  take  the  m.tjority  of  men.  men  that  have  been  caulking 
for  years — they   will   take  a   little  yarn  and   put   it   in   the   joint, 
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and  piU  another  little  piece  in  and  then  ponr  ihc  lead  in  and 
think  that  will  hold  it.  I  say  that  is  the  least  important;  the 
yarning  is  the  most  important.  If  joints  are  properly  yarned  they 
will  have  very  little  trouble.  We  have  .something  like  live  or  si.\ 
miles  of  8  in.  pipe,  and  possibly  a  mile  and  a  half  or  two  miles 
of  10  in.  that  have  carried  from  40  to  45  lb.  pressure.  'Ihis  pipe 
was  laid  through  sandy  soil,  and  we  took  particular  care  in  lay- 
ing this  pipe.  Ill  tlie  first  place  were  very  particular  to  yarn 
ii  properly,  and  we  got  the  best  hemp  so  the  joints  were  all 
well  yarned,  and  I  don't  remember  a  single  instance — it  has  been 
some  eight  or  nine  years  since  that  line  has  been  laid — I  don't 
remember  a  single  instance  where  we  had  a  leak. 

Mr.  L.  P.  Loive:     Have  you  tried  lead  wool? 

Mr.  Door:     1  have  tried  lead  wool,  but  never  had  satisfaction. 

Mr.  Martin:  In  regard  to  the  making  of  joints  tight  by  yarn- 
ing. 1  would  like  to  say  that  in  Inglewood  we  have  had  some 
experience  in  caulking  joints  where  no  yarn  was  used.  We  used 
the  Converse  Lock  Joint  Pipe.  While  the  joints  will  not  come 
together  in  such  a  way  as  to  be  absolutely  tight,  still  the  lead 
will  make  them  so,  and  no  yarn  at  all  is  used.  The  iron  is 
brought  to  the  iron  tight,  and  close,  and  then  the  lead  is  pm 
in  anil  thoroughly  caidked. 


WRINKLES    READ    BEFORE   THE    i8TH    CON- 
VENTION  OF  THE   PACIFIC   COAST 
GAS  ASSOCIATION. 

BY   WM.   SCH.^DE,   WRINKLE  EUITOK. 

Wrinkle  No.  i.     Meter  Cocks. 

KV    \\  .    J.    UUKK. 

In  changing  the  method  of  connecting  meters  from  the  use 
of  lead  pipe  to  solid  iron  connections,  we  have  accumulated  .i 
large  number  of  i/^-'m.  meter  cocks  of  the  type  used  with  lead 
connections,  and  to  utilizi  these  cocks  we  have  hit  upon  tlu- 
following  plan : 

Cut  off  about  Yi  in.  of  the  tapered  end  of  the  meter  cock  and 
cut  a  y^-'m.  pipe  thread  on  the  cock,  then  take  a  ■)4-in.  malleable 
coupling,  tin  both  the  threads  on  the  cock  and  in  the  couphng  In 
immersing  in  a  melting  pot  of  hot  solder,  and  when  both  are  well 
tinned,  screw  them  together  in  a  vise  while  still  ho,.  Ihis  makes 
a  solid  joint,  and  the  coupling  can  not  be  removed  from  the  cock 
e.xcept  by  reheating  the  same.  If  desired,  ,i  l)rass  coupling  can  be 
Used  instead  of  the  malleable  iron  one. 

Wrinkle  No.  2.     Treatment  of  Iron  Oxide. 

DV    J.\.\1ES    1:.    KELLY. 

1  he  treatment  of  iron  o.xide,  commonly  used  at  the  presen! 
line  in  g.is  iiurilication,  by  the  introduction  of  steam  in  small 
([u.^ntities  at  the  top  of  the  box,  through  the  cover  when  reviving 
thtni,  has  been  a  great  assistance  to  us  in  Stockton.  'Ihis  process 
was  put  in  operation  in  the  early  spring  of  the  current  year,  whcii 
it  appeared  that  the  purification  capacity  was  not  sufficient  to 
meet  the  demands  of  the  gas  manufactured. 

1  he  plant  is  equipped  with  a  set  of  four  bo.xes  14x14x3, 
connected  to  a  center-seal  valve,  and  a  4-in.  connection  is  made 
to  each  bo.x  under  the  trays  and  connected  to  a  No.  1  Sturtevant 
fan  for  reviving.  '1  he  oxide  was  prepared  according  to  a  formula 
in  general  use  on  this  coast.  It  was  our  custom  to  raise  the 
covers  and  revivify  at  least  three  boxes  daily.  Since  we  began 
using  steam  we  have  not  raised  a  box  for  four  months,  and  tlie 
boxes  are  still   in  good   working  condition  at   the   present   time 

The  small  amount  of  condensation  which  takes  place  serves 
to  maintain  the  oxide  in  a  inoistened  condition,  naturally  aiding 
its  activity,  and  the  results  realized  by  us  from  this  compara- 
t'vely  simple  operation  has  been  most  satisfactory. 

I  his  w-rinkle  is  not  mentioned  to  the  association  as  a  matter 
ol  particularly  new  practice,  having  been  in  more  or  less  general 
use  for  several  years  past.  We  feel,  however,  that  some  of  tlie 
nieinbcrs  may  have  lost  sight  of  this  application  of  a  well  known 
pniicipic,  and  we  hope  that  it  may  be  worthy  of  their  attention 
and  the  means  of  relieving  them,  as  it  has  relieved  us,  from  some 
uf  the  ills  to  which  the  "gas-house  terrier"  is  at  all  times  heir. 


Wrinkle  No.  3.     Oil  Thief. 

BY    L.    I'.    LOW  L. 

'1  If!  enclosed  sketch  ^hows  a  simple  form  of  a  device  kninvn 
as  an  "■  lil  thief"  used  for  the  purpose  of  taking  a  unifonn  sample 
of  oil   Irom   tank   cars,   the   operation   thereof  being  as,  follows: 

Op-  n  the  valve  at  bottom  of  "thief"  by  screwing  down  on 
interior  rod.  Remove  ^s-in.  vent  plug  at  to]i  of  "thief."  Lower 
"thief"  dirough  opening  in  dome  of  car.  allowing  it  to  drop 
slowly  Ml  order  to  preserve  uniform  level  of  oil  in  car  and  in 
"thief"  during  process  of   Knvering. 

Wh>-n  "thief"  has  reached  bottom  of  car  and  is  full  close 
valve  by   screwing  npw:ird   on    interior   rcpd  and   insert    vent   plug. 


/b^      TsM'/^t;       ^A/uf^jj  ^^aAf        T'/g^'i      ^^ 


then  withdraw  "thief"  and  whicli  by  reason  of  being  closed  can 
lie  handled  in  a  horizontal  position  without  spilling. 

•As  I  he  regulations  of  oil  companies  provide  that  samples  of 
oil  shall  not  be  taken  from  cars  at  a  lower  distance  than  2  in. 
from  the  bottom,  this  instrument  is  designed  so  that  when  open 
the  lowermost  thereof  will  rest  on  bottom  of  ear,  leaving  the 
necessary  2  in.  space  between  bottom  of  car  and  bottom  of  ,"thief" 
inlet.  This  device  is  simple  and  inexpensive  and  can  be  made 
from  materials  usually  on  hand  in  any  gas  works. 

Wrinkle  No.  4.     Cast  Iron  Pipe  Reducer. 

I  would  suggest  as  a  wrinkle  that  cast  iron  pipe  reducers 
Ik  made  with  spigot  end  tapered  after  the  manner  of  the  plugs 
that  are  to  be  knocked  out,  so  that  the  reducers  can  be  received 
in  the  bell  of  tee  or  cross  without  having  to  remove  the  lead, 
but  simply  to  force  in  a  caulk,  thereby  saving  time  and  annoy- 
ance. .-Mso  the  ease  at  some  future  time  with  which  the  reducer 
can  be  removed  in  case  a  larger  diameter  main  is  required,  as  it 
is  rather  a  hard  job  to  remove  a  leaded  end  from  a  bell  when 


November  26,   19101 


JOURNAL    OF     ELECT  RICTY      POWER    AND     GA3 


467 


Wrinkle  No.  6.     Service  Manholes. 

1  he  illustration  shows  a  service  manhole  which  we  have 
ftiinid  inexpensive  to  construct,  very  much  cheaper  than  brick  or 
concrete,  and  wliich  meets  all  requirements.  'I'esis  made  indicate 
that  Toncan  metal  will  last  a  great  many  years.     I  do  not  know. 


•Stbeet  line 


pi?e:sent  STYi^e  »/^eo  to  /?E/yiove 

O/V  /JCCOa^T  OF  LEPD 


UTTTTtm, 


^"^^i^ZZZzzzzzzzL 


_/,£: 


Coee    pip's  qalv 


^r^^ 


Pea  POSED     ^JPIA/KLe   HITM    TfilP£e£0  END 

■s//vtiLff/?  ro  r^^E  PLUG. 

Cast    Iron    Pipe   Reiiueer. 

you  are  in  a  hurry.  'I  his  has  been  found  satist'actory  and  the 
joints  have  l)jen  subjected  to  heavy  pressure  without  detriment. 
Plugs  .are  remcived  with  a  clamp  and  screws  j.acked  .against 
the  bell. 

Wrinkle   No.   5.     Interchangeable   Service   Cocks. 

liv  siiF.RWoon  oKovr.k. 

The  illustration  shows  an  interchangeable  service  cock  wrench 
for  use  in  emer.iJencies  for  various  sizes  of  service  cocks.     'I'he       where  valves  are  installed. 


CONCSSTE. 


.■Sf-ivire   Maliliiilf. 

however,  dial  it   is  beiuK  used  e.\cept   for  culverts.     'I'lie  manhole 
is    used    by    this    cunipany    in    inii)n)ved    streets    at    intersections 


Iiitercliangeable   Service   Cock  Wreneli. 


print  is  merely  of  a  type,  and  the  princijile  may  be  changed,  of 
course,  to  suit  conditions.  The  tool  shown  is  intended  to  use 
for  either  flat  head  or  tee  head  cocks  of  three  different  sizes. 
The  wrench  itself  t.iking  one  size  and  two  extra  bushings,  one  of 
which  is  carried  in  place,  and  the  other  attached,  to  the  handle 
with  split  pin  as  shown.  The  bushings  are  held  in  place  by  a 
little  pin  attached  to  a  spring.  The  tool  was  devised  by  the 
foreman  of  the  Pacific  Gas  &  Electric  Go's,  meter  department 
nt  Oakland,  Mr,  J.  J.  Mulgrew. 


Wrinkle  No.  7.     Cleaning  Stand  Pipes. 

.  liV   l>.   J.    YOU  NO. 

Our  large  generators  h.ive  3ll-in.  outlet  pijies.  To  clean  the 
stand  pipes  is  quite  a  task  and  was  made  more  difficult  by  the 
fact  that  a  30-in.  cast  iron  flange  had  to  be  moved  each  time  in 
order  to  get  access  to  the  pipe.  We  relieved  this  part  of  the 
trouble  by  using  a  12-in.  "hat  flange"  on  the  30-in.  flange.  This  is 
simply  a  12-in.  nozzle  in  the  center  of  the  30-in.  flange,  and  is 
closed  by  a  12-in.  blind  flange.     This  is  of  a  size  which  one  man 
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can  easil\  liancllc.  and  allmvs  pU-nty  of  room  for  cleaning,  but 
does  not  pi-rniit  llic  escape  of  so  nmcli  heat,  resulting  in  the 
work  being  done  more  qnickly  and  easily  than  heretofore. 

Wrinkle  No.  8. 

I!V     S.    C.    ].1)\VK. 

.\  great  many  times  the  complaint  department  of  tlie  gas 
company  is  called  upon  to  fix  the  burner  in  a  gas  range  and  I 
have  found  that  a  simple  remedy  for  fixing  the  upper  burner  is 
to  ignite  tlie  gas  in  the  mixer  and  let  the  burner  become  heated. 
.■\fier  whicli  it  is  removed  and  all  the  grease  will  have  been 
burned  off  of  the  inside  of  the  casting.  This  is  a  simple  and. 
effective  means  of  cleaning  a  gas  range  burner. 

1  also  submit  a  wrinkle  to  be  used  in  connection  with  install- 
ing a  drip  on  a  street  main.  It  sometimes  happens  that  water 
accumulates  in  low  spots  and  it  is  necessary  to  put  in  a  drip  after 
the  original  installation  of  the  pipe.  On  a  high  pressure  line  it  is 
difficult  to  tap  the  main  on  the  bottom  so  the  best  method  is  to 
lake  two  saddles  and  fasten  them  on  the  pipe,  one  saddle  on  the 
lop  and  one  on  the  bottom.  The  bottom  saddle  can  be  put  on 
without  the  stop-cock  and  in  its  place  use  a  street  ell  to  run  off 
!<■  ihe  drip,  .\fter  this  connection  is  made  the  pipe  can  be  drilled 
from  the  top  right  through  the  bottom.  This  makes  a  convenient 
.ind  cisx  nuthi.ul  of  putting  in  a  drip,  and  while  the  cost  is 
^lightly  n-.jrc  U  is  more  than  overcome  by  the  saving  on  drilling 
(if  hole  on  the  bottom. 

It  is  more  or  less  disagreeable  to  have  a  boiler  blow  off 
.1  round  a  gas  plant  on  account  of  the  dirt  and  noise,  .and  a  very 
effectual  means  of  deadening  the  sound,  together  with  its  cleansinj; 
effect,  is  to  connect  up  all  of  the  gas  scrubbers  with  the  boiler 
blow  off.  li>'  this  means  the  scrubbers  can  be  kept  thoroughly 
cle.in  and  flushed  out  daily  with  the  water  that  is  usually  blown 
off  into  a  sump  hole.  I  also  find  that  if  the  blow  off  line  is 
connected  into  connecting  lines  between  scrubbers  that  it  is  an 
effectual  way  of  keeping  all  of  the  pipes  clear  and  does  away 
with  the  danger  of  g;is  works  stoppages. 


THE    NEW    HOME    OF    THE    DENVER    GAS    & 
ELECTRIC  COMPANY. 

The  newlv  completed  htiildino-  of  the  Denver  Gas 
iv  Electric  Company,  at  Denver,  Colo.,  is  said  to  he  tin- 
hest  lisj-hted  building;  in  the  world.  The  exterior  illuin- 
illation  as  shown  in  the  accimipanyino;  illustration. 
l;iken  at  the  time  of  the  formal  opetiing  on  November 


Xi^iit     Illumination     of    Denver    Gas     and     Electric 
Company's   Building. 

12.  Kjto,  is  at  once  artistic  ;ind  brilliant,  13.000  lamps 
being'  used  and  250  miles  of  wire  being'  required.  Its 
initial  lighting  was  made  a  gala  night  in  Denver. 


A    SUGGESTED    COMMUTATORLESS    DIRECT 
CURRENT  GENERATOR. 

BV    E.    GROTE    .VND    F.    n.WIPSO.V.' 

I  his  paper  describes  the  construction  of  a  ma- 
chine designed  to  generate  high  tension  direct  cur- 
rent without  the  aid  of  a  commutator.  The  construc- 
tion is  based  on  the  theory  of  putting  a  conductor  into 
motion  through  a  uniform  magnetic  field,  the  result 
of  which  is  to  set  up  an  e.m.f.  This  e.m.f.  can  be  in- 
creased if  several  conductors  are  employed. 

Thus,  if  x=  e.m.f.  of  one  conductor,  the  total 
e.m.f.  =  X  X  number  of  conductors  in  series. 

It  is  well  known  in  the  law  of  induction  that  the 
following  axioms  hold  good,  viz.,  that  no  currents  are 
set  up : 

1st.     In  any  point  of  a  noit-magnetic  field. 

2d.  In  a  jicrnianent  i:'iagnetic  field  where  matter 
passes  through  the  field  parallel  to  the  lines  of  force. 


Fig,  1. 

^(I.  Ill  any  ]iart  of  a  rigid  bmly  placed  in  ;i  lio- 
ii'ogxnec  iii>  magnetic  field. 

It  will  be  granted  that  if  a  conductor  is  moved 
in  a  magnetic  field  so  that  it  ctits  the  lines  oi  force,  an 
eieciric  current  is  generated;  also  an  e.m.f.  is  set 
t,p  which  is  in  direct  proportion  to  the  number  of 
lines  id'  force  cut.  It  is  also  known  that  the  exit  of  the 
lines  oi  force  from  iron  into  the  atmosphere  is  always 
al   right  angles  to  the  face. 

Hoth  the  exit  and  entrance  being  at  this  angle,  it 
is  <|uite  feasible  that  a  non-alternating  field  can  be 
constructed.  We  can  now.  therefore,  generate  an 
e.m.f.  which  will  always  he  in  one  direction.  The  for- 
nitila  resulting  from  a  conductor  moved  in  a  homo- 
geneous field  with  a  rotar^•  motion  is  </>  =  <^  max  X  cos 
d  ^=  4>  X  cos  ((ot). 

\\'liere  <r)  =  .Angular  .Sjjced. 

T  =  Time. 


'Transaetion.s    of    the    Soutli    African    Institute    of    EleetricTl 
Engineers. 
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.  ■.  e.m.f.  is  E'  =  <^  max  X  w  X  sin  (wt). 

Referring  to  Fig',  i,  and  supposing  the  conductors 
.shown  are  moving  through  the  field,  each  of  tlie  con- 
ductors are  generating  a  current  in  the  same  direction. 

Now,  if  we  can  connect  the  ends  of  each  con- 
ductor in  the  manner  shown  by  the  dotted  Hnes,  and 
bring  these  connections  either  through  a  non-magnetic 
field  or  exactly  parallel  to  the  lines  of  the  field,  we 
have  achieved  the  desired  result,  b'ig.  2  shows  how 
this  is  effected. 

In  order  to  construct  a  maonctic  field,  such  as  is 


necessary  for  each  ci_)nductor  in  the  armature,  the  addi- 
tion of  which  made  the  rotor  three  nr  four  times 
longer  than  it  would  otherwise  ha\-e  been.  The  result 
is  that  the  practical  use  of  this  machine  can  only  be 
very  limited. 

In  this  paper  we  are  endeavoring  to  describe  an 
electrical  machine  capable  of  generating  continuous 
currents  at  hi,gh  tensions  in  the  armature,  without  the 
aid  of  commutation,  and  with  only  two  or  four  slip- 
rings  ;  and  we  believe  we  Iiave  found  a  way  to  con- 
struct such  a  machine. 


..^>/'^m/:^imiim^f^,.. , 


Kiff.    2.      C'liara(;teri.stics    of   MaKiietic    Fields    in 
Aiinature  Construi-tion. 

re(|uii-e(l  in  machines  for  generating  a  direct  e.m.f., 
i'.  is  necessary  to  connect  the  magnetic  lines  of  force 
between  the  opposite  poles. 

In  the  case  of  an  nrdinary  generator  such  coimec- 
tion  is  made  throu,i,di  the  frame  of  the  stator  and  the 
iron  of  the  rotor.  The  lines  of  force  pass  through  the 
air-gap  and  the  armature,  cutting  the  conductors  sit- 
uated round  the  periphery  of  the  rotor,  thereb\-  an 
e.m.f.  is  generated  as  soon  as  the  rotor  is  set  intf) 
mcHion.  This  e.m.f.  chan,ges  from  positive  to  nega- 
tive and  \ice  versa,  as  the  polarity  changes  on  account 
of  the  motion  of  the  rotor,  thereby  an  alternating  cur- 
rent is  set  up  which,  in  the  case  of  a  direct  currenl 
machine,  is  commutated  and  thus  made  continuous. 

In  order  to  set  up  a  continuous  current  in  the  ar- 
mature without  commutation  it  is  necessary  to  move 
the  conductor  in  a  field  of  constant  polaritv. 

This  principle  has  been  known  for  a  consi(leral)le 
period,  but  the  application  of  it  has  met  with  consider- 
able difficulties,  which  were  greater  in  the  construc- 
tion of  the  armature  and  armature  coils  than  in  the 
formation  of  the  ma.gnetic  field  itself.  Therefore,  a 
machine  which  directly  generates  continuous  current 
in  the  coils  of  the  armature  has  been  regarded  hith- 
erto as  outside  the  bounds  of  practical  construction. 

Only  in  recent  years,  ^fr.  Xoeggerath,  an  .\nieri- 
can  engineer,  succeeded  in  constructiitg  a  machine 
capable  of  generating  a  continuous  current  at  a  pres- 
sure of  600  volts,  without  a  commutator.  This  ma- 
chine has  one  fault,  which  is,  that  the  extremely  high 
rotary  speed  of  125  metres  per  second  has  to  be  at- 
tained before  attaining  the  above  voltage  in  a  comjiar- 
atively  short  conductor.  Reside,  on  this  machine  the 
coils  on  the  armature  cannot  be  wound  in  the  usual 
way.  because  a  reverse  e.m.f.  would  be  set  up  in  the 
return  part  of  the  coils.  The  jn-olileni  of  the  series 
connections  is  solved  by  connecting  the  end  of  each 
conductor  to  a  slip-ring,  and  the  return  wires  being 
brought  back  outside  the  influence  of  the  fields  of  the 
machine.     It  therefore  follows  that  two  slip-rings  arc 


V'wi.  ?,.     Cids.s  Section  Througli  Stator  ami    Itotor. 

I' i.!^'-  ^  slidws  the  arrangement  of  the  field  wind- 
ings and  armature  windings,  and  the  characteristic 
])oinls  of  the  field  in  the  longitudinal  an<l  diagonal  sec- 
tion of  the  machine. 


i-"is 


^'/■/M'  w^' /'■V''i//i7,'/.'/M'i-'i'/''' 


lyongitudinal    Section    Sliowing    Armature 
WiniUnRs  ami   Stator  Field   (".dls. 


The  main  point  of  ditference  in  this  machine  and 
an  ordinary  generator  is  that  the  field  does  not  extend 
as  in  the  usual  case  from  the  north  pole  through  the 
iron  core  of  the  armature  to  the  south  pole  and  thence 
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lhniii<;^li  tlic  frame  hack  tn  the  north  pole:  hut  the 
(hrection  of  the  lines  of  force,  on  the  contrary,  is 
thron^'h  the  axis  of  the  armature,  startiiigf  from  tlie 
slator  tiekl  coil  and  returning;  through  the  curved 
iind)s.  as  shown  in  Fig.  3. 

By  this  means,  the  armature  windings  will  be  cut 
twice  by  the  main  field,  namely,  once  in  the  upper  air 
gap  and  once  in  the  lower  air  gap.  both  in  one  and  the 
same  direction. 


A 


B 


I'-ig.  I. 

Referring  to  Fig.  4,  if 

W  =  the  plane  of  the  N.  I',  of  a  magnet,  and 
AB  =  a   conductor   moved    at   right   angles  over 
the  pole  and  in  a  rectangular  direction  to 
its  length,  the  current  thus  generated  will 
tlow   in   the  direction   shown. 

In  this  instance,  the  direction  of  mo\cment  is  from 
A  to  I!,  and  the  direction  of  current  from  X  to  "N'. 

By  sim])ly  connecting  the  conductors  in  the  lower 
part  of  the  armature  to  those  in  the  u]iper  part,  the 
curriMits  induced  in  them  would  neutralize  one  an- 
other. 

.\  second  task  tlierefore  presents  itself,  nameh'.  to 
loop  up  the  two  conductors  in  such  a  manner  that  the 
currents  induced  in  them  shall  not  be  in  opposition 
liut  sym])athetic.  and  without  setting  up  any  back  cur- 
rent in  the  conductor  which  is  used  to  loop  them  up. 
'otherwise  the  construction  of  such  a  machine  would 
be  impossible.  As  has  been  shown,  it  is  possible  to 
form  a  non-alternating  field,  in  which  a  number  of 
conductors  can  be  moved  in  such  a  way  as  to  gener- 
ate a  continuous  current.  An  armature  brought  into 
such  a  field,  and  fitted  with  conductors  specially  con- 
structed for  the  purpose,  would  allow  of  such  a  cur- 
rent being  generated  to  any  desirefl  amperage  or  \olt- 
agc.  according  to  the  connection  of  each  in<li\-idual 
conductor. 

This  may  be  done,  provided  the  conductors  used 
for  looping  are  not  situated  in  the  same  field  as  the 
main  conductors  which  they  are  connecting. 

The  original  idea  was  to  employ  the  permeating 
co-efficient  forces  of  air  and  iron,  in  order  to  make 
the  loo]i  connections  in  a  non-magnetic  field  nr  in 
;■.   Field  of  opposite  i)olaritv. 

The  jicrmeating  co-cfficiencv  of  air  ('(")  *=  i.  and 
api)roximatel\-  the  i)ermeating  co-efficiencA'  of  iron 
(u)=6. 


Now,  if  the  armature  is  so  constructed  that  gaps 
are  left  at  certain  intervals  at  the  circumference 
through  which  the  loop  connection  is  taken,  a  back 
electro-motive  force  is  set  up,  which  would  approxi- 
mately be  u  —  ui.  In  order  to  obtain  fairly  satisfac- 
tory results,  the  mass  of  iron  in  the  armature  would 
have  to  be  very  large.  Also  other  drawbacks,  such 
as  eddy  currents,  resistance  of  coils,  etc.,  etc..  would 
greatly  reduce  the  efficiency  of  the  machine.  It  there- 
fore follows  that  the  above  theory,  although  a  partial 
solution  of  the  problem,  cannot  be  regarded  as  a  reallv 
efficient  one.  Suppose,  however,  the  construction  of 
the  armature  is  the  same,  but  the  gaps  are  widened 
sufficiently  to  enable  a  coil  to  be  inserted  ;  in  other 
words,  to  enable  electro-magnets  to  be  inserted  in 
the  rotor,  the  magnetic  field  would  be  considerably 
changed,  inasmuch  that  in  both  the  upper  and  lower 
[larts  of  the  armatm-e  a  magnetic  field  would  be  set  up. 

Besides  this,  the  stator  field  will  attract  the  rotor 
field  and  \\cc  versa.  If  the  iron  is  not  super-saturated, 
and  the  air-gap  between  (he  stator  and  rotor  i-;  kept 
small,  the  lines  of  force  froni  the  field  coils  will  be  at- 
tracted by  the  magnetic  fields  in  the  rotor. 

By  these  means  the  .great  majority  of  the  lijics 
of  force  will  tra^■cI  through  the  rotor  magnet  cores. 
leaving  onlv  about  10  to  15  per  cent  of  the  total  lines 
outside.  The  loop  connections  of  the  armature  con- 
ductors are  therefore  taken  through  this  weak  part 
of  the  field,  and  consequently,  the  rex'crsc  c.m.f.  set 
rp  in  them  is  proportionatclv  small. 

The  formula  for  the  strength  of  ibc  c.m.f  induced 
in  the  main  conductor  is 

(IE  ^  T'lv  X  sin  a  X  sin  ^  X  dl  where  dl  =  length 
of  conductor  which  is  moved  at  a  speed  A'  in  a  mag- 
netic field  of  a  strength  II  and  where  a  is  the  angle 
formed  by  the  conductor  and  the  lines  of  force  and  x 
is  the  angle  resulting  from  the  rotary  mo\ement  to 
the  lines  of  force.    The  total  strength  of  the  c.m.f.  will 

be  ^'=    /   Hv  X  sin  a  X  sin     ^   X  dl.  V.  is  the  largest 

"\alne  when  a  is  0<~>°  .'.if  x  '^  as  small  as  possible. 
and  a  as  large  as  possible,  the  reverse  e.m.f.  generated 
in  the  loop  connections  will  be  an  almost  negligible 
quantity. 

Eddv  currents  and  hysteresis  are  now  avoided. 
.\s  there  arc  no  alternating  fields  in  cither  the  rotor 
or  the  stator  we  can  use  solid  iron  for  both  these  parts, 
which  simplifies  the  construction  of  the  machine  con- 
siderable. 

The  calculation  for  efficiency  is  now  very  much 
the  same  as  for  any  ordinary  machine.  The  stator  field 
will  also  show  a  similar  appearance  as  is  usually  the 
case,  namely,  it  will  set  up  a  distortion  in  the  direction 
in  which  the  armature  is  rotating. 

The  main  flux  of  the  lines  of  force  in  this  machine 
is  separate  for  each  indi\'idual  field.  This  fiux  will 
(Originate  from  the  two  principal  poles  onlv.  that  is  to 
say,  that  all  the  cores  projecting  from  the  stator  are 
of  one  polarity,  and  all  the  armature  cores  \vill  be  of 
the  opposite  noIarit\-.  All  the  positive  n<ilarities  and 
;dl  the  ne,tjati\e  polarities  run  parallel  with  each  fither. 
Also  the  poles  in  the  main  field  are  arransjed  so  that 
the  armattu-e  windin.gs  are  cut  in  one  and  the  same 
(Mrection  as  long  as  the  rotation  remains  the  ^^ame. 
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l-'roni  the  foregoing  we  have  shown  that  contin- 
uous currents  can  be  generated,  the  e.m.f.  of  which 
can  be  made  to  any  desired  voltage,  merely  depending 
on  the  way  in  which  the  armature  conductors  are  con- 
nected up. 

If  a  diagram  of  the  continuous  currents  of  such  a 
machine  is  taken,  it  will  show  a  line  of  waves.  This 
is  explained  by  the  fact  that  the  torque  in  the  iron 
of  the  armature  is  opposed  to  the  flux  of  the  lines  ui 
furce  in  the  main  field. 

luirlher  a  torque  will  be  set  up  against  the  direc- 
tion of  rotation  and  in  the  rotor  itself,  in  such  a  way 
that  the  first  half  of  the  flux  of  the  lines  of  force  will 
cut  the  armature  windings  at  almost  a  right  angle. 
The  other  half  of  the  flux  of  the  lines  uf  force  in 
front  of  the  first  half  will  cut  the  armature  windings 
at  a  considerably  more  acute  angle. 

Now,  the  e.m.f.  induced  in  a  conductor  dei)enil> 
upon  the  angle  at  which  Uie  lines  cut,  and,  there fure, 
the  first  half  of  the  flux  above-described  will  generate 
a  higher  e.m.f.  in  the  coils  than  the  second  halt. 

This  will  naturally  set  up  pulsations,  but  these 
pulsations  can  be  considerably  diminished  by  making 
the  fields  as  uniform  as  possible,  namely,  by  using  tiie 
best  soft  iron  of  uniform  quality  for  the  polar  rmgs, 
with  as  many  poles  as  possible,  both  in  the  statnr  ami 
rotor. 

The  main  purpose  of  the  rotor  electro-magnetic 
coils,  which  are  in  shunt  to  the  main  armature  coils,  is 
as  follows : 

1st.  To  attract  the  flux  of  the  lines  of  ilu-  main 
held  as  much  as  possible  from  the  zone,  where  tiie 
effective  conductors  of  the  armature  windings  arc 
looped  together. 

2d.  To  generate  a  rotating  field  in  opposition  to 
the  lines  of  force  in  the  main  field  in  that  portion  of 
the  machine  where  the  loop  connections  are  taken 
through.  This  rotating  field  will,  of  course,  be  only 
a    comparatively    weak    one. 

3d.  To  strengthen  the  main  field  and  to  oft'er  less 
resistance  to  the  lines  of  force  of  the  main  field,  there- 
by diminishing  the  leakage  lines  of  force  and  any  dis- 
advantages which  might  be  experienced  from  them. 

For  high  tension  generation,  it  would  prolnibix- 
be  found  an  advantage  to  excite  the  fields  by  sejjarale 
e.xcitation,  in  which  case  the  machine  would  ha\e  to 
be  equipped  with  four  slip-rings.  For  voltages  under 
500  it  could  be  shunt  wound  in  the  ordinary  manner, 
and  would  only  require  two  slip-rings  in  that  case. 


A  new  method  for  producing  high-tension  dis- 
charges was  described  by  Prof.  E.  Wilson  and  W  .  11. 
W  ilson  at  a  recent  meeting  of  the  Physical  Society  of 
London.  I'jiergy  is  taken  from  an  alternating  or  con- 
tinuous-current source  and  stored  in  a  magnetic  field 
by  an  inductance;  it  is  then  permitted  to  surge  into  a 
condenser  which  forms  with  the  inductance  a  low- 
frc-quency  oscillating  circuit.  When  the  energv  i^ 
stored  in  the  condenser,  the  latter  is  mechanicall\ 
bridged  across  the  primary  winding  of  a  spark-coil, 
with  which  it  forms  a  high-frequency  oscillatory  cir- 
cuit. The  energy  is  then  transmitted  by  the  secondary 
winding  of  the  spark-coil  to  the  work  circuit  in  a  well- 
known  manner.  The  method  therefore  involves  the 
use  of  an  inductance,  a  condenser,  a  spark-coil  and  ;i 
srecial  contact-makiiiP:  device. 


TESTS     FOR     INSTTT.ATING     MA- 
TERIALS. 

The  American  Society  for  Testing  iVlaterials  has 
appointed  a  committee  on  Standard  Tests  of  Insulat- 
ing Materials,  known  as  Committee  D-9;  Mr.  C.  E. 
Skinner,  of  the  Westinghouse  Electric  &  Mfg.  Co., 
i)eing  chairman.  At  the  present  time  the  testing  of  in- 
sulating materials  is  in  a  chaotic  state,  due  to  lack  oi 
standard  methods  and  standard  tests.  Each  producer 
and  each  consumer  has  his  own  tests.  But  these  almost 
in\ariably  dift'er  from  those  used  by  others.  There  are 
certain  fundamental  tests  which  are  required  in  all 
tla.sses  of  insulating  materials;  it  is  thought  that  the 
standardization  of  these  tests  will  be  of  direct  bcnehl 
to  producer,  consumer  and  independent  testing  labor- 
atory. The  producer  can  submit  results  of  tests,  which 
can  be  directly  interpreted  by  the  consumer,  and  to  a 
large  measure  avoid  the  necessity  for  submitting  sam- 
l)les  and  having  tests  made  by  each  individual  con- 
sumer. The  consumer  will  be  able  to  judge  materials 
closely  enough  to  know  whether  he  will  be  obliged  to 
proceed  with  further  laboratory  or  commercial  tests. 
The  facilities  of  the  independent  laboratories  will  be- 
come directly  available  for  making  tests  which  can  be 
used  by  both  consumer  and  producer. 

The  committee  desires  to  secure  from  manufac- 
turers, users  and  testing  laboratories  information  in 
detail  as  to  the  methods  pursued  in  making  the  regula- 
tion tests.  With  this  information  at  hand,  it  is  hoped 
that  the  more  important  of  these  tests  may  be  stand- 
ardized to  the  benefit  of  all  concerned.  The  list  of 
tests  given  below  is  intended  to  cover  all  the  iniportaiu 
properties  of  the  whole  line  of  insulating  materials. 
\o  one  material,  of  course,  would  be  subject  to  all 
these  tests.  Partial  replies  will  be  welcome,  even  if 
they  relate  to  but  one  material  or  test. 

The  information  desired  is  that  pertaining  to  test- 
ing methods,  not  to  the  insulating  materials  them- 
selves. In  order  that  the  work  of  the  committee  may 
be  satisfactorily  accomplished,  it  is  necessary  that 
all  the  details  be  given,  not  only  of  the  methods  of  test- 
ing, but  also  the  manner  of  preparing  samples,  l-'or 
instance,  in  preparing  samples  of  insulating  cloth,  the 
kind  of  cloth  used  is  important,  how  it  is  prepared  for 
treatinent,  how  the  insulating  material  is  applied  to 
the  cloth,  at  what  temperature  and  density  it  is  ap- 
plied, etc.  The  committee  wishes  to  have  opinions  as 
to  the  advantages  derived  from  the  results  of  tests, 
also  what  tests  are  considered  the  most  important,  not 
only  of  those  in  the  list,  but  also  of  any  others  thai 
r^ay  be  made,  with  reasons  for  such  opinion. 

Since  the  deterioration  of  insulating  materials 
with  time  is  an  important  matter,  jt  would  be  desiralde 
to  be  able  to  predict  the  life  of  the  material  in  service 
from  the  fundamental  tests  on  the  new  material,  if  tliis 
can  be  done.  In  some  cases,  the  purpose  for  whicii 
the  material  is  to  be  used,  or  its  final  form,  has  con- 
siderable bearing  on  the  testing  methods  empliiyed. 
In  such  cases,  this  fact  should  be  indicated.  W'hile  the 
plan  as  above  outlined  will  involve  considerable  labor 
for  all  concerned,  it  is  believed  that  the  results  will 
justify  the  expenditure,  and  universal  co-operation  is 
therefore  earnestly  solicited.  Re])lies  can  be  ad- 
dressed to  H.  1>.  Brooks,  Bureau  of  Standards,  Wash- 
ington, D.  C. 
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RATIONAL   CONSERVATION. 

Ill  the  course  of  a  recent  address  as  reprinted  in 
tlu-  .Mining-  and  Scientific  I'ress,  C.  W.  Hayes  said  lliat 
like  most  otiier  articles  of  faith,  conservation  means 
nian\'  widely  diverse  things  to  diiiferent  men.  A  clear 
definition  of  the  term,  a  formulation  of  creed,  is  there- 
fore a  necessary  preliminary  to  the  discussion.  Disre- 
.t;ariliiig;  the  views  of  the  extremists  and  visionaries  we 
may  define  conservation  as  utilization  with  a  maxi- 
nuini  efficiency  and  a  minimum  waste.  Please  note, 
that  i  lay  special  stress  upon  utilization,  for  I  regard  it 
as  an  essential  feature  of  any  form  of  practicable  con- 
servation. To  conserve  resources  for  future  genera- 
lions  at  a  serious  sacrifice  of  the  interests  of  the  pres- 
ent is  mit  only  unwise,  but  is  wholly  impracticable 
and  \isionary.  To  be  elTective,  therefore,  conser\-a- 
lion  measures  must  rest  upon  an  economic  basis;  to 
secure  the  adherence  of  an  interested  party  they 
must  appeal  to  his  business  sense  as  offering  distinct 
material  advantage.  Thus  the  arguments  for  con- 
servative forest  management  of  privately  owned 
forests  vv'cre  absolutely  without  ef^'ect  until  it  was 
<lemonstratcd  that  such  management  offered  larger 
])rofits  than  the  practice  in  use.  Likewise  it  is  use- 
less to  urge  a.  coal  operator  to  mine  out  all  the  coal 
in  a  bed  if  by  so  doing  he  runs  his  mine  at  a  loss. 
( )iily  the  inducement  of  economic  advantage,  of  in- 
creased profits,  will  be  generally  eiifective. 

There  appears  to  be  an  unfortunate  confusion  in 
the  minds  of  certain  advocates  of  conservation.  They 
lia\e  apparently  confused  conservation  of  natural 
resources  with  destruction  of  the  trusts,  and  the 
mixture  has  resulted  in  pure  deniagoguer3\  I'n- 
(piestionabl}'  both  subjects  are  highly  important,  but 
they  have  no  necessary  connection,  unless  indeed 
they  are  antagonistic.  The  natural  resources  will 
not  be  conserved  by  destroying  the  trusts,  nor  will 
the  trusts  be  controlled  by  checking  the  waste  of 
natural  resources.  Anyone  who  has  studied  condi- 
tions attending  the  development  of  mineral  deposits 
must  have  been  impressed  by  the  fact  that  those  de- 
posits held  by  large  companies  are  being  developed 
and  utilized  with  a  view  to  prevention  of  waste,  in 
accordance  with  the  principles  of  conservation,  to  .'i 
much  greater  extent  than  are  the  deposits  held  by 
small  companies  or  by  individuals.  The  explanation 
is  ])urely  economic.  The  large  company  can  intro- 
duce at  a  profit  methods  for  pre\-enting  waste  which 
Would  be  ruinously  expensive  to  the  small  operator, 
and  turthermore  the  soulless  trust  is  immortal  and 
must  provide  for  its  continued  existence  far  beyond 
the  ordinary  lifetime  of  the  individual.  Hence  the 
logical  conser\ator  of  our  natural  resources  is  the 
trust.  1  am  aware  that  this  is  rank  heresy  in  certain 
quarters,  and  that  ni}'  statement  is  liable  to  be  mis- 
understood and  distorted,  but  the  sooner  we  recog- 
nize clearly  the  antagonism  between  conservation 
and  destruction  of  the  trusts,  the  sooner  we  shall  be 
in  a  ])osiiion  to  sohe  the  problem  wisely  and  fairly. 

It  is  olnious  that  the  term  'natural  resources'  co\'- 
ers  a  wide  field  and  that  from  the  \-iewpoint  of  con- 
servation they  admit  of  classification  into  a  number 
of  wi(lcl\  separated  groups.  The  type  of  the  first 
grou])    is    water-power,    which    is    conserved    only    bv 


utilization,  and  is  best  conserved  when  it  is  mcjst 
fully  de\elopctl  and  used.  In  this  group  are  wind- 
power  and  the  radient  energy  of  the  sun.  Since 
water-power  cannot  be  conserved  by  hoarding,  its 
early  and  complete  utilization  in  the  most  efficient 
manner  possible  is  clearly  the  end  to  be  sought.  'J"he 
second  group  includes  forests  and  soils  which  are  re- 
newed under  favorable  conditions,  though  slowly, 
and  to  yield  the  largest  benefits  must  be  used  con- 
tinuously, but  are  liable  to  serious  depreciation  and 
waste  through  improper  use.  Here  the  problem  is 
obviously  to  balance  the  use  against  the  renewal  so 
that  the  resources  suffer  no  permanent  depreciation. 
The  third  group  includes  minerals  which  once  used 
are  never  renewed,  but  are  gone  forever.  A  further 
subdivision  of  the  useful  minerals  is  necessary  into 
two  classes,  inexhaustible  and  exhaustible.  Of  these 
the  first  includes  those  minerals  which  occur  in  na- 
ture so  abundantly  and  so  widely  distributed  that  no 
conceivable  use  will  materially  diminish  the  visi- 
ble supply;  such  are  salt,  limestone,  clay,  sand,  build- 
ing stone,  and  in  general  minerals  used  as  structural 
materials.  The  second  class,  the  exhaustible  min- 
erals, includes  those  which,  although  in  many  cases 
they  occur  in  very  large  quantities,  nevertheless  are 
definitely  limited  in  distribution  and  amount ;  such 
as  the  fuels — gas,  oil,  coal,  and  lignite;  the  metal- 
liferous ores,  sulphur,  and  phosphate. 

It  is  this  latter  class,  exhaustible  minerals,  with 
which  the  problems  of  conservation  are  chiefly  con- 
cerned. Here  it  is  necessary  to  weigh  present  de- 
mands against  future  needs,  and  to  devise  methods 
of  utilization  which  shall  neither  sacrifice  the  inter- 
ests of  the  present  nor  entail  unnecessary  hardship 
on  future  generations.  This  can  be  accomplished  in 
general,  by  utilizing  the  minerals  (i)  for  the  pur- 
pose for  which  they  are  most  valuable,  (2j  in  the 
manner  that  will  secure  the  most  efficient  results,  and 
t3j  in  the  locality  where  the  greatest  economics  can 
be  effected. 


WIRELESS  COMMUNICATION  WITH  MAGDA- 
LEN  ISLANDS. 

The  Magdalen  Islands  are  the  most  northerly  of 
the  North  Atlantic  coast  ports  from  each  early  infor- 
mation as  to  the  danger  to  navigation  from  floating  ice 
can  be  obtained.  In  winters,  when  the  cable  connect- 
ing the  mainland  with  this  island  group  fails  to  work, 
navigators  are  often  unable  to  form  a  correct  judgment 
of  ice  conditions  in  the  North.  The  Marconi  Company 
will  this  fall  erect  a  wireless  station  on  the  Magdalens 
to  be  ready  for  service  the  coming  winter.  Three  men 
are  to  be  in  charge  during  the  winter  months  and  two 
in  summer.  This  assures  constant  communica.tion 
with  Charlottetown  and  the  other  ports  of  the  mari- 
time provinces.  The  Point  Amour  and  Belle  Isle 
stations  are  to  be  kept  open  the  whole  of  the  coming 
season.  By  means  of  the  information  to  be  furnished 
from  all  of  these  points  it  will  be  possible  to  forecast 
hereafter  with  some  accuracy  the  probable  time  of  the 
resumption  of  navigation  from  and  to  Canadian  North 
Atlantic  coast  ports,  as  also  the  possible  dangers  to 
the  trans-Atlantic  service  in  the  early  summer  months 
from  huge  masses  of  ice. 
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975,418.  Electric  Switching  Device.  Ford  \V.  Harris, 
Wilkinsburg,  Pa.,  assignor,  l)y  mesne  assignments,  to  West- 
inghouse  Electric  &  Manufacturing  Company,  East  Pittsburg. 
Pa.  In  a  switching  device,  the  combination  with  a  support- 
ing frame,  jjins  projecting  upwardly  from  the  ends  theref)r 
and  provided  with  insulators,  and  stationary  contact  mem- 
liers  projecting  upwardly  from  said  insulators,  of  a  rotatal)le 


shaft  located  Ijetween  the  stationary  contact  members,  a 
bridging  member  secured  to  the  rotatable  shaft  and  having  up- 
wardly i)rojecting  contact  arms,  a  spring  tending  to  hold  the 
bridging  member  at  one  end  of  a  ninety  degree  arc  of  rotation, 
a  lever  arm  projecting  laterally  from  said  shaft,  an  electro- 
magnet rotatably  mounted  with  its  axis  parallel  to  thai  of 
the  shaft  and  having  a  movable  contact  member  conned ed 
to  the  laterally  i)rojecting  lever  arm. 

975,422.  DIsconnectiing-Switch  for  High-Potential  Cir- 
cuits. Stephen  Q.  Hayes,  Pittsburg,  Pa.,  assignor  to  Westing- 
house  Electric  and  Manufacturing  Company.  A  disconnecting 
switch  comprising  a  horizontally  disposed  insulating  bushing 


having  a  contact  terminal  at  one  end,  a  lever  pivotally  sup- 
ported above  the  bushing  and  a  movable  contact  terminal 
freely  suspended  from  the  outer  end  of  the  lever,  insulated 
therefroiu  and  adapted  to  move  vertically  into  and  out  of  en- 
gagement with  the  stationary  contact   terminal. 

975,936.  Combined  Electric  Iron  and  Stove.  Burton  R. 
Charles,  Portland,  Ore.  In  a  combined  iron  and  stove,  the 
combination  with  a  supporting  base,  a  handle  therefore,  hav- 


ing a  flange  which  normally  rests  on  the  base  whereby  the 
base  and  handle  form  an  iron,  means  whereby  the  handle  will 
t;erve  as  a  support  when  the  supporting  base  is  inverted  and 


used  as  a  stove  and  the  flange  on  the  handle  will  serve  as 
a  support  for  said  handle  when  the  device  is  used  as  a  stove 
and  means  for  electrically  heating  the  base  when  used  as  an 
iron  or  stove. 

975,623.  Centrifugal  Pumping  Apparatus.  Oavid  W.  .Jone.s 
and  Earl  VV.  Kojipe,  Los  .i^ngeles,  Cal.  In  a  centrifugal  pump, 
a  runner  having  a  ijlurality  of  discharge  channels,  said  chan- 
nels having  ]iorts  extending  outwardly  through  the  t(i|)  of  the 


runner;  and  a  regulating  ring  mounted  on  said  runner  re- 
volubly  with  relation  thereto,  said  ring  having  ports  which 
may  be  brought  into  or  out  of  register  with  said  ports  in  the 
runner  to  partly  or  wholly  open  or  close  the  same. 

975,585.  Electric-Circuit  Controller  for  Railway-Sw^itches. 
Guy  M.  Thompson,  Seattle,  Wash.,  assignor  to  The  G.  M. 
Thompson  Railway  Switch  Company,  Seattle,  Wash.  A  trolley 
actuated  circuit  closer,  comprising  in  combination,  an  insu- 
lated housing  supported  by  the  trolley  wire  including  spaced 
■  longitudinal    side    members,    trolley    guides    secured    to    and 


oppositely  projected  from  either  end  of  the  housing,  longi- 
tudinally arranged  resilient  contact  plates  secured  to  the  side 
members  of  the  housing  and  insulated  from  each  other,  a 
magnetic  track  switch,  and  a  normally  open  electrical  circuit 
including  said  plates  and  said  track  switch  and  adapted 
to  be  closed  by  the  trolley  frictionally  engaging  said  plates. 
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J'',lcctricit_v'.s  latest  contrilnitinn  to  houseliold 
hfaltli  and  central  stalif)n  wealth  is  the  ozonizer.  which 
makes  an  artificial  mountain  air 
that  excels  the  natural  product. 
Ozone  is  a  particularly  active  and 
energetic  form  of  oxygen  which 
mav  he  produced  b}'  subjecting  air  to  the  stresses  due 
to  the  railiations  of  electricity,  heat  or  ultra-violet 
iig'ht.  'i'hese  resonant  strains  probably  break  up  the 
molecule  of  oxygen  into  atoms  which  are  free  to  unite 
with  other  oxygen  molecules  to  form  O3,  or  ozone.  Its 
characteristic  clean  odor  may  frequently  be  detected 
around  electrical  apparatus  or  in  the  high  mountains 
where  the  ultra-violet  rays  are  more  abundant  than  at 
lower  elevations  where  they  are  more  completely  ab- 
sorlied  by  the  atmosphere.  It  is  so  penetrating  ihal 
one  part  of  ozone  in  ten  million  parts  of  air  can  be 
c'ielected  by  the  sense  of  smell,  a  qualitative  determina- 
tion far  more  delicate  than  any  chemical  means  yet 
devised.  In  such  dilution  it  is  strongly  invigorating 
and  exhilarating,  but  as  it  is  further  concentrated,  it 
surfeits  the  sense  and  becomes  disagreeable. 

Its  commercial  production  is  usually  accom[)lished 
by  means  of  a  silent  electrical  discharge  thrtjugh  mov- 
ing air.  An  alternating  current  is  necessary  and  the 
best  results  are  obtained  with  at  least  eight  thousand 
volts  and  a  low  amperage  to  minimize  the  excess  heat 
which  destroys  the  ozone.  Yields  as  high  as  250 
grams  of  ozone  per  kw.-hour  have  been  obtained  for 
industrial  purposes,  though  the  usual  type  of  ventilat- 
in,g  machine  is  calcu'aled  on  the  basis  of  ozoniziip;- 
about  200  feet  of  air  an  hour  per  kw.  in  a  6o-watt 
machine. 

Its  chief  application  has  been  in  purifying  water 
and  in  ventilating  crowded  rooms,  the  organic  im- 
purities in  each  case  being  oxidized  and  thus  rendered 
harmless.  Bad  water  and  bad  air  are  responsible  for 
many  bacterial  diseases  and  also  tor  much  industrial 
inefficiency  and  as  a  corrective  for  those  ills  it  provides 
the  equivalent  of  a  trip  to  the  mountains. 

Almost  all  odors  can  be  instantly  destroyed 
by  this  means,  including  those  due  to  tobacco, 
cooking  and  sickness,  as  well  as  to  tanneries,  glue 
works  and  slaughter  houses.  However,  it  has  not  yet 
been  able  to  rob  the  skunk  of  his  terrors.  Aside  from 
its  domestic  use  there  are  many  technical  purposes  for 
which  ozone  is  finding  a  constantly  increasing  field. 
Here  concentration  is  the  most  important  factor,  one 
per  cent  by  volume  not  being  uncommon.  For  hospi- 
tals it  is  an  ideal  sterilizer  and  disinfector.  It  is  also 
useful  in  treating  insomnia  and  colds  as  well  as  certain 
skin  diseases.  As  a  food  preservative  it  enjoys  many 
advantages,  and  wines  and  liquors  may  be  artificially 
rged  by  this  means.  Vegetable  and  animal  oils  may 
lie  bleached  and  deodorized  at  stnall  expense  and  for 
laundry  work  its  use  is  unsurpassed.  It  accelerates 
almost  all  of  the  beneficent  organic  processes  of  nature 
and  counteracts  many  corruptive  ones.  If  it  meets 
with  the  same  popular  approval  as  its  domestic  prede- 
cessors the  electric  fan,  electric  iron,  electric  heating- 
devices,  vacuum  cleaners  and  vibrators,  the  ozonizer 
will  be  a  profitable  load  for  many  electric  comi)anie> 
now  bothered   by  a  night   peak. 
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PERSONALS. 

A.  M.  Hunt  returned  last  week  from  a  triji  to  Portland 
on   engineering   business. 

J.  A.  Herr,  sales  engineer  with  tlie  Pacific  Coast  office  ot 
tlie  Sprague  Electric  Company,  is  at  Portland. 

F.  N.  Jewett,  general  sales  manager  of  the  Wagner  Elec- 
tric Company,  is  visiting  the  San  Francisco  district  office. 

G.  M.  Gest,  conduit  engineer  and  contractor,  with  offices 
at  New  York,  Cincinnati,  Chicago  and  San  Francisco,  is  vis- 
iting San  Francisco. 

W.  H.  P.  Hill,  manager  of  the  Monterey  County  Gas  & 
Electric  Company  of  Monterey,  Cal.,  recently  spent  several 
days  at  San  Francisco. 

Paul  Shoup,  who  was  recently  elected  vice-president  of 
the  Pacific  Electric  Railway  Company,  has  been  spending  a 
few  days  at  Los  Angeles. 

William  H.  Corbett,  president  and  general  manager  of 
the  V'illamelte  Iron  &  Steel  Works,  of  Portland,  was  a  San 
P^rancisco  visitor  last  week. 

Geo.  A.  Kyle  has  resigned  as  vice-president  of  the  Oregon 
Electric  Railway,  of  Portland,  Oregon,  to  engage  in  general 
engineering  work  at  Portland. 

H.  C.  Goldrick,  Pacific  Coast  manager  for  tho  Kellogs 
Switchboard  &  Supply  Company,  left  during  tho  past  week 
for  a  tour  of  the  San  .Joaquin  Valley. 

C.  R.  Gurtler,  an  engineer  with  .T.  G.  White  &  Co.,  is 
installing  two  12,000-kw.  Curtis  steam  tuihines  for  the  Pacific 
Tjght  &  Power  Company  at  Redondo. 

Albert  W.  Hitchcock,  plant  inspector  of  the  Western  Elec- 
tric houses  of  America,  has  arrived  fi-om  Chicago,  and  is 
paying  a  visit  to  the  San  FVancisco  branch  of  the  coniiiany. 

R.  D.  Holabird  of  the  Holabird-Reynolds  Company,  re- 
turned to  San  Francisco  last  week  after  spending  several 
weeks  in  the  Pacific  Northwest  in  connection  with  his  Seattle 
branch. 

Ral|ih  O'Neil  recently  resigned  as  engineer  at  the  Tocbau 
Tavern  and  went  to  Taft,  where  he  will  act  as  consulting  engi- 
neer for  a  large  company  operating  in  the  oil  fields  of  Cali- 
fornia. 

11.  A.  T.,ardner.  Pacific  Coast  manager  for  J.  G.  White  & 
Co.,  recently  returned  to  his  San  Francisco  office  after  inspect- 
ing the  work  in  progress  for  the  San  .I(iar|uin  TJght  &  Power 
Company. 

H.  F.  Dodge,  division  commercial  superintendent  of  the 
Western  Union  Telegrai)h  Company,  has  returned  to  San 
Francisco,  after  making  an  inspection  trip  through  Southern 
California. 

.T.  W.  Gilkyson.  division  commercial  superintendent  of  the 
Pacific  Telephone  &  Telegraph  Company's  Southern  Divis- 
ion, has  returned  to  Los  Angeles  after  spending  a  few  days  at 
San   F^'ancisco. 

W.  S.  Rerry,  salesmanager  of  the  Western  Electric  Com- 
pany's San  Francisco  house,  has  returned  from  a  trip  to  the 
New  York  office  after  attending  the  National  .Jobbers'  Con- 
\ention    at    Hot    Springs,   Va. 

C.  F.  Mason,  Commercial  engineer  of  the  Pacific  Tele- 
phone &  Telegraph  Company,  has  been  transferred  from  San 
Francisco  to  Los  Angeles,  where  be  will  hold  the  position  of 
District    Commercial    Superintendent. 

Alviu  G.  Garralt.  chief  engineer  and  general  sales  uuui- 
ager  of  the  Lombard  Governor  Company  of  Ashland,  .Mass  . 
is  at  San  FrancJsco,  on  a  tour  of  the  Coast  and  is  making 
his  headquarters  with   Pierson.  Roeding  &   Co. 


R.  S.  Buck,  with  Sanderson  &  Porter  of  New  York,  left 
last  Sunday  for  a  tour  of  the  Pacific  Northwest.  At  Victoria, 
B.  C,  he  will  join  Wynn  Meredith,  the  Pacific  Coast  manager 
for  the  firm,  who  has  been  superintending  the  installation  of 
electrical  machinery  on  the  Jordan  river  for  some  time. 

E.  A.  Beck,  general  superintendent  of  the  Pacific  Light  & 
Power  Company,  who  died  at  Los  Angeles,  November  10,  1910, 
was  one  of  the  best  known  electrical  officials  on  the  Pacific 
Coast.  Twelve  years  ago  he  was  connected  with  the  con- 
struction of  the  lines  of  the  San  Gabriel  Electric  Company, 
which  was  the  nucleus  of  the  Pacific  Light  &  Power  Com- 
pany. 


TRADE    NOTES. 


Leo.  .J.  Meyberg,  formerly  with  .Joseph  Thieben,  has 
located  at  778  Mission  street  and  will  make  a  specialty  of  sell- 
ing the  Westinghouse  "wire-type"  tungsten  lamps. 

H.  M.  Estes,  is  carrying  a  $1.5,000  stock  for  the  Star  Ex- 
pansion Bolt  Company  at  1010  Howard  Street,  San  Fran- 
cisco. This  is  the  largest  stock  of  this  material  on  the 
Pacific   Coast. 

W.  R.  Greene,  formerly  with  the  Pacific  States  Electric 
Company,  has  charge  of  the  Los  Angeles  office  recently  estab- 
lished by  the  American  Electric  Fuse  Company  at  4.'i9  East 
■■J'hird  street,  where  a  complete  stock  of  this  company's  pro- 
ducts  is   carried. 

The  General  Electric  Company  reports  the  following 
steam  turbine  sale  to  the  Lewiston  &  Clarkston  Improve- 
ment Company,  of  Clarkston,  Wash:  One  A.  T.  R.  4.  l.'je:! 
k.v.a.,  1S00  r.p.iu..  2300  v.,  Curtis  steam  turbine;  also  one 
('.  C.  2,  2.5  kw.,  1^600  r.p.m.,  125  v.,  shunt-wound  Curtis  turbine 
exciter, 

Mr.  F.  G.  Bolles,  has  resigned  as  commercial  engineer 
of  the  Allis-Chalmers  Co.,  to  devote  his  entire  attention  to 
The  Reliance  Engineering  &  Equipment  Co.,  1417-19  Majestic 
Building,  Milwaukee,  in  which  he  has  an  equal  interest  with 
C.  A.  Tupper  and  others.  The  company,  which  is  taking  on 
a  number  of  additional  exclusive  agencies,  will  remove  Decem- 
ber 1st,  to  offices  415,  416  and  417  in  the  new  Engineering 
Building,  and  considerably  extend  the  scope  of  its  operations. 

Theo.  F.  Dredge,  who  is  well  known  among  the  local  elec- 
trical and  steam  engineers  has  opened  an  office  as  manufac- 
turers' agent  in  the  Monadnock  Building,  San  Francisco.  His 
principals  include  the  Peterson  Engineering  Company  of 
New  York  and  Chicago,  with  a  full  line  of  oil  pumps,  filters 
and  electrical  supplies;  the  Hughson  Steam  Specialty  Com- 
pany of  Chicago,  manufacturer  of  valves  and  other  steam 
specialties;  Coffin  Valve  Company  of  Boston.  Mass.,  special- 
izing on  sluice  boxes  and  other  material  for  irrigation  and 
water-power  companies;  The  Pitts,burg  Piping  and  Equipment 
Company  of  Pittsburg,  Pa.,  fabricators  of  material  for  piping 
installations;  and  the  United  States  Indestructible  Gasket 
Company  of  New  York,  manufacturers  of  corrugated  copper 
gaskets,   etc. 

The  Pelton  Water  Wheel  Company  of  San  Francisco  has 
secured  a  contract  for  an  additional  ttu-bine  for  the  municipal 
electric  lighting  plant  at  Rrigham  City,  XTtah.  where  a  500-h.p. 
Pelton  impulse  wheel,  direct-connected  to  a  Westinghotise 
generator  is  in  operation.  The  new  equipment  includes  a 
Pelton-PYancis  turbine  operating  under  a  head  of  280  feet 
and  'developing  750-h.p.  at  fiOO  r.p  in.,  direct  connected  to  a 
Westinghouse. 3-phase  60-cycle  generatm-.  The  specifications 
call  for  a  .'12-incb  single  discbarge  turbine  of  the  spiral-case 
type,  to  be  regulated  by  ;i  Pelton  oil-iiressure  governor.  To 
assist  in  the  regulation  a  heavy  steel  fly-wheel  and  a  Pelton 
mechanically-operated  valve  will  be  used. 
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THE 


DEVELOPMENT     OF     PROTECTIVE     DEVICES 
HIGH    TENSION    CIRCUITS. 


FOR 


nv    p.    G.    LA-M.I.K\. 

Electricity  is  most  economically  generated  near  a  source 
of  power,  whether  water,  gas  or  coal.  This  fact  has  led  to 
the  development  of  many  power  sources,  some  of  them  re- 
mote from  localities  where  there  was  a  demand  for  power. 

Locations  close  to  centers  of  demand  wei-e  first  devel- 
oped,   and    as    the    distances    over    which    power    was    to    be 


These  consisted  of  contacts  working  in  separate  enclosing 
chambers,  partly  filled  with  oil,  in  which  the  arc  was  finally 
broken.  TWIf 

For  each  line  wire,  two  breaks  in  series  and  consequently 
two  chambers  were  employed,  each  pair  of  chambers  being  in- 
stalled in  an  isolating,  fire  proof  compartment. 

The  chambers  were  later  improved  by  the  addition  of 
baffle  plates  and  expansion  chambers  which  prevented  dis- 
ruption of  the  oil,  splashing  of  oil  out  of  the  pots,  and  allowed 


Fig 


General     Electric     High     Teii.sion     H-3     Oil 
Switches. 


transmitted  were  small,  few  serious  difficulties  were  encoun- 
tered in  the  early  days.  As  the  nearer  powers  were  devel- 
oped, the  increased'  demand  created,  necessitated  the  de- 
velopment of  the  more  remote  powers.  Then  arose  engineer- 
ing problems  which  have  forced  the  development  of  apparatus 
to  handle  the  high  voltages  necessary  for  economical  trans- 
mission over  long  distances.  One  of  the  first  long  steps  toward 
high  voltage  transmission  was  made  about  eight  years  ago, 
by  the  Washington  Water  Power  Company.  This  company  in 
order  to  supply  power  to  the  mines  of  Washington  and  Idaho, 
over  transmission  lines  about  1.50  miles  long,  decided  to  use 
00,000  volts.  This  development  proved  so  successful  that  it 
was  speedily  followed  by  others  and  by  rapid  rises  in  volt- 
age until  110,000  volts  is  now  by  no  means  unusual,  and  a  rise 
to  140,000  volts  has  been  proposed. 

To  meet  these  conditions  it  has  been  necessary  to  de- 
velop switching,  measuring  and  protective  equipments  along 
radically   new   lines. 

High  voltage  developments  are  necessarily  expensive,  and 
to  effect  economy  large  powers  must  be  employed,  so  that  in 
addition  to  taking  care  of  high  potential  strains,  it  has  been 
necessary  to  produce  equipments  capable  of  withstanding  the 
explosive  effect  of  interrupting  the  flow  of  large  amounts  of 
energy. 

The  first  high  voltage  switches  were  designed  along  the 
lines  of  previous  switches  for  lower  voltages,  the  spacing  and 
insulation    being    increased    in    proportion     to     the     voltage. 


I-"ig.    2.     General   Electric  Type   T,   Form   D-1   Com- 
Ijined   Fuse  and  Di.sconnecting  Switch. 

.space  for  the  safe  expansion  of  gases  formed  by  arcs. 

To  increase  the  rupturing  capacity,  these  switches  are 
provided  with  explosion  chambers  surrounding  the  contacts. 
Theso  confine  the  oil  and  force  it  at  high  pressure  between 
the  contacts  at  the  point  at  which  the  arc  is  ruptured.  The 
explojion  chambers  being  entirely  submerged  in  a  larger 
volume  of  oil,  any  oil  forced  out  by  the  expansion  of  gases 
is  immediately  and  automatically  replaced. 

These  switches  are  usually  electrically  operated  and 
located  at  some  distance  from  the  point  of  control,  hut  they 
have  also  been  designed  for  hand  operation.  They  are  lim- 
ited to  systems  of  not  over  60,000  volts.  These  switches, 
which  are  suitable  for  large  power  installations,  are  expen- 
sive, and  to  meet  the  condition  where  a  small  amount  of  power 
was  to  be  tapped  from  a  transmission  line  some  simpler  pro- 
tective device  had  to  be  provided. 

This  problem  was  solved  by  the  introduction  of  the  ex- 
pulsion type  fuse.  This  fuse,  mounted  in  a  suitable  holder 
which  acts  as  a  disconnecting  switch  for  the  circuit,  permits 
opening  the  charging  current  of  a  line  or  the  magnetizing 
current  of  a  transformer,  at  the  same  time  disconnecting 
the  fuse  holder  from  the  circuit  so  that  a  fuse  can  be  easily 
and  safely  removed  or  replaced. 

These  fuses,  under  proper  conditions,  furnish  excellent 
protection  for  lines  and  apparatus,  as,  due  to  their  property 
of  generating  a  high  pressure  at  the  rupturing  point  of  the 
fuse,  and  their  quick  action,  the  circuit  is  opened  with  little 
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if  any  more  rlistnrbance  than  whfire  an  oil  switch  is  iiserl. 

There  are  a  number  of  engineering  features  which  shouhl 
be  carefully  considered  before  deciding  upon  the  use  of  fuses. 

Fuses  should  not  be  used ; 

(1)  When  the  current  to  be  ruptured  exceeds  thi'  rating 
of  the  fuse,  or  when  the  capacity  of  the  system  exceeds  the 
rupturing  capacity  of  the  fuse. 

(li)  Where  the  arc  formed  by  the  blowing  fuse  is  objec- 
tionable. 

(3)  Where  short  interruptions  of  service,  due  to  the  time 
necessary  to  replace  fuses,  is  an  objection. 

(4)  Where  overloads  or  short  circuits  are  frequent,  and 
circuits  should  be  opened  selectively  after  a  time  limit.  In 
the  cases  given  above  oil  switches  should  be  recommended. 

To  meet  the  demand  for  a  moderate  capacity,  reliable  switch 
which  could  be  installed  at  a  less  cost  than  the  large  capacity 
switch,  a  new  type  of  oil  switch  has  been  designed.  In  this 
switch  each  pole,  consisting  of  two  breaks  in  series,  is  assem- 


Fig.     S.      General     Elpctric     Type     F,     Form     K-10, 
T.  P.  S.  T.  110,0011  Volt  100  .\mpore  Oil  .^Jwitrh 

bled  in  a  separate  iron  tank  of  large  dimensions.  The  three 
poles  necessary  for  a  three-phase  circuit  are  operated  as  a 
unit  by  one  mechanism,  either  by  means  of  a  hand  operated 
lever,  by  air  or  by  solenoids  electrically  operated  from  the 
central   board. 

This  switch  does  not  require  isolating  cells  for  the  oil 
tanks,  these  being  simply  set  up  on  the  station  floor,  the 
spacing  and  size  being  varied  according  to  voltage,  the  limit 
of  which  is  110,000  volts. 

High  capacity  oil  switches  have  been  designed  along  the 
lines  of  the  one  last  mentioned  which  are  capable  of  handling 
the  largest  powers  yet  developed,  at  any  voltage  considered 
up  to  the  present  time.  In  order  to  provide  the  necessary 
insulation  between  live  parts  to  take  care  of  the  higher  volt- 
ages, spacings  and  break  distances  have  been  increased.  The 
oil  tanks  are  larger  and  contain  a  greater  volume  of  oil. 

These  switches,  being  top  connected,  admit  of  a  simple 
and  flexible  station  layout.  All  wiring  being  overhead,  sta- 
tion buildings  do  not  require  basements,  and  can,  therefore, 
be  constructed  more  cheaply  than  when  bottom  connected 
switches  are  used.  The  absence  of  cell  work  and  barriers, 
also  tends  to  greatly  reduce  the  cost  of  installation. 

In  order  to  provide  automatic  protection  for  apparatus 
under  abnormal  conditions  of  overload  or  short  circuits,  two 
schemes  are  now  in  general  use. 

The  flrst,  and  oldest,  employs  series  transformers,  the 
primaries  of  which  are  connected  in  the  high  voltage  circuit 
to  be  protected.  The  secondary  winding,  suitably  insulated 
from  the  primary,  is  connected  either  direct,  or  through  suit- 
able relays  to  the  coil  which  attracts  the  tripping  mechanism 
of  the  switch  controlling  the  circuit. 


The  second  uses  relays,  thoroughly  insulated  from  the 
ground,  the  solenoids  of  which  are  connected  directly  in  the 
main  circuit.  These  operate  the  tripping  mechanism  of  the 
switch  either  directly  by  means  of  insulating  rods,  or  by 
means  of  an  auxiliary  source  of  power  and  a  trii)  coil  on 
the  switch  mechanism.  These  relays  are  designed  only  as 
single  pole  units  one  of  which  is  connected  in  each  line  wire, 
and  are  not  suitable  for  conditions  which  require  the  bring- 
ing together  of  two  high  voltage  circuits  in  one  unit. 

Where  wattmeters  or  watthour  meters  are  requirea  series 
transformers  are  necessary  and  can  be  used  to  operate  pro- 
tective devices  in  addition  to  carrying  the  instrument  load. 


Fis 


4.      General     Electric     110,000     \'.iU.     Type 
Form    K-15    Oil    Switcli. 


A  satisfactory  indicating  device  for  use  on  high  voltage 
circuits  is  formed  by  mounting  a  standard  ammeter  on  a  suit- 
able insulator  to  prevent  leakage  to  ground.  These  instru- 
ments are  connected  directly  in  the  main  circuits,  and  should 
be  so  mounted  that  accidental  contact  with  them  by  the  sta- 
tion attendant  is  impossible.  These  instruments  are  used 
in  those  installations  which  lend  themselves  to  the  use  of 
series  relays,  and  together  they  form  a  compact  and  chea]) 
equipment. 

Disconnecting  switches  of  various  forms  are  in  general 
use  on  high  voltage  circuits.  These,  as  a  rule,  are  not  in- 
tended to  open  a  power  circuit,  but  can  be  depended  upon  to 
open  the  magnetizing  current  of  a  transformer  or  charging 
current  of  a  line. 

The  well  known  knife-blade  type  is  widely  used,  the  spac- 
ing and  break  distances  being  proportioned  to  the  voltage. 
These  switches  are  invaluable  for  isolating  stations  or  appara- 
tus in  stations  at  times  when  it  is  necessary  to  do  work  on  the 
apparatus  without  shutting  down  an  entire  system. 

Switches  capable  of  opening  a  moderate  amount  of  iiower 
have  been  perfected  for  outdoor  use.  These  are  mounted 
on  a  pole  or  tower  structure  and  may  be  operated  from  the 
ground  by  means  of  a  suitable  mechanism. 

The  final  breaking  of  the  arc  is  accomplished  on  metal 
horns  which,  bending  upward  and  outward,  allow  the  arc  to 
follow  its  natural  course  upward  and  to  rupture  itself  at 
the  ends  of  the  horns. 

The  most  difficult  problem  in  high  voltage  development 
and  one  on  which  the  success  of  any  power  transmission 
scheme  depends,  has  been  the  production  of  suitable  insulation 
for  the  lines. 
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As  the  lines  are  exposed  to  all  weather  conditions, 
traverse  long  stretches  of  exposed  country,  and  are  compelled 
to  make  numerous  bends  and  to  follow  the  natural  grades,  ii 
has  been  necessary  to  produce  insulators  to  meet  any  and  all 
service  conditions. 

With  the  old  style  pin  insulator  construction  line  volt- 
ages were  limited  to  about  60,000  volts,  due  to  the  great  weight 
of  the  insulators  for  higher  voltages  and  the  high  cost  of 
towers,  which  had  to  be  erected  at  close  intervals. 


Fig 


5.      General    Electric    VO.OOO    Volt    T.    P. 
Bolt  Type  Outdoor  Disconnecting  Switcli. 


Higher  voltage  transmission  has  been  made  i)ossible  by 
I  he  Introduction  of  a  new  insulator,  known  as  the  link  type. 
These  are  made  in  two  forms,  one  known  as  the  suspension 
type,  and  the  other  as  the  strain  type. 

Each  complete  insulator  consists  of  a  number  of  jjorce- 
lain  units  joined  together  by  suitable  links,  the  number  of 
i:nits  in  series  being  varied  in  proportion  to  the  line  volt- 
age. Using  these  insulators  it  has  been  possible  to  greatly 
increase  the  distances  between  supports  and  to  reduce  the 
cost   of  lines  to  a  practical  basis. 


THE    AMERICAN     INDUCTION     MOTOR    STARTER. 

The  American  induction  motor  starter  manufactured  by 
the  .\merican  Electric  Fuse  Company,  Muskegon,  Mich.,  has 
been  designed  as  a  substitute  for  the  auto-transformer  start- 
ing devices  for  squirrel-cage  and  slip-ring  induction  motors. 
\'y  means  of  its  resistors,  which  consist  of  a  column  of 
.graphite  discs  in  an  insulated  steel  tube,  it  accelerates  the 
motor  evenly  and  gradually,  takes  a  low  starting  current  and 
introduces  no  wattless  current.  The  resistance  is  varied  by 
changing  the  compression  on  the  column  of  discs,  maximum 
resistance  being  obtained  with  minimum  pressure  and  mini- 
mum  resistance   with   maximum    pressure. 

In  operation  and  appearance  it  is  much  like  an  ordinary 
knife-blade  switch  equipped  with  an  eccentric  mechanism  for 
compressing  the  resistor  and  cutting  it  out  of  circuit.  It  is 
simple  and  light,  has  no  brushes  or  contact  plates  and  will 
not  arc  at  the  switch-points.  It  automatically  adjusts  itself 
to  any  load  and  produces  only  a  slight  drop  in  line  volt- 
age. In  a  comparative  test  between  an  American  a.c.  com- 
pression rheostat  and  an  auto  transformer  in  starting  a  10 
h  p.  440  volt  three-phase  induction  motor  under  a  moderate 
lead,  the  auto  transformer  took  a  starting  current  of  60  am- 
peres per  leg  with  200  volts  at  the  motor  terminals  and 
caused  a  drop  in  line  voltage  from  410  to  .37.5  whereas  the 
American  took  from  25  to  40  amperes  (depending  upon  the 
time  to  bring  to  speed,  with  a  voltage  of  175  at  the  motor 
terminals  and  a  drop  in  line  voltage  from  410  to  395.  The 
starting  curve  rises  smoothly  to  a  low  maximum  and  drops 
easily  to  the  running  level,  showing  that  all  surging  is  elim 
inated. 


LARGEST  ORDER    FOR    MOTORS. 

The  largest  order  loi-  small  electric  power  motors  ever 
placed  with  any  electric  manufacturer  has  been  placed  with 
the  Westinghouse  Electric  &  Manufacturing  Company,  Pitts 
burg,  Penn.,  by  the  Hurley  Machine  Company,  Chicago  and 
New  York,  manufacturers  of  the  "Thor"  electric  home  laim- 
dry  machine.  The  Hurley  Machine  Company  has  decided  to 
adopt  the  Westinghouse  motor  as  its  standard. 

The    "Thor"    machine    is    manufactured    in    three    sizes; 


Tlinr"  Eli-clrir  LaviiRirv  Machiiu- 

Xo.  1,  which  is  designed  for  the  ordinary  home,  and  No.  2  and 
No.  2%,  which  are  intended  for  the  large  home,  small  hotel, 
hoarding  house  or  hospital.  The  same  type  of  construction  is 
followed  in  all  these  machines.  The  washer  is  of  the  re- 
versing cylinder  type.  The  cylinder  is  constructed  of  wood, 
no  metal  parts  of  any  nature  coming  in  contact  with  the 
clothes,  all  of  which  are  held  in  the  wooden  cylinder  and 
rotated  through  one  complete  revolution  in  one  direction,  then 
in  the  reverse  direction,  and  so  on.  The  reversing  mechan- 
ism is  located  at  the  side  of  the  tub  and  consists  of  a  ratchet 
reversing  gear,  the  patents  of  which  are  held  by  the  Hurley 
Machine   Co. 

A  three-roll  wringer  is  a  jjart  of  each  machine  and  is 
mounted  at  the  back  of  the  washer.  The  three-roll  feature 
has  a  direct  advantage  in  that  clothes  can  be  sent  through 
it  from  both  directions. 

An  additional  attachment,  which  is  of  particular  use,  is 
the  gas  burner,  connected  under  the  washer.  It  is  only  nec- 
essary to  connect  this  burner  with  the  gas  system  of  the 
house,  and  the  water  can  be  heated  and  kept  hot  during  the 
process  of  washing. 

Upon  the  "Thor"  laundry  machine  is  used  a  specially 
wound  high  torque  Westinghouse  type  DA  motor,  1700  r.p.m., 
60  cycles,  110  or  220  volts.  Like  most  small  motors  it  can 
be  connected  directly  to  a  lamp  socket.  These  motors  are 
supplied  with  sliding  bases  and  are  mounted  upon  a  small 
bracket,  which  Is  supported  by  a  cross  arm  extending  between 
two  legs  of  the  washer.  The  motor  pulley  is  belted  directly 
to  the  counter-shaft,  which  in  turn  is  connected  to  the  re- 
versing mechanism  that  drives  the  washer,  and  also  to  the 
pulley    operating   the    wringer. 
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A   TRADE    PUBLICATION    EXTRAORDINARY. 

In  "Luminous  and  Flame  Arcs  veisus  Open  and  Enclosed 
Arcs"  just  from  the  press  of  the  General  Electric  Company 
oj  Schenectady,  New  VorU,  Mr.  W.  D'A.  Ryan  gives  a  com- 
prehensive, instructive  and  entertainingly  told  comparison 
ot  the  accepted  standards  used  tor  street  illumination.  This 
publication  is  a  reprint  of  the  paper  which  he  read  before 
the  National  Electric  Light  Association  at  the  recent  meet- 
ing in  St.  Louis,  and  is  very  timely,  treating  as  it  does  a  suli- 
ject  that  is  receiving  widespread  attention  not  only  from  cen- 
tral station  men  but  from  real  estate  men,  merchants  and 
the  public  at  large. 

Charts  and  curves  of  the  types  of  lamps  treated  in  the 
ai'ticle  are  shown  and  in  addition  complete  instructions  in 
reading  them  are  given.     This  feature  gives  it  particular  value 


street  reflector,  the  4  ampere  luminous  arc,  commercially 
rated  at  310  watts  and  equipped  with  clear  outer  g'obe,  in- 
ternal concentric  diffuser  and  magnetite  electrode,  the  6.6 
;impere  luminous  arc,  commercially  rated  at  510  watts  and 
equipped  with  clear  globe,  internal  concentric  diffuser  and 
magnetite  electrode,  the  6.6  ampere  vertical  carbon  flame  arc, 
commercially  rated  at  .510  watts  and  equipped  with  26  in.  con- 
centric diffuser  and   light  opal  outer  globe. 

A  polar  curve  and  a  hemispherical  chart  are  shown,  gi''- 
ing  the  characteristics  of  the  various  types,  together  v/ith 
instructions  in  reading  them  and  conclusions  to  be  drawn. 
After  this  study  of  the  characteristics  of  distribution  and  the 
relative  spherical  and  hemispherical  efficiencies,  attention  n 
turned  to  the  illumination  on  the  street  and  a  foot  candlA 
curve  is  given. 


I.iiniinou.s      An-      Lamps      an  1      ( >i  namfiital      t'c)le.s,     St.    IjOiiis 


to  all  those  interested  in  street  illumination.  As  the  fore- 
most illuminating  engineer  in  the  country,  with  the  facilities 
ot  the  extensive  illuminating  laboratory  maintained  by  the 
Genera!  Electric  Company  at  his  command,  Mr.  Ryan  is  par- 
ticularly well  qualified  to  handle  the  subject. 

In  the  introduction  to  the  paper  mention  is  made  of  the 
importance  of  illumination  charts  and  curves  and  the  psycho- 
logical opposition  usually  met  with  in  their  use  by  uninitiated 
persons.  The  following  are  the  types  of  lamps  studied: 
The  9.6  ampere  carbon  open  arc,  commercially  rated  at  480 
watts,  equipped  with  clear  globe  and  no  reflector,  the  e.U 
ampere  carbon  enclosed  arc,  commercially  rated  at  480  watts 
and   equipped    with   light    opal   inner,   clear   outer   globe   and 


The  height  of  lamps  above  the  street  is  studied  carefully 
and  two  charts  are  shown  that  furnish  a  ready  means  of  com- 
paring the  relative  candle-power  and  resulting  intensities  for 
different  spacings  and  heights  of  lamps. 

It  is  stated  that  America  has  hardly  advanced  beyond 
what  might  be  called  "path-finding"  street  illumination,  as  it 
is  not  an  uncommon  condition  to  find  lamps  spaced  ,500  feet 
apart  and  in  many  cases  1000  feet  apart,  showing  that  the 
public  has  been  more  or  less  satisfied  with  making  one  lamp 
light  from  5  to  28  acres,  or  that  is  what  it  would  amount  to 
if  the  lamps  were  placed  in  an  open  space.  The  wattage 
used  per  linear  foot  of  street  in  European  cities  will  be  com- 
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fium  two  to  three  times  as  great.  With  the  pole  spacing  used  at   the  present   time  a  great   im- 

Whilp  street   arcs  are  employed   largely   for   linear   light  provement   in   street   lighting  is   possible   by   the   snbstitution 

ing.   that    is   up   and   down   the   street,   there   are    many   cases  of  the   4   aini)ere   luminous  arc   for  the  open   carbon,  and   the 

where   open    squares,    parks,   etc.,    must   be   illuminated,    and  enclosed   carbon   arc,  or,   if  a  still   higher  illumination   is   re- 

a  chart  is  shown  giving  a  comparison  of  the  arcs  over  wliirli  quired,  the  6.6  luminous  arc  lamp  can  be  used  in  conjunction 

the  various  lamps  will  project  a  given  minimum  light.  with  vertical  carbon  flame  lamps  for  parks,  squares,  or  dan- 

The  values  of  the  various:  types  of  lamps  spaced  at  500  gerous    intersections    or    places    where    an   exceedingly    large 

and  12.50  feet  respectively  are  illustrated  in  two  sector  plates.  illumination    is   required. 

Broadly,  the  relative  illuminating  power  of  the  various  units  Summarizing,  Mr.  Ryan  says  that  one  of  the  strongest 
for  distances  of  250  feet  and  beyond,  indicating  the  number  of  features  of  the  present  conditions  of  the  art  of  street  light- 
lamps  required  of  each  type,  if  massed  at  one  point,  to  equal  '  ing  is  that  there  is  now  available,  three  high  efficiency  units 
one  Boston  Flame  Arc,  is  as  follows:  which  can  be  operated  in  series   on   the  same  circuit.     The 

r.6   ampere   luminous   arc   for   lighting   the   principal   streets. 

;;:6  ami::;:  Sum^^^^:  ":: : :::::;::::;;:::::;:::::   2  !:.;;.  ''-he  e.e  ampere  Boston  name  arc  for  Ughtlng  parks,  squares, 

4  ampere  Liiminou.s  arc    4  lamps  and  other  places.     The  fi.fi  ampere  Mazda  units  for  residential 

fi,6  ampere  Enclosed    carbon    5  lamps  ^^^   incidental  lighting.     These  should   materially   assist  in  a 

li.fi   Miiippre   open  rarlion    7   lamps 


Xiglit      I'liritograpli      Illustrating 


tlluiiiinatioii      ot       I'.i 
I  Magnetite)    Arcs. 


ms,     W  It  li     l>uniii 


The  Boston  type  of  lamp  referred  to  is  the  vertical  carbon 
flame  lamp  recently  placed  on  the  market  by  the  General  Elec- 
tric Company  and  is  termed  Boston  type  because  the  first 
fifty  were  placed  in  service  in  that  city  to  light  the  principal 
parks  and  squares. 

The  chapter  captioned  "X  values"  treats,  in  an  interest- 
ing way,  the  specifications  adopted  at  the  1907  meeting  of 
the  National  Electric  Light  Association.  Briefly,  the  X  value 
indicates  the  relative  strength  of  the  light  as  comppred  with 
;i  standard  16  candle-power  incandescent  lamp  at  a  fraction 
of  the  distance.  An  arc  lamp,  for  example,  having  an  X  value 
of  4,  gives  the  same  light  as  a  16  candle-power  incandescent 
lamp  at  one-fourth  of  the  distance,  all  of  the  measurements 
being  taken  in  accordance  with  definite  specifications.  In 
this  chapter  are  given  the  X  values  of  the  types  of  lamps 
dealt  with  by  Mr.  Ryan. 

In  conclusion  it  is  stated  that  large  units  should  be  used 
to  light  the  principal  streets  of  a  city  and  that  a  large  volume 
of  light  reflected  from  the  buildings  is  quite  as  important  in 
g:viiig  the  city  the  appearance  of  being  well   illuminated   as 


marked  improvement  of  street  illumination.  Daytime  photo- 
graphs are  shown  of  streets  in  Minneapolis,  Detroit,  Toledo, 
Si.  Louis,  and  Boston.  These  were  made  especially  for  this 
publication  by  the  General  Electric  Company's  expert  night 
photographer,  Mr.  Norris.  Two  very  interesting  photographs 
are  those  of  Park  Square,  Boston,  both  taken  at  the  same 
point,  one  by  daylight,  the  other  at  night,  the  latter  illustrat- 
iiig  the  illumination  by  the  vertical  carbon  flame  lamps 
hung  there. 

The  thirty  color  charts  and  illustrations  are  of  unusual 
merit  and  the  typographical  excellence  does  credit  to  the 
printer's  art..  An  interesting  side  light  is  the  fact  that  the 
multiplicity  of  the  colors  used  in  the  illumination  charts 
necessitated  the  work  being  put  through  the  press  six  times. 
In  anticipation  of  the  enormous  demand  that  there  will  be  for 
this  publication,  the  General  Electric  Company  has  had  an 
exceptionally  large  edition  printed.  "Luminous  and  Flame 
Arcs  versus  Open  and  Enclosed  Carbon  Arcs  for  Street  Illum- 
ination" will  be  for  years  to  come  a  criterion  of  trade  publi- 
cations. 
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NEWS  NOTES 


INCORPORATIONS. 
LIBBY,  MONT.— The  Libby  Water  works.  Electric  Light 
&   Power  Company  has  been  incorporated  by  G.  A.   Shatter, 
for  $350,000. 

EATONVILLE,  WASH.— Tacoma  Telephone  &  Telegraph 
Company,  capital  $3000,  has  been  incorporated  by  A.  E.  Dye 
and  Isabella  Dye. 

PORTLAND,  ORE.— The  Stein  Mountain  Power  &  Irri- 
gation Company,  capital  $25,000,  has  been  incorporated  by  A. 
O.  Jones,  G.  G.  Jone.s  and  T.  Burns. 

SEATTLE,  WASH.— The  Commercial  Wireless  Telephone 
fc  Telegraph  Company,  capital  $1,000,000,  has  been  incor- 
|)orated  by  Fred  H.  Shoemaker  and  John  Bradfield. 

SAN  FRANCISCO,  CAL.— The  Owens  River  Valley  Elec- 
tric Railway  Company  has  been  incorporated  by  C.  Hillyer. 
E.  A.  O'Brien,  M.  R.  Jones,  G.  Carter,  R.  C.  Pardee,  T.  W. 
Forsyth  and  D.  D.  Oliphant,  with  a  capital  stock  of  $200,000. 

SAN  FRANCISCO,  CAL.— The  Sanitary  Telephone  Mouth- 
guard  Company  has  been  incorporated  by  G.  A.  Moore,  J.  L. 
Gould,  J.  L.  Miller,  G.  H.  Bandry,  F.  A.  Brown,  E.  R.  Blake, 
R.  P.  Rogers,  J.  W.  Scott  and  F  R.  Grother,  with  a  capital 
stock  of   $300,000. 


FINANCIAL. 

KINGSBURG,  CAL.— Kingsburg  has  voted  in  favor  of 
issuing  $26,000  of  bonds  for  a  municipal  water  system  and 
fire   protection. 

SACRAMENTO,  CAL. — The  election  last  week  resulted 
in  a  defeat  for  the  second  time  of  the  plan  to  bond  the  city 
for  a  filtration  plant. 

CORTE  MADERA,  CAL.— Corte  Maderans  voted  on  bonds 
for  lighting  and  fire  districts.  The  following  was  the  vote; 
Lighting  district,  for  43,  against  3.  Fire  district,  for  30, 
against   17. 


TRANSMISSION. 
OAKLAND,   CAL. — The   Great    Western    Power   Company 
has  been   awarded  a  franchise  to  operate   its  electric   ijower 
system  in  Albany  to  the  north  of  Berkeley. 

SAN  FRANCISCO,  CAL.— The  Hydro-Electric  Company, 
which  has  been  temporarily  enjoined  from  running  a  pipe 
line  across  the  Mono  National  Forest  Reserve,  has  applied 
for  a  permit. 

TACOMA,  WASH. — Savage  &  Nichols  have  been  awarded 
the  contract  for  the  building  of  the  upper  portion  of  the  Nis- 
qually  power  system.  The  work  on  which  bids  have  been 
let  is  the  building  of  a  dam  in  the  Nisqually  river  and  of  a 
10,050-foot  tunnel,  and  a  contract  will  soon  be  let  for  the 
transmission   line. 

OROVILLE.  CAL. — The  Great  Western  Power  Company  is 
to  enlarge  its  Island  Bar  power  house.  There  are  now  four 
dynamos  used  for  the  purpose  of  power  generation  at  the 
plant.  As  the  plans  are  reported,  another  dynamo  will  be 
added.  This  addition  will  enlarge  the  plant  by  one-fourth  its 
size.  The  demand  for  the  energy  in  excess  of  that  now  gen- 
erated will  easily  be  found  in  San  Francisco  and  Oakland 
Since  the  consolidation  of  the  Great  Western  with  the  Pacific 
Gas  and  Electric,  the  latter  concern  has  been  selling  all  of 
the  power  generated  at  its  own  plants  as  well  as  that  of  the 
Big  Bend  plant.  There  are  now  four  units  in  the  Big  Bend 
plant,  the  unit  being  determined  according  to  the  number  of 
dynamos  in  use. 


SPOKANE,  WASH.— The  National  Power  Company  of 
this  city  with  offices  in  the  Columbia  Building  will  thor- 
oughly remodel  its  big  plant  at  Bishman,  a  few  miles  east  of 
Spokane.  A  number  of  new  buildings  are  to  be  constructed 
and  a  large  amount  of  new  modern  machinery  will  be  installed 
by  the  first  of  the  coming  year  at  a  cost  of  $40,000. 

OROVILLE,  CAL. — Water  is  now  running  over  the  top 
of  the  big  concrete  dam  of  the  Great  Western  Power  Company 
at  Intake,  in  the  Feather  river  canyon,  and  has  backed  up  the 
canyon  several  miles,  forming  a  great  lake.  The  dam  is  H'o 
feet  high  from  the  bed  of  the  river  and  285  feet  long  on  top  be- 
tween the  rocky  walls  of  the  canyon.  It  is  seventy-five  feet 
wide  at  its  base.  It  is  of  solid  rock  and  cement,  1000  car- 
U  ads  of  the  latter  material  being  used  in  its  construction. 

OROVILLE,  CAL.— With  the  filing  by  Mrs.  M.  E.  Lague 
upon  30,000  inches  of  water  in  the  Middle  Fork  of  the  Feather 
river,  to  be  carried  to  a  power-house  at  the  junction  of  Bear 
river  and  the  Middle  Fork,  filings  amounting  to  110,000  inches 
of  water  from  Bear  and  Falls  creeks  and  the  Middle  Fork  for 
the  same  power  plant  have  been  posted.  It  is  only  a  short 
time  ago  that  Stanley  Lague  filed  upon  30,000  inches  of  watrr 
to  be  carried  to  the  same  high  hill  near  the  junction  of  Bear 
creek  and  the  Middle  Fork.  Mrs.  Lague's  point  of  diversion 
is  in  section  25,  township  23  N,  R  8,  Plumas  county.  The 
ditch  that  will  carry  the  water  will  be  20  miles  in  length  and 
■will  receive  its  water  from  a  dam  80  feet  high.  275  feet  across 
the  stream  and  40  feet  through. 


TRANSPORTATION. 
SAN   DIEGO,   CAL.— The   Adams   avenue   electric   line   is 
t(<  be  extended  next  year  from  its  present  terminus  to  Ken- 
sington Park  tract,  which  lies  to  the  east. 

LEWISTON,  IDAHO.— Attorney  J.  B.  West  announces  that 
within  a  short  time  capitalists  will  file  applications  for  a 
franchise  to  enable  the  construction  of  an  electric  railway  at 
this  place  and  to  install  a  lighting  jjlant. 

SEATTLE,  WASH. — Fred  E.  Sander,  who  was  associated 
with  the  construction  of  the  Seattle-Everett  interurban.  an- 
nounced that  he  will  apply  to  the  county  commissioners  for  a 
franchise  to  construct  a  line  to  Lake  Burien,  7  miles  south 
of    Seattle. 

SANTA  MONICA,  C.\L. — Official  announcement  has  been 
made  that  the  Southern  Pacific  Rai'road  Company's  Santa 
Monica  steam  line  is  to  be  converted  into  an  electric  line 
as  far  as  Palms  as  soon  as  possible.  This  old  line  has  already 
been  put  under  electricity  westof  Palms  by  the  Los  Angeles 
Pacific   Railway   Company. 

HAYWARDS,  CAL. — An  application  for  a  franchise  for  an 
electric  street  railway  to  run  from  the  Southern  Pacific  sta- 
t'on  up  C  street  to  Commercial  street,  to  B  street,  to  the 
town  limits  and  then  through  the  Castro  Valley  district  as  far 
as  the  school  house,  a  distance  of  about  four  miles,  has  been 
presented  by  I.  B.  Parsons,  president  of  the  Bank  of  Hay- 
wards.  Work  will  commence  as  soon  as  the  franchise  is 
granted. 

PORTLAND,  ORE. — John  F.  Stevens,  chief  executive  of 
the  Hill  steam  and  electric  railway  interests  in  Oregon,  has 
returned  to  Portland,  after  an  absence  in  the  East,  and  an- 
nounces that  the  Hill  interests  will  spend  from  $7,000,000  to 
$10,000,000  in  extensions  of  the  United  Railways  and  the 
Oregon  Electric  within  the  next  year  or  18  months.  This  will 
mean  an  addition  of  from  200  to  250  miles  of  electric  lines 
tributary  to  Portland. 
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MARYSVILLE,  CAL —The  franchise  across  F  and  Third 
streets,  asked  by  the  Northern  Electric  Company,  has  been 
granted  with  only  one  change.  The  Northern  Electric  Com- 
pany owns  all  the  property  on  the  block  on  F  street  between 
Second  and  Third  streets,  except  one  lot,  and  by  the  agree- 
ment made  the  electric  company  will  fill  and  grade  the  entire 
block.  The  company  also  agreed  to  ji'.ace  an  automatic  gate 
on  the  crossing  at  Fourth  and  Willow  streets,  and  to  stop 
all  switching  on  Fifth  street.  The  Northern  Electric  wished 
to  obtain  the  franchise  to  reach  the  site  of  the  new  depot 
on  E  street  between  Second  and  Third  streets,  a  block  from 
the  present  depot,  and  to  do  so  it  is  necessary  to  cross  Third 
and  F  streets. 

CHICO,  CAL.— The  Northern  Electric  is  bui'ding  the 
largest  electric  freight  locomotive  in  the  State  in  the  local 
shops.  It  will  be  completed  inside  of  a  month  or  six  weeks. 
Work  of  construction  has  been  going  on  all  fall  and  summer. 
The  locomotive  will  be  equipped  with  a  600  h.p.  motor,  while 
those  now  in  use  have  but  360  h.p.  It  will  be  used  on  the 
Chico-Sacramento  run.  The  Northern  Electric  is  making 
many  improvements  in  its  tracks  for  the  winter  season.  All 
of  the  bridges  between  this  city  and  Sacramento  have  been 
strengthened,  and  the  embankments  have  been  made  doubly 
strong,  to  prevent  their  being  damaged  by  floods.  The  pon- 
toon bridge  across  the  Sacramento  river,  on  the  Hamilton 
City  line,  will  not  be  removed  until  well  along  in  December. 


ILLUMINATION. 

SAN  BERNARDINO,  CAL.— This  city  is  next  year  to  have 
a  municipal  electric  lighting  plant. 

MANILA,  P.  I. — The  Manila  Gas  Company,  contemplates 
erecting  a  plant  on  a  new  site  which  is  to  cost  about  $.50,000. 

WILLOWS,  CAL.— The  manager  of  the  Willows  branch 
of  the  Northern  California  Power  Company  has  given  out  that 
this  city  will  soon  have  a  gas  plant. 

COLUSA.  CAL.— C.  F.  Downing,  William  Whales  and  Mr. 
Steele,  officials  of  the  Pacific  Gas  and  Electric  Company, 
have  been  arranging  for  the  commencement  of  work  on  the 
new  power  line.  The  new  line  will  carry  a  voltage  of  1.5,000 
and  on  completion  the  old  line  from  Gridley  will  be  aban- 
doned.    The  work  on  the  sub-station  will  commence  at  once. 

TACOMA,  WASH.— The  Tacoma  Gas  Company  on  South 
A  street  is  preparing  plans  for  its  new  modern  gas  plant  to 
be  built  next  year  on  the  tide  lands.  It  is  situated  east  of 
the  Carstens  Packing  Company,  bounded  by  the  river  street 
on  the  east  and  the  Northern  Pacific  main  line  right  of  way 
on  the  south.  The  cost  of  the  new  plant  will  be  from  $2.50,000 
to   $.300,000. 

LOS  ANGELES,  CAL.— The  Board  of  Public  Works  has 
recommended  to  the  Council  that  62  street  lights  be  installed 
in  the  Cahuenga  district  recently  annexed.  The  cost  of  main- 
tenance it  is  estimated  will  be  about  $2000  for  the  remainder 
of  the  fiscal  year.  The  Board  recommends  that  this  amount 
be  taken  out  of  the  $6755.77  road  taxes  collected  from  dis- 
trict and  transferred  to  street  lighting  funds. 

TAFT,  CAL. — The  recent  incorporation  of  the  California 
Natural  Gas  Company  will  result  in  the  use  of  a  large 
amount  of  the  gas  developed  in  the  Midway  fields.  The  pres- 
ent plan  embraces  the  supplying  of  gas  for  fuel  to  operating 
companies,  and  contemplates  extending  the  system  to  different 
towns  for  heat  and  light  purposes.  The  new  company  has 
contracted  with  the  Standard  Oil  Company  for  the  product 
of  its  gas  wells,  and  on  the  amount  of  supply  will  depend 
the  extent  of  the  system.  From  the  number  of  gas  wells  so 
far  developed,  there  is  promise  that  the  quantity  of  .gas  to 
be  secured  is  practically  limitless.  At  the  Standard's  yards  on 
Section  14  the  new  company  has  sixty  miles  of  4-inch  Dressier 
coupling  pipe  for  its  mains  throughout  the  fields,  also  a  quan- 
tity of  meters  and  other  accessories. 


FRESNO,  CAL.— The  San  Joaquin  Light  &  Power  Com- 
pany has  taken  the  preliminary  steps  for  the  establishment  of  a 
pole  treating  plant  near  Fresno.  This  plant,  when  completed, 
will  have  cost  over  $10,000  and  is  to  be  located  on  ten  acres 
of  land  already  purchased  for  the  purpose  and  lyin^  on  the 
S.  P.  at  the  point  known  as  the  "Y."  When  the  plant  is  placed 
in  operation  every  pole  that  goes  into  the  ground  in  the 
company's  system  from  Bakersfield  on  the  south  to  Merced 
on  the  north  will  have  that  portion  of  it  which  is  to  go  into 
the  earth  treated  with  creosote.  By  this  treatment  it  is  ex- 
pected that  the  usefulness  of  the  poles  will  be  prolonged  four 
times  over  what  it  is  at  present.  The  work  is  to  be  in  charge 
of  W.  R.  Wheaton,  who  is  at  present  in  the  employ  of  the 
San  Joaquin  Light  &  Power  Company,  but  who  originally 
came  from  the  Forestry  Department  at  Washington,  D.  C. 
The  manner  of  treating  the  poles  at  the  local  plant  will  be  in 
accordance  with  a  method  devised  by  Wheaton  as  the  result 
of  over  two  years  of  experimenting  at  Crane  Valley. 


WATERWORKS. 

LOS  ANGELES,  CAL.— The '  Board  of  Supervisors  has 
passed  ordinance  No.  251  granting  to  the  Angeles  Mesa  Land 
Company  a  franchise  for  a  water  system  in  No.  668  tract. 

SAN  DIEGO,  CAL.— The  San  Ysidro  Association  will  take 
over  the  business  of  the  Little  Landers  Corporation.  To 
finance  a  deal  the  association  will  form  an  irrigation 'dis- 
trict and  bond  it  for  $20,000  and  build  its  own  water  plant. 

ASHLAND,  ORE.— The  City  Council  has  paid  Engineer 
W.  J.  Roberts  $1000  for  his  plans  and  specifications  for  the 
reconstruction  of  the  Ashland  municipal  water  system  con- 
taining two  reservoirs.     The  estimates  are  about  $160,000. 

POMONA,  CAL.— The  Consolidated  Water  Company  has 
struck  water  in  its  tunnel  at  Claremont  and  it  is  understood 
that  this  new  tunnel  will  add  materially  to  the  water  supply, 
for  it  is  evident  that  a  new  water  stratus  has  been  tapped. 

WALLA  WALLA,  WASH.— The  Council  has  p'issed  an  or- 
dinance providing  for  the  laying  of  water  mains  beginning 
at  the  intersection  of  Boyer  avenue  and  Roosevelt  street,  and 
running  thence  north  on  Roosevelt  street  and  Garden  street; 
thence  east  on  Garden  street  to  the  city  limits  of  Wa'la  Walla 
according  to  the  plans  filed  in  the  office  of  the  City  Clerk. 

RED  BLUFF,  CAL.— Mrs.  Lewis  Thompson  recently 
filed  on  3000  inches  of  water  in  Cottonwood  creek,  in  Section 
19,  Township  29  North.  Range  4  West.  The  water  will  be 
used  for  irrigation  and  domestic  purposes.  It  will  be  diverted 
by  means  of  a  pump  on  the  south  bank  of  the  creek  and  con- 
veyed through  ditches  and  a  flume  to  the  places  of  use. 

CORONA,  CAL.— The  Temescal  Water  Company  will  sup- 
ply Corona  with  water  for  domestic  use  at  a  cost  of  $60,000. 
The  Company  has  made  arrangements  for  a  new  20  in.  pipe 
line  from  its  artesian  wells  in  Temescal  to  this  city.  The 
line  will  be  of  concrete  and  steel  and  will  have  a  capacity 
of  SOO  inches.  It  is  hoped  to  have  the  line  in  operation  by 
April  1st. 

ELLENSBURG,  WASH.— A  report  by  the  City  Engineer, 
G.  N.  Miller,  on  a  municipal  water  system  for  the  city  to  be 
built  at  an  estimated  cost  of  $300,001.74  has  been  adopte^l.  W. 
J.  Payne,  the  city  attorney,  has  been  instructed  to  prepare 
a  statement  of  the  matter  to  be  presented  to  the  people  at  the 
general  city  election  in  December,  at  which  time  will  be  de- 
cided whether  such  a  system  shall  be  built. 

ELLENSBURG,  WASH.— The  estimate  of  the  city  engi- 
neer submitted  to  the  Council  shows  that  the  water  is  to  be 
taken  from  Cle  Elum  river  about  32  miles  distance.  The  ele- 
vation above  Ellensburg  is  535  feet.  With  16-inch  pipe  the 
daily  delivery  will  be  2,500,000  gallons.  The  cost  is  given  at 
$300,000  in  round  figures  and  the  plan  contemplated  will  sup- 
ply a  population  of  at  least  25,000.  The  distribution  system 
would  require  about  15  miles  of  4  in.  pipe. 
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FRICTION  OF  FLAT  DISCS  ROTATED  IN  WATER 


BY    JOSEPH    N.    LE   CONTE. 


The  object  of  the  series  of  tests  herein  described 
was  to  determine  the  effect  of  diameter  and  speed  upon 
the  power  necessary  to  rotate  flat  circular  discs  in 
water,  and  also  the  effect  of  the  width  of  space  between 
the  moving  plate  and  the  stationary  walls  of  the  con- 
taining vessel.  To  a  certain  extent  the  effect  of  tem- 
perature on  power  consumption  was  touched  upon, 
and  in  one  instance  the  effect  of  rusting  the  surface. 


investigated  the  power  consuniiition  on  discs  only  up 
to  12  in.  diameter,  and  with  comparatively  low  speeds. 
He  did  not  publish  any  information  on  the  effect  of 
the  space  between  fixed  and  rotating  plates  upon  power 
consumption,  and  in  his  results  assumed  the  power  to 
vary  as  to  the  cube  of  the  speed  and  fifth  power  of  the 
diameter,  making  up  the  difference  between  theory  and 
actual  oljservations  bv  a  variable  coefficient. 


Pholn  by  H.  F.  Fischer 


Kxperimeiital   Apparatus   tor  Determining  Friction  ot  Flat  Discs   Rotalert    in   Water. 


Work  along  similar  lines  has  been  done  by  Prof. 
Jas.  Thomson,  as  described  in  the  Transactions  of  the 
Royal  Society,  1855,  and  by  Prof.  \V.  C.  Unwin  in  the 
Proceedings  of  the  Institution  Civil  Eng.  in  1885. 
These  tests  were  all  made  on  low  speeds,  and  on  a 
comparatively  small  scale. 

Prof.  F.  G.  Hesse  carried  on  a  series  of  tests  simi- 
lar to  and  with  an  ap]iaratus  identical  with  ours,  but 

'Professor    of    Mechanical    Engineering,    University    ot   Cali- 
fornia. 


The  tests  described  in  this  paper  cover  the  ground 
more  fully  than  those  made  by  Prof.  Hesse,  and  the 
apparatus  used  was  larger,  and  the  speed  control  better 
ihatl  he  was  able  to  use.  It  was  not  possible,  however, 
to  investigate  fully  many  interesting  features,  particu- 
h'.rlv  those  connected  with  temperature,  ami  with  end 
thrust  due  In  imsymmetrical  spacing. 

Description  of  Apparatus. 

Fig.  1  shows  the  general  arrangement  of  the  test- 
ing apparatus.    It  consisted  of  a  hollow  cylindrical  cast 
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iron  sliell  -M  X.  di\'i(led  acro.'^s  the  middle  horizontal 
plane  at  oo'.  This  shell  was  finished  inside,  and  the 
two  halves  bolted  together  with  a  water  tight  gasket. 
The  shell  or  container  rested  upon  a  hardened  steel 
pivot  K,  and  was  held  in  a  vertical  position  by  four 
rollers  R,  touching  upon  the  projecting  end  of  a  bronze 
bushing,  which  also  formed  the  bearing  of  the  rotating 
shaft.  A  piano  wire  suspension  SST  passed  over  a 
pulley  about  20  ft.  above  the  apparatus,  and  weights  on 
the  other  end  counterbalanced  all  but  about  15  lb.  of 
the  weight  of  the  container  and  its  charge  of  water.' 
The  friction  at  the  |iivot  K  was  therefore  small,  and 
was  still  further  eliminated  by  the  jarring  of  the  frame 
when  the  disc   was  run  at  high  speed. 

The  disc  to  be  tested  was  fastened  to  the  lower 
end  of  a  \ertical  steel  shaft  exactly  in  the  axis  of  the 
container.     End  play  was  prevented  by  means  of  the 


>  X 


Fig.    1.      SkcU'li    lit    Testing    Apparatu.s. 

collar  H  and  the  |)ulley  P.  The  disc  rotated  in  the 
middle  plane  of  the  container,  and  between  the  sta- 
tionary brass  plates  E  E,  which  were  finished  upon 
the  sides  facing  the  rotating  disc.  These  stationary 
plates  were  held  in  jiosition  by  the  posts  F  F,  and  the 
distance  between  the  stationary  and  movable  plates 
could  be  \aried  b)'  varying  the  length  of  these.  The 
joint  between  the  stationary  plates  and  the  cast  iron 
shell  was  made  water  tight  with  great  care  in  order 


that  no  leakage  or  pumping  action  should  take  place 
there. 

Power  was  supplied  by  a  direct  current  motor  to 
a  countershaft,  and  then  through  a  quarter  turn  belt 
to  the  pulley  P.  Large  variations  of  speed  were 
effected  by  changing  the  pulley  size  on  the  motor.  A 
sensitive  tachometer  was  belted  to  the  disc  shaft  by  a 
quarter  turn  belt  on  the  pulley  G.  By  means  of  a 
rheostat  in  the  field  of  the  motor  the  speed  of  the  disc 
could  be  held  accurately  at  a  fixed  value. 

As  the  absorption  of  a  very  considerable  amount 
of  power  would  rapidly  raise  the  temperature  of  the 
water,  and  as  the  friction  depended  to  some  extent  on 
the  temperature,  some  sort  of  water  circulation  was  a 
necessity.  This  was  accomplished  by  admitting  a 
stream  of  cold  water  at  the  pet  cock  L  through  flexible 
tubing.  The  circulating  water  then  passed  through  a 
hole  in  the  center  of  the  lower  stationary  plate,  then 
radially  outward  below  and  radially  inward  above  the 
rotating  disc,  finally  escaping  around  the  main  shaft, 
and  overflowing  the  shell  at  V.  The  temperature  of 
the  \vater  was  taken  with  a  thermometer  at  V  and  also 
in  the  space  between  the  stationary  plates  by  means 
of  an  opening  at  O.  Whatever  disturbances  were  cre- 
ated bv  the  radiallv  outward  flow  below,  seemed  to  be 
exactlv  balanced  by  the  radially  inward  flow  above  the 
moving  disc,  as  a  temporary  shutting  off  of  the  circu- 
lating water  in  no  way  disturbed  the  balance  of  the 
apparatus  when  running  full  power. 

The  power  ab.sorbed  by  the  rotating  disc  was 
measured  by  noting  the  reaction  of  the  container  about 
its  pivot  K.  This  was  done  by  wrapping  a  cord  about 
the  outside  of  the  shell  and  measuring  the  force  X  with 
a  small  platform  scale.  If  R  is  the  outside  radius  of 
the  shell,  N  the  revolutions  per  minute  of  the  shaft 
carrying  the  disc,  and  X  the  net  pull  on  the  string, 
then  : 


H.  P.  = 


27rRNX 
33000 


2tR 

andcallmg— — 


K,  II.  P.  =  K  N  X. 


In  the  present  instance  K  was  found  to  be  .0001788. 

Six  brass  discs  and  two  iron  ones  were  tested.  All 
the  careful  work,  and  all  work  involving  variations  in 
sj^acing,  was  done  with  the  brass  discs,  for  the  reason 
that  their  surfaces  were  identical  with  those  of  the 
stationary  plates,  and  also  that  these  surfaces  did  not 
tarnish  with  prolonged  use.  The  actual  radii  of  the 
brass  discs  were  8  in.,  10  in.,  12  in.,  14  in.,  16  in.  and 
iS  in.,  but  since  the  cylindrical  edges  of  the  discs  due 
to  their  thickness  play  a  very  important  part,  the 
velocity  being  highest  there,  the  approximate  virtual 
radii  were  computed  by  adding  '  j  the  thickness  of  the 
plate  to  the  radius,  according  to  the  following  table. 

BRASS  DISCS. 


Actual 


Diam. 

S 
10 
12 

14.01S 
16 
17.97 


12 
IS 


Virtual 

Radius 

Diam. 

Radius 

4 

S.l.'') 

4.075 

5 

10. ir, 

5.075 

n 

12. ic 

G.084 

7  0o7 

14.10 

7.08 

s 

IC.IC 

8.08 

S.9S5 

18.13 

9.063 

CAST 

IRON 

DISCS. 

6 

12.47 

6.235 

9 

18.50 

9.25 
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The  distance  between  the  stationary  and  movable 
discs  was  changed  four  times.  These  spaces  were 
0.125,  0.266,  0.535  in.  with  the  stationary  brass  discs 
in  place,  and  3.83  in.  when  they  were  entirely  removed 
leaving  the  top  and  bottom  of  the  iron  shell  only.  The 
tests  with  the  iron  discs  were  made  under  these  latter 
conditions  only. 

No  elal)orate  tests  on  the  effect  of  temperature  on 
resistance  were  made,  but  only  sufficient  data  was  ob- 
tained along  this  line  to  give  an  approximate  empirical 
formula  by  which  the  effect  of  slightly  varying  water 
temperature  encountered  from  day  to  day  could  be 
reduced  to  a  standard  temperature  at  65  degrees  I*". 
This  was  done  by  passing  the  circulating  water 
through  a  coil  of  iron  pipe  heated  by  a  large  Bunsen 
burner,  until  the  temperature  conditions  became  con- 
stant.    The  formula  assumed  was : 

(H.  P.)«  =  HP  (1  +C  (t  — 65) 

The  coefficient  C  was  found  to  follow  approxi- 
mately the  law 


C  =  a 


I 


d"  s" 


)r  O..S24 


1 


..  J. 


The  manner  of  conducting  a  set  of  tests  was  as 
follows:  The  stationary  discs  were  first  adjusted  ac- 
curately parallel  to  the  parting  plane  of  the  two  halves 
of  the  shell  and  at  the  correct  distance  apart.  The  shell 
was  then  bolted  up,  filled  with  water,  and  the  shaft  run 
at  high  speed  without  any  disc.  The  slight  torque  was 
then  measured,  and  was  used  as  a  zero  reading,  being 
subtracted  from  all  subsequent  readings  with  discs  at- 
tached. This  slight  zero  correction  was  due  to  slight 
errors  in  balance  of  the  large  mass  and  initial  torsion 
in  the  piano  wire  suspension.  The  shell  was  then 
emptied,  the  two  halves  unbolted  and  the  first  disc 
attached  to  the  shaft.  After  bolting  up  the  shell  again, 
the  disc  was  adjusted  exactly  midway  between  the 
two  stationary  plates.  This  adjustment  in  the  case 
of  small  spaces  was  of  great  importance,  for  if  the 
"rotating  plate  was  not  central  it  was  powerfully  drawn 
toward  the  nearer  plate.  This  attraction  was  so  great 
as  in  several  instances  to  lift  the  entire  weight  of  the 
apparatus,  amounting  to  150  lb.  off  the  pivot  K. 

The  disc  was  then  brought  up  to  speed  and  the 
torque  noted  while  the  speed  was  held  constant  on 
the  tachometer  by  means  of  a  field  rheostat.  A  test 
at  higher  speed  was  then  made  and  so  on,  the  motor 
pulley  being  changed  from  time  to  time  and  the  tem- 
perature of  the  circulating  water  being  noted.  After 
a  complete  set  of  tests  on  one  disc,  others  were  in- 
serted until  all  six  had  been  tried  with  the  given  spac- 
ing. In  addition  runs  at  different  temperatures  were 
made,  and  finally  a  second  trial  was  made  with  no  disc 
in  order  to  check  the  zero  reading. 

The  machine  was  then  taken  down,  the  posts  F  F 
cut  off  and  a  similar  set  of  readings  made  at  the  new 
spacing,  and  so  on.  The  results  of  the  work  are  as 
follows : 


IS    in.    BRASS 

nisc. 

Va  in.  Space 
Speed. 

Pounds 
Force. 

H.P 

True  Temp. 

Fahrenheit. 

degrees. 

H.P. 

corrected 
to  65°  Fahr 

420 
512 
626 

2.15 
3.10 
4.40 

0.161 
0,277 
0.493 

62.8 
63.3 
63.3 

0.1604 

0.276 

0.4915 

TY.    POWER    AND 

GAS 

4S= 

True  Temp. 

H.P. 

U  in.  Spai 

rr 

Pounds 

Fahrenheit, 

corrected 

Speed 

Force. 

H.P 

degrees. 

to  65°  Fahr. 

718 

5.70 

0.7  23 

63, S 

0,731 

820 

7.10 

1,041 

63.8 

1,038 

923 

s.so 

1,453 

63.3 

1.450 

1025 

10.70 

1,961 

62.8 

1.953 

0.266  in. 

.Space. 

404 

2.14 

0,154 

70,8 

0.155 

505 

3.20 

0,288 

70.8 

0.291 

606 

4.44 

0.471 

70.8 

0,471 

707 

5.92 

0.74S 

70.8 

0.755 

SOS 

7.S2 

1,130 

70,8 

1.140 

909 

9.84 

1,600 

71,S 

1.616 

1010 

11.99 

2,165 

72.8 

2.192 

nil 

14.03 

2.785 

73.8 

2.825 

1212 

16.72 

3.625 

74.8 

3.68 

0.535  in  I 

r^pace. 

430 

2.55 

0,196 

61.8 

0.195 

505 

3.4S 

0.314 

61.8 

0.313 

606 

4.79 

0.518 

61.8 

0,515 

707 

6.26 

0,79 

61.8 

0.786 

SOS 

7.99 

1,155 

61.8 

1.15 

909 

9.70 

1,575 

61.8 

1.568 

inio 

11.70 

2.11 

61.8 

2.10 

nil 

11.51 

2,88 

61.8 

2,866 

3.S28  in. 

Space. 

597 

5.01 

0,535 

58,2 

0.531 

697 

6.76 

0,842 

58.2 

0.836 

796 

8.79 

1.25 

58.2 

1,24 

896 

10.99 

1.76 

58.2 

1.747 

995 

13.39 

2.38 

58.2 

2.36 

1095 

16.11 

3.15 

58.2 

3.15 

1194 

IS. 86 

4.03 

58.2 

4.03 

1293 

22.31 

5.16 

58.2 

5.16 

%  in.  Space 

16  IN. 

BRASS 

DI.SC. 

Speed. 

461 

1.61 

0,133 

65.8 

0.133 

513 

2.00 

0.184 

65.8 

0.184 

615 

2.72 

0.299 

65.8 

0.2996 

718 

3.65 

0.469 

65.8 

0.470, 

820 

4.60 

0.675 

65.8 

0,676 

922 

5.67 

0,935 

65.S 

0,937 

990 

6.60 

1.168 

64.8 

1,167 

0.266  in. 

.SpjUT. 

606 

2.7s 

0.301 

60, S 

0.298 

707 

:;.6S 

0.465 

fiO.S 

0.461 

SOS 

4.7K 

0,688 

61. S 

0,683 

S09 

6.30 

62.8 

1010 

7.21 

1,302 

63,8 

1.292 

^)U 

S,6« 

1,722 

63,8 

1.708 

12)2 

1  0. 1  0 

2.190 

64,8 

2.172 

0.53S  in. 

SpaiT. 

606 

2.S7 

0.311 

5S,S 

0,307 

707 

3.80 

0.480 

58,8 

0,475 

80S 

4. SO 

0,693 

58,8 

0.6S5 

909 

6.30 

1.022 

58.8 

1.01 

1010 

7.40 

1.335 

58.8 

1.32 

nil 

S.S6 

1.76 

58,8 

1.74 

3.S2S  in. 

Sp.acc. 

697 

4.22 

0,525 

57.8 

0.521 

796 

5.54 

0,788 

57.8 

0,783 

896 

6.82 

1,09 

57.8 

1,080 

995 

S.32 

1.48 

57.8 

1,466 

1095 

9.87 

1.93 

57.8 

1,913 

1194 

11.62 

2,48 

57.8 

2.46 

1293 

13.42 

3,10 

57.8 

3.07 

1392 

15,52 

3.87 

■    57.8 

3.84 

Vs  in.  Space 

14  IN. 

BRASS 

DISC. 

Speed. 

513 

1.10 

0,101 

64. S 

0.1009 

636 

1.59 

0.1808 

64.8 

0,1806 

718 

2.04 

0.262 

63.8 

0,2606 

820 

2.70 

0.396 

63.8 

0.394 

923 

3.35 

0.552 

63.8 

0.55 

1025 

4.10 

0,752 

63.8 

0.749 

nil 

4.78 

0,950 

63.8 

0,946 

1212 

5.62 

1,219 

63.8 

1.213 

1313 

6.43 

1,51 

63.8 

1.503 

0.266  in. 

,  Space. 

• 

606 

1.50 

0,162 

71,3 

0.165 

707 

2.05 

0,259 

71.3 

0.263 

SOS 

2.63 

0.38 

71.3 

0.386 

909 

3.34 

0.543 

71.3 

0.5515 

llllO 

4.10 

0.740 

71.3 

0.752 

1111 

4.92 

0.977 

71.3 

0.994 

1212 

5.74 

1.245 

71.3 

1.266 

!313 

6.43 

1.51 

71.3 

1.535 

1414 

7.59 

1.92 

71.3 

1.95 

1515 

S.SO 

2.88 

71.0 

2.416 

11.535  in 

Siiacc. 

60(; 

1.6:1 

0.176 

5S,S 

0.173 

707 

2.25 

0,284 

58.S 

0.280 

SOS 

2.84 

0,41 

58.S 

0.404 

909 

3,54 

0.575 

58,8 

0.576 

101,0 

4,26 

0.769 

58.8 

0.758 

nil 

5,03 

1.00 

58.8 

0.986 

1212 

6.05 

1.31 

58.8 

1.290 

3.828  in 

.  Space. 

896 

?,.S?. 

0,612 

57.8 

0.606 

995 

4,80 

0,855 

57.8 

0.846 

1095 

5,67 

1,11 

57.8 

1.098 

1194 

6.68 

1.43 

57.8 

1.413 

1293 

7.72 

1,785 

57.8 

1.765 

1392 

8.79 

2.19 

67.8 

2.165 

1491 

9.S6 

2.63 

58.8 

2.604 
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12  IN.  BRASS    DISC. 


H  in.  Space 

Pounds 

Speed. 

Force. 

808 

1.22 

909 

1.5S 

1010 

1.91 

1111 

2.32 

1212 

2.72 

1313 

3.20 

1414 

3.78 

1515 

4.23 

1616 

4.81 

0.266  in.  Space. 

909 

1.65 

1010 

2.08 

1111 

2.60 

1212 

2.88 

1313 

3.33 

1414 

3.87 

1515 

4.38 

1616 

4.98 

1717 

5.55 

1818 

6.24 

0.535  in.  Space. 

909 

1.75 

1010 

2.20 

1111 

2.77 

1212 

3.25 

1.^13 

3.77 

1414 

4.36 

1515 

4.75 

1616 

5.55 

1717 

6.07 

ISIS 

6.65 

3.828  in.  Space. 

896 

1.98 

995 

2.38 

1095 

2.85 

1194 

3.37 

1293 

•3.86 

1392 

4.38 

1491 

4.99 

1591 

5.59 

1690 

6.2T 

■  i  in.  Space 

1( 

909 

0.66 

1010 

O.SO 

nil 

0.98 

1213 

1.18 

1293 

1.33 

1414 

1.60 

1515 

1.80 

1616 

2.08 

1717 

2.30 

1818 

2.64 

1919 

2.92 

2020 

3.25 

0.266  in.  Space. 

1010 

0.81 

1212 

1.30 

1414 

1.59 

1616 

2.11 

1S18 

2.67 

2020 

3.28 

0.535  in.  Space. 

nil 

1.27 

1212 

1.47 

1313 

1.77 

1414 

1.98 

1515 

2.22 

1616 

2.50 

1717 

2.78 

1818 

S.09 

1919 

3.42 

3.S28  in.  Space. 

1095 

1.27 

1194 

1.51 

1293 

1.77 

1392 

2.07 

1491 

2.36 

1591 

-   2.70 

1690   • 

3.01 

1790 

3.26 

1S90 

3.69 

Vg  in.  Space 

1010 

0.23 

1212 

0.32 

1414 

0.48 

1616 

0.63 

1818 

O.Sl 

2070 

1.09 

2242 

1.30 

0.266  in.  Space 

1212 

0.44 

1313 

0.51 

1414 

0.57 

1515 

0.66 

1616 

0.77 

1717 

0.8  9 

181S 

1.01 

2020 

1.28 

2242 

1.58 

H.P 

0.176 
0.257 
0.345 
0.461 
0.590 
0.751 
0.949 
1.146 
1.391 


0.268 
0.376 
0.516 
0.624 
0.782 
0.978 
1.185 
1.43S 
1.700 
2.030 


0.286 

0.398 

0.55 

0.705 

0.885 

1.102 

1.285 

1.590 

1.865 

2.16 


0.317 

0.424 

0.558 

0.72 

0.893 

1.09 

1.33 

1.59 

1.S9 


True   Temp. 

Faiirenheit, 
degrees. 
64.8 
64.8 
64.8 
64.8 
64.8 
64.8 
64.8 
64.8 
64.8 


67.8 
67.8 
67.8 
67.8 
68.8 
68.8 
69.8 
69.8 
70.8 
70.8 


56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 


59.8 
59.8 
59.8 
59.8 
59.8 
59.8 
59.8 
59.8 
59.8 


10  IN.   BR-\SS  DISC. 

0.107  65.8 

0.144  65.8 

0.195  65.8 

0.256  65.8 

0.307  65.8 

0.404  65.8 

0.488  65.8 

0.602  65.8 

0.706  65.8 

0.858  65.8 

1.002  65.8 

1.174  65.8 


0.146  68. X 

0.281  68.8 

0.402  68.8 

0.61  66.8 

0.868  66.8 

1.183  66.8 


0.252  54.8 

0.319  54.8 

0.415  54.8 

0.500  54.8 

0.602  54.8 

0.722  54.8 

0.853  54.8 

1.004  54.8 

1.172  54.8 


0.249  57.8 

0.322  57.8 

0.41  57.8 

0.515  57.8 

0.63  57.8 

0.768  57.8 

0.91  57.8 

1.042  57.8 

1.248  57.8 

S  IN.  BRASS    DISC. 

0.042  66.8 

0.069  66.8 

0.121  65.8 

0.182  65.8 

0.263  65.8 

0.403  65.8 

0.521  65.8 


0.095  67.3 

0.120  66.8 

0.144  66.8 

0.''79  66.8 

0.222  66.8 

0.273  66.8 

0.328  66.8 

0.462  66.8 

0.635  66.8 


H.P. 

corrected 
to  65°  Fahr. 
0.176 
0.257 
0.345 
0.461 
0.589 
0.750 
0.94S 
1.145 
1.390 


0.271 
0.380 
0.521 
0.630 
0.793 
0.992 
1.206 
1.463 
1.735 
2.072 


0.278 
0.388 
0.536 
0.686 
0.862 
1.072 
1.251 
1.513 
1.816 
2.104 


0.313 
0.419 
0.551 
0.711 
0.SS3 
1.077 
1.314 
1.571 
1.868 


O.IOX 

fl.M5 

0.196 

0.257 

0.309 

0.406 

0.49 

0.605 

0.71 

0.864 

1.008 

1.176 


0,148 
0.2S5 
0.408 
0.619 
0.882 
1,200 


0.240 
0.304 
0.395 
0.476 
0.574 
0.6SS 
0.813 
0.958 
1.116 


0.243 

0.315 

0.400 

0.503 

0.615 

0.75 

0.888 

l.nis 

1.22 


0.043 
0.070 
0.122 
0.183 
0.265 
0.406 
0.525 


0.097 
0.122 
0.146 
0.182 
0,226 
0.277 
0.333 
0.470 
0.643 


0.535  in.  Space. 
Speed. 

nil 

1212 
1313 
1414 
1515 
1616 
1717 
1818 
1919 
2020 

3.828  in.  Space. 
1212 
1313 
1414 
1515 
1616 
1717 
1818 
1919 
2020 


Pounds 
Force. 
0.43 
0.54 
0.64 
0.74 
0.85 
0.96 
1.07 
1.18 
1.30 
1.42 


0.62 
0.72 
0.82 
0.93 
1.05 
1.15 
1.26 
1.38 
1.49 


H.P 

0.085 
0.117 
0.150 
0.187 
0.230 
0.277 
0.328 
0.383 
0.446 
0.513 


0.134 
0.169 
0.207 
0.2S2 
0.303 
0.353 
0.409 
0.474 
0.538 


True   Temp. 

Fahrenheit, 
degrees. 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 
56.8 


52.8 
52.8 
52.8 
52.8 
52.8 
52.8 
52.8 
52.8 
52.8 


IS  lu.  liisl   Irou   DiNC   (lloiiii).' 


3.651  in. 

Speed. 

697 

796 

896 

995 

1095 

1194 

1293 


705 

806 

906 

1007 

1108 


Space 


Pounds 
Force. 

7.35 
9.55 
11.94 
14.68 
17.38 
20.71 
23.58 


H.P. 

0.915 

1.36 

1.913 

2.61 

3.404 

4.43 

5.45 


H.P. 

corrected 
to  65°  Fahr. 
0.080 
0.110 
0.141 
0.176 
0.216 
•  0.260 
0.30S 
0.360 
0.419 
0.482 


0.126 
0.158 
0.194 
0.236 
0.284 
0,331 
0.384 
0.445 
0.504 


True  Temp. 

Fahrenheit, 
degrees. 
59.8 
59.8 


IS   lu.    CnNl    Iron    I>Imi-    IKiiNtedl. 


l.S    In.    rn.tl 


705 
S06 
90fi 
1007 
1108 
1209 
1310 


!,651  in.  Space. 

796 

896 

995 
1095 
1194 
1293 
1392 


3.651  in.  Space. 

705 

806 

906 
1007 
llOS 
1209 
1310 


9.51 
12.55 
15.55 
19.43 
22.53 

Iriiti 

7 . 1 :: 

9 . 6  X 
12.08 
14.63 
17.23 
19.43 
22.13 


.19.S 
1.808 
2.520 
3.500 
4.460 

(AVIIIi    riisf    rleaiiert    oflf.) 

11.9^6 

1.3:i4 

1.956 

2.635 

3.415 

4.20 

5.18 


12  III.  VnHt    Iron   Dine    K'loRU). 


1.70 
2.19 
2.69 
3.17 
3.82 
4.42 
5.47 


0.2 
0.3 
0.4 
0,6 
0,8 
1,0 
1.3 


12  in.  Cast  Iron  DIno   (Rusted). 


1.73 
2.33 
2.90 
3,53 
4.23 
5.09 
5.8S 


0.218 
0.336 
0.470 
0.636 
0.839 
1.100 
1.365 


64.8 


69.3 


64.8 


69.8 


58.! 
58.! 
58.! 
58.! 
58.1 
58.1 
.58.1 


66.8 
66.8 
66.8 
66.8 
66.8 
66,8 
66,8 


'We  had  no  time  to  make  tests  for  our  temperature  coeffi- 
cients. Therefore  none  of  these  results  are  corrected  to  65 
degrees  P'ahr. 

If  tlie  corresponding  values  of  horsepower  an.l 
speed  fnnn  the  al)o\-e  tallies  are  plotted  upon  loEj^a- 
rithmic  cross  section  paper,  the  points  for  any  given 
disc  and  spacing  will  be  found  to  fall  upon  one  of  a 
series  of  strai.ght  lines,  which  are  substantially  par- 
allel. Fig.  2  shows  the  plot  of  these  points  exactly 
as  observed,  and  corrected  for  temperature  only.  If 
for  any  given  speed  and  spacing,  the  horsepower  be 
plotted  as  a  function  of  disc  diameter,  the  points  will 
be  found  to  fall  almost  exactly  upon  a  system  of  par- 
allel lines. 

If  for  given  speed  and  disc  diameter,  the  liorse- 
]K)wer  be  plotted  as  a  function  of  the  spacing,  the 
points  will  be  found  to  fall  approximately  upon  a 
system  of  parallel  lines. 

These  facts  indicate  that  the  entire  law  of  power 
absorbed  by  friction  can  be  expressed  by  the  relation 

H.  P.  =Kd"  N-^S' 

.\\'eraging  over  the  entire  series  of  experiments, 
the  following  mean  values  for  the  coefficient  and  ex- 
ponents have  been  determined : 
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Fig. 


Horsepower  and  Speed  Lines  Plotted  From 

Experimental    Data. 


K  =  .000,000,000,837 
n  =  4.4r 
m  =  2.88 
1  =  0.067 

or  H.P.  =  .000,000,000,837  d' "  \"  "  S° "" 
where  d  i.s  the  diameter  (virtual)  of  the  disc  in  feet 

N   is  the  number  of  revolutions  per  min. 

S  is  the  spacing  in  inches. 

("for  ordinary  machine  finished  brass  discs). 

The  law  which  expresses  the  power  as  varying 
with  S'  cannot,  of  course,  be  considered  as  holding 
except  within  the  range  of  our  experiments.  I-"or  if 
S  ^  O,  then  according  to  the  above  law  the  power 
would  be  zero,  which  is  contrary  to  fact.  All  that  is 
meant  here  is  that  the  above  law  seems  to  hold  within 
the  range  of  these  experiments. 

Fig.  3  shows  the  results  of  plotting  the  assumed 
equation  with  the  given  values  of  K,  m.  n,  and  !. 
A  comparison  with  Fig.  2  will  give  an  idea  of  the 
accuracy  of  the  assumed  equation. 

Two  cast  iron  discs  18  in.  and  12  in.  in  diameter 
and    yi    in.    thick,   and    therefore   of    virtual    diamters 
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Fig.   3.     Horsepower  and  Speed  Lines  Plotted  From 
-Assumed    Equation. 

i^Yi  and  123,-2  in.  with  ordinary  machine  finish  were 
then  tested  on  the  largest  spacing.  When  clean  they 
gave  practically  the  same  result  as  did  the  brass, 
the  slightly  greater  power  being  due  principally  to 
the  larger  virtual  diameter.  They  were  then  allowed 
to  stand  in  an  atmosphere  of  wet  carbonic  acid  gas  till 
thoroughly  rusted  over,  and  fested  again.  The  rusty 
i'-on  discs  consumed  30  per  cent  more  power  than 
did  the  clean  ones. 

If  it  were  merely  the  sliding  or  shearing  of  the 
rntating  disc  in  the  water,  and  the  shearing  of  the 
\ari()us  layers  of  water  upon  each  other  which  caused 
the  absorption  of  power,  it  would  be  easy  to  formu- 
late a  theoretic  law  which  would  indicate  the  power 
to  vary  as  the  cube  of  the  speed,  the  fifth  power  of  the 
disc  diameter,  and  inversely  as  the  square  of  the 
spacing.  But  this  sort  of  relative  motion  is  clearly  not 
what  takes  place.  Circulating  currents  are  set  up  which 
flow  outwards  along  the  surface  of  the  rotating  disc 
and  inwards  along  the  stationary  plates.  The  intensity 
of  shearing  motion  increases  with  the  decrease  of 
spacing,  but  the  mas.s  of  water  set  into  circulation  in- 
creases  with   the   increase   in   spacing  and   this   latter 
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effect  seems  to  slightly  more  than  offset  the  former, 
causing  the  net  absorption  of  power  to  increase  with 
increasing  spacing.  Whether  this  would  hold  for 
very  small  spacing  cannot,  of  course,  be  told  without 
further  experiment. 

In  conclusion  the  writer  wishes  to  acknowledge 
the  valuable  assistance  and  careful  work  of  the  follow- 
ing students  in  the  Mechanical  Engineering  Depart- 
ment, University  of  California:  Mr.  H.  V.  S.  Hub- 
hard,  who  made  up  the  working  drawings  of  the  appa- 
ratus; Mr.  R.  H.  Beck,  who  assisted  with  the  testing 
of  the  discs  in  the  ys,  in.  space;  and  particularly  Mr. 
II.  F.  Fischer,  who  assisted  in  all  the  final  testing  and 
computed  the  results. 


LIGNITE  FOR  FUEL. 

.Xorth  Dakota  I^ignite  as  a  F'uel  for  Power-Plant 
i'.i tilers  is  the  title  of  Bulletin  No.  2  just  issued  by  the 
Ihircau  of  Mines.  This  bulletin  describes  a  series  of 
lests  at  till'  punii)ing  |)iant  of  the  United  States  Re- 
clainalicn  .Service  at  Williston,  North  Dakota.  The 
l\ecIamation  .Service  has  a  large  jKoject  there  and 
had  installed  steam  boilers  with  furnaces  designed  to 
burn  a  "brown  lignite"  that  was  mined  on  adjacent 
giiNornment  land. 

The  furnace  is  of  the  semi  gas-producer  type  and 
lia>  an  external  resemblance  to  the  so-called  Dutch 
oven.  The  most  striking  features  in  its  construction 
are  the  deep-set  grate  and  the  construction  of  the 
space  between  the  bridge  wall  and  the  end  of  the  pro- 
longed fire  brick  arch.  The  furnace  is  designed  to 
work  on  the  gas-producer  principle.  The  solid  fuel 
i-  gasified  on  the  grate  and  the  gas  passes  through  the 
s])ace  under  the  arch  into  the  combustion  chamber 
where  most  of  the  gaseous  combustible  burns. 

The  results  of  the  tests  on  the  lignite  show  that 
this  fuel,  though  generally  considered  unsatisfactory, 
may  be  used  with  fair  economy  under  boilers  that  gen- 
erate their  fuel  rated  capacity.  In  fact,  when  the  num- 
ber of  heat  units  axailable  is  considered,  the  results 
compare  favorably  with  those  of  better  grades  of  fuel. 

The  tests  are  deemed  important  because  the  lig- 
nite deposits  of  the  Northwest  are  so  extensive  and 
the  distance  of  the  region  from  other  coal  fields  is  so 
great  that  a  large  portion  of  the  United  States,  includ- 
ing parts  of  North  Dakota,  South  Dakota  and  Mon- 
tana, may  be  greatly  benefitted  by  any  improvements 
in  the  methods  of  utilizing  this  local  fuel  supply.  The 
lignite  in  this  field  is  low  in  heating  value,  some  of  it 
containing  nearly  45  per  cent  of  its  weight  in  moisture, 
and  it  is  difficult  to  burn  in  the  furnaces  commonly 
used  for  the  better  grades  of  coal,  but  the  tests  have 
shown  the  possibility  of  designing  suitable  furnaces 
i(ir  burning  it  profitably. 

The  tests  were  conducted  by  the  Technologic 
I'lranch  of  the  Geological  .Survey  which  is  now  a  part 
of  the  r.urean  of  Mines.  The  authors  of  the  bulletin 
are  D.  T.  Randall  and  Henry  Kreisinger.  The  bulletin 
will  be  of  interest  to  fuel  engineers,  especially  to  those 
located  in  lignite  territory.  It  may  be  obtained  b)- 
addressing  the  Director  of  the  Bureau  of  Mines,  Wash- 
iuijton,  D.  C. 


THE  PHYSICAL  MEANING  OF  ENTROPY. 

BY    W.    F.    |iliR.'\ND.' 

The  editor  has  called  to  my  attention  the  follow- 
ing summary  which  he  has  jirepared  of  an  explana- 
tion of  the  physical  meaning  of  entro]jy  as  advanced 
by  Mr.  .\.  L.  Menzin  in  the  Engineering  News  of  Sep- 
tember I,  1910,  together  with  discussion  thereon  by 
-Sidney  A.   Reeve  and   William   Kent : 

In  converting  heat  into  work  in  a  steam  or  gas  engine  there 
is  a  certain  unavoidable  waste,  or  rather  transfer  of  heat  energj' 
even  in  tlie  ideal  engine.  According  to  the  Carnot  principle  the 
greatest  amount  of  work  that  can  be  obtained  from  a  quantity 
of  heat  Q  which  is  absorbed  by  the  working  medium  at  an 
absolute  temperature  of  T  and  the  waste  heat  rejected  at  a  lower 

'y  'Y 

temperature  Th  is  e(|ual  to  -'  O.     The  least  possible  waste 

,                ,     ,,       ,.    T      Tu       OT— QT  — OTi,      ,,    T 
must  then-lore  ne  O  —  () =   ~ „        ~      =  (.)  ,  ; 

r  T  In 

At  any  instant  while  this  heat  is  being  absorbed  an  in- 
linitesinial  part  of  it  is  absorbed  at  a  practically  constant  tem- 
perature T.     Denoting  this  very  small  amount  of  heal  as  dy  the 

T(i 
unavoidable   waste   associated   with   it   is  dQ   an<l   the   total 

unavoidable  waste  for  the  total  heat  Q  is  equal  to  the  summation 
of  all  these  elements  of  waste.  Letting  L  represent  this  total 
waste, 

L=    f'-'X"    dO=T„    f^U,,_L   =   r'-'cLO 
J    .,    T       "  J  u    1  1,.       J    „    I 


Hut 


.r 


,,    T 


inatlieniatical    expression    calkd    iiitni,\. 


Hence  en. ropy  is  the  minimum  unavoidable  heat  waste  per  degree 
of  absolute  temperature  of  rejection. 

Mr.  Menzin  proves  mathematically  that  this  definition  also 
applies  to  refrigeration  when  the  temperature  of  rejection  is 
higher  than  the  temperature  of  absorption  and  also  that  the 
entropy  remains  unchanged  when  a  substance  alters  its  state 
adiabatically. 

From  this  is  derived  a  more  general  definition.  In  the 
conversion  of  heat  into  ivork,  ivhether  of  heat  external  to  a 
working  substance  or  contained  within  it  as  intrinsic  energy, 
entropy  is  the  minimum  unavoidable  zvaste  per  degree  of  absolute 
temperature  at  which  all  of  this  ivasie  may  be  rejected  by  the 
working  substance. 

Since  heat  waste  is  nevertheless  heat,  the  unit  of  entropy, 
is  one  heat  unit  per  degree  of  temperature  as  1  B.t.u.  per  degree 
I'ahrenheit,  1  calorie  per  degree  Centigrade,  etc. 

The  first  serious  objection  to  Mr.  Menzin's  at- 
tempt to  give  a  physical  interpretation  of  entropy  is 
that  it  is  based  on  a  complex  or  multiple  process  in- 
stead of  on  a  single  or  simple  thermal  change.  If  the 
concept  of  entropy  is  to  be  of  any  significance  in 
problems  connected  with  thermodynamics,  it  must  be 
based  on  and  referable  to  a  single,  simple  thermal 
change  accompanied  in  general  with  a  flow  of  heat  into 
or  from  the  body. 

The  second  objection  is  that  it  does  not  seem  to 
aid  very  much  in  clarifying  the  situation.  I  doubt 
very  much  whether  the  statement  that  the  "entropy 
\?  the  minimum  unavoidable  heat  waste  per  degree  of 
the  absolute  temperature  at  which  this  heat  waste  is 
rejected   by   the   working  substance"   would   aid   very 
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much  in  forming  a  physical  concept  of  entropy,  espe- 
cially in  the  case  of  a  simple  problem  such  as  the  fol- 
lowing:  A  pound  of  air  is  heated  at  constant  pres- 
sure from  a  temperature  of  lOO  to  a  temperature  of  200 
Fah.  What  is  the  change  in  entropy?  There  is  \w 
heat  waste  involved  and  nothing  in  the  statement  of 
the  problem  seems  to  readily  relate  itself  to  Mr.  Men- 
zin's  definition.  Yet  it  is  with  reference  to  such  sim- 
ple thermal  changes  as  this  that  entropy  must  be  in- 
terpreted. 

In  the  original  statement  by  Mr.  Menzin,  due  to 
the  phrasing  of  the  definition,  there  was  some  danger 
of  confusion  between  heat  and  entropy.  This  has 
been  removed  in  large  measure  by  Mr.  Kent's  discus- 
sion, which  however  does  not  rescue  the  definition 
from  the  two  objections  noted.  In  reference  to  the 
definition  of  the  unit  of  entropy  as  defined  by  Mr.  Men- 
zin it  must  be  noted  that  this  is  no  more  heat  than 
a  rate  of  pay  of  $2.00  per  day  is  money.  If  a  man  goes 
into  a  grocery  store  to  buy  $2.00  worth  of  groceries  he 
cannot  pay  his  bill  with  $2.00  per  day.  He  can,  how- 
ever, pay  with  the  proceeds  of  $2.00  per  day  for  one 
(lay's  time.  Thus,  rate  of  pay  and  time  are  the  two 
dimensions  of  money  earned,  while  similarly  change  of 
entropy  and  absolute  temperature  are  the  two  dimen- 
sions of  heat  flow. 

No  exception  can  be  taken  to  Mr.  Menzin's  dis- 
cussion in  so  far  as  it  implies  that  in  a  cyclical  pro- 
cess, the  minimum  unavoidable  heat  waste  or  mini- 
mum rejected  heat  divided  by  the  absolute  tempera- 
ture of  rejection  will  equal  the  change  of  entropy. 
But,  after  all  this  is  no  more  than  saying  that  one  side 
of  a  rectangle  is  equal  to  the  area  divided  by  the  other, 
or  that  one  of  the  two  factors  of  a  product  is  equal  to 
the  product  divided  by  the  other.  The  fact  is  unde- 
niable but  it  is  not  easy  to  derive  any  basis  for  a  new 
physical  concept  or  entropy  from  such  statement.  \  et 
this  is  exactly  what  is  implied  by  Mr.  Menzin's  state- 
ment and  no  more.    The  steps  are  as  follows : 

(i)  The  existence  of  a  reverse  or  rejection  pro- 
cess is  assumed  and  lying  between  the  same  limits  of 
entropy  as  some  other  forward  or  heating  process  un- 
der consideration. 

(2)  It  is  assumed  that  this  rejection  process 
takes  place  at  a  constant  temperature,  T. 

(3)  Then  by  the  fundamental  concept  of  en- 
tropy or  from  any  of  the  fundamental  equations,  it 
follows  that  the  heat  rejected  must  equal  the  product 
of  the  change  of  entropy  by  the  absolute  temperature. 

(4)  It  follows  that  the  change  of  entropy  will 
equal  the  quotient  of  the  heat  rejected,  divided  by  the 
absolute  temperature. 

(5)  This  will  give  the  change  of  entropy  back- 
ward or  for  the  rejection  process,  and  since  the  two 
assumed  operations  lie  between  the  same  limits  of 
entropy,  the  change  backward  must  equal  the  change 
forward. 

.MI  these  facts  are  clear  and  unquestioned,  but  it 
is  not  clear  that  this  imaginary  complex  process  will 
aid  in  gathering  an  idea  of  the  change  of  entropy  for 
a  simple  heating  or  cooling  process,  such  as  that  in- 
volved in  the  illustrative  problem  m.entioned  previ- 
ously. 

This  by  way  of  criticism  of  Mr.  Menzin's  treat- 
ment. 


Referring  further  to  attempts  on  the  part  of  writ- 
ers like  Mr.  Menzin  and  Mr.  Reeves  to  give  a  physical 
interpretation  to  entropy,  it  would  be  well  if  they  and 
all  engineers  interested  would  realize  once  and  for  all 
that  from  the  nature  of  things  such  attempts  must  be 
futile,  and  that  such  effort  will  only  result  in  a  labored 
and  backhanded  attempt  at  a  physical  concept,  which 
\\ill  be  of  small  value  to  either  physicists  or  engineers. 

Matter  as  we  know  it  possesses  certain  primary 
characteristics  which  we  can  apprehend  by  our  natural 
senses  in  a  more  or  less  direct  manner.  Thus,  pres- 
sure, volume,  temperature  and  energy  all  present  some 
possibility  of  direct  sensory  apprehension,  or  are  re- 
lated simply  and  directly  to  things  which  may  be  so 
apprehended.  Unfortunately,  however,  we  have  no 
entropy  sense,  and  cannot  come  into  any  direct  sense 
relations  with  it,  nor  is  it  related  to  other  quantities 
in  such  manner  as  to  permit  of  any  direct  simple  phys- 
ical concept.  In  brief,  it  is  not  a  property  or  charac- 
teristic of  a  substance  which  admits  of  direct  or  first 
hand  apprehension.  It  is  conceivable  that  a  race  of 
beings  might  he  createil  (and  perhajis  may  now  exist 
on  some  other  planet)  which  ctuild  directly  sense  the 
characteristic  entrojiy.  It  is  certain,  however,  that 
we  cannot,  and  that  all  attempt  to  imagine  or  define 
entropv  in  this  manner  must  end  in  fog. 

Referring  now  briefly  to  the  subject  construct- 
ively, we  may  ask  what  is  entropy  and  what  is  the 
most  rational  viewp<iiiit  for  the  engineer  with  regard 
tc  its  nature. 

We  may  start  back  with  the  Clausius  equation  on 
which  all  controversialists  will  be  agreed : 


Entropy 


.r 


r 


Put  into  words,  this  equation  simply  says  that 
entropy  is  the  sum  of  a  series  of  small  elements,  each 
of  which  is  an  element  of  heat  flow  divided  by  the 
absolute  temperature  under  which  such  flow  is  effected. 
No  matter  how  we  may  beat  about  the  bush  we  are 
not  likely  to  improve  on  the  plain  fundamental  state- 
ment of  fact  of  which  this  equation  is  the  expression. 

On  the  other  hand,  there  are  many  helpful  analo- 
gies. Thus  entropy  stands  in  exactly  the  same  relation 
to  heat  flow  that  volume  does  to  the  work  performed 
Ly  a  bodv  changing  volume  under  pressure.  In  one 
case,  we  have 


W  =  Work=  J    P  <1\' 

IV 
P 


In  the  other 

0  =  Heat  flow         |  Td\ 


N  =  Entropy 


•dQ 


.'    T 


'  This  analogy  followed  out  will  be  helpful  to  many. 
Thus,  at  constant  pressure,  work  is  equal  to  the  pro- 
duct of  pressure  by  change  of  volume.  At  constant 
temperature,  heat  flow  is  equal  to  the  product  of  abso- 
lute temperature  by  change  of  entropy.  At  constant 
pressure,   the   two   factors   of  work   are   pressure   and 
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change  of  volume.  At  constant  temperature  the  two 
factors  of  heat  flow  are  absolute  temperature  and 
change  of  entropy.  At  constant  pressure  the  change 
of  volume  equals  the  work  divided  by  the  pressure. 
At  constant  temperature,  the  change  of  entropy  equals 
heat  flow  divided  by  the  absolute  temperature. 

Or  again,  change  of  entropy  bears  the  same  rela- 
tion to  quantity  of  heat  flow  into  or  from  a  body  that 
time  does  to  the  earning  or  spending  of  a  sum  of  money 
at  various  rates  per  day.  Thus,  a  man  earns  $ioo  as 
follows:  $io@$2.oo  per  day;  $35  @  $1.75  per  day, 
$25.60  @  $1.60  per  day  and  $29.40  at  $2.45  per  day. 
What  is  his  time  of  work?  Ans.  Time  =  10 -f- 2  + 
35  ^  1-75  +  2560  -:-  1.60  +  29.40  -^  2.45  =  5  +  20  + 
16  +  12  =  S3  days. 

A  body  receives  1000  heat  units  as  follows :  100 
at  an  absolute  temperature  of  500° ;  400  at  an  absolute 
temperature  of  600° ;  300  at  an  absolute  temperature 
of  450°  and  200  at  an  absolute  temperature  of  800 
What  is  the  change  in  entropy  ?  Ans.  100  -^-  400  +  360 
-^  600  +  280  -H  700  +  260  -H  520  =  .250  +  .600  +  .400 
+  .500=  1.75. 

In  this  sense  the  number  of  days'  work  repre- 
sents the  entropy  of  a  man's  earnings.  These  analo- 
gies followed  up  will  be  of  much  help  in  apprehending 
the  relation  of  entropy  to  heat  flow  and  in  understand- 
ing its  usefullness  in  thermodynamic  problems. 

From  an  entirely  diflierent  viewpoint,  we  may  ac- 
quire a  somewhat  different  side  light  as  follows : 
For  a  perfect  gas  (of  which  air  and  all  the  so-called 
permanent  gases  represent  practical  illustration)  it  is 
easily  shown  that  the  entropy  is  related  to  pressure 
and  volume  by  the  following  equation : 

N  =  Cv  log  P+  G|,  log  V 
where  Cv  and  Cp  are  the  two  specific  heats  of  the  gas, 
one  at  constant  pressure  and  one  at  constant  volume, 
while  P  and  V  are  the  pressure  and  volume.  Now  we 
may  consider  that  entropy  is  simply  a  secondary  or 
derivative  function  of  the  well  known  characteris- 
tics of  a  body,  pressure  and  volume,  and  related  to 
them  by  the  above  equation,  in  just  the  same  manner 
as  we  may  consider  area,  volume,  momentum,  moment 
of  inertia  and  kinetic  energy,  as  secondary  or  deriva- 
tive functions  of  geometrical  dimensions  and  of  mass. 
It  might  happen  that  all  sorts  of  secondary  functions 
of  pressure  and  volume  or  pressure  and  tempera- 
ture or  temperature  and  volume  might  be  useful  and 
might  require  names.  Thus,  we  might  imagine  a  pos- 
sibility that  the  ratio  P  -^-  V  for  a  substance  would  ac- 
quire peculiar  interest  and  call  for  a  name  and  we 
might  agree  to  call  it  Abracadrabra  or  anything  else. 
Now  we  cannot  readily  form  a  direct  physical  con- 
cept of  pressure  divided  by  volume,  at  least  beyond 
the  direct  statement  as  a  quotient.  Because  w-e  cannot, 
however,  there  is  no  need  of  endowing  this  ratio  or 
function  with  anything  mysterious  or  difficult,  or  of 
striving  against  hope  to  gain  a  direct  physical  inter- 
pretation of  that  which  has  none.  We  should  sim- 
ply accc])t  it  as  a  secondary  function  of  pressure  and 
volume  and  be  content. 

In  the  same  manner,  we  may  accept  the  preceding 
equation  as  simply  an  equaiion  defining  for  a  perfect 
gas  a  function  of  pressure  and  volume  which  is  useful 


for  many  inirixises,  and  which  we  agree  to  call  by  the 
name  of  entropy.  The  one  case  is  parallel  to  the  other. 
For  steam  we  do  not  have  any  such  simple  expres- 
sion for  entropy.  Approximately,  however,  it  is  repre- 
sented by  the  following  equation  involving  tempera- 
ture and  dryness  fraction  or  quality. 


N 


log.    4^  + X(^-. 695) 


Where  T  is  the  absolute  temperature  and  X  the 
dryness  fraction.  This  may  be  considered  as  an  ap- 
proximate expression  of  relation  on  the  one  hand  be- 
tween temperature  and  dryness  fraction  or  quality 
(both  of  which  are  familiar  characteristics)  and  en- 
tropy on  the  other,  which  is  thus  defined  as  a  second- 
ary or  derivative  function. 

In  the  case  of  both  of  these  equations  it  is  easy 
to  show  in  the  one  case  exactly  and  in  the  other  ap- 
proximately that  they  are  consistent  with  the  more 
fundamental  relation  that  for  any  thermal  change 
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s 
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This  after  all  I  believe  to  give  the  best  point  of 
view,  and  if  we  will  simply  accept  this  with  its  phys- 
ical interpretation  as  a  summation  of  small  elements 
each  of  which  is  of  the  nature  of  a  quantity  of  heat 
flow  divided  by  the  absolute  temperatures  at  which 
such  flow  is  efifected,  and  accept  such  side  lights  and 
analogies  as  those  mentioned  above,  we  shall  rest  on 
sure  ground,  and  shall  not  invite  the  fog  and  haze 
which  must  necessarily  surround  any  attempt  to  con- 
sider entropy  as  a  direct  physical  characteristic,  or  as 
capable  of  any  more  simple  statement  in  terms  of  the 
other  characteristics  of  a  substance  than  that  involved 
in  the  fundamental  defining  equation  as  given  above. 


ELECTRIC  POWER  IN  MEXICO. 

The  Central  Alexico  Light  &  P'ower  Company, 
through  an  affiliated  company,  has  extended  its  line 
to  San  Luis  Potosi,  transmitting  4000  h.p.  from  water- 
falls in  the  State  of  Michoacan.  The  Central  ]\Iexico 
Light  &  Power  Company,  organized  in  the  State  of 
r^Iaine,  with  a  capital  of  $2,750,000  gold,  is  controlled 
by  Americans.  The  company  has  bought  out  the  local 
electric  company  and  will  supply  light  and  power  to 
various  industries.  The  concession  from  the  State  of 
San  Luis  Potosi  provides  that  the  company  shall  in- 
stall a  system  for  the  distribution  of  electricity  for 
purposes  of  mining,  smelting,  agriculture,  and  public 
works,  shall  facilitate  irrigation  when  possible,  shall 
encourage  the  introduction  and  development  of  indus- 
trial enterprises,  and  place  its  electric  power  at  the 
disposal  of  the  State  and  municipalities.  In  exchange 
the  cities  will  enjoy  a  reduced  rate  for  current.  It  is 
stipulated  that  the  company  shall  always  be  regarded 
as  Mexican,  subject  to  the  laws  of  San  Luis  Potosi, 
even  though  the  owners  may  be  foreign ;  that  they 
shall  never  appeal  to  foreign  law  nor  make  claims 
through  diplomatic  channels,  under  penalty  of  for- 
feiture. 
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THE  PROBLEM  OF  TECHNICAL  EDUCATION. 

Discussion  by  members  of  the  San  Francisco  Sec- 
tion, A.  I.  E.  E.,  October  28,  1910,  of  paper  by  S.  B. 
Charters  and  ^V.  A.  Hillebrand  as  pubulished  in  this 
journal  Nov.  12,  1910.  The  following  took  part  in  the 
discussion : 

S.  J.  Lisberger,  Engineer  of  Distribution,  Pacific  Gas  &  Electric 

Company,   Chairman. 
C.   L.   Cory,   Professor  of  Electrical   Engineering,   University   of 

California. 
Harris  J.   Ryan,   Professor   of  Electrical    Engineering,    Stanford 

University. 
Orion    Brooks,    Superintendent    Heald's    School    of    Mines    and 
Engineering. 
R.  W.  Van  Norden,  Consulting  Electrical  Engineer. 
A.  H.  Halloran,  Managing  Editor  Journal  of  Electricity,  Power 
and  Gas. 
K.  G.  Dunn,  Vice-President  Hunt,  Mirk  &  Co. 
IV.   A.   Hillebrand,  Associate   Professor  of  Electrical   Engineer- 
ing, Stanford  University. 

C.  L.  Cory:  The  paper  this  evening  has  interested  me  very 
much,  and  I  do  not  know  why  it  should  not,  because  I  have  been 
connected  with  universities  and  the  technical  side  of  the  same 
for  about  twenty-five  years,  not  only  as  a  student  in  more  tlian 
line  university,  but  as  an  instructor  as  well  in  more  than  one, 
1  have  also  been  in  the  position  of  employing  and  utilizing  tech- 
nical graduates  and  have  been  responsible  for  the  character  of 
their  work  as  well  as  of  the  men  who  are  not  university  graduates. 
In  addition,  I  have  been  called  upon  to  recommend  men  for  cer- 
tain positions  where  the  requirements  were  sometiines  specific 
and  in  others  general. 

In  the  paper  this  evening  there  has  been  presented  to  us  an 
appeal  to  the  student,  as  well  as  to  those  employing  university 
graduates,  asking,  first,  that  the  student  shall  not  have  a  false 
idea  as  to  what  he  will  really  be  after  he  has  completed  his 
college  course,  and  second,  that  those  who  of  necessity  employ 
university  graduates  may  not  expect  too  much  of  them. 

I  am  convinced  to  begin  with,  that  in  many  of  our  technical 
educational  institutions  the  instructors  connected  therewith  seem 
to  impress  the  students  with  a  view  point  regarding  themselves 
that  is  absolutely  wrong:  "A  man's  a  man  for  a'  that."  It 
does  not  make  any  real  difference  whether  a  young  man  is  educated 
i;i  the  small  college  or  the  great  university,  or  gets  his  educa- 
tion by  experience  in  the  world.     Results  only  will  count. 

Once  I  had  an  old  colored  man  working  for  me,  and  wlien 
I  was  going  away  to  make  quite  a  long  trip  and  he  was  driving 
me  to  the  train,  he  said :  "You  'know,  Mr.  Cory,  when  you're 
Iiere  I  know's  that  you  takes  all  responsibility,  but  now  you's 
goin'  away  and  I  just  wants  you  to  know  that  I's  goin'  to  take 
that  responsibility." 

It  would  be  a  good  thing  if  all  university  graduates  had  the 
spirit  expressed  by  that  old  colored  man.  I  find  many  of  them 
have  not.  The  kind  of  a  man  who  is  worth  while  is  the  fellow 
that  will  do  the  thing  you  expect  him  to  do,  whether  you  are 
there  to  tell  him  how  to  do  it  or  not,  and  the  technical  edu- 
cation as  it  is  given  and  received  in  many  universities  is  not  such 
as  to  impress  upon  a  man  that  it  is  his  business  to  do  the  thing 
that  he  is  told  to  do  and  do  it  no  matter  what  the  difficulties  are. 
That  is  what  the  employer  wants  and  what  he  has  a  right  to  e.x 
pect.  He  may  not  get  such  service  from  the  student  the  first 
year  of  the  latter's  outside  career,  but  the  employer  has  a  per- 
fect right  to  expect  that  a  college  man  will  see  things  to  do  with- 
out being  specifically  told  to  do  them;  that  he  accepts  responsi- 
bility and  will  do  the  thing  he  is  expected  to  do.  I  have  many 
times  thought  of  some  of  the  members  of  my  classes  at  the  uni- 
versity something  like  this : 

"You  have  been  sent  to  the  university  and  now  you  have 
nearly  completed  the  course.  Some  of  you  have  been  so  unfortu- 
nate as  to  have  a  fond  and  devoted  parent  who  has  considered 


it  a  good  thing  to  take  you  to  some  nice  summer  resort  and 
give  you  a  lazy  and  pleasant  time  during  your  vacation.  You 
have  been  sent  to  the  university,  you  did  not  come.  During 
your  college  course  your  first  idea  was  to  enjoy  yourself.  You 
haven't  experienced  that  thing  which  is  of  the  greatest  import- 
ance in  the  development  of  character.  You  never  have  had  re- 
sponsibility placed  upon  you,  and  when  you  get  out  into  the 
world  you  will  find  that  many  people  who  will  try  to  use  you 
will  soon  find  tlie  weakest  side  of  your  nature,  and  they  will 
not  care  so  mucli  what  you  know  as  what  you  can  do  if  left 
to  your  own  resources." 

I  have  found,  and  I  know  many  others  who  have  employed 
university  graduates  as  well  as  other  men  have  found  that  it  is 
entirely  futile  to  put  responsibility  upon  a  fellow  who  does  not 
know  what  it  means,  and  it  is  not  long  before  one  concludes  that 
satisfactory  results  under  such  circumstances  are  impossible. 

It  has  been  iinplied  in  the  paper  this  evening  that  the  univer- 
sity training  only  occupies  about  four  years  of  a  student's  time, 
and  either  before  or  during  this  period  he  may  have  been  handi- 
capped for  various  reasons.  In  my  opinion  it  has  not  been  a 
handicap  because  he  has  had  to  work.  That  is  an  advantage. 
If  he  has  a  good  mind  it  is  the  business  of  his  instructors,  both 
in  the  preparatory  school  and  in  the  university,  to  train  that 
mind  and  to  give  him,  when  he  has  completed  his  university 
work,  a  mind  capable  of  consistent  and  accurate  work.  He  should 
have  the  ability  to  analyze  a  situation  and  finally  come  to  some- 
thing like  a  reasonable  conclusion.  Such  a  man  will  have  no 
diiificulty  in  seeing  things  in  their  true  perspective,  and  will 
do  the  things  that  should  be  done  whether  somebody  has  given 
specific  instructions  to  do   them  or  not. 

My  experience  leads  me  to  the  conclusion  thai  the  univer- 
sity has  the  best  period  of  a  young  man's  life.  More  often  than 
otherwise  it  is  the  time  when  he  gets  away  from  certain  very  de- 
ligKtful  but  nevertheless  sentimental  home  influences.  When 
he  comes  to  college  he  finds  that  he  is  simply  one  individual 
ainong  a  great  many.  He  is  not  spared  because  he  happens  to 
have  been  more  protected  than  his  fellows  before  he  came  to 
college.  Perhaps  he  has  been  so  unfortunate  as  to  possess  rela- 
tives and  friends  who  think  he  is  a  genius.  In  all  probability  he 
is  not.  He  finds  he  has  to  work.  Fellows  at  college  should  at 
once  find  this  out.  As  a  freshman  he  will  learn  many  things 
he  never  could  learn  at  home.  He  may  learn  from  a  senior,  per- 
haps from  a  junior,  or  maybe  from  a  vigorous  bunch  of  sopho 
mores. 

It  is  the  task  of  the  instructors  in  the  university  to  develop 
this  young  man,  and  the  instructors  have  the  best  chance  be- 
cause he  is  at  this  time  changing  from  a  youngster  into  a  man, 
and  he  should,  if  he  is  the  right  sort  of  a  fellow  and  has  been 
given  the  right  kind  of  an  example  by  the  university  instructors, 
develop  into  a  keen  thinking,  healthy,  vigorous  man.  The  environ- 
ment of  the  university  in  the  class  room  and  out  will  have  much 
to  do  with  the  proper  development  of  such  a  student. 

Referring  specifically  to  the  teaching  of  electrical  engineer- 
ing, I  happened  to  read  for  the  second  time  a  few  days  ago 
Professor  Sheldon's  article  which  appeared  in  the  .'\pril  Pro- 
ceedings of  the  American  Institute  of  Electrical  Engineers,  in 
which  he  made  an  appeal  for  some  sort  of  an  institution  which 
should  produce  leaders  in  electrical  engineering,  and  he  cited 
the  fact  that  at  West  Point  the  government  has  an  institution 
for  the  training  of  young  men  in  military  science  and  that  it  has 
not  been  difficult  for  that  one  institution  to  produce  enough 
leaders  to  take  care  of  all  of  the  soldiers  of  the  United  States 
.'\rmy. 

As  I  read  Mr.  Sheldon's  paper  I  recalled  a  story  told  not 
long  ago  by  Professor  Pritchett  in  which  he  described  a  game  of 
baseball  between  Harvard  and  West  Point,  his  son  being  a 
member  of  the  Harvard  nine.  It  seems  that  the  Harvard  team, 
on  its  spring  training  trip,  had  been  traveling  in  the  South, 
and  naturally  having  a  very  lazy  and  enjoyable  time.  Their 
diet  had  been  most  carefully  prescribed.  They  had  gone  South 
so  as  to  be  able  to  practice  in  that  warmer  climate.     They  had 
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been  under  the  eare  of  their  trainer,  who  had  taken  the  best 
of  care  of  them,  but  behold  the  resuU  of  the  game  with  the 
soldiers  of  West  Point,  who  had  had  not  more  than  half  an  hour 
each  afternoon  to  practice.  The  Harvard  team  was  beautifully 
skimicd.  Professor  Pritchett  thought  the  reason  was  bec.iusc 
of  the  discipline  and  development  among  the  men  of  West 
Point.  They  had  not  had  time  to  loaf  and  be  entertained  by  the 
various  college  clubs  of  the  South.  Perhaps  the  leadership  of 
West  Point  graduates  may  be  ascribed  to  discipline,  at  least  in 
parr. 

Our  attention  has  been  drawn  this  evenuig  to  the  university 
and  its  responsibilities,  and  I  for  one  deplore  the  fact  that  in 
some  institutions  the  student  is  given  a  rather  bad  example  by 
the  faculty  in  the  announceinent  of  innumerable  one-hour  courses, 
presumably  with  the  idea  of  giving  the  impression  that  the  whole 
field  of  electrical  engineering  is  completely  covered  in  the  col- 
lege course.  In  college  these  courses  are  soon  nick-named  "paper 
courses,'"  and  while  many  of  them  may  be  given,  yet  the  real' 
basis  of  such  courses  seems  to  be  that  of  giving  the  student 
a  certain  amount  of  detailed  information  about  some  specific 
phase  of  the  general  course  in  electrical  engineering.  Many  such 
courses  are  unimportant,  and  I  firmly  believe  that  the  univer- 
sity and  university  courses  have  but  one  great  object,  and  that 
is  to  teach  the  young  men  fundamental  principles.  I  doubt  the 
sincerity  and  am  somewhat  suspicious  of  any  institution  that  pre- 
tends to  give  the  student  a  lot  of  information.  I  am  lead  to  that 
conclusion  as  a  result  of  many  discussions  with  graduates  who 
have  been  out  of  their  universities  not  one  year  but  five  and 
even  ten  years,  and  from  men  who  have  been  doing  something  in 
the  engineering  world. 

Universities  might  well  give  a  better  example  to  their 
students  in  connection  with  the  method  of  teaching  many  engi- 
neering courses.  I  should  be  just  a's  willing  to  go  to  a  surgeon 
and  expect  that  surgeon  to  successfully  perform  a  capital  opera- 
tion on  me  if  he  had  studied  the  science  of  surgery  in  a  corre- 
spondence school  only,  as  to  expect  some  engineering  instruct- 
ors to  successfully  teach  engineering  when  they  have  had  no 
knowledge  of  engineering  first  hand  and  no  real  engineering  ex- 
perience of  their  own. 

In  order  to  be  a  teacher  you  have  got  to  know  the  thing 
about  which  you  are  teaching  in  such  a  manner  that  it  is  a  part 
of  yourself,  and  such  knowledge  does  not  come  second  hand 
Some  instructors  before  a  class  present  matters  that  they  have 
dug  out  only  a  few  days  before,  and  such  instructors  are  soon 
classified   by   the   students   about   where   they  belong. 

The  only  way  to  be  a  success  as  an  instructor  is  to  inspire 
the  students  with  the  belief  that  the  thing  you  are  trying  to 
Iielp  them  with  is  worth  while,  and  as  a  proper  training  I  would 
reconuiiend  to  engineering  instructors  that  instead  of  standing 
before  a  group  of  young  fellows,  the  difference  in  age  between 
ihcmselvex  and  the  students  of  each  class  constantly  increasing, 
that  they  try  the  experience  of  presenting  to  a  board  of  directors 
some  engineering  proposition  where  he.  must  not  only  know 
intimately  the  facts  he  is  presenting,  but  must  be  prepared  to 
prove  every  statement.  He  will  find  the  latter  job  different  in 
many  ways  than  teaching  a  class.  In  the  end  the  students  can  be 
depended  upon  to  size  up  the  instructor  about  as  well  as  the 
board  of  directors  will  their  engineer. 

In  our  universities  we  should  give  to  the  students  every  in- 
fluence that  is  uplifting  and  that  will  tend  to  make  men  of  them 
and  make  them  worthy  of  accepting  responsibility,  to  give  them 
decision  and  judgment,  and  in  this  connection  it  must  be  re 
membered  that  all  that  is  of  value  in  the  university  is  not  con- 
iined  solely  to  the  class  room.  There  is  a  general  atmosphere 
around  every  university  which  tends  to  develop  the  student  in 
one  way  or  the  other,  and  the  faculty  to  a  large  degree  is  re- 
sponsible for  the  proper  kind  of  this  spirit. 

Reference  was  made  in  the  paper  this  evening  as  the  opinion 
of  one  man  that  no  matter  how  much  the  university  graduate  re- 
ceives he  will  be  overpaid.     I  do  not  agree  with  any  such  state- 


ment. It  will  naturally  depend  ui)on  tlu'  university  graduate. 
It  may  be  true  that  he  will  be  paid  more  than  he  earns  for  a 
short  time,  but  I  personally  am  quite  willing  to  defend  the 
general  statement  that  if  the  university  graduate  is  of  the  right 
.sort  and  is  given  a  chance  the  employer  will  tind  that  no  matter 
how  much  sakiry  he  receives  he  will  be  under  paid,  because  his 
services  will  be  worth  more  than  can  possibly  be  given  him  in 
dollars  if  these  services  are  characterized  by  a  consistant  loyalty, 
industry  and  a  reasonable  degree  of  originality. 

The  problem  is :  what  can  a  university  do  to  develop  such 
desirable  characteristics  in  its  graduates?  1  believe  that  every 
university  can  do  a  great  deal  in  this  direction.  One  of  the 
first  necessities  is  a  thorough  confidence  and  co-operation  between 
the  members  of  the  student  body  and  the  faculty.  Absolute  hon- 
esty on  the  part  of  each  toward  the  other  will  go  a  long  way 
toward  relieving  the  present  situation  and  eliminating  difficulties 
unciuestionably  sometimes  existing. 

I  firmly  believe  in  military  science  in  the  instruction  of  stu 
dents.  It  tends  to  develop  characteristics  not  necessarily  brought 
out  in  other  courses.  At  the  age  of  the  ordinary  university  stu- 
dent regular  military  work  can  not  but  do  him  good.  Not  long 
ago  at  luncheon  I  heard  a  member  of  this  section  say  that  in 
the  development  of  character  military  precision  in  the  child 
was  desirable.  He  happens  to  be  the  chief  executive  of  one 
of  our  large  corporations,  and  some  one  at  the  table  said  some- 
thing of  his  experience  in  his  youth,  and  he  replied :  "Well,  1 
remember  our  home  was  a  sort  of  a  military  proposition.-  We 
children  were  always  very  happy  and  we  certainly  had  a  joyful 
time,  but  there  were  certain  requirements  that  we  lived  up  to  i" 
precise  military  fashion,"  and  in  conclusion  he  stated  that  sucn 
success  as  he  has  had  as  an  executive  is  largely  due  to  the  kind 
of  training  he  had  received  from  his  parents  in  his  early  youth. 

I  personally  remember  when  I  wasn't  much  more  than  a  foot 
high  I  used  to  hear  something  like  this :  "Every  boy  ought  to 
have  three  things,  habits  of  industry,  habits  of  economy  and  a 
good  education."  These  three  desirables  were  the  hobby  of  the 
best  teacher  I  have  ever  had  the  good  fortune  to  know — my  own 
father — and  while  as  a  youngster  the  development  of  habits  of 
industry  and  economy  and  acquiring  a  good  education  didn't 
impress  me  very  favorably  at  all  times,  yet  now  I  can  see  the 
wisdom  of  such  a  trinity,  and  I  am  willing  to  leave  it  to  you 
this  evening  if  a  fellow  has  really  developed  the  capacity  to 
work  effectively,  knows  how  to  economize  not  only  in  materials 
and  money,  but  also  in  time,  and  has  a  good  education,  he  is 
pretty  well  equipped  to  be  of  valuable  service  to  his  employer. 

If  a  fellow  is  working  for  a  corporation  and  is  instructed  to 
get  a  certain  piece  of  work  done  at  8  o'clock  in  the  morning, 
if  he  doesn't  get  it  done  there  will  be  trouble,  but  on  the  con- 
trary, in  many  of  our  technical  institutions  if  a  certain  problem 
is  assigned  and  the  work  is  not  completed  on  time  the  student 
will  make  the  excuse  that  he  lost  his  books,  was  sick,  or  some 
other  terrible  calamity  has  overtaken  him,  with  the  result  that 
he  is  given  as  much  time  as  he  likes  for  the  completion  of  the 
assigned  work.  The  fellow  under  such  circumstances  should 
kick,  because  he  is  not  getting  the  proper  discipline  to  develop 
hitu,  so  that  he  is  going  to  be  worth  while  to  somebody  and 
to  make  him  appreciate  to  a  reasonable  degree  what  is  meant 
by  responsibility. 

One  of  the  requisites  of  a  good  education  is  the  possession 
of  a  trained  mind  and  the  ability  to  tie  yourself  down  tp  some 
particular  piece  of  w^ork  and  do  that  work  whether  it  is  pleasant 
or  not.  Not  that  technical  education  should  be  a  mere  grind, 
because  I  believe  that  in  engineering  institutions  every  possible 
incentive  should  be  given  to  individual  and  original  work.  Those 
of  us  in  the  university  are  delighted  to  find  men.  yes,  boys  even 
seventeen  years  of  age.  who  have  unquestioned  originality,  some- 
times purely  mathematical  in  tendency,  but  nevertheless  of  value 
to  the  engineer.  In  others  this  originality  is  manifest  in  ex- 
perimental work,  and  all  such  men  should  be  encouraged  and 
never  discouraged.     They  should  be  given  every  possible  oppor- 
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tunity,  and  instructors  might  well  remember  that  in  their  rela- 
tions with  students  certain  general  characteristics  may  be  re- 
flected sooner  or  later  in  their  students. 

The  young  college  graduate  in  the  large  corporation  does 
not  have  an  easy  time.  The  freedom  which  he  has  been  used  to 
in  college  he  misses,  and  in  its  place  finds  enly  the  rigorous  line'^ 
of  the  complete  corporation  organization,  and  it  often  seems 
the  part  he  has  to  play  is  exceedingly  unimportant  considerini^ 
the  ability  which  he  thinks  he  has.  But  I  am  inclined  to  think 
that  our  universities,  which  are  giving  so  much  attention  to  the 
technical  work  of  their  students,  might  do  much  to  remove  the 
criticism  that  comes  from  the  men  who  employ  university  gradu- 
ates, and  this  probably  can  best  be  done  by  improving  the  poin' 
of  view  of  the  students  themselves. 

In  this  generation  I  am  inclined  to  think  that  many  tinier 
the  parents  of  a  young  man  desire  him  to  get  an  education,  after 
having  had  a  hard  struggle  themselves,  so  that  he  will  not  have 
to  work  as  hard  as  they  have.  Now  just  as  soon  as  the  boy 
can  get  that  idea  out  of  his  mind  the  better  off  he  is.  The  more 
training  you  have  had,  and  the  greater  opportunities  which  you  have 
enjoyed  means  that  the  harder  you  have  got  to  work.  It  may 
not  be  the  same  sort  of  work  that  you  would  have  done  if  you 
had  not  been  so  fortunate  as  to  have  had  the  opportunity  of 
obtaining  an  education,  but  the  work  you  will  do  will  not  be 
according  to  an  eight-hour  schedule  or  the  character  of  work  k> 
which  you  can  apply  a  uniform  wage.  The  hours  will  be  as 
long  as  are  necessary  to  do  the  work,  and  to  do  it  all  in  the 
most  loyal  manner  and  use  your  entire  ability  with  the  idea  of 
helping  to  the  ma.ximum  the  man  to  whom  you  are  responsible. 
Regarding  the  length  of  the  college  course,  it  is  a  fact  that  -it 
the  University  of  California  now  we  have  five-year  engineering 
courses  and  also  four-year  engineering  courses.  Not  long  ago 
we  decided  that  we  would  give  every  student  who  came  to  us 
his  choice.  He  could  arrange  his  work  if  he  chose  so  as  to 
graduate  and  obtain  a  degree  in  four  years.  Since  this  time  wo 
have  had  one  young  man  who  graduated  from  the  electrical 
engineering  department  who  completed  all  of  the  courses  re 
quired  for  graduation  in  electrical  engineering,  and  also  ob- 
tained at  the  same  time  a  degree  in  the  College  of  Letters,  and 
all  this  was  done  in  the  four  years  of  work.  He  entered  the 
university  with  all  the  requirements  of  the  College  of  Letter-;, 
and  he  carried  through  his  university  work  and  graduated  a  = 
the  medalist  of  his  class,  and,  justly  I  think,  received  the  two 
degrees  at  the  same  time.  It  must  be  admitted  that  he  was  <i 
rather  extraordinary  type  of  man,  but  many  institutions  are 
recognizing  that  for  a  certain  type  of  individual  a  five-year 
course  is  better  than  a  four-year  course,  and  I  am  inclined  to 
think  that  the  time  is  not  far  distant  when  at  the  Universitv- 
of  California  it  will  be  possible  for  a  man  to  take  an  engineer- 
ing course  and  spend  six  years  in  so  doing.  He  will  do  in  that 
time  about  the  same  work  that  the  ordinary  student  will  do  in  the 
general  culture  courses  so  called,  and  also  it  will  be  possible 
for  him  to  complete  all  of  the  engineering  work  required  in 
the  present  four-years  course.  Such  a  man.  if  he  is  the  right 
sort,  should  never  find  a  stopping  place.  He  should,  I  think, 
by  his  training  be  so  equipped  that  it  will  not  make  much  dif- 
ference whether  his  work  be  of  a  public  nature,  that  of  an  execu- 
tive or  exclusively  engineering.  He  will  find  that  he  will  never 
be  handicapped  by  a  lack  of  preliminary  education.  On  top  of 
his  university  work  however,  must  be  the  broader  training  of  ex- 
perience, and  on  the  outside  he  will  meet  many  instructors  among 
his  fellows  who  will  teach  him  many  things  that  he  could  not 
learn  in  any  possible  manner  in  the  university! 

I  think  when  the  university  which  is  responsible  for  the 
training  of  its  technical  graduates  finds  it  necessary  to  make 
excuses  for  its  product  when  they  get  out  into  the  world. 
can  only  blame  the  training  which  has  been  given  the  students 
On  the  other  hand,  it  is  not  right  that  employers  should  hold  the 
university  responsible  because  their  graduates  lack  a  lot  of  de 
tail    information    which    experience    only    can    give,    but    if   the 


employer  finds  that  the  graduate  is  deficient  in  fundamental 
principles  and  is  also  deficient  in  a  desire  to  be  loyal  and  do 
his  work  properly  and  to  work  24  hours  a  day  if  necessary  to  do 
the  thing  that  has  been  assigned  to  him,  I  am  inclined  to  think 
that  the  university  is  decidedly  responsible  for  the  failure  of  such 
a  young  man,  providing  the  university  has  had  entire  charge  of 
his  work  throughout  his  course,  whether  it  be  for  a  period  of 
four  years,  or  five  years  or  even  longer. 

Harris  J.  Ryan:  I  have  read  with  much  interest  the  paper 
by  my  coworkers  on  technical  education.  They  have  given  as 
frankly  an  instantaneous  view  of  a  passing  array  of  related  fac- 
tors that  combine  to  make  up  the  task  of  the  teaching  engineer  as 
it  exists  today.  They  have  made  clear  that  it  is  proper  and  right 
to  expect  of  the  college  improved  results  in  training  the  engi- 
neer. They  have  made  equally  clear  that  the  results  which  are 
most  desirable  can  be  secured  only  through  the  active  and  cordial 
co-operation  of  all  concerned :  "student,  teacher,  parent  and  em- 
ployer." These  results  depend  not  so  much  upon  the  normal  time 
required  to  complete  the  curriculum,  nor  upon  the  contents  of 
that  curriculum.  They  depend  much  more  upon  the  real  spirit 
of  the  student  and  his  teachers  and  what  is  most  important,  upon 
the  influence  exerted  upon  the  student  by  his  parents,  employer 
and  friends. 

If  the  engineering  student  comes  to  his  graduation  with  a 
start  in  the  essential  elements  of  knowing,  thinking  and  doing-— 
if  he  has  acquired  a  wholesome  spirit  of  "usefulness,  activity  and 
co-operation,"  he  will  not  go  into  intellectual  and  working  sta.g- 
nation.  He  will  meet  things  as  he  finds  them,  take  hold  and 
make  good.  Now  these  are  the  results  that  our  friends  in  prac- 
tice rightly  demand.  We  know  that  while  the  quality,  character 
,ind  length  of  the  curriculum  are  a  help  when  rightly  cho.sen 
yet  they  amount  to  little  compared  with  the  fibre  of  the  young 
man  himself.  This  fibre  is  the  integral  result  of  all  factors. 
Heredity,  home  and  community,  school  and  college,  and  the 
early  appreciation  of  the  true  grit  that  practical  life  demands 
of  the  successful. 

For  22  years  more  or  less  the  young  man  has  been  supported 
and  educated  by  his  parents,  friends,  community  and  college. 
Habits  that  are  long  in  forming  are  correspondingly  difficult  to 
break,  yet  the  engineer-graduate  is  asked  to  break  suddenly 
this  deeply  rooted  habit  of  dependence  upon  others  for  most 
things.  Tt  is  a  habit  that  is  as  old  as  himself  which  he  must 
break  the  first  day  after  his  commencement  and  to  substitute 
therefor  the  habit  of  work  and  discipline  that  the  industrial 
worker  spent  eight  years  to  acquire.  It  is  not  creditable  to  our 
intellects  if  we  expect  the  engineering  graduate  to  make  this 
transformation  in  a  single  day  or  month  and  do  it  well.  Better 
is  it.  that  we  should  now  realize  the  difficulty  we  put  upon  him 
and  help  him  to  meet  it.  In  college  we  are.  in  all  wholesome 
ways  of  which  we  can  conceive,  helping  the  young  man  from 
his  freshman  year  to  prepare  for  this  transition.  You,  gentle- 
men, in  practice,  can  accomplish  as  much  or  more  in  this  matter 
than  we  can.  You  can  give  the  college  boys  vacation  work,  and 
work  for  those  who  must  for  a  year  or  more,  interrupt  their 
studies  to  earn  their  living. 

If  we  could  have  our  own  way  in  these  matters  we  would  re- 
quire of  the  young  man  at  entrance,  that  he  must  have  earned 
his  living  in  a  bovn  fide  manner  for  one  year. 

Tt  is  by  no  means  a  misfortune  to  a  student  when  he  must 
drop  out  for  a  year  to  earn  his  living,  especially  between  his 
sophomore  and  junior  years.  Such  an  experience  tones  up  his 
wisdom  in  a  most  desirable  fashion,  though  doubtless  upon  his 
return  for  a  brief  time  interferes  with  his  ability  to  "cram" 
his  work. 

We  can  do  nothing  better  for  the  cause  of  technical  education 
than  to  insist  that  better  results  must  come  largely  through  a 
loyal,  hearty  co-operation  of  student,  teacher,  parent,  engineering 
friend  and  employer. 

Orion  Brooks:  I  came  here  this  evening  not  to  speak  but 
to  hear  what  was  said:  but  from  the  paper  that  has  been  read, 
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and  particularly  from  Professor  Cory's  remarks,  I  feel  that  I 
ought  to  say  a  few  words  on  the  subject,  and  my  remarks  will  be 
rather  those,  you  might  say,  of  a  rank  outsider  as  regards  uni- 
versities. 

In  order  to  put  myself  straight  I  might  say  that  for  about 
twenty  years  I  was  engaged  in  electrical  work,  and  had  occasion 
to  supervise  and  employ  quite  a  number  of  people  in  that  work, 
and  I  found  it  extremely  difficult  to  get  people  who  would  do 
the  work  that  was  naturally  expected  of  them.  It  was  quite  .n 
common  thing  ior  parents  of  young  men  to  appeal  to  me  to 
take  their  sons  as  students  in  the  work  room.  Now  if  there  is 
any  thing  that  is  an  infernal  nuisance  in  a  business  it  is  the 
student ;  and  many  times  it  was  rather  difficult  to  say  that  I 
would  not  take  them. 

Finally  the  wheels  fortunately  turned  in  such  a  way  that  T 
was  in  circumstances  so  that  I  could  entertain  the  proposition 
to  undertake  to  carry  on  a  plan  for  giving  electrical  instruction  to 
young  men  who  could  not  go  to  the  university  for  one  reason 
or  another,  or  who  would  not  go  (whether  they  could  or  not)  ; 
I  took  such  people,  and  endeavored  to  give  them  the  es.sentials 
of  an  electrical  education.  The  first  difficulty  that  I  met  with, 
particularly  with  the  average  student  coming  from  the  grammar 
school,  or  from  the  high  school,  was  that  his  training  so  far  had 
been  such  as  to  encourage  him  to  lean  on  some  one  else.  About 
the  first  thing  that  I  had  to  do  was  to  get  him  to  stand  on  his 
own  feet,  to  think  for  himself.  He  had  been  accustomed  to  let- 
ting some  one  think  for  him.  First  I  made  him  think  for  himself, 
and  then  started  him  on  tlie  subjects  that  he  wanted  to  take  up — 
if  he  knew  what  he  wanted,  and  very  often  he  did.  Some  very 
bright  men  came  under  my  care ;  and  many  of  them,  I  am  proud 
to  say,  did  well. 

But  the  method  of  instruction  and  the  method  of  handling 
them  was  so  entirely  different  from  what  I  understand  is  the 
case  in  the  universities,  that  you  can  hardly  draw  a  comparison. 
Still  this  one  feature  crops  up  above  almost  everything  else — that 
the  young  man  must  be  made  to  stand  on  his  own  feet  and  think 
for  himself;  and  then  it  -remains  for  him  to  determine  where  he 
will  land,  whether  it  be  at  the  foot  of  the  ladder  or  at  the  top. 
There  is  no  end  to  the  study;  and  sometimes  I  have  thought  that 
if  a  person  spends  four  or  five  or  six  years  in  an  educational  in- 
stitution he  is  getting  into  a  line  of  thought  that  is  going  to 
receive  a  very  severe  jar  when  he  gets  out  and  undertakes  to 
make  his  way  in  the  world.  If  he  gets  that  jar  a  little  earlier 
it  would  perhaps  be  better  for  him.  Make  him  stand  on  his  own 
feet;  think  for  himself;  and  then  point  the  way  to  him  and 
see  where  he  will  land.     That  has  been  iny  motto. 

S.J.  Lisbcrger:  Professor  Brooks  has  inade  one  remark  that  I 
know  more  than  one  of  us  nodded  our  heads  at,  namely,  that  the 
student  in  business  is  a  nuisance.  It  is  quite  true  that  we  are 
very  often  met  by  friends,  who  say,  "My  boy  has  been  wirin.g 
bells  around  the  house,  and  he  thinks  he  would  becoine  a 
electrical  engineer."  They  give  absolutely  no  thought  to  what  the 
science  of  engineering  is.  They  do  not  know,  and  the  man  him- 
self may  be  far  better  fitted  for  a  commercial  life  than  for  that 
of  an  engineer ;  and  the  greatest  misfortune  is  that  it  usiially 
lakes  him  five  years  to  find  it  out.  Then  his  father  thinks  he  has 
expended  much  money  in  educating  him,  and  he  hates  to  see  his 
boy  give  it  up. 

Professor  Ryan  is  quite  right  when  he  states  there  is  the 
duty  of  co-operation  on  the  part  of  all  concerned,  teacher  and 
employer. 

I  recall  a  case  in  my  senior  year  at  college  that  gave  more 
than  one  young  engineer  a  chance  for  thought.  Our  instructor 
at  that  tiitie  was  none  other  than  Professor  D.  C.  Jackson,  now 
president  of  the  Institute.  On  the  first  course  in  alternating 
currents  he  spent  weeks,  if  not  the  whole  semester,  in  drilling 
into  the  class  the  rudiments  of  alternating  currents:  and  just 
before  e.xamination  time  he  ended  up  his  little  course  by  say- 
ing, "We  have  now  read  the  preface  to  the  book.  The  rest  is 
merely  a  novel."  He  came  in  examination  morning,  his  hat  and 
coat  on,  evidently  very  much  in  a  hurry.  "I  have  to  catch  a  train 


for  Chicago.  Will  one  of  you  boys  write  these  questions  on  the 
board?  Deposit  your  papers  Friday.  You  may  use  the  library. 
You  may  talk  to  each  other,  and  whenever  you  quote  an  au- 
thority from  a  book  give  me  the  reference.  All  I  ask  you  is 
to  be  honest  with  me."  We  spent  three  or  four  hours  fiijding  out 
that  there  was  nothing  we  could  learn  from  books.  It  was 
merely  a  question  of  think,  and  you  had  to  think  out  question  No. 
1  before  you  could  answer  question  No.  2,  because  the  answer 
to  question  No.  2  depended  on  the  answer  to  question  No.  1. 
It  was  a  great  lesson  to  all,  for  it  opened  our  eyes  to  the  fact 
we  had  to  "think." 

R.  IV.  Van  Nordcn:  This  subject  is  particularly  interesting 
because,  aside  from  the  fact  that  the  paper  is  an  able  one,  from 
the  professor's  point  of  view,  it  introduces  a  sociological  sub- 
ject which  is  remarkable,  in  that  it  has  not  been  more  widely 
discussed.  It  seems  to  me  that  the  college  point  of  view  of  the 
imparting  of  a  technical  education  is  the  constant  attempt  to  solve 
an  abstruse  problem,  when  as  a  matter  of  fact,  the  solution,  is  ex- 
tremely simple.  It  is  like  a  man  who  has  had  a  break-down  with 
his  automobile ;  he  has  taken  out  the  carburetor,  and  then  the 
timer  and  then  spends  three  or  'four  hours  on  his  back  and 
finally  when  he  gets  up  he  finds  that  he  has  the  key  of  the  bat- 
tery switch  in  his  pocket. 

Mr.  F.  V.  T.  Lee  said  in  a  lecture  before  engineering  grad- 
uates, that  when  they  went  to  work  at  their  profession  not  to 
be  disappointed  at  receiving  but  small  pay,  as  they  would  be 
worth  less  than  they  received,  no  matter  how  small  it  might  be. 

I  do  not  believe  that  any  college  ever  has,  or  ever  will,  or 
ever  can  turn  out  an  electrical  engineer.  I  do  not  mean  to  in- 
fer by  that,  that  there  is  anything  lacking  in  the  training,  because 
I  believe  that  in  order  to  become  an  electrical  engineer  a  man 
must  have  a  college  training.  But  to  refer  to  the  example  given 
a  moment  ago,  of  the  automobile ;  the  college  is  attempting  by 
every  art  and  device  and  the  most  strenuous  work  on  the  part  of 
the  teachers,  to  turn  out  a  completed  electrical  engineer. 

It  cannot  be  done.  He  may,  after  he  has  been  out  a  short 
time,  as  Professor  Cory  says,  be  worth  a  great  deal  more  than 
he  can  command.  But  he  has  gotten  something  that  he  could  not 
be  taught  in  the  class-room,  but  which  the  class-room  enabled  him 
to  attain. 

The  college  discipline  and  training,  with  its  pursuit  of  vari- 
ous studies,  many  at  the  time  seeming  to  be  foreign  to  the 
desired  object,  has  given  him  just  one  thing — not  Ohm's  law  or 
certain  abstract  formulas  in  mathematics  or  certain  highly  theo- 
retical antics  of  alternating  currents,  but  the  ability  to  think. 
He  has  specialized  in  order  to  think  correctly  along  specific  lines. 

I  do  not  approve  of  many  of  the  methods  that  are  in  vogue 
in  imparting  technical  education,  among  them  I  refer  particularly 
to  the  examination  system.  But  I  appreciate  that  it  is  a  necessary 
evil.  Examinations  are  necessary  to  make  a  portion  of  the  stu- 
dents work.  Mr.  Lisberger's  example  of  a  logical  examination 
illustrates  the  point. 

Tf  a  capital  operation  were  to  be  performed  either  on  a 
friend  to  whom  I  had  been  intrusted  the  securing  of  the  ser- 
vices of  a  surgeon,  or  upon  myself.  I  would  not  think  of  engaging 
a  graduate  surgeon,  fresh  from  his  college.  Neither  would  I  care 
to  have  a  recently  graduated  dentist  treat  an  ulcerated  tooth. 
I  would  employ  the  best  surgeon  or  the  best  dentist  within  my 
knowledge,  that  is,  the  one  whom,  from  a  knowledge  of  his  ex- 
perience. I  had  the  most  confidence  in. 

If,  on  the  other  hand,  he  were  not  a  college  graduate,  I 
would  not  employ  him  under  any  condition. 

Professor  Brooks  has  remarked  that  a  man  must  learn  to 
think  for  himself.  This  is  the  same  idea  in  a  slightly  different 
form.  He  must  learn  in  the  abstract,  how  to  think,  and  then  he 
must  apply  this  action,  just  as  a  machine  is  first  built  to  do 
something  that  could  not  be  done  without  the  aid  of  the  machine 
and  then  the  machine  must  be  operated  to  get  the  results. 

In  college,  the  student  does  not  think  for  himself;  the  pro- 
fessor does  this  for  him.  He  gets  ideas  and  they  are  gradually 
lined  and  connected  up  for  him.       He  does  not  appreciate  this 
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until  he  gets  where  that  line  must  be  put  in  motion ;  when  he  must 
think  for  himself. 

Some  time  ago  I  read  an  article  which  was  an  illustr.itn.n 
of  the  helplessness  of  the  technical  graduate  in  making  a  simple 
repair,  readily  accomplished  by  a  man  of  practical  experience 
The  latter  had  worked  in  a  shop  four  or  five  years,  he  had 
learned  how  to  wind  generators  and  transformers  and  his  skill 
was  UMquestioned.  He  could  not  have  designed  the  machines 
and  his  movements  followed  certain  prescribed  rules  of  practice; 
these  he  had  learned  well.  In  the  illustration,  he  is  given  the  jol) 
of  connecting  the  primary  winding  of  an  induction  motor.  Tliis 
he  does  properly  as  he  has  done  many  others.  Suppose  howcvi.r 
that  the  graduate  be  given  the  same  job.  This  motor,  let  lis 
assume,  is  dififerent  in  appearance  from  the  one  which  he  was 
shown  how  to  connect  while  in  college  and  it  has  perhaps 
been  badly  burned  and  otherwise  damaged.  After  having 
wasted  considerable  of  his  employer's  time,  he  will  be  probablv 
taken  off  of  the  job  having  accomplished  nothing.  But  give  him 
two  weeks  in  the  shop,  and  the  technical  training  will  come 
to  his  aid;  he  will  figure  out  the  proper  manner  of  connection 
and  will  soon  be  as  good  a  workman  as  the  man  who  has  taken 
years  to  learn.  That  man  however,  unless  he  be  a  genius  will 
stay  by  his  trade  indefinitely,  but  the  college  man  will  pass  on  tn 
something  better,  until  step  by  step  he  becomes  an  engineer  in 
fact. 

What  then  are  the  qualities  required  to  make  an  engineer? 
The  untutored,  but  practical,  man  says,  he  must  be  a  practical 
man.  The  technical  educator  says,  he  must  have  the  theory  .and 
the  knowledge  contained  in  books  and  admits  that  he  must  have 
•a  certain  amount  of  practical  knowledge,  which  he  attempts  to 
impart.  As  a  matter  of  fact,  he  must  have  both  and  yet  that  is 
not  enough,  he  must  have  a  third  class  of  learning  which  seems 
to  be  overlooked,  or  if  it  is  not  overlooked  it  is  merged  into 
the  other  two  classes  until  it  often  becomes  indistinguishable,  but 
it  is  in  reality  more  valuable  toward  making-  the  real  engineer 
than  either  of  the  other  classes. 

This  quality,  I  scarcely  know  how  to  name,  but  for  want 
of  something  better,  will  call  it  psychological,  it  is  that  whereby 
results  are  obtained,  things  are  made  to  go.  men  are  efficiently 
handled;  the  application  of  judgment,  common  sense,  or  the  dis- 
cerning ability  of  knowing  how  to  the  right  thing  at  its  proper 
time  and  of  how  to  use  the  theoretical  and  practical  knowledge, 
already  received,  in  doing  so. 

You  have  all  possibly  known  of  some  man.  who  apparently 
absorbed  the  facts  taught  him  in  college,  wlio  graduated  with  high 
academic  standing,  and  who,  it  may  be.  took  a  practical  course 
in  the  shops  of  one  of  the  great  manufacturing  concerns  and  was 
therefore,  from  the  ordinarily  accepted  point  of  view,  a  thor- 
oughly equipped  engineer.  But  when  it  came  to  making  a  career 
as  an  engineer,  even  after  several  years  of  work  and  plodding,  he 
failed  to  more  than  eke  out  a  bare  existance.  if  he  were  honest  in 
his  work  and  his  dealings  toward  his  clients.  The  man  had  all 
of  the  practical  training  necessary  and  his  technical  training  was 
as  good  or  better  than  the  rest  of  his  college  class.  He  could 
not  do  things,  or  he  did  not  apply  himself  aright,  or  he  lacked 
judgment  in  every  day  affairs  and  failed  to  get  results.  He 
lacked  that  quality  necessary  to  make  an  engineer,  to  do  the 
right  thing  when  something  happens. 

This  ability  can  be  developed,  to  a  lesser  extent  it  is  true,  in 
the  untrained  man,  provided  it  is  in  his  system.  I  have  often 
told  men  over  whom  I  had  supervision  in  operating  work,  that 
their  advancement  and  welfare  did  not  depend  nearly  so  much 
on  their  knowledge  of  Ohm's  law  or  of  how  to  make  an  intricate 
meter  connection  as  on  the  common  sense  and  judgment  in  doin? 
the  right  thing  when  a  series  of  heavy  short  circuits  come  in 
late,  on  a  stormy  night. 

That  is  but  an  example,  but  may  be  multiplied  in  many  wa\s 
to  illustrate  the  point.  A  man  who  has  not  had  a  college  educa- 
tion can  and  will  bring  out  the  psychological  sense,  if  it  lies  dor- 
mant within  him;  if  it  is  not  there,  it  cannot  be  trained  into  him 


through  any  practical  application.  If,  on  the  other  hand  he  gets 
the  college  training  and  the  method  of  correctly  aligning  his 
thinking,  the  psychological  ability  will  show  itself  very  quickly 
when  the  necessity  for  it  to  do  so  arises,  if,  as  in  the  other  case, 
it  is  in  his  system.  If  it  is  not  in  his  system,  a  certain  amount 
of  it  can  be  trained  into  him,  because,  he  has  been  taught  how  to 
think. 

The  question  of  the  length  of  a  college  course,  or  rather 
of  lengthening  the  present  course  of  four  years,  seems  to  me  not 
to  be  as  important  as  some  professors  deem  it.  The  course  de- 
pends somewhat  upon  the  temperament  of  the  student.  Some 
students  have  been  known  to  get  through  in  two  years,  others 
take  six.  It  would  be  manifestly  impossible,  at  least  with  pres 
ent  methods  to  have  a  different  course  for  each  student  and  it 
would  be  further  impossible  to  decide  what  that  course  should  be. 
Four  years  covers  the  various  subjects  in  a  general  way 
and  should  give  the  average  student  the  training  he  is  after. 
The  continuous  training  in  a  good  many  directions  should, 
and  I  believe  does,  as  a  rule,  give  the  average  man  what  he  is 
really  after. 

The  fact  that  a  man  does  not  do  brilliant  work  or  cannot  get 
through  in  four  years,  is,  I  believe  of  far  less  consequence  than 
it  is  ordinarily  held  by  educators.  The  failure  to  pass  examina- 
tions or  even  to  absorb  many  of  the  abstract  facts  which  are 
presented  to  him  is  by  no  means  an  indication  of  a  inan's  failure 
as  an  ultimate  engineer.  Examination  failures,  where  the  student 
is  honest  and  has  put  a  reasonable  amount  of  thought  on  his 
work,  seldom  indicate  the  failure  to  grasp  the  subject  because 
the  students  conception  may  be  illustrated  in  his  mind's  eye  in 
an  entirely  different  manner  from  that  of  his  professor.  The 
training  is  received  no  matter  what  else  is  absorbed  and  that  is 
what  is   required. 

.\  return  for  one  or  two  years  of  postgraduate  work,  after 
one  or  two  years  in  touch  with  operating  or  field  conditions 
would  undoubtedly  enable  the  student  to  get  a  far  greater  grasp 
and  understanding  of  advanced  studies  than  if  the  work  were 
taken  immediately  following  his  graduation. 

k  technical  graduate  generally  knows,  in  a  hazy  way.  about 
what  he  is  going  to  do  to  commence  on  his  professional  career, 
but  in  many  cases,  probably  a  majority,  he  gets  into  a  line  of 
work  in  which  the  studies  which  he  pursued  with  the  greatest 
diligence  and  the  facts  and  formulas  derived  therefrom  are  of 
no  apparent  service  to  him. 

There  was  a  technical  graduate  of  my  acquaintance,  who, 
when  in  college  made  no  great  records.  He  was  a  fair  average 
student  but  not  one  for  whom  his  professors  predicted  an  es- 
pecially brillant  future.  A  year  after  he  graduated  he  obtained 
a  good  position,  with  an  excellent  salary  for  a  young  man.  In 
another  year  he  was  advanced  and  in  a  year  or  so  following 
held  a  position  of  great  responsibility  and  was  known  at  home 
and  abroad  as  an  engineer  at  the  top  of  his  profession.  Soon 
after  he  had  his  first  position,  I  met  and  talked  with  him  and  the 
conversation  drifted  to  the  subject  of  college  training  and  I  asked 
the  question:  "How  much  of  what 'you  learned  in  college  has 
been  of  active  benefit  to  you  in  your  business?"  His  answer  was 
that  he  had  found  none  of  it  useful.  "Then  did  any  of  the  ex- 
aminations for  which  you  crammed  cover  problems  that  you 
meet  now?"  The  answer  was  in  the  negative.  "You  graduated 
as  an  electrical  engineer,  are  you  following  that  work  now?" 
"No,"  was  the  reply.  "I  am  a  civil  engineer."  "But,"  I  protested, 
"you  learned  little  or  nothing  that  would  specialize  you  as  a  civil 
engineer;  how  did  you  get  into  it;  how  did  you  start?"  The 
reply  was,  "I  scarcely  know :  I  was  told  to  survey,  examine  and 
report  on  a  great  property.  I  just  used  rny  common  sense.  I  had 
to  make  a  survey  and  so  I  bought  a  couple  of  standard  books 
on  the  subject  and  spent  two  or  three  evenings  studying  them 
and  then  it  was  easy.  I  set  up  my  transit  where  the  boys  would 
not  see  it  to  become  more  fainiliar  with  it  and  then  I  went  out  and 
told  them  how  to  make  the  survey.  T  obtained  all  I  needed  out 
of  mv  books,  used  common  sense,  made  the  survey  and  did  it 
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right  and  before  I  knew  it,  I  was  chief  engineer." 

In  saving  that  nothing  received  at  college  had  benefitted 
him,  he  had  done  his  college  training  a  great  injustice,  becan-ie 
it  was  that  training  that  had  made  it  possible  for  him  to  achieve 
his  remarkable  results.  Neither  theoretical  or  practical  know- 
ledge had  helped  him,  because  the  former  was  foreign  to  his 
work  and  the  latter  he  did  not  possess.  But  the  power  of  cor- 
rect thinking  had  been  developed  to  a  high  degree. 

I  have  observed  many  cases  of  men  who  in  their  work  and  es- 
pecially examinations,  seemed  almost  stupid,  who  did  not  appear 
to  grasp  the  work  or  performed  it  in  a  perfunctory  manner,  who 
apparently  seldom  listened  to  what  was  being  told  them  and  who 
upon  entering  their  career  made  good,  achieved  results  and  were 
well  rated  in  the  profession.  This  argument  would  not.  of 
course,  apply  to  the  c!fiSS  dunce ;  there  are  always  a  certain  num- 
ber who  will  either  flunk  out  because  they  cannot  be  trained  or 
who  will  switch  to  something  else.  The  professors  duty  is  not 
in  trying  to  wring  blood  out  of  a  stone  but  in  conscientiously 
following  his  work,  imparting,  so  far  as  he  can  reasonably  do 
so,  the  facts  and  principles  to  those  of  his  students  who  are 
.sufficiently  interested  to  listen.  The  men  whose  brains  are  re- 
ceptive consciously  or  sub-consciously  will  derive  their  mental 
training  just  as  rapidly  as  they  are  able  to  receive  it  and  no 
faster. 

Finally,  I  think  that  Professor  Charters  admitted  my  conten- 
tion, that  no  college  could  turn  out  an  electrical  engineer,  when 
he  said  that  it  was  absolutely  impossible  to  give  what  can  be  got- 
ten in  the  industrial  world.  This  is  undoubtedly  necessary  to 
complete  the  training. 

A.  H.  Halloran.  The  gist  of  Professors  llillebrand  and 
Charters'  p;iper  and  also  of  the  discussion  thereon  is  well  ex- 
pressed in  the  following  quotation; 

"You  can  lead  a  horse  to  water. 

But  you  can't  make  him  drink ; 
You  can  send  a  boy  to  college. 

Rut  you  can't  make  him  think." 

As  intimated  by  this  paper,  the  college  is  too  heavily  debited 
with  the  failure  of  technical  men  It  may  be  also  added,  is  ton 
heavily  credited  for  their  success.  Colleges  and  college  men  arc 
inclined  to  take  themselves  too  seriously. 

As  a  preliminary  to  a  discussion  of  this  subject  it  is  first 
necessary  to  come  to  a  common  understanding  as  to  what  con- 
stitutes success — whether  it  means  fu^^eW,  or  whether  it 
is  upon  the  higher  plane  of  having  made  the  world  better  by 
living  in  it.  Most  of  you  will  agree  however,  that  when  a  man's 
name  becomes  synonymous  with  his  work,  and  his  work  synony- 
mous with  his  name,  he  may  be  considered  successful. 

To  attain  this  distinction  he  must  know  something  abou' 
everything,  and  everything  about  something.  This  something 
about  which  he  knows  everything  is  his  specialty.  \  college 
course  afTords  a  brief  opportunity  to  learn  a  little  of  the  first 
part  of  this  requirement;  but  it  takes  many  years  after  graduation 
before  a  man  can  complete  the  first,  and  get  a  good  start  on  the 
second. 

All  that  the  college  can  hope  to  do  is  to  provide  him  with 
the  tools.  .\  thorough  grounding  in  mathematics,  physics,  chem- 
istry and  drawing  will  teach  him  to  think  clearly,  give  him  the 
groundwork  for  more  advanced  study,  and  gain  him  an  immediate 
livelihood  if  necessary.  It  is  perhaps  well  to  indicate  in  the  last 
years  of  a  college  course  the  industrial  significance  of  these  ele- 
ments, and  give  the  man  a  start  along  some  line  which  he  pre- 
fers or  for  which  he  appears  to  have  some  aptitude.  With  this 
knowledge  and  ability  he  can  work  out  the  problems  that  will 
come  up  in  practical  work,  and  at  the  same  time  will  not  antago- 
nize his  co-workers  by  the  assumption  of  a  superior  knowledge. 

.\nd  hist,  and  most  important,  a  man  must  be  taught  how  to 
speak  and  write  co,-rectly,  for  t'nereon  rests  much  of  his  suc- 
cess in  get'ing  a  position  and  winning  promotion.  The  prepara- 
tion of  reports,  specifications  and  contracts  is  one  of  the  most 


important  duties  of  a  successful  technical  man.  Their  purpose 
fails  if  they  are  not  clearly  and  concisely  written,  and  there  are 
today  many  lawyers  who  gain  their  livelihood  from  the  mis- 
takes of  engineers.  English  is  also  the  basis  of  that  highest 
technical  education,  the  study  of  the  classics,  which  Steinmetz 
has  urged.  Finally,  how  is  a  man's  name  to  be  synonymous  with 
his  work  in  your  mind  and  mine  if  we  do  not  know  the  man, 
simply  because  he  cannot  write  or  talk  about  what  he  has  done? 

K.  G.  Dunn:  This  reminds  me  of  a  meeting  that  1  at- 
tended about  si.xteen  years  ago,  drawing  up  the  standard  speci- 
fications of  an  engineer.  One  party  said  that  the  engineer  should 
be  nine-teiuhs  electrical  engineer  and  one-tenth  mechanical  engi- 
neer to  make  a  good  electrical  engineer.  Another  party  said 
he  would  reverse  the  proportions.  The  best  man  would  be  the 
man  whose  education  was  nine-tenths  mechanical  and  one-tenth 
electrical;  and  that  struck  me  as  rather  funny,  so  I  said  the  best 
man  was  the  one  who  was  one-tenth  mechanical,  one-tenth  elec- 
trical, and  the  balance  common  sense,  and  if  he  was  endowed 
with  horse  sense  he  would  beat  everyone  of  them.  Horse  sense 
or  judgment  is  what  counts. 

On  the  salary  proposition,  it  als,o  reminds  me,  I  was  talking 
with  a  well  known  engineer,  and  I  stated  that  the  majority  of 
people  did  not  get  paid  in  proportion  to  what  they  knew ;  it  was 
more  what  they  did.  And  he  said  that  applied  all  right  until  a 
man  reached  the  time  of  life  when  the  people  got  acquainted  with 
what  he  thought  he  knew. 

C.  L.  Cory:  I  think  your  story  about  the  examination  in 
electrical  engineering  given  by  Professor  D.  C.  Jackson,  Mr. 
Chairman,  might  with  propriety  be  supplemented  by  a  statement 
from  myself.  To  begin  with,  I  will  start  in  by  saying  that  at 
the  University  of  California,  as  probably  some  of  you  personally 
know,  all  the  examinations  in  electrical  engineering  are  so  ar 
ranged  that  the  students  have  all  the  books  and  other  sources 
of  information  they  desire  available,  and  they  are  told  it  is  per- 
fectly proper  for  them  to  get  information  from  any  source  excejil 
one  another,  and  I  am  inclined  to  think  that  at  California,  as  well 
as  Wisconsin,  the  origin  of  that  sort  of  an  examination  was 
about  as  follows : 

One  day  in  the  summer  of  1P97  Professor  Jackson  and  T 
were  fishing  on  one  of  the  beautiful  lakes  near  Madison.  We 
did  not  catch  a  fish,  but  we  did  a  deal  of  talking,  and  I  think 
that  that  day  we  both  concluded  that  if  we  were  called  upon  to  do 
a  piece  of  engineering  work  it  w'ould  be  rather  hard  on  us  unless 
we  were  allowed  to  do  that  which  we  had  for  a  long  time  been 
doing,  namely,  have  available  all  the  sources  of  information  which 
we  could  get.  collect  as  many  facts  as  possible,  and  then  depend 
upon  ourselves  for  the  proper  conclusions.  .This  principle  was 
impressed  upon  me  more  firmly  not  long  after  that,  I  think  it 
was  during  the  latter  part  of  the  same  year.  I  was  requested 
to  make  a  complete  report,  stating  the  reasons  why  it  was  not 
good  practice  to  use  500  volt  grounded  circuits  for  ordinary  do- 
mestic electric  lighting.  In  order  to  back  up  certain  general 
propositions  which  I  was  ready  to  defend,  it  was  quite  necessary 
for  me  to  look  into  the  literature  on  the  subject  most  carefully 
and  obtain  as  many  specific  references  to  the  subject  as  I  could 
find.  I  worked  a  number  of  days  on  that  report,  and  I  think  T 
had  as  many  as  fifty  books  open  before  me  in  trying  to  get 
together  the  important  opinions  and  conclusions  regarding  this 
particular  subject. 

T  am  inclined  to  think  that  an  examination  at  college  should 
in  a  general  way  represent  a  piece  of  work  that  the  student  is 
called  upon  to  do.  quite  the  same  as  he  will  have  to  do  when  he 
gets  out  of  the  university.  Such  a  piece  of  work  does  not  neces- 
sarily call  upon  the  memorj'  to  any  degree.  To  attempt  to  col 
lect  information  by  memory  is  abominable.  The  work  of  the  en- 
gineer which  is  worth  while  demands  the  ability  to  think,  to  seek 
out  all  information  and  to  come  to  a  conclusion  after  he  has  care- 
fully collected  all  the  information  obtainable,  and  perhaps  the 
kind  of  examinations  that  the  men  at  the  University  of  Califor- 
nia get  now,  as  well  as  the  one  you  ran  into  as  a  student,  Mr. 
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Lisberger,    at    Wiscuiisiii,    may    have    resulted    from    the    Fishing 
trip  of  Professor  Jackson  and   myself. 

W.  A.  HiUebrand:  Mr.  Chairman  and  gentlemen :  I  am 
from  Missouri.  You  must  show  me  that  a  man  who  is  sitting 
in  a  class  room  with  his  mind  principally  on  a  game  that  is 
coming  oflf  I  think  two  weeks  from  today,  and  wondering  how- 
big  a  score  Stanford  will  pile  up  against  California,  or  the  re- 
verse, is  getting  mental  training. 

Another  point:  Mr.  Halloran  said  that  a  man  who  has 
had  the  preliminary  training  in  mathematics  has  been  trained 
to  think.  Now  we  get  these  men,  get  thein  fresh,  and  the  one 
thing  that  stands  out  prominently  above  all  things  is  that  they 
are  not  trained  to  think ;  that  they  can't  do  it.  Professor  Ryan 
and  I  both  agree,  that  there  is  really  more  discipline  in  a  course 
of  logic,  or  perhaps  Latin,  than  pure  mathematics.  These  make 
greater  demands  upon  the  resources  of  the  student  himself  and 
will  bring  out  more  latent  power  than  the  teaching  of  mathe- 
matics as  conducted  today,  which  lays  very  large  emphasis  upon 
mechanical  operations.  I  think  it  is  perfectly  legitimate  to  say 
that  ninety  per  cent  of  my  time  is  devoted  to  an  effort  to  teach 
men  to  think. 

The  problem  work  in  our  department  comes  in  in  this  way  ; 
In  a  course  for  instance  in  senior  work,  the  class-room  work  and 
the  laboratory  are  run  along  together.  A  man  studying  the 
characteristics  of  an  alternator  is  working  with  it  at  the  same 
lime.  By  the  time  his  report  is  finished  and  handed  in,  he  has 
hammer  him  from  the  laboratory;  you  must  hammer  him  from  the 
it  is  a  common  experience  for  Mr.  Charters  and  myself  to  find  a 
man  whose  mind  has  not  been  wandering  during  the  course  but 
who  has  been  paying  attention  is  absolutely  ignorant  of  facts 
that  have  been  dwelt  on  in  detail  in  the  classroom. 

This  is  not  Mr.  Van  Norden's  case — this  sub-conscious  mat- 
ter coming  in  a  flash  uppermost  in  his  mind;  the  information  thit 
the  professor  has  unloaded  upon  him  bursting  upon  his  vision 
again.  It  is  not  waiting  two  years  or  five  years,  when  there 
might  have  been  an  excuse  for  forgetting.  It  is  a  day,  or  a  week, 
or  two  or  three  weeks  afterwards,  and  he  knows  disconcertingly 
little  about  it.  You  have  to  give  it  over  and  over  and  over 
again.  Y'ou  must  get  at  the  man  inside  and  out.  You  must 
had  the  benefit  of  the  class  work  and  the  laboratory  work.  Xow 
class-room,  and  above  all  in  personal  interviews  when  you  are 
discussing  your  reports  with  him.  A  man  does  not  have  to  be 
in  the  teaching  business  very  long  before  he  finds  out  how  sur- 
prisingly little  of  what  you  try  to  impart  to  these  people  they 
are  able  to  give  back  to  you.  We  find  it  one  of  the  most  diffi- 
cult things  in  the  world  to  get  hold  of  just  what  the  man  really 
knows,  of  just  how  much  he  has  been  able  to  get  of  what  you 
have  endeavored  to  impart  to  him.  That  very  question  of  try- 
ing to  teach  them  horse  sense — the  very  question  of  teaching 
them  to  analyze  a  situation  is  absolutely  the  most  difficult,  the 
most  nerve-racking  that  is  put  up  to  the  teacher  of  engineering 
today.  I  have  found  the  final  examination  to  be  most  profitable 
along  the  lines  suggested  by  Mr.  Lisberger  and  Mr.  Cory.  In 
the  particular  examination  that  I  give,  I  have  certain  preliminary 
examinations  during  the  semester;  and  the  man  who  makes  a 
successful  grade,  or  convinces  me  that  he  has  done  honest  and 
faithful- work,  is  allowed  to  take  this  final  problem.  He  is 
turned  loose  on  it  for  a  week  or  ten  days.  He  can  get  any  text 
book;  use  any  of  his  notes,  or  anything  that  he  has  got,  but  he  is 
not  to  consult  any  other  instructor  or  any  of  his  fellows,  but  he 
may  come  to  me.  The  idea  is  I  want  to  know  how  much  he  has 
been  able  to  do  for  himself. 

Mr.  Lisberger  spoke  of  the  young  man  who  had  wired  bells 
around  the  house,  and  as  a  result  of  that  wanted  to  become  an 
electrical  engineer.  We  had  a  striking  example.  A  man  had 
nearly  finished  his  sophomore  year,  and  during  that  time  he  had 
been  put  through  the  ordinary  regime,  and  doubts  began  to  arise 
in  his  mind,  and  he  came  to  us.  He  figured  it  this  way :  He  said, 
"It's  all  right,  but  this  business  of  wiring  bells  don't  amount  to 
much.     Otherwise  I  could  not  have  done  it.    There  must  be  more 


to  this  electrical  engineering  besides  this;"  and  so  after  we  talked 
the  matter  over  with  him  he  decided  to  change,  and  he  is  going 
into  the  hardware  business  with  his  father.  This  I  consider  a 
most  unusual  case — a  man  interested  in  his  career  and  what  he 
is  going  to  do,  and  who  really  analyzed  his  own  capabilities,  his 
own  tastes,  and  tries  to  figure  out  what  he  can  do. 

Now  we  come  to  the  point  upon  which  Mr.  Cory  laid  parti- 
cular stress,  wherein  he  claimed  that  the  university  could  do 
a  good  deal  more  than  apparently  we  seem  to  think,  in  the  w::y 
of  giving  a  man  discipline.  The  point  of  view  of  the  student 
is  admirably  illustrated  by  what  one  teacher  told  me  a  litJc 
while  ago.  He  said  he  was  tired  of  this  proposition  of  procrasti 
nation  and  delay  in  handing  in  the  work  on  time ;  and  he  made  a 
rule  that  reports  were  due  on  a  certain  date,  and  if  it  were  not 
in  on  that  day  it  was  marked  zero,  no  matter  what  the  scholar 
ship.  There  was  a  young  man  of  average  ability  who  protested 
that  that  worked  a  hardship  on  him.  "Well,"  said  the  instructor, 
"suppose  in  a  case  at  law,  that  the  case  came  to  trial  at  a  certain 
day,  and  the  report  had  to  be  there,  what  would  you  do?" 
"Well,"  he  said,  "that  is  something  I  would  have  to  do." 

It  is  that  point  of  view  that  you  have  to  combat.  We  have 
much  the  same  requirements  at  Stanford.  Work  is  due  at  a  cer- 
tain time.    Otherwise  it  is  not  considered. 

The  average  age  of  our  entering  freshi.ien  is  something  over 
twenty  years.  Suppose  you  take  a  man  who,  throughout  those 
twenty  years,  has  never  had  to  do  any  one  thing  with  regularity  : 
is  it  fair  to  expect  the  University  to  equip  him  with  what  hi^ 
father  and  mother,  during  the  twenty  years  or  so  that  they  had 
him  more  or  less  directly  under  their  care,  have  not  been  able  to 
give  lo  him?  It  it  to  be  expected  that  the  university  or  individual 
instructors,  who  see  him  three  or  five  times  a  week,  will  be  able 
to  give  him  that  discipline? 

There  is  a  striking  example  in  the  case  of  the  San  Fran- 
cisco earthquake.  The  Stanford  students  came  here  to  help  in 
the  relief  after  the  fire  had  been  put  out  and  things  began  to 
settle  down.  They  were  generally  put  on  the  task  of  making  a 
house  to  house  canvass  to  get  information  as  to  the  number  of 
residents  in  each  house,  as  affording  the  Relief  Committee  a 
basis  for  the  distribution  of  supplies.  It  was  an  irksome  and 
disagreeable  job.  The  men  began  to  drop  out  of  it  one  by  one 
just  as  soon  as  the  novelty  was  worn  off,  and  soon  the  allure- 
ments of  home  and  vacation  and  other  things  drew  them  away. 
The  gentlemen  who  had  charge  of  the  Stanford  Relief  Corps 
said  that  the  men  who  at  last  were  giving  their  time  to  this  work 
were  the  least  able  to  afford  it,  men  who  were  working  to  sup- 
port themselves.  His  remarks  in  the  case  were  significant.  He 
said  that  these  men  had  learned  to  stay  by  a  job  after  it  became 
disagreeable.  For  instance,  if  a  man  is  waiting  at  table  he  mu-^t 
be  there  on  time  three  times  a  day,  seven  days  a  week.  He  is 
getting  disciplinary  training.  There  are  certain  other  men, 
cradled  in  the  lap  of  luxury,  to  use  a  hackn<_yed  expression,  who 
are  willing  to  submit  to  that  discipline ;  they  expect  it,  and  when 
the  time  comes  they  are  willing  to  submit  to  it ;  but  I  doubt  very 
much  if  the  university  can  do  much  Jtor  a  man  who  has  not  al- 
ready something  of  it  in  him,  and  who  has  not  a  point  of  view 
that  will  help  him  to  submit  to  it  when  the  time  comes. 

We  had  some  twenty-five  or  thirty  of  our  students  who  came 
up  last  February  to  help  out  on  a  test  of  the  Great  Western 
Power  Company's  plant  in  Oakland.  It  was  rough  work.  There 
were  six  men  reading  meters,  and  the  others  were  watching 
speeds  and  other  things.  The  hours  were  long,  and  they  did  not 
like  the  food  that  was  handed  out  to  them.  We  heard  about  it 
for  a  long  time  afterwards.  It  was  an  eye-opener.  Some  of 
the  men  who  had  been  doing  the  best  work  with  us  went  down 
when  'they  got  up  against  the  real  thing.  The  other  men  who 
had  had  this  discipline  stayed  by  it,  and  were  ready  to  go  back 
again  when  the  time  came.  There  again  you  have  it — the  ques- 
tion of  discipline — a  discipline  to  your  environment,  which  to 
our  minds,  in  spite  of  what  Mr.  Cory  has  said,  the  university  can 
impart  only  to  a  limited  degree. 
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Thoti,c;h  pumping  water  is  one  of  the  oldest  uses 
to  which  pciuer  has  been  appHed,  it  is  still  one  of  the 
J  .  most  inefficient.     The  crude  wheel 

pr  ying  ^^^  which  the  prehistoric  Chaldeans 

Centrifugal  Pump  irrigated  their  lands  from  the 
Regulation  waters  of  the  Tigris  and  Euphrates 

were  but  little  more  wasteful  than  the  modern  pump 
which  seldom  utiHzes  more  than  half  of  the  energy 
delivered  to  its  prime  mover.  The  tremendous  strides 
that  have  been  made  in  improving  the  economy  of  the 
steam  engine  since  Watt  first  used  it  for  pumping 
water  are  yet  to  be  duplicated  in  pumping  equipment. 
The  prototypes  of  both  pump  and  steam  engine  were 
rotary  machines,  which,  though  long  superseded  by 
the  reciprocating  types,  are  now  being  adopted  wher- 
ever weight  of  material,  space  occupied  or  economy  of 
power  are  factors,  as  exemplified  in  the  steam  turbine 
and  turbine  pump. 

The  centrifugal  is  the  form  of  turbine  pump  in 
most  general  use.  Its  name!  is  derived  from  the  fact 
that  its  action  is  largely  due  to  the  variation  in  pres- 
sure produced  by  the  centrifugal  force  of  a  cjuantity  of 
water  rapidly  rotated  by  the  pump  vanes.  It  is  less 
than  ten  years  since  the  centrifugal  pump  was  recog- 
nized as  simply  a  power  turbine  reversed,  and  thdugh 
it  is  possible  to  design  a  turbine  which  will  operate 
either  as  a  motor  or  as  a  pump,  just  as  dynamo  electric 
machinery  is  reversible,  the  greatest  efficiency  is  ob- 
tained only  by  a  consideration  of  the  special  conditions 
in  each  case.  Consequently  German  engineers  have 
been  perfecting  theoretical  designs  and  American  engi- 
neers have  been  developing  experimental  models  from 
either  or  both  of  which  a  practical  pump  may  be 
produced  with  an  efficiency  approaching  that  of  the 
turbine.  One  of  the  first  fallacies  that  have  been  dis- 
proved by  these  investigations  is  the  old  idea  that  the 
centrifugal  pump  was  adapted  only  to  low  heads,, 
whereas  compound  or  multi-stage  pumps  are  now 
designed  for  almost  any  head  and  every  service. 

Aside  from  avoidable  leaks  of  water  and  air,  the 
chief  losses  in  pumps  are  due  to  the  water's  frictional 
contact  within  the  runner  and  to  its  directional  changes 
without  the  runner.  Friction  occurs  not  only  between 
water  and  castings  but  also  between  the  eddying  water 
particles.  Changes  in  direction  cause  counter-currents 
and  eddies  whose  impact  nullify  much  of  the  power 
exerted.  As  these  latter  losses  are  the  largest  they 
have  rightfully  received  the  greatest  attention  and  have 
been  much  reduced  by  designs  providing  proper  en- 
trance guidance  and  discharge  diffusion.  The  energy 
of  the  discharged  water  is  mostly  kinetic  and  this  must 
be  converted  into  pressure  energy  for  pumping  pur- 
poses. 

Such  problems  have  occupied  the  attention  of  most 
investigators  to  the  exclusion  of  the  frictional  losses 
within  the  runner.  Consequently  the  exhaustive  tests 
by  Prof.  Joseph  N.  Le  Conte  and  his  assistants  at  the 
University  of  California  are  a  most  notable  and  accept- 
able contribution  to  this  subject.  As  a  result  of  a  long 
scries  of  careful  tests  an  empirical  formula  has  been 
developed  which  gives  the  relation  existing  between 
the  size  and  speed  of  circular  pump  impellers  and  the 
power  required,  as  well  as  the  effect  of  the  size  of  the 
chamber  in  which  these  discs  rotate. 
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PERSONALS. 
Howard    E.    Pitts    is    uow    industrial    engineer    witli    tlie 
Pacific  Gas  and  Electric  Company. 

R.  G.  Hanford  of  the  United  Light  &  Power  Co.  has  re- 
turned to  San  Francisco  from  New  York. 

A.  G.  Wishon,  general  manager  ol  the  San  Joaquin  Light 
and  Power  Company,  was  at  San  Francisco  from  Fresno  last. 
week. 

W.  H.  Holabird,  who  is  interested  in  the  Pacific  Light  and 
Power  Company  of  Los  Angeles,  was  a  San  Francisco  visitor 
last  week. 

Edward  L.  Brayton,  general  manager  of  the  Pelton  Water 
Wheel  Company,  has  returned  from  Southern  California  to  his 
San  Francisco  office. 

Archie  Rice  has  resigned  as  head  of  the  publicity  depart- 
ment of  the  Pacific  Gas  and  Electric  Company  because  of  seri- 
ous trouble  with  his  eyes. 

George  Henry,  Jr.,  chief  engineer  of  the  Pelton  Water 
Wheel  Company,  is  in  Oregon  arranging  the  details  of  a  new 
Pelton-Francis  turbine  installation. 

H.  W.  Turner,  president  of  the  Montana  Electric  Company 
of  Butte,  is  visiting  San  Francisco.  He  is  also  interested  in 
an  electric  supply  house  at  Spokane,  Wash. 

C.  R.  Ray,  who  is  at  the  head  of  an  electric  light  and 
power  system  having  plants  at  Medford,  Ore.,  and  in  Siskiyou 
County,  Cal.,  spent  last  Friday  at  San  Francisco. 

James  H.  Wise,  of  the  firm  of  F.  G.  Baum  &  Co.,  returned 
last  week  to  his  San  Francisco  office,  after  making  an  elcc 
trical  engineering  investigation  in  Northern  California. 

E.  V.  D.  Johnson,  general  manager  of  the  Northern  Cali- 
fornia Power  Company,  has  returned  to  Redding  after  spend- 
ing some  days  in  San  Francisco  under  treatment  for  a  frac- 
tured arm. 

C.  E.  Sloan,  of  Spalding,  Sloan  &  Robson,  engineers,  re- 
turned to  San  Francisco  last  Monday  after  quite  a  stay  in 
Lassen  County,  where  the  firm  is  fulfilling  a  contract  on  an 
irrigation  system. 

F.  C.  Finkle,  an  electrical  engineer  of  Los  Angeles,  who 
has  been  for  years  connected  with  some  of  the  large  electric 
power  companies  at  Los  Angeles,  arrived  at  San  Francisco 
during  the  past  week. 

R.  S.  Buck  and  Wynn  Meredith,  of  Sanderson  &  Porter,  are 
e.xpected  to  return  to  the  firm's  San  Francisco  office  about 
December  10th  after  spending  some  time  in  the  Pacific  North- 
west and  British  Columbia. 

Joseph  J.  Walsh,  chief  collector  for  the  San  Francisco  Gas 
&  Electric  Co.,  was  suddenly  stricken  with  heart  failure  on 
November  19th,  thus  ending  the  career  of  one  of  the  most 
popular  and  trusted  employees  of  the  company. 

R.  G.  Dugdale,  with  the  Fort  Wayne  Electric  Works  of 
Madison,  Wis.,  and  Herbert  Duncan,  connected  with  the  com 
pany's  San  Francisco  office,  are  making  a  tour  of  Northern 
California  in  the  interests  of  the  new  electric  rock  drills. 

J.  A.  Bumgarner,  who  is  superintendent  of  construction  for 
the  Great  Western  Power  Company,  with  headquarters  at  Oro- 
ville  and  jurisdiction  from  that  point  up  to  th^  hydroelectric 
plant  at  Big  Bend,  spent  last  Monday  at  the  company's  San 
Francisco  office. 

Frederick  Stearns,  of  H.  M.  Byllesby  &  Co.  of  Chicago, 
is  at  San  Francisco  on  business  connected  with  the  formation 
of  Western  States  Gas  &  Electric  Co.,  the  new  holding  com- 
pany just  organized  to  take  over  the  light  and  power  plants 
now  owned  and  to  be  acquired  by  the  Byllesby  interests  in 
California. 


Rudolph  W.  Van  Norden,  consulting  civil  and  electrical 
engineer,  has  removed  his  offices  to  517  Nevada  Bank  Build- 
ing, San  Francisco.  The  Nevada  Bank  Building  was  formerly 
the  Union  Trust  Building,  and  is  the  same  building  in  which 
Mr.  Van  Norden's  offices  on  the  third  floor  have  heretofore 
been  situated. 


TRADE   NOTE. 

The  General  Electric  Company  has  sold  to  the  McCloud 
River  Lumber  Company  one  A.T.B.  400-kw.,  1800-r.p.m.,  2300-v., 
horizontal  mixed-pressure,  Curtis  turbine  generator  set.  It 
will  be  installed  in  the  company's  mill  plant  at  McCloud. 
The  turbine  can  be  operated  either  way— at  125  lbs.  high 
pressure,  or  on  the  exhaust  at  16  lbs.  absolute. 

Cornelius  Nestor,  a  representative  of  the  Federal  Storage 
l!attery  Car  Company,  a  concern  controlled  by  Edison  and 
marketing  his  new  storage  battery,  recently  gave  a  demonstra- 
tion of  the  battery  at  a  meeting  of  the  Geary-street  Municipal 
Railway  Association.  An  offer  was  made  to  operate  a  storage 
battery  car  on  the  Geary-street  line  for  one  month  as  a  trial. 
A  resolution  was  passed  recommending  the  Mayor  and  Super- 
visors to  accept  the  offer,  as  the  association  believes  that  this 
style  of  car  is  suited  for  the  work. 


NEW  CATALOGUES. 

Bulletin  No.  140  from  The  Bristol  Company,  Waterbury, 
Conn.,  lists  all  regular  lines  of  Bristol  recording  pressure  and 
vacuum  gauges. 

The  Engineering  and  Scientific  Activities  of  the  National 
Electric  Lamp  Association  is  the  title  of  the  recent  bulletin 
from  the  Engineering  Department  of  the  Association. 

Dearborn  .Drug  and  Chemical  Works  have  issued  an  in- 
teresting booklet  on  the  subject  of  Treatment  of  Boiler  Feed 
Waters  which  shows  their  facilities  for  the  special  examina- 
tion of  each  water  sample  submitted  to  them  for  treatment. 

The  Westinghouse  Electric  &  Manufacturing  Company, 
Pittsburg,  Pa.,  has  just  issued  section  3103  of  its  Perpetual 
Catalogue  3002-A  on  the  subject  of  Motor  Driven  Elevators. 
The  section  contains  a  good  many  illustrations  of  typical  in- 
stallations. 

The  Pacific  States  Electric  Company  of  San  Francisco, 
Los  Angeles  and  Portland,  announces  that  their  new  1911 
catalouge  containing  1000  pages,  will  be  ready  for  distribu- 
tion early  in  December.  It  is  of  particular  interest  to  central 
stations,  isolated  plants,  dealers  and  constructing  engineers 
and  will  be  mailed  free  to  the  trade. 

S.  E.  Doane's  excellent  paper  on  "High  Efficiency  Lamps 
and  Their  Effect  in  the  Cost  of  Light  to  the  Central  Station" 
as  read  at  the  1910  conveution  of  the  National  Electric  Light 
Association  has  been  reprinted  for  general  distribution  by 
the  Engineering  Department  of  the  •National  Electric  Lamp 
Association  together  with  several  recent  editorials  in  the 
leading  electrical  papers. 

The  Western  Electric  Company  has  just  received  from  the 
press  bulletin  No.  1014,  describing  central  battery,  non-mul 
tiple  telephone  switchboards  with  magnetic  signals.  The 
switchboards  presented  in  this  bulletin  are  those  recom- 
mended for  central  battery  exchanges  where  the  ultimate 
number  of  lines  will  not  exceed  500.  In  this  publication  are 
described  the  advantages  of  the  magnetic  signal  board  over 
the  lamp  signal  board.  In  this  type  of  apparatus  the  line 
and  cord  circuit  apparatus  and  wiring  are  of  similar  design 
and  the  amount  of  current  consumed  is  slightly  less  than  that 
consumed  by  the  lamp  signal  board.  The  bulletin  contains 
a  description  of  the  signals,  jacks,  circuits,  and  apparatus  in 
this  line  of  switchboards,  going  thoroughly  into  details.  It 
is  well  illustrated  with  photographs,  diagrams  and  tabula- 
tions. 
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976,422.  Electric  Switch.  .lolui  lUistings  Wool],  Sun 
Francisco,  Cal.  A  motor  starting  switch  having  two  positions, 
one  the  starting  position  and  the  other  the  running  position, 
the  movable  switch  parts  being  movable  by  gravity  unre- 
strainedly downward  from  said  starting  position  to  said  run- 
ning position,  a   latch   cooperating  with   said  switch   tn   hold 


C:.-^- 

//' 

// 

it  normally  in  an  intermediate  position,  but  ineffective  when 
the  switch  is  allowed  to  fall  from  the  starting  to  the  running 
position,  said  switch  being  free  from  restraint  when  so  mov- 
ing, and  lugs  for  limiting  the  movement  of  said  switch  parts, 
one  of  said  lugs  also  serving  to  limit  the  movement  of  said 
latch. 

976,404.  Electrical  Heater.  Milton  H.  Shoenberg  and 
George  T.  Marsh,  San  Francisco,  Cal.,  assignors  to  Appliance 
and  Electric  Device  Company.  An  electrical  heating  element 
consisting  of  a  single  conducting  core  of  solid  metal,  a  con- 
ducting resistance  coil  wound  about  said  core,  an  insulating 


medium  interposed  between  the  core  and  coil,  an  insulation 
inclosing  the  coil,  an  exterior  closed  seamless  tube  flattened 
and  compressed  upon  the  outside  of  the  exterior  insulation, 
said  resistance  coil  being  connected  at  one  end  with  the  core 
and  at  the  other  end  with  an  electrical  terminal,  said  core 
Having  a  connection  with  a  similar  terminal. 

976,405.  Electric  Heater.  Milton  H.  Shoenberg,  San 
Francisco,  Cal.,  assignor  to  The  Presto  Electrical  Manufactur- 
ing Compa:iy.     An  electric  heater  comprising  a  casing  open 


at  both  ends,  a  tubular  handle  secured  thereto  and  extending 
ai  right  angles  therefrom,  a  tubular  spool  within  said  casing 
having  both  ends  open  and  registering  with  the  ends  of  the 


casing,  the  cavity  between  the  spool  and  casing  being  closed 
at  both  ends,  a  high  resistance  wire  upon  said  spool  within 
said  cavity,  an  insulating  medium  separating  said  wire  from 
the  spool,  and  conducting  wires  passing  through  said  handle 
and  connected  to  the  resistance  wire. 

976,174.  Standardizing  Device  for  Governors.  George  .J. 
Henry,  Jr.,  San  Francisco,  Cal.,  assignor  of  one-halt  to  The 
Pelton  Water  Wheel  Company.  The  combination  with  a  pres- 
sure cylinder,  a  fluid  actuated  piston  working  therein,  for 
regulating  the  quantity  of  an  impact  stream  issuing  from  a 
nozzle  relative  to  a  hydraulic  motor,  means  thrown  into  ac- 
tion  by   the  movement   of   the   piston   for  varying  the   water 


o.uantity  of  the  impact  stream  relative  to  the  driven  motor 
to  proportion  the  same  to  load  variations,  mechanism  for 
supplying  fluid  under  pressure  to  the  pressure  cylinder  for 
moving  the  piston  inwardly  and  outwardly,  and  means  for 
reversing  the  flow  of  the  fluid  under  pressure  relative  to  the 
pressure  cylinder  to  vary  the  movement  of  the  piston  working 
therein. 


976,159.  Electrically-Operated  Signaling  Horn.  Egmont 
Max  Tormin,  Newton,  Mass.,  assignor  to  Holtzer-Cabot  Elec- 
tric Company,  Brookline,  Mass.  An  electrically-operated  sig- 
naling-horn comprising  in  combination  a  horn,  a  casing  se- 
cured to  the  inner  end  thereof,  a  diaphragm  interposed  be- 
tween said  horn  and  casing,  an  electromagnet  having  a  hollow 


core,  a  plunger  arranged  within  said  core  and  having  one  end 
normally  adjacent  to,  but  not  in  contact  with  said  diaphragm, 
a  resilient  supporting-member  secured  to  the  other  end  of  said 
plunger,  a  circuit  including  the  coil  or  said  electro-magnet, 
means  whereby  said  circuit  may  be  automatically  opened  and 
closed,  and  means  surrounding  said  hollow  core  and  connected 
to  said  circuit  for  preventing  sparking  when  said  circuit  is 
opened. 
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WESTINGHOUSE    COMPANY    BRINGS    OUT    NEW    RELAY. 

The  Westiiigliouse  Electric  &  Manufacturing  Company 
lias  just  brought  out  an  entirely  new  design  of  the  secondary 
or  auxiliary  relay  for  its  induction  regulators.  The  new- 
relay  is  a  radical  departure  from  former  types.  It  embodies 
several  features  that  have  been  found  desirable  in  this  class 
of  apparatus  by  the  Westinghouse  Company.  These  features 
insure  excellent  performance  and  long  life. 

The  new  relay  is  of  the  dry  type,  while  the  former  was 
oil-immersed.  The  non-inductive  resistance  that  was  used  in 
the  old-style  relay  is  used  with  the  new  style,  but  is  now  built 
as  a  primary  part  of  the  relay  instead.  This  resistance,  per- 
manently connected  across  the  contacts,  absorbs  the  inductive 
discharge  of  the  coils  at  the  moment  of  breaking  of  con- 
tact, and  assists  in  the  elimination  of  sparking. 


Relay    for   Voltape    Regulator. 

As  all  the  wearing  parts  used  in  the  new  relay  are  case 
hardened  it  is  very  durable.  In  fact,  the  relay  has  been 
designed  as  a  continually  operating,  hard  service  mechanism 
instead  of  as  an  instrument.  The  use  of  nickel  for  the  re 
lay  contacts  is  a  marked  advancement,  as  it  gives  all  the  ad- 
vantages of  platinum,  at  a  cost  for  renewals  that  is  negligible. 
The  result  obtained  from  the  operation  of  motor-operated  reg- 
ulators by  means  of  this  relay  have  been  very  satisfactory. 
The  wear  on  the  contacts  is  so  slight  that  the  adjustment  and 
renewal  of  contacts  is  reduced  to  a  minimum.  When  neces- 
sary, however,  this  adjustment  or  renewal  can  be  very  easily 
effected. 

A  feeder  regulator  will  pay  its  cost  in  a  short  time  by 
maintaining  the  voltage  at  a  constant  point.  Close  voltage 
regulation  causes  a  decrease  of  lamp  renewals,  an  increase  in 
the  sale  of  energy,  an  increased  feeder  capacity,  and  a  higher 
economy  of  operation  of  the  system;  it  helps  greatly  in  mak- 
ing the  customers  satisfied  with  the  illumination  and  service. 

Central  station  managers  now  fully  appreciate  the  econ- 
omy to  be  effected  by  use  of  feeder  regulators,  and  are  rapidly 
taking  them  up.  Formerly  some  mechanical  troubles  have 
been  encountered  in  these,  but,  in  their  present  state,  West- 
inghouse regulators  are  practically  as  reliable  as  the  static 
transformer. 


A    NEW    TYPE    RECTIFIER    OUTFIT. 

The  mercury  arc  rectifier  provides  a  convenient  and 
efficient  means  of  transforming  alternating  current  to  direct 
current  and  is  meeting  with  a  wide  application  in  this  field. 

This  device  is  used  extensively  to  charge  the  batteries 
of  electric  automobiles,  and  the  General  Electric  Company's 
universal  battery  charging  rectifier  outfit  has  met  with  great 
favor.  It  is  complete  with  voltmeter,  ammeter,  and  protective 
devices  and  is  designed  that  it  is  suitable  for  a  wide 
range  of  voltages  and  for  current  capacities  ranging  from  10 
to  50  amperes. 


Fig.  1.  Ballery  charging 
single  phase  mercury  arc 
rectifier   (front  of  panel). 


Fig.  2.  Battery  charging 
single  phase  mercury  arc 
rectifier    (back   of   panel). 


To  meet  the  demand  for  a  less  elaborate  panel,  the  Gen- 
eral Electric  Company  has  recently  placed  on  the  market  a  rec- 
tifier designated  as  the  "runabout  type."  This  new  rectifier  is 
made  up  without  voltmeter  or  ammeter.  It  is,  therefore, 
recommended  only  for  use  with  cars  that  are  equipped  with 
a  first-class  voltmeter  and  ammeter.  It  is  designed  to 
charge  batteries  consisting  of  from  20  to  32  cells  at  a  maxi- 
mum charging  rate  of  30  amperes. 

The  "runabout  type"  rectifier  has  one  important  advan- 
tage over  the  universal  type — its  extreme  simplicity.  As  will 
be  noted  above,  its  range  is  limited  to  20-32  cells,  while  the 
universal  type  will  charge  from  5-44  cells  of  lead  plate  battery. 
Therefoje  the  former  does  not  require  special  and  elaborate 
means  of  adjusting  current  and  voltages.  It  has  only  one 
small  dial  switch  which  gives  a  range  of  fine  regulation  suffi- 
cient for  any  battery  from  20-32  cells.  This  means  a  sim- 
plicity not  possessed  by  any  other  battery  charging  rectifier 
set  and  will  make  the  set  appeal  to  the  many  men  and  wo- 
men  who    want   to   charge   their   own   electrics   but   perhaps 
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hesitate  to  tackle  the  slightly  more  comjilicated  appearing 
universal  type. 

Figs  1  and  2  show  front  and  rear  views  of  tlie  new  recti- 
fier. This  outfit  is  self  supporting.  The  panel  pipe  supports 
are  screwed  into  suitable  receptacles  on  the  compensating  re- 
actance which  is  of  sufficient  weight  to  hold  up  the  rectifier 
panel  and  its  equipment. 

The  outfit  consists  of  four  essential  parts,  rectifier  tube, 
compensating  reactance,  regulating  reactance  and  panel  with 
supports. 

The  rectifier  tube  is  an  exhausted  glass  vessel  that  con- 
tains mercury.  It  has  four  electrical  contacts  (see  wiring  dia- 
gram "A,"  "A,"  the  working  anodes,  "B"  the  cathode  and  "C" 
the  starting  anode. 

The  tube  is  mounted  in  a  holder  on  the  back  of  the  panel. 
The  shaft  of  the  holder  extends  through  the  panel  and  is  con- 
nected to  a  hand  wheel  on  the  front,  by  means  of  which  the 
tube  is  tilted  when  starting  the  outfit.  Pig.  2,  which  shows 
the  back  view  of  the  rectifier  panel,  illustrates  the  form  of 
the  tube  holder.  Particular  attention  is  called  to  its  simplic- 
ity and  to  the  evident  case  with  which  a  tube  can  be  inserted. 

To  OCloatf 
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Fig.  3.      Connections  ot  single  phase  rectifier. 

The  function  of  the  compensating  reactance  is  to  main- 
tain the  arc  in  the  tube  while  the  alternating  current  is  pass- 
ing through  the  zero  point  of  the  cycle.  This  reactance  is  so 
arranged  that  one  lead  is  a  negative  pole  of  the  rectified 
current  while  the  other  leads  are  arranged  so  that  the  re- 
actance can  be  used  as  a  compensator  (thus  its  name,  com- 
pensating reactance)  so  that  by  a  few  changes  the  outfit  can 
be  used  on  either  110  volts  or  220  volts  a.  c.  supply  circuits 
and  be  able  to  charge  a  maximum  of  thirty-two  cells. 

Fine  regulation  of  the  direct  current  voltage  is  accom- 
plished by  means  of  a  regulating  reactance  which  is  connected 
in  the  a.  c.  line.  This  reactance  consists  of  a  coil  wound 
upon  one  leg  of  a  rectangular  laminated  core.  The  coil  has 
eleven  taps,  which  are  connected  to  studs  on  a  dial  switch 
mounted  on  the  front  of  the  rectifier  panel. 

The  rectifier  panel  is  of  natural  black  slate  2S  in.  x  16  in. 
X  1%  in,  and  it  is  equipped  with  all  switches  necessary  for  the 
operation  of  the  rectifier  and  the  regulation  of  the  charging 
current. 

This  simple,  conipacc  and  inexpensive  rectifier  outfit  will 
be  found  to  be  satisfactory  in  every  respect  for  charging 
electric  runabouts  and  other  electric  vehicles  that  have  about 
the  same  number  of  cells  and  no  doubt  it  will  come  into  ex- 
tended use  in  this  connection. 


will  exploit  them  under  the  trade  name  "Jandus,"  for  exam- 
ple, Jandus  fans,  Jandus  Luxolabra,  etc.  The  Adams-Bagnal! 
Electric  Company  has  associated  with  it  the  former  manage- 
ment of  both  the  commercial  and  engineering  department  of 
the  Jandus  Electric  Company.  With  the  largely  increased 
capital  and  extended  facilities  with  which  the  business  will 
in  the  future  be  conducted,  the  patrons  of  the  Jandus  Electric 
Company  will  find  a  greatly  increased  efficiency  in  meeting 
the  demands  of  the  trade. 


RAILROADS  OF  NEW  ENGLAND  FAVOR  TELEPHONE 
METHOD. 

Railroads  operating  through  New  England  have  been 
among  the  leaders  in  the  movement  to  replace  the  use  of  the 
telegraph  with  the  telephone  for  the  work  of  dispatching 
trains.  The  new  method  has  been  found  satisfactory  on  a 
great  many  trunk  lines  of  the  country,  and  has  many  advan- 
tages in  the  way  of  accuracy,  speed  and  safety. 

The  New  York,  New  Haven  and  Hartford  already  has  in 
operation  telephone  circuits  covering  100  miles  of  its  road 
from  Northampton  to  New  Ha*en,  with  branches  to  Holyoke 
and  New  Hartford.  There  are  twenty-nine  telephone  stations 
on  this  division,  which  is  equipped  with  test  panels,  selectors 
and  flexiphones. 

Sixty-eight  stations  are  in  operation  on  the  Boston  & 
Maine,  covering  the  White  Mountain  division  and  the  Concord 
division.  These  circuits  extend  from  Concord  to  Woodside, 
93  miles.  White  River  Junction  to  Concord,  70  miles,  and 
Boston  to  Fitchburg,  50  miles.  The  best  grade  of  copper  wire 
is  being  used,  together  with  telephone  arms,  selectors,  wreck- 
ing outfits  and  portable  sets. 

The  Central  Vermont  has  just  ordered  telephone  equip- 
ment to  cover  its  northern  division  from  St.  Albans  to  Wind- 
sor, Vermont.  On  this  stretch  of  loO  miles  there  will  be  3S 
telephone  stations,  which  will  be  equipped  with  telephone 
arms  and  circular  loom  cable. 

The  Boston  &  Albany  already  has  in  successful  oper- 
ation telephone  equipment  covering  the  whole  of  its  main  line 
and  all  branches  from  Boston  to  Albany.  On  these  four  cir- 
cuits, extending  390  miles,  there  are  165  stations. 

The  equipment  of  these  railroads  was  furnished  by  the 
Western  Electric  Company,  which  has  supplied  more  than  90 
per  cent  of  the  railway  telephone  equipment  now  in  use  in  this 
country.  Other  railroads  are  using  the  telephone  for  this 
service  as  far  west  as  the  Pacific  const  and  south  as  far  as 
Florida  and  Texas. 


ADAMS-BAGNALL  ACQUIRES  JANDUS.         _ 
Adams-Bagnall  Electric  Company  of  Cleveland,  Ohio,  has 
purcUascd   the   good   will   and   assets   of  the   Jandus  Electric 
Company,  Cleveland,  Ohio.    The  Adams-Baghall  Electric  Com- 
pany will  continue  the  manufacture  of  Jandus  products  and 


WESTINGHOUSE     HAND    OPERATED     UNIT    SWITCH 
CONTROU 

The  new  Westinghouse  hand  operated  unit  switch  control 
is  attracting  much  interest  and  favorable  comment  among 
railway  men.  The  company  made  this  control  an  attractive 
feature  in  its  exhibit  at  the  Atlantic  City  Convention  and  has 
just  issued  a  complete  circular  descriptive  of  the  system. 
The  trial  Westinghouse  HL  equipment  installed  last  April  for 
the  Fort  Wayne  &  Wabash  Valley  Traction  Company  has 
proven  so  successful  that  an  additional  order  for  the  sam? 
apparatus  has  now  been  placed  and  its  satisfactory  on  this 
line  has  been  a  factor  in  several  orders  from  the  same 
vicinity. 

A  similar  result  followed  the  initial  installation  of  this 
control  on  the  Mahoning  and  Shenango  Valley  and  Fairmont 
&  Clarksburg  lines,  both  companies  ordering  additional  equip- 
ments after  thoroughly  testing  the  system  in  service.  Recent 
orders  placed  with  the  Westinghouse  Company  for  this  HL 
control  include  equipments  for  the  following  roads:  Ohio 
Electric  Company,  Illinois  Traction  Company.  Peoria  Railway 
&  Terminal  Company,  Winona  Interurban  Railway  Company, 
Indiana  Union  Traction  Company,  Alton,  Jacksonville  &  Pe- 
oria Ry. 
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INCORPORATIONS. 
PAYETTE,  IDAHO.— The  Salmon  Falls  Light  &  Power 
Company,  capital  $100,000,  has  been  incorporated  by  A.  E. 
Wright,  J.  M.  Swanson,  W.  C.  Sturtevant,  all  of  this  place, 
to  engage  in  general  light  and  power  business,  to  own  and 
operate  flour  mills,  sawmills   and   planing  mills. 

LOS  ANGELES,  CAL.— The  Southern  California  Gas  Com- 
pany has  been  incorporated  as  a  successor  to  the  Domestic 
Gas  Company  and  as  a  subsidiary  of  the  Pacific  Light  and 
Power  Corporation,  by  A.  C.  Johnston,  Charles  Foreman,  E.  R. 
Davis,  A.  N.  Kemp  and  H.  Baumgartner.  A  10-inch  high- 
pressure  gas  system  is  to  be  installed  from  Los  Angeles  to 
Pomona,  with  branch  mains  to  all  intermediate  towns.  From 
Pomona,  where  a  distributing  system  is  to  be  installed,  a  six- 
inch  pipe  line  will  run  to  San  Bernardino,  supplying  other 
cities  on  the  way.  The  plant  at  San  Bernardino  will  be  shut 
down  and  used  only  as  an  auxiliary  station  and  smaller  pres- 
sure lines  will  care  for  the  country  south  and  east  of  that 
point.  Work  on  the  San  Bernardino  construction  will  begin 
shortly  after  the  first  of  the  year. 


FINANCIAL. 

CENTRALIA,  WASH.— Voters  of  this  city  will  decide 
upon  issuing  $300,000  of  bonds  to  pay  for  the  system  at  a  spe- 
cial election  in  November. 

ASHLAND,  CAL.— The  City  Council  has  approved  and 
accepted  the  report  of  the  Engineer,  W.  J.  Roberts  for  the 
Veconstruction  of  the  municipal  water  plant  and  directed  the 
recorder  to  proceed  with  the  necessary  steps  to  place  the 
subject  before  the  voters.  The  Council  now  has  authority  to 
issue  $27,000  water  works  bonds  and  the  bond  election  will 
be  to  authorize  $143,000  more,  making  the  sum  of  $170,000. 
The  engineer's  report  estimates  the  cost  at  $160,103.  It 
recommends  two  reservoirs  of  a  combined  capacity  of  5,000,- 
000  gallons  of  water. 

SAN  FRANCISCO,  CAL.— At  the  annual  meeting  of  the 
stockholders  of  the  Northern  California  Power  Company,  held 
Bt  San  Francisco,  November  23,  President  H.  H.  Noble  made 
a  favorable  report  as  to  the  operations  for  the  fiscal  year  ended 
Oct.  31,  1910:  The  following  synopsis  of  the  financial  showing 
was  included:  'The  gross  earnings  of  our  corporation  for  the 
past  year  yere  $578,082.37,  which  is  a  gain  of  $145,367.32  over 
that  of  the  previous  year.  After  paying  all  operating  expenses 
and  taxes  our  net  earnings  amounted  to  $406,834.39,  which  is 
an  increase  of  $137,553.30  over  the  net  earnings  of  the  pre- 
vious year.  We  have  .'laid  $210,000  in  dividends  and  have 
added  to  our  surplus  $74,008.46  from  the  year's  operations." 


TRANSMISSION. 
ONTARIO,   CAL.— The   stockholders   of  the  San   Antonio 
Water  Company  have  decided  to  increase  the  power  capacity 
01  sub-station  No.  1,  the  cost  not  to  exceed  $20,000. 

WALLA  WALLA,  WASH.— W.  B.  Forshay,  manager  of 
the  Pacific  Light  &  Power  Company,  announces  that  the 
flooded  power  plant  on  the  Walla  Walla  will  not  be  abandoned. 
New  electrical  machinery  will  be  installed. 

BELLINGHAM,  WASH.— City  Engineer  H.  A.  Whitney 
io  advocating  the  proposition  of  the  establishment  of  a  $200.- 
000  municipal  electric  power  plant,  and  a  flume.  The  plan 
can  be  carried  out  as  soon  as  the  city  decides  on  the  issuance 
of  bonds. 


REDMOND,  ORE.— C.  M.  Redfield  of  the  Deschutes  Irri- 
gation &  Power  Company,  states  that  the  receiver's  sale 
has  been  approved  by  the  court  and  that  the  reorganized  com- 
pany is  ready  to  go  ahead  with  construction  work  of  the 
North   canal. 

NORTH  YAKIMA,  WASH.— Extension  is  to  be  under- 
taken at  once  by  the  Pacific  Power  &  Light  Company  for  tak- 
ing its  power  lines  through  the  Selah  and  Wenas  valleys  for 
the  purpose  of  aiding  ranchers  who  may  desire  electricity  for 
irrigation  purposes. 

SPRINGFIELD,  ORE.— The  Northern  Idaho  &  Montana 
Power  Company  has  purchased  from  V.  N.  Sutton,  a  lot  in 
Kelly's  Addition  to  Springfield,  the  consideration  being  $100 
per  foot  or  $3300.  The  plan  is  to  erect  at  Springfield  a  general 
sub-station  and  make  this  place  a  distributing  point  of 
power  for  the  entire  Willamette  Valley.  The  company  will 
a^  once  commence  the  erection  of  a  two-story  brick  building 
on  the  lot  and  it  is  to  be  ready  for  occupancy  in  February 
or  March.  The  machinery  alone  to  be  installed  will  cost 
$150,000. 


TRANSPORTATION. 

MARTINEZ,  CAL.— The  first  rail  on  the  Oakland-Antioch 
electric  railroad  was  laid  last  week  at  Bay  Point,  when  work- 
men commenced  the  actual  construction  of  the  new  line. 

SPOKANE,  WASH.— The  Spokane,  Portland  &  Northern 
Railway  will  start  work  on  the  construction  of  an  electric 
line  from  this  place  to  Davenport,  Wash.,  about  the  first  of 
the   year. 

OAKLAND,  CAL. — The  auditing  and  finance  committee 
has  reported  that  the  application  of  the  Oakland  Traction 
Company  for  a  franchise  to  operate  a  street  railroad  on 
Ninth    avenue    be    granted. 

LOS  ANGELES,  CAL. — Arrangements  have  been  made 
by  the  Southern  Pacific  Railroad  Co.  to  electrify  its  170  miles 
of  track  between  Los  Angeles  and  Bakersfield.  This  trans- 
formation is  to  be  completed  by  January  1,  1912. 

FRESNO,  CAL.— The  project  of  S.  N.  Griffith  for  an  in- 
terurban  electric  railroad  between  Fresno  &  Clovis  took  tan- 
gible form  in  an  application  made  last  week  to  the  city  trus- 
tees for  a  franchise  to  lay  tracks  within  the  city  limits. 

SAN  RAFAEL,  CAL. — A  street  railway  fianchise  has  been 
sold  to  George  D.  Shearer  for  $350.  The  franchise  covers  the 
principal  streets  in  this  city  and  stipulates  that  work  on  the 
road  shall  commence  within  three  months  and  be  completed 
within  two  years. 

THE  DALLES.  ORE.— E.  W.  Thomas,  who  has  a  fran- 
chise for  an  electric  railway  system  here,  has  started  build- 
ing operations.  The  road  will  reach  all  parts  of  the  city 
and  be  extended  into  the  country  in  every  direction.  Frank 
P.    Phillips   has   the   contract. 

SALEM.  ORE.— One  of  the  important  bills  that  will  in  all 
probability  be  brought  up  before  the  council  for  their  consid- 
eration will  be  a  bill  for  an  ordinance  granting  to  the  San- 
tiam  Development  Company  a  franchise  over  certain  streets 
in  this  city.  It  is  the  purpose  of  the  Santiam  Development 
Company  to  construct  an  electric  railway  line  between  this 
city  and  Stayton  and  in  the  bill  before  the  Council  state 
that  said  line  will  lie  in  nperatinn  within  two  years  from  the 
passage  of  the   bill. 
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FRESNO,  CAL. — The  Fresno  Traction  Company  is  con- 
sidering an  extension  of  its  lines  to  Mountain  View  cemetery 
by  way  of  Forthcamp  and  Olive  avenues.  Superintendent 
F\  W.  Webster  states  that  the  line  had  been  mapped  oat 
and  the  project  approved.  The  matter  now  rests  with  the 
finance  committee  of  the  directors. 

BELLINGHAM,  WASH.— A  $2,000,000  bond  issue  is  back 
of  the  Nooksacl<  Valley  Traction  Company,  which  plans  to 
build  a  60-mile  road  in  Whatcom  county.  The  bonds  will  pay 
G  per  cent  interest  and  be  for  30  years.  Vice-president  Mor- 
rison states  that  the  first  piece  of  road  to  be  built  will  be 
between  the  Guide  Meridian  road  or  Meridian  street  and 
the  junction  of  the  Marietta  road  with  the  Great  Northern. 
The  contract  will  be  let  in  a  few  weeks. 

SAN  FRANCISCO,  CAL.— The  Good  Government  League, 
has  filed  with  the  Board  of  Supervisors  a  long  petition  setting 
forth  the  alleged  inadaquate  service  furnished  by  the  United 
Railroads  to  the  people  of  San  Francisco,  and  calling  on  the 
Supervisors  to  enact  an  ordinance  that  will  give  relief  by 
providing  a  seat  for  each  passenger  and  other  requested  im- 
pi-ovements.  The  allegation  is  made  that  persons  desiring 
to  live  in  San  Francisco  are  driven  to  the  other  bay  cities, 
"it  being  less  inconvenient  in  these  particulars  than  a  resi- 
dence in   this   city." 

SAN  FRANCISCO,  CAL.— Judge  Seawell  has  rendered  a 
decision  in  the  case  of  the  people  of  the  State  against  the 
Sutter  Street  Railway  Company  and  the  United  Railroads  an 
action  to  declare  forfeited  the  franchise  governing  the  use 
of  the  outside  railroad  tracks  on  lower  market  street  be- 
tween Sansome  street  and  the  Ferry  building.  Under  the 
decision  of  Judge  Seawell,  which  was  on  demurrers  filed  by 
the  defendants,  the  main  fight  between  the  city  and  the  rail- 
road companies  involved  to  gain  possession  of  the  tracks 
will  be  between  the  plaintiff  and  the  Sutter  Street  Railway 
Company,  the  original  holder  of  the  franchise.  The  United 
Railroads  will  not  figure  as  an  active  defendant. 


ILLUMINATION. 
RICHMOND,  CAL.— The  Council  has  adopted  the  ordi- 
nance granting  the  Great  Western  Power  Company  a  fran- 
chise to  operate  a  power  and  electric  lighting  system  in  the 
streets  of  the  city  by  the  erection  of  poles  and  the  string- 
ing of  wires. 

RICHMOND,  CAL. — A  modern  electric-lighting  system 
with  all  modern  improvements  is  the  next  innovation  planned 
for  this  city.  Manager  H.  B.  Kinney  of  the  Richmond  Light 
&  Power  Company  announces  that  he  has  received  instruc- 
tions from  headquarters  for  the  complete  reconstruction  of 
the  plant. 

LEWISTON,  IDAHO. — Announcement  was  made  at  the 
special  session  of  the  City  Council  by  General  Manager  Phil- 
brick  of  the  Lewiston-Clarkston  Improvement  Company  that 
a  contract  has  been  let  to  Chas.  C.  Moore  &  Co.  of  San  Fran- 
cisco and  the  General  Electric  Company  for  the  installation 
of  a  new  steam  power  electric  plant  in  Clarkston  to  cost 
$100,000. 

OAKLAND,  CAL.— Negotiations  are  pending  for  the  ab- 
soriition  by  the  Pacific  Gas  &  Electric  Company  of  the 
Suburban  Light  &  Power  Company.  The  announcement  of 
the  proi)nsed  deal  follows  closely  upon  the  closing  of  the 
deal  by  which  the  Pacific  company  will  hereafter  distribute 
the  output  of  the  Great  Western  Power  Company.  The  Su- 
burban coni|iany's  holdings  are  estimated  to  be  worth  in  the 
neighborhood  of  $1,000,000  and  the  company  supplies  light 
ar;d  jjower  to  Haywurds,  San  Leandro,  Niles,  Irvington,  New- 
ark, Klmhurst,  San  Lorenzo,  Pleasanton  and  other  Alameda 
county  towns.  John  A.  Britton  of  the  Pacific  Company  admits 
that  his  company  is  planning   to  absorb   the   Suburban   com- 


pany, and  says  he  expects  the  deal  to  be  consummated  before 
the  first  of  the  year. 

BAKERSFIELD,  CAL.— The  Bakersfield  Electric  and  Gas 
Company,  which  is  a  subsidiary  company  of  the  San  Joaquin 
Light  and  Power  Company,  has  signed  a  contract  with  the 
California  Natural  Gas  Company  for  the  supplying  of  the  city 
of  Bakersfield  with  natural  gas.  The  gas  well  of  the  company 
is  located  in  the  Midway  field,  and  pipe  lines  from  it  are  al- 
ready laid  to  within  eight  miles  of  the  city  of  Bakersfield.  It 
is  expected  that  the  connection  will  be  completed  within  three 
weeks. 


WATERWORKS. 

TRACY,  CAL.— Frederick  C.  Roberts,  of  San  Fi-ancisco, 
has  applied  for  a  franchise  to  install  a  water  system  here. 

PORTLAND,  ORE.— Woodstock,  Woodmere  and  Rose  City 
Parks  are  preparing  to  ask  the  Water  Board  for  larger  water 
mains,  which  will  insure  enough  water  for  fire  protection. 

OAKLAND,  CAL.— It  is  believed  that  F.  M.  Smith  is 
about  to  acquire  a  large  holding  in  the  Bay  Cities  Water  Com- 
pany. Mr.  Smith  was  formerly  heavily  interested  in  the 
Peoples  Water   Company. 

RED  BLUFF,  CAL.— Charles  L.  Crowder  has  filed  an 
appropriation  of  7000  inches  of  water  in  Deer  creek  to  be 
used  for  the  generation  of  power  for  commercial  purposes. 
The  point  of  diverting  the  water  is  about  15  miles  southeast 
of  Red  Bluff. 

WALLA  WALLA,  WASH.— Bids  will  be  received  by  the 
city  of  Walla  Walla  at  the  water  office  up  to  2  p.  m.,  Decem- 
ber 1  for  furnishing  six  thousand  feet  of  20-inch  waterpipe. 
more  or  less,  f.  o.  b.  Walla  Walla.  The  bids  are  to  be  re- 
ceived on  both  iron  and  wood  pipe.  Iron  details  must  be 
given,  such  as  weight  of  pipe  per  foot,  style  of  joints,  etc. 

FLAGSTAFF,  ARIZ.— The  city  of  Flagstaff  and  the  Santa 
Fe  Co.  are  about  to  agree  over  the  ownership  and  use  of  Great 
Springs  on  the  San  Francisco  mountains,  from  which  Flagstaff 
is  supplied  with  water.  Attorney  Capp  of  Los  Angeles  has 
proposed  for  the  railroad  company  to  surrender  all  claim  upon 
the  springs  and  to  loan  the  municipality  $92,000  necessary  to 
build  a  storage  reservoir  and  the  money  to  draw  5  per  cent, 
the  city  agreeing  to  sell  200,000  gallons  daily  to  the  company 
at  a  price  that  shall  be  mutually  agreeable.  It  has  been  esti- 
mated that  the  springs  have  a  flow  of  700,000  gallons  a  day. 

NORTH  YAKIMA,  WASH.— Geo.  C.  Arrowsmith  of  the 
Pacific  Power  &  Light  Company  received  orders  from  the 
head  office  of  the  company  to  proceed  at  once  with  the 
work  of  the  extension  of  the  present  water  main  from  the 
point  whfere  it  enters  the  river,  about  13  miles  above  the 
city  to  the  reservoir  at  the  end  of  the  power  canal,  which  is 
situated  two  miles  further  up  the  river  and  about  150  feet 
higher.    The  cost  of  the  installation  will  be  $32,000. 

SAN  JOSE,  CAL. — A  communication  has  been  received 
from  F.  G.  Volkers,  City  Plumbing  Inspector,  asking  that  the 
water  company  be  required  to  extend  its  mains  so  as  to  supply 
water  as  follows:  On  Fourteenth  street  from  Empire  to  the 
northerly  city  limits;  on  Eleventh  street  from  Jackson  to  Tay- 
lor; on  Vine  street,  from  Grant  to  West  Virginia;  on  Humboldt 
street  from  Mastick  to  Plum;  on  Mastick  street  froni  Hum- 
boldt to  FldVd. 


TELEPHONE  AND  TELEGRAPH. 

SACRAMENTO,  CAL.— The  Home  Telephone  Company  is 
to  invade  the  Sacramento  field.  Plans  are  now  being  laid  to 
get  the  business  and  install  a  plant.  Representatives  of  the 
company  have  been  here  for  several  days  and  everything  is 
ready  for  active  work.  The  attorneys  for  the  new  com- 
pany are  now  drawing  up  a  franchise  and  the  City  Trustees 
will  be  asked  at  the  next  meeting  to  grant  it. 
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PROSPECTS  OF  NEW  PRODUCTION  OF  GAS  MAKING  OILS' 


BY    P.    W.    PRUTZMAN. 


In  these  days,  when  practically  all  city  gas  is  made 
from  petroleum,  a  knowledge  of  the  available  supplies 
of  this  material,  and  of  the  prospects  for  future  pro- 
duction and  for  fluctuation  in  price,  are  of  considera- 
ble importance  to  the  gas-maker.  This  will  be  my 
apology  for  a  paper  which  must,  from  its  very  nature, 
be  hard  reading. 

Petroleum  has  long  been  known  to  exist  in  Cali- 
fornia, and  has  been  produced  in  commercial  quanti- 


comljined  Russian  fields,  and  about  thirty  millions  for 
the  Kansas-Oklahoma  field,  our  nearest  competitor  in 
the  ITnited  States.  Yet  strangely  enough,  this  enormous 
production  is  taken  almost  entirely  from  seven  small 
areas,  the  total  surface  covered  being  considerably 
less  than  that  of  San  Mateo,  one  of  our  smallest 
counties. 

The  following  tables  show  the  production  for  1909 
by  counties,  and  by  fields.     In  this  table,  20  degrees 


Oil  Funiping  RIks  in  Coalinija  Field 


ties  for  more  than  thirty  years.  But  for  a  long  time 
so  small  was  the  production  that,  so  late  as  1899, 
Peruvian  oil  or  distillate  was  still  being  imported  for 
gas-making  purposes,  and  the  price  of  local  products 
made  them  a  luxury. 

During  the  twelve  years  past,  the  search  for  new 
deposits  has  been  carried  on  actively  in'  almost  all 
parts  of  the  State,  with  the  result  that.  California  has 
been  carried  from  the  seventh  or  eighth  position  to 
that  of  by  far  the  largest  producer,  and  our  oil  fields 
now  yield  more  petroleum  annually  than  any  similar 
area  in  the  world.  The  output  for  the  current  year 
bids  fair  to  reach  a  total  not  far  from  eighty  millions 
of  barrels,   as   against   perhaps   fifty   millions   for  the 


'Paper  read  at  eighteenth   annual   convention   Pacific   Coast 
Gas  Association,   September.   1910. 


Beaume  is  taken  as  the  lowest  limit  for  refining  oils, 
and  the  estimated  output  of  oils  over  and  under  this 
figure  stated  for  each  field.  Table  3  shows  the  pro- 
duction for  the  month  of  July,  1910,  by  fields. 

TABLE   1. 
PKOI)lltT10i\   OF  PETROLEUM,  BV  COUINTIES. 

FOR  THE  TEAR  1909. 

County.                               Fields.  Barrels. 

Fresno     Coalinga    15.406,619 

Kern    » Kern  River,   Sunset,  Midway  and 

McKittrick    24,549,758 

Los   Angeles    City.  Sherman   and   Whittier    ....  5,409,393 

Orange FuUerton 4.270,967 

San   Luis  Obispo Edna    30,000 

Santa  Barbara Santa    Maria   and    Summerland  .  .  .  8,116,788 

Santa  Clara    Moody  Gulch   and   Sargents    63,780 

Ventura    Ventura    344.419 

58.191,324 
Figures   by   California   State  Mining   Bureau. 
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iMtoni  ("I 

Field.  ('(luiity. 

Coalinga     ..Fresno 
Kern  River. Kern 

Sunset   " 

Midway'    ...      " 
McKittrlck 
L.    Angles 
Sherman   . 
Whlttler 
Newhall    . 
Piiente     .  . 
FuUerton 


.  L..  Ang'les 


TABLE    2. 
I<>i\    OF    PETROl-Kl.M 

1-OR    THE    YEAR    1909 

Heavy    Oil,    barrels 

ll,.i54,l)64  U  to  20° 

14,508.242  13  to  17° 

1,999,701  11  to  20° 

1.7S7,5G4  13  to  20° 

5.807,360  14  to  19° 

529,765  14  to  16° 

3,439,020  15  to  20° 

211,946  14  to  20° 

57,403  14  to  20° 


.Orange 


2,462,581  17  to  20° 

30,000  11  to  12° 

3,232,180  14  to  20° 

66,338  14  to  16° 

61.980  15  to  19° 

86.105  13  to  20° 


[,  HV  Kiui.n.s. 

Light  Oil,  barrels. 

3,851,655  20 

to  30°  Be 

446,891  20 

to-28° 

382,113 

635.839  20 

to  30° 

114,806  20 

to  36° 

38,500  20 

to  33° 

1,708,386  20 

to  35°  - 

4.848.270  20 

to  27° 

1,800  38 

to  42° 

258,314  20 

to  40° 

12,286,547 

Edna     San  Luis 

S.  Maria-.  .  .S.Barbara 
Summerland         " 
M'dy    Gulch. S.  Clara 
Sargents    ...         " 
Ventura    ...Ventura 

Totals"     45,815.149 

Production  figures  by  California  .State  Mining  Bureau.  Tlie 
gravity   estimates   are   my   own. 

'As  you  will  note  from  Table  3,  the  production  of  the  Mid- 
way field  has  greatly  increased  since  the  end  of  1909.  This 
will  make  a  great  change  in  the  above  figures  for  this  year, 
as  a  considerable  part  of  tlie  new  production  is  very  close  to 
20  degrees,  !-vinning  from  9.5  to  23  degrees.  There  is  but  one 
well  of  the  latter  grade,  and  how  much  of  this  sort  of  produc- 
tion is  in  sight  cannot  be  told.  The  bulk  of  the  gusher  pro- 
duction runs  from  20  to  23  degrees,  and  if  the  present  pi'o- 
portions  are  maintained,  perhaps  half  the  output  of  this  field 
for    the    current    year    will    fall    within    the    latter    limits. 

=The  figures  from  Santa  Maria  last  year  were  largely  for  oil 
f T  om  the  Old  Field  and  Lompoc.  This  year  Cat  Canyon  is  bring- 
ing in  a  good  deal  of  14  degree  oil,  and  therefore  any  increase 
from  this  field  over  last  year's  figures  will  go  in  the  heavy  oil 
column. 

^  These  figures  were  partly  taken  from  different  sources, 
and  the  slight  discrepancy  from  Table  1  has  not  been  corrected. 
It  should  be  understood  that  the  divisions  given  are  only  esti- 
mates, while  the  figures  for  output  are  based  on   direct  returns. 

TABLE    3. 
IMJOUl  CTIOX    OF    PETROLEUM,    BV    FIELDS. 

FOR  MONTH  JULY,  1910. 

Coalinga 1,688,959 

Kern  River 1,118,278 

Maricopa   (.Sunset)    (includes  Lakeview) 1,095.000 

Midway 924,000 

McKittrlck '. 474,779 

Los  Angeles  City    38,080 

Slierman 285,738 

Whittier 89,925 

Newhall 12,145 

Puente  &  Fullerton    417,894 

Arroyo   Grande    (Edna)    1,000 

Santa  Maria.  Lompoc  and  Cat  Canyon    713,200 

Summerland 5,305 

Sargents   'Watsonville)    1,500 

Ventura 36,162 


Total    for    month    6,901.965 

The  totals  for  three  months  were: 

•May 7.172,313 

J'lne   6,696,789 

July 6,901,965 


.20,761,067 


Total     three     months     

Fisrures  by  California  Oil  World. 

Considering  the  great  extent  nf  tlie  territory  over 
which  search  for  oil  has  been  pro.'^ecuted.  and  on  which 
there  are  more  or  less  indications  of  fnture  production, 
it  may  be  well  to  resume  very  briefly  the  records  of 
these  operations. 

Humboldt  County. 
The  mnst  norlhern  de\-elo])meiits  in  California  are 
in  Humboldt  county,  where  the  search  for  oil  com- 
menced ill  the  early  sixties,  and  still  continues  at  inter- 
vals. In  the  valleys  of  Bear  river  and  Mattole  river, 
many  seepages  of  gas  and  light  ])etroleum  are  found, 
and  a  number  of  the  wells  drilled  in  these  valleys  have 
lound  oil  in  small,  but  ne\er  in  profitable  (|uan- 
tity.  This  is  a  very  light  oil.  and  would  be  valuable 
for  refining  and  other  purposes.  Init  in  sjiite  of  the 
Wide  area  over  which  seepages  occur,  it  is  doubtful 
whether  any  large  production   is  in  sight  here.     The 


formation  is  of  shale  and  hard  sandstone,  the  oil  occur- 
ring in  the  latter,  and  bulli  the  hardness  of  the  oil  rock 
and  tlie  higiily  broken  and  faulted  condition  of  tlie 
formation  point  toward  small  production  per  well. 
While  there  are  some  prospects  for  producticfu,  I  do 
not  believe  that  anything  may  be  exjjccted  from  this 
territory  which  will  elTect  the  market  in  the  near 
future. 

Shasta  County. 
To  the  east,  in  Shasta  county,  several  wells  have 
been   drilled,  but  so   far  without   finding  either  oil  or 
any  definite  encouragement. 

Mendocino    County. 

Coming  further  south,  several  wells  were  drilled 
in  the  neighborhood  of  Ukiah,  but  without  any  discov- 
erable result.  West  of  this  point,  on  the  ocean  near 
Point  Arena,  a  large  deposit  of  l)ituminous  rock  is 
found,  and  a  number  of  wells  have  been  sunk,  finding 
only  traces  of  a  heavy,  tar-like  oil  similar  to  the  heav- 
iest oils  of  the  valley. 

Colusa  County. 
East  of  Ukiah,  on  the  boundary  line  between 
Colusa  and  Sonoma  counties  are  several  seepage"^  of 
a  most  peculiar  and  remarkable  oil  fa  dark  green  oil 
of  15  degrees  gravity  but  quite  free  from  asphalt)  but 
to  the  present  no  quantity  of  this  oil  has  been  discov- 
ered in  the  holes  drilled.  As  these  seepages  lie  far 
back  in  the  hills,  in  rocks  of  considerable  age  and 
much  disturbed,  it  is  probable  that  they  do  not  indi- 
cate the  location  of  any  considerable  depo.sits,  and 
that  if  such  exist  they  will  be  found  in  later  forma- 
tions, lying  to  the  eastward. 

Sonoma  and  Solano  Counties. 

(ioing  S(nith  again,  prospecting  has  been  done 
near  Petaluma,  and  in  the  neighborhood  of  Fairfield. 
Gas  has  been  found  in  some  quantity  at  both  points, 
and  oil  has  been  reported  from  the  former.  There  is 
considerable  territory  here  which  has  been  but  little 
investigated,  and  while  I  believe  that  several  portions 
have  fair  prospects  of  ultimately  being  brought  to  pro- 
duction, this  requires  so  much  time  that  there  is  noth- 
ing here  to  hold  our  immediate  attention. 

Marin  County. 

On  the  ocean  at  Rolinas  P.ay,  two  wells  were 
drilled  some  years  ago.  getting  a  small  amount  of  a 

No 
and 


medium  grade  black  oil  fgravity  21.5  degrees), 
work  has  been  done  at  this  point  for  some  time, 
little  is  known  of  the  historv  of  this  venture. 


Contra  Costa  County. 

On  the  eastern  shore  of  San  Francisco  Rav  and 
the  west  slope  of  Mt.  Diablo,  prospecting  has,  been 
carried  on  for  several  years,  and  two  grades  of  oil 
have  been  found,  a  brownish  oil  of  about  19  degrees 
gravity,  and  a  greenish  oil  of  some  30  degrees  gravity. 
The  formation  here  is  much  broken,  and  while  oil  has 
been  found  over  a  wide  range,  no  quantity  has  been 
found  at  any  one  point.  In  my  opinion  the  prospects, 
if  any,  are  farther  to  the  eastward. 

San  Joaquin  County. 
Tn  the  general  neighborhood  of  the  above,  and  not 
far  from  Tracy,  a  single  deep  well  is  now  drilling,  on 
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the  fiiothills  of  :hc  C'i>ast  Range,  ami  in  the  same  posi- 
tum  relative  to  the  hills  as  the  East  Side  wells  at 
Coalinga.  This  well  is  said  to  have  found  considerable 
oil,  and  has  just  been  cemented.  Definite  results  are 
not  yet  known.  If  the  re])ort  sliould  prove  to  be  true, 
this  territor}-  would  be  one  to  reckon  with  in  figuring 
future  production,  as  the  rocks  are  here  regular  for 
long  distances,  and  a  strike  at  any  one  point  puts 
in  the  possible  class  fpiite  a  strip  of  territory. 

Alameda  County. 
On  the  Bay  side  of  the  same  range,  ni  the  Liv- 
ermore  \''alley,  a  number  of  wells  have  been  drilled, 
most  of  them  dry,  but  two  or  three  showing  a  small 


(piantil^"  of  oil,  ranging  from  a  thin  brownish  to  a 
thin,  dull  green  oil.  It  is  probable  that  these  all  be- 
long in  the  refining  class,  commercially  considered. 
Several  wells  drilled  in  Corral  Hollow  gave  no  indi- 
cations of  oil.  It  is  yet  too  soon  to  say  what  the 
prospects  for  the  Liverniore  country  may  be,  but  it 
is  perfectly  safe  to  say  that  it  will  not  in  the  near 
future  produce  anything  to  alter  market  conditions. 

San   Mateo   County. 

(  )n  the  ocean  face  of  San  Francisco  peninsula, 
oil  has  been  found  in  Purissima  creek  and  in  Tunitas 
canyon,  San  Mateo  county.  Seepages  here  cover  a 
considerable  area,   and   a   number  of   wells  have   pro- 
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duced  some  oil,  from  a  fraction  of  a  barrel  up  to  two 
or  three  barrels  per  day.  No  profitable  production 
was  had,  and  it  seems  doubtful,  considering  the 
amount  of  work  ^vhich  has  been  done,  whether  there 
are  any  prospects  for  the  future.  These  oils  range  from 
21  degrees  to  50  degrees  in  gravity,  and  are  mostly 
quite  light,  brownish  green  oils. 

Santa  Clara   County. 

In  the  Santa  Clara  \'alley.  near  the  town  of  Los 
Gatos,  a  little  15  degree  gravity  oil  was  found  in  wells' 
drilled   some  years   ago.      Active   prospecting   is   now 
imder  way,  but  is  not  yet  far  enough  advanced  to  war- 
rant any  opinion  as  to  the  results. 

A  few  miles  farther  south,  the  old  producing  pool 
in  Moody  Gulch  seems  to  be  about  pumped  out,  and 
while  a  small  amount  of  oil  is  still  being  raised, 
new  work  done  in  an  effort  to  extend  the  field  or  find 
a  deeper  sand  has  been  unsuccessful.  This  is  a  thin 
green-brown  oil  of  about  40  degrees  gravity. 

■  At  the  point  where  the  boundaries  of  Santa  Cruz. 
Santa  Clara  and  San  Benito  counties  join,  a  small  dis- 
trict has  been  developed  back  of  Sargents  Station,  on 
the  Santa  Clara  side.  One  company  has  several  wells 
producing  a  black  oil  ranging  from  16  to  19  degrees, 
but  neither  this  company  nor  others  who  have  drilled 
here  have  succeeded  in  extending  production  over 
more  than  a  few  acres. 

In  the  neighborhood  of  Santa  Cruz  considerable 
work  was  done  some  years  since,  but  without  any  re- 
sults whatever,  and  this  district  seems  to  be  thor- 
oughly  condemned. 

San   Benito   County. 

Three  wells  have  been  drilled  near  the  town  of 
Hollister,  without  any  result. 

In  Panoche  and  Vallecitos  Valleys,  an  elevated 
table-land  lying  on  the  eastern  margin  of  San  Eenito 
countv,  and  separated  by  a  single  mountain  range 
from  the  San  Joaquin  \'alley,  oil  has  been  obtained 
in  moderate  quantity  in  a  number  of  wells,  while 
others  have  been  dry.  Strong  hopes  were  once  enter- 
tained of  bringing  much  of  this  territory  into  produc- 
tion, but  to  the  present  no  commercial  oil  has  been 
found.  While  this  territory  is  more  or  less  broken, 
and  there  are  small  chances  of  developing  any  ex- 
tended fields.  I  am  of  the  opinion  that  there  is.  on 
the  whole,  a  good  deal  of  oil  here  which  will  be  drawn 
on  in  future.  Much  of  the  land  in  this  vicinity  is 
held  by  one  company,  which  is  not  now  increasing  its 
production.  The  oils  found  here  vary  considerably, 
but  in  general  resemble  the  lighter  oils  of  the  valley, 
ranging  from  20  to  26  degrees  in  gravity. 

At  the  southern  end  of  San  Benito  county,  at  the 
junction  with  l\Tonterey,  oil  has  long  been  known  to 
exist  in  the  Bitterwater  valley.  On  one  side  of  the 
fault  which  extends  through  this  country  a  light  green 
oil  of  42  degrees  gravity  is  found,  but  not  in  commer- 
cial quantity.  On  the  other  side  a  couple  of  wells 
have  found  traces  of  a  heavy  black  oil.  but  though  a 
number  of  wells,  some  of  them  quite  deep,  have  been 
put  down  here  and  in  the  adjacent  Topo  country,  no 
]>roduction  has  been  had.  and  the  prospects  do  not 
appear  to  be  brilliant. 


Monterey  and  San  Luis  Counties. 

Where  these  counties  join,  a  large  deposit  of 
bituminous  seepage  material  is  found  in  the  San 
.-\ntonio  valley,  west  of  Bradley.  Here,  and  to  the 
north  and  south,  many  wells  have  been  drilled,  but 
with  no  other  result  than  to  find  a  little  heavy  tar 
near  the  surface.  Some  work  is  now  under  way,  and 
in  spite  of  repeated  failures  I  am  of  the  opinion  that 
oil  measures  do  exist  in  this  neighborhood,  though  not, 
perhaps,  just  where  search  has  been  made.  There  are 
i;o  prospects  here  of  inmiediate  interest. 

San  Luis  Obispo  County. 

In  the  northeast  corner  of  this  county,  and  just 
across  the  divide  from  Coalinga  and  Kreyenhagen, 
considerable  work  has  been  done  in  Cholame  and 
Parkfield  valleys,  but  without  finding  any  profitable 
quantities,  ^^'hat  the  prospects  may  be  here,  I  do  not 
know. 

In  the  southern  part  of  the  county,  south  of  the 
town  of  San  Luis,  are  extensive  tar  seepages,  and 
prospecting  has  been  done  along  a  strip  extending 
from  Port  Harford  to  .\rroyo  Grande,  and  up  the 
Huasna.  .\t  Edna  a  little  pool  of  very  heavy  oil 
(about  1 1  degrees  gravity)  has  been  opened,  hut 
eflorts  to  extend  this  pool  have  not  met  with  success, 
and  all  the  other  wells  along  this  strip  have  been 
entire  failures.  There  do  not,  at  present,  appear  to 
be  any  very  brilliant  prospects  for  any  of  this  terri- 
tory. 

East  of  this  district,  some  prospecting  has  been 
done  on  the  Carissa  Plain,  on  the  southeastern  mar- 
gin of  the  county.  Oil  has  been  reported  from  two 
or  three  of  these  wells,  but  I  ha\'c  not  been  able  to 
verify  the  reports.  Not  being  personally  familiar  with 
this  territory  I  have  no  ground  for  an  opinion,  other 
than  that  prospecting  seems  to  be  abandoned  at  this 
time. 

Santa  Barbara  County. 

Passing  the  Santa  Maria  field,  which  is  a  heavv 
producer  and  will  be  spoken  of  more  in  detail,  the 
next  area  prospected  for  oil  is  the  south  coast  of  this 
county.  Starting  at  Gaviota.  a  number  of  wells  have 
been  drilled  close  to  the  coast,  and  some  in  the  hills 
adjacent,  all  the  way  to  the  mouth  of  Rincon  creek,  the 
boundary  line  of  Ventura  county.  Production  was 
had  at  Summerland,  but  these  little  wells  have  just 
about  gone  out.  and  all  the  other  test  holes,  including 
three  or  four  quite  deep  ones,  were  dry.  This  is  rather 
remarkable,  as  the  coast  abounds  in  oil  seeps,  but 
v/hatever  the  reason,  this  region  seems  to  be  thor- 
oughly condemned  by  the  drill. 

Southern   California. 

Passing  again  the  A'cntura-Newhall  field,  "and 
the  Los  .\ngeles-Fullerton  group,  we  find  that  a  good 
deal  of  work  has  been  done  adjacent  to  the  latter,  and 
covering  in  a  scattering  way  the  most  of  Southern 
California  west  of  the  San  Jacinto  Range.  Wells  have 
been  drilled  in  the  Simi  valley  (these  gave  some  oil  at 
one  time,  but  do  not  now  produce),  on  the  south  slope 
of  the  Santa  Monica  Range  (dry),  in  the  Repetto  Hills 
east  of  Los  Angeles  (dry),  on  the  northeastern  exten- 
sion of  the  Fullerton  field  in  San   Bernardino  county 
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(very  small  production),  at  Newport  (small  amounts 
of  very  heavy  oil)  and  at  San  Pedro  (traces  only). 
None  of  this  work  offers  much  encouragement,  but  a 
little  new  work  is  now  under  way  at  several  points. 

In  San  Diego  county,  along  the  coast  from  Del 
Mar  to  the  Mexican  line,  a  number  of  prospect  holes 
were  drilled  several  years  ago.  but  only  one  to  any 
depth.  This  one  showed  traces  of  oil,  and  some  work 
is  now  going  on.  but  the  country  is  still  to  be  dem- 
onstrated. 

San  Joaquin   Valley. 

In  the  valley  we  find  the  producing  fields,  with  the 
exception  of  Kern  river,  all  on  the  eastern  face  of  the 
Mount  Diablo  Range,  and, all  located  where  the  foot- 
hills meet  the  plain.  These  fields  were,  without  ex- 
ception, originally  located  by  means  of  seepages. 
North  of  Coalinga  we  find  but  very  few  seepages,  and 
these  only  a  short  distance  north.  The  long  stretch 
between  Coalinga  and  the  well  near  Tracy  is  practi- 
cally untested  by  the  drill,  and  while  these  foothills 
vvill,  in  all  probability,  furnish  some  of  the  future  oil 
fields,  any  developments  here  are  in  the  future,  and 
need  not  be  taken  into  present  consideration. 

Between  Coalinga  and  McKittrick  is  a  stretch  of 
nearly  forty  miles,  almost  all  parts  of  which  show- 
some  indications  of  the  presence  of  oil.  Many  wells 
have  been  drilled  along  this  strip,  and  a  few  of  them 
have  obtained  oil  in  small  cpiantity.  North  of  Mc- 
Kittrick, in  the  Temblor,  a  very  small  producing  spot 
has  been  developed,  but  this  cuts  small  figure  in  a 
production  forecast.  While  it  is  difficult  to  speak  in 
general  terms  of  so  long  and  diversified  a  piece  of 
ground,  all  indications  both  of  the  drill  and  of  geology 
])iiint  to  a  very  serious  doubt  whether  any  large  pro- 


TABLE    4. 
.Sl.MMVIlV     OF     Hlisn/rs     FROM    PROSPECTING. 

l'"ield.  Oil    Found.  Prospects. 

Humboldt Considerable — V.  I'gt  gr.    4S'..For    small    output. 

Shasta None    None  demonstrated. 

Mendocino  Co.  .Traces — V.     heavy None  demonstrated. 

Colusa  Co Considerable — H'y    gr'n,    15'.  .  Uncertain. 

.Sonoma   Co.  . .  .  Doubtful     Not   demonstrated. 

Solano  Co None    Not   demonstrated. 

Marin  Co A    little — Medium    br'n,    21'.  .  Unknown. 

Contra  Costa.  ..Small    amounts — Light Poor. 

.San  Joaquin.  .  .Not    yet    known Not    yet    known. 

Alameda    Small    amounts     Uncertain. 

San  Mateo Considerable — Light Dubious. 

Los   Gatos A    little — Heavy    black,    15'... Not   yet   proven. 

Moody  Gulch. .  Much — V.  light  green,  40'...  Worked  out  appar- 
ently. 

Sargents Producing — Heavy    black No       extension       in 

sight. 

Santa  Cruz.  .  .  .None    None. 

Hollister None None. 

Valleoitos Considerable — Med'm   bl'k.  .  .  .Various,  some  good. 

Bitterwat-T.  ..  .Seepages — V.   light  gr'n.   42'.. Very   poor. 

Topo.. Traces — Heavy    black Very   poor. 

Bradley Traces — V.    heavy    bl'k,    10.  ..Not    yet    proven. 

Parkfieh'    Traces     Unknown. 

Huasna Traces — Heavy    black Dubious. 

Carissa  Doubtful No  work  at  pres- 
ent,   unknown. 

duction  will  ever  be  had  in  this  part  of  the  hills.  The 
oils  of  this  strip  range  from  i6  to  30  degrees  in  gravity, 
and  from  black  to  a  li.ght  green  in  color. 

General  Conclusions. 

It  mav  be  seen  from  the  above  that  whatever  pros- 
pects we  have  for  increased  production,  in  the  near 
future  at  least,  lie  in  extension  and  development  of 
the  already  producing  fields.  Several  extensive  areas 
of  prospected  territory  may  be  classed  as  possible  but 
untested.  Two  or  three  are  hopeful,  but  have  been  so 
little  developed  that  large  production  is  far  in  the 
future.  The  balance  have  been  condemned,  or  are  so 
limited  bv  their  physical  and  geological  characteristics 
lliat  tlu'V  never  could  produce  heavily.     (Table  4  sum- 
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marizes  the  above).     Now  let  us  see  what  may  be  ex- 
])ectecl  from  the  fields  already  developed. 

Field  Maps. 

In  examining  the  various  maps  attached,  a  series 
of  heavy  lines,  solid  and  dotted,  will  be  noted,  sur- 
rounding certain  groups  of  wells.  \\'here  solid,  such 
a  line  is  meant  to  indicate  a  limit  to  extension  in  this 
direction,  shown  with  some  certainty  by  the  results  of 
drilling.  When  dotted,  it  represents  a  probable  limit, 
not  definitely  known,  and  based  on  the  writer's  opin- 
ion. Where  the  lines  do  not  close,  no  data  exists  set- 
ting a  limit  on  the  open  side. 

It  should  not  be  understood  that  no  oil  may  be 
found  outside  such  limits,  but  only  that  no  extension 
of  present  groups  is  likely  in  such  directions.  New 
producing  areas  may  be  found  outside,  but  not  con- 
nected with  present  developments. 

Abandoned  wells  are  indicated  by  a  dot  with  four 
arms,  forming  a  star.  Drilling  wells  by  a  dot  with 
sloping  cross  bar.  Producing  wells  by  a  plain  dot. 
Most  of  the  producing  wells  are  shown,  in  approxi- 
mately correct  position,  a  fair  proportion  of  the  drill- 
ing wells  outside  of  proven  limits,  but  abandoned  wells 
are  shown  only  where,  in  the  writer's  opinion,  they 
l-ia\e  a  bearing  on  establishing  limits. 

Santa  Maria  (See  Map  No.  2). 

The  Santa  Maria  field  really  comprises  four  sub- 
districts,  three  developed  or  partly  developed,  the 
fourth  indicated  only  by  a  single  well. 

Near  Casmalia  Station,  on  the  Southern  Pacific, 
the  Kern' Trading  &  Oil  Company  have  a  well  which 
appears  to  be  capable  of  producing  considerable  very 
heavy  oil  (about  loyi  degrees).  To  the  north  and  west 
are  several  abandoned  holes,  two  or  more  quite  deep, 
and  considering  the  extreme  weight  of  the  oil,  it  is 
hardly  likely  that  this  territory  will  have  much  effect 
on  future  market. 

The  Old  Field  or  ^^'est  Side  was  the  original  scene 
of  activity  in  this  region,  and  has  been  thoroughly 
marked  out  and  largely  developed.  The  oil  from  this 
gTdU])  of  wells  runs  from  18  to  28  degrees  and  aver- 
ages about  24  degrees  gravity. 

-•\t  the  north  this  field  is  limited  by  several  fail- 
ures, (Mie  of  them  a  full  4000  feet  deep,  and  dry.  To 
the  west  there  is  but  a  slight  possibility  of  extension — 
wells  here  are  very  deep,  approximating  4000  feet, 
and  while  several  of  these  had  some  oil,  none  were 
ever  free  enough  from  water  to  give  a  test  of  the  terri- 
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tory.  It  appears  a  little  doubtful  whether,  in  the  i)res- 
ent  state  of  the  art,  productive  wells  can  be  drillcil 
liere. 

To  the  south  drilling  is  still  going  on,  and  no  limit 
can  be  set — it  is  even  possible  that  the  -field  is  con- 
tinuous with  the  Lompoc  group,  though  personally 
1  incline  to  doubt  this. 

The  Old  Field  some  years  ago  suft'ered  a  great  set- 
back due  to  the  intrusion  of  water  into  the  sands  on 
the  south  side.  This  trouble  has  to  a  large  extent 
been  remedied  and  the  production  recovered.  On  the 
northern  side  of  this  group  the  wells  are  free  from 
water,  and  production  has  been  remarkably  steady 
and  continuous.  I  would  estimate  that  the  production 
from  this  group  would  remain  at  about  the  present 
figure  for  some  time  to  come. 

The  Lompoc  or  Purissima  group  of  wells  is  anom- 
alous in  that  the  larger  part  of  the  wells  and  of  the 
territory  surrounding  them  are  the  property  of  a  single 
company.  For  this  reason  accurate  information  is  hard 
to  obtain.  We  know  that,  to  the  west  and  the  north, 
bounds  have  been  set  by  two  very  deep  holes,  both 
entirelv  dry.  To  the  northeast  a  producer  has  lately 
been  brought  in,  and  no  definite  bound  has  been 
set  in  this  direction,  nor  to  the  south,  though  I  believe 
that  the  furthest  wells  south  do  not  greatly  encouarge 
drilling  in  this  direction.  To  the  east  extensions  are 
blocked  by  several  deep  holes,  showing  some  oil  but 
not  a  workable  quantity — one  of  these  holes  is  more 
than  4600  feet  deep,  and  therefore  the  next  to  the  deep- 
est in  the  State. 

Even  figuring  that  there  is  little  prospect  for  any 
material  extension  in  area  here,  the  country  already 
blocked  out  and  proven  by  scattering  wells  is  so  large 
that  there  are  undoubted  capabilities  for  a  consider- 
able production,  whenever  the  owners  of  the  property 
think  best  to  develop  it.  .\s  it  is  in  the  hands  of  a 
corporation  who  are  vitally  interested  in  maintaining 
prices.  I  do  not  believe  that  we  have  any  reason  to  ex- 
pect this  oil  to  be  brought  onto  the  market  until  ,thc 
latter  is  ready  to  absorb  it,  which  puts  it  into  the  in- 
definite future. 

The  oil  from  these  wells  runs  from  16  to  18  de- 
grees in  gravity. 

In  Cat  Canyon  we  ha^■e  a  peculiar  state  of  affairs, 
and  one  hard  to  reckon  with.  Drilling  is  (juite  diffi^ 
cult,  and  many  wells  have  been  a  long  time  under  way. 
When  finished  they  show  considerable  dift'erences 
in.  behavior.     Two  of  these  wells  are  very  heavy  pro- 
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ilucers,  and  as  the  sands  appear  to  be  rather  uniform, 
it  wotild  seem  that  contiguous  wells  should  also  pro- 
duce heavily,  hut  most  of  them  do  not.  Whether  this 
is  due  to  tar  choking  back  the  oil,  or  to  other  causes, 
T  do  not  know,  but  the  fact  makes  the  field  difficult  to 
figure  on.  So  far  the  field  has  not  been  limited  by 
failures,  except  to  the  west,  and  there  is  even  a  possi- 
bility that  the  gap  here,  between  the  east  and  west 
fields,  may  be  bridged.  In  any  case,  work  now  done 
shows  up  a  considerable  area  capable  of  producing  and 
which  should  be  making  a  great  deal  of  oil,  though  as 
a  matter  of  fact  a  large  part  of  its  output  comes  from 
the  two  flowing  wells  mentioned.  What  the  actual 
future  of  this  field  may  be  I  cannot  say,  but  I  feel 
sure  that  it  will  bear  watching  by  anyone  interested 
in  the  oil  market. 

The  oil  from  this  group  of  wells  is  of  one  quality, 
and  that  quite  heavy,  about  14  degrees  gravity. 

Farther  to  the  south,  some  drilling  has  been  done 
in  Foxen  Canyon,  and  in  the  valley  of  the  Santa  Ynez 
river.  None  of  this  work  has  given  encouraging  re- 
sults S(i  far.  Tliis  will  presumaljly  lie  heavy  oil  if 
■Auy  jirciiluctiim  is  had. 

Ventura  and  Newhall  (See  Map  No.  3). 

The  strip  of  oil  producing  territury  running  the 
length  of  the  Santa  Clara  river,  in  Ventura  and  Los 
Angeles  counties,  consists  of  a  number  of  small  sepa- 
rated pools,  about  twenty-seven  in  number.  All  of 
these  patches  of  producing  territory  have  been  known 


and  worked  for  a  long  time,  and  UKjst  oi  liiem  have 
been  more  or  less  defined.  Some  new  development 
work  is  under  way  on  Sulphur  Mountain  and  in  the 
( )jaa,  .Simi  and  Tapo,  and  some  success  has  been  met 
in  attempts  to  extend  the  Santa  Paula,  Tar  Creek, 
Four  Forks  and  Sunset  groups.  The  production  of 
each  of  these  groups  is  so  small,  and  the  available  terri- 
tory so  limited,  that  it  would  l)e  tedious  to  consider 
each  group  separately. 

Taken  as  a  whole,  this  district  does  not  give  any 
indications  of  a  large  increase  in  (Uitjnit  in  the  near 
future.  During  the  last  two  years,  with  a  high  prke 
for  oil,  the  present  wells  have  probably  been  worked 
to  about  their  capacity.  Without  question  there  is 
considerable  territory  here  which  will  be  developed  in 
future,  but  as  said,  it  lies  in  .small  patches,  and  pros- 
pecting is  slow  and  uncertain.  I  would  estimate  that 
this  district  would  hold  its  own  for  a  long  time,  the 
production  of  most  of  the  wells,  while  small,  being 
very  steady,  but  will  probably  not  show  much  if  any 
increase. 

Perhaps  three-quarters  of  the  oil  from  this  dis- 
trict falls  in  the  light  or  refining  class,  and  it  seems 
likely  that  this  ]iroportion  will  continue.  (Gravities 
range  from  12  to  nearly  40  degrees,  and  are  mostly 
between  24  and  30  degrees. 

Whittier  and  Fullerton  (See  Map  No.  4). 

The  Whittier  district  proper  appears  to  consist 
of  one  producing  sand,  and  as  this  dips  sharply,  the 
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l)roducing  tcrrittiry  is  of  no  great  area.  Wells  are 
(|uilc  productive,  however,  and  a  small  amount  of  new 
work  is  sufficient  to  maintain  the  production  level. 

This  district  appears  to  be  limited  at  its  west  and 
northwest  edges.  There  are  some  prospects  for  ex- 
tension to  the  north,  and  perhaps,  in  spite  of  repeated 
failures,  to  the  east.  Nor  can  any  definite  line  be  set 
to  the  south,  though  it  must  be  said  that,  unless  the 
formation  changes  its  angle  in  this  direction,  exten- 
sion cannot  proceed  very  far.  It  is  altogether  prob- 
able that  the  production  of  the  W'hittier  field  propei: 
will  not  be  greatly  increased,  though  it  is  not  likely 
to  fall  aw-ay  for  some  time  to  come. 

In  Coyote  Hills  and  in  La  Habra  Valley,  south 
and  southeast  of  the  main  field,  two  productive  spots 
not  apparently  connected  with  the  main  body  have 
been  discovered  within  the  last  five  years.  These  are 
both  deep  drilling,  and  while  no  limits  have  been  set, 
and  there  is  likely  to  be  considerable  good  ground 
here,  development   will  be  slow.     These  districts  pro- 


duce light  oil. 


The  Puente  group  appears  to  be  capable  of  ex- 
tension to  the  north  at  least,  and  probably  to  the 
south.  The  production  of  this  group,  which  is  all 
light  oil,  does  not  come  onto  the  market. 

Some  success  appears  to  have  been  met  in  ex- 
tending the  Fullerton  and  Brea  Canyon  fields  to  the 
south,  and  no  limits  can  be  set  in  this  direction.  Both 
of  these  groups  appear  to  be  limited  to  the  north, 
and  Fullerton  to  the  east,  and  incapable  of  extension 
in  these  directions.  The  oil  from  the  eastern  end  of 
Fullerton  is  quite  light,  about  30  degrees,  that  from 
the  body  of  the  field  is  from  17  to  a  little  above  20 
degrees  and  that  of  Bear  Canyon  slightly  heavier 
still.  The  oil  from  the  new  wells  to  the  south  is 
notably  lighter,  averaging  well  above  20  degrees. 

It  should  be  remarked  of  all  this  southern  terri- 
tory that,  as  there  is  an  ample  local  demand  for  the 
entire  production,  none  of  this  oil  crosses  the  Tehach- 
apis,  and  therefore  does  not  at  present  cut  any  figure 
in  the  general  market.  A  considerable  increase  in  the 
production  from  the  southern  fields  might  operate  to 
displace  a  certain  amount  of  Valley  or  Coast  oil,  but 
this  does  not  appear  to  me  at  all  imminent. 

Los  Angeles  and  Sherman. 

Both  of  these  fields  are  sure  to  show  a  slow  but 
steady  decrease  in  production.  Within  the  city  limits 
of  Los  Angeles  drilling  is  forbidden  by  ordinance,  and 
the  fields  have  not  been  extended  beyond  these  limits 
except  to  the  southwest.  The  Sherman  field  is  in 
much  the  same  condition — the  drilling  time  allowed 
by  the  best  of  the  leases  has  expired,  and  but  little 
drilling  can  be  done  within  the  proven  limits. 

A  good  deal  of  work  has  been  done  to  the  east 
of  Los  Angeles  city,  and  some  is  now  under  way. 
There  is  of  course  the  possibility  that  some  entirely 
new  territory  may  be  brought  in  at  any  time,  but  at 
present  there  is  nothing  to  indicate  it.  No  map 
of  this  territory  is  given,  as  the  wells  in  the  Sherman 
field  belong  largely  to  two  companies,  and  the  produc- 
tion of  the  city  is  too  small  to  warrant.  City  oil  runs 
about  14  degrees  gravity,  and  that  of  the  Sherman  field 
ranges  ivom  this  figure  to  slightly  above  20  degrees. 

(To  be  continued.) 


"OLLA  PODRIDA." 

HY      IIIK     CUEKKIUI.     IIIIOT. 

"Olla  Podrida"  is  figuratively  applied  to  literary  productii)ns  of 
very  miscellaneous  contents." — Encyclopedia 

.An  intimate  friend  of  mine  asked  me  some  lime 
ago,  whether  I  was  ever  serious  in  my  life.  He  was 
prompted  to  ask  the  question  under  the  following  cir- 
cumstances:  I  had  recently  joined  a  lodge  of  which 
he  was  a  prominent  member.  He  wanted  to  know 
what  I  thought  of  it  generally — but  more  especially 
the  initiation  ceremony.  Oh  said  I,  its  very  fine  and 
impressive,  but  somewhat  reminds  me  of  the  story 
of  the  Ameriacn  gentleman  and  a  Scotch  friend  of  his. 
The  Scot  being  very  patriotic  and  full  of  love  and 
pride  for  the  land  of  his  birth,  used  every  evening  to 
dress  in  full  Highland  regalia,  take  his  bagpipes  and 
march  up  and  down  his  room  playing  good  old  Scotch 
airs.  His  American  friend  who  by  the  way  had  a  very 
fine  looking  daughter,  invited  him  to  dinner  and  asked 
him  to  bring  his  pipes.  The 'invitation  was  gratefully 
accepted.  Dinner  being  over,  everyone  adjourned  to 
the  drawing  room.  Sandy  was  asked  to  play  some- 
thing for  them.  Fie  said  he  would  willingly  do  so, 
if  they  would  permit  him  to  retire  into  another  room 
for  a  short  lime.  His  request  was  granted,  and  s'oon 
after  the  squealling  and  groaning  of  the  pipes  was 
heard,  and  in  comes  Sandy  in  full  regalia.  He  was 
greatly  admired  by  the  daughter  who  seemed  un- 
able to  take  her  eyes  ofi:  his  manly  form.  When  he 
had  finished  playing  and  had  marched  out,  the  Ameri- 
can said  to  himself,  The  music  may  be  alright  but  I 
don't  see  why  the  devil  he  couldn't  play  just  as  well 
with  his  pants  on  as  with  them  off.  It  was  then  that 
my  friend  threw  up  his  hands  in  pious  horror  and 
said  "Cood  Lord  man !  were  you  ever  serious  in  your 
life?" 

isow  the  easiest  way  to  obtain  the  bagpipe  effect 
without  a  Scotchman  is  to  procure  a  good  healthy 
pig — jam  it  carefully  under  a  gate  so  that  it  cannot 
go  either  way,  and  then  stand  on  it ;  with  a  little 
practice  one  can  produce  sthathspeys,  reels,  pibrochs, 
or  most  anything.  I  am  not  quite  sure  about  "pibroch." 
1  mean  I  don't  exactly  know  whether  a  pibroch  is  a 
part  of  the  bagpipe  or  whether  it  is  a  part  of  the 
noise  a  bagpipe  makes,  but  then  one  can't  be  expected 
to  know  everything.  Some  years  ago  a  dynamo  ex- 
ploded in  Station  B,  of  what  was  then  the  Cal.  Electric 
Light  Co.'s  plant.  An  enterprising  newspaper  reporter 
in  describing  the  accident  said  "that  volts  weighing 
several  hundred  pounds  were  thrown  across  the  street 
right  into  the  gas  Co.'s  yard."  Talking  of  explo- 
sion How  little  we  realize  how  much  we  have  to  be 
thankful  for.  I  once  went  through  a  terrific  powder 
explosion,  3  or  4  were  killed  and  I  don't  know  how 
many  hurt,  while  I  wasn't  even  stunned.  A  Dr.  Who 
insisted  on  examining  me  whether  I  needed  it  or  not, 
gave  it  as.  his  opinion  that  I  had  nothing  to  stun. 
Many  people  stand  in  awe  watching  a  certain  steeple 
jack  in  this  city  working  at  the  e.xtreme  top  of  a  flag- 
pole several  hundred  feet  from  the  ground.  He  is  the 
most  wonderful  man  when  aloft  I  have  ever  seen  as 
well  as  the  most  reckless,  at  least  he  appears  to  be,  to 
the  casual  observer.  This  is  not  really  the  case.  It 
is  an  utter  impossiliility  for  him  to  get  dizzy,  he  has 
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luithint;'   to   gel    dizzy    with.      Therefore   unless   some- 
thing 1n-eaks  he  cannot  fall. 

And  now  the  elections  are  over  for  a  while,  and 
we  are  able  to  pursue  the  even  tenor  of  our  way  in 
peace.  I  never  was  much  of  a  politician,  but  at  the 
last  election  I  must  admit  that  I  got  into  the  political 
trough  with  all  four  feet.  So  much  so  that  after  hav- 
ing shouted  my  head  nearly  off  for  the  wrong  man, 
I  wound  up  by  going  to  the  polling  booth  without  my 
glasses  and  stamping  the  wrong  column  on  the  ballot. 
This  universal  suffrage  business  ought  to  be  done 
something  with. 

What  really  cau^ed  me  to  break  out  so  Ijadly  was 
the  desire  to  do  something  in  my  small  way  to  help 
elect  men  to  the  next  Legislature  who  would  consider 
favorably  the  proposed  Engineers  License  law.    I  think 
however  that  it  is  most  fortunate  for  myself  that  the 
campaign  did  not  last  any  longer  for  I  verily  believe 
I  should  have  finally  gone  to  jail.    I  attended  a  meet- 
ing one  evening  on  which  occasion  the  subject  of  the 
License   Law   was  brought   before   the  house.     Now 
this  had  the  most  astonishing  effect  of  anything  I  ever 
saw  in  my  life.     Bless  my  soul !    Donnybrook  fair  is  a 
Sunday  school  treat  in  comparison.     I  was  so  glad  to 
get  away  alive.     Now   why   this   extraordinary  oppo- 
sition  to   something   which    may    do   some   good    and 
which  cannot  so  far  as  I  can  see  do  any  possible  harm 
to  any  one?     I  can  understand  people  not  appearing 
to  care  about  the  matter  one  -way  or  another  and  the 
reason  is  simple.     There  has  not  been  a  boiler  explo- 
sion   in    S.    F.    since    somewhere    back    in    the    early 
eighties.    W'hy?    Well  for  two  or  three  reasons.    Good 
material  in  construction,  and  better  material  handling 
the  machines.     I  think  I  am  perfectly  safe  in  saying 
that  there  is  hardly  a  class  among  all  professional  men 
who  study  more  to  imjirove  themselves  and  keep  thor- 
oughly up  to  date  than  do  the  engineers.     How  few 
people  stop  to  think  that  at  almost  every  step  as  they 
walk  our  streets  they  are  directly  over  a  mine,  a  mine 
of  such  tremendous  power,  that  should  a  careless  engi- 
neer happen  to  pull  the  wrong  string,  well  there's  no 
doubt   some   effect   would   be  produced,   which   might 
start  some  people  thinking.  Sometimes  it  takes  quite  a 
shock  to  wake  a  person  up.     Doctors  are  licensed  and 
are    thereby   protected    from    outside    interference.      I 
know  one  who  is  now  perhaps  48  or  49  years  of  age, 
he  is  sweating  up  like  a  school  lioy  to  get  a  Cal.  license 
and  he  has  been  practizing  in  a  neighboring  state  for 
years.     Doctors  are  protected  yet  they  do  more  dam- 
age to  human  life  in  a  week  than  an  engineer  does  in 
a  life  tfme.    The  doctor's  license  permits  him  to  make 
mistakes,  which    the    undertaker    buries.      The    whole 
proceeding    usually    being    unaccompanied    by    much 
noise,    except    where    the    unfortunate    mistake   draws 
enough  water  to  rate  a  brass  band.     The  number  of 
mistakes — fatal  one.  which   a  Dr.   can  make  are  lim- 
ited only  as  to  the  size  of  his  practice.    Let  however  an 
engineer  make  one  false  move  and  his  tribute  towards 
the    addition    to    the    population    in    the    other    world 
would  be  limited  only  by  the  numlicr  of  people  who 
were   not   in   the   neighborhood   when    tlie   false   move 
v.-as  made.     Yet  notwithstanding  all  this,  anyone  can 
come  into  California  and  be  an  engineer  because  he 
says  he  is  one.     I  don't  think  it's  a  fair  deal. 

I  was   discussing  this   matter   with   a  very   dear 


friend  of  mine  the  other  day  and   when    I   get   inter- 
ested I  get  completely  carried  away.     Now  my  friend 
has  a  pair  of  most  umbrageous  feet.     More  so  in  fact 
than    those    of   the   ax'erage    policeman.      I    wondered 
for  a  long  time  why  he  always  had  a  cold,  but  there 
is  nearly  a  third  of  him  on  the  ground  which  I  think 
must  have  something  to  do  with  it.    .As  I  said,  we  were 
discussing  this  License  law  question  very  thoroughly, 
and   in   my  excitement    I   commenced   to   walk  about, 
subsequently  walking  mostly  on  my  friend's  feet.   This 
circumstance    is   the   cause   of   my    forgetting   exactly 
what  conclusion  we  both  came  to.    Says  he  "Get  off 
my  feet."    Says  I,  "I  must  step  somewhere,"  and  he 
got  insulted.     The  engineers  as  a  class,  and   I  think 
the  majority  of  them  throughout  the  state  are  in  favor 
of  a  license.    There  are  some  sore  heads  among  them 
who  because  they  are  unable  to  have  things  all  their 
own   way   go   about   knocking    the    movement.      And 
accusing   the    members   of   the    engineers    committees 
who  have  the  matter  in  hand,  of  graft,  trying  to  fur- 
ther their  own  political  ends,  and  so  forth.     I  believe 
this  is  wrong,  in  fact  I  know  it  is  wrong.     I  am  per- 
sonally acquainted  with  every  man  on  the  committee. 
They  are,  as  a  collection,  as  fine  a  crowd  of  gentle- 
men  as   ever  got   together,   as    individuals   they   each 
have  the  qualifications  which  make  good  engineers  and 
good  citizens.     Politics!    Yes,  of  course  they  must  do 
politics.    The  measure  must  be  brought  before  the  poli- 
ticians, it  needs  their  support.     Members  of  the  com- 
mittee must  therefor  meet  the  politicians  and  ask  for 
their  support.     I  ran  around,  not  as  a  committee  man 
but   as  a  guest   of  the  committee,   as    I    said,    doing 
politics.    Never  had  such  a  time  in  my  life.    Spent  lots 
of   money    fnot    my   own)    rushed    from   one   precinct 
to  another.    Got  in  to  trouble  for  trying  to  get  votes 
for  my  man  within  the  100  ft.  limit.     Got  pitched  out 
of  an   auto,   told   all   kinds   of  seasonable   and   unsea- 
sonable  stories,   apropos   of   everything   and    nothing. 
Got  pinched  for  falling  thro  somebody's  glass  door,  and 
tlien  the    other   man    got  elected.    Yet  there  are  some 
people  who  accuse  the  committee  of  trying  to  serve 
their  own  selfish,  political  ends.     What  d'ye  think  of 
that?     Plas  any  one  ever  noticed  how  difficult  it  is  to 
make  up  one's  mind  what  to  do  when  alighting  from  a 
street  car,  or  even  what  to  do  when  in  crossing  the 
street,  one  has  to  wait  to  let  a  car  pass.     Let  the  un- 
fortunate   pedestrian    stand    say    2  or  3  ft.  from  the 
car,   and   he   will   be   painted   from   head   to   foot   with 
tobacco  juice.     If  however  he  stands  far  enough  away 
to    avoid    this    extremely    amusing   and    characteristic 
American   pleasantary,   he   will    no   doubt   be   scooped 
up  by  an  auto.     I  mention  this  just  to  call  attention 
to  two  ways  of  i)eing  amused.    San  Francisco  is  a  city 
of  amusements.     I  rode  on  a  car  the  other  morning, 
two  other  men  were  also  on  the  car.     ^^'e  were  all  on 
the  front  end.    We  passed  a  building  in  course  of  erec- 
tion.   One  man  said  to  the  other,  "What  is  that  going 
to  be."     "I  don't  know"  was  the  answer,  but  it  will 
Ijroba'blv  be  a  rooming  house  or  a  nickelodeon."    We 
had  another  election  the  other  day,  the  one  on  Char- 
ter Amendments.    This  election  excited  me  more  and 
came  nearer  getting  me  into  jail   if  possible  than  the 
i.ne    preceding    it.      I    was    particularly    interested    in 
Amendment  No.  18  relating  to  the  age  limit  at  which 
a   man   might   enter   the   Fire   Dept.   in   any   capacity. 
The  Charter  at  present  provides  that  all  persons  enter- 
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ino-  the  service  of  the  fire  dept.  shall  be  not  more  than 
35  years  of  age  and  not  less  than  21  year  of  age.  Now 
if  this  rule  were  lived  up  to  to  the  letter,  and  if  the 
example  of  the  city  Charter  were  followed  by  private 
firms,  the  limit  of  a  man's  usefulness  to  his  fellow- 
man  would  be  14  years:  after  which — what?  Our  old 
friend  the  Psalmist  of  whom  I  presume  many  have 
heard,  took  time,  in  the  midst  of  his  lamentations  (and 
he  always  had  some  kick  coming)  to  tell  us  that  the 
duration  of  a  man's  life  was  three  score  years  & 
ten.  We  shorten  this  phrase  to  suit  the  rapid  condi- 
tion of  modern  times  and  say — 70  years.  Our  pres- 
ent charter  prevents  a  man  over  35  years  old  from  en- 
tering the  fire  dept.  ^^^^y? — because  after  having 
[lassed  that  age  the  man  is  considered  physically  un- 
able to  handle  himself — too  weak  to  hold  on  to  a  horse, 
go  up  a  ladder  or  to  sustain  the  weight  of  his  helmet ; 
but.  between  the  ages  of  21  &  35  he  is  supposed  to 
be  fit  for  anything.  If  then  in  view  of  this,  he  is  per- 
mitted to  join  the  fire  dept.  he  should  logically  be  ex- 
punged from  the  map  as  soon  as  he  passed  his  35th 
I'irthday.  Should  this  really  be  the  case  he  would 
spend  20  3'ears  in  getting  ready  to  hold  a  14  year  job. 
A  portion  of  this  time  would  be  spent  in  getting  born, 
.going  to  school,  learning  to  roll  i^l:  smoke  the  succu- 
lent &  juicy  cigarette,  dodge  his  creditors,  also  autos, 
and  receive  instruction  in  the  art  of  voting  early  & 
often.  Then  when  the  fatal  day  comes  i.  e.  the  35th 
birthday,  he  finds  himself  down  &  out,  but  with  still 
35  years  left  out  of  the  70  supposed  to  be  originally 
coming  to  him  in  which  to  become  a  tramp  or  a  bum 
or  an  unmitigated  nuisance  to  himself,  and  those 
around  him.  Of  course  this  is  merely  an  illustration 
designed  to  show  the  inconsistency  of  a  law  of  this 
kind.  As  a  matter  of  fact  the  fireman  really  lasts  much 
longer  when  once  in  the  dept.  the  length  of  his  career 
probably  being  attended  to  by  an  open  elevator  shaft  or 
something.  Charter  Amendment  No.  18  was  introduced 
for  the  purpose  of  correcting  to  some  extent  this  un- 
just state  of  affairs  and  provides  that  a  man  may  join 
the  fire  dept.  between  the  ages  of  21  &  55  years,  in  the 
capacity  of  ^Taster  or  Pilot  in  the  fireboats.  engineers 
on  same,  engineers  in  the  pumping  stations,  and 
clerks  8z  machinists  in  the  corporation  yards,  and 
similar  positions  where  great  activity  in  holding  on 
to  hose,  running  up  ladders,  breaking  things  up  gen- 
erally &  falling  down  elevator  shafts  is  not  necessary. 
I  may  also  add.  that  the  men  who  introduced  this 
amendment  waive  all  right  &  title  to  a  pension,  with- 
out in  any  way  desiring  to  take  the  pension  away 
from  those  who  earn  it.  This  amendment  I  am  sorry 
to  say  encountered  the  most  extraordinary  opposition, 
from  all  sources.  Why,  I  can't  for  the  life  of  me  see. 
Its  passage  could  not  possibly  do  any  harm  to  any 
fine  and  would  be  a  great  benefit  to  many.  That  it 
did  pass  with  no  particular  credit  to  the  supposed 
liberal  spirit  of  San  Francisco,  for  it  only  carried 
by  388  votes,  showing  that  nearly  one-half  of  the 
voters  of  San  Francisco  are  willing  to  either  be  chlo- 
raformed  when  past  35.  or  else  willing  &  seemingly 
anxifuis  to  bum  on  the  comnumity  for  35  years.  Ac- 
cording to  the  papers,  the  Merchants'  .Xss'n.The  Cham- 
ber of  Commerce,  The  Down  Town  .'Xss'n,  and  nearly 
all  the  Improvement  Clubs  went  on  record  as  oppos- 
ing it.     I  got  awfully  worked  up  about  it.     I  had  a 


political  job  coming  to  me.  I  couldn't  take  it,  simply 
because  thro  an  oversight  on  the  part  of  my  Father 
&  Mother,  I  was  born  ten  years  too  soon.  Then  [ 
went  on  the  warpath.  Commencing  by  severing  my 
connection  with  an  Improvement  Club  which  liad  sus- 
pended me  3  months  previously  for  non-payment  of 
dues,  and  of  which  fact  I  was  in  ignorance  and  wind- 
ing up  by  sending  a  letter  to  the  editor  of  one  of  our 
leading  dailies  on  account  of  an  editorial  in  which  he 
said,  that  No.  18  should  be  voted  down,  because  it  was 
designed  to  make  these  boats,  pumping  stations,  etc., 
"asylums  for  old  men"  and  calling  attention  to  the 
fact  that  men  in  the  fire  dept.  should  be  young,  active, 
robust  and  physically  able  to  cope  with  a  great  con- 
flagration at  any  time.  I  am  calmer  now  the  amend- 
ment has  carried,  but  I  will  give  the  letter  verbatim  : 

San  Francisco,   Nov.   14th,   1910. 

Sir: — Enclosed  find  clipiiinsf  from  today's  paper.  My  time 
is  too  limited  as  is  also  my  vocabulary  to  give  you  the  roasting 
you  deserve.  However,  as  I  am  over  35  years  of  age.  I  am 
physically  unable  to  earn  enough  to  pay  for  the  luxury  of  read- 
ing your  paper,  you  will  therefore  stop  its  delivery  to  the  above 
address  at  once.  As  I  am  over  35  years  of  age.  I  am  physically 
unable  to  earn  enough  to  patronize  anyone  of  the  broad  and 
liberal  minded  individuals  composing  the  Merchants  AsSii.  in 
future  therefore  I  shall  be  compelled  to  send  east  for  my  neces- 
saries because,  even  with  freight  added  I  can  beat  S.  F.  prices 
at  least  SO'?;.  .\s  I  am  over  35  years  of  age  now.  I  shall  be 
much  older  in  1915,  as  I  shall  no  doubt  by  that  time  be  still 
further  physically  a  "has  been"  I  shall  probably  be  unable  to 
afford  to  visit  the  Exposition:  Therefore,  as  I  don't  care,  under 
the  circumstances  whether  it  gets  here  or  not  I  shall  vote  against 
.•\mendment  No.   1. 

It   is   the   duty   of  an   engineer,   either  on   a   fire   boat   or   in 
a  pumping  plant  to  furnish   water  in  case  of  fire,  as  he  is  not 
called  upon  to  do  this  with  a  hand  pump  I  fail  to  see  where  he 
has  to  be  physically  qualified  to  vigorously  do  any  fighting. 
Respectfully,   etc..   etc. 

This  letter  was  written  in  the  height  of  extreme 
anger,  and  conveyed  by  sentiments  to  the  letter,  but 
as  I  generally  borrow  a  paper  no  one  was  out  much, 
and  as  to  sending  east  for  anything — that  is  a  doubt- 
ful experiment.  I  once  sent  for  a  suit  of  clothes,  and 
after  waiting  for  several  weeks,  received  a  parcel, 
which  upon  inspection  was  found  to  contain  3  scrub- 
bing brushes,  a  pair  of  carpet  slippers.  200  clothes  pins, 
6  cans  of  kippered  herring  and  a  pair  of  corsets.  It 
occured  to  me  at  the  time  that  some  mistake  had  been 
made  somewhere.  The  experiment  was  not  a  success. 
A  friend  of  mine  once  eat  two  castor  oil  beans  as  an 
experiment — he  told  me  afterward  that  the  experiment 
had  been  most  eminently  satisfactory.  Really,  we 
must  all  work  together  for  our  common  good,  boost 
the  city  &  the  state — patronize  each  other — work  for  the 
jair.and  get  it, or  we  may  go  off  the  map.  Let  thecoming 
Christmas  actually  be.  in  action  as  well  as  in  'naiue. 
a  season  of  "Peace  on  Earth.  Good  will  toward  men," 
and  may,  each  birthday  as  it  comes  and  goes,  find  us 
more  charitable,  more  kind  and  more  desirous  of  help- 
ing those  who  perhaps  thru  a  mistake  in  selecting  their 
]iarents  are  less  fortunate  than  we  are. 

fNotel  : — The  editor  of  this  "Journal  is  not  re- 
sponsi1)le  for  au\  of  the  foregoing  nonsense.  I  am 
prompted  to  offer  it  in  the  hope  that  I  may  run  the  risk 
of  getting  the  paper  sent  to  me  free  for  the  coining 
year.  If  it  is  not  accepted.  I  shall  have  to  borrow  it 
like  I  do  the  daily — or  buy  it  which  is  distasteful. 
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PEAT  BOG  FIRES. 

The  Pacific  Teleiilione  it  relcjL;ra]iIi  ('oiiipany  re- 
cently encountered  an  uiuisnal  situatinn  in  the  course 
of  the  repair  of  a  pole  line  between  Holt  and  Middle 
River,  small  stations  on  the  Santa  Fe  Railroad  between 
Stockton  and  San  Francisco,  as  described  by  J.  F. 
Lovvrie  in  the  company's  magazine.  Investigation 
showed  that  standing  poles  were  completely  burned 
off  at  the  butt  at  a  level  with  the  ground,  there  being 
absolutely  no  support  but  the  aerial  wires.  F"or  a  dis- 
tance of  about  8  miles  the  lead  passes  through  a  sec- 
tion of  peat  bog  or  marsh,  which  for  the  greater  part 
of  the  year  is  covered  with  water.  However,  there  is 
a  period  of  about  four  months  in  the  summer  during 
which  the  water  disappears  and  the  bog  dries  out  to 
a  great  extent.  At  times  the  peat  is  ignited  by  camp 
fires  or  lighted  cigarettes  and  cigars  thrown  from  the 
car  windows  of  passing  railroad  trains,  and  while  no 
llame  is  apparent,  the  fire  burns  rapidly  under  the 
ground  and  its  first  indication  is  from  thin  columns  of 
smoke  which  arise  through  crevices  or  holes  in  the 
ground  at  a  distance  of  from  20  to  50  ft.  apart. 

The  lead  was  originally  built  through  this  coun- 
try about  ten  years  ago  and  consisted  of  30  ft.  square 
cedar  poles.  From  time  to  time  local  patrolmen  have 
had  occasion  to  re-set  and  later  on  to  stub  poles,  the 
trouble  being  attributed  to  grass  fires,  and  as  these 
have  not  been  an  uncommon  source  of  annoyance,  this 
particular  trouble  was  not  given  special  consideration 
until  recently. 

It  has  been  necessary  to  replace  200  poles  within  a 
distance  of  about  11  miles,  and  in  order  to  provide 
for  their  protection  in  the  future  the  scheme  of  en- 
casing 7  ft.  of  the  butt  end  of  the  pole  in  a  jacket  of 
'I'inforced  concrete  has  been  adopted.  The  methof! 
if  placing  the  casing  is  as  follows:  First,  "junk" 
strand  is  placed  longitudinally  from  the  base  of  the 
pole  to  a  height  of  7  ft.,  and  spaced  about  2  in.  apart. 
( )ne-inch  iron  wire  mesh  is  then  wrapped  around  the 
pole  over  the  strand  and  securely  fastened,  care  being 
taken  to  cover  the  bottom  end  of  the  pole.  Then  con- 
crete made  of  3  parts  sand  to  i  ])art  Portland  cement 
is  plastered  to  a  thickness  of  3,^'  in.  over  the  pole,  and 
it  is  allowed  to  thoroughly  set  before  the  pole  is  placed 
in  the  ground.  The  approxnnate  cost  of  placing  the 
concrete  casing  is  $1.60  per  pole.  As  this  protection 
has  not  as  yet  been  thoroughly  tried  out  it  cannot  pos- 
itively be  said  that  it  will  serve  the  purpose  intended, 
although  satisfactory  results  are  confidently  antici- 
pated. 

The  Santa  ¥e  Railroad  Company  has  been  both- 
ered constantly  by  these  fires,  although  no  serious 
trouble  has  resulted  therefrom,  due  to  a  close  watch 
for  the  fires  and  extinguishing  them  before  the  under- 
mining of  the  roadbed.  The  comjiany  has  been  fight- 
ing peat  bog  fires  for  the  past  ten  years  for  about  six 
months  every  summer  at  an  expense  of  approximately 
$75.00  per  day.  Many  methods  were  employed  but 
none  were  entirely  satisfactory  until  that  now  used 
was  adopted.  Merely  flooding  the  surface  is  not 
sufficient  to  extinguish  the  fire,  because  the  water  in 
percolating  through  the  hot  fibrous  peat  is  heated  to 
the  boiling  point  and  escapes  as  steam.  The  method 
used  at  present  to  fight  the  fires  is  to  force  water  under 
high  pressure  into  the  burning  mass.    For  this  purpose 


a  fire  train  has  been  ecjuippcd  with  hydraulic  pumps 
which  pump  the  water  out  of  large  drainage  canals  on 
either  side  of  the  right  of  way.  The  pimips  are  in- 
stalled in  box  cars  and  receive  the  water  through  8  in. 
reinforced  suction  hose  and  discharge  it  through  3  in. 
fire  hose.  The  equipment  consists  of  2  pumps,  about 
150  ft.  of  suction  hose,  and  1500  ft.  of  discharge  hose. 
The  fire  crew  is  composed  of  one  engineer,  one  fire- 
man, two  pump  tenders,  one  conductor,  one  brake- 
man,  one  foreman,  and  nine  laborers. 

Generally  speaking,  we  have  found  that  the  peat 
encountered  is  a  kind  of  soil  formed  by  the  partial 
decay  of  aquatic  and  marsh  plants  which  is  covered 
each  year  by  detritus  deposited  by  the  flood  waters. 
During  the  summer  months  the  peat  dries  down  to  a 
depth  of  three  or  four  feet,  depending  upon  the  level 
of  the  surface  water.  The  fibrous  strata  of  peat  in 
the  lighter  and  more  spongy  varieties,  when  dry,  are 
exceedingly  inflammable.  As  far  as  we  have  l)een 
aljle  to  learn,  peat  bogs  arc  practicall_y  unknnwn  on 
tjiis  coast,  and  in  fact  appear  in  only  a  few  localities 
ir    the    United   States. 


IRON  AND  STEEL  BY  ELECTRIC  PROCESS. 

Experiments  to  produce  iron  and  steel  from  Nor- 
wegian ores  by  the  electric  process  have  been  made 
during  the  last  three  or  four  years,  partly  by  aid  from 
the  Government,  in  response  to  a  petition  sent  to  the 
Department  of  Commerce  and  Industries  by  the  Chris- 
tiania  Polytechnical  Society.  Private  interest  has  in 
this  manner  been  awakened,  and  the  industry  now 
I'romises  to  become  one  of  considerable  importance, 
i'he  Norwegian  iron  ore  is  often  so  poor  that  smelting 
by  the  old  process  was  found  profitless. 

The  owners  of  a  paper  mill  at  Tinfos,  in  Notodden, 
Telemarken,  Norway,  have  for  some  time  been  mak- 
ing experiments  for  the  purpose  of  producing  iron  by 
smelting  iron  ore  by  the  use  of  electricity  as  the  source 
of  heat.  The  works  were  completed  in  February  last, 
and  there  has  already  been  an  output  of  250  tons  of 
iron.  The  ore  used  has  been  mined  partly  at  Lango, 
near  Kragero,  and  partly  at  Klodeberg,  near  Arendal. 
The  melting  was  accomplished  by  the  use  of  an  elec- 
tric furnace  of  about  500  h.p.  This  is  the  first  iron 
]jroduced  by  the  new  process,  and  in  commemoration 
(.)f  the  event  there  has  been  cast  and  sent  to  the  Chris- 
tiania  University  an  ingot  of  the  metal  weighing  60 
icilos  and  provided  with  an  appropriate  inscription. 

A  stock  company,  styled  tire  Flardanger  Electric 
Iron  and  Steel  Works,  is  at  present  being  organized. 
The  capital  stock  is  to  be  $294,800,  of  which  there  has 
already  been  sold  $160,800.  There  are  4400  shares 
ijf  $67  each.  The  works  are  to  be  located  at  Ullens- 
vang,  in  Hardanger,  on  the  west  coast,  and  the  object 
is  to  produce  iron  and  steel  from  Norwegian  ores  by  a 
patented  electric  process  of  Swedish  origin.  The  com- 
pany lias  secured  electric  energy  from  the  adjoining 
wate;--power  at  Tysse,  for  a  period  of  thirty  years,  at 
a  cost  of  $8.04  per  h.p. ;  4200  h.p.  will  be  required.  The 
ore  to  he  used  is  to  be  brought  from  mines  in  other  dis- 
tricts on  the  best  obtainable  terms.  The  transporta- 
tion of  the  ore  will  be  found  expensive,  Init  it  is  be- 
lieved that  this  drawback  will  be  offset  by  the  cheap 
power  and  excellent  harbor  facilities  at  the  place. 
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GAS  PROSPECTS  IN  HARNEY  VALLEY,  ORE." 

BY    CHKSTER  W.   WASHBUKNE. 

The  gas  prospects  in  Harney  Valley, Central  Uregoii, 
are  located  at  places  near  Malheur  and  Harney  Lakes, 
90  to  105  miles  directly  southwest  of  Vale.  The  region 
is  underlain  by  tertiary  lake  beds,  which  are  probably 
ecjuivalent  to  the  I'ayette  and  Idaho  formations  of  the 
Snake  River  Valley. 

The  valley  was  visited  by  the  writer  in  1899,  be- 
fore prospecting  began,  and  the  following  information 
about  the  wells  has  been  kindly  furnished  by  Mr.  R.  B. 
Post  of  the  water-resources  branch  of  the  Geological 
Survey,  stationed  at  Burns,  Ore. ;  by  the  officers  of  the 
Harney  Valley  Oil  and  Gas  Company,  and  by  others. 
In  I'-ebruary,  1909,  a  strong  flow  of  gas  was  struck 
at  a  depth  of  357  feet,  in  a  well  drilled  for  water  by 
John  Leake  about  15  miles  south  of  Burns,  Ore.,  in 
the  SW.  >4  sec.  28,  T.  25  S.,  R.  32  E.  The  gas  is  said 
to  lune  forced  the  tools  out  of  the  well  and  to  have 
"hurled  sand  and  salt  water  into  the  air  to  a  height 
of  40  feet."  In  October,  1909,  the  flow  of  gas  still 
continued,  but  with  diminished  pressure  and  small 
volume. 

hnini  a  sample  of  the  sand  thrown  out  of  this 
well,  a  "very- small  quantity  of  oil"  was  obtained  by 
C.  E.  Bradley,  chemist  of  the  United  States  Experi- 
ment Station,  Oregon  Agricultural  College,  Corval- 
lis,  Ore. 

The  well  is  only  2  inches  in  diameter  at  the  bot- 
tom and  was  drilled  with  a  "light  hydraulic  rig." 

Along  the  north  shore  of  Harney  Lake,  12  to  15 
miles  southwest  of  the  Leake  well,  mentioned  above, 
u  prospect  wells,  74  to  252  feet  deep,  have  been  drilled 
Ijy  the  Harney  Valley  Oil  and  Gas  Company,  of 
Burns,  Ore.  The  wells  are  half  a  mile  apart  in  sees. 
20,  21,  27,  28,  29  and  30,  T.  26  S.,  R.  30  E. 

Traces  of  gas  are  reported  from  all  the  wells,  the 
heaviest  flows  being  derived  from  depths  of  74,  150  and 
252  feet,  from  different  wells.  The  quantity  of  gas 
obtained  was  not  of  commercial  significance,  but  the 
wells  are  too  shallow  to  test  the  field,  and  until  deeper 
wells  are  drilled  no  conclusion  can  be  formed  as  to  the 
auKjunt  of  gas  available. 

All  the  wells,  including  the  Leake  well,  were 
"drilled  with  a  light  hydraulic  rig,  with  which  it  was 
not  possible,  on  account  of  the  heavy  gas  pressure,  to 
penetrate  lielow  the  sand  in  which  the  gas  was 
struck." 

The  strata  penetrated  by  the  wells  in  Harney  Val- 
ley are  of  the  same  general  character  as  those  in  the 
Snake  River  Valley,  with  which  they  are  probably  con- 
tinuous except  as  they  may  be  interrupted  by  two  or 
three  ridges  of  volcanic  rocks.  The  nearest  marine  de- 
posit known  to  the  writer  is  the  Jurassic  red  sandstone 
at  Red  Butte,  in  the  f'->othills  of  the  Blue  Mountains, 
about  20  miles  north  of  Burns. 

The  rocks  of  Harney  Valley  have  a  general  syn- 
clinal structure,  the  dip  steepening  toward  the  central 
part  of  the  basin  to  angles  ranging  from  3°  to  10°.  In- 
dications of  minor  folds  and  faults  have  been  seen,  but 
geological  work  in  that  region  is  still  too  imperfect  to 
permit  the  exact  location  of  these  features  of  the  struc- 
ture. Since  this  report  was  written  a  paper  by  Gerald 
.•\.  ^^'aring  on  the  geology  and  water  resources  of  the 

'E.-vlract   from   BuUetin   431A,   U.~  S.   Geological    Survey. 


llariK'N-  r.asin  region,  ',  )regon,  has  been  published  by 
the  (ieolcigical  Survey  as  Water-Supply  Paper  231, 
from  which  it  appears  that  the  sediments  in  Harney 
r.asin  overlie  the  lavas  and  probably  do  not  exceed 
a  few  hundred  feet  in  thickness.  They  therefore  can- 
pot  be  equivalent  to  the  Payette  formation,  as  sug- 
gested abo\e.  This  new  information  makes  it  improb- 
able that  more  than  a  small  amount  of  shallow  gas  can 
be  oI)tained  in  the  basin. 


DIFFICULT  TELEPHONE  CONSTRUCTION. 

An  interesting  piece  of  heavy  toll  line  construc- 
tion recently  completed  by  the  plant  department  of 
the  Pacific  Telephone  &  Telegraph  Company  between 
i'.akersfield  and  Ca.staic  Junction,  forming  a  part  of  the 
San  Francisco-Los  Angeles  valley  route,  is  described 
ill  the  company's  magazine.  There  were  numerous 
factors  to  be  considered  in  this  connection,  such  as 
the  existence  of  high  tensiou  parallels,  elimination  of 
submarine  cables,  coast  fogs  and  reduction  of  wire 
mileage  to  the  minimum, 
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The  diagram  illustrates  the  old  route  of  the  Los 
Angeles-Bakersfield  line  and  also  shows  that  taken 
l.v  the  new  line,  which  permitted  the  shortening  of 
the  lines  between  these  points  by  39.6  miles.  As  two 
ixiwer  companies,  each  carrying  a  pressure  of  60,000 
volts  had  already  selected  their  routes,  taking  full  ad- 
\  antage  of  the  highways,  and  as  it  was  necessary  that 
a  sufficient  distance  be  kept  from  their  lines,  it  was 
found  impossible  to  follow  any  existing  roads  through 
the  Tehachapi  IMountains.  After  a  comparison  of 
costs,  it  was  shown  that  a  saving  of  approximately 
$20,000  could  be  made  by  constructing  roads,  com- 
]^ared  with  the  cost  of  following  the  old  route.  In  ad- 
dition, the  new  route  would  give  better  efficiency. 
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DISCUSSION    OF    PAPERS    AT    EIGHTEENTH 

ANNUAL  CONVENTION  PACIFIC  COAST 

GAS  ASSOCIATION. 

Relations  With  the  Public. 

Mr.  Basford:  Mr.  President,  there  is  one  thing  brought 
to  mind  in  this  paper,  and  that  is,  the  gas  appliance  men's  part 
of  it.  I  do  not  know  whether  the  gas  men  at  large  realize  that 
the  gas  appliance  men  can  unwittingly  be  of  any  great  damage 
to  both  the  consumer  and  the  gas  company.  Many  times  it  is 
due  to  lack  of  knowledge  and  other  times  it  is  the  easiest  way 
to  get  out  of  the  trouble  by  laying  it  on  the  gas  company.  The 
companies  could  give  data  to  appliance  men  with  regard  to  the 
proper  answers  to  ordinary  complainis  from  the  consumer,  so  that 
no  matter  how  an.\ious  the  appliance  man  is  to  keep  harmony,  that 
he  will  not  make  a  statement  that  is  derogatory  or  detrimental 
to  the  gas  company,  but  he  will  answer  properly  or  at  least 
turn  the  complaint  over  to  the  proper  department  for  adjust- 
ment. On  the  other  side  the  employes  of  the  gas  company  who 
have  willfully  spoken  against  any  gas  appliance  which,  in  the 
opinion  of  the  company,  is  worthy  of  use  by  the  consumer, 
should  be  severely  dealt  with.  They  should  be  given  instruc- 
tions to  report  the  complaints  to  the  company  selling  the  appli- 
ance if  it  cannot  be  properly  adjusted.  Gas  appliance  men  know 
it  is  easy  for  the  gas  company  employe,  if  you  have  such  and  such 
a  device,  to  say,  "That  is  all  wrong;  that  is  no  good."  1  know 
that  is  done  too  often.  On  the  other  hand  it  is  just  as  impor- 
tant that  the  gas  appliance  men  should  not  throw  the  blaiue 
on  the  company,  and  tlierefore,  I  believe  that  some  way  should 
be  devised  by  the  companies  at  large  to  settle  little  troubles  and 
differences  that  may  arise,  and  keep  things  working  in  harmony. 

Mr.  Berkley:  I  want  to  say  that  1  think  Mr.  Kennedy  has 
struck  the  key-note  of  establishing  relations  between  the  public 
utility  corporations  and  the  public  better  than  anything  I  ever 
heard.  I  know  of  no  man  better  able  to  speak  on  that  subject 
than  Mr.  Kennedy.  I  want  to  say  that  I  so  heartily  endorse 
what  he  has  said  that  I  think  if  this  document  had  been  pro- 
mulgated ten  years  ago  there  would  have  been  a  different  feel- 
ing between  the  public  and  the  corporations. 

I  want  to  say  one  more  thing.  Mr.  Britton  said,  "Like  mas- 
ters, like  man."  The  Edison  Company  has  a  written  notice,  and 
has  had  it  in  its  public  offices  for  years,  hanging  in  a  little 
frame,  that  outlines  distinctly  the  relations  of  the  company  with 
the  general  public.  I  have  never  gotten  away  from  that  since 
the-  time  I  was  employed  there,  and  I  believe  that  if  we  men 
would  take  this  same  doctrine  into  our  business,  and  our  work- 
aday lives,  a  good  deal  of  friction  would  be  removed.  Take  the 
little  thing. of  the  telephone,  for  instance.  The  telephone  is 
ui;doubtedly  the  greatest  means  of  modern  business  communi- 
cation. It  is  more  distinct  than  a  letter.  .A.  cross  answer 
over  the  telephone  causes  the  consumer  to  immediately  damn 
the  whole  company.  I  believe,  gentlemen,  we  will  under-estimate 
this  paper  unless  we  thoroughly  consider  its  teaching,  and  I 
move  a  vote  of  thanks  be  tendered  to  .Mr.  Kennedy  for  this 
most  valuable  paper.     (Carried). 

Mr.  Britton:  I  don't  feel  that  we  should  pass  Mr.  Kennedy's 
paper  witli  a  mere  perfunctory  motion.  I  agree  it  is  the  best 
exposition  on  that  subject  I  have  ever  listened  to.  What  you 
arc  aiming  to  do,  and  what  Mr.  Kennedy  is  aiming  to  do  is  to 
bring  home  to  the  man  in  the  homely  truths  he  has  stated.  I 
think  that  if  the  companies  represented  here  would,  as  soon  as 
Mr.  Kennedy's  paper  is  published,  call  together  the  men  who 
are  responsible  for  the  conduct  of  the  company  toward  the 
public,  and  read  that  paper  to  them  and  furnish  copies  to  take 
home  and  read,  and  see  that  meetings  are  held  with  the  subor- 
dinates at  lea.st  once  a  month,  so  that  they  will  be  taught  from 
the  mouths  of  the  men  that  direct  them  the  spirit  of  the  com- 
pany that  then,  and  then  alone,  will  the  paper  do  some  good ;  but 
let  it  rest  here  in  our  own  body  and  congratulate  ourselves  on 
having  a  man  big  enough  to  place  truths  before  us  in  regard  to 
our  altitude  to  the  public — that  will  accomplish  nothing.     I  think 


I  In-  companies  represented  here  should  get  into  close  daily  con- 
tact with  the  men  so  that  the  men  would  know  what  your  poli- 
cies arc. 

General  Policy  Regarding  Pipe  Extensions. 

Mr.  L.  F.  Loivc:  1  would  like  to  ask  Mr.  Luckcnbach  what 
he  considers  a  bonus. 

Mr.  Luckenbach:  I  would  consider  a  bonus  the  payment 
of  any  money  for  extension  of  a  main. 

L.  P.  Lowe:  What  do  you  mean  by  "payment" — that  is 
a  rather   broad    statement. 

Mr.  Luckenbach:  I  believe  gas  mains  arc  intended  to  en- 
able consumers  to  obtain  gas  from  those  mains  and  the  revenue 
should  be  from  consumption.  In  other  words,  I  should  not  be 
permitted  to  pay  the  company  one  penny  to  lay  a  main  into  a 
vacant  tract  of  land  to  pay  for  that  extension.  The  capital  in- 
vested in  the  company  should  be  represented  by  the  property  of 
the  company. 

L.  P.  Lozve:  That  does  not  reach  the  question  yet.  What 
do  you  consider  a  bonus?  Do  you  mean  the  giving  of  money 
or  payment  of  money  that  may,  at  some  future  time,  be  re-paid? 

Mr.  Luckenbach:  I  believe  an  extension  should  be  made 
without  the  payment  of  any  money  or  deposit  of  any  money  to 
bo  -used  up  or  returned  at  any  time. 

L.  P.  Lowe:  I  can't  agree  with  you.  I  want  to  say  a  little 
more.  This  question,'  if  you  recollect,  came  up  at  the  last  meet- 
ing of  the  Association.  I  think  Mr.  Luckenbach  was  there.  I 
called  your  attention  to  many  instances  wherein  I  thought  that 
companies,  and  especially  small  companies,  could  seek  assistance 
from  consumers,  wherein  the  payment  was  not  at  all  in  the 
r.ature  of  a  bonus.  If  I  understand  the  meaning  of  the  word 
"bonus,"  it  means  the  outright  giving  of  money  and  not  a  loan. 
1  know  of  several  instances  wherein  people  have  wanted  gas 
in  localities  in  which  it  was  entirely  out  of  the  question  for  the 
companies  to  supply  it,  as  the  business  would  not  warrant  the 
extension,  and  in  those  cases,  which  have  been  accepted  time 
and  again,  that  the  consumer  advance  the  money  and  which 
woidd  be  re-paid  in  gas.  A  company  in  which  I  am  interested 
supplies  a  district  which  took  three  or  four  miles  of  pipe,  and 
in  which  there  were  but  three  or  four  houses  when  the  pipe 
was  laid.  The  work  was  done  by  money  advanced,  on  the  re- 
payment plan,  by  a  real  estate  concern  owning  the  tract,  and  if 
that  concern  wished  that  pipe  for  the  purpose  of  aiding  in  sell- 
ing the  property,  would  it  be  right — would  it  be  just  and  equita- 
ble ;  would  it  be  common  sense  for  the  company  to  refuse  to 
extend  the  pipe  under  those  circuinstances,  and  would  you  think 
that  was  a  bonus? 

Mr.  Luckenbach:  I  would  not  extend  the  main  cxcejit  upon 
the  idea  of  revenue  basis  to  the  company.  I  believe  it  works 
injury  to  the  company  which  is  far  greater  than  any  benefit 
which  may  be  derived  from  the  bonus,  and  I  believe  the  very 
man  who  agrees  to  pay  is  going  to  be  the  eventual  enemy  of 
the  company  and  fight  it. 

/-.  P.  Lozve:  I  can't  see  the  logic  of  your  argument.  In 
iii.iny  cities,  real  estate  concerns  have  furnished  money  to  pipe  their 
tracts,  as  an  added  inducement,  and  the  cost  of  which  has  been 
added  to  the  sale  price  of  the  lots.  It  is  a  legitimate  proposi- 
tion, and  while  I  do  believe  that  the  compan3'_  should,  in  time, 
reimburse  those  who  paid.  I  do  not  believe  the  real  estate  con- 
cc  rns  should  be  denied  the  privilege  of  paying  for  the  pipe,  and 
turning  it  over  to  the  gas  company.  If  you  will  say  it  is  unfair 
fur  the  gas  coinpany  to  accept  money  given  to  assist  in  the 
building  of  works,  I  will  agree  with  you,  but.  I  submit  it  is 
proper  for  a  company  to  accept  inoney  in  the  way  I  have  stated. 

Mr.  Luckenbach:  jNIr,  Lowe,  you  speak  of  payments  to  be 
returned.  My  pniposition  is  that  wherever  a  consumer,  or 
would-be  consumer,  is  permitted  to  contribute  in  any  -vay  to  the 
extension  of  the  system  he  is  at  heart  an  enemy  of  the  system, 
and  of  the  company  which  permits  him  (o  do  it,  and  it  finally 
works  more  harm  to  the  company  than  good.  I  coultl  show 
you  cases  of  the  kind  to  which  vou  refer  where  the  vcrv  men  that 
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paid  I'"!'  the  i-xlcnsion  stalcil  that  tlioy  would  fight  tlif  com- 
pany, and  go  to  other  companies  it  liicy  could  get  service  from 
them.  I  believe  that  the  lime  comes  when  a  man  feels  hard  to 
the  company  that  has  made  him  i)ay  for  what  his  neighbor  gets 
for  nothing. 

L.  P.  Lozvc:  Do  you  speaU  of  unoccupied  territory,  or  ter- 
ritory in  which  the  company  should  justly  extend  its  pipes,  where 
business  is  procurable?  Of  course  we  all  know  it  is  the  general 
policy  of  a  coinpany  to  extend  100  feet  to  reach  an  average 
consumer,  but  there  have  been  many  places  in  California  where 
tracts  have  been  piped  by  the  owners  of  the  land  as  mere  real 
estate  speculations,  and  without  which  they  could  not  sell  the 
land.  On  the  repayment  plan,  if  the  business  comes  they  get  their 
money  back,  and  if  it  does  not  the  company  has  not  wasted  its 
capital.     I  don't  call  that  a  bonus. 

Thaddeus  Lowe:  Mr.  Luckenbach  made  a  statement  a  few 
moments  ago  that  he  didn't  believe  in  making  any  extension  un- 
less it  was  going  to  bring  some  revenue  to  the  company.  I 
think  he  is  quite  right.  Neither  do  I  believe  that  a  tract  wdiere 
there  are  a  great  number  of  consumers,  or  a  few  consumers, 
should  be  left  without  gas  at  the  dictates  of  the  company,  simply 
because  they  didn't  consider  the  consumers  sufficient  in  number 
to  make  a  profitable  return  to  the  company.  Now,  it  is  the  duty 
and  privilege  of  the  gas  company,  I  think,  to  direct  business 
to  itself  or  to  its  territory,  and  if  there  is  a  large  vacant  tract 
of  land  that  some  real  estate  man  is  having  piped,  you  know 
by  serving  that  tract  of  land  w'ith  all  modern  conveniences  you 
are  going  to  build  it  up,  and  you  arc  going  to  increase  business 
on  your  system.  There  is  no  question  about  that.  We  have 
one  case  of  our  own.  There  was  a  large  tract  of  land  that  only 
two  or  three  years  ago  was  alfalfa  fields.  Today  there  are 
ISO  homes  on  it,  and  if  it  were  not  for  the  fact  that  the  real 
estate  men  put  up  that  money,  and  which  the  company  agreed 
to  pay  back,  they  never  would  have  got  their  gas  in  there,  and 
we  never  would  have  the  business.  Through  the  comments  of 
those  men  we  find  the  policy  good.  The  territory  has  been  de- 
veloped and  the  gas  mains  through  there  have  been  the  prin- 
cipal things  that  developed  it.  The  surrounding  tracts  have 
all  the  other  advantages,  but  no  gas,  and  consequently  no  homes. 
1  think  some  of  our  best  friends  are  people  for  whom  we  have 
made  extensions  at  their  original  expense,  and  ultimately  paid 
them  back.  They  not  only  .got  their  price  for  their  land,  but 
they  added  the  cost  of  piping  as  well,  and  which  they  again  got 
back   from  the  company. 

.1/)-.  Berkley:  I  have  always  taken  the  position  in  the  mat- 
ter of  extensions  that  if  people  come  to  the  office  for  service, 
that  there  should  be  some  way  in  which  the  company  should 
give  them  service.  I  think  that  if  a  man  comes  to  your  place 
of  business  wanting  service,  and  he  is  told  the  mere  fact  that 
there  is  not  enough  business  along  the  line,  and  he  can't  get 
service  under  any  circumstances,  he  is  more  liable  to  be  your 
enemy  than  if  the  position  of  the  company  was  tactfully  ex- 
plained, that  the  business  would  not  justify  the  expenditure,  and 
leave  it  to  him  if  he  wants  to  get  an  extension  by  depositing 
a  certain  amount  of  money,  and  1  am  rather  inclined  to  think 
that  man  would  be  better  satisfied  than  if  he  was  turned  away, 
and  could  not  get  service  at  all.  I  think  in  collecting  money 
for  extensions  from  a  consumer,  a  difference  should  be  made 
as  to  whether  the  money  is  deposited  as  a  bonus  or  simply  put 
up  as  a  deposit  to  be  re'urned  on  certain  conditions — so  much 
in  case  of  one  connection,  as  Mr.  Lowe  has  pointed  out,  and  so 
much  additional  for  each  connection.  1  f  the  amount  would  be 
a  bonus,  not  returnable,  I  believe  we  should  be  a  little  careful 
as  to  the  size  of  the  bonus  required.  If  the  money  is  to  be 
deposited  you  ought  to  extend  to  that  consumer  the  ordinary 
courtesy  of  building  the  one  hundred  feet,  and  have  him  deposit 
the  difference,  returnable  as  other  consumers  come  in.  K  num- 
ber of  extensions  have  been  made  on  that  basis  and  in  the  ma- 
jority of  cases — I  cannot  say  all  cases — in  the  majority  of  cases 


people  who  have  deposited  money  have  been  well  satisfied  with 
ihc  result  and  1  think  it  is  far  better  from  our  standpoint  as 
companies,  to  give  everyone  coming  to  the  office  some  way  of 
getting  service. 

Mr.  Schadc:  1  would  like  to  ask  a  question,  and  that  is,  1 
V  ould  like  to  know  how  much  of  the  annual  dividends'  the  com- 
pany is  willing  to  pay  the  people  who  give  bonuses. 

Mr.  Berkley:  'I'he  amount  of  the  bonus  would  be  part  of 
the  earnings  of  the  company,  and  that  earning  should  be  con- 
sidered in  the  matter  of  the  fixing  of  the  rates  of  the  company. 
In  that  way  it  is  worked  back.  It  would  work  an  injustice  upon 
the  rest  of  the  consumers  it  seems  to  me,  to  require  the  com- 
panies to  put  extensions  into  non-paying  territory.  It  would 
simply  be  justice  to  the  rest  of  the  consumers  from  a  rate  ques- 
tion. What  right  have  you  to  go  into  a  non-productive  terri- 
tory where  you  would  not  earn  one  or  two  per  cent  and  fix  a  rate 
on  that?  In  other  words,  how  can  we  ask  the  downtown  con- 
sumers to  help  us  pay  for  the  outlying  districts? 

Thaddeus  Lowe:  In  returning  loans  for  extensions,  sight 
should  not  be  lost  of  taxation  and  depreciation,  on  non-productive 
piping.  Where  there  is  no  business  we  should  not  pay  for  those 
items — the   man   who    is   benefited   sliould. 

Mr.  Farwell:  I  think  we  arc  getting  a  little  bit  mixed  be- 
tween the  owner  and  the  consumer  here.  The  owner  of  the  tract, 
in  paying  something  toward  the  cost  of  bringing  gas  mains  to 
the  property,  is  a  disinterested  party  after  the  property  is  sold, 
unless  he  resides  there  and  if  he  has  accomplished  his  purpose 
of  disposing  of  his  property  he  is  satisfied.  The  companies — 
electric  companies  and  gas  companies  see  fit  to  make  a  reason- 
able charge  for  these  extensions  to  the  owners  of  the  property 
II.-  companies,  such  as  real  estate  companies,  and  thus  enable 
ihem  to  market  their  property  readily  and  it  seems  to  me  that 
they  would  be  more  satisfied  than  if  the  gas  or  electric  com- 
l)anies    denied    them    that   privilege. 

Mr.  Keyes:  I  would  like  to  state  one  instance  that  occurred 
some  time  ago.  A  real  estate  firm  who  were  starting  an  addi- 
tion, voluntarily  made  the  proposition  to  pay  the  full  cost  of 
the  extension  in  cash,  provided  we  would  make  the  return,  and 
we  accepted  the  offer  in  a  district  where  there  was  not  a  single 
house,  and  not  likely  to  be  one,  and  he  advertised  that  gas  and 
water  would  be  extended  there,  and  inside  of  three  weeks  eight 
line  residences  were  started,  which  shows  it  is  a  good  business 
proposition. 


MAP  OF  WHITTIER-OLINDA  OIL   FIELD. 

The  California  State  Mining  Bureau  has  issued  a  map  of 
the  Whittier-Olinda  oil  field,  in  Los  Angeles  and  Orange 
Counties.  To  make  the  map  complete,  a  large  number  of 
original  maps  and  surveys  were  used.  These  were  furnished 
by  the  Santa  Fe  Railway  system,  the  Puente  Oil  Company, 
the  Standard  Oil  Company,  the  Los  Angeles  Gas  and  Electric 
corporation,  the  Brea  Canyon  Oil  Company,  the  Murphy  Oil 
Company  and  others.  Data  was  furnished  by  most  of  the 
operators  in  the  field  and  also  by  others.  A  bulletin  is  in 
preparation  that  presents  much  information  that  has  not 
been  published  regarding  Whittier-Olinda  and  other  Southern 
California  fields.  The  Whittier-Olinda  map  was  drawn  by 
Paul  W.  Prutzman.  Upon  it  are  indicated  the  producing  wells, 
the  drilling  wells,  the  abandoned  wells,  the  wagon'  roads, 
the  railroads,  the  pipe  lines,  the  gravity  of  oils  produced  and 
other  particulars  that  are  necessary  to  convey  the  fullest  and 
most  accurate  information  regarding  the  field.  This  thor- 
ouglmess  characterizes  the  entire  bulletin  concerning  the  oil 
fields  that  has  been  in  preparation  for  some  months  and  that 
will  be,  when  it  is  issued,  the  most  comprehensive  handbook 
on  California  petroleum  and  California  petroleum  fields  that 
has  been  published.  The  Whittier-Olinda  map  is  on  sale  at 
the  California  State  Mining  Bureau.  The  price  is  40  cents, 
with  4  cents  postage  added. 
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BOOK    REVIEWS. 

Edison,    His   Life   and    Inventions.     By   F.   L.   Dyer  and  T.  C. 

Martin;    two    volumes,    999    pages,    5%x8%.      Harper    & 

Bros.,    New    York   City,    and    Technical    Book    Shop,    San 

Francisco.     Price,   $4.00. 

This  is  pre-eminently  the  gift  book  of  the  year  for  an 
electrical  engineer.  Like  all  good  biography  it  is  Intensely 
interesting  history,  vitalized  by  the  personality  of  this  mas- 
ter workman,  whose  useful  life  has  been  synchronous  with 
electricity's  practical  development  and  for  much  of  which  he 
has  been  the  prime  mover.  In  a  recent  number  of  the  Outlook, 
the  Spectator,  a  mere  layman,  lists  the  telegraph,  the  tele- 
phone, the  phonograph  and  the  flying  machine  as  successive 
claimants  to  the  distinction  of  being  the  "eighth  wonder  of 
the  world,"  yet  Edison  is  the  man  that  made  realities  of  all 
but  the  last  of  these  wonders  and  this  in  face  of  almost  in- 
superable obstacles.  A  better  selection  of  biographers  would 
have  been  difficult,  for  Mr.  Dyer  has  long  served  as  general 
counsel  for  the  Edison  interests,  while  T.  C.  Martin  is  recog- 
nized as  the  peer  of  electro-technical  writers.  By  means  of 
anecdote  and  memoir  they  intimately  introduce  to  the  reader 
the  personality  of  the  man  and  lead  to  an  understanding  of 
the  unusual  persistance  and  indefatigable  energy  by  which 
his  achievements  have  been  accomplished. 

His  most  imjiortant  inventions  and  the  ones  to  which  the 
major  portion  of  these  two  volumes  are  devoted  have  been 
in  connection  with  the  stock  ticker,  the  telegraph,  the  tele- 
phone, the  phonograph,  the  incandescent  lamp  and  lighting 
system,  the  electric  railroad,  magnetic  ore  milling,  Portland 
cement,  motion  pictures  and  the  storage  battery.  Here  is 
science  sugar-coated  for  the  layman,  yet  useful  for  the 
technician.  Here  are  the  cold  hard  facts  about  electricity 
attractively  presented  in  an  atmosphere  of  romance  more 
thrilling  than  a  novel,  but  withal  a  story  of  real  life.  What 
drama  can  be  more  powerful  than  this  account  of  a  poor  boy 
who  gi-adually  forces  himself  to  the  position  of  a  pioneer 
on  the  frontier  of  scientific  investigation,  making  fortunes  in 
a  year  and  spending  them  in  a  week,  yet  always  undaunted 
and  always  succeeding?  The  discovery  of  the  Mesabi  iron 
range  nullified  a  decade  of  his  work  and  two  millions  of  his 
money  expended  in  search  of  a  magnetic  process  for  milling 
of  iron  ore,  yet  this  seeming  failure  has  been  the  means  of 
revolutionizing  the  manufacture  of  cement.  The  narrative 
account  of  each  of  these  great  inventions  is  ably  supple- 
mented by  an  appendix  which  gives  their  theory  and  practice. 
Concluding  chapters  briefly  summarize  the  legion  of  other 
patents  which  he  has  been  granted:  describes  his  methods, 
his  laboratories,  his  business  ventures  and  the  commercial 
side  of  his  work  as  well  as  the  litigation  in  which  he  has 
been  involved  and  the  recognition  which  he  has  been  ac- 
corded. There  is  also  a  copious  index  which  makes  the  book 
valuable  for  reference  work.  On  the  whole  the  facts  are  au- 
thentic, the  details  complete  and  the  treatment  inspiring. 

Electricity,  Experimentally  and  Practically  Applied.  By  Sid- 
ney W.  Ashe:  349  pages,  5x<S:  422  illustrations.  D.  Van 
Nostrand  Co.,  New  York,  and  Technical  Book  Shop,  San 
FraiTcisco.     Price.  S2.00. 

This  book  gives  an  excellent  practical  account  of  the 
action  of  the  various  types  of  electrical  apparatus  in  ordi- 
nary use.  The  text  is  clearly  written  and  logically  arranged 
and  most  of  the  illustrations  are  of  up-to-date  machines.  After 
a  concise  presentation  of  the  intimate  connection  between 
magnetism  and  electricity,  and  a  brief  summary  of  the  the- 
ory of  direct  current  apparatus,  the  author  illustrates  and 
describes  the  more  important  types  of  primary  and  storage 
batteries,  the  action  of  electrolysis,  the  three  wire  system,  elec- 
trical measurements,  motors,  lamps  and  meters.  The  last 
four  chapters  are  devoted  to  an  elementary  explanation 
of  the  theory  of  alternating  currents,  the  transformer,  the 
induction    motor  and    the   rotary    converter.      Higher    mathe- 


matics has  been  carefully  eliminated  and  all  explanations  are 
illustrated  by  experiments  so  simply  described  that  the  manual 
may  well  be  used  by  a  student  having  no  instructor.  It  is 
typical  of  the  practical  course  of  instruction  usually  given 
to  those  men  working  with  and  familiar  with  electrical  appa- 
ratus, but  not  acquainted  with  its  theory. 

The  Tesia   High   Frequency  Coil.     By  G.  F.  Haller  and  E.  T. 

Cunningham,    119    pages,    5x8,    56    illustrations.      D.    Van 

Nostrand  Co.,  New  York,   and  Technical   Publishing   Co., 

San  Francisco.     Price,  $1.25. 

Directions  for  the  construction  of  Tesla  high  frequency 
coils  are  herein  given,  taking  up  successively  the  trans- 
former, the  interrupter,  the  condenser  and  the  oscillation 
transformer,  stating  full  details  for  winding  and  insulation  as 
well  as  directions  for  assembling.  The  drawings  and  dimen- 
sions are  intended  for  a  12-inch  coil,  si)ecially  designed  to 
give  a  high  frequency  discharge  at  gi-eat  volume.  Its  prin- 
cipal uses  aside  from  wireless  telegraphy  are  briefly  illus- 
trated, including  directions  for  obtaining  the  more  spectacu- 
lar effects  which  astonish  the  visitors  at  our  electrical  exhi- 
bitions. The  concluding  chapter  gives  details  for  a  7-inch 
standard  coil. 

The    Telegraphic    Transmission    of    Photographs.      By    T.    T. 

Baker;   141  pages,  5x7;   64  illustrations.    D.  Van  Nostrand 

Co.,  New  York  and  Technical  Book  Shop,  San  Francisco. 

Price,  $1.25. 

This  volume  brings  together  the  history  of  the  attempts 
that  have  been  made  to  transmit  photographs  and  pictures  by 
means  of  the  telegi-aph  and  briefly  describes  the  selenium 
process  of  Professor  Korn,  the  telautograph  of  the  same 
worker,  the  Thorne-Baker  telectrograph  and  the  Belin  tele- 
stereograph.  In  each  case  the  apparatus  employed  is  de- 
scribed and  the  results  obtained  illustrated.  These  system.s 
have  been  from  time  to  time  described  in  the  various  techni- 
cal papers  but  are  here  for  the  first  time  brought  into  one 
volume,  whose  convenience  and  comprehensiveness  should 
commend  it  to  those  interested  in  this  subject. 

Dynamo  Electric  Machinery.  By  Samuel  Sheldon  and  Erich 
Ilausmann,  :^.28  pages,  5x8;  210  illustrations.  D.  Van 
Nostrand  Co.,  New  York,  Technical  Book  Shop,  San  Pi-an- 
cisco.     Price,  $2.50. 

The  fact  that  a  book  has  reached  the  dignity  of  an 
eighth  edition  within  less  than  ten  years  shows  rather  con- 
clusively that  it  at  least  meets  the  requirements  for  which 
it  was  written,  in  this  case  a  text  book  for  engineering  stu- 
dents. Since  its  initial  publication,  the  great  advance  which 
has  been  made  in  the  electrical  world  has  made  necessary 
the  complete  re-writing  of  all  but  the  first  two  chapters  which 
present  elementary  electrical  and  magnetic  laws  and  facts.  It 
deals  only  with  direct  current  machines  and  is  intended  as  sup- 
plementary to  laboratory  work.  This  text  is  so  well  and 
favorably  known  that  a  summary  of  its  contents  is  unneces- 
sary here. 

Wireless  Telegraph  Construction  for  Amateurs.  By  A.  P. 
Morgan;  188  pages;  5%x8;  147  illustrations.  D.  Van  Nos- 
trand Co.,  New  York,  and  Technical  Book  Shop,  San  Fi-an- 
cisco.     Price,  $1.50. 

This  is  essentially  a  book  of  practical  information  regard- 
ing wireless  telegi'aphy  for  the  novice.  After  a  brief  treat- 
ment as  to  theory,  the  author  takes  up  the  receiving  appara- 
us,  illustrating  various  commercial  instruments  and  diagrams 
for  the  construction  of  aerials.  In  the  same  manner  all  the 
apparatus  necessary  for  the  sending  work  is  detailed,  whereby 
the  aittateur  may  make  his  own  induction  coil,  interrupter, 
transformer  and  condenser.  Succeeding  chapters  deal  with 
the  various  types  of  detectors  which  have  been  devised  and 
present  practical  hints  as  to  operation.  By  its  use  it  is 
possible  for  anyone  of  average  ability  to  construct  and  satis- 
factorily operate  his  own  system. 
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In  these  clays  of  conversation  about  conservation 

and    (lo!i,s;htful    theories   ahoul    jirotecting   natural    re- 

.        .  Hdiirci's   f(ir  those  who  will  follow 

Additional  ^^^    ^^^^.^^    ^_^^.    j^^^^^    thousand    years 

sources  or  hence,  it  is  refreshing  to  know  that 

rower  j^^.^y    sources    of    power    are     con- 

stantly being  found.  It  is  but  a  few  short  years  since 
California  was  handicapped  by  lack  of  cheap  fuel,  but 
h.ow  abundantly  has  this  want  been  supplied  from  her 
mountain  streams  and  the  oil  of  her  subterranean  re- 
cesses. It  is  of  general  knowledge  that  westward 
from  the  one-hundredth  meridian  of  west  longitude 
the  soil  is  underlaid  in  many  places  with  incalculable 
(|uantities  of  lignite,  but  it  is  not  so  generally  known 
that  this  much  despised  substance  is  susceptible  of 
supplying  cheaper  power  than  the  finest  anthracite 
coal. 

Recent  tests  at  the  Government  fuel  testing  plant 
proved  that  lignite  when  used  as  a  fuel  in  the  gas 
producer  can  do  more  wor1<,  ton  for  ton,  than  the 
best  Pennsylvania  or  West  \"irginia  coal  when  burned 
under  steam  boilers.  Coal  utilized  in  a  gas  engine 
through  the  medium  of  the  gas  producer  has  been 
demonstrated  to  have  more  than  double  the  practical 
efficiency  as  when  used  in  the  steam  engine  and  boiler. 
Though  these  facts  have  long  been  known  and  have 
found  extensive  application  in  England  and  Germany, 
the  prodigal  American  continues  to  waste  high  grade 
fuel  for  w^ork  which  could  be  better  done  with  lignite. 
The  producer  will  handle  any  fuel  which  contains  more 
than  twent}-  per  cent  of  combustible  matter,  so  that 
there  are  also  many  other  waste  products,  such  as 
peat  and  beet  sugar  refuse  wdiich  may  be  utilized  for 
power. 

These  facts  are  vital  to  the  industrial  development 
of  all  the  western  states.  North  Dakota  alone  is  esti- 
mated by  the  Ignited  States  Geological  Survey  to  have 
five  hundred  billion  tons  of  lignite  underlying  a  portion 
of  its  area.  The  same  autliority  gives  Montana  three 
hundred  billion  tons,  the  San  luan  field  of  New  ATex- 
ico,  one  hundred  and  thirty  billion  tons,  summarizing 
by  the  statement  that  the  available  aggregate  of  lig- 
nite and  subterranean  coals  in  round  numbers  is  some- 
thing more  than  a  trillion  and  a  quarter  tons.  Though 
these  figures  almost  baffle  our  comprehension  they 
show  that  there  is  no  immediate  danger  of  a  fuel 
famine. 

^^'^ith  this  stupendous  showing  the  importance  of 
the  gas  producer  and  the  commercial  potency  of  elec- 
tiical  energy  in  the  arid  regions  of  America  is  too  mani- 
fest to  require  comment.  It  makes  possible  the  estab- 
lishment of  central  electric  power  plants,  each  trans- 
ipitting  current  throughout  a  region  representing  a 
huge  circle  whose  circumference  would  be  more^  than 
i6oo  miles,  these  great  plants  using  producer  gas  and 
fed  by  fuel  cheaply  procured  from  local  lignite  beds. 
This  could  be  done  at  a  price  which  would  allow  the 
use  of  electricity  for  every  need  of  power,  lighting  and 
heating  service.  In  a  prophetic  address  before  the 
Institution  of  Electrical  Engineers,  incoming  President 
Fcrranti  outlined  such  a  comprehensive '  scheme  for 
the  industrial  rescue  of  Great  r>ritain  from  the  diffi- 
culties now  threatening  and  which  will  in  time  also 
menace  the  prosperity  of  this  country. 
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PERSONALS. 

C.  L.  Coi-y  has  returned  lo  his  San  Francisco  office  from 
Los  Angeles. 

U.  R.  Noack,  ul'  Pierson,  Kueding  &  Co.,  is  visiting  at 
Portland    and   the    Pacific   Northwest. 

George  Cressey  of  the  Modesto  Gas  Light,  Coal  and  Coke 
Company,  was  a  San  Francisco  visitor  this  week. 

W.  H.  P.  Hill,  manager  of  the  Monterey  County  Gas  & 
Klectrlc  Company  of  Monterey,  was  a  recent  San  Francisco 
visitor. 

John  Coffee  Hays,  general  manager  of  the  Mt.  Whitney 
Power  Company  of  Visalia,  California,  has  returned  from  a 
trip  to  New  York. 

W.  S.  Heger,  California  manager  of  the  Allis-Chalmers 
Company,  is  again  at  his  San  Francisco  office  after  making 
a  tour  of  Southern  California. 

A.  H.  Cheney,  of  the  sales  department  of  the  Brooks- 
Follis  Electric  Corporation,  has  returned  to  San  Francisco 
fioni  a  Northern  California  trip. 

.loseph  Victor  Kunze,  Atlantic  manager  of  the  Pelton 
Water  Wheel  Company,  with  headquarters  at  New  York,  is 
visiting  the  Pacific  Coast  offices. 

H.  C.  Goldrick,  Pacific  Coast  manager  of  the  Kellogg 
Switchboard  &  Supply  Company  has  returned  to  San  Fran- 
cisco from  a  trip  to  Bakersfield  and  vicinity. 

A.  H.  Snead,  superintendent  of  the  Nevada,  California  & 
Oregon  Telephone  Company,  with  headquarters  at  Reno,  was 
a  San  Francisco  visitor  during  the  past  week. 

Delos  A.  Chappell  and  Messrs.  Dietert  and  Cain  of  the 
Hydroelectric  Company  of  Bodie,  have  been  spending  a  few 
days  at  San  Francisco.  Mr.  Cain  is  one  of  the  largest  mine 
owners  in   the  district. 

A.  A.  Dittrick,  recently  with  the  Western  Electric  Com- 
pany at  Seattle,  and  formerly  with  the  Cleveland  Construction 
Company  of  Cleveland,  Ohio,  is  at  San  Francisco,  where  he 
hopes  to  make  permanent  connections. 

N.  Ohuo  and  K.  Nishimura,  mechanical  engineers  with  the 
engineering  department  of  the  Japanese  house  of  Mitsui  & 
Co.,  are  visiting  the  firm's  San  Francisco  branch.  They  have 
been  making  inspections  of  electrical  power  installations  and 
engineering   plants   in   this   country. 

John  F.  Stevens,  the  engineer  who  has  charge  of  the 
construction  of  J.  .).  Hill's  new  railroad  projects  in  Central 
Oregon,  was  a  San  Francisco  visitor  during  the  past  week. 
He  was  the  first  chief  engineer  of  the  Panama  Canal  and  re- 
signed that  position  to  take  a  more  lucrative  one  with  the 
Metropolitan  Street  Railways  of  New  York  City. 

Harris  J.  Ryan,  professor  of  electrical  engineering  at 
Stanford  University,  will  present  a  paper  on  atmospheric  con- 
ductivity at  the  January  meeting  of  the  San  Francisco  Section 
Oi  the  American  Institute  of  Electrical  Engineers.  This  will 
be  published  in  the  January  Proceedings  of  the  Institute.  Pro- 
fessor Ryan  will  also  talk  on  this  suljject  at  the  New  York 
meeting  on  January  13th. 

Paul  Shoup,  vice-president  of  the  Pacific  Electric  Railway 
Company,  has  returned  to  his  San  Francisco  office  after 
spending  two  weeks  at  Los  Angeles.  It  is  announced  that 
Mr.  Shoup  will  in  future  be  the  directing  head  of  this  South- 
ern Pacific  interest.  It  is  reported  that  the  electric  trackage 
of  the  system  will  be  increased  to  about  1500  miles  in  the 
future,  as  practically  all  of  the  Southern  Pacific's  local  steam 
lines  entering  Los  Angeles  will  be  changed  over  to  electric 
roads.  Both  freight  and  passenger  service  will  be  operated 
from  points  as  far  distant  as  Bakersfield,  175  miles  north  of 
Los  Angeles. 


TRADE    NOTES. 

The  Kellogg  Switchboard  &  Supply  Company  has  closed  a 
loutract  with  the  Compania  Telefonica  de  Sonera  S.  A.,  of 
Sonora,  Mexico,  for  telephone  equipment  for  the  city  of  Her- 
mosillo.  The  installation  includes  a  3-position  magneto  ex- 
change with  300  lines  equipped.  A  special  feature  is  the 
new  Kellogg  4-party  harmonic  selective  equipment.  Charles 
W.  Forbes  is  general  manager  of  this  company,  which  has 
taken  over  the  government  concession  for  the  entire  system 
of  telephone  lines  in  the  State  of  Sonora. 

W.  Motelius  Price  Company  announce  that  it  carries  a 
complete  stock  at  its  Seattle  warehouse  of  the  F.  H.  Lovell 
Company's  marine  fittings  and  gauge  glasses,  the  American 
Electric  Fuse  Company's  products,  and  the  Murphy  Elec- 
tricity Rectifier  Company's  rectifiers.  They  are  also  agents 
for  the  Electric  Service  Supply  Company,  Garwood  Electric 
Company,  Trenton  Engine  Company,  Machen  &  Mayer  Elec- 
trical Manufacturing  Company,  Queen  &  Company,  The  Pow- 
ers Regulator  Company,  and  the  Delaware  Hard  Fibre  Com- 
pany. 

The  San  Diego  Electric  Railway  Company  of  San  Diego, 
Cal.,  has  just  placed  an  order  with  the  Westinghouse  Elec- 
tric &  Manufacturing  Company,  Pittsburg,  for  two  1000-kw., 
600-volt,  514  r.p.m.  generators  to  be  driven  by  Westinghouse 
Parsons  low  pressure  steam  turbines  running  at  3600  r.p.m. 
The  generators  and  turbines  will  be  connected  through  Melville- 
McAlpine  reduction  gears.  In  addition  to  this  equipment,  the 
Westinghouse  Company  will  shortly  ship  one  1200  kw.,  600- 
volt,  SO  r.p.m.  engine  type  D.  C.  generator  to  the  samj  com- 
pany. 


NEW   CATALOGUES. 

The  Crouse-Hinds  Company  of  Syracuse,  N.  Y.,  has  issued 
a  yxl2  catalogue  devoted  to  panel  boards  and  cabinets.  The 
book  is  profusely  illustrated  in  two  colors  and  printed  on 
heavy  coated  white  paper,  the  80  pages  of  catalogue  being 
inclosed  in  an  artistically  embossed  cover  with  cloth  back. 
Each  detail  of  construction  is  described  tersely,  and  listings 
and  prices  of  individual  and  assembled  parts  are  presented 
clearly.  Panels  and  cabinets  also  are  listed  separately  and  to- 
gether. 

The  Western  Electric  Company  has  just  issued  bulletin 
No.  IIIG,  describing  magneto  telephone  sets  and  accessories. 
The  bulletin  contains  40  pages  and  is  profusely  illustrated 
with  photographs.  Several  pages  are  devoted  to  the  desigu 
and  construction  of  wall  and  desk  sets,  and  the  No.  1317  type 
wall  set  is  described  with  attention  to  the  smallest  details. 
The  bulletin  describes  and  lists  backboards,  batteries,  battery 
bo.\es  and  gauges,  binding  posts,  buzzers,  condensers,  cords, 
desk  set  boxes,  desk  stands,  flexiphones  and  flexiphone  arms, 
generators  and  generator  boxes,  gongs  and  gong  mountings, 
hand  sets,  induction  coils,  number  plates,  protectors,  pro- 
lector  blocks,  fuses,  micas  and  mats,  receivers,  ringers,  switch 
hooks,  test  sets,  transmitters  and  'transmitter  arms  and 
brackets. 

An  instructive  pamphlet,  No.  1137  on  the  principles  of 
construction  and  operation  of  watthour  meters  has  just  been 
issued  by  the  Westinghouse  Electric  &  Manufacturing  Com- 
pany. Though  in  the  form  of  a  descriptive  circular,  the 
pamphlet  goes  at  some  length  into  the  question  of  rates  and 
the  theory  of  meters,  and  points  out  the  importance  of  the 
various  features  and  adjustments  of  modern  meters,  both  a.c. 
and  d.c.  Even  to  one  reasonably  familiar  with  the  subject, 
the  pages  on  "Selection  of  Watthour  Meters"  will  bring  out 
valuable 'points  often  overlooked.  The  book  describes  the 
latest  style  of  Westinghouse  type  C  induction  watthour 
meters,,  with  micrometer  light  load  adjustment  and  perma- 
nent magnets  so  arranged  as  to  be  really  permanent,  both  in 
position  and  strength.  The  "ball  and  jewel"  type  of  bearing 
and  other  features  are  described  and  illustrated,  also  a  method 
of  meter  testing  without  the  use  of  a  stop  watch. 
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'infiOl-  Gas-Engine-Starting  Device.  William  A.  Hansen, 
San  Francisco,  Cal.  The  combination  wltli  an  Internal  com- 
bustion engine,  and  a  main  carbureter,  of  a  supplemental  va- 
lioiizer,  a  hy(lro-carl)on  supply  device  between  the  main  car- 
bureter and  said  vaporizer,  and  a  controlling  needle-valve,  a 


-9 


chamber,  means  for  admitting  air  under  pressure  into  said 
chamber,  a  pipe  conducting  gasoline  through  said  chamber, 
said  chamber  having  an  annular  exterior  passage  for  the  air, 
and  a  distributing  chamber  into  which  the  mixture  is  admitted 
and  from  which  it  is  delivered  to  the  cylinders. 

977,101.  Centrifugal  Pump.  Ferdinand  W.  Krogh,  San 
Francisco,  Cal.  The  combination  in  a  centrifugal  pump,  of  a 
casing  having  central  inlet  and  peripheral  discharge  passages, 
a)i  impeller  revoluble  within  the  casing,  the  impeller  having 
curved  water  ways  connecting  with  the  inlet  passage  and 
having  a  hub  through   the   center  of  one  side  of  which   tlie 


inlet  ends  of  the  water-ways  open,  said  hub  and  the  inner 
faces  of  the  casing  having  annular  flanges  forming  with  the  ad- 
jacent sides  of  the  casing  and  hub,  intermediate  chambers,  and 
said  impeller  having  other  passage-ways  which  are  independ- 
ent of  the  first-named  ones  and  whose  inner  ends  open 
through  the  side  of  the  hub  opposite  to  that  through  which  the 
inlet,  ends  of  the  first  passages  open,  both  of  said  passages 
leading  outwardly  through  the  periphery  of  the  impeller. 

977,061.  Means  for  Measuring  Current  in  Three-Phase 
Sys'ems.  Carl  Wiler,  Chicago,  III.,  assignor,  by  mesne  as- 
signments, to  General  Electric  Company.     Means  for  measur- 


( \.t 


^^^' 


ing  the  current  in  each  of  the  phases  of  a  three-phase  alter- 
nating current  system,  said  means  comprising  a  pair  of  jacks 
each  provided  with  a  pair  of  normally  closed  springs  arranged 
to  bo  oijeniMl   by   the  insertion  of  a  plug  in  the  jack,  a  bar 


Itermanenlly  connecting  a  corresponding  spring  of  each  jack, 
a  second  bar  extending  between  said  other  springs  and  ai-- 
langed  to  be  electrically  connected  with  either  of  the  same 
when  the  plug  is  inserted  in  the  corresponding  jack,  trans- 
loriners  included  in  the  circuit  of  two  said  phases,  each  trans- 
former having  one  terminal  of  its  secondary  connected  to 
one  of  said  last-mentioned  springs,  and  a  measuring  instru- 
ment having  one  of  its  terminals  connected  to  said  first- 
mentioned  bar  and  its  other  terminal  connected  to  said  sec- 
ond bar  and  to  the  other  terminals  of  the  secondaries  of  said 
transformers. 

977,302.  Water-Power  Mining-Drill.  Carl  A.  Hanson, 
Seattle,  Wash.  The  combination  with  a  main  frame  and  means 
for  supporting  the  same,  of  a  second  frame  slidably  mounted 
upon  the  main  frame,  means  for  manually  advancing  the  sec- 
ond frame  upon  the  main  frame,  said  means  including  a  ratchet 


mechanism  mounted  on  the  main  frame,  a  cable,  and  a  spring 
connecting  the  ratchet  mechanism  with  the  second  frame, 
a  hammer  mounted  to  reciprocate  upon  the  second  frame,  t 
cross  head  mounte(]  to  reciprocate  upon  the  second  frame, 
yielding  connection  between  the  cross  head  and  hammer,  r 
drill  in  position  to  be  struck  by  the  hatnmer,  and  a  motor 
adapted  to  actuate  the  cross  head. 

977,000.  Process  for  the  Production  of  Carbon-Black  To- 
gether with  Combustible  Gas.  Warren  H.  Frost  and  Joshua 
.).  -Nix,  Los  Angeles,  Cal.;  The  process  of  producing  carbon 
black  together  with  combustible  gas,  which  consists  in  produc- 
ing a  condition  of  suction  in  a  combustion  chamber,  contin- 
uously supplying  petroleum  to  said  chamber,  admitting  a  re- 
stricted quantity  of  air  to  said  chamber  to  cause  partial  com- 
bustion of  the  petroleum,  the  condition  of  suction  in  the 
chamber  being  such  that  the  resulting  temperature  is  suffi- 
ciently high  to  substantially  break  up  the  tarry  matter  and 


to  caus^  the  unconsuraed  petroleum  to  be  decomposed  sub- 
stantially into  combustible  gas  and  free  carbon,  drawing  off 
the  combustible  gas  to  maintain  the  condition  of  suction  in 
the  combustible  chamber,  and  delivering  such  combustible 
;:;as,  the  petroleum  being  supplied  to  the  chamber  and  ato- 
mized under  its  own  expansive  pressure,  exposing  the  gas 
10  the  action  of  a  cooling  surface  to  separate  carbon  black 
therefrom,  and  removing  the  carbon  black  from  such  cooling 
surface. 
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HOUSEHOLD    DEVICES    FOR    CHRISTMAS    GIFTS. 

Electric  household  devices  are  meeting  with  a  rapidly  ex- 
lending  use  due  to  the  efforts  now  being  made  to  lift  a  large 
share  of  the  burden  of  household  toil  from  the  shoulders  of 
the  long-suffering  housewife  and  to  the  demand  for  a  more 
sanitary  method  of  ijreparing  food. 


l'"ig.  1.  General  Klectric  Conibin;iI  ion  (;ifi,  consist- 
ing of  Chafing  Dish,  Tea  Kettle,  Coffee  Percolator, 
Toaster   and   Flat   Iron. 

Naturally  these  devices  are  becoming  popular  for  Christ- 
mas gifts.  Fig.  1  shows  a  combination  gift  consisting  of  a 
cliating  dish,  coffee  percolator,  tea  kettle,  toaster  and  flat  iron, 


;ill  of  General  Electric  make,  while  smaller  combination  gifts 
is  shown  in  Fig.  2. 

General  Electric  heating  devices  employ  heating  elements 
made  of  calorite,  a  wonderful  new  alloy  discovered  after 
years  of  scientific  investigation  in  the  extensive  research  lab- 
oratories of  the  company. 

These  devices  form  acceptable  gifts  and  in  addition  the 
whole  household  will  enjoy  the  benefits  resulting  from  their 
use  for  years  to  come.  A  man  cannot  give  his  wife  a  more 
suitable  present  than  these  household  devices,  which  make 
her  household  duties  lighter  and  more  interesting. 


Fij 


General    Electric  Toaster  and   Flat  Iron. 


MOTORS    PROVE    VERY    SUITABLE    IN    VOCATIONAL 
SCHOOL. 

The  accompanying  picture  was  taken  in  a  wood-working 
shop  that  is  a  model  of  its  kind.  The  shop  is  part  of  the  Voca- 
tional School  for  Boys,  New  York  City.  The  various  machines 
;:ie  driven  by  individual  electric  motors,  a  method  that  abso- 
l.itely  safeguards  the  boys  against  mishaps  that  occur  so  fre- 
quently in  shops  where  long  belts  and  line  shafts  are  present. 

The  illustration  shows  how  well  electric  motors  lend 
themselves  to  a  layout  of  machinery  that  precludes  accidents. 
Of  course,  besides  the  safety  afforded,  the  motors  are 
economical  in  their  operation,  and  greatly  add  to  the  con- 
venience of  the  students.  Furthermore,  if  any  of  the  boys  are 
particularly  ambitious  and  desire  to  work  outside  of  the 
scheduled  hours,  they  can  very  easily  utilize  any  one  of  the 
machines  without  requesting  that  the  whole  equipment  be 
put  into  operation. 

The  Vocational  School  for  Boys  is  intended  for  boys  who 
desire  an  education  that  will  prepare  them  for  industrial 
work  as  distinguished  from  office  work.  Pupils  are  afforded 
an  opportunity  to  learn  the  elements  of  a  trade,  and  to  study 
architectural,  free-hand  and  mechanical  drawing,  while  con- 
tinuing their  general  education  along  lines  that  will  best  fit 
in  with  this  work.  Everything  necessary  for  the  work  is  sup- 
plied by  the  school;  there  are  no  charges  of  any  kind.  The 
course  is  designed  to  cover  one  year  or  two  years  of  work. 

The  boys  who  know  definitely  just  what  trade  they  want 
to  follow,  are  permitted  to  start  at  that  work,  and  devote  most 
of  their  time  to  it.  Those  boys  who  have  not  decided  on  any 
special  work  are  permitted  and  required  to  take  several  lines 
of  trade  work.  The  instructors  then  advise  the  boys  intelli- 
gently and  guide  the  boys  to  a  wise  choice.     After  this  has 
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been  clone,  the  pupils  devote  their  time  to  the  trade  selected. 
All  the  instruction  is  individual,  although  the  boys  work  in 
groups.  There  are  no  regular  "classes,"  as  the  term  is  or- 
dinarily used.  Each  boy  is  a  unit,  and  he  progresses  as  rapidly 
as  his  ability  will  permit. 

The  vocational  courses  offered  include  woodwork,  metal 
work,  printing  and  bookbinding. 

The  divisions  of  woodworking  covered  are:  House  car- 
pentry and  construction,  cabinet  making  and  bench  work, 
wood  turning,  pattern  making  in  wood,  and  use  of  wood  mill- 
ing machinery. 

The  woodworking  machinery  includes  two  rip  and  cut-off 
saws,  a  universal  saw,  a  4-roll  single  cylinder  cabinet  sur- 
facer,  a  hand  planer  and  jointer,  a  jig-saw,  and  a  knife 
grinder.  Most  of  this  was  made  by  the  Oliver  Machinery 
Company,  Grand  Rapids,  Mich. 

The  motors  are  of  the  induction  type  and  operate  at  1700 
r.p.m.  on  220-volt,  2-phase,  60-cycles.  The  motors  were  made 
by  the  Westinghouse  Electric  and  Manufacturing  Company, 
Pittsburg,  Pa. 


olim  ringers,  or  sixteen  2000  ohm  ringers,  on  a  line  of  500 
ohms  resistance,  an  equivalent  of  about  a  thirty-mile  metallic 
circuit  of  No.  12  B,  &  S.  copper  wire. 


AN    INTERRUPTER    FOR    RAILROAD  TELEPHONE   WORK. 
A   new  interrupter,  designed   especially  for  railway   tele- 
phone  service,   has  just   been   placed   on   the   market   by   the 
Western  Electric  Company.     This  interrupter,  known  as  the 


Fig 


No.  02--\  iMlLTiupter  Showing  Glass  Window. 


62-A,  is  especially  adapted  for  use  in  block  towers,  where  the 
operators  are  so  busy  that  they  do  not  have  the  time  to  call 
other  stations  by  means  of  a  hand  generator.  It  is  also  espe- 
cially well  adapted  for  use  on  yard  lines  where  several  tele- 
phones are  connected  to  the  same  pair  of  wires.  It  is  not 
limited,  however,  to  this  class  of  work,  but  is  efficient  in  all 
code  ringing  work,  as  the  signals,  due  to  the  sensitive  mechan- 
ism, can  be  made  very  clear  and  distinct. 

The  No.  62-A  interrupter,  a  closed  view  of  which  is  shown 
in  Fig.  1,  is  Intended  to  be  mounted  normally  upon  the  wall  in  a 
vertical  position  in  the  same  manner  as  a  telephone  set.  The  set 
is  enclosed  in  a  neat,  well-constructed  oak  cabinet,  provided 
with  a  hinged  cover.  This  cover  is  provided  with  a  glass  win- 
dow, through  which  the  operation  of  the  mechanism  can  be  ob- 
served when  the  cover  is  closed.  The  mechanism  is  mounted 
upon  the  base  of  the  cabinet  and  is  readily  accessible  for  ad- 
justment, test  and  inspection. 

The  interrupter  is  operated  by  means  of  a  key,  or  push 
button,  which  closes  a  battery  circuit  containing  four  to  eight 
dry  cells.  The  number  of  cells  necessary  depends  upon  the 
number  of  bells  It  is  desired  to  ring.  It  is  recommended  that 
five  dry  cells  be  used,  which  will  efficiently  ring  fourteen  1000 


Fig. 


Open    View    .Showing    Mechanism. 


The  interrupter  is  so  adjusted  that  it  responds  at  once 
when  the  key  is  pressed,  closing  the  battery  circuit..  This  in- 
sures a  very  economical  current  consumption,  as  the  inter- 
rupter is  only   in  action   when  the  battery  circuit  is   closed. 


TO  LINC 

Fig.   3.     Circuit  Diagram. 

The  mechanism  is  practically  noiseless  and  sparkless.  All 
circuit  contacts  are  of  platinum.  While  the  mechanism  is 
sensitive,  it  is  built  in  a  substantial  manner  which  insures 
long  service  and  low  maintenance.  The  circuit  diagram 
shown  in  Fig.  3  shows  the  simplicity  of  the  circuit  and  the 
ease  with  which  it  can  be  connected. 


TRADE    NOTE. 

The  Westinghouse  Electric  &  Manufacturing  Company, 
of  Pittsburg,  Pa.,  has  recently  booked  several  large  orders  for 
small  power  motors.  These  include  1000  graphophone  motors 
for  the  American  Graphophone  Company;  500  %  h.p.  special 
a.  c.  motors  for  the  Electric  Renovator  Manufacturing  Com- 
pany; 500  1-S  h.p.,  110-volt,  60-cycle  DA  motors  for  the  1900 
Washer  Company,  450  1-15  h.p.  DA  motors  for  the  Wayne 
Manufacturing  Company,  and  624  %  h.p.  a.  c.  motors  for  the 
Hobart  Electric  Company  of  Troy,  Ohio. 


DecemUi  10,  1910] 


JOURNAL    OF    ELECTRICTY,    POWER    AND    GAS 


525 


\^ 


NEWS  NOTES 


FINANCIAL. 

KINGSBURG,  CAL. — The  Board  of  Trustees  passed  an  or- 
dinance providing  for  the  issuing  of  bonds  of  the  city  of 
Kingsburg  in  the  amount  of  $26,000  for  the  proposition  of 
paying  the  cost  of  a  certain  municipal  improvement  to  wit: 
For  the  proposition  of  paying  the  cost  of  the  acquisition, 
construction  and  completion  of  a  municipal  water  plant  for 
su|iplyiug  the  city  of  Kingsburg  with  water  for  domestic  and 
other  use  and  for  protection  against  fires,  including  water 
bearing  lands,  works,  pumps,  reservoirs,  pipes,  mains,  laterals, 
lire  hydrants,  cut-offs,  taps  and  service  pipes. 

MONTEREY,  CAL. — The  controlling  interest  in  the  Mon- 
terey County  Gas  &  Electric  Company  has  been  bought  by 
interests  represented  by  F.  G.  Baum  of  San  Francisco,  who 
is  to  have  entire  management  of  the  electric  and  gas  plants 
at  Monterey,  the  electric  railway  between  Del  Monte  and 
Monterey  and  the  electric  light,  gas  and  water  plants  at  Sa- 
linas. The  steam  plant  at  Salinas  is  to  be  taken  out  of  com- 
mission and  a  tie  line  built  from  the  steam  turbine  plant  at 
Monterey,  an  assessment  of  $3.00  per  share  having  been 
levied  to  carry  on  the  work.  Extensive  improvements  are 
also  to  be  made  in  the  Salinas  water  system.  The  purchase 
price  is  believed  to  be  about  $900,000. 


INCORPORATIONS. 

CONNELL,  WASH. — The  Enteriirise  Tele]}h()ne  Company 
has  been  organized  by  W.  H.  Welch  In  l}uild  a  line  south  of 
the  city. 

SEATTLE,  WASH. — The  Bellevue  Electric  Company,  cap- 
ital $500,000,  has  been  incorporated  by  E.  P.  Morgan.  H.  L. 
Collier  and  Fi'ank  J.  Maron,  to  construct  an  electric  line 
from  Bellevue  to  Lake  Samraamish. 

TACOMA.  WASH. — Articles  of  incorporation  have  been 
filed  with  the  county  auditor  by  the  Mt.  Tacoma  Telephone  & 
Telegraph  Company,  capital  stock  $3000.  The  trustees  are 
A.  E.  Dye,  Isabella  Dye  and  Charles  C.  Biggs. 

ONTARIO,  CAL.— The  West  Ontario  Mutual  Water  Com- 
pany has  been  incorporated  with  a  capital  stock  of  $10,000. 
The  directors  are:  N.  H.  Garrison,  J.  W.  Fulton,  R.  B. 
Campbell  and  others.  The  purpose  of  the  new  company  is 
to  purchase,  develop,  sell  and  distribute  domestic  and  irri- 
gating water. 

SPOKANE,  WASH.— The  Washington  Consolidated  Tele- 
graph &  Telephone  Company,  capital  $1,000,000,  has  been  in- 
corporated by  Fred  Howes  of  Burlington,  Vt.:  H.  H.  Rey- 
nolds of  Peterboro,  N.  H.,  and  C.  M.  Cooley  of  Spokane.  It 
is  proposed  to  acquire  holdings  of  a  number  of  smaller  tele- 
phone companies  in  this  vicinity. 

LOS  ANGELES,  CAL.— H.  E.  Huntington  has  created  a 
new  corporation,  The  City  Railway  Company  of  Los  Angeles. 
The  mission  of  the  new  corporation  is  to  build  extensions  and 
new  lines  for  the  Los  Angeles  Railway  Corporation  and  the 
Huntington  Company,  controlling  all  of  the  city  street  car 
lines.  The  directors  of  the  new  company  are  Howard  E. 
Huntington,  G.  C.  Ward,  C.  A.  Henderson,  J.  E.  Brown,  W.  E. 
Dunn,  S.  M.  Haskins,  Albert  Crutcher. 

PAYETTE,  IDAHO.— Articles  of  incorporation  have  been 
filed  here  for  the  Salmon  Falls  Light  &  Power  Company. 
The  principal  line  of  business  of  the  company  is  furnishing 
light  and   power   for  flour  mills  and   saw  and   planing  mills. 


The  capital  stock  is  $100,000,  divided  into  1000  shares  of  the 
par  value  of  $100  each.  Mr.  Wright  states  that  they  have  a 
power  site  whereby  they  can  develop  from  2300  to  3000 
horsepower  and  that  they  can  obtain  a  working  head  of  one 
hundred  and  twenty-three  feet  when  fully  developed. 

SAN  FRANCISCO,  CAL.— Articles  of  incorporation  of  the 
Western  States  Gas  &  Electric  Company,  have  been  filed,  in 
which  the  capitalization  of  the  corporation  is  fixed  at  $1.5,- 
000,000,  divided  into  $10,000,000  preferred  and  $5,000,- 
000  common  stock.  The  organizer  of  this  corporation  which 
proposes  to  operate  in  California  on  a  large  scale.  Is  the  firm 
of  H.  M.  Byllesby  &  Co.  of  Chicago.  The  purpose  of  the  cor- 
poration, as  stated  by  the  Byllesby  representative  here,  Pi'ed 
Vv'.  Stearns,  is  to  take  over  the  gas  and  electric  companies 
which  this  firm  has  already  purchased  in  California  and  such 
other  properties  as  they  expect  to  acquire  in  the  future.  The 
principal  holdings  of  this  firm  in  California  at  present  are  the 
Stockton  Gas  &  Electric  Company,  which  was  recently  pur- 
chased, and  the  Richmond  Electric  Company.  Negotiations 
are  pending  for  the  acquisition  of  the  Eureka  Gas  &  Electric 
Company.  The  Byllesbys  also  own  the  San  Diego  gas  works. 
In  the  Northwest  they  have  several  properties,  including  the 
gas  company  at  Tacoma. 


TRANSPORTATION. 
VICTORIA,  B.  C— The  B.  C.  Electric  Company  has  located 
the  line  of  its  proposed  road  to  the  Saanich  peninsula. 

SAN  RAFAEL,  CAL.— George  D.  Shearer  has  been 
granted  a  franchise  to  operate  an  electric  street  car  system 
in  this  city. 

SAN  FRANCISCO,  CAL.— The  Board  of  Works  awarded 
a  contract  to  the  Pennsylvania  Steel  Company  to  furnish  a 
consignment  of  rails  for  the  Geary  Street  Railroad,  the  [irice 
being   $88,943. 

ALBANY,  ORE.— The  City  Council  of  Lebanon  has  granted 
the  Albany  and  Interurban  Railway  Company  a  franchise 
through  that  city.  This  line  will  run  from  Albany  to  Sweet 
Home  via  Lebanon,  thence  across  to  Holley,  down  to  Browns- 
ville and   back   to  Albany. 

VANCOUVER,  B.  C— The  survey  has  been  completed  for 
the  construction  of  the  inoposed  electric  railway  system  from 
Bakerville  to  Fort  George,  distance  150  miles.  Mr.  Murphy 
of  Vancouver  is  in  charge  and  construction  work  will  start 
i.'i  the  spring.  A  water-power  plant  will  be  constructed  to  sup- 
ply electricity. 

TUCSON.  ARIZ— To  make  arrangements  for  the  con- 
struction of  the  street  car  line  extension  from  the  present 
Third  street  terminus  to  a  point  on  Speedway  about  two 
miles  from  the  city,  E.  R.  Sanderson,  a  representative  of  the 
controlling  company,  of  which  the  Tucson  Rapid  Transit  Com- 
p.auy  is  a  siibsidiary,  is  on  his  way  to  Tucson  from  the  East. 

OAKLAND,  CAL.— Rejecting  the  application  of  the  Oak- 
land Traction  Company  for  a  franchise  on  several  streets  of 
the  city,  the  Council  has  voted  not  to  consider  the  matter 
until  the  railroad  company  had  segregated  its  requests.  The 
application'  was  for  a  franchise  on  portions  of  Hopkins  street, 
Peralta  avenue.  San  Pablo  avenue.  Market  street.  Fifty-fifth 
street,  Clay  street.  Eighth  street,  Thirteenth  street  and  Wash- 
ington street.  Councilman  Albert  H.  Elliott  challenged  the 
form  of  the  application,  which  he  said  would  call  for  a  blan- 
ket ordinance.     Admitting  that  a  franchise  on  Hopkins  street 
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iiiiglH  be  desirable  he  stated  that  there  might  be  some  ob- 
jection to  converting  Clay  street  into  a  railway  thorough- 
fare. Any  further  application  by  the  traction  company  for 
its  franchises  will  now  come  under  the  provision  of  the  new 
charter.  The  granting  of  a  50-year  franchise  would  be  thus 
blocked  until  July  1,  when  the  charter  goes  Into  effect. 

PORTLAND,  ORE.— The  Portland  Railway,  Light  & 
Power  Company  is  preparing  to  improve  Its  car  service  on 
the  east  side  by  providing  greater  power.  Plans  for  the  con- 
slruction  of  a  sub-station  at  East  Sixtieth  and  Stark  streets 
have  been  filed.  The  new  power  plant  will  be  housed  in  a 
one-story  brick  building.  The  company  will  expend  about 
$40,000  for  rotary  generators  and  other  electricity  making 
machinery  to  be  installed  in  the  new  station. 

SACRAMENTO,  CAL. — The  Northern  Electric  Company, 
operating  from  Sacramento  to  Marysville  and  Chlco,  is  clos- 
ing a  deal  for  the  purchase  of  the  George  Bryte  ranch  in 
Yolo  county  across  the  Sacramento  river  from  Sacramento,  for 
a  terminal  to  be  known  as  West  Sacramento.  The  terminal 
of  the  road  will  be  on  the  other  side  of  the  river  and  shops, 
switching  yards,  etc.,  will  be  laid  out  there.  Wharves,  docks 
and  warehouses  will  be  built  along  the  river  front,  which 
the   company  owns. 

SACRAMENTO,  CAI^. — In  accordance  with  its  franchise 
the  Northern  Electric  Company  will,  it  is  announced,  begin 
its  local  service  on  Eighteenth  and  D  streets  and  Eighth  and 
J  streets.  The  tracks  of  the  company,  going  out  I  street 
have  been  laid,  and  according  to  the  provision  of  the  fran- 
chise, the  company  must  start  a  20-minut«  service  on  the 
line.  Melville  Dozier,  assistant  general  manager  of  the  com- 
pany, says  that  a  style  of  car  the  same  as  used  on  the  Los 
Angeles  street  car  system  will  be  used  by  the  Northern  Elec- 
tric Company. 


TRANSMISSION. 
HAXFORD,  WASH.— The  transmission  line  from  the  local 
plant  of  the   Pacific   Light   &   Power  Company  will   probably 
I'e  extended  south  to  Richland  and  possibly  to  Kennewick. 

CHEHALIS,  WASH.— It  is  reported  that  blue  prints  and 
lilans  are  in  progress  for  the  construction  of  a  new  power 
plant  in  the  Big  Bottom  country  for  the  Valley  Development 
Company,    work    to    start    February    1. 

TACOMA.  WASH.— Pierce  County  Commissioners  have 
granted  Seattle-Tacoma  Power  Company  a  franchise  to  string 
a  high-power  transmission  line  five  miles  long  from  the  south 
lioundary  of  Puyallup  Indian  Reservation  to  North  Puyallup. 

AMERICAN  FALLS,  IDAHO.— Final  arrangements  have 
been  made  for  increasing  the  capacity  of  the  American  Falls 
plant  of  the  Idaho  Consolidated  Power  Company  from  3000  to 
:i().000,  work  to  commence  in  the  near  future.  Gov.  James 
H.  Brady  is  president  of  the  company. 

GREENWILLE,  CAL.— The  Indian  Valley  Light  &  Power 
Company  is  about  to  make  extensions  in  their  transmission 
system.  Taylorsville.  Crescent  and  Seneca  will  be  benefitted 
by  these  improvements.  The  company  is  having  plans  made 
for  a  larger  power  plant.  O.  C.  Pratt.  Crocker  Building.  San 
Fiancisco,  is  general  manager. 

WTNNEMUCCA,  NEV.— George  Wingfield  has  completed 
tlio  |)urchase  of  three  ranches  on  the  South  Fork  of  the  Hum- 
boldt river,  with  all  water  rights  connected  with  them,  and 
intends  to  begin  the  construction  of  a  big  power  plant  for  the 
operation  of  a  reduction  plant  for  the  Buckhorn  mines.  He 
will  first  build  a  dam  TOO  feet  high,  which  will  cost  $150,000 
at;d  which  will  back  the  water  up  into  a  big  reservoir.  This 
will  provide  all  the  water  necessary  for  generating  electric 
])ower. 


WHITE  BLUFFS,  WASH.— Construction  work  on  the 
power  line  from  the  Hauford  plant  to  Richland  and  Kenne- 
wick will  be  started  this  winter  to  furnish  power  for  irriga- 
tion along  the  Columbia  River  from  this  place  to  Priest 
Rapids. 

SONORA,  CAL. — The  National  Park  Electric  Power  Com- 
pany has  filed  a  complaint  in  the  Superior  Court  of  Tuolumne 
County  against  the  city  and  county  of  San  Francisco  to  re- 
strain it  from  diverting  10,000  miner's  inches  of  water  imme- 
diately above  the  plaintiff's  point  of  diversion  near  the 
Yosemite  National  Park  boundary.  The  company  claims  a 
flow  of  25,000  inches  in  Tuolumne  river  and  if  San  Fran- 
cisco is  allowed  to  divert  her  claim  of  10,000  inches,  the 
plaintiffs  will  be  wholly  deprived  of  their  rights. 


ILLUMINATION. 
CLARKSTON,  WASH.— Wm.  H.  Galrani,  representing  the 
Pacific  Light  &  Power  Company,  has  applied  for  a  gas  fran- 
chise in  this  city.    If  the  franchise  be  granted,  the  company 
plans  to  begin  construction  within  six  months. 

TWIN  FALLS,  IDAHO.— The  Council  has  passed  an  ordi- 
nance granting  to  Earl  E.  Miller,  the  right  to  construct  and 
operate  works  for  the  manufacture  of  gas,  and  the  laying 
down  of  gas  mains,  pipes,  and  conduits  in  and  along  several 
streets,  alleys,  avenues  and  public  places  for  the  distribution 
of  gas  in  Twin  Falls. 

HERMISTON,  ORE. — An  ordinance  has  been  passed  grant- 
ing to  B.  A.  Chisholm  and  G.  A.  Chisholm.  a  franchise  for 
erecting  and  maintaining  and  operating  an  electric  lighting 
and  power  system,  and  erecting  and  maintaining  poles  and  wires 
in,  along  and  upon  and  over  the  alleys,  streets  and  public 
grounds  of  the  city  of  Hermiston. 


WATERWORKS. 

YUCAIPA  CITY,  CAL.— General  Manager  Atwood  of  The 
Land  &  Water  Co.,  is  having  plans  made  for  the  extension 

of   the   water   system. 

MEDFORD,  ORE.— The  City  Council  has  awarded  to 
James  A.  Mear  of  Portland  the  contract  for  the  construction 
of  the  new  water  system. 

PORTOLA,  CAL. — The  Portola  Water  Company  has  ap- 
plied to  the  Board  of  Supervisors  for  a  franchise  to  lay  pipes 
and  water  mains  in  the  streets  and  alleys  of  the  town  of 
Portola. 

OAKLAND,  CAL. — This  company  has  let  a  contract  to 
Crane  &  Company  for  30  miles  of  pipe,  which  will  mark  the 
beginning  of  the  system  in  the  East  Oakland  division.  The 
shipping  of  this  material  is  to  commence  within  three  days 
and  the  work  of  installing  the  pipe  will  begin  as  soon  as  it 
arrives.    It  will  vary  in  size  from  4  to  12  inches. 

SAN  LUIS  OBISPO,  CAL.— The  action  by  the  Board  of 
Trustees  at  their  meeting  last  week  in  accepting  the  propo- 
sition, made  to  them  by  Frank  Tate,  who  owns  lands  and 
rights  needed  by  the  city  of  San  Luis  Obispo  for  a  greater 
water  system,  shows  a  fine  prospect.  It  will  permit. the  trus- 
tees to  proceed  at  once  with  the  work  of  building  a  new  res- 
ervoir. 

PROSSER,  WASH.— Secretary  Ballinger  has  awarded  the 
cnntracts  for  the  work  on  the  Prosser  division  of  the  Sunny- 
side  unit  of  the  Yakima  irrigation  project  as  follows:  Orrin 
H.  Stratton  of  Spokane,  four  bridge  spans,  $12,000;  Bernard 
Bros.,  of  Prosser,  trench  and  canal  excavations,  $18,830;  Pa- 
cific Tank  &  Pipe  Company  of  Portland,  wood  stave  pipe,  $18,- 
972.  The  diversion  dam  and  steel  flumes  will  be  built  imder 
force  account. 
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SPOKANE'S  ELECTRICAL  PUMPING  STATION 


BY  ALEXANDER  J.   I.INUSAY. 


The  question  of  water  supjily  for  an}'  municipality 
is  an  important  problem.  This  is  especially  true  if  the 
city  is  rapidly  increasing  in  population  and  provision 
must  be  made  for  future  jjrowth.  One  of  the  best  ex- 
amples illustrating  this  problem  is  the  city  of  Spokane, 
Washington,  which  has  just  completed  the  fifth  addi- 
tion to  its  pumping  stations  within  26  years. 


The  growth  of  the  city  was  up  the  river  toward 
the  cast  and  the  city  grew  so  rapidly  that  in  1894  the 
original  station  had  become  so  inadequate  and  the 
waters  of  the  river  so  exposed  to  pollution  that  it  be- 
came necessary  to  build  a  bett.er  and  larger  plant  five 
miles  above  the  center  of  the  city.  At  this  point  the 
river  had  a  natural  fall  of  about   14  ft.     At  the  upper 
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Exterior    o(   Spokane    Pumping-    Slatiou,    Xew    KU.m  u  icallj     opc-rattd   Adilition    cjn    lliu    1;il;1iI. 


The  original  settlement  of  Spokane  was  made 
on  the  Spokane  river  at  the  site  of  Spokane 
Falls.  The  original  ]inblic  water  supply  was  built 
in  1884,  and  consisted  of  a  small  pumping  plant 
situated  in  a  flour  mill.  A  few  hundred  feet  of 
pipe  were  laid  through  the  most  populous  part  of  the 
village.  These  pumjis  had  a  capacity  of  350,000  gal. 
per  day  and  were  operated  by  hydraulic  turbines  which 
received  their  power  from  Spokane  Falls.  It  is  inter- 
esting to  note  that  this  original  equipment  is  still  in 
service  doing  duty  as  a  portion  of  the  newer  and  en- 
larged system.  It  serves  to  supply  water  from  the  low 
pressure"  system  to  the  highest  points  of  the  city, 
which  have  rapidly  grown  as  a  residence  section.  How- 
ever, these  will  soon  l)e  displaced  by  motor  driven  two- 
stage  centrifugal  pumps,  which  are  to  be  installed. 


end  of  this  fall  a  rock-filled  dam  Was  built  which  some- 
what increased  the  head  and  also  provided  a  certain 
amount  of  storage.  The  water  from  this  pond  was 
carried  through  an  earthen  ditch  for  about  a  quarter 
of  a  mile  to  the  gates  immediately  above  the  pumping 
station.  From  here  the  water  was  conducted  by  means 
of  riveted  steel  flumes,  12  in.  in  diameter,  to  a  series 
of  vertical  turbines,  which  were  connected  to  pumps 
en  the  floor  above  by  means  of  shafting  and  gearing. 
As  this  plant  was  far  above  the  city  the  river  water 
was  absolutely  free  from  contamination.  The  plant  had 
a  capacity  of  10,000,000  gal.  daily,  which  at  that  time 
was  considered  ample  for  Spokane  for  many  years  to 
cimie. 

The  adequacy  of  the  water  sujiply  was  based  upon 
the  experience  of  eastern  cities  and  their  normal  factor 
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Cross   Section    of   Spokane   I'umpinj?   Station. 


cif  growth.  lUit  S])ukane  grew  much  faster  than  the 
crdinary  coniinunity  and  as  early  as  1898  it  was  nec- 
essary to  add  a  new  4,500,000  gal.  pump.  This  addi- 
tion helped  out  temporarily,  but  in  another  four  years 
it  was  necessary  to  add  two  2.500.000-gal.  pumps. 
These  were  driven  by  the  same  turbines  which  oper- 
r.lcd  the  original  pumps  for  it  was  found  that  the 
wheels  had  ample  capacity  to  carry  the  added  load. 

As  the  city  grew,  the  hills  south  of  the  business 
section  were  soon  occupied  and,  as  the  elevation  of 
these  was  too  great  to  be  served  by  the  same  system 
which  furnished  water  to  the  rest  of  the  city,  it  be- 
came necessary  to  build  two  auxiliary  pumping  sta- 
tions, one  at  I'^ifth  avenue  and  Pine  street  and  the 
other  on  Bishop  Court  near  Monroe  street.  These 
su])plied  2,500,000  gal.  a  day  from  the  low  presstire 
system  to  the  hill  section.  These  pumps  were  driven 
l)y  electric  motors.  An  attempt  was  made  to  in- 
still high  pressure  pum])S  in  the  main  station 
on  the  river  bank  but  it  was  found  that  the 
old  low  pressure  force  main  was  not  capable 
of  withstanding  the  high  pressure  necessary  to  reach 
the  hill  sections  rjf  the  city.  At  the  time  this  attempt 
was  made  a  new  30  in.  riveted  steel  low  pressure  force 
main  and  a  20,000.000  gal.  reservoir  were  built  for  the 
low  pressure  service  and  four  2,500.000  gal.  pumps 
were  installed  in  the  river  station.  The  addition  of 
these  pumping  units  carried  the  total  capacity  of  this 
system  up  to  29,500,000  gal.  ]icr  day  and  the  low^  pres- 
sure system  of  the  city  was  in  splendid  shape  so  far 
as   quantity   was   concerned. 

During  all  this  time  the  valley  of  the  Spokane 
river  was  being  rapidly  settled  and  the  small  town  of 
Cocur  d'Alene.  situated  where  Lake  Cocur  d'Alene 
empties  into  the  Spokane  river,  was  rapidly  becoming 
a  city.  This  condition  existing  above  the  point  where 
the  water  supply  for  Spokane  was  secured  naturally 
tended  to  jco])ardize  its  purity  and  city  officials  even- 
tually found  it  necessary  to  condcnni  the  source  of 
water  supply.  .\t  first  it  seemed  pn  livable  that  a  new 
and  entirely  different  source  would  have  to  be  sought 
and  the  existing  pumping  stations  abandoned. 


During  the  construction  of  the  up  ri\er  pumping 
station  it  became  necessary  to  dig  pits  for  placing 
foundations  and  it  was  found  that  the  water  rose  in 
these  pits  to  a  considerable  height  suggesting  that 
there  was  a  source  of  water  supply  either  entirely  sep- 
arate from  the  river  or  else  being  sup])lied  by  infiltra- 
tion. ^^^^en  it  became  necessary  to  seek  a  new  supply 
a  thorough  investigation  of  the  quantity  and  character 
of  the  tmderground  water  supply  was  made.  Test 
wells  were  sunk  at  various  points  from  Coeur  d'Alene 
Lake  down  the  river  to  the  water  works.  Analyses 
of  the  water  obtained  from  thesv?  wells  showed  it  to 
l>e  dififerent  from  the  water  of  the  Spokane  river.  It 
was  clear  and  pure  and  the  only  objectionable  feature 
was  the  hardness.  It  was  thought  that  a  sufficient 
supply  could  be  obtained  from  this  source,  but  to  make 
certain  before  too  great  an  expenditure  was  made  a 
large  w^ell  30  ft.  in  diameter  was  excavated  back  of 
the  main  pumping  station.  Two  centrifugal  pumps 
with  a  capacity  equal  to  that  of  all  the  pumping  ma- 
chinery in  the  city  were  connected  to  this  well  and 
operated  for  a  long  time.  While  the  level  of  the 
water  in  the  well  was  lowered  to  some  extent  during 
pumping,  it  immediately  rose  when  the  pump  was  shut 
down  and  it  was  evident  that  the  well  had  more  than 
sufficient  capacity  to  amply  supply  the  city.  This 
well  was  connected  to  the  pumps  in  the  river  station 
and  this  supply  was  substituted  for  that  from  the  river. 
In  the  spring  of  1908,  the  demand  for  water  having 
again  reached  the  capacity  of  the  installed  pumps,  the 
two  remaining  wheels  in  the  old  station  were  loaded 
with  two  additional  pumps  of  2.500.000  gal.  capacity 
each  bringing  the  total  capacity  of  the  station  to  24,- 
500.000  gal.  per  24  hours.  While  this  helped  out  tem- 
fiorarily  it  was  apparent  that  additional  facilites  would 
have  to  be  supplied  and  plans  were,  therefore,  put  un- 
der way  to  meet  the  requirements. 

It  was  decided  that  it  would  be  best  to  dig  a  new 
well  tapping  the  underground  supply  and  to  build  an 
electrically  operated  pumping  station,  as  the  power 
supply  obtained  from  the  river  was  in  use  to  its  limit. 
The  installation  of  these  three  motor  driven  centrif- 
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Motijr--Iiiiven    Centrifugal    Pumps    in    Spokane    Pumping 


ugal  punipint;  units  has  just  been  completed  and  is  of 
particular  interest  as  demonstrating^  the  possibilities 
of  this  class  of  machinery  for  supplying-  water  to  large 
municipalities. 

Pumping  Station. 

The  new  pumping  station,  which  is  cntircK-  in- 
dependent of  the  older  station,  is  absolutely  fire  proof, 
being  Iniilt  with  concrete  foundations  and  steel  and 
brick  super-structure.  It  is  supported  on  piling  capped 
with  a  timber  grillage  all  of  which  is  below  low  water 
mark.  The  floor  of  the  pumping  station  is  itself  4  ft. 
below  high  water  mark.  Tn  order  to  insure  water  tight- 
ness the  basement  floor  and  the  walls,  to  a  height  of 
7  ft.  were  made  water  proof  bv  the  use  of  asphalt 
felt  and  asphaltum.  The  interior  walls  are  also  made 
more  imDcrvions  to  the  inseepage  of  water  bv  being 
plastered  with  a  coat  of  neat  cement  which  also  im- 
proves their  appearance.  The  interior  dimensions  of 
the  station  are  approximately^SiJ^  ft.  by  8i^  ft. 

The  three  pumping  units  now  installed  are  placed 
along  one  side  of  the  station  with  their  shafts  parallel 
to  each  other  and  at  right  angles  to  the  side  of  the 
station,  as  shown  in  the  accompanying  drawing.  They 
are  spaced  15  ft.  6  in.  on  centers.  Each  unit  consists  of 
a  900  h.p..  3  phase,  60  cycle,  2300  volt,  880  r.p.m. 
induction  motor  direct  connected  to  two  14  in.  two- 
stage  centrifugal  pumps. 

Inasmuch  as  this  equipment  is  representative  of 
the  most  advanced  procedure  in  this  class  of  pumping 
equipment,  a  detailed  description  of  both  the  pumps 
and  motors  may  be  interesting.  Each  centrifugal  pump 
is  of  the  .^llis-Chalmers  two-stage  single  end  suction, 
horizontal  shaft  type.  It  is  supported  by  brackets, 
cast  integral  with  the  casing,  which  rest  upon  and  are 
bolted  to  a  base  plate.  The  shaft  is  made  of  open 
hearth  steel  and  is  amply  large  to  carry  the  maximum 
loads  without  serious  deflection.  The  impellers,  which 
are  of  the  enclosed  type,  are  made  entirely  of  bronze, 
and  are  fastened  to  the  shaft  by  means  of  a  feather 
key  and  nut.    A  bronze  sleeve  is  also  used  to  protect 


that  i)ortion  of  the  shaft  exposed  to  the  action  of  the 
water.  A  stationary  guide  passage  is  placed  between 
the  two  impellers,  its  function  being  to  take  the  water 
from  the  tips  of  the  vanes  of  one  impeller  and  deliver 
it  through  suitably  shaped  passages  to  the  inlet  side 
of  the  succeeding  impeller.  The  last  impeller  dis- 
charges in  a  radial  direction  through  guide  vanes  into 
the  casing.  A  lialancing  disc,  connected  with  both 
the  suction  and  discharge  sides  of  the  pump,  maintains 
?.  jiractically  perfect  running  balance.  The  liearings 
;irc  of  the  ring  oiled  type  lined  with  composition  and 
the  oil  is  supplied  from  a  large  oil  reservoir.  Stuffing 
boxes  on  both  the  discharge  and  suction  sides  of  the 
pump  are  provided  with  bronze  water  sealing  rings 
to  prevent  ingress  of  air. 

The  motors  are  of  Allis-Chalmers  standard  design. 
They  receive  3-phase,  60  cycle  current  at  2300  volts 
and  will  deliver  900  h.p.  when  making  880  r.p.m.  The 
laminations,  from  which  the  stator  core  is  built  up, 
are  suported  in  a  substantial  cast  iron  yoke  which  holds 
them  securely  in  position.  Cored  openings  are  pro- 
vided in  this  yoke  and  allow  free  circulation  of  air 
around  the  core  and  coils.  Large  ventilating  ducts  are 
provided.  Special  care  is  taken  with  insulation,  and 
the  copper  is  so  designed  as  to  give  a  very  cool  run- 
ning motor. 

The  starting  devices  furnished  with  each  motor 
include  a  bank  of  cast  iron  resistance  grids  mounted  in 
an  expanded  metal  case  and  arranged  for  connection 
with  the  collector  rings.  The  resistance  of  the  grids 
is  such  that  a  period  of  two  minutes  may  be  consumed 
in  bringing  a  motor  up  to  full  speed  with  a  tempera- 
ture rise  in  the  resistance  not  exceeding  175  degrees. 
The  starters  cut  out  this  resistance  in  steps  to 
secure  proper  acceleration  of  the  motor.  The  collector 
rings  are  short  circuited  by  a  manually  operated  device 
when  the  motor  is  up  to  full  speed. 

Heavily  insulated  lead  covered  cables  placed  in 
the  concrete  floor  connect  the  motors  to  the  switch- 
board.    Similar  cables  carried  in  conduits  in  the  wall 
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Plan    of   Spokane    Punipiiig   Station. 


of  the  building-  connect  the  transformers  to  the  switch-  panels  of  blue  Vermont  marble  mounted  on  an  iron 
board.  frame  work  which  leaves  a  space  of  25  in.  between 
As  will  be  noted  by  reference  to  the  drawin,<^,  the  the  bottom  of  the  board  and  the  floor.  On  the  switch- 
switchboard  is  riiluated  at  one  side  of  the  station  with  i)oard  are  mounted  an  ammeter,  an  integrating  watt- 
the  high  ten>ion  oil  switches  in  concrete  cabinets  meter,  a  volt  meter  and  various  other  necessary  in- 
back  of  it.  The  transformers  are  placed  in  one  corner  struments.  Three  1000  k. v. a  oil  insulated  water  cooled 
of  the   room.     The   switchboard   is   made   up   of   four  single-phase  transformers  change  the  13,200  volt  line 
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current  to  2300  volts  for  (lie  station  service.  Taps  are 
provided  on  both  windings  which  give  approximately 
3.  6  and  9  per  cent  lower  voltages.  Transformers  are 
connected  in  delta  with  a  grounded  neutral  so  that  if 
one  should  fail  it  can  be  disconnected  by  means  of 
switches  and  the  station  operated  at  one-half  capacity 
on  the  two  remaining  transformers. 

Piping. 

From  the  supply  well  two  suction  pipes,  arranged 
with  foot  valves,  lead  to  the  station  and  form  a  loop 
around  the  pumps.  If  it  should  be  necessary  at  any 
time  to  repair  one  of  these  lines  the  total  water  supply 
of  the  station  can  be  taken  from  the  other.  The  suc- 
tion pipes  are  carried  from  the  well  to  the  station 
through  a  concrete  tunnel  which  is  sufficiently  large 
to  allow  for  inspection  and  repair  of  the  piping.  The 
two  30  in.  suction  pipes  are  of  riveted  steel  with 
flanged  joints. 

The  discharge  pipes  are  all  of  cast  iron  and  are 
arranged  with  flanged  joints  throughout.  By  examin- 
ing the  drawing  showing  the  station  layout  it  will  be 
seen  that  ordinarily  both  pumps  of  a  set  will  discharge 
to  the  low  pressure  main.  With  this  arrangement  each 
unit  has  a  capacity  of  12,000,000  gal.  per  24  hours 
against  a  head  of  260  ft.  However,  in  case  of  tire  or 
other  necessity  for  a  higher  pressure,  the  discharge 
from  one  pump  of  the  unit  can  be  connected  to  the 
suction  of  the  other  pump  in  which  case  the  discharge 
of  the  second  pump  is  led  to  the  high  pressure  main. 
Under  these  latter  circumstances  the  units  have  a  ca- 
pacity of  7,500,000  gal.  per  24  hours  against  a  head 
of  430  ft.  Venturi  meters  are  placed  on  the  discharge 
of  both  the  high  pressure  and  low  pressure  lines. 

Although  the  station  was  designed  for  four  units 
only  three  have  as  yet  been  installed  and  the  fourth 
will  be  placed  in  position  wdien  needed.  After  oper- 
ating the  station  for  a  short  time  in  a  preliminary  way 
to  properly  make  adjustments,  it  was  put  in  regular 
service  and  has  been  delivering  water  to  the  city  for 
about  two  months.  Every  one  who  has  been  connected 
with  the  work  has  been  extremely  gratified  with  the 
success  which  has  attended  this  electrical  pumping 
equipment.  The  pumping  units  operate  with  practi- 
cally no  vibration  and  are  easily  regulated  to  maintain 
any  desired  pressure. 


ELECTRIC  VEHICLE  PUBLICITY. 

The  Electric  \'ehicle  Association  of  America  has 
appointed  a  publicity  and  advertising  committee  whose 
purpose  is  to  increase  the  use  of  the  electric  vehicle 
by  advertising  in  the  ptipular  magazines  and  the  trade 
publications.  Money  for  this  purpose  is  to  be  solicited 
from  central  stations  on  the  basis  of  1/25  of  i  per  cent 
of  the  gross  income  of  each  company,  a  like  amount 
also  being  anticipated  from  manufacturers.  This  com- 
mittee consists  of  N.  F.  Brady,  Samuel  Insull,  J.  B.  Mc- 
Call,  C.  L.  Edgar,  W.  W.  Freeman,  Charles  R.  Hunt- 
ley, Alexander  Dow,  George  H.  Harries,  Samuel  Sco- 
vil,  F.  W.  Frueauff,  H.  M.  Byllesby,  J.  G.  White,  A.  H. 
Ford,  T.  N.  McCarter,  Thomas  Dolan,  R.  F.  Pack,  Ar- 
thur B.  Lisle,  Marcy  L.  Sperry,  R.  M.  Searle,  John  B. 
Miller,  John  A.  Britton.  Alton  S.  Miller,  G.  W.  Brine. 


WATER  POWERS  OF  SOUTHERN   WASHING- 
TON. 

\\  ater  Supjily  I'ajjer  253  frnm  the  L^  S.  Geologi- 
cal Sur\ey  and  written  by  J.  C.  Ste\ens  is  the  first 
of  a  proposed  series  dealing  with  the  water  powers  of 
the  streams  flowing  from  the  Cascade  Range  in  Wash- 
ington and  Oregon.  Perhaps  no  area  in  the  United 
States  presents  more  favorable  opportunities  for 
water-power  development  than  that  traversed  by  the 
Cascade  Range.  The  general  elevation  of  the  summit 
of  the  range  is  from  6000  to  8000  feet,  and  many  of 
its  peaks  extend  into  the  region  of  eternal  snow. 
Among  these  peaks  are  Mount  Baker  (10,827  feet). 
Mount  Rainier  (14,363  feet),  Mount  St.  Helens  (9750 
feet).  Mount  Adams  (12,307  feet),  Mount  Hood  (11,- 
225  feet),  Mount  Jefferson  (10,300  feet),  Mount  Mc- 
Laughlin or  Pitt  (9760  feet),  and  Mount  Shasta  (14,- 
380  feet).  The  streams  draining  this  range  have  steep 
slopes  and  are  fed  during  the  low-water  period  by  the 
many  snow  banks  and  glaciers  that  mantle  the  high 
peaks  or  by  the  liberal  supplies  of  ground  water.  The 
],recipitation  on  the  area  is  abundant,  although  its 
distribution  is  by  no  means  uniform.  The  streams 
possess  the  requisite  properties  of  water-power  devel- 
opment— rapid  fall,  abundant  water,  and  comparative 
uniformity  of  flow;  and  the  almost  unlimited  re- 
sources of  timber,  mines,  and  soil,  as  yet  hardly 
touched,  afford  a  promising  market  for  these  water 
powers  and  fixes  for  them  a  high  potential  value. 

The  primary  source  of  rainfall  in  the  Pacific  States 
is  evaporation  from  the  Pacific  Ocean,  the  water  vapor 
being  carried  over  the  land  by  prevailing  westerly 
winds.  Whenever  the  moisture-laden  air  is  cooled  be- 
low the  point  of  saturation,  rain  falls,  and  no  precipi- 
tation can  occur  unless  the  air  is  thus  cooled.  The 
temperatures  over  the  ocean  are  not  nearly  so  variable 
as  those  over  the  land.  In  summer  the  land  is  rela- 
tively much  warmer  than  the  ocean,  while  in  winter 
the  reverse  is  true.  Hence  the  general  tendency  is 
for  the  water  vapor  to  be  carried  eastward  over  the 
mountains  in  summer  and  to  be  precipitated  on  them 
in  winter.     Thus  we  have  the  wet  aiid  dry  seasons. 

When  the  air  in  its  eastward  course  encounters 
the  western  slope  of  the  mountain  ranges  it  is  de- 
flected upward  into  regions  of  diminished  pressure. 
The  resulting  adiabatic  expansion  cools  the  air  and 
the  water  vapor  is  precipitated.  Thus  the  rainfall  on 
the  windward  side  of  the  range  is  much  greater  than 
on  the  leeward  side,  while  the  maximum  rainfall  prob- 
ably occurs  just  over  the  divide.  The  summit  of  the 
Coast  Range  receives  about  150  inches  of  rainfall  in  a 
year  and  the  Cascade  Range  about  100  inches.  Only 
al)out  5  per  cent  of  this  falls  during  the  summer 
months,  so  that  during  this  period  the  streams  draw 
upon  water  stored  in  the  ground  and  in  snow  banks 
and  glaciers  during  the  previous  winter.  The  low- 
water  period  therefore  occurs  just  before  the  fall  rains 
begin. 
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The  area  treated  in  this  paper  comprises  the  drain-  total  horsepower  lor  tlie  a\era<;c  miniimun  thscharge 

age  basins  of  Klickitat,   White  Sahiion,  Little   White  of  the  streams  as  surveyed  is  386,500. 
Salmon,  Lewis  and  Tontle  rivers  and  is  located  in  the 

.,,,.,,,  .        ,,,       ,  SUMMARV  ol-   W.\TI';i:-l'o\V10U  .SUUVKVS. 

southern   extremity   of  the  Lascadc   Range   in    Wash-  'L\<vai  ii.p. 

ington.     The  broad  crest  of  this  portion  of  the  divide  _,,^,.^^„„  „^.^^,.,„  Miles  sur-''''n,1nf.m.m 

lies  wholly  within  the  Columbia  and  Rainier  national  veyed.      iiLsciiargf. 

forests,   within   which  all  streams  of  the  region  have  wiau'^^'.saim.ir,' '.'.■.'.'.■.'.'.■.'.■.■.■.'.'.■.■.■.'.■.'.■.■.■.■.'.■    ll'.l  loG.'ooo 

their   SC)UrceS  mtle    white   S.-ilrnoji S.l  5,500 

,,"•,•',•        ,•  ,  ^,  ,  ,  Lewis    C5.0  78,000 

Special  investigations  made  on  these  streams  dur-  touUo  59.6  44.000 

ing  the  season  of  1909  form  the  basis  for  this  repor-t.  7^1  Isse^o 

Each  of  the  streams  investigated  is  considered  in  de- 
tail.     Descriptions  of  the  several   drainage  areas   are  It  would  probably  be  safe  to  add  about  8000  h.p. 

given,  together  with  profiles  of  the  streams  and  prin-  for  small  tributaries  and  portions  of  the  main  streams 

cipal  tributaries,  discharge  data,  and  a  detailed  com-  not  surveyed,  giving  in  round  numbers  395,000  horse- 

pilation  of  the  water  p<nvers  capable  of  being  devel-  power  for  the  streams  named   above.     The  principal 

oped  ;it  the  average  minimum  stage.    The  report  must  streams  not  surveyed  in  this  region  are  Wind  River, 

Le   considered    rather   as   an    inventory    of   the    latent  Washugal  River,  Salmon  River,  South  Fork  of  Lewis 

])o\ver  res(jurces  of  this  section  than  as  an  engineering  Ri\er,  Kalama  River,  South  Fork  of  Toutle  River,  and 

rejjort    on    feasible    jiower   projects.      It    is,    however.  Green  River.     The  aggregate  power  on  these  streams 

based  on  engineering  principles,  and  the  present  prac-  at  low  stage  is  probably  not  over  30,000  h.  p.,  making 

tices  of  water-power  development  have  been  given  due  a  grand  total  for  this  entire  area  of  425,000  h.p. 
consideration.  It  has  been  estimated  from  very  meager  data  that 

The  field  investigations  were  made  by  two  par-  the  total  water-power  in  the  Columbia  river  basin  will 
ties  of  four  men  each,  which  were  in  the  field  from  aggregate  10,500,000  horsepower  at  the  average  mini- 
July  I  to  ( )ctober  I.  One  party,  in  charge  of  H.  D.  mum  stage  of  the  rivers.  The  possible  water-power 
.Mc(  ilashaii,  junior  engineer,  United  States  Geological  development  of  the  region  under  discussion,  therefore, 
Sur\ey,  made  the  surveys  of  Klickitat,  White  Salmon,  is  only  4  per  cent  of  this  total.  At  present  the  water- 
and  Little  \\  liite  Salmon  rivers.  The  other,  in  charge  power  plants  in  operation  in  the  State  of  Washington 
of  C.  W.  llarri>,  instructor  in  hydraulics,  University  have  an  aggregate  rated  capacity  of  about  81,000 
of  Washington,  made  the  surveys  of  Lewis  and  Toutle  horsepower,  so  that  the  possible  development  in  this 
rivers.      Warren    O.    Harmon,    Charles    Leidl,    F.    W.  region  is  five  times  that  already  developed  in  the  State. 

Whalley    and  C.  F.  Holmes,  students  at  Washington  Conditions   Governing   Hydraulic    Development. 

State  College,  were  employed  as  rodmen.     A  map  and  ,,  ,  ,.,,,,. 

r;,        r         1       ;     „  1  I     1   i  rrom  the  standpoint  of  the  public  an  answer  to  the 

a   profile   of   each   stream   were   made   and   data    were  .  ^,  ^,  ^        .      , 

1,  „.„,!  „,  t     ti      A-c~„u^  t      u-     1       ■   ,-    ■  1  (luestion,  "How  much  water-power  is  there  on  a  cer- 

gathered  as  to  tlie  discharges  at  critical  points  m  each  '  .  '  .  .        *^  .  .,,.,-. 

1  „•     „  tr  ^„    ,.1  1   ,.       *u  111  liim  stream  or  in  a  certain  territory.''     is  of  great  im- 

drainage    area,      rrom    these    data     the     undeveloped  ,  , 

water-powers  have  been  computed.     Except  for  a  200-  P'^^'tance.      In    areas    where    great    water-powers    are 

h.p.   plant  at   Husum,  on   White  Salmon   River,  there  '^""^^"  ^°  ^"^'^^^  ^"^  public-service  corporations  are  ap- 

are  no  developed  powers  on  any  of  the  above-named  propnatmg  them  as   last  as  or    aster  than  a  market 

streams  "^''  t"*^"^  grows,  the  interest  ot  the  public  111  their  de- 

^n   presenting   the   power   statistics    the    average  ^  ^■•0?'"^"^  becomes  a  paramount  issue, 

minimum  flow  of  the  streams  lias  been  used.    The  av-  ,         \^'''  long-distance  transmission  of  electric  energy 

era^e  minimum  mav  be  defined  as  the  mean  discharge  Ij^^^^hanged  our  perspective  of  this  resource  amazingly 

for  the  lowest  week  in  each  year,  averaged  for  a  sue-  ^'"""^  ^^'^  '^"^  ^^"  y^^""     '^  ^^^  ^"^'^  ag°  ^'^^  use 

cession  of  vears,  sav  ten.     The  absolute  minimum  in  "[  water-power  was  hmited  to  the  immediate  locality 

a  ten-vear  cycle  might  be  as  low  as  a  third  or  a  fourth  ''^'^'^  '^  ^^^  developed.     Now  a  hydroelectric  plant 

of  the  average  minimum,  but  it  would  continue  only  for  ''^"  ^^""^^  ^'^^  industrial  and  community  needs  of  an 

one  or  two  days,  possibly  only  for  a  few  hours.  ""'^^  -°°  '"'^^^  °''  "^°^^  ^^°'"  '^-    ^^is  fact  makes  water- 
power  a  public  utility.     The  natural  laws  that  govern 

Summary  of  Results.  the  development  of  hydroelectric  powers  and  the  social 

Klickitat   river  leads  all  others   in   this  region  in  ;ind  industrial  conditions  that  supply  the  market  for 

oppoitunities  for  water-power  development.     Seventy-  them   make  consolidation  and   community  of  interest 

three   miles  of  the   main   river  were  surveyed   with   a  among  those  engaged  in  their  operation  inevitable.    In 

range  of  3255   feet  elevation..     The  river  next  in  im-  the  operation  of  power  plants  for  public  service  jt  is  of 

p<irtance   is    the    \Vhite    Salmon,    with   a    fall   of   2660  prime  importance  that  continuity  of  service  be  assured. 

leet    111   32    miles.      Lewis   river   was   surveyed   for   51  The  natural  conditions  of  stream  flow  make  it  almost 

miles,  in  which  distance  a  fall  of  1495  feet  was  found,  impossible  for  a  single  plant  depending  on  water-power 

I  outle  river  is  54  miles  long,  the  entire  length  being  alone  to  insure  continuous  service.     Hence  the  neces- 

mai)pcd.     It  has  a  fall  of  3153  feet.     Little  White  Sal-  sity  that  one  company  should  operate  several  plants. 
moil  river  is  of  secondary  importance.     The  discharge  The  requirements  of  power  consumers  are  by  no 

is  Inw,  but  the  stream  has  a  steep  grade,  a  fall  of  1285  means  uniform.     They  vary  from  hour  to  hour,  from 

leet  being  found  in  the  8  miles  surveyed.  day  to  day,  and  with  the  seasons.  This  non-uniform  con- 

J  he  following  table  gives  a  summary  of  the  data  sumption  requires  that  a  certain  reserve  be  maintained 

obtained  during  the  season  of  1909  in  this  region.   The  at  all  times  to  meet  "peak  loads"  during  the  day  and 
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for  regular  and  extraordinary  demands  that  arise  from 
time  to  time.  Hence  even  where  one  company  oper- 
ates several  plants  it  is  virtually  required  to  maintain 
auxiliary  steam  plants  to  be  used  in  connection  with 
the  water-power  plants. 

From  the  standpoint  of  the  consumer  also,  whether 
an  individual,  a  company,  or  a  municipality,  there  is 
every  advantage  in  having  the  sources  of  power  under 
one  administration.  Efficiency  in  operation  and  econ- 
omy in  consumption  therefore  demand  consolidation 
of  interests.  Such  a  consolidation,  which  makes  for 
conservative  and  efficient  use  of  the  natural-power  re- 
sources, should  not  be  prevented.  The  public  con- 
cern, therefore,  must  be  aimed,  not  toward  prevention 
of  consolidation,  but  toward  prevention  of  the 
harm  to  the  public  interest  that  might  result  from 
an  unscrupulous  administration  of  such  a  con- 
solidation. The  solution  appears  to  lie  in  a  wise  legis- 
lative regulation  of  the  manner  in  which  power  privi- 
leges shall  be  acquired  and  power  plants  maintained 
in  order  that  the  consumer  shall  be  assured  the  neces- 
sary energy  at  a  reasonable  cost,  consistent  with  a 
ji'st  and  reasonable  income  on  the  investments  by  the 
power  companies. 

The  factors  that  govern  power  development  are 
three — (i)  the  volume  of  water  available,  {2)  the  fall 
through  which  this  water  can  be  utilized,  (3)  the  mar- 
ket for  the  power  when  developed. 

A  project  is  feasible  or  not  according  as  these 
factors  are  favorable.  The  market  feature  is,  of  course, 
independent  of  the  other  two  and  is  subject  to  evolu- 
tionary laws.  Therefore  in  a  public  inquiry  such  as 
that  covered  by  this  report  it  is  necessary  to  consider 
only  the  physical  features  of  discharge  and  fall,  and  to 
include  all  portions  of  a  stream  where  such  features 
make  power  development  possible.  Yet  a  consistent 
regard  must  be  had  for  practicability  of  development, 
and  some  standard  of  comparison  must  be  adopted. 

In  developing  power  plants  it  is  profitable  to  in- 
stall power  units  for  a  much  larger  amount  of  power 
than  that  represented  by  the  minimum  flow  of  the 
stream,  for  it  is  always  necessary  to  have  auxiliary 
steam  plants  which  can  be  used  to  tide  over  a  period 
of  shortage  of  water  and  are  called  on  for  the  peak 
loads.  The  interest,  depreciation,  and  maintenance 
charges  of  a  steam  plant  must  be  carried  in  conjunction 
with  the  fixed  charges  on  the  waler-pcnver  plant. 
Hence  the  excess  of  power  capacity  which  it  is  profit- 
able to  install  over  that  afforded  by  the  stream  in  ex- 
treme low  water  will  depend  on  the  relative  cost  of 
steam  and  water-power  and  on  the  peculiarities  of  the 
particular  market  served.  This  excess  may  var}'  from 
50  to  300  per  cent. 

In  presenting  general  power  statistics  it  is  impos- 
sible to  estimate  this  excess,  and  all  that  can  be  done 
is  to  state  the  power  for  the  average  .minimum  dis- 
charge of  the  stream  and  the  known  fall.  The  theoret- 
ical power  thus  obtained  is  arbitrarily  reduced  30  per 
cent  to  represent  "brake"  horsepower,  or  the  power 
that  could  probably  be  delivered  to  the  turbine  shafts. 
Where  special  studies  are  made  the  figure  so  derived 
can  be  increased  or  reduced  according  to  the  exigencies 
of  the  case. 


PROSPECTS  FOR  NEW  PRODUCTION  OF  GAS 
MAKING  OILS. 

BY    P.    \V.    PRUTZM.VN. 
fc^onclutiecl  1 

Coalinga    (See    Map    No.    5). 

In  this  field  we  have  two  sub-districts,  one  en- 
tirely separate,  the  other  two  not  yet  joined,  though 
work  is  proceeding  in  that  direction.  The  little  Home 
pool  was  long  ago  marked  out  by  a  complete  ring  of 
dry  holes,  and  there  are  no  prospects  whatever  for  ex- 
tensions, so  far  as  the  immediate  neighborhood  is  con- 
cerned. Two  rigs  are  at  w'ork  back  of  the  heavy  oil 
territory,  in  hopes  of  finding  extensions  of  the  "Home 
Sand,"  and  the  deeper  of  these  holes  has  reached  a 
depth  which  should  bring  it  close  to  this  sand,  if  in 
place.  No  results  are  yet  reported.  Home  oil  is  a 
green  oil  of  32  degrees  gravity. 


Any  northern  extension  of  the  East  Side  field 
seems  to  be  stopped  sharply  by  several  deep  failures 
on  Section  2.  \Miether  an  extension  will  be  found  to 
the  northwest  is  problematical,  though  some  work  is 
I'cing  done  in  that  direction.  Between  this  limit  and 
the  main  East  Side  field  there  is  quite  a  strip  of  proven 
territory,  but  this  is  almost  entirely  in  the  hands  of  two 
large  corporations,  and  does  not  cut  much  of  a  figure 
in  immediate  calculations.  To  the  east  no  limit  can 
yet  be  set,  but  wells  in  this  direction  are  rapidly  grow- 
ing deeper,  and  even  now  are  reaching  the  limit  of 
profitable  drilling.  The  same  may  be  said  of  the  work 
down  the  Coalinga  anticline,  or  South  East  Extension. 
A  large  amount  of  excellent  territory  has  been 
opened  up  by  the  work  done  in  the  last  four  or  five 
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years,  Init  drilling  is  so  deep  that  development  is  nec- 
essarily slow. 

Ill  the  main  portion  of  the  i'last  .Side  field,  two 
sections  to  the  west  are  largely  drilled  up,  and  are 
sharply  marked  at  their  western  side  by  the  cropping 
of  the  formation.  At  least  one  very  deep  well  failed 
t(i  find  a  lower  sand,  and  while  there  is  considerable 
territory  a  little  farther  east  yet  waiting  for  develop- 
ment, I  do  not  believe  that  considering  all  the  condi- 
tions, more  work  will  be  done  at  present  price  of  crude 
than  will  maintain  production  level.  I  look  to  see 
the  production  in  this  part  of  the  field,  taken  as  a 
v.'hole,    remain    about    stationary    so    long   as    present 


l)e  had  to  the  east  of  it  until  the  ape.x  of  the  Coalinga 
anticline  is  jiassed. 

.\t  the  south  end  section  6  appears  to  be  about 
the  limit,  though  it  is  possible  that  jiarts  of  7  and  8 
are  good — these  are  both  tied  up,  and  no  work^is  being 
done.  Work  in  the  Alcalde  group  has  resulted  in 
entire  failure,  and  nothing  is  to  be  expected  in  this 
direction  unless  it  is  found  that  the  sands  of  section 
6  extend  back  as  far  as  18. 

Even  the  bounds  set  leave  a  large  amount  of  un- 
drilled  territory,  capable  of  heavy  total  production, 
but  I  do  not  believe  that  any  particular  increase  of  out- 
put at  present  prices  is  imminent.    Most  of  the  smaller 


KERN  RIVER 


market  conditions  continue,  though  it  could  undoubt- 
edly be  increased  to  meet  a  more  active  demand. 

In  the  \\'cst  Side  field  we  have  shallower  wells,  as 
a  rule,  and  a  much  greater  number  of  operators.  This 
group  is  p'^etty  plainly  marked  oft'  at  its  western  edge 
by  tl".e  cropping  of  the  formation,  and  so  far  the  wells 
drilled  in  the  older  rocks  farther  back  ha\-e  not  been 
successful.  At  the  northeast  there  is  still  room  for  a 
small  extension,  if  it  should  be  found  that  the  sands 
continue  to  be  ])roductive  across  28  and  32-19-15. 
( )n  the  southeast,  two  wells  on  20  and  32-20-15,  though 
I)oth  had  oil,  do  not  seem  to  encourage  work  farther 
out,  as  l)oth  were  quite  deep  and  had  quantities  of 
water  at  the  brittom.  Further  north,  along  the  west 
line  of  Section  S,  work  done  lately  has  been  quite 
successful,  but  the  ground  east  of  this  does  not  look 
promising,  as  a  very  deep  hole  on  Section  4  has  not 
.shown  u]i  anything.  I  have  marked  in  this  limit  as 
doublful,  but  do  not  believe  that  much  production  will 


companies,  who  are  the  most  likely  to  force  produc- 
tion onto  a  falling  market  are  along  the  back  edge, 
where  the  new  work  has  not  been  profitable,  and  where 
the  possibilities  of  large  production  are  limited.  Most 
I  if  the  vacant  territory  to  the  east,  where  drilling  is 
deeper  and  production  larger,  is  in  the  hands  of  large 
ojierators  wdio  will  certainly  see  their  interest  in  hold- 
ing production  down  to  what  the  market  can  absorb. 

One  the  whole,  while  Coalinga  has  undoubtedly 
large  capacity  for  new  production,  which  can  be  drawn 
on  at  an.y  time,  I  do  not  believe  that  the  production 
will  be  allowed  to  increase  materially,  if  at  all,  while 
prices  remain  as  at  present. 

South  of  the  Coalinga  field,  some  work  is  going 
on  in  Jacalitos  and  in  the  Kettleman  Hills.  One  well 
ir,  Jacalitos  has  reached  a  great  depth,  and  is  said  to 
show  very  good  indications,  and  in  Kettleman  the 
prospects  are  good  for  the  opening  up  of  some  new 
territory.     Tn  cither  case,  however,  anything  new  will 
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be  very  deep,  and  development  correspondingly  slow, 
so  that  we  have  no  reason  to  expect  anything  which 
would  influence  prices  for  some  time  to  come. 

Kern  River  (See  Map  No.  6). 

On  reference  to  this  map  you  will  notice  two 
ddtted  lines,  coalescing  to  a  single  solid  line.  The  lat- 
ter marks  the  lower  limit  of  the  field,  beyond  which 
production  cannot  extend,  and  plainly  shown  l)y  a 
number  of  dry  or  valueless  holes.  Two  of  these  were 
\'ery  deep,  and  failed  to  find  a  lower  sand,  and  a  well 
now  drilling  on  the  bluff  south  of  the  river  does  not 
indicate  any  prospects  in  this  direction. 

The  inner  dotted  line,  taken  in  connection  with 
the  solid  line,  bounds  the  positively  proven  area,  and 
all  parts  of  the  area  included  are  capable  of  what  is 
called  good  production  in  this  field,  where  wells  are 
shallow  and  cheap.  Within  these  limits  there  are 
still  large  vacant  areas,  which  are  probably  capable 
of  about  as  much  production  as  any  other  parts  of 
the  field,  though  it  is  likely  that  near  the  edges  wells 
cannot  be  spaced  so  closely  as  in  the  heart  of  the 
proven  area. 

Between  the  two  dotted  lines  is  a  second  area  now 
giving  some  production  in  parts,  and  probably  capable 
of  producing  more  or  less  oil  over  most  of  its  extent. 
Just  how  valuable  this  territory  may  be  remains  to  be 
proven — only  a  small  number  of  wells  are  now  pump- 
ing, and  operations  here  have  met  with  some  draw- 
backs. 

Outside  of  the  outer  dotted  lines  any  production 
of  value  seems  doubtful.  Certainly  the  field  is  limited 
to  the  east,  at  the  point  "C,"  and  just  beyond  the 
points  marked  "A"  and  "B"  are  failures  of  sufficient 
depth  to  put  a  damper  on  any  further  work  in  this 
direction. 

In  spite  of  the  enormous  output  fmni  this  field  in 
the  past,  the  wells  have  proven  steady,  and  a  compara- 
tively small  amount  of  new  work  has  sufficed  to  main- 
lain  production.  How  long  this  will  continue  cannot  be 
stated  with  certainty,  but  it  is  probable  that  no  de- 
crease is  in  sight  for  some  time  to  come,  unless  it  be 
a  voluntary  one.  On  the  other  hand,  it  is  safe  to  .say 
that  there  will  be  no  sudden  increase,  as  the  produc- 
tion of  individual  new  wells  is  quite  small,  a  good 
deal  of  the  territory  in  the  heart  of  the  field  is  in  the 
hands  of  parties  who  develop  slowly,  and  a  great  deal 
of  new  work  would  be  required  to  bring  about  any 
increase  which  would  efifect  the  general  situation. 

McKittrick-Sunset  Territory  (See  Map  No.  7). 

At  l\TcKittrick  the  west  side  of  the  field,  and  a 
good  portion  of  the  eastern  margin,  were  long  ago 
marked  out  by  a  line  of  dry  holes,  and  attempts  made 
latelv  to  extend  the  main  field  to  the  east,  resulted 
in  entire  failure.  Dry  holes  limit  also  the  north  and 
south  ends  of  the  strip,  and  there  do  not  seem  to  be 
anv  hopes  of  extension  of  already  proven  ground,  nor 
of  a  connection  with  the  Midway  field. 

Considerably  east  of  the  main  field,  a  couple  of 
rather  shallow  wells  have  latelv  developed  some  very 
heavy  oil.  about  t_'  degrees,  but  the  production  iicr 
well  is  small,  and  this  territory  is  not  generally  consid- 
ered very  promising. 

The  little  group  southeast  of  the  main  field  seems 


to  have  struck  a  sort  of  stray  sand,  and  the  production 
is  small.  These  wells  were  drilled  about  ten  years  ago, 
and  no  attempt  has  ever  been  made  to  extend  this 
group. 

Though  the  area  of  the  McKittrick  field  is  small, 
the  wells  are  as  a  whole  productive  and  quite  depend- 
al)le.  It  is  probable  that  the  production  of  this  field 
will  remain  about  constant  for  some  time,  and  then 
gradually  decrease. 

Now  passing  Midway,  let  us  look  for  a  moment  at 
old  Sunset  field.  The  bulk  of  this  field  was  developed 
years  ago,  and  the  limits  to  the  southwest  plainly 
marked  by  a  large  number  of  dry  holes.  Close  to  these 
hmits  the  wells  were,  as  a  rule,  shallow  and  quite  pro- 
ductive, a  hundred  barrels  a  day  from  an  800  ft.  well 
being  not  uncommon — this  of  an  oil  ranging  from  1 1 
to  14  degrees.  On  account  of  market  conditions,  most 
of  these  wells  stood  idle  for  a  long  time,  but  when  put 
to  producing  rapidly  dwindled  to  a  small  output.  The 
reason  seems  to  have  been  that,  while  the  thickness 
of  producing  sand  was  not  great,  these  wells  produced 
from  a  coarse  sand  under  a  high  gas  pressure,  which 
rapidly  blew  off  when  the  wells  were  opened.  Farther 
south,  near  Hazleton  .Station,  a  few  wells  developed 
lighter  oil,  in  a  finer  sand  with  less  gas,  and  while 
these  wells  were  less  productive  initially,  they  are  still 
making  considerable  oil,  while  many  of  the  heavy  oil 
wells  spoken  of  have  been  pulled  and  abandoned. 

Still  farther  south,  near  and  to  the  east  of  the  old 
refinery,  are  a  number  of  pits  and  shallow  wells,  some 
cif  which  have  been  producing  for  as  much  as  twenty 
_\ears,  and  are  still  profitable.  These  wells  were  always 
small  jiroducers,  and  had  little  or  no  gas. 

The  Sunset  field  is  peculiar  among  the  oil  fields 
of  California  in  being  spotty.  Even  in  Ventura,  which 
is  noted  for  the  irregularity  of  its  formations,  the  pro- 
ducing sands,  while  small,  are  usually  of  a  definite 
lenticidar  form,  or  in  some  cases  are  limited  by  their 
steep  inclination.  But  in  Sunset  the  producing  forma- 
tion is  folded  and  faulted  in  the  most  confusing  man- 
ner. While  less  true  of  the  western  margin  of  the  field, 
this  is  to  some  extent  true  of  all  the  territory  lying 
south  of  the  north  line  of  township  12,  so  far  as  drilling 
has  been  carried. 

For  instance,  starting  at  the  center  of  the  west  line 
of  1-11-24  and  going  north,  we  find  tiK  depths  of  wells 
to  varv  from  1 100  to  3000  feet,  and  that  not  evenly  but 
in  such  manner  as  to  show  three  shallow  spots,  with 
two  deeper  troughs  betw^een,  'There  is  also  a  wide 
\'ariation  in  the  productiveness  of  these  wells,  which 
<loes  not  correspond  with  any  recognizable  position 
on  the  folds.  This  folded  condition  of  the  formation 
extends  to  the  Lakeview  well,  or  at  least  to  the  point 
where  drilling  has  been  carried,  which  is  less  than  a 
([uarter  of  a  mile  from  that  well. 

Coing  east  from  the  same  starting  jjoint  we  find 
the  depth  of  wells  to  grow  regularly  and  slightly 
greater,  with  a  considerable  increase  in  productive- 
ness, to  the  east  line  of  section  i,  where  there  is  either 
a  sharj)  fold  or  a  fault,  A  well  just  over  this  line  went 
2nno  feet  or  more  to  the  tar  sand,  and  has  never  pro- 
duced, a  second  is  considerably  over  2000,  with  noth- 
ing but  water,  and  a  third  had  some  oil  but  no  |)ay  at 
J400  feet  or  over.  This  while  the  wells  a  short  dis- 
tance west  of  the  line  produced  heavily  at  slightly  over 
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MSKITTRICK  -  SUNSET 


one  thousand,  and  on  section  32.  a  mile  to  the  north- 
cast,  a  heahhy  producer  has  been  1)rought  in  at  about 
1600  feet. 

All  this  nia}-  be  considered  beside  the  point,  but 
to  my  mind  it  has  a  direct  bearing  on  the  prospects  of 
the  .southern  part  of  the  Midway  field.  And  it  would 
seem  that,  so  far  as  any  immediate  results  are  con- 
cerned, the  future  production  figures  of  the  State  rest 
largely  on  the  behavior  of  this  field.  For  when  we 
l;a\c  set  aside  Cat  Canyon,  Lompnc  and  Coalinga,  we 
have  left  nothing  Init  ^fidway  wdnich  ofifers  any  prom- 
ise of  an  immediate  increase  in  production. 

Midway  appears  to  be  limited  to  the  north  by  two 
wells  which,  though  still  drilling,  have  reached  a  great 
depth  without  any  result,  and  are  probably  failures, 
i  o  the  west  it  is  marked  by  a  scattering  line  of  dry 
iioles.  and  while  this  shallow  lerrilorv  has  by  no  means 
been  dri'k'd  up.  the  limits  ap])ear  to  l)e  fi.xcd.  approxi- 
mateh-  at  least.  To  the  east  no  jiresent  bounds  can 
be  set,  and  prospecting  is  going  on  over  an  area  many 


miles  in  width,  but  at  present  with  but  one  producer 
far  outside  proven  limits.  To  the  south  this  field 
joins  the  Sunset  field. 

The  wells  toward  the  northern  and  western  mar- 
gins of  the  field  are  comparatively  small  producers, 
that  is,  running  in  the  hundreds  rather  than  thou- 
sands of  barrels.  On  the  average,  however,  they  are 
steady,  and  in  spite  of  the  spectacular  performances 
of  several  flowing  wells,  the  bulk  of  the  production 
of  the  field,  up  to  the  time  of  the  Lakeview,  had  'come 
from  these  smaller  wells.  The  enormous  output  of 
the  Fakev.iew,  and  very  lately  of  a  couple  of  adjoining 
V  ells,  has  of  course  put  the  regular  production  quite  in 
the  shade. 

The  big  gushers  in  Midway  have,  to  the  present, 
been  fecund  in  three  groups,  one  (see  A.  Fig.  7),  em- 
bracing the  Santa  Fe  well  on  6-32-23,  the  F.agle  (.'reek, 
Crandall,  American  C)\\  iMclds  No,  56  and  /<),  Cali- 
forni.i  Midway,  Mays  and  Pioneer  Midway.  The  sec- 
ond (see  B,  Fig.  7),  is  the  Standard's  group  of  three 
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wells  on  30-32-24,  anil  the  tliinl  (see  C-C,  Fig.  7), 
covers  the  Lakcview,  Sunset  Munarch.  American  Oil 
Fields  on  7,2-^,2-24,  ^'I'l  prolialily  the  Consolidated 
Midway  on  30-12-23.  The  latter,  and  the  Obispo  well 
on  32-12-23  cannot  yet  be  placed  with  certainty  as  re- 
gards their  relation  to  other  large  producers. 

The  per  diem  production  of  some  of  these  wells 
is  so  enormous  that  we  are  warranted  in  examining 
their  history  and  relations  quite  closely,  as  if  these 
wells  should  continue  to  produce  at  their  present  rates, 
and  if  the  "gusher  sands"  should  be  found  to  continue 
to  any  great  distance,  the  question  of  the  disposal  of 
the  oil  would  become  a  serious  one. 

The  wells  of  the  first  group  are  almost  an  un- 
known factor,  as  few  of  them  have  been  brought  to 
steady  production.  As  is  well  known,  they  produce 
enormously  for  a  time,  then  "bridge"  or  choke  with 
sand  and  lay  off  for  a  considerable  period,  so  that  only 
one  or  two  have  had  a  chance  to  run  their  natural 
course. 

The  Santa  Fe  well  was  finished  late  in  1909.  Its 
production  was  originally  about  2000  bbls.  a  day  of 
21  degrees  oil,  and  has  fallen  to  some  400  bbls.  at  last 
reports.  The  "Crandall"  well  of  the  Hawaiian  Oil 
Company  was  finished  at  about  the  same  time  and 
rate  of  flow,  and  has  fallen  oft'  to  a  small  pro- 
duction, through  by  some  is  considered  to  be  choked 
with  sand.  The  American  wells  are  yet  too  new  to 
give  any  information,  and  none  of  the  other  wells  in 
this  group  have  ever  produced  steadily  enough  to  give 
any  idea  as  to  their  probable  life.  .\nd  as  no  wells 
intermediate  in  position  have  been  finished  lately,  we 
do  not  know  whether  the  draining  of  the  sands  by 
such  heavy  production  has  or  has  not  rendered  impos- 
sible the  bringing  in  of  similar  wells  between  those 
already  drilled.  However,  from  the  data  at  hand  I 
think  we  may  safely  say  that  the  limits  of  this  group 
will  not  be  outside  of  those  indicated  on  the  map. 
And  it  must  be  borne  in  mind  that  not  all  the  wells 
already  drilled  within  these  limits  are  gushers,  by  any 
manner  of  means. 

As  to  the  Standard's  group  of  wells  on  section  30, 
it  may  be  said  that  all  these  wells  flowed,  but  only 
one  was  a  phenomenal  producer,  and  it  is  probable 
that  this  well  is  something  of  a  freak,  and  does  not 
represent  the  productiveness  of  any  large  area.  This 
well  was  finished  in  December,  1909,  and  is  said  to 
have  flowed  for  three  months  at  an  average  rate  of 
8900  bbls.  per  day,  has  produced  steadily,  and  is  now 
down  to  1200  bbls.  or  less. 

The  history  of  the  Lakeview  is  well  known.  It 
was  brought  in  during  March,  1910,  as  a  wild  well,  and 
has  produced  steadily  ever  since.  .A.t  the  start  its  out- 
put was  about  35,000  bbls.  a  day,  it  reached  its  ma.xi- 
nuim  about  thirty  days  later  when  it  did  nearly  65,000, 
and  is  now  down  to  18,000  or  20,000.  This  decrease  is 
plainly  due  to  exhaustion  of  pressure,  and  not  to  any 
extraneous  cause. 

The  nearest  well  to  the  west  is  a  Sunset  Monarch 
well,  about  one  mile  distant,  which  was  lately  brought 
in  at  a  very  large  rate.  Just  to  the  north  of  this  is  a 
well  of  the  American  Oil  Fields,  also  new,  and  said 
to  be  doing  about  20,000  bbls.  Neither  of  these  wells 
has  had  a  chance  to  show  its  durabilitv. 


It  is  evident  that  the  gusher  territory  does  not 
extend  much  farther  in  this  dircctinn.  as  about  half  a 
mile  to  the  \»est  and  in  the  same  line  are  four  wells, 
which  are  considered  to  have  reached  the  same  sand, 
and  which,  while  good  wells,  are  not  at  all  unusual. 
This  gives  us  an  approximate  western  boundary  for 
this  group. 

To  the  north  of  the  Lakeview  no  work  has  been 
done,  and  we  have  no  certain  information  as  to  how 
far  in  this  direction  heavy  production  may  extend. 
Probaljly  not  very  far,  if  we  may  reason  by  analogy. 

The  dip  of  the  producing  formation  is  here  almost 
northeast,  but  by  some  geological  freak  the  territory 
south  of  the  north  line  of  Township  12  is,  or  at  least 
from  the  drilling  records  appears  to  be,  crossed  by  a 
succession  of  folds  lying  almost  due  east  and  west. 

The  three  wells  above  mentioned  lie  in  one  of  the 
troughs  thus  formed,  and  their  comparative  depths  in- 
dicates a  slight  dip  to  the  eastward.  The  depth  of  the 
Consolidated  Midway  well  on  30  also  corresponds 
closely  with  the  angle  thus  calculated.  South  of  this 
trough  the  formation  rises,  and  on  the  ridge  thus 
formed  several  shallower  producers  have  been  drilled. 
None  of  these  wells  have  been  satisfactory,  as  while 
they  had  hea\'y  initial  production,  this  rapidly  blew 
off.  South  of  this  ridge  another  trough  is  indicated, 
then  another  ridge,  and  this  folded  or  faulted  condition 
of  the  formation  (the  drilling  records  do  not  show 
which)  extends  indefinitely  toward  the  south  and 
southeast.  All  the  wells  in  this  direction  from  the 
Lakeview  show  the  same  behavior,  that  is,  a  rapid 
decline  from  initial  production,  when  this  is  large, 
and  a  considerable  variation  in  the  value  of  closely 
adjacent  wells. 

Now  it  seems  to  me  rash  to  assume  that  the 
broken  condition  of  the  formation,  as  demonstrated 
south  of  the  township  line,  suddenly  ceases  at  the 
Lakeview,  and  that  north  of  this  point  we  will  find 
a  blanket  formation,  of  equal  value  at  all  points.  In- 
deed the  drilling  records  farther  north  all  indicate  the 
contrary,  for  near  the  center  of  the  northwest  quarter 
of  31-32-24  is  a  well  considerably  over  3000  feet,  which 
lines  up  with  good  production  on  both  sides,  and  yet 
was  dry  or  practically  so.  Many  examples  of  this 
could  be  given.  I'or  these  reasons  I  think  we  are  safe 
in  placing  the  extreme  northern  bounds  of  this  gusher 
strip  as  shown  on  the  map,  and  my  own  opinion  is 
that  the  strip  as  finally  drilled  up  will  prove  to  be 
much  narrower,  if  indeed  there  is  a  strip  at  all,  and 
not  merely  a  succession  of  rich  spots,  arranged  in  an 
approximately  straight  line. 

To  the  eastward  no  bounds  can  yet  be  set  to  this 
gusher  strip.  The  Consolidated  Midway  well  is  un- 
doubtedly a  heavy  producer,  though  being  under  con- 
trol it  has  not  yet  given  any  indications  as  to  its  prob- 
al)le  life.  Beyond  this  no  work  has  been  done  which 
could  have  any  connection  with  these  wells,  and  the 
(  )bispo  flowing  well  to  the  south  is  about  500  feet 
shallower,  produces  a  different  grade  of  oil,  and  ap- 
pears to  be  on  a  separate  fold,  if  not  on  a  different  for- 
mation. 

We  have  now  shown,  so  far  as  the  data  will  war- 
rant, an  actually  proven  area,  another  and  larger  area 
prospected    Init    not    proven,    and    have    indicated    as 
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I'.earlv  as  may  be  tlir  sputs  whore  large  "gusher"  pro- 
cliKtion  is  iiidicateil  (this  slumld  nol  he  taken  to  mean 
that  other  sueh  sjujIs  may  not  be  fuiuul).  Let  us  now 
summarize  the  aetual  prospects  for  production  from 
these  areas. 

As  to  the  territory  lying  east  of  the  actually 
proven  strip,  but  little  is  known.  Only  one  well  is 
actually  producing  in  this  entire  area,  and  this  not 
a  large  one,  though  the  gravity  of  the  oil  is  high.  The 
fact  that  this  producer  is  on  the  east  face  of  the  lUien.-i 
Vista  anticline,  coupled  with  the  fact  that  the  Stand- 
ard's well  on  Section  26,  which  appears  to  be  on  the 
apex  of  the  anticline,  is  a  gasser,  would  rather  lead 
to  the  belief  that  a  strip  west  of  the  apex,  and  extend- 
ing to  an  indeterminate  line  down  the  valley  between 
the  J'uena  Vista  Hills  and  the  main  ridge,  will  be  gas 
territory  or  barren.  Perhaps  this  is  a  large  assumption 
on  slender  grounds,  and  for  the  present  we  will  have 
to  class  this  strip  as  possibly  productive.  The  east 
Hank  of  the  Buena  Vista  anticline  is  practically  cer- 
tain to  be  productive,  though  to  what  extent  it  is  yet 
too  soon  to  judge.  As  to  the  Elk  Hills,  we  know 
nothing  at  all,  and  prospecting  here  is  based  strictly 
on  geological  indications.  A  great  deal  of  work  is 
nt)w  under  way,  and  the  future  of  much  of  this  work, 
which  is  being  done  on  reserved  government  land,  is 
shadowed  by  doubts  as  to  the  ultimate  policy  of  the 
Land  Office.  Still,  considering  all  the  circumstances, 
it  is  doubtful  whether  the  final  decision  in  tliese  cases 
can  be  other  than  favorable,  to  at  least  such  oper- 
ators as  commenced  work  prior  to  the  last  withdrawal 
order. 

Within  the  strictly  proven  limits  of  the  main  field 
we  find  a  large  area  of  undrilled  land,  which  analogy 
with  conditions  at  Sunset,  and  work  already  done, 
lead  to  belie\-e  will  be  more  or  less  productive  o\er  its 
entire  area. 

Further,  we  may  fairly  expect  at  least  some  ex- 
tension of  the  territory  giving  heavy  producers,  and 
even  those  now  drilled  may  be  counted  for  a  very  large 
total  output  before  they  fall  to  the  pumping  class. 
And  indeed  it  is  quite  within  the  limits  of  possibility 
that  other  such  areas  wi'.l  yet  be  discovered  in  virgin 
ground.  So  that  eliminating  any  possibilities  in  Buena 
Vista  or  Elk  Hills,  or  in  San  Emidio,  we  have  still  to 
reckon  with  a  truly  enormous  possil)le  prodution. 

I  say  possible  production  because,  except  in  rare 
cases,  oil  does  not  bring  itself  to  the  surface  automat- 
ically, but  is  under  the  control  of  the  operator.  This 
brings  up  the  next  cpiestion,  and  one  of  interest  alike  to 
the  producer  and  consumer — whether  this  possible  pro- 
tluction  will  be  restrained  so  as  to  keep  the  actual 
output  within  market  requirements,  or  if  this  Ije  not 
done,  whether  it  is  possible  to  so  control  tiie  output 
as  to  maintain  a  price  materially  above  production  cost, 
in  the  face  of  a  continuous  over-sujipl}-. 

That  there  is  a  very  large  o\'er  production,  not 
merely  in  sight  but  actually  existing,  can  harfUy  be 
(piestioned,  nor  that  this  excessive  supply  is  definitely 
in  sight  for  some  time  to  come.  It  is  highly  ])robable 
that  the  Midway  field  alone  could,  within  a  few 
months,  be  made  to  jiroduce  enough  oil  to  supply  our 
entire  local  market.  Whether  this  production  can  be 
kept  within  safe  bounds,  I  greatly  doubt.     In  the  case 


of  Elk  Mills  and  llueua  N'ista.  this  restraint  will  jirob- 
al)h'  work  automatically,  once  the  disco\ery  wells  are 
finished,  as  the  bulk  of  this  territory  is  in  tlic  hands 
of  large  (liberators,  who  will  uuilouhtedly  see  tlieir 
interest  in  holding  down  their  output,  at  least  so  long- 
as  the  slightest  chance  remains  of  maintaining  the 
market.  Sunset  does  not  appear  at  present  to  ofTer 
any  great  hopes,  and  prospects  in  San  Emidio  are  un- 
certain, and  far  in  the  future  at  best.  But  as  to  the 
main  field  at  Midway,  such  restraint  is  doul)tful,  as  a 
large  part  of  this  field,  and  some  of  the  richest  parts, 
are  in  the  hands  either  of  weak  companies,  forced  liy 
their  needs  to  sell  their  product  for  what  it  will  bring, 
or  else  of  those  to  whom  a  low  selling  price  is  an  ad- 
vantage. I  do  not  see  how  it  is  possible,  considering 
the  large  available  production,  and  the  hands  in  whicli 
much  of  it  rests,  to  seriously  restrict  the  actual  output 
of  this  field  so  long  as  the  production  of  individual 
companies  can  be  sold  at  cost  or  above. 

This  brings  us  to  the  last  question — can  this  over- 
production, once  brought  to  the  surface,  be  controlled 
so  as  to  keep  the  selling  price  much  above  production 
cost.  I  must  admit  that  I  do  not  know.  The  ])roblem 
is  one  of  great  difficulty,  but  is  being  met  by  the  pro- 
(Uicers  with  well  judged  and  executed  plans,  and 
with  a  rare  degree  of  fidelity  to  the  common  cause.  I 
can  only  give  you  the  facts  in  the  case,  as  I  see  them, 
leaving  a  decision  as  to  the  outcome  to  your  own  judg- 
ment. 


Bavaria  represents  about  one-tenth  of  the  total 
])opulation  of  (iermany,  and  yet  has  at  its  disposal  only 
one-two-hundredth  part  of  the  total  output  of  coal  in 
the  Empire.  Therefore  it  is  easily  understood  that  it 
is  of  considerable  importance  for  Bavaria  to  find  an 
equivalent  for  the  coal  with  which  nature  has  not  en- 
riched the  country,  by  the  utilization  of  the  existing 
extensive  water  power.  It  contains  about  2500  electric 
generating  plants,  of  which  2/3  are  privately  owned, 
1/6  belonging  to  the  limited  liability  companies,  and 
the  remainder  are  owned  by  the  Government,  by  com- 
munities, and  by  co-operative  societies.  Nearly  half  of 
the  total  power  (128.536  kw.,  or  46.7  per  cent)  is  sup- 
plied by  steam  engines  without  any  other  reserve 
power.  l!y  the  sole  use  of  water  power  less  than  one- 
tenth  of  the  total  produce  is  gained.  Water  and  steam 
participate  with  three-tenths  (80,724  kw.,  or  29.30  per 
cent). 


POWER   SITES   WITHDRAWN. 

During  igio  great  activity  has  lieen  shown  by  the 
I  .  .S.  (ieological  Survey  in  the  withdrawal  of  lands 
recommended  by  the  Survey  in  aid  of  proposed  legis- 
lation touching  the  use  and  disposition  of  water-power 
sites,  the  total  of  such  lands  withdrawn  during  the 
}ear  amounted  to  1,219,818  acres,  thousands  of  western 
l>o\ver  sites  being  afi^'ected.  The  total  outstanding 
I'l'wer  site  withdrawals  at  the  close  of  the  year  were 
1.454.499  acres.  The  water-power  prc^blem  is  admit- 
tedly one  of  the  most  important  f(jr  which  legislatiim 
is  asked.  While  the  Survey  has  made  withdrawals 
intended  to  conserve  the  water-powers  of  the  public 
domain,  the  Director's  report  sounds  the  significant 
note  of  warning  that  no  power  sites  should  be  allowed 
to  be  acquired  for  speculation  under  another  guise. 
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THE  PHYSICAL  MEANING  OF  ENTROPY  EX- 
PLAINED. 

V,\     A.    1..    ,\i  i:  .N  Z 1  .\  .  ' 

A  careful  reading  of  the  criticisms  and  comments 
of  Prof.  Durand'  and  others  on  the  physical  meaning 
of  entropy  as  advanced  by  me  leads  to  but  one  con- 
clusion— that  I  have  not  succeeded  in  explaining  to 
others  the  simple  physical  significance  of  this  term 
which  my  first  article"  attempted  to  point  out.  Only 
the  mathematical  significance  of  my  definition  seems 
to  have  been  considered :  the  physical  significance 
seems  to  have  been  overlooked  entirely.  Probably 
this  is  due  to  the  fact  that  the  consensus  of  opinion 
at  tile  ])resent  time  seems  to  be  that  entropy  has  no 
physical   meaning — that   it   is   nothing  more   than  the 

name  which  Clausius  gave  to  the  expression     1    -- ^  • 

Since  my  first  article  attempts  to  point  out  what 
entropy  really  stands  for  in  a  physical  sense,  it  seems 
necessary  to  re-develop  the  definition  in  the  same  way 
as  it  was  developed  originally,  but  with  special  em- 
phasis on  the  physical  significance  of  each  step  in- 
volved. 

A  clear  understanding  of  thermodynamics,  and  of 
entropy,  requires  an  appreciation  of  the  fact  that  rejec- 
tion of  heat  to  an  external  substance,  and  therefore 
waste  of  heat,  accompanies  every  practical  attempt  to 
o])tain  work  from  heat.  In  the  gas  engine  and  in  the 
non-condensing  and  jet  condensing  steam  engine  the 
working  substance  is  thrown  away  with  the  heat ;  in 
the  steam  engine  employing  a  surface  condenser  only 
the  heat  is  rejected,  the  working  substance  being  re- 
tained for  future  use;  in  all  heat  motors  heat  is  re- 
jected in  one  way  or  another. 

Carnot  has  shown  that  if  a  quantity  of  heat  O 
is  absorbed  by  a  working  substance  at  a  constant  tem- 
i;>erature  T,  and  if  the  waste  may  be  rejected  at  a  con- 
stant temperature  To,  then  the  maximum  work  obtain- 

able  from  the  heat  O  is  — ^r-^'  Q.     The  minimum  waste 

is  obviously  U  —  Q  — t^ — =  Q  ^ 

Now  any  conclusion  based  on  the  assumption  that 
heat  is  absorbed  at  constant  temperature  would  not 
necessarily  be  true  when  heat  is  absorbed  at  varying 
temperatures — a  thermal  condition  characteristic  of  all 
working  substances,  particularly  of  the  most  common 
working  substance  of  all — steam.  In  the  process  of 
making  steam,  the  temperature  of  the  feed  water  in- 
creases with  the  heat  absorbed  until  steam  tempera- 
ture is  reached,  after  which  it  remains  constant  during 
evaporation  and  then  rises  again  during  the  period  of 
superheating.  Hence,  in  order  that  our  definition  of 
entropy  may  be  broad  enough  to  cover  tlie  actual 
working  substances  met  with  in  practice,  it  should  be 
l)ased  on  the  assumption  that  the  temperature  of  the 
working  substance  varies  during  the  whole  or  any 
I'art  of  the  period  of  absorption. 

Consider  such  a  working  substance,  and  the  small 
amount   of  heat   dO    (equal   to  an    infinitesmal    in   the 
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limit)  which  is  absorbed  at  any  instant,  and  therefore 
al  a  jiractically  constant  temperature  T.  .Vccunling 
In  the  Carnot  princii)le  the   mininiiim   amount   of  this 


leat  which  must  be  rejected  is  -rr  dQ. 


If  the  unavoid- 


able waste  for  each  small  amount  of  heat  absorbed  is 
To 


T 


dO.    then   the   total    unavoidable   waste   L   for   the 


total  heat  absorbed  is  therefore  the  summation  of  all 
the  small  elements  of  waste.  Employing  the  calculus 
and  assuming  that  the  temperature  at  rejection  re- 
mains constant,  we  have 

J    „    T       ~  J  0    T  T„       J    0    T 

.\'ow  J      ^  is  what  is  known  as  "entropy."  and 

the  physical  meaning  of  its  equivalent  is  interpreted 
as  follows : 

In  the  conversion  of  heat  into  work,  whether  of 
heat  external  to  a  working  substance  or  contained 
within  it  as  intrinsic  energy,  entropy  is  the  minimum 
unavoidable  waste  per  degree  of  the  absolute  tempera- 
ture at  which  all  of  this  waste  may  be  rejected  by  the 
working  substance. 

It  should  be  observed  that  I  have  not  said  that 
entropy  is  the  minimum  unavoidable  waste  divided  by 
the  absolute  tem])erature  at  rejection;  Init  that  entropy 
is  the  minimum  unavoidable  waste  per  degree  of  the 
absolute  temi)erature  at  rejection.  The  question  is — 
has  "minimum  unavoidable  waste  per  degree  of  tem- 
perature at  rejection"  any  physical  meaning? 

That  unavoidable  waste  is  a  perfectly  familiar 
physical  entity  cannot  be  denied.  We  are  conscious 
of  it  through  the  sense  of  sight  and  the  sense  of  feel- 
ing. For  what  purpose  is  a  condenser  if  not  to  ab- 
stract unavoidable  waste  heat?  Temperature  is  like- 
wise a  ])erfectly  familiar  physical  entity;  and,  since  we 
Icnow  that  the  amount  of  heat  rejected  by  an  engine 
\  aries  in  some  way  with  the  temperature  at  rejection, 
why  is  not  "unavoidable  waste  per  degree  of  tempera- 
ture at  rejection"  a  strikingly  significant  physical  con- 
ception ? 

Consider  the  analogy  between  velocity  and  en- 
tropy. Velocity  is  the  ratio  of  two  ph_ysical  entities — 
distance  and  time;  entropy  is  the  ratio  of  two  physical 
entities — rejected  heat  and  absolute  temperature; 
\elocity  determines  distance  passed  over,  and  is  itself 
determined  by  the  motive  power  which  produces  it; 
entropy  determines  unavoidable  waste,  and  is  itself 
determined  by  the  law  of  heat  absorption.  The  fact 
that  the  velocity  of  an  automobile  is  determined  by  the 
size  of  the  engine  is  not  an  obstacle  to  our  thinking 
of  the  velocity  as   the  distance  passed  over  per  unit 

of  time;  the  fact  that  the  law  of  heat  absorption    I  -~ 

determines  entropy  should  therefore  not  prevent  us 
from  thinking  of  entropy  as  unavoidable  waste  per 
degree  of  temperature  at  rejection.  There  are  two 
aspects  for  any  physical  property — the  cause  and  the 
cfl'ect.  \\'hat  we  know  of  most  physical  properties  is 
through  the  efl^ect.     It  is  the  same  with  entropy.. 

A  consideration  of  whpt  has  been  said  thus   far 
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might  lead  uir'  ti)  infer  tiiat  tliis  ciiiK-c])lii  m  of  entropy 
applies  (inlv  to  tliose  limited  cases  wlicrc  llic  state 
of  the  working  substance  passes  tiirough  a  complete 
cycle  of  change.  A  reference  to  the  original  article 
will  disclose  that  this  conception  has  a  much  wider 
application.  In  this  article  I  have  shown  that  in  the  pro- 
cess of  obtaining  work  by  degrading  a  substance  from 
one  thermal  state  to  another,  the  minimum  unavoidable 
waste  per  degree  of  temperature  at  rejection  is  the  en- 
tropy of  the  heat  required  to  restore  the  working  sub- 
stance to  its  initial  state — this  entropy, or  relative  waste, 
being  independent  of  the  path  by  which  the  substance 
attained  its  initial  state  and  likewise  independent  of 
the  path  by  which  it  attains  its  final  state  provided  only 
that  heat  is  rejected  at  some  constant  temperature.  It 
is  thus  seen  that  the  definition  of  entropy  advanced  is 
as  applicable  to  the  simplest  of  thermal  changes  as  it 
is  to  the  complex  changes  involved  when  work  is  done 
Ijy  a  cyclical  process. 

T 

termined  by  the  amount  of  heat  absorlied,  which  tends 
to  produce  a  thermal  change  of  state ;  and  by  the  tem- 
jierature  during  absorption,  which  is  determined  by 
ihe  inherent  characteristics  of  the  substance,  and  is  a 
factor  in  determining  change  of  state  for  the  heat 
absorbed.  Entropy  is  therefore  a  function  of  the 
change  of  thermal  state  of  a  substance  and,  hence,  a 
property  of  matter.  From  what  has  been  said  thus 
far  it  follows  that — Entropy  is  that  property  of  matter 
which  determines  the  least  amount  of  heat  which  must 
be  rejected  to  an  external  substance  during  any  change 
of  thermal  state.  It  is  numerically  equal  to  the  sum- 
mation of  the  quotients  of  the  elements  of  heat  re- 
quired to  reverse  the  change  of  state  divided  by  the 
lespective   temperatures    during    absorption,    that    is 


./  0    T       ,/  T,        T 


Ti 


=  .2375  logc 


200  +  459.5 
100  +  459.5' 


.039  B.  t.  u. 


Consider  the  numerical  value  of       1^^.  It  is  dc 


per  degree  Falirenlieit  absolute,  assuming  tliat  C  p  ,  the  specific 
licit  .-It  o>nstaiU  pressure,  is  constaut,  which  is  approximately 
true  iu  practice.  Thus  an  additional  unavoidable  waste  of  .039 
B.t.u.  per  degree  of  absolute  temperature  at  rejection  is  the 
result  of  heating  the  air  to  200  degrees  Fahrenheit.  This  must 
be  incurred  if  the  air  is  degraded  back  to  its  initial  temperature, 
and  will  be  the  additional  relative  unavoidable  waste  if  the  air  is 
degraded  below  this  temperature,  provided  all  waste  is  rejected 
at  some  constant  temperature. 

Problems  of  more  practical  interest  are  the  following:  What 
is  the  minimum  steam  consumption  and  the  nia.xinium  thermody- 
namic efficiency  of  an  engine  operating  on  dry  steam  at  165 
pounds  absolute  running  non-condensing?  What  would  be  the 
theoretical  saving  by  running  condensing,  assuming  a  vacuum  in 
tlie  cylinder  of  25.85  inches?  Feed  water  will  be  taken  at  180 
degrees  Fahrenheit  in  the  first  case  and  at  120  degrees  Fahren- 
heit in  the  second  case. 

It  is  not  difficult  to  see  that  the  most  efficient  way  to  utilize 
steam  is  by  employing  what  is  known  as  the  Rankine  cycle.  In 
tl'.is  cycle  the  working  substance  is  initially  water  at  exhaust 
temperature  and  pressure.  The  water  is  compressed  to  •boiler 
pressure,  heated  to  steam  teinperature,  and  evaporated  into  steam 
at  this  temperature.  .■Vdiabatic  expansion  then  takes  place  until 
exhaust  pressure  is  reached,  after  which  the  condenser  abstracts 
the  total  heat  of  vaporization  and  returns  the  substance  to  its 
initial  state  as  water  at  exhaust  temperature  and  pressure.  The 
work  done  is  equal  to  the  heat  added  minus  the  heat  rejected. 
Since  we  must  know  the  entropy  to  calculate  the  rejected  heat, 
ue  must  first  develop  the  formula  for  the  entropy  of  steam. 
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-^-      In   a   physical   sense   it   represents   the   least      wliere  r  is  the  latent  heat  of  vaporization,    ('"'.^LQ 
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is    what  is 


amount  of  heat  which  must  be  rejected  for  each  and 
e\ery  degree  of  the  absolute  temperature  at  rejection. 

Thus  entropy,  as  a  property  of  matter,  is  no  more 
difficult  to  understand  than  velocit}',  specific  heat,  elec- 
trical ca[)acity,  electrical  potential,  and  the  numerous 
other  physical  conceptions  concerning  which  there  is 
no  mystery.  Assuming  that  the  assumptions  atid  math- 
cmathical  processes  employed  in  the  development  of 
this  definition  of  entropy  are  valid,  it  is  seen  that 
there  is  no  more  "ghostliness"  about  entrop}-  than 
there  is  about  any  of  the  other  terms  just  enumer- 
ated. It  is  a  simple  conceivable  property  of  matter 
which  enables  us  to  appreciate  the  possibility  of  ob- 
taining work  from  heat. 

To  test  our  grasp  of  the  physical  significatice  of 
entropy  let  us  consider  a  few  problems. 

.'\  pound  of  air  is  heated  at  atmospheric  pressure  from  100 
to  200  degrees  Fahrenheit.  What  does  the  change  of  entropy 
signify? 

It  has  been  shown  that  change  of  unavoidable  waste  is  asso- 
ci.Tted  with  change  of  thermal  state.  An  increase  in  the  thermal 
state  of  a  substance  makes  that  substance  liable  to  an  additional 
increase  in  the  amount  of  unavoidable  waste — the  relative  in- 
crease is  the  "change  of  entropy."  For  the  change  of  thermal 
state  under  consideration  the  change  of  entropy  is 


ki.ivvn  as  the  "entropy  of  licpiid"  and   ^  as  "entropy  of  vapor- 

:/:;lii>n."  Ihe  v;ilues  of  these  expressions  for  different  steam 
pressures  have  been  calculated  and  tabulated  by  Peabody  and 
others  and  hence  are  readily  available  for  the  solution  of  prob- 
li  ins. 

In  the  Rankine  cycle  for  the  non-condensing  steam  engine, 
Ik  at  is  employed  to  raise  water  from  212  degrees  Fahrenheit  to 
dry  steam  at  165  pounds  absolute.  The  heat  required  per  pound 
is  337.7-1-855.9—180.3,  or  1013.3  B.t.u.  The  entropy  is  0.52354- 
1  (1370 — 0.3125,  or  1.248  B.t.u.  per  degree  Fahrenheit  absolute. 
I'lie  absolute  temperature  at  exhaust  is  212-f459.5,  or  671.5  de- 
grees Fahrenheit  absolute. 

By  definition,  entropy  is  minimuin  waste  per  degree  of  e.x- 
iKiust  temperature.  Hence,  if  the  waste  per  degree  is  1.248  B.t.u., 
the  total  waste  for  671.5  degrees  is  671.5X1.248,  or  838.0  B.t.u. 
1  lie  work  per  pound  is  the  difference  between  heat  added  and 
rejected,  Or  1013.3 — 838.0,  or  175.3  B.t.u.  Since  one  h.p.  hour=: 
2545  B.t.u.,  this  corresponds  to  a  minimum  steam  consumption  of 

-1 ,  or  14..S  lb.  per  h.p.  hour. 

I'Vir  the  condensing  engine  the  working  substance  would  be 
niised  from  water  at  126.3  degrees  to  dry  steam  at  165  pounds 
.■ibsolute.  The  heat  required  is  337.7-f 855.9— 94.3,  or  1099.3 
B.t.u.  The  entropy  is  0.5235-f  1.0370— 0.1756,  or  1.3849  B.t.u. 
per  degree  Fahrenheit  absolute.     The  absolute  temperature  at  ex- 
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dynamic  efficiency  is  .„,;-  , 


haust  is  126.3+459.5.  ur  585.8  degrees  Fahrenlieit  absolute.  Since 
the  entropy,  or  relative  waste,  is  1.3849  B.t.u.  per  degree,  tlie 
total  waste  for  585.8  degrees  is  585.8X1.3849,  or  811.3  B.t.u.  The 
total  work  per  pound  is,  therefore,  1099.3—811.3,  or  288.0  B.t.u.; 

and  the  maximum  steam  consumption  is   "   '    or 8. 8  lb.  neri.li.p.  hr. 

288.0  "^  ' 

So  far,  the  feed  water  temperatures  have  not  been  considered, 

since  they  affect  only  the  heat    (fuel)   consumption  and  not  the 

steam   consumption.      For   the   non-condensing  engine   with   feed 

water  available  at   180  degrees   Fahrenheit,   the  heat  required  is 

337.7+855.9—148.0.  or  1045.6  B.t.u.  per  lb.     The  work  per  pound 

according  to  the  Rankine  cycle  is   175.3  B.t.u.;  and  the  thermo- 

175.3 

or  16.8  per  cent. 

In  the  case  of  the  condensing  steam  engine,  feed  water  is 
available  at  120  degrees  Falirenheit,  and  the  total  heat  required  is 
therefore  337.7+855.9—88.0,  or  1105.6  B.t.u.  per  pound.  The  ma.\- 
imum  work  per  pound  is  288.0  B.t.u.  and  the  thermodynamic  tffi- 

288.0 
ciency  is  .  .^^  ,  or  26.2  per  cent. 

The  heat  consumption  per  i.Iip.  iiour  in  tlic  non-condensing 

engine  is  14.5X1045.6,  or  15.161  H.t.u.     The  heat  consumption  per 

i.li.p.  hour  for  the  condensing  engine  is  8.8X1105.6.  or  9729  B.t.u. 

The    theoretical    saving    Ity     ruiuiing    condensing    is     therefore 

15,161-972') 

IS  161        '"^  ^^'^  ''^"^  cent. 

The  practical  man  may  remark  :  A.sstiming-  that  all 
this  is  so,  of  what  use  are  the  results  since  they  hold 
nnly  for  the  ])erfect  steam  engine?  'I'o  the  engineer 
and  the  conser\-ationist  thcv  mean  a  good  deal. 


i'CP/ye  'y 


-_-_-..  '-Bo/'/e/ 


ptxJy^aXvi^ 


We  ha\e  just  seen  that  the  perfect  condensing 
steam  engine  operating  under  practical  conditions  has 
a  thermod}'namic  efficienc>'  of  26.2  per  cent.  Assum- 
ing a  furnace  efficiency  of  70  j)er  cent,  the  efficiency 
of  the  perfect  engine  in  terms  of  the  fuel  consumption 
would  be  .70  X  .262  or  18.3  per  cent.  .\  good  compound 
condensing  steam  engine  i)laiit  will  produce  an  i.h.p 
hr.  on  about  15  pounds  of  steam  at  its  most  economi- 
cal load.-.  Since  the  ideal  steam  consumption  is  only 

8  8 
8.8  pounds,  this  plant  is  utilizing  only —rr- or  58.6  per 

cent  of  the  theoretical  efficiency.  The  plant  efficiency 
is  therefore  .183-X.586  or  only  10.7  per  cent — a  rather 
striking  example  of  actual  waste.  Herbert  Spencer 
has  said,  "Science  is  prevision."  The  conception  of 
entropy  enables  us  to  appreciate  the  imperfection  of 
our  present  day  power  plants  with  eyes  wide  open. 

The  student  of  theoretical  thermodynamics  mav 
be  interested  in  the  accompanying  sketch  which  shows 
a  mechanical  arrangement  for  a  ])erfect  steam  engine 
and  an  indicatiir  diagram  su|)posedly  taken  therefrom. 


The  diagram  is  the  working  cycle,  and  its  efficiency  is 
the  ideal  efficiency  for  the  thermal  changes  involved. 

Strictly  speaking,  a  complete  engine  consists  of 
a  boiler,  working  cylinder,  condenser,  air  pump  and 
feed  pump.  The  engine  itself  may  do  the  work  of  the 
feed  pump  and  air  pump  as  in  the  accompanying 
sketch.  This  is  accomplished  in  practice  by  driving 
the  feed  and  air  pumps  from  the  engine  shaft.  Clear- 
ance space  exists  for  mechanical  reasons  only  and 
need  not  be  considered  in  the  perfect  engine.  Of 
course  the  engine  is  assumed  to  be  made  of  material 
which  is  a  non-absorber  of  heat,  and  the  condensing 
surface  is  supposed  to  be  a  transmitter  only  when  in 
use ;  hence  there  can  be  no  cylinder  condensation  or 
conduction  of  heat  except  to  the  condenser.  Owing 
to  the  location  of  the  condenser  only  one  end  of  the 
cylinder  can  be  used  at  one  time  but  this  can  be  done 
by  employing  a  heavy  fly-wheel. 

The  operation  is  as  follows:  The  initial  position  of 
tiic  piston  is  as  shown  in  the  sketch,  and  is  represented 
by  1  iin  the  diagram.  The  condenser  has  just  been  cut 
(in  and  the  mixture  of  steam  and  vapor  is  about  to  be 
coni])ressed.  .\t  point  2  the  mixture  has  been  cnm- 
l)ressed  to  water,  and  further  compression  compresses 
it  to  l)oiler  pressure  at  3  when  the  steam  valve  opens 
;ind  the  water  is  pushed  into  the  boiler  until  the  end  of 
the  stroke  4  is  reached.  The  steam  in  the  boiler  ex- 
pands and  forces  the  piston  back  to  the  point  3,  and 
from  this  j)oint  to  the  point  5  the  water  is  heated  to 


and  e\'aporated  at  steam  temperature.  At  5  the  valve 
shuts.  The  weight  of  steam  in  the  cylinder  is  exactly 
equal  to  the  weight  of  water  originally  injected  into  the 
boiler  and  the  steam  in  the  boiler  is  at  its  ini- 
tial quality  and  pressure.  Adiabatic  expansion  then 
i;ikes  place  to  6  when  the  condenser  is  put  into  serv- 
ice and  abstracts  heat  at  a  constant  pressure  and  tem- 
perature until  the  initial  state  i  is  reached  when  the 
condenser  is  cut  out  and  the  cycle  is  repeated  over 
and  over  again. 

For  fi.xed  steam  and  exhaust  pressures  the  work- 
done  in  this  cycle  may  be  varied  by  varying  the  com- 
pression, lieing  greater  or  less  according  as  the  coni- 
l)ression  is  greater  or  less.  The  heat  required  will  be 
less  as  the  compression  is  greater  l)ut,  since  it  is  more 
economical  thermodynamically  to  use  heat  instead  of 
work  to  raise  temperature,  the  maximum  thermody- 
namic efficiency  will  be  obtained  when  there  is  no 
coiii])ression — in  which  case  the  cycle  becomes  identi- 
cal with  the  Rankine  cycle  which  has  been  employed 
ill  soh  iiig  some  of  the  above  problems. 
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DISCUSSION    OF    PAPERS    AT    EIGHTEENTH 

ANNUAL  CONVENTION  PACIFIC  COAST 

GAS  ASSOCIATION. 

The   Oil   Situation  from  the   Gas   Man's   View  Point. 

Mr.  J-it::.<iiHm()iis:  Tlie  p.nper  just  re.id  covers  the  situation 
of  tlic  oil  production  in  California  very  completely.  However, 
aside  from  the  production  of  oil  in  these  oil  fields  today,  that 
which  should  be  most  interesting  to  the  members  of  the  associa- 
tion is  the  production  of  natural  gas.  which  was  not  mentioned 
in  the  paper  read.  There  is  now  one  well  in  tlie  oil  fields  of 
California  that  is  producing  enough  gas  to  supply  the  entire  State 
of  California.  So  that  the  possibilities  of  a  large  production  of 
natural  gas  in  this  State  arc  equally  interesting  to  the  members 
of  this  association  as  the  production  of  oil.  With  the  present 
CHiuipnient  and  facilities,  of  course,  this  gas  could  nut  lie  used  for 
lighting  purposes. 

Mi:  Collins:  Gentlemen — Tliis  is  one  of  the  most  alarming 
statements  that  has  come  before  us  since  I  have  been  at  the 
convention.  I  would  like  to  hear  every  word  of  it.  Don't  let  it 
drop  because  all  of  us  want  to  hear  all  about  the  situation.  If  an 
enormous  quantity  of  natural  gas  is  used  in  one  location,  it  will 
probably  shut  down  some  of  the  great  plants,  and  we  want  to 
know  ail  of  the  facts.  When  a  man  goes  into  battle,  he  wants 
to  know  tiu-  piiwcr  of  his  enemy.  If  we  are  going  to  combat  it 
at  all,  we  want  to  know  all  the  features  of  it.  I  have  heard  some 
of  it,  and  I  watit  to  hear  it  all.  no  matter  how  bad  it  is;  I  believe 
everyone  within  the  hearing  of  my  voice  wants  the  information  I 
desire.  Therefore,  will  you  kindly  tell  us  these  facts  according 
to  your  own  observation  or  experience?  I  would  like  to  know 
them,  so  we  can  all  h;ive  the  benefit  of  them.  We  w-ant  to  be 
prepared  to  meet  the  enemy  or  utilize  it,  whatever  the  case  may  be. 

A  Member:  With  regard  to  the  gas  well  mentioned,  there 
is  but  little  that  the  gas  men  of  the  Pacific  Coast  need  to  fear. 
The  Texas  field  was  ruined,  or  practically  ruined,  by  the  presence 
of  natural  gas,  yet  there  is,  no  doubt,  a  gas  plant  being  erected 
almost  each  month  in  Tx>xas,  for  the  manufacture  of  artificial  gas. 
The  same  is  true  of  Louisiana,  where  there  are  also  large  fields. 
It  has  been  stated  that  the  gas  produced  in  this  well  is  not  gas: 
it  is  vapor.  It  has  considerable  value  as  a  heat  generator  if  it 
could  be  utilized,  but  it  could  not  be  transported  any  great 
distance  without  a  good  deal  of  expense.  Last,  but  not  least.  v;e 
must  take  into  consideration  the  power  of  the  great  Owens  river. 
The  Owens  river  supplies  lots  of  water  for  the  city  of  Los 
Angeles,  and  in  this  regard  we  must  not  overlook  our  ow-n 
interests.  The  fact  is,  that  the  greater  the  amount  of  water 
brought  down,  the  greater  the  demand.  A  subject  not  to  ba 
forgotten  is  th.it  expensive  gas  mains  are  required  to  conduct 
natural  gas  under  high  pressure,  and  it  costs  more.  I  think,  than 
it  would  to  conduct  arlificial  gas  under  similar  pressure.  Different 
stoves  are  needed  to  utilize  natural  gas.  and  they  cost  more 
money.  .\nd  don't  forget  that  the  men  who  bring  natural  gas 
from  this  wonderful  well  for  you  and  tne  will  not  give  it  away; 
he  is  going  to  charge  money  for  it.  His  development  of  the 
system  will  cost  a  tremendous  amount  of  money.  I  think  that  the 
logical  contention  over  all  arguments  of  this  character  is  to  get 
busy  and   develop   our  plants   to   the   highest    state   of  efficiency. 

Mr.  /,o;cr.-  I  heartily  agree  with  the  remarks  of  the  last 
speaker,  but  nevertheless  it  is  necessary  for  us,  as  gas  men.  U\ 
take  cognizance  of  every  existing  condition.  Tf  there  be  45.000.000 
feet  of  combustible  vapors  going  to  waste  in  the  Midway  field, 
and  it  is  to  continue  to  flow  45.000,000  feet,  or  only  one-tenth  of 
that  sum.  someone  is  going  to  find  a  way  tn  fix  that  vapor  into 
gas  and  bring  it  into  our  large  cities.  We  must  be  afraid;  we 
must  take  cognizance  of  every  existing  condition,  and  there  is  no 
one  in  this  world  so  gre;itly  fooled  as  be  who  fnnls  himself.  Tf  we 
have  l.irge  lulds  of  gnod  nalur;il  gas.  tluit  is  tlic  product  that  we. 
as  g.as  iiK-n,  want,  \\'e  have  nuv  distribiUing  m;uns.  we  h.ive  our 
'■erviccs.  our  meters,  tmd  we  wtint  that  gas  in  them.  We  welcome 
the  man  who  \v\U  deliver  it,  tnul  if  he  cannot  find  the  money,  we 
will  help  find  it  for  him. 


Mr.  Martin:  I  am  a  stockholder  in  ;m  oil  company  that  has 
a  well  in  the  Midway  field.  But  there  is  no  such  pressure  as  they 
have.  The  pressure  is  350  pounds  to  the  square  inch.  There  is 
not  a  holder  there  who  wouldn't  prefer  to  pump  his  oil  and  sell 
it,  than  burn  it  under  his  boiler,  if  he  could  get  something  for  it. 

Mr.  Berkley:  1{  our  friend  from  Inglewood  will  look  at 
wliat  is  being  done  in  the  Louisiana  fields,  he  will  see  there  is  a 
pipe  line  243  miles  long  reaching  Little  Rock,  Arkansas,  and 
distributing  gas  under  high  pressure.  If  the  quantity  of  natural 
gas  in  the  field,  of  which  our  friend  has  just  given  the  figures,  is 
anywheres  near  that,  I  assert  that  we  ought  to  get  in  line.  It  is 
cheaper  for  us  even  at  the  present  selling  price,  as  much  as  we 
pride  ourselves  in  manufacturing,  and  I  would  welcome  natural 
gas  under  right  and  proper  conditions.  I  know  nothing  of  the 
field  beyond  what  I  have  read  of  in  the  last  three  months.  I 
believe  it  is  a  transportable  gas  in  its  present  state,  and  will  not 
require  changes  to  be  made  so  that  it  can  be  transported. 

Several  years  ago  the  Indiana  fields  furnished  a  rock  pres- 
sure of  450  pounds,  and  gas  was  transported  to  Indianapolis 
through  a  hundred  miles,  or  more,  of  pipe.  At  that  time  the  city 
had  a  population  of  nearly  200,Q00,  and  for  a  period  of  about 
twelve  years  hardly  a  carload  of  coal  was  sold  for  domestic 
purposes;  there  was  not  even  a  boiler  from  the  street  cars  down 
that  was  not  operated  by  natural  gas.  All  of  the  large  mills  and 
foundries,  such  as  the  Indiana  Car  &  Foundry  Company,  used 
natural  gas.  Therefore,  I  do  not  think  there  is  any  question 
about  the  right  and  proper  consideration  of  this  subject,  and 
if  there  is  such  a  (|uantity.  and  it  is  obtainable,  it  is  up  to  us 
to   get   it. 

Mr.  SeJiade:  I  would  like  to  ask  Mr.  Enger  to  give  us  his 
opinion.  He  has  traveled  extensively  and  is  undoubtedly  fa- 
miliar with  all  the  natural  gas  conditions  of  the  country.  I 
would  like  to  ask  him  to  give  us  his  opinion. 

Mr.  Enger:  My  opinion,  I  am  afraid,  is  rather  a  childish 
one.  There  is  one  aspect  of  that  pipe  to  St.  Louis,  that  is  in 
regard  to  getting  the  franchise,  and  there  is  this :  that  they 
could  make  gas  in  St.  Louis  for  less  than  they  could  get  the 
natural  gas.  But  my  point  which  is  rather  childish  is  that  in 
Kansas  some  time  ago,  there  was  a  great  discussion  iti  regard 
t>'  a  well,  which  spouted  Imw  m.'iny  million  feet,  but  it  got 
away  from  them,  and  after  about  six  weeks  they  captured  it 
again.  I  told  some  friends  of  mine  that  they  were  going  to  Iiave 
an  earthquake,  and  it  happened  that  only  a  few  days  after  that 
the  earthquake  at  San  Francisco  occurred.  My  theory  was  this: 
Vou  all  are  familiar  with  the  air  lock  and  know  how  they  are 
.•i|)plied  to  keep  water  out  of  natural  gas.  and  it  was  on  account 
of  the  pressure,  and  it  was  suggested  that  the  State  legislature 
of  Kansas  adopt  measures  to  compel  people  to  use  tiatural  gas 
to  save  their  lives  and  property.  This  is  just  a  theory  but  there 
is  something  in  it.  However,  I  think  I  might  say  that  you  could 
advance  a  great  deal  in  the  manufacture  of  gas  in  this  section. 
There  is  a  great  deal  more  to  be  done.  But  I  want  to  repeat 
something  that  I  said  yesterday.  I  didn't  come  here  to  speak, 
I  came  here  to  learn.  I  am  not  prepared  to  say  much,  but  I  have 
karncd  a  Kreat  deal  since  coming  here,  and  if  it  hadn't  been  for 
my  friend  Mr.  Schade  over  there,  I  wouldn't  have  said  any- 
thing about  this  earthquake.  It  is  my  theory  and  no  joke  at 
all.  T  say  though,  that  you  could  improve  your  plants  to  make 
more  from  the  oil  than  you  do.  It  may  be  possible  to  make 
g.is  from  oil  for  less  mone\'  than  it  would  be  to  pump  natural  gas 
and  give  it  aw'ay. 

.!//■.  Brittitti:  T  am  impressed  very  nnich  this  morning  by  this 
di-ciis^ion.  because  it  takes  me  back  a  great  ni.iny  years,  before 
a  great  many  men  in  the  gas  business  here  were  out  of  their 
swaddling  clothes.  .\way  back  in  the  early  part  of  '80  and  the 
latter  part  of  70.  the  gas  men  of  that  d.-iy  became  very  much 
agitated  over  the  advent  of  electric  lighting.  Their  doom  in 
thtii-  own  minds  w.is  assured.  They  thought  they  saw  disaster 
^t.iriiis  lliem  in  the  face.  The  board  of  directors  met  ,-is  usual, 
and  with  blanched  faces  awaited  the  blow  which  was  to  kill 
them.     Their  stocks  and  their  bonds  went  down  from  above  par. 
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to  almost  any  price  which  anyone  was  willing  to  take  them  for. 
History  is  today  repeating  itself.  The  men  who  were  fortunate 
enough  to  buy  stocks  and  bonds  of  the  gas  companies  that  were 
depreciated,  have  made  millions  out  of  their  investments.  Now 
I  don't  want  to  see  riot  run  here  this  morning,  I  don't  want  to 
see  everybody  become  pessimists,  merely  because  of  the  fact 
that  a  gas  well  has  been  discovered  in  Southern  California, 
capable  of  producing  enough  gas  to  supply  the  entire  State  of 
California.  I  think  we  have  merely  to  look  over  history,  the 
history  of  the  introduction  of  natural  gas  in  Eastern  States,  in 
order  to  assure  ourselves  that  we  will  be  in  the  gas  business 
long  after  the  gas  wells  have  died  a  natural  death.  The  advent 
of  natural  gas  in  the  Eastern  States,  and  the  advent  of  natural 
gas  in  California,  has  done  nothing  more  than  to  increase  the 
efficiency  of  the  legitimate  gas  manufacturer.  We  have  it  around 
San  Francisco  Bay;  it  has  been  recently  discovered  in  Sonoma 
County,  and  at  Paloma,  and  it  has  not  hurt  the  legitimate  arti- 
ficial gas  industry  in  any  way,  nor  can  it.  We  also  have  it  in 
Stockton,  and  Sacramento ;  not  in  limited  quantities,  but  enough 
to  supply  the  needs.  It  has  been  well  said  that  the  gas  companies 
here  today,  with  their  present  development  and  their  plants  and 
systems,  are  the  natural  distributers  of  that  commodity,  whether 
it  be  natural  or  artificial.  The  uses  of  natural  gaa  are  to  a  degree 
limited.  It  cannot  possibly  drive  us  out.  The  artificial  gas  com- 
panies, in  the  midst  of  the  gas  fields  in  this  district  have  con- 
tinued to  increase  their  output,  year  by  year.  It  would  be 
impossible  in  my  judgment  and  observation  of  the  use  of  natural 
gas,  to  supplant  the  use  of  artificial  gas  entirely.  It  seems  un- 
likely, that  even  if  the  amount  of  natural  gas  discovered  here 
should  be  supplemented  by  other  wells  than  those  in  the  Mid- 
way field,  it  would  never  take  the  place  of  artificial  gas,  for  the 
reason  that  every  gas  plant  in  use  today,  is  constructed  for  the 
use  of  artificial  gas,  and  would  have  to  be  changed  and  altered, 
to  meet  the  conditions  of  the  dificrcnt  character  of  gas  that  comes 
with  natural  gas.  If  they  do  come  into  the  field,  they  will  look, 
in  my  judgment,  to  the  use  of  it  in  a  way  that  the  artificial  gas 
companies  have  never  been  able  to  reach,  and  that  is  in  larger 
industrial  plants.  They  will  consider  the  market  for  oil,  and 
it  seems  to  me  that  the  people  who  control  these  fields  are  not 
going  to  cut  off  their  nose  to  spite  their  face.  These  people  have 
a  tremendous  output  of  oil,  as  evidenced  by  Mr.  Burkhart's  paper, 
and  by  their  own  admission,  and  the  uses  of  natural  gas,  in 
competition  with  their  own  oil  output  must  react  upon  their 
financial  investment.  They  cannot  throw  one  pet  to  take  up  an- 
other. There  is  more  money  in  the  oil  business,  and  there  is 
more  money  for  the  transportation  companies  than  there  would 
be  in  the  transportation  of  natural  gas.  Now,  we  all  know, 
at  least  those  who  are  familiar  wkh  gas  manufacturing,  that 
the  lowest  or  best  cost  to  all  of  the  companies  in  the  manufacture 
and  distribution  of  gas,  is  in  its  manufacture.  The  minimum 
part  of  the  expense  is  there,  The  maximum  part  of  the  expense  is 
in  the  distribution,  organization,  management,  development  and 
utilization  of  gas.  The  expense  of  delivering  natural  gas  from 
fields  four  or  live  lunidred  miles  away  is  obvious  lo  vou  who 
know  anything  of  the  expense  of  its  delivery  to  distant  points. 
I  am  not  afraid  of  the  advent  of  this  foe,  so  far  as  the  legitimate 
development  and  manufacture  of  gas  is  concerned  today,  than 
twenty-eight  or  thirty  years  ago,  did  the  advent  of  electric  light- 
ing. It  will  be  but  another  prod  in  our  side,  to  spur  us  on  to  the 
further  development  and  utilization  of  the  products  that  we  have 
for  sale.  When  you  consider  that  in  the  United  States  today, 
that  notwithstanding  the  combination  of  the  companies  inter- 
ested in  gas  and  electricity,  that  the  gas  sales  have  progressed 
equally  with  the  sales  of  electricity,  and  that  today,  I  have  no 
doubt  tlie  testimony  of  the  members  will  bear  me  out,  that  those 
engaged  in  the  business  of  gas  and  electricity,  that  their  gross 
annual  revenues  from  gas  equal,  if  not  exceed,  that  of  electric- 
ity, and  better  than  that,  in  the  plants  which  sell  both  gas  and 
electricity,  the  profits  arising  from  the  sale  and  distribution  of 
gas  far  exceed  the  profits  derived  from  the  generation  and  sale 
of  electricity.     I  think  that  our  Alma  Mater  is  safe  in  our  hands. 


I  do  nut  believe  that  the  new  born  child  cuniing  in  today  can  take 
our  place,  or  drive  us  out  of  business.  1  don't  want  to  see  gas 
men  become  pessimists ;  I  would  rather  see  every  gas  man 
become  an  optimist  on  the  question  of  the  manufacture  and 
distribution  of  artificial  gas  in  the  State  of  California. 


NEW    CATALOGUES. 

Bulletin  No.  12a  from  The  Electric  Storage  Battery  Co. 
describes  the  installation  of  a  storage  battery  for  the  New 
River  and  Pocahontas  Consolidated  Coal  Company.  This  is 
one  of  the  few  battery  installations  for  this  purpose,  and  the 
charts  show  the  results  that  have  been  accomplished  by  the 
use  of  a  battery. 

Ad  Book  No.  22  Just  issued  by  the  Westinghouse  Electric 
u.  Manufacturing  Company,  contains  a  series  of  attractive  ad- 
vertisements suited  to  the  use  of  central  station  companies 
that  are  anxious  to  boom  Christmas  trade  in  electrical  ap- 
pliances. Every  "ad"  in  the  book  contains  a  reflection  of  the 
spirit  of  the  Christmas  season. 

Bulletin  No.  47S2,  just  issued  by  the  General  Electric 
Company,  entitled  "Direct  Current  Exciter  Panels,"  illustrates 
and  describes  exciter  panels  for  use  in  connection  with  alter- 
nating current  generator  panels  when  for  any  reason  separate 
control  of  the  exciter  is  desired.  The  bulletin  contains  a 
complete  description  of  these  panels,  also  diagram  of  connec- 
tions and  dimensions. 

"Type  MW  Slip  Ring  Induction  Motors"  is  the  title  of 
Circular  No.  1188.  just  issued  by  the  Westinghouse  Electric 
i  Manufacturing  Company,  Pittsburg,  Pa.  The  circular  de- 
scribes a  line  of  Westinghouse  alternating  current  slip-ring 
motors  designed  especially  for  cranes,  hoists  and  elevators. 
Reference  is  made  also  to  suitable  controlling  devices  and 
brakes. 

The  General  Electric  Company  has  just  issued  a  booklet 
describing  Miniature  Decorative  Incandescent  Lamps.  The 
lamps  are  illustrated  in  color,  and  various  designs  representing 
fruits  and  flowers  are  shown.  These  lamps  are  used  for 
decorating  Christmas  trees  and  also  in  connection  with  set 
pieces  of  artificial  shrubs,  trees,  etc.  The  number  of  the 
booklet  is  B-3004. 

The  General  Electric  Company  has  recently  issued 
pamphlet  B-3006,  which  is  a  reprint  of  the  paper  read  before 
the  National  Electric  Light  Association  on  the  subject  of 
"Street  Illumination."  This  pamphlet  compares  the  results 
obtained  from  the  use  of  luminous  and  flame  arcs  with  those 
resulting  from  the  use  of  open  and  enclosed  carbon  arcs.  The 
subject  is  treated  from  the  standpoint  of  the  illuminating  en- 
gineer and  is  discussed  in  detail.  The  pamphlet  contains 
half-tone  illustrations  showing  street  illumination  by  luminous 
arcs  in  various  cities.  There  are  also  numerous  diagrams. 
The  subject  is  treated  exhaustively  find  should  be  of  great 
ii'terest  and  assistance  to  all  interested  in  this  branch  of  en- 
gineering. 

The  Western  Electric  Company  has  just  issued  its  Bul- 
letin No.  5500,  describing  Hawthorn  direct  and  alternating  cur- 
rent enclosed  arc  lamps.  The  bulletin  contains  twenty  pages 
and  is  well  illustrated  with  many  photographs,  diagrams  and 
tables.  Separate  pages  are  devoted  to  direct  current  multi- 
ple enclosed  arc  lamps,  including  the  marine  type,  for  100  to 
125  volt  circuits;  direct  current  multiple  enclosed  arc  lamps. 
Including  the  mill  type,  for  200  to  250  volt  circuits;  power 
circuit  lamps,  direct  current  enclosed  arc  lamps  for  power 
circuits,  alternating  current  multiple  enclosed  arc  lamps  for 
circuits  of  100  to  125  volts,  200  to  250  and  400  to  460;  direct 
current  series  enclosed  arc  lamps  for  6.6  ampere  circuits, 
alternating  current  series  enclosed  arc  lamps  for  6.6  and  7.5 
ampere  circuits,  Solaris  arc  lamps,  both  alternating  current 
and  direct  current,  and  arc  lamp  accessories. 
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If  the  ancient  .\ral)ian  iiattirc-faki'i'  who  perpe- 
trated that  poetic  prevaricaticni,  "tlie  tree  is  the 
mother  of  tlie  fcuiitaiu"  were  now 
Trees  and  h\  ing  in  some  parts  of  our   west- 

Water  "-'''i  country,   where  every  drop  of 

water  is  more  precious  than  it  ever 
was  in  the  deserts  of  Arabia,  he  would  soon  tind  him- 
self the  most  unpopular  citizen  in  the  township.  If  he 
could  be  shown  that  every  lofty  pine  on  the  moun- 
tain top  deprives  an  orange  grove  in  the  thirsty  valley 
of  needed  sustenance,  he  needs  must  confess  that  he 
grossly  exceeded  the  elastic  limits  of  even  poetic  li- 
cense. He  mistook  effect  for  cause.  The  tree  may  be 
the  child  of  the  fountain  but  never  the  mother. 

h'rom  his  mistake  it  is  an  easy  transition  to  the 
tiiiixersal  misconception  that  forests  always  exert  a 
lieiiehcial  influence  on  stream  flow.  So  firmly  is  this 
false  idea  engrafted  in  the  'public  mind  that  the  engi- 
neer who  substitutes  fact  for  "surmise  and  who  proves 
that  in  many  places  the  forests  absorb  much  carefully 
conserved  moisture  is  at  once  regarded  as  an  enemy  to 
mankind.  We  admit  that  these  statements  are  ^start- 
ling and  revolutionary,  that  they  are  contrary  to  all 
preconceived  notions  and  upset  many  well-laid  plans, 
but  nevertheless  they  are  facts.  Careful  observation 
has  shown  that  on  the  Pacific  Coast  heavy  forests  are 
more  often  detrimental  than  beneficial  to  the  even  reg- 
ulation of  water  flow. 

More  than  two  years  have  elapsed  since  Col.  H.  M. 
Chittenden  presented  a  paper  before  the  American  So- 
ciety of  Civil  Engineers,  wherein  he  demonstrated 
that  in  the  Cascade  and  Sierra  Nevada  Mountains  for- 
ests prevent  the  formation  of  snow  drifts  and'  expose 
large  snow  surfaces  to  undue  evaporation.  Since  that 
time  the  only  refutation  of  his  arguments  is  that  they 
are  not  of  general  application  and  that  in  many  special 
leicalities,  particularly  in  Eastern  states,  the  reverse 
appears  true.  In  the  resulting  discussion  many  addi- 
tional facts  were  presented  to  strengthen  the  original 
argument.  Mr.  W.  H.  Leffingwell  and  A.  M.  Strong, 
especially,  showed  that,  whereas  the  drainage  areas  of 
the  Merced  and  Kings  Rivers  were  heavily  timbered, 
these  same  rivers  are  subject  to  much  greater  fluctua- 
tion than  the  Kern  and  Owens  Rivers  which  have  lit- 
tle or  no  forest  cover.  It  is  demonstrated  that  entirely 
too  much  credit  is  assigned  to  the  sponge  action  of  the 
forest  floor  and  that  heavy  brush  is  just  as  effective 
in  retaining  the  greatest  possible  volume  of  water  un- 
til such  time  as  it  is  most  needed  for  irrigation.  It  has 
also  been  established  that  the  great  expanse  of  ice 
and  snow  above  the  timber  line  is  the  reservoir  supply- 
ing most  of  the  water  in  the  late  summer  months. 

It  was  not  the  purpose  of  these  engineers  to  dis- 
courage tree  planting  in  the  right  places  but  only 
to  make  clear  that  the  irrigation  and  power  needs  of 
the  West  are  different  from  the  navigation  and  power 
interests  of  the  East.  With  thousands  of  square  miles 
|>1  arid  land  which  needs  but  the  magic  touch  of  the 
water  to  become  the  most  fertile  in  the  world,  it  seems 
just  that  the  demands  of  forestry  should  give  way  to 
the  needs  of  agriculture. 
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PERSONALS. 

R.  J.  Buck  of  Sanderson  &  Porter  is  in  New  York. 

A.  J.  Turner,  engineer  for  tlio  San  Diiuas  quarry  at  Sau 
Dimas,  Cal.,  is  visiting  San  Francisco. 

F.  N.  Jewett,  general  sales  manager  of  the  Wagner  Elec- 
tric Company  lias  returned  to  St.  Louis  via  Los  Angeles. 

Rudolph  W,  Van  Norden,  consulting  civil  and  electrical 
engineer,  returned  to  San  Francisco  from  Los  Angeles  this 
week. 

A.  A.  Young  of  the  von  Hamm  Young  Co.  of  Honolulu  is 
at  San  Francisco  making  his  headquarters  with  T.  F.  Dredge 
ir.   the   Metropolis   Bank  Building. 

W.  S.  Atkinson  has  resigned  as  chief  draughtsman  for 
C.  C.  Moore  &  Co.,  to  take  a  similar  position  with  the  Yuba 
('oust ruction  Company  at  Marysville,  Cal. 

\V.  R.  Wheaton,  formerly  with  the  U.  S.  Forestry  Serv- 
ice, is  in  charge  of  the  new  pole  creosoting  plant  of  the  San 
.Joaquin  Light  &  Power  Company,  at  Fresno,  Cal. 

Henry  Bosch,  assistant  engineer  of  electrical  construc- 
tion for  the  Pacific  Gas  &  Electric  Co.,  has  recently  returned 
fiom  an  extended  tour  of  eastern  power  plants  and  factories. 

L.  B.  Cramer,  electrical  engineer  of  the  Oregon  Electric 
Railway  Company  and  chairman  of  the  Portland  Section,  A.  I. 
E  E.,  was  recently  appointed  electrical  engineer  of  the 
United  Railroads  Company  of  Portland. 

.1.  C.  Farrar,  formerly  electrical  engineer  with  the  Buick 
Motor  Car  Company  at  Flint,  Mich.,  has  opened  offices  as 
consulting,  constructing  and  contracting  engineer  in  the  San 
Fernando  Building,  Los  Angeles,  Calif. 

H.  M.  Fennemore,  division  commercial  superintendent  of 
the  Rocky  Mountain  Bell  Telephone  Company  recently  vis- 
ited Logan,  Utah,  and  completed  preparations  for  remov- 
ing the  billing  and  accounting  department  for  the  northern 
part  of  the  State  from  that  point  to  Ogden. 

A.  C.  Sprout  spent  the  past  week  on  the  San  Joaquin 
River  in  connection  with  the  installation  of  a  reclamation 
pumping  plant  on  the  Webber  Tract.  Current  will  be  taken 
from  the  Pacific  Gas  &  Electric  Company's  transmission  lines 
to  operate  a  Westinghouse  motor  direct  connected  to  a 
Samson  centrifugal  pump. 

"Wynn  Meredith,  Pacific  Coast  manager  for  Sanderson 
<S;  Porter  of  New  York,  returned  last  week  to  his  San  Fran- 
cisco office,  after  spending  several  months  in  the  Pacific 
Northwest.  Most  of  the  time  was -spent  on  Vancouver  Island 
in  connection  with  the  construction  of  the  Jordan  River 
hydroelectric  plant  of  the  British  Columbia  Railway,  Light 
<S-  Power  Company,  which  will  transmit  current  to  Victoria, 
E.  C. 

Newly  elected  associate  members  of  the  American  Insti- 
tute of  Electrical  Engineers  include  L.  W.  Allison,  drafts- 
man. Pacific  Light  &  Power  Company,  Los  Angeles,  Cal.;  R. 
M.  Cobb,  construction  foreman  line  department,  Pacific  Elec- 
tric Railway,  Los  Angeles;  G.  E.  Fairly,  electrician,  Los 
Angeles,  Aqueduct,  Saugus,  Cal.;  L.  D.  A.  Gain,  electrical  de- 
signer and  draughtsman.  Western  Canada  Power  Company, 
Vancouver,  B.  C;  R.  E.  Jerauld,  commercial  engineer.  Gen- 
eral Electric  Co.,  Salt  Lake  City,  Utah;  C.  B.  Johnson,  con- 
struction foreman,  Genera!  Electric  Co.,  San  Francisco;  V 
R.  Marshall,  station  superintendent,  Central  Colorado  Power 
Company,  Dillon,  Colo;  F.  P.  Mooney,  Arrowhead  Reservoir 
&  Power  Company,  San  Bernardino,  Cal.;  L.  L.  Newcomb, 
electrical  operator  Nevada-California  Power  Co.,  Bishop,  Cal.; 
E.  S.  Pridham,  engineer  Poulsen  Wireless  T.  &  T.  Co.,  Stan- 
ford University,  Cal.;  D.  L.  Schaaf,  chief  operator  Bay  Shore 
sub-station.  Sierra  &  San  Francisco  Power  Co.,  San  Francisco; 
R.  H.  Spencer,  constructing  electrician.  Southern  California 
Edison  Co.,  Los  Angeles,  Cal. 


Charles  E.  Wiggin  has  resigned  his  position  with  John 
R.  Cole  &  Company  to  become  general  manager  of  the  elec- 
trical department  of  Dunham,  Carrigan  &  Hayden  of  San 
Francisco.  Mr.  Wiggin  has  been  actively  associated  with 
the  electrical  business  In  San  Francisco  for  over  twenty  years 
during  which  time  he  has  earned  the  friendship  of  all  with 
whom  lie  came  in  contact.     For  the  fifteen  years  from  1889 


Chas.   E.  "Wiggin. 

lo  11)01  he  was  with  Will  &  Finck.  In  1904  with  the  coopera- 
tion of  John  M.  Kline  and  George  Greenwood  he  organized 
the  Electrical  Contractors'  Association  and  has  served  as 
ils  secretary  ever  since.  During  1906  he  was  with  the  West- 
ern Electric  Company  and  later  went  with  John  R.  Cole 
Company.  Because  of  his  extensive  acquaintances  through- 
out the  electrical  fraternity  and  his  thorough  knowledge  of 
local  business  conditions  he  enters  upon  his  new  duties 
under   unusually   favorable   conditions. 


MEETING   NOTICES. 

The  Los  Angeles  Section  of  the  American  Institute  of 
Electrical  Engineers  meets  at  Blanchard  Hall,  231  South 
Broadway,  at  eight  p.  m.  on  December  29th.  Prof.  R.  W. 
Sorensen  of  Throop  Polytechnic  Institute  will  give  a  paper 
"Transformers  and  their  selections."  All  members  of  the 
electrical  fraternity  who  may  be  in  Los  Angeles  on  that  date 
are  cordially  invited  to  be  present  and  join  in  the  discussion. 

The  Portland  Section  of  the  American  Institute  of  Elec- 
trical Engineers  met  in  the  assembly  hall  of  the  Electric 
Building,  on  December  13,  1910.  Mr.  W.  B.  Evans  of  the  elec- 
trical department  of  the  Southern  Pacific  Company  read  a 
paper  on  the  1200  volt  d.c.  system  of  the  Central  California 
Traction  Co.  On  January  17,  1911,  E.  J.  Griffith  will  present 
a  paper  on  Conservation  of  Natural  Resources  and  on  Feb- 
ruary 21,  E.  L.  Ritter  will  speak  on  Telegraph  and  Telephone 
Work. 

The  San  Francisco  members  of  the  American  Society  of 
Mechanical  Engineers  held  a  meeting  in  the  assembly  room 
of  the  Merchants'  Exchange  Building,  on  the  evening  of  De- 
cember 16th,  for  the  purpose  of  discussing  Pacific  Coast 
Practice  in  the  Use  of  Crude  Petroleum  for  Fuel.  Short  dis- 
cussions of  the  subject  were  read  by  Mr.  Arthur  F.  Bell,  Prof. 
J.  N.  LeConte,  Mr.  C.  F.  Weiland,  Mr.  C.  R.  Weymouth,  Mr. 
K  G.  Dunn,  Mr.  J.  H  Hopps,  Mr.  A.  M.  Hunt  and  Mr.  E.  C. 
Jones,  and  the  subject  was  discussed  by  many  engineers  pres- 
ent. '  , 


The  Pelton  Water  Wheel  Company  has  sold  to  the  Utah 
Construction  Company  a  250  h.p.  Pelton-Francis  turbine  which 
is  to  be  direct  connected  to  a  Fort  Wayne  alternator  and 
operated  under  an  effective  head  of  SO  feet.  The  plant  will 
furnish  current  for  electrically-driven  hoists,  air  compressor 
and  pumps  at  a  mine  in  Idaho. 
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977,443.  Storage-Battery  Plate.  Bruce  Ford,  Philadelphia, 
Pa.  A  storage  hattery  jjlate  consisting  of  groups  of  leaves 
united  hy  rihs  and  having  a  marginal  web,  the  ribs  adjacent 
to  wi'l)  being  spaced  nearer  together  than  the  rest  of  the  ribs 


liousing  having  passages  connecting  its  interiop  with  the 
explosion  chambers,  and  horizontally  slidable  valves  normally 
closing  the  inlet  to  said  passages  and  actuated  by  the  gases 
of   (he   ex|)loded    charge   to   direct    the    exploded    fluid    to    I  lie 


whereby  the  "length  of  the  span  of  the  leaves  which  are  at- 
tached to  the  web  is  decreased  and  the  leaves  are  supported 
at  closer  intervals  by  the  ribs  to  prevent  their  detachment 
from  the  web,  substantially  as  described. 

977,645.  System  of  Distribution.  Paul  M.  Lincoln,  Pitts- 
burg, Pa.,  assignor  to  Westinghouse  Electric  &  Manufacturing 
Co.  In  a  system  of  distribution,  the  combination  with  an  alter- 
nating current  circuit,  a  direct  current  circuit  and  two  me- 
chanically  coupled   rotary   converters   that   are   connected   in 


QOOOCBOQ  / 


series  relation  to  the  direct  current  circuit  and  are  independ- 
ently connected  to  the  alternating  current  circuit,  of  circuit 
breakers  in  the  connections  of  one  converter  to  the  alter- 
nating current  circuit,  circuit  breakers  in  the  connections 
of  the  converters  to  the  direct  current  circuit,  and  means  for 
effecting  simultaneous  opening  of  all  of  the  said  circuit 
breakers. 

978,044.  Turbine-Motor  and  Pressure  Device.  Thomas 
.T.  Loftus,  Castella,  Cal.,  assignor  of  one-half  to  Charles  T. 
I  oftus,  Castella,  Cal.,  and  one-half  to  Harmon  Bell.  Oakland, 
Cal.  In  a  turbine  motor,  the  combination  of  a  turbine  hous- 
ing, a  series  of  combustion  chambers  at  one  end  thereof, 
nieans  for  delivering  explosive  fluid  under  pressure  to  said 
chambers,  said  means  inclr.ding  air  and  gas  inlets  and  nor- 
mally closed  valves  controlling  said  inlets,  means  for  oper- 
ating the  valves  to  permit  the  fluids  to  enter  the  explosion 
chamber,  means  for  exploding  said  fluid  in  the  chambers,  said 


;■*«  yC  '/      Vfl     ^ 


-^:V: 
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interior  of  the  housing  and  to  the  turbine  disks,  a  drive 
shaft  adapted  to  be  revolved  by  said  disks,  and  connections 
between  the  shaft  and  the  first  named  valves  for  operating 
the  latter. 

977,768.  Dynamo-Electric  Machine.  John  B.  Wiard,  I^ynn. 
Mass.,  assignf)r  to  Ceneral  Klectric  Company.  In  a  dynanui 
electric  machine,  a  stationary  laminated  core  structure  hav- 
ing a  plurality  of  holes  extending  there-through  for  receiving 
a    cooling   fluid    arranged    in    a   circle,   the    interior   walls    of 


s.iid  holes  being  coated  or  covered  so  that  cooling  fluid  will 
not  leak  out  between  the  laminations,  and  end  frames  clamp- 
ing said  core  structure,  each  of  said  end  frames  having  a 
circular  groove  registering  with  said  holes  and  a  channel 
connecting  said  groove  to  the  exierior  of  said  end  frame. 

978,038.  System  of  Regenerative  Control  for  Electric 
Motors.  Benjamin  G.  Lamme,  Pittsburg,  Pa.,  assignor  to 
Westinghouse  Electric  &  Manufacturing  Company.  The  com- 
I'ination  with  a  dynamo-electric  machine  adapted  for  opera- 
tion either  as  a  motor  or  as  a  generator  and  iirovided  with 


sciies-connected  field  magnet  and  armature  windings,  of  a 
source  of  energy  to  be  connected  in  shunt  circuit  to  the  field 
iiiMgnet  winding  when  the  machine  is  operated  as  a  gener- 
iilor,  the  voltage  of  the  source  being  apiu-oximately  equal  to 
I  Ik-  normal  or  predetermined  drop  of  potential  in  the  field 
iiKignet  winding. 
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OUTDOOR    DISCONNECTING    SWITCH. 

The  accompanying  illustration  represents  a  photograph 
of  one  of  a  new  line  of  outdoor  disconnecting  switches  which 
the  General  Electric  Company  is  prepared  to  furnish  for  use 
on  circuits  up  to  110,000  volts.  The  entire  line  is  high  class 
in  every  particular,  is  thoroughly  weather-proof  and  will  act 
satisfactorily  under  all  weather  conditions.  It  should  be 
particularly  noted  that  this  outdoor  disconnecting  switch  does 
not  in  any  way  require  special  line  construction,  neither  is  it 
necessary  to  alter  the  spacing  of  the  lines  where  they  are 
connected  to  the  switch  since  the  contact  blades  in  openins 
and  closing  move  parallel  to  the  direction  of  the  transmission 
line. 


Bolt  Type,   Outdoor  disconnecting  Switch. 

The  illustration  shows  the  switch  closed.  When  the 
switch  is  opened  all  the  blades  move  parallel  to  one  another 
into  the  pipes.  The  blades  are  moved  together  by  means  of 
sprocket  wheels  and  chains  and  a  single  operating  handle 
which  can  be  placed  at  any  convenient  point  near  the  switch 
itself  or  close  to  the  ground.  The  handle  can  be  locked  in  the 
closed  or  open  position. 

The  entire  operating  mechanism,  including  the  sprocket 
and  chains,  is  protected  from  the  weather.  The  contacts  are 
installed  in  housings  and  the  switch  cannot  therefore  be 
rendered  inoperative  by  rain  or  snow. 

The  blades  are  so  shaped  that  it  is  difficult  for  ice  to  form 
on  them,  but  if  this  should  happen,  small  wheels,  which  rest 
on  the  upper  edge  of  the  switch  blades,  serve  to  break  this 
Ice  when  the  switch  is  opened,  and  thus  keep  it  from  getting 
into  and  clogging  the  mechanism  of  the  switch. 

The  switch  contacts  are  protected  by  goat  horns,  so  that. 
in  the  event  of  opening  magnetizing  currents  or  larger  cur- 
rents accidentally,  the  contacts  will  be  protected.  That  the 
switch  is  simple  and  substantial  in  construction  can  be  readily 
seen  from  the  illustration. 


THE    NEW    WESCO    CATALOGUE. 

Catalog  150  of  Electrical  Supplies  from  The  Wesco  Sup- 
ply Company  of  St.  Louis  is  one  of  the  most  elaborate  and 
comprehensive  ever  published.  It  contains  1324  pages,  8% 
xll  inches  and  gives  descriptions  and  prices  of  every  con- 
ceivable kind  of  electrical  apparatus.  The  illustrations  and 
text  are  so  detailed  that  it  is  really  an  encyclopedia  of 
present  day  electrical  practice.  It  begins  with  a  thumb  in- 
dexed sectional  index  and  a  general  index  of  21  pages.    Many 


o:  the  supplies  listed  are  of  Wesco  make  and  the  remainder 
are  products  of  specializing  manufacturers.  This  gigan- 
tic volume  has  been  compiled  by  Mr.  R.  C.  Mellor. 

Apparatus  described  includes  both  large  and  small 
motors  and  generators,  together  with  all  accessory  control, 
transforming  and  measuring  equipment.  To  automobile  igni- 
tion supplies  24  pages  are  devoted,  22  pages  to  electric  heat- 
ing devices,  14  pages  to  fans,  150  pages  to  fixtures  and  shades, 
100  pages  to  house  goods,  including  annunciators,  batteries, 
bells,  flashlights,  medical  batteries  and  speaking  tubes.  20 
pages  to  incandescent  lamps,  22  pages  to  insulating  ma- 
terials, GO  pages  to  line  construction  materials,  22  pages  to 
station  supplies,  45  pages  to  street  lighting  supplies,  120 
pages  to  street  railway  supplies,  65  pages  to  telephones  and 
telegraph  instruments,  55  pages  to  tools,  6  pages  to  electrical 
toys,  20  pages  to  wire  and  cable  and  350  pages  to  wiring  sup- 
plies. In  all,  there  are  over  two  thousand  different  kinds  of 
apparatus  and  supplies  listed. 

In  addition  considerable  general  information  and  sugges- 
tions are  given  as  well  as  a  complete  dictionary  of  phrases 
and  code  words,  the  code  index  alone  occupying  115  pages. 
Many  tables  are  included  giving  weights  of  all  sorts  of  bolts, 
washers  and  screws.  The  metric  units  and  their  equivalents 
are  given  in  detail  as  are  also  the  standard  electrical  sj  nibols 
and  gauges.  Electrical  definitions  and  wiring  computations 
of  a  practical  nature  are  fully  illustrated  and  explained. 


TRADE  NOTES. 

H.  T.  Drennen  will  manage  the  electrical  business  of  the 
firm  of  Davis  &  Drennen  at  406  East  Burnside  street,  Port- 
land, as  the  firm  was  dissolved  on  Noyember  1. 

The  Economy  Electric  Company  has  bought  the  elec- 
trical contracting  business  of  Johnston  and  Sayre  and  will 
continue  at  723  St.  Helens  avenue,  Tacoma,  Wash. 

.'\merican  Engineering  Corporation  has  been  organized 
with  offices  in  the  Mechanics'  Institute  Building.  San  Fran- 
cisco, by  C.  E.  Grunsky,  L.  W.  Symmes,  E.  F.  Haas,  H.  D. 
Connick,  Loren  E.  Hunt,  A.  E.  Chandler  and  Thos.  H.  Means 
lo  furnish  specifications,  reports,  estimates,  appraisals,  super- 
intendence, construction  or  operation  in  all  branches  of  engi- 
neering. 

Owing  to  greatly  increased  business  the  H.  W.  .Tohns- 
Manville  Company  announces  the  removal  of  its  offices  now 
located  at  85  Sheldon  street,  Houghton,  Mich.,  to  more  com- 
modious and  convenient  quarters  at  96  Sheldon  street,  where 
they  will  be  better  prepared  to  serve  their  patrons.  As  in 
the  past,  Mr.  S.  T.  Harris,  who  has  been  associated  with  the 
Company  for  a  number  of  years,  will  be  in  charge  of  the 
offices  at  the  new  address. 

The  Electric  Storage  Battery  Company,  through  their  Pa- 
cific Coast  representatives,  Pierson,  Roeding  &  Co.,  are  in- 
stalling two  large  storage  battery  and  synchronous  motor 
generating  sets  to  meet  the  hoisting  requirements  in  Nevada 
mines.  One  order  for  120  cells  type  G-35  "Chloride"  accunui- 
lators  and  a  400  kw.  synchronous  motor  generating  set  has 
been  received  from  the  Goldfleld  Consolidated  Mining  Com 
pany  of  Goldfield  and  the  Tonopah  Mining  Company  of  Tono- 
jiah  has  also  ordered  120  type  G-31  "Chloride"  accumulators 
to  be  sui)i)lied  by  a  synchronous  motor  generator.  These  are 
in  accord  with  the  system  of  a.  c.  regulation  which  has  re- 
rently  been  devised  by  the  Electric  Storage  Battery  Co.  The 
Southern  Pacific  Co.  has  also  ordered  exciter  battery  sets  for 
its  new  Fruitvale  and  Oakland  sub-stations. 
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INCORPORATIONS. 

KKRMAN,  CAL.— The  Kerman  Telephone  Company  has 
been   incorporated  with  a  capital  stock  of  $15,000. 

VALE,  ORB.— Articles  have  been  filed  for  the  Farmers' 
t:iectric  Railway  Company  with  a  capital  of  f.'iO.OOO,  to  con- 
struct a  2.'')-mile  S.  W.  line  from  this  place.  R.  H.  Dearmont 
and  C.  W.  Thomas  are  among  the  incorporators. 


PORTERVILLE.  CAL.— At  a  meeting  last  week  of  the 
local  stockholders  of  the  Home  Gas  Company  at  the  office  of 
Geo.  G.  Murry  it  was  definitely  decided  to  organize  an  en- 
tirely new  corporation  to  be  known  as  the  Porterville  Gas 
Company,  the  object  being  to  take  over  the  interests  of  T.  J. 
Wright,  who  is  the  Los  Angeles  capitalist  at  the  present  in 
control  of  the  corporation.  F.  H.  Hess,  the  manager  of  the 
company  and  the  secretary  of  the  corporation  will  immedi- 
ately take  up  the  sale  of  the  stock. 


FINANCIAL. 

ASHLAND,  ORE.— The  City  Council  has  decided  to  call 
a  special  election  for  the  purpose  of  submitting  a  bonding 
Ijroposition  to  the  amount  of  $170,000  on  the  waterworks  ex- 
tension project. 

ESCONDIDO,  CAL.— The  directors  of  the  Mutual  Water 
Company  have  levied  an  assessment  of  5  per  cent  upon  the 
capital  stock  for  further  permanent  improvements  to  the  upper 
end  of  the  water  system.  The  assessment  will  raise  $11,000. 
SIERRA  MADRE,  CAL.— The  City  Council  passed  an  or- 
dinance calling  a  special  election  to  be  held  here  to  submit 
to  the  voters  the  proposition  of  issuing  bonds  in  the  sum  of 
$40,000  to  construct  a  municipal  water  system  in  this  city. 
The  bonds  will  bear  5  per  cent  interest,  payable  semi-annually. 
VICTORIA,  B.  C— At  the  forthcoming  civic  elections, 
among  other  many  laws  to  be  submitted  will  be  one  to  au- 
thorize the  raising  of  $25,000  for  the  pin-chase  of  electrical 
equipment  for  the  extension  and  improvement  of  the  street 
lighting  system  rendered  necessary  by  the  rapid  growth  of 
the  city. 

OAKLAND,  CAL. — The  shareholders  of  the  Oakland 
Traction  Company  will  vote  December  31  upon  creating  a 
new  bonded  debt  to  the  amount  of  $250,000  for  the  purpose 
of  purchasing  rolling  stock.  Said  bonds  are  to  be  additional 
to  the  $12,000,000  bonds  issued  and  issuable  under  the  gen- 
eral mortgage  of  1907.  The  directors  include:  E.  A.  Heron, 
Dennis  Searles,  C.  P.  Murdock,  S.  J.  Taylor,  F.  C.  Havens, 
Geo.  E.  Pratt  and  Arnold  E.  Needham. 


ILLUMINATION. 

.lACKSON,  CAL.— John  L.  Henry  has  applied  for  a  fran- 
chise to  erect  electric  lines  for  all  purposes  in  the  county  of 
Amador. 

TOLEDO,  WASH. — The  Toledo  City  Council  has  passed 
an  ordinance  granting  to  E.  P.  Badger  and  A.  R.  Badger  a 
franchise  for  lighting  the  town  of  Toledo  with  electricity. 

LA  GRANDE,  ORE.— J,  L.  Lambirth,  one  of  the  best 
known  electric  and  gas  men  in  the  Northwest,  is  in  this  city 
for  the  purpose  of  asking  for  a  franchise  to  install  a  gas 
plant  here. 

LONG  BEACH,  CAL.— Secretary  George  H.  Marshall  of 
the  Long  Beach  Consolidated  Gas  Company,  hab  denied  the 
report  that  $300,000  worth  of  bonds  of  the  $1,000,000  bond  issue 
provided  for  by  the  company  would  be  sold  at  once  for  ex- 
penditure in  building  the  proposed  new  plant  here. 

STAYTON,  ORE.— A.  L.  Shrevo,  proprietor  of  the  Stay- 
ton  Electric  Light  plant,  states  that  he  has  just  com- 
pleted a  deal  for  the  purchase  of  a  power  site  three 
miles  up  the  Santian  river  from  Staytoii.  The  site  is  a  vari- 
able one  and  capable  of  generating  about  5000  horsepower. 
Modern  power  houses  will  be  built  on  the  site,  which  is  located 
on  the  north  side  of  the  river. 


TRANSMISSION, 

EUGENE,  ORE,— The  Oregon  Power  Company,  will  ex- 
pend $1,000,000  on  a  large  hydroelectric  plant  on  the  Mc- 
Kenzie  river  near  St.  Martin's  rapids, 

CLARKSTON,  WASH.— The  Lewiston-Clarkston  Im- 
provement Company  is  planning  the  construction  of  a  hy- 
draulic power  plant  on  the  Grande  Ronde  river  of  10,000  h.p. 

ASOTIN,  WASH.— J.  J.  Jennings  of  the  Lewiston-Clark- 
ston Company  is  here  looking  for  locations  for  power  lines 
to  conduct  150  h.  p.  to  a  pumping  plant  to  be  installed  across 
the  river. 

MURRAY,  IDAHO.— It  is  reported  that  the  Thompson 
Falls  Water  Power  Company  is  surveying  a  right  of  way 
from  Thompson  to  Murray  and  Burke,  and  will  stretch  wires 
as  soon  as  possible  to  furnish  electric  power  to  Idaho  mines. 

LONG  BEACH,  CAL.— The  big  contract  for  the  erection 
of  a  reinforced  concrete,  brick,  stone  and  steel  building  for 
the  Edison  Company's  power  plant  on  inner  harbor  has  been 
let  to  the  F.  O.  Engstrom  Company  of  Los  Angeles.  The 
building  is  to  be  completed  before  February  1. 

KENNEWICK,  WASH.— The  R.  E.  Downie  Pole  Com- 
pany, 432  New  York  Building,  Seattle,  has  been  awarded  a 
contract  by  the  Pacific  Power  &  Light  Company,  Portland, 
for  the  supplying  of  the  transmission  poles  for  the  construc- 
tion of  a  high  power  tension  line  from  this  city  to  Han- 
ford,  Wash, 

PLACERVILLE,  CAL.— Henry  Lahiff  has  filed  notice  of 
location  of  5000  inches  of  the  water  flowing  in  the  south 
f.:)rk  of  the  American  river  in  township  11  north,  range  16 
east,  and  also  4000  Inches  of  water  In  the  south  fork  of  the 
American  river  in  township  11  north,  range  155  east,  said 
locations  being  for  manufacturing  and  electric  power  pur- 
lioses. 

AMERICAN  FALLS,  IDAHO.— Thirty  thousand  additional 
horse-power  is  to  be  developed  at  American  Falls  during  the 
coming  year  by  the  building  of  a  new  power  station,  which 
v,ill  constitute  the  main  plant  of  the  system  as  projected 
several  years  ago.  Authority  for  the  announcement  comes 
from  Governor  Brady  who  controls  all  the  stock  of  the  Idaho 
Consolidated  Power  Company. 

PAYETTE,  IDAHO.— The  Telluride  Association  states  that 
within  two  months  it  will  construct  a  plant  near  the  con- 
nuence  of  the  Malas  and  Snake  rivers.  The  plant  is  to  cost 
.$2,000,000  and  will  generate  10,000  horsepower.  J.  J.  Nunn, 
manager  of  the  Gale  Light  Plant  in  La  Grand,  Ore.,  has  been 
awarded  the  contract  for  constructing  the  plant  which  is  to 
be  completed  by  March  1,  1911. 

LOS  ANGELES,  CAL.— Captain  John  Cross,  railroad 
builder,  has  filed  an  action  against  the  Vallejo,  Benicia  and 
Napa  Val'ey  Railway  Company,  W.  F.  Botsford,  Arthur  F. 
Hawse,  Joh.'  T.  York,  L.  J,  Perry,  Z.  T.  Hatch,  C.  M.  Hatch 
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and  other  individuals  and  banking  concerns.  He  demands 
that  $15,000  stocks  and  bonds  of  the  Vallejo.  Benicia  and 
Napa  Valley  Company  be  returned  to  him,  or  judgment  for 
their  value  be  given. 

REDDING,  CAL.— The  Commissioner  of  the  General 
Land  Office  had  decided  the  case  of  the  Northern  California 
Power  Company  against  H.  V.  Gates,  upholding  the  decision 
of  the  local  land  office  officials  which  was  against  Gates. 
Gates  sought  a  patent  to  a  liuilding-stone  claim  in  the  Big 
Bend  of  the  Pit  river,  which  is  particularly  valuable  as  a 
power-house  site.  He  had  located  20,000  inches  of  water 
and  proposed  digging  a  tunnel  five  miles  long  to  get  the 
necessary  fall  for  the  project.  The  decision  is  important,  as 
18  similar  cases  are  pending  in  the  Redding  land  office. 


TRANSPORTATION. 
SAUSALITO,    CAL.— The    Northwestern    Pacific   Railway 
Company  is  in  the  market  for  a  2000  kw.  d.c.  railway  gener- 
ator set  for  its  Alto  power  station. 

PHOENIX,  ARIZ.— The  Glendale  electric  line  will  be 
constructed  as  soon  as  all  the  rights  of  w-ay  have  been 
secured  by  S.  M.  Mitchell,  superintendent  of  road. 

LOS  ANGELES,  CAL.— Construction  work  on  the  Los 
Angeles-Pacific's  new  line  from  Hollywood  to  Lankershim 
will  begin  as  soon  as  contractors  can  get  their  equipment 
en  the  ground.  The  contract,  amounting  to  $2.50,000  has 
been  let. 

FRESNO,  CAL.— The  further  investment  of  $100,000  in 
the  building  of  interurban  lines  in  the  country  is  announced, 
with  the  statement  from  P.  S.  Granger,  of  the  Fresno-Hanford 
Interurban  electric  line,  that  $100,000  would  be  employed  in 
the  erection  of  a  power-house  for  his  road  to  be  built  a 
little  north  of  Fowler,  ten  miles  southeast  of  Fresno.  Ground 
is  to  be  broken  in  a  short  time  on  Granger's  line,  running 
south  from  Fresno  by  way  of  Fowler  to  Hanford,  to  tap 
the  rich  Kings  river  bottom  country,  in  which  also  two 
steam  lines  are  now  competing  for  rights  of  way. 


TELEPHONE   AND  TELEGRAPH. 
SALMON  CITY,  IDAHO.— The  Lemhi  Telephone  Company 
has  been  granted  a  franchise  to  put  in  a  telephone  system 
here. 

ABERDEEN,  WASH.— The  construction  of  the  telephone 
line  from  this  place  to  Westport  has  started.  It  is  financed 
by  E.  C.  Pinch. 

NORTH  YAKIMA,  WASH.— Wm.  .1.  Smith,  district  com- 
mercial agent  of  the  Pacific  Telephone  &  Telegraph  Company, 
announces  that  a  branch  telephone  service  will  be  estab- 
lished here  and  other  extensions  and  improvements  will  be 
made  this  winter. 

NEVADA  CITY,  CAL.— Nevada  City  will  have  an  opposition 
telephone  .service  during  the  coming  year,  as  it  is  stated 
that  the  Home  Telephone  Company  is  investigating  the  field. 
Some  of  the  Nevada  City  merchants  who  have  interests  in 
Grass  Valley,  are  planing  the  building  of  a  private  line  be- 
tween the  two  towns. 

SAN  .TOSE,  CAL.— The  Pacific  Telephone  &  Telegraph 
Company  has  instituted  a  new  service  between  San  Jose  and 
San  Francisco.  The  San  Francisco  telephone  numbers  are 
now  given  to  San  Jose  subscribers  by  the  local  operators, 
which  does  away  with  the  necessity  of  giving  the  numbers 
desired  to  long  distance.  Under  the  new  system  it  is  possi- 
ble for  a  San  Jose  subscriber  to  talk  to  a  San  Francisco  sub- 
scriber by  simply  asking  for  the  San  Francisco  number.  It 
is  the  system  now  in  use  between  San  Francisco  and  Oak- 
land. 


WATERWORKS. 

GLENDALE,  ORE.— The  Glendale  City  Council  will  in 
the  near  future  meet  to  discuss  the  bonding  of  the  city  in 
order  to  improve  and   enlarge   the  waterworks   system. 

PETALUMA,  CAL^- Fire  Chief  Wm.  Zartman  in  his 
monthly  report  to  the  board  requests  that  the  board  con- 
sider the  advisability  of  installing  larger  valves  in  the  hy- 
drants. 

SAN  LUIS  OBISPO,  CAL.— The  Board  of  Trustees  has 
accepted  the  proposition  made  by  Frank  Tate,  who  owns 
lands  and  rights  needed  by  the  city  for  a  greater  water  system 
and  will  proceed  at  once  with  the  work  of  building  a  new  res- 
ervoir. 

VICTORIA,  B.  C— Bids  addressed  to  R.  Fowler,  munici- 
pal engineer,  law  chambers.  Bastion  street,  Victoria,  B.  C, 
will  be  received  up  to  the  27th  of  December,  for  supplying 
British  castiron  water  pipe  and  special  castings.  Tenders 
must  conform  with  the  terms  of  specifications. 

VALLEJO,  CAL.— Mayor  J.  F.  Chappell,  Commissioner 
of  Public  Works  Blake,  City  Trustee  Butler  and  City  Clerk 
Torniey  are  all  convinced  that  1000  feet  of  6-inch  pipe  will 
be  sufficient  to  carry  half  of  the  water  needed  by  the  city. 
The  city  already  has  600  feet  of  the  required  pipe. 

NORTH  YAKIMA,  WASH.— A  preliminary  survey  is  l)eing 
made  by  the  Pacific  Power  &  Light  Company  for  extension 
to  the  city  water  main,  which  after  the  change,  will  take  the 
water  from  the  Naches  river  six  or  eight  miles  farther  up 
than  at  present  and  will  result  in  a  more  constant  water  pres- 
sure through  the  summer  months. 

MARTINEZ,  Cal.— The  Port  Costa  Water  Works  has  re- 
modeled and  doubled  the  capacity  of  its  plant  in  the  past  six 
months,  laying  about  5  miles  of  18  in.  delivering  main  from 
near  Concord  to  Martinez,  increasing  its  well  sujiply.  build- 
ing a  new  pumping  station  with  electrically  operated  pumps, 
the  power  being  derived  from  the  Great  Western  Power  Com- 
pany, and  making  many  other  improvements  to  increase  ser- 
vice, all  done  under  the  direction  of  M.  M.  O'Shaughnessy, 
consulting  engineer  for  the  company. 

MERCED,  CAL. — A  new  concrete  diverting  dam  has  been 
built  by  the  Crocker  Huffman  Land  &  Water  Company  across 
the  Merced  River.  This  dam  is  700  ft.  long  with  concrete 
abutments  14  ft.  high,  and  contains  about  7000  cubic  yards 
of  concrete.  It  was  built  and  completed  in  the  record  time  of 
four  months  from  the  date  of  commencement,  which  war, 
about  the  20th  of  August  this  year.  It  has  500  feet  of  steel 
collapsible  gates  in  the  center,  which  can  liwer  the  level  of 
the  water  4  feet,  thus  passing  floods  without  swamping  the 
country  above.  It  was  designed  by  M.  M.  O'Shaughnessy,  con- 
sulting engineer,  and  built  by  the  Pacific  Construction  Com- 
pau.v.     George  Schussler  was  resident  engineer. 

OAKIjAND,  CAL. — That  work  would  be  commenced  at 
once  on  the  pipe  distribution  system  of  the  Bay  Ciites  Water 
Company  in  the  city  limits  of  San  Leandro,  was  the  an- 
nouncement made  at  the  meeting  of  the  City  Council  of  San 
Leandro  last  week.  Col.  M.  M.  Ogden  of  the  Bay  Cities 
Water  Comipany  states  that  the  work  would  be  rushed  for- 
ward as  rapidly  as  possible  and  that  the  company  will  be 
supplying  water  to  its  customers  in  San  Leandro  and  East 
Oakland  early  in  the  coming  spring.  The  new  water  com- 
pany has  also  filed  a  bond  for  $5000  with  the  Board  of  Pub- 
lic Works  of  the  city  of  Oakland  to  cover  any  damage  that 
may  result  from  excavating  in  the  streets  in  laying  the  new 
I)il)e  system.  Th(>  comijauy  has  already  received  100,000  feet 
of  cast-iron  pipe,  and  over  200  carloads  of  pipe  of  various 
sizes  from  4  to  12  inches  will  be  here  in  ten  days,  and  rushed 
out  to  sidings  at  Elmhurst,  Fitchburg  and  San  Leandro. 
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Aluminum  Co.  of  Amenca 

Pittsburgh,   Pa. 

San  Francsco.  Monadnock 
Bldg. 

Los  Angelv/a.  Pacific  Elec- 
tric Bldg. 

SeaiUe,  Colman  Bldg. 

American  Circular  Loom  Co 14 

bOston,  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Building. 

American  Electric  Fuse  Company     3 

Muskegon.  Michigan 

San  Francisco.  Ui  Second  St. 

American  Electrical  Healer  Co. 

Detroit,    U.    S.    A. 

Aylsworth  Agencies  Co 

San  Francisco,  143  Second. 

B 

Bay  Cities  Home  Telephone  Co.  _ 

San  Francisco.  333  Grant 
Ave. 

Benjamin  Electric  Mfg.  Co 

New  York,  27  Thames. 
Chicago,     120-128    S.    San- 
gamon. 
San     Francisco,     151     New 
Montgomery. 

Blake  Signal  and  Mfg.  Co 

Boston,  246  Summer. 

Bonestell  &  Co 5 

San   Francisco,    118    First. 

Bridgeport  Brass  Company 4 

BriiiKiport,  Conn. 

Brooklield  Glass  Co.,  The 1 

New  York,  U.  S.  Exp.  Bldg. 

c 

Cal.  Incandescent  Lamp  Co 

San  Francisco,  633  Howard. 

Century  Electric  Co. 

San  Francisco,  633  Howard. 

Colonial    Electrical  Agency  Co._-   2 

San  Francisco,  576  Mis- 
sion. 


Crocker- Wheeler  Co 

San    Francisco,    195-7    Fre- 
mont. 


Ellectric  Storage  Battery  Co 

Philadelphia,  Pa. 

San   Francisco,  Monadnock 
Bldg. 


Fairbanks,  Morse  &  Co.. 

Chic.Tgo 


D.  &  W.  Fuse  Co 

Providence,  R.  I. 

Davis.  R.  J 

San  Francisco,  633  Howard. 

Dearborn  Drug  &  Chem.  Works. _    5 
Chirago,  Postal  Bldg. 
San    Francisco,    301    Front. 
Los  Angeles,  355  E.  2d. 

Duncan  Elec.  Mfg.  Co 

Lafayette,   Indiana. 

San  Francisco,  61  Second. 


Economy  Electric  Co.,  The 2 

Warren.     Ohio. 

Electric  Cntrlr  &  Mfg.  Co.,  The 
New    Y'ork,    50    Church. 
Pittsburg,   515   Frick  Bldg. 
Chicago.    135    ,\dams. 
Rirmingham,    827    Brown- 
Marx    Bldg. 

Electric  Goods  Mfg.  Co 

Bolton.  Mass. 

San  Francisco,   16(  Second. 


Fort  Wayne  Electric  Works 2 

Fort   Wayne,   Ind. 

San   Francisco,  604  Mission. 

Seattle.  Colman  Bldg. 


General  Electric   Co 12 

Schenectady,  N.  T. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,  Worcester  Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo.  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,   N.   C. 
Chicago,   111. 
Cincinnati,    O. 
Cleveland,  O. 
Columbus.   O. 
Denver,    Colo. 
Detroit,  Mich. 
Indianapolis.    Ind. 
Kansas   City,   Mo. 
Minneapolis,   Minn. 
Nashville,  Tenn. 
New  Haven,  Conn. 
New   Orleans,   La. 
New  York,  N.  Y. 
Philadelphia,   Pa. 
Pittsburg,   Pa. 
Richmond,   Va. 
Salt  Lake  City.  Utah. 
St.   Louis,   Mo. 
Syracuse.  N.  Y. 
■^P'.k  'IIP    Wash. 

Goeriz,  O.  C.  &  Co 

San    Francisco,    916   Postal 

I>1.    Bldg. 

H 

Habirshaw  Wire  Co 

New  York,  253  Broadway. 

Hammel  Oil  Burner  Company  _. 

Los  .Angck-s.  North  Main  St. 

Holtzer-Cabot  Elec.  Co.,  The 

Boston  and  Chicago. 

San  Francisco,  612  Howard. 

Hughes  &  Co.,  E.  C 5 

San       Francisco,        147-151 
Minna. 

Hunt,  Mirk  &  Co 6 

San  Francisco,  141  Second. 


Indiana  Rubber  6f  Ins.  Wire  Co I 

Jonesboro.    Indiana. 

J 

Johns-Manville  Co.,  H.   W 5 

New   York,   100  William. 
San     Francisco,     159     New 

Montgomery. 
Los  Angeles,  222-224' North 

Los    Angeles    St. 
Seattle,  576  1st  Ave.  So. 

K 

Kellogg  Swilchb'd  &  Supply  Co._ 
Chicago. 
San    Francisco,    88    First. 

Kiewert,  Chas.  L.  Co 

San  Francisco,  195-7  Fre- 
mont. 

Los  Angeles,  225  Franklin 
Court. 


Locke  Insulator  Mfg.  Co 4 

Victor,  N.    Y. 

Sen    Francisco,  Monadnock 
Bldg. 


Los  Angeles,  Pacific  Blec- 

trlcal  Bldg. 
Seattle,   Colman   Bldg. 

M 

Moore,  Chas.  C.  &  Co.  Engineers.       3 
San  Francisco,  99  First. 
Los      Angeles,      American 

Bank  Bldg. 
Seattle,  Mutual  Life   Bldg. 
Port  land.  Wei  Is -FargoBldg. 
Salt  Lake  City,  Atlas  Blk. 
New     York     City,     Fulton 

Bldg. 

N 

New  York  Insl'td  Wire  Co 

New  York,   114  Liberty. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 

o 

Ohio  Brass  Co. 3 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co 1 

New  York,  253  Broadway. 


Pacific  Gas  &  Elect.  Co.,  The...  13 

San    Francisco. 

Pacific  Meter  Co. I 

San    Francisco,    311    Santa 
Marina  Bldg. 

Pacific  States  Electric  Co. 14 

San     Francisco,     137     New 

Montgomery. 
Oakland,    526    Thirteenth. 
Los     Angeles,     330    S.     Los 

Angeles. 
Portland,    90-92    Seventh. 

Pacific  Tel.  &  Tel.  Co.,  The_.._ 
San   Francisco. 

Partrick  Carter  &  Wilkins  Co..__ 
Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The..    5 
San     Francisco,     1095    Mo- 
nadnock  Bldg. 

Phillips  Insulated  Wire  Co I 

Pawtucket,  R.  I. 

Pierson,  Roeding  &  Co 4 

San   Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.   Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Portland  Wood   Pipe  Co 

Portland,  Ore. 


R 

Reisinger,  Hugo 

New  York,  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works.  _ 
Sacramento,  Cal.,  211  J  St. 
San  Francisco,  366  Market. 

Simplex  Elect*l  Co.,  The 

Boston,    110    State. 
San  Francisco,  612  Howard. 
Los  Angeles.  SecurityBldg. 
Seattle,  Alaska  Bldg. 
Portland,  Couch   Bldg. 


Simplex  Electric  Hearing  Co 

Cambridge,  Mass. 
San  Francisco,  612  Howard. 
Los  Angeles.  SecurityBldg. 
Seattle,  Alaska  Bldg. 
Portland,   Couch   Bldg. 


Southern  Pacific  Co. 14 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co. 13 

New     York     City,     627-631 

W.    34th. 
San  Francisco,  Atlas  Bldg. 
Seattle,  Colman  Bldg. 

Standard  Und.  Cable  Co I 

San  Francisco,  First  Na- 
tional  Bank   Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Star  Expansion   Bolt  Co 5 

New  York  City.  147-148 
Cedar. 

San  Francisco,  1010  How- 
ard. 

Sterling  Paint  Company _.   5 

San   Francisco.   118   First. 


Technical  Book  Shop , 

San  Francisco,  604  Mission. 

Tel.  &  Elec.  Equip.  Co. 

San  Francisco,  612  Howard. 
Los  Angeles,  Security  Bdg. 
Seattle,   Alaska  Bldg. 
Portland,  Couch  Bldg. 

Thomas  and  Sons  Co.,  R 

New   York,   227   Fulton. 
East  Liverpool,  Ohio. 


Tracy  Engineering  Co 5 

San  Francisco,  461  Market. 
Los    Angeles, Central    Bldg. 


Vulcan  Iron  Works 

San   Francisco.  604  Mission. 


W 

Wagner  Electric  Mfg.  Co 1 

St.    Louis,   Mo. 

Western  Electric  Co 4 

San  Francisco,  680   Folsom. 
Oakland.   507    16th. 
Los  Angeles,  119  E.  7th 
Seattle,     1518  First  Ave.  So. 

Western  Wireless  Equipment  Co..    5 
San  Francisco,  Grant  Bldg, 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co 6 

Pittsburg,   Pa. 

Los  Angeles,  527  So.  Main. 

Denver.    429    17th. 

Seattle,   Central    Bldg. 

Salt  Lake  City,  212-214 
So.  W.   Temple. 

San   Francisco,   165    2d. 

Spokane,   Columbia   Bldg. 

Portland,   Couch   Bldg. 

Butte,    Lewlsohn    Bldg. 

Canada,  Canadlan-West- 
Inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mexico.  O.  &  O  .  Braniff  & 
Co.,   City   of  Mexico, 

Westinghouse  Machine  Co 6 

Pittsburg,   Pa. 

San  Francisco,  141  Second. 

Weston  Elect'l.  Instrument  Co 4 

Waverly    Park,    N.    J. 
New  York,   114   Liberty. 
San       Francisco,       682-684 
Mission. 

Wilbur.  G.  A 

San    Francisco,    61   Second. 
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STARTING  INDUCTION  MOTORS 


nv    (;.    A.    SCHNEIDKR. 


At  a  recent  meeting  of  the  San  Francisco  Section 
of  the  American  Institute  of  Electrical  Engineers  a 
paper  entitled  "The  Inductinn  (ienerator,"  by  Mr.  F. 
G.  Baum,  was  presented.  This  paper  explained  by 
means  of  numerous  graphical  diagrams  and  curves  the 
action  of  the  induction  machine  in  its  ordinary  func- 
tion as  a  motor,  and  the  corres])onding  action  as  a  gen- 
erator. The  discussion  following  was  interesting,  al- 
tliough  brief. 


The  discussion  recalled  to  the  writer's  mind  an- 
other interesting  question  in  reference  to  starting  in- 
duction machines,  not,  however,  as  generators,  but  in 
the  ordinary  use  as  a  motor.  The  question  is  one  of 
determining  the  correct  connections  for  a  given  direc- 
tion of  rotation.  In  numerous  sub-stations  motor- 
generator  sets  consisting  of  induction  motors  driving 
direct  current  generators  are  used.  Sets  of  this  kind 
are    commonly   started    from    the    direct    current    side, 
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1500-h.p.     2.T-oycle     Ituliiction     Mi)tor    driving    1000- kw.    CO-cycle   Generator.     Startini 

left  —  E.\L-iter     at     the     riKht. 


Motor  at   the 


In  tile  writer's  opinion,  tho^c  |irescni:  were  mostly 
interested  in  the  manner  of  starling  an  induction  gen- 
erator. It  was  shown  that  when  first  connected  to  the 
system  the  induction  generator  takes  a  heavy  rush  of 
current  for  the  first  few  cycles  of  operation,  the  amount 
of  this  current  depending  upon  whether  the  machine 
is  connected  when  above  or  below  synchronism,  and 
to  a  certain  extent  upon  the  characteristics  of  the  ma- 
chine. This  first  rush  of  current  may  be  limited  by 
suitable  reactive  coils  connected  in  the  generator  kads 
and  short-circuited  after  starting. 


especially  in  large  distributing  systems,  the  gencralor 
duriiig  starting  operating  as  a  motor.  .After  the  set 
has  been  brought  up  to  approximately  normal  speed 
the  line  switch  of  the  motor  is  closed.  Should  the 
motor  leads  not  be  connected  to  produce  the  same 
direction  of  rotation  as  that  of  the  set  at  starting,  the 
result  would  be  a  considerable  strain  upon  the  motor 
windings,  ^haft  and  other  parts,  or  a  disturbance  upon 
the  supply  system.  In  connection  with  sets  havin.g  a 
separate  starting  motor  in  addition  to  the  regular  driv- 
ing- motor,  it  it  necessary  lo  determine  if  direction  of 
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rctatiim  in  bulh  motors  will  be  alike.  When  started 
tor  the  first  time,  it  is  frequently  convenient  and  in 
some  cases  necessar\'  to  know  the  direction  of  rota- 
tion for  the  motor  of  the  set. 

Most  readers  arc  familiar  with  the  method  of 
'■phasinfj'  out"  synchronous  motors  similarly  used,  as 
this  subject  has  been  fully  cmered  b\-  numerous  pidi- 
lications,  but  do  not  so  readily  understand  the  test  for 
induction  motors.  This  is  probably  due  to  the  fact 
that  a  s\nc]ironous  motor  is  an  ac".i\c  element  on  the 
s\stem  :  tiiat  is,  produces  its  own  individual  elcctro- 
moti\e  force  when  driven  by  another  source,  and  with 
its  field  properly  excited,  while  the  induction  motor 
(as  will  be  shown  later)  will  not  have  an  electro- 
moti\e  force  at  its  terminals  until  at  least  one  set  of 
windings  is  connected  to  the  supply  mains. 

A  method  of  making  the  required  rotation  tests 
for  induction  motors  which  should  interest  those  doing- 
construction  work  is  outlined  in  the  following  para- 
graphs. 

The  principle  of  this  test  depends  upon  the  action 
of  a  polyphase  induction  motor  as  a  phase  converter. 
The  theory  of  a  motor  so  used  will  be  discussed  briefly 
for  the.  benefit  of  those  who  are  not  informed  on  this 
subject. 

Transformation  from  one  polyphase  system  to  an- 
other is  readily  effected  in  an  efficient  manner  by  sta- 
tionary transformers,  but  a  single  phase  cannot  be 
changed  into  a  poly])hase  system  with  such  siniple 
apparatus. 

The  flow  of  energy  in  a  single  phase  system  is 
]3ulsating  and  in  a  polyphase  sN'stem  steady:  thus,  con- 
version from  the  former  to  the  latter  requires  appar- 
atus capable  of  storing  energy  during  the  period  that 
the  single  phase  input  is  greater  than  the  poh-phase 
output,  and  returning  this  stored  energy  into  the  p')ly- 
phase  system  during  the  time  the  single  phase  input  is 
less  than  the  polyphase  output.  Both  synchronous 
and  induction  motors  meet  these  requirements,  since 
by  means  of  their  rev'olving  magnetic  fields  the_\'  sup- 
ply currents  and  electromotive  forces  displaced  in 
phase  from  those  of  the  supply  .'■ystem,  and  can 
further  store  energy  in  the  revolving  elements.  Ma- 
chines used  in  this  manner  are  known  as  phase  con- 
verters. In  this  article  only  the  induction  motor  used 
in  this  manner  will  be  considered. 

The  paper  heretofore  mentioned  shows  plainly 
that  the  induction  machine  can  operate  either  as  a 
motor  running  below  synchronism  or  as  a  generator 
above  synchronism. 

The  motor  and  generator  action  may  also  occur 
simultaneously  in  one  machine;  part  of  the  primarv 
windings  acting  as  motor  circuits  and  others  as  .gen- 
erator circuits.  Hence,  if  a  polyphase  motor  is  run 
single  phase,  electroiuotive  forces  will  ije  induced  in 
the  idle  windings.  These  electromotive  forces  will  be 
dis]ilaced  in  phase  depending  upon  the  angular  dis- 
Ijlacement  of  the  idle  windings  from  the  primarv 
phase. 

1  bus.  a  two-])hase  mo'.or  operated  single  pha<c 
will  ha\e  elcctromotixe  forces  induced  in  the  idle 
x'inding  which  are  ajjproximately  90  degrees  displaced 
from  those  in  the  active  winding,  and  which  when 
combined  with  the  single  phase  supply  circuit  will  give 


a  t\M)-phasc  sj'stem  ;  or  briefly  stated,  the  motor  will 
give  two-phase  current  at  its  terminals.  Likewise,  a 
three-phase  motor  similarly  operated  will  give  three- 
phase  current  at  its  terminals. 

The  induction  motor  as  a  phase  converter  repre- 
sents an  instance  of  double  transformation,  tiie  energv 
being  first  transformed  from  the  primary  or  motor 
circuit  to  the  secondary  or  rotor,  and  from  the  second- 
ary to  the  other  primary  windings  or  generator  cir- 
cuits, which  are  also  known  as  the  tertiary  windings. 

Due  to  the  internal  losses  in  the  machine  and  the 
magnetic  leakage  at  the  air  gap.  there  is  a  considerable 
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1.      Connection.^    for    Test    of    Three-Phase 
Machine. 


loss  of  voltage  during  transformation  and  the  result- 
ing polyphase  system  is  unsymmetrical.  The  voltage 
of  the  tertiary  circuit  with  the  machine  running  light- 
that  is,  with  no-load  on  the  polyphase  system  or  idle 
windings — is  approximately  equal  to  the  primary  volt- 
age, but  falls  off  rapidly  with  increasing  polyphase 
output. 

As  the  test  is  made  with  the  motor  running  light 
the  difference  in  voltage  between  the  active  and  idle 
windings  will  not  be  sufficient  to  affect  the  results. 

The  method  of  conducting  this  test  will  now  be 
explained,  taking  as  an  example  the  frequency  chang- 
ing set  illustrated  on  the  first  page.  This  set  is  pro- 
vided with  a  high  torque  starting  motor  having  a 
wound  rotor.  The  tnain  driving  motor  is  represented 
diagramatically  in  Fig.  i,  wdiich  shows  the  connections 
for  test. 
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First  the  set  is  brought  up  to  approximately  nor- 
mal speed  by  the  starting  motor ;  then  with  the  ter- 
minals of  one  phase  open  as  at  L-M,  the  main  motor 
switch  is  closed.  The  motor  will  then  run  as  a  single- 
phase  machine  from  the  leads  C-B ;  at  the  same  time 
an  electromotive  force,  practically  equal  to  that  of  the 
active  winding,  will  be  induced  in  the  idle  winding  be- 
tween D  and  A. 

Now  if  the  direction  of  rotation  is  to  remain  un- 
changed with  all  phases  connected  (motor  running 
]xily phase)  the  instantaneous  polarity  of  the  points  L 
and  M  must  he  such  that  there  will  be  no  difference 
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of  potential  between  these  points.  This  may  be  con- 
veniently determined  by  bridging  tlie  primary  termi- 
nals of  a  suitable  ])otential  transformer  acr. >--s  these 
points. 

Hence,  a  lamp  connected  to  the  transformer  sec- 
ondary will  remain  dark,  indicating  the  connections 
are  correct  to  produce  the  direction  of  rotation  in 
w  hicli  the  set  was  first  started  ;  that  is.  the  rotation 
for  the  starting  and  main  motors  will  be  alike.  The 
main  switch  is  then  opened  and  the  lead  A  closed  at 
I.-M.  The  connections  will  then  be  correct  to  start 
the  set  in  the  regular  manner  and  with  the  assurance 
that  the  main  motor  will  not  tend  to  reverse  the  rota- 
tion upon  closing  the  main  switch. 

However,  should  the  lamp  burn  bright,  it  will  in- 
dicate a  difference  of  potential  across  I.-M  and  any 
two  of  the  motor  leads  must  be  reversed  to  produce  the 
correct  rotation.  It  should  be  remembered  that  re- 
versing any  two  leads  of  a  three-phase  motor  will  not 


eft'ect  the  direction  of  rotation  as  a  single-phase  ma- 
chine. After  these  changes  the  same  test  should  again 
be  made  to  prevent  errors. 

This  test  is  applied  to  a  two-phase  equipment  in 
be  satisfactory  for  low  voltage  equipments.  Again  in 
Fig.  2  the  primary  leads  of  the  transformers  may  be 
criss-crossed ;  that  is,  connected  between  F-K  and 
M-N,  respectively,  then  indicating  correct  connections 
by  briglit  lamps.  Further,  for  a  two-phase  motor  only 
one  lead  of  either  phase  need  be  opened,  as  at  L-N 
or  M-K :  in  which  case  the  difference  of  potential  will 
be  approximately  double  the  motor  voltage  for  wrong 
connections,  or  about  zero  for  the  correct  arrange- 
ment of  leads. 

Taking  into  consideration  all  of  these  facts,  it  will 
be  apparent  that  the  test  for  both  synchronous  and 
induction  motors  is  identical  after  the  machines  are 
running  single  phase.  The  former,  however,  must  be 
in  synchronism  with  the  system  before  connected,  even 
a  similar  manner,  except  that  each  lead  of  the  idle 
phase  is  opened  as  in  Fig.  2.  Two  transformers  with 
primary  coils  wound  for  the  motor  voltage  are  re- 
quired. The  transformer  secondary  and  lamp  voltage 
must  also  be  alike.  Both  lamps  will  remain  dark  when 
motor  connections  are  correct.  If  the  lamps  indicate 
wrong  connections,  the  leads  of  either  phase  must  be 
reversed. 

However,  with  a  three-phase  motor  the  voltage 
across  the  terminals  L-M  may  be  twice  the  motor  volt- 
age, since  with  wrong  connections  the  electromotive 
force  induced  in  the  idle  phase  and  that  of  the  supply 
circuit  will  be  in  series.  Thus,  a  4400-volt  (primary 
winding)  transformer  will  be  required  with  a  2200- 
volt  motor. 

Transformers  for  double  the  equipment  voltage 
are  often  not  available.  In  such  case  transformers 
wound  for  the  motor  \-oltage  will  be  suitable  if  con- 
nected only  momentarily  during  the  test,  since  any 
good  potential  transformer  will  stand  double  the  nor- 
mal voltage  when  applied  in  this  manner.  The  condi- 
tion of  the  lamp  and  transformers  should  always  be 
checked  by  testing  across  one  phase  of  the  line  or 
motor.  This  precaution  will  always  eliminate  a  possi- 
ble chance  for  error. 

Certain  modifications  of  these  connections  to  pro- 
duce the  same  results  are  possible.  As  an  example,  a 
voltmeter  may  be  substituted  for  the  lamp,  or  a  num- 
ber of  lamps  instead  of  a  transformer  and  lamp  will 
as  a  single-phase  machine,  while  the  induction  motor 
need  only  lie  brought  up  to  approximately  normal 
speed. 

A  further  application  of  these  principles  will  ex- 
plain why  starting  or  protective  devices  for  polyphase 
motors  are  u.sually  equipped  with  only  one  no-voltage 
release  attachment.  Additional  protection  is  not  af- 
forded by  having  a  release  coil  across  each  phase,  since 
failure  pf  voltage  on  one  circuit  will  permit  the  motor 
to  run  single  phase  and  by  feeding  back  into  the  idle 
l^liase  will  keep  the  no-voltage  attachment  from  acting. 
In  the  ciinnections  for  a  modern  auto-start  .'r  with 
one  nii-Ndltage  release  coil  the  u^ual  fuses  are  re- 
placed by  relays  wdiich  open  the  no-voltage  coil  circuit 
in  case  of  overload,  allowing  the  auto-starter  switch 
to  return  to  the  open  position. 
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THE  INDUCTION  MOTOR  AND  GENERATOR. 

Discu.ssion  by  nicmbers  of  the  San  Francisco  Sec- 
tion of  tlie  American  Institute  of  Electrical  Engineers 
of  paper  by  F.  G.  F.aum,  published  in  this  journal 
Xovember  19,  1910: 

.V.  B.  Charters:  The  discussion  from  Professor  Ryan  was 
given  to  mc  in  the  form  of  a  brief  abstract  of  points  to  cover, 
and  I  will  go  over  those  of  which  I  have  made  record.  They 
follow  much  along  the  lines  taken  by  Mr.  Hillebrand. 

The  principal  places  at  which  the  non-synchronous  generator 
IS  being  used,  and  the  principal  places  in  which  it  is  prob.lbly 
going  to  be  used,  are  where  we  wish  to  achieve  further 
economies  in  the  production  of  power.  Probably  the  most  im- 
pi-rtant  application  of  the  non-synchronous  generator  is  in 
connection  with  the  low  pressure  or  exhaust  turbine.  The  tur- 
bine can  be  connected  to  the  exhaust  of  practically  any  type  of 
engine,  and  the  electrical  generator  can  then  be  connected  sol- 
it'ly  to  the  line  without  having  to  bother  with  switches  and  cir- 
cuit breakers,  because  the  unit  will  pick  up  load  in  proportion 
to  the  energy  which  is  supplied  from  the  exhaust  steam.  It  is, 
in  general,  practical  to  put  in  sufficient  low  pressure  turbine 
capacity  to  double  the  output  of  your  station  with  only  a  rela- 
tively small  increase  in  boiler  capacity.  That  of  course  tends  to 
a  more  economical  production  of  power.  In  a  recent  paper  in 
the  Institute  Proceedings'  in  connection  with  the  Interborough 
Traction  System  it  was  shown  that  by  the  use  of  engines  and 
low  pressure  turbines  driving  non-synchronous  generators  (hey 
are  realizing  a  thermal  efficiency  of  206  per  cent,  which  you 
can  see  is  a  satisfactory  figure.  As  T  said,  theoretically  the  gen- 
erator cannot  be  connected  in  on  the  line  without  taking  any 
precautions.  Mr.  Ilillebrand  has  also  pointed  out  that  th.it 
would  be  the  case.  Mr.  Waters  two  years  ago  nndc  a  number 
of  computations  from  machines  running  at  lOOfl  kw.  and  25 
cycles  up  through  1.1,000  kw.  machines  and  60  cycles  and  volt- 
apes  from  2200  to  11,000.  In  all  those  cases  the  maximum 
slip  required  to  develop  full  load  current  was  only  one  and 
oi.c-quartcr  per  cent,  whereas  in  the  mininunn  case  not  over 
.4  per  cent  slip  was  required  to  develop  full  load  current.  '1  liat 
eliminates  to  a  certain  extent  the  supposed  simplicity,  because  if 
vf  u  cannot  be  out  more  than  .4  per  cent  at  the  instant  of  •iyn- 
cbroniziiig  it  is  going  to  be  difficult  to  get  ;i  unit  of  that  kind 
on  the  line  without  causing  a  disturbance. 

Tl'.c  next  place  where  you  can  utilize  power  is  in  con- 
iH-ction  with  small  hydraulic  power  sources.  When  you  have 
.->  main  network  once  established  and  connected  up  with  syn- 
chronous apparatus  it  should  be  theoretically  possible,  as  small 
water-powers  become  available,  to  connect  them  in  by  provid- 
ing a  small  water  wheel  and  a  non-synchronous  generator  at 
cr.ch  power  source.  This  is  only  possible  in  the  development 
ol  a  synchronous  network,  that  is,  a  network  embodying  syn- 
chronous machines.  Theoretically  such  a  plant  can  be  left  to 
t.-ike  care  of  itself.  Practically  it  inay  be  another  story  when 
you  come  to  do  it. 

There  is  a  further  factor.  It  has  been  said  that  the  non- 
svnchronous  generator  requires  current  from  the  line  for  ex- 
citation.  In  a  large  network  it  is  entirely  possible  that  the 
capacity  of  the  system,  even  supposing  all  the  synchronous  appa- 
r;;tus  cut  free  froin  it.  may  be  entirely  sufficient  to  excite 
the  generator,  and  allowed  to  run  up  its  voltage.  For  instance, 
the  caparity  of  the  Interborough  system  in  New  York  is  suffi- 
cient to  charge  a  ten  thousand  kilowatt  twenty-five  cycle  in- 
duction generator  without  any  synchronous  apparatus  being  con- 
nected to  the  line.. 

In  c.-ise  jusf  cited  if  only  a  2000  kw.  machine  had  been  con- 
nected in  there  would  have  been  sufficient  exciting  current 
to  develop  twice  normal  voltage. 

In  developing  such  water-powers  it  will  be  necessary  to 
design    the    water   wheels    driving    such    units    for    much    higher 
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speeds  than  arc  now  regarded  as  practical.  If  you  arc  running 
ii  as  a  water-wheel  is  normally  run,  there  is  nothing  to  pre- 
vent the  non-synchronous  generator  speeding  up  to  practically 
the  speed  of  the  jet,  that  is,  about  double  the  ordinary  speed, 
\'.  the  synchronous  apparatus  be  removed  from  the  line.  In 
Mr.  Waters'  paper  the  large  amount  of  current  taken  for  ex- 
citation is  also  discussed.  The  smallest  case  shown,  that  for 
the  turbine  driven  alternator,  requires  8.1  per  cent  of  normal 
load  current,  whereas  for  the  gas  engine  case,  sixteen  per  cent 
of  normal  load  power  is  taken  as  exciting  current.  That 
current  must  be  furnished  from  the  synchronous  apparatus 
running  on  your  lines.  You  are  affecting  your  power  factor  to 
that  extent.  If  you  had  a  large  number  of  non-synchronous 
generators  you  might  easily  use  exciting  current  enough  to  take 
all    the   capacity   of  your   synchronous   machines. 

.\  combination  of  synchronous  converter  for  instance  and 
non-synchronous  generator  makes  a  very  satisfactory  unit 
and  is  free  from  practically  all  the  troubles  which  are  connected 
up  with  in  operating  a  synchronous  converter  and  a  synchro- 
nous generator.  On  short  circuit  the  synchronous  converter 
Uses  its  voltage,  and  therefore  the  entire  outfit  goes  dead. 
That  point  is  discussed  in  connection  with  the  In'erborough.  ."Xs 
conditions  are  in  the  Interborough  at  present,  before  the  instal- 
lation of  the  non-synchronous  generator,  they  figure  that  on 
their  generators  for  the  first  few  cycles  it  should  be  possible 
theoretically  to  develop  approximately  fifteen  times  normal  f  ill 
load  current,  and  then  settle  down  .  On  their  synchronous  con- 
verters it  was  possible  to  develop  three  times  the  normal  full 
load  current. 

If  they  should  iml  in  ;\  full  complement  of  non-synchronous 
generators,  with  the  coming  of  a  short  the  synchronous  appa- 
ratus loses  its  excitation  as  to  kill  the  non-synchonous  appa- 
ratus. The  short  circuit  current  is  then  reduced  to  the  current 
which  can  be  furnished  by  the  synchronous  converters,  which 
of  course  is  a  very  diflferent  condition  of  affairs  from  the  one 
just  mentioned,  only  about  three  times  normal,  as  stated. 

■Another  fact  brought  up  is  this:  In  such  a  system  using 
non-synchronous  generators  and  synchronous  converters,  or 
synchronous  generators  and  non-synchronous  motors,  on  the 
line,  the  control,  as  far  as  voltage  regulation  goes,  is  entirely 
from  the  synchronous  machine.  You  have  therefore  sacrificed 
oiic-h;ilf  or  more  of  your  ability  to  control  conditions  on  the 
line,  because  you  cannot  do  any  governing  from  the  non- 
synchronous  unit.  The  voltage  regulation  must  be  controlled 
entirely  from  the  synchronous  voltage.  As  soon  as  you  i>iil 
ill  a  non-synchronous  generator  you  at  once  lose  more  th.ni 
li.'.lf  your  ability  to  control  conditions  on  the  line,  which  some- 
times may  be  a  decided  disadvantage. 

B.  C.  Shipman:  The  difficulty  of  throwing  in  non-synchro- 
nous machines  seems  to  be  exaggerated.  I  first  had  experience 
with  such  a  machine  eight  or  nine  years  ago  when  a  water- 
power  plant  was  furnishing  power  to  a  street  railway.  They 
had  a  1400  h.p.  motor,  and  they  converted  from  6600  volts,  I 
tliink  it  was,  to  500  volts  d.c.  The  hydraulic  plant  became  in- 
.idequate,  and  the  power  company  wanted  to  buy  power  from 
the  street  railroad,  so  ihey  made  arrangements  to  take  it  back 
through  motor  generator  sets.  It  worked  practically.  .Ml 
they  had  to  do  was  to  cut  out  the  compounding,  and  the  attend  iiit 
would  go  in  in  the  morning  to  switch  his  shunt  motor  on  an\ - 
thing  he  wanted  to,  and  the  induction  motor  as  generator  deliv- 
ered power  all  day  without  any  trouble.  They  had  no  trouble 
whatever  in  switching. 

A  later  case  was  even  more  evident  on  that  point.  I  had 
occasion  to  put  in  the  plant.  It  was  a  1200  kw.  turbine  unit, 
non-synchronous  generator,  and  a  1200  kw.  rotary.  They  used 
the  current  for  electrolytic  refining  of  copper.  The  voltage  was 
220.  We  used  to  throw  those  together  without  difficulty.  There 
were  three-section  knife  blade  switches,  and  I  think  the  cur-- 
rent  was  somewhere  around  1600  amperes  per  terminal,  some- 
thing of  that  kind.     We  had  no  difficulty  in  throwing  them  in 
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and  took  no  precautions.  The  combination  was  put  togctlier 
V  itliout  a  liit  of  trouble;  never  had  any  trouble  from  il  al  all. 
So  I  think,  if  you  could  handle  a  12(10  k\v.  that  easily,  tliere 
would  not  be  nuieh  difliculty  in  handling  SODO. 

A  point  in  cniuicctiou  with  that,  but  which  has  not  been 
taken  up  at  all,  is  the  fact  that  the  non-synchronous  machine 
vould  counteract  to  a  certain  extent  the  rise  of  potential  on 
the  lines.  It  takes  a  lagging  current  to  excite,  and  it  would 
balance  out  the  capacity  to  a  certain  extent. 

If  you  had  non-synchronous  generators  at  the  generating 
end,  and  rolaries  at  the  receiving  end,  they  would  serve  as  very 
valuable  regulating  means,  especially  if  these  were  used  in 
connection  with  some  automatic  system  of  regulation.  1  know 
I  have  seen  transmission  systems,  where  the  regulator  kept  the 
voltage  absolutely  uniform  at  the  receiving  end,  and  it  changed 
all  around  at  the  power  end.  In  fact  the  power-house,  if  it 
is  any  distance  off,  has  very  little  to  do  with  the  voltage  at 
the  receiving  end.  They  can't  control  it  at  all.  So  on  the 
basis  of  the  regulation  it  seems  to  me  that  the  case  against 
the   non-synchronous   generator   is   not   strong. 

P.  M.  Doivning:  From  a  theoretiail  standpoint  this  paper 
i<  interesting  and  no  doubt  to  a  m;in  with  the  knowledge 
and  ability  of  my  good  friend  Baum  its  preparation  is  a  mere 
matter  of  relaxation  and  pastime,  but  to  those  of  us  >vlio  have 
tu  do  more  with  tlie  practical  operation  of  the  apparatus,  the 
theory  becomes  a  harder  problem. 

The  action  of  the  induction  motor  is  too  well  known  to 
require  any  discussion.  The  field  of  the  non-synchronous  or 
induction  generator  has  been  discussed  this  evening,  and  wli.il 
I  say  will  have  reference  more  particularly  to  its  use  in  con- 
nection with  large  transmission  networks. 

It  has  been  brought  out  by  each  of  the  three  speakers  thus 
far  that  this  type  of  machine  has  a  wide  field  in  conncctit)n  with 
taking  care  of  the  capacity  current  incident  to  long  transmission 
lilies  of  high  voltages. 

If  you  can  conceive  of  a  transmission  .system  having  im  load 
01  one  with  a  large  synchronous  motor  load  and  the  motors 
operated  with  fields  over-excited,  then  you  might  have  a  con- 
dition wdiere  the  induction  generator  would  serve  a  useful  pur- 
pose. As  a  matter  of  fact  this  condition  does  nut  exist  and 
lor  that  reason  the  induction  generator  has  never  been  used 
for  the  purpose  mentioned  by  the  previous  speakers. 

The  commercial  load  as  handled  by  any  long  distance  trans- 
mission system  is  made  up  to  a  very  great  extent  of  induction 
motors  and  is,  therefore,  of  low  power  factor.  Every  induc- 
tion motor  and  every  induction  generator  that  you  put  on  that 
system  takes  additional  wattless  current,  wdiich  is  the  greatest 
bugaboo  with  which  the  transmissio^i  engineer  has  to  contend 
'1  he  lagging  current  more  than  offsets  the  leading  current  due 
tc  the  capacity  of  the  line  and  to  such  an  extent  that  it  is 
common  practice  to  install  synchronous  generator  capacity  much 
in  excess  of  the  actual  kilowatt  load  to  be  carried,  in  order  to 
handle  the  wattless  current  due  to  the  low  power   factor. 

I  can  readily  see  where  an  induction  generator  will  serve 
a  useful  purpose  in  a  station,  such  as  that  of  the  Interborough 
Company  jn  New  York,  wdiere  there  are  large  units  of  power 
with  little  inductive  resistance  in  the  line  bctwech  units,  but 
wdth  a  network  where  the  generating  stations  are  far  removed 
from  each  other,  I  am  unable  to  see  where  the  induction  gen- 
erator could  be  used  to  advantage.. 

In  the  early  days  of  long  transmission  on  the  Pacilic  Coast 
it  was  thought  that  troubles  from  high  voltage,  such  as  have 
been  mentioned  by  the  previous  speakers,  would  be  experi- 
enced. To  keep  this  voltage  down,  or  in  other  words,  to  neu- 
tralize the  capacity  current,  reactance  coils  were  installed,  but 
it  was  soon  found  that  they  were  unnecessary,  and  were  never 
used  except  for  experimental  purposes. 

At  the  present  time  the  company  with  which  I  am  asso- 
ciate<l  is  putting  in  a  synchronous  condenser  to  take  care  of 
tills  wattless  current.     It  might  also  be  interesting  to  note  that 


the  s\  nchroiious  condenser  is  being  installed  in  tin-  identical 
'laljiiii  in  which  the  reactance  coils  were  originally  placed,  in 
1.  el  the  reactance  coils  had  to  be  moved  out  of  place  to  make 
room    h>r   the   synchronous   condenser. 

I  he  conditions  being  as  I  have  stated  them.  I  can  hardly  .see 
where  there  is  any  lield  for  an  induction  generator  on  a  hydro- 
electric network  supplied  with  power  from  generating  stations 
,11  considerable  distances  from  each  other. 

B.  C.  ShipiiHiii-  .Ml  cases  are  not  networks.  Sometimes 
\nu  lia\e  to  generate  your  power  at  one  place  and  transmit  it  ;is 
a  whole  to  other  places,  and  there  you  may  use  it  for  other  pur- 
poses than  induction  motors,  so  in  that  case  your  induction 
current  would  be  quite  a  serious  matter  for  handling. 

P.  M.  Do-cvning:  I  would  consider  that  a  special  case. 
I  he  discussion  this  evening  has  all  been  along  the  line  of  gen- 
eral networks.  Where  power  is  generated  at  one  point  and 
transmitted  as  a  wdiole  to  another,  the  conditions  arc  somewhat 
different  as  you  would  no  longer  have  the  network. 

1  do  not  think  the  matter  of  first  cost  should  be  the  deter- 
niiniiig  factor.  Continuity  of  service  must  be  given  first  con- 
sideration, and  with  the  difficulties  which  have  been  brought 
out  ;ind  which  are  aiU  to  arise  when  synchronizing  the  non- 
synclifdnous  macliines  with  your  transmission  line,  it  seems  to 
me  that  after  all  the  simplicity  of  the  induction  generator  is 
i:ol  a  very  great   recommendation  for  its  use. 

■S'.  ./.  Lisbcrgcr:  What  Mr.  Downing  says  is  absolutely  cor- 
rect. I  wish  Mr.  Varney  were  here  tonight  to  tell  you  of  some 
ch.inges  that  he  is  making  in  San  Francisco  in  his  department, 
lie  is  re-winding  some  1000  kw.  motor  generator  sets  where  the 
motors  are  niiw  taking  current  at  11,000  volts.  Those  motors 
are  being  rewound  for  synchronous  operation  instead  of  induc- 
tion. I  asked  him  just  wdiat  his  saving  was  in  efficiency,  he 
replied  he  did  not  have  his  figures  with  him,  but  recalled  off- 
li;ind  that  at  full  load  the  10(X)  kw.  set  as  induction  motors 
"(Ilk  abniit  ()2  nr  6,^  amperes;  with  synclironcnis  machines  it 
dropped    down    to   .ibout   51    amperes. 

P.  M.  1  inn'iihig:  Better  still  if  he  wcaild  t.ike  62  amperes 
hading  current. 

/,.  R.  j'lirgiiisni :  l!  I  should  say  anything  it  would  he  much 
of  a  repetition  of  what  Mr.  Downing  and  others  have  just  said. 
I  he  most  important  installation  of  induction  generators  today 
i-.  as  far  .is  1  know  the  installation  of  the  Interborough  Rapid 
1  ransit  .Co.  This  installation  seems  to  be  successful,  but  there 
.•ire  in  this  p.irticnlar  case  several  favorable  conditions  wdiich 
make  this  kind  of  generator  particularly  adaptable.  First,  this 
station  works  in  parallel  with  other  big  stations;  therefore  the 
cv.rrent  rush  during"  a  short  may  be  very  heavy  with  many 
syiiclironous  machines  feeding  this  short  circuit.  With  induc- 
ticin  generators  this  would  not  be  the  case.  Then  also  this 
-t.itiiiii  feeds  a  large  cable  network,  and  the  condenser  effect 
I'lMiii  the  cables  may  be  able  to  neutralize  the  magnetizing  cur- 
rtiit  drawn  by  the  induction  generators,  so  that  after  all  the 
figging  current  introduced  into  the  system  by  the  induction  gen- 
ii atrn"  is  not  a  disadvantage.  If  the  station  capacity  in  syn- 
chronous generators  is  twice  or  more  the  capacity  in  induction 
generators,  the  effect  of  this  lagging  current  is  not  so  pro- 
nounced. 

On  our  w.iter-power  systems  in  the  West  it  is  not  so  neces- 
s.ir\'  to  keep  down  the  amount  of  power  in  synchronous  appa- 
ratus, even  if  they  feed  the  same  system,  for  the  reason  that 
the  reactance  of  the  long  interconnecting  line  will  prevent  a 
rush  of  current  greater  than  the  switching  apparatus  can 
take  care  of,  and  we  seldom  have  leading  current  In  spare. 
For  small  stations  connected  to  a  large  system  however,  the 
induction  generator  should  be  of  advantage  in  greatly  simpli- 
fying the  station  and  attendance,  that  is.  if  the  system  can 
stand  the  lagging  current   introduced. 

For  medium  sized  steam  plants  I  see  advantage  in  tludr 
use  only  if  the  power  factor  of  the  load  is  close  to  unity,  and 
especiall>    if  leading,  which  it  seldom  is  on  a  loaded   system. 
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So  far  as  sviicliruiiizing-  is  concerned  I  do  not  see  so  nnicli 
ciifficulty  in  that,  especially  if  the  reciprocating  engine  and  low 
pressure  turbine  are  started  at  the  same  time,  the  induction 
generator  will  run  a^  a  motor  a  little  below  speed  at  the  tinie 
the  synchronous  generator  is  rea<ly  to  throw  on  the  line  the 
speed  of  the  induction  generator  will  be  but  little  below  syn- 
chronous, and  little  trouble  should  be  experienced.  We  could 
also  have  a  little  steam  in  the  turbine  to  help  out.  After  the 
jjiichronous  machine  was  on  the  line  full  speed  could  be  put 
oi:  the  turbine  to  make  the  induction  generator  run  above  speed 
and   take   load. 

6'.  J.  Lisbcrger:  I  think  the  conditions  on  the  Interborough 
system  would  have  been  different  if  they  had  a  60  cycle  sys- 
tem. The  probabilities  are  they  would  not  have  rotaries  such  as 
they  have,  and  the  induction  generator  would  not  have  been 
such  a  long  felt  want  in  this  particular  case. 

I   would   like   to   ask   some   of  the   maufacturing   gentlemen 

what  is  the  difference  in  price  per  kilowatt.     Does  anybody  hap- 

l^en  to  know  the  difference  in  price  per  kilowatt  of  the  two  units? 

/('.    //'.   Briggs:     I   don't  think   there   is   any   data   on   that. 

I  think  the  price  per  pound  is  about  the  same. 

.S".  B.  Charters:  I  believe  in  the  discussion  of  -Mr.  Waters' 
paper  in  1907  that  point  was  taken  up.  I  believe  the  point  has 
been  made  that  it  is  a  much  cheaper  installation.  They  make 
the  point  that  you  eliminate  all  your  exciting  apparatus,  your 
apparatus  for  synchronizing,  and  you  can  operate  your  engine 
without  a  governor  except  for  over-speeds.  Figuring  all  that 
in  1  believe  they  arrive  at  the  conclusion  that  the  non-synchro- 
nous generator  should  be  much  cheaper  in  proportion  to  install, 
but  I  don't  think  anybody  gave  any  actual  figures  on  it. 

I  agree  with  Mr.  Jorgensen  that  the  paper  points  out  the  dis 
advantage  of  throwing  the  machines  on  the  line  at  the  speed  cor 
responding  to  ma.ximum  torque.  It  says  if  the  machine  is 
thrown  on  at  lower  speed  the  desired  result  would  be  obtained. 
Now  is  it  not  a  fact  that  if  the  induction  generator  or  motor, 
as  the  case  may  be,  is  thrown  on  to  the  line  at  low  speed,  ot 
course  there  won't  be  the  maximum  torque  at  that  point;  bui 
a;  the  machine  comes  up  to  speed,  wdien  it  does  attain  the  speed 
corresponding  to  the  ma.ximum  torque,  that  the  torque  will  occur 
at  that  point?  Isn't  that  just  as  bad  as  if  it  were  thrown  on 
the  line  at  that  point,  and  how  would  that  be  overcome?  You 
could  not  overcome  having  that  high  torque  when  the  machine 
came  up  to  speed  unless  you  decreased  the  voltage.  1  hat 
would    introduce   another   complication    into    the    system. 

Mr.  Baglor:  One  thing  I  did  not  understand  as  being 
brought  out  in  the  paper,  that  is,  will  this  improve  the  power 
factor  on  the  line?  1  understand  this  is  going  to  put  leading 
current  into  the  line  from  the  induction  generator.  It  will  not 
improve  the  power  any? 

6'.  .'.  Lisbcrger:  No,  on  the  contrary,  it  will  decrease,  be- 
cause it  takes  a  lagging  current  from  the  system. 

./.  H.  Halioraii:  The  discussion  this  evening  has  had  a 
tendency  to  get  away  from  Mr.  Baum's  theoretical  treatment, 
i!ito  a  more  practical — and  perhaps  a  more  useful  one.  Mr. 
Baum's  idea  is  to  explain  by  the  graphical  method  the  action  of 
induction  machines,  first  of  a  transformer,  then  of  an  induction 
motor,  and  fmally  of  an  induction  generator.  When  this  graph- 
ical method  is  understood,  the  analytical  method  of  Stemmetz 
will  be  clearer.  Tlierc  arc  some  men  that  can  think  in  mathe- 
n)atics  and  the  calculus,  iust  as  some  can  think  in  German,  or 
in  the  metric  system  without  need  of  converting  into  English 
words  or  into  English  units;  but  the  great  majority  of  us  want 
;.  picture.     That  is  w-hat  Mr.  Baum  has  given. 

Carrying  the  pictorial  method  one  step  further,  there  are 
many  men  that  cannot  even  follow  the  mathematics,  simple  as 
it  is  claimed  to  be.  in  I^Ir.  Baum's  paper,  and  require  some  sim- 
pler conception  of  what  an  induction  generator  is.  I  remember 
seeing  a  great  20-mule  team  hauling  oil  in  the  mountains.  There 
were  two  fast  horses  at  the  head  of  the  team.  They  stepped 
along  lively  and  set  the  pace  for  the  rest.  Those  horses  would 
be   just   as   good   if   driving   a    light   bugg\-   on    Sunday   as   they 


were  pulling  this  heavy  team  on  Monday.  But  they  arc  likely 
to  run  away ;  they  get  excited,  and  commence  see-sawing  back 
and  forth  on  a  steep  grade  and  may  lose  the  load  entirely, 
while  "U  the  down  yrade  they  arc  likely  t"  run  aw.i.\.  They 
reipiire  some  stead\ing  inlluence  that  will  pull  harder  on  the 
up  grade  and  hold  back  on  the  down.  This  is  provided  by  the 
wheelers,  who  work  well  in  tandem  but  are  too  slow  and  heavy 
to  be  driven  alone,  being  mere  machines  giving  power  to  the 
n;achine,  but  not  concerned  with  the  speed. 

A  little  thought  will  show  that  the  synchronous  generator 
corresponds  closely  to  the  leaders  in  this  20-mule  team,  and  that 
tl;e  induction  generator  corresponds  closely  to  the  wheelers, 
'i  he  induction  generator  gives  current  only  when  connected  to 
;i  synchronous  machine  and  has  no  independent  voltage.  It 
feeds  power  into  the  machine  but  does  not  participate  in  the  reg- 
ul.itiiin.  The  synchronous  generator  supplies  a  large  amperage 
OP  .1  sliort  circuit,  thus  being  like  the  leaders  on  a  down  grade, 
hut  the  induction  machine  ceases  to  generate  when  short  cir- 
cuited. 


POLES  PURCHASED  LAST  YEAR. 

The  t(jtal  number  of  poles  reported  to  the  I'.urcati 
of  the  Ceiistis  as  purchased  during  the  calendar  year 
iyo9  by  the  telegraph  and  telephone  companies,  steam 
and  electric  railroads,  and  electric  light  and  power 
companies  of  the  United  States  was  3,739,000,  as 
against  3,249,000  in  1908  and  3,283,000  in  1907.  There 
were  purchased  in  1909  by  the  same  class  of  users 
3,509,000  cross-arms,  6,168,000  brackets,  and  18,463,000 
insulator  pins.  Cross-arms,  brackets,  and  insulator  pins 
were  not  included  in  the  annual  census  of  lumber  and 
timber  products  prior  to  1909. 

This  information  appears  in  a  preliminary  compar- 
riti\e  report  covering  1909,  1908,  and  1907,  which 
has  been  transmitted  to  Census  Director  Durand  \>y 
Chief  Statistician  William  M.  Steuart,  under  whose 
supervision  it  was  prepared  by  J.  E.  Whelchel,  expert 
special  agent  of  the  Division  of  Manufactures.  In 
co-operation  with  the  Poorest  Service  of  the  Depart- 
ment of  Agriculture,  the  Bureau  of  the  Census  an- 
nually collects  and  publishes  statistics  pertaining  to 
the  group  of  lumber  and  timber  industries. 

Telephone  and  telegraph  companies  reported  pur- 
chases during  1909  of  2,916,000  poles,  or  78  per  cent 
of  the  total.  This  was  an  increase  over  1908  in  the 
mimher  reported  as  bought  by  this  class  of  users  of 
354,000  poles,  or  14  per  cent,  and  over  1907  of  604,000 
!ii)les,  or  26  per  cent.  Steam  railroads  reported  the 
purchase  of  26  per  cent  more  poles  in  1909  than  in 
1908,  though  34  per  cent  less  than  in  1907,  while  the 
reported  purchases  by  electric  railroads  and  electric 
light  and  power  companies  were  18  per  cent  greater 
than  in  1908  and  7  per  cent  less  than  in  1907. 

There  was  little  change  in  the  average  cost  per  pole 
"f  all  lengths  and  from  all  species  of  wood  in  1909.  as 
compared  with  1908,  it  being  $1.89  in  the  later  and 
$1.82  in  the  earlier  year.  The  average  cost  per  pole, 
.'?2.46,  in'  1907,  was  substantially  larger  than  in  either 
of  the  later  years,  mainly  for  the  reason  that  a  class  of 
pole  consumers  in  the  United  States  which  uses  chiefly 
short  poles  was  not  included  in  the  census  for  1907. 

Of  the  total  outlay  during  1909,  $1,621,000,  for 
cross-arms,  brackets,  and  insulator  pins,  the  telegraph 
and  telephone  companies  contributed  63  per  cent,  elec- 
tric railroads  and  electric  light  and  power  companies 
32  per  cent,  and  steam  railroads  4  per  cent. 
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EXPERIENCES    PACIFIC    COAST     GAS     ASSO- 
CIATION. 

EDITED    BV    LEUN    E.    JUNES. 

A  Service  "Check." 

Tlie  local  liriuliiig  dII'k'c  and  iiulilisher  o(  one  of  I  lie  daily 
papers,  sent  in  a  no-gas  coniiilaint.  Upon  investigating,  the 
gas  at  the  meter  inlet  was  good.  The  outlet  was  opened 
to  see  if  the  meter  was  stuck,  but  instead  of  finding  the  cause 
to  be  such,  the  brass-check  (under  separate  cover!  was  found 
reposing  in   the   connection. 

The  editor  of  the  paper  was  consulted  to  determine  the  ob- 
ject of  the  thing.  He  stated,  that  the  Gem  gas  bill  reducer, 
cost  him  $3. .50  and  was  a  protection  to  prevent  what  gas 
passed  through  the  meter  once  from  again  running  back  to 
the  main,  when  gas  was  not  in  use  by  the  house.  He,  the 
editor,  fully  believed  this  to  be  a  fact,  and  stated  that  the 
confidence  man  (from  whom  he  purchased  the  bill-reducer) 
showed  him  testimonials  from  a  number  of  publishers  as  to 
the  ability  of  the  check. 

The  trouble  man  suggested  to  the  editor  that  he  place 
a  few  brick-bats  on  the  meter  and  tie  a  wet  sack  about  it, 
and  maybe  he  would  reduce  the  gas  bill. 

A    Box   of   Gas. 

Some  while  ago  a  family  moved  in  town  from  a  I'arin. 
They  had  not  been  accustomed  to  I  he  us(>  of  such  necessi- 
ties of  life  as  gas. 

They  were  persuaded  to  use  gas,  as  connections  were 
in  the  house  they  moved  into.  For  the  first  month  or  so 
they  got  on  very  well,  tlje  quantity  of  gas  used  was  above 
the  average;  until  one  month  the  gas  used  did  not  equal 
the  meter  charges.  This  fact  was  noted  by  ilie  beokkeeper, 
and  thinking  that  something  might  be  wrong  with  the  meter, 
ordered  it  to  be  changed. 

When  the  man  reached  the  house  with  the  new  meter,  a 
woman  greeted  him  with:  "Weill  I  thought  it  about  time  that 
you  lirought  around  another  box  of  gas." 

how/  the  Leakage  Was  Quickly  Reduced  from  45  to  7  Per  Cent. 

"Once  upon  a  time,"  so  began  nuuiy  of  the  fairy  stories  of 
our  infancy,  but  this  is  an  account  of  an  actual  occurrence 
— the  writer  was  invited  to  take  charge  of  an  Eastern  gas 
V.  orks,  where  the  alleged  discrepancy  between  make  and 
accounted  for  gas  had  all  at  once  started  to  climb  from  10 
to  4"0  and  45  per  cent  and  for  several  months  had  stuck  to 
the  higher  figures. 

The  president  of  the  company  was  an  old  ex-soldier  and 
had  threatened  to  do  something  desperate  to  himself  unless 
the  trouble  was  soon  located. 

The  superintendent,  then  quite  a  young  man,  and  now  one 
of  the  best  general  managers  in  the  business,  said  the  presi- 
dent was  welcome  to  act  on  his  own  suggestion;  but  as 
for  himself,  having  done  all  he  could  to  find  the  trouble  un- 
successfully, lie  was  willing  to  let  some  one  else  try  his 
hand. 

The  writer,  for  the  first  month  of  his  second  incumbency 
of  that  position  (for  ten  years  prior  to  the  above,  he  had 
been  in  charge  of  the  same  plant,  and  had  partly  rebuilt  it), 
let  things  go  their  natural  gait,  but  watched  all  closely;  and 
found  everything  working  well.  But  at  the  end  of  the  month 
the  unaccounted  for  gas  loomed  up  45  per  cent  just  the  same. 

The  station  meter  showed  a  certain  amoiipt  of  gas  had 
passed  through  and  had  been  duly  recorded.  Coal  and  water 
gas  was  being  made  and  with  a  large  stock  of  material  on 
hand,  for  it  was  winter,  the  checking  up  same  was  not  so 
easy. 

But  if  45  per  cent  of  gas  leaked  away,  some  odor  should 
have  been  perceptible  somewhere.  We  had  been  barring  the 
street  mains  for  leaks,  finding  a  few  unimportant  ones  which 
were  repaired.  Where  could  all  this  gas  have  gone  to?  The 
station  meter  had   been  tested   and   found   correct.     The  gas 


licildeis.  three  of  them,  were  reasonably  tight.  .And  just  at 
thai  |ioini  the  writer  began  to  suspect  something.  Toward 
the  end  of  his  first  engagement  with  that  company  the  manu- 
facture of  water  gas  had  been  introduced.  But  that  was  at 
a  time  when  I  In'  relief  holder  was  not  yet  known,  and  when 
V,  e  had  iinl,\  two  holders,  which  were  connected  with  a  l:i-in. 
vahed  main,  so  that  No.  1  holder  could  be  filled  from  holder 
Xo.  :.;,  which  was  the  heavier.  In  the  following  years  during 
which  the  writer  was  at  a  western  works,  holder  No.  1  was 
made  the  relief  holder  for  the  water  gas  apparatus,  and  a  thinl 
storage  holder  was  added. 

There  were  three  or  four  changes  in  the  superintend- 
ency  also,  and  the  connection  between  holders  No.  1  and  2 
was  forgotten,  or  overlooked  (  for  I  had  left  a  good  ground 
plan  of  the  works  when  going  west  in  1883).  It  occurred 
to  me  to  lofjk  mi  that  main  and  valve  and  found  it  to  be 
both  accessible  and  surprisingly  easy  to  operate  for  a  valve 
supposed  to  have  been  so  many  years  out  of  use.  I  jammed 
that  valve  fast  with  a  crowbar,  filled  in  the  hole  on  top  of  it 
myi-elf,  said  not  a  word  to  anybody  about  it,  and  the  next 
month  our  leakage  had  been  reduced  to  less  than  seven 
per  cent. 

As  a  sequel  to  the  preceding  narrative  the  following 
n)ay  be  interesting.  Soon  after  discovering  the  cause  of  the 
supposed  enormous  leakage,  and  stopping  same,  it  was 
found  that  more  coal  and  oil  was  used  (apparently)  than  either 
the  quantity  or  quality  of  gas  made  warranted. 

The  carbonizing  sheets  showed  the  usual  number  of  runs 
made,  as  well  as  all  other  data  corresponding;  but  while 
the  candle-power  grew  no  better  the  quantity  of  gas  was  less. 

So  I  procured  a  recording  pressure  gauge,  connected 
it  with  the  relief  holder  inlet,  and  found  the  trouble  inside  of 
twenty-four  hours.  The  night  gas-maker  did  not  make  any 
gas  from  about  two  until  5  a.  m. 

This  ciiuki  be  clearly  seen  beyond  room  for  doubt  upon 
the  press.ire  gauge  registry  card  which  would — as  you  all  un- 
derstand—show a  decided  increase  in  pressure  whenever  a 
new   run  was  started  in  the  apparatus. 

It  was  a  surprised  gas-maker,  when  the  next  morning  he 
«as  told  by  the  writer  of  this  undeniable  dereliction  of  duty; 
and  that,  with  the  former  discovery,  caused  the  cessation  of 
further  attempts  to  find  out  if  or  not  "the  old  man"  knew 
his  business;  especially  as  it  was  told  the  working  force  in 
ini])ressive,  if  unprintable,  language  what  the  consequences 
V.  ould   be  "I  he  next  time." 

How  a  Process  Was  Born,  or  "Necessity  Is  the  Mother  of 
Invention." 

In  .luly,  1SS3,  the  writer  was  appointed  engineer  and  sa- 
lieriutendent  of  the  Laclede  Gas  Company,  of  St.  Louis,  Mo., 
and  tound  the  following  conditions: 

The  city  was  divided  into  two  gas  districts.  South  ot 
Washington  avenue  was  supplied  by  the  "St.  Louis  Gas.  Co.", 
and  the  price  of  gas  was  $2.50  per  thousand  cubic  feet.  The 
district  north  of  the  avenue  named  was  furnished  with  gas 
by  two  companies;  the  first  and  older  being  the  "Laclede  Gas 
Coraiiany,"  and  the  other,  or  oppositon,  was  known  as  the 
•I>iglit,  Heat  and  Power  Company  of  St.  Louis." 

The  works  of  the  latter  company  were  located  in  the  old 
St.  Louis  Gas  Company's  district  (occupying  part  of  the 
ground  now  used  as  the  Union  Station),  but  sold  gas  only  in 
the  Laclede's  district,  charging  $1.00  per  thousand  cubic  feet; 
the  Laclede  Gas  Company's  price  being  limited  by  law  to 
$1.50  per^  thousand.  Coal  gas  was  made  by  the  first  two  and 
water  gas  by  the  latter  of  the  companies  named;  which  was 
started  strictly  as  an  opposition  to  the  Laclede.  The  "Light, 
Heat  and  Power  Company"  in  canvassing  for  business  not  only 
used  the  reduction  in  price  as  an  argument,  but  asserted — to 
convince  subscribers  that  they  would  not  afterwards  raise — 
that  water  gas  was  naturally  just  as  good  as  coal  gas; 
while   it   could   be    made   ever   so   much   cheaper   "because   it 
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was  largply  niadp  I'loin  water  or  steam  whifli  cost  ver.v  little." 
Tlip  situation  was  hoKiniiiiip  to  look  serious  to  the  l^aolede 
ol'fiJ'ials  wlien  the  writer  was  called  and  iilaeed  iti  charge 
hy  the  president  of  the  coni|iany.  Under  then  iirevailing 
Iccal  conditions  it  was  seen  that  coal  gas  was  by  far  the 
cheaper  to  ijroduce,  notwithstanding  the  specious  logic  em- 
ployed by  the  opposition  company  to  get  consumers,  and 
i!i   which   they   were   quite   successful. 

The  water  gas  company  were  operating  the  Lowe  pro- 
cess, and  we  could  not  get  a  license  to  use  this.  Other 
methods  to  produce  water  gas  were  offered,  looked  into  and 
declined,  because  they  appeared  to  be  palpab  e  infringements 
of  the  fundamental  Lowe  patents. 

So  then  the  writer  decided  to  invent  a  process  which 
would  at  least  enable  us  to  also  manufacture  water  gas — if 
we  wanted  to — and  thus  meet  the  arguments  of  our  opponents, 
■fighting  the  devil  with  fire,"  as  it  were.  The  method  de- 
cided upon  was  to  use  a  cupola  somewhat  like  the  so-called 
"Springer  process,"  which  by  the  way  owed  its  successfid 
operation  to  the  remodeling  by  the  writer  one  year  before  at 
Chicago,  for  in  its  original  form  it  was  a  dismal  failure.  Then, 
Instead  of  using  a  blower  and  air  pressure  to  bring  the  fuel 
t )  incandescence  in  the  generator,  we  employed  an  exhauster 
and  drew  the  necessary  air  through  the  fuel  bed;  and  thus  the 
"suction  gas  process"  was  born.  It  is  true  we  made  only  blue 
water  gas  in  the  generator,  but  we  did  it  with  a  notably 
smaller  expenditure  of  fuel  than  was  done  in  the  air  blast 
machines.  The  gas  was  carbureted  with  oil  gas  made  by  a 
simple  but  effective  method  in  our  ordinary  coal  gas  retorts; 
and  after  a  few  improvements  made  to  the  original  apparatus, 
we  found  that  we  had  a  pretty  good  water  gas  proce.  s,  which 
fully  served  our  purpose  as  previously  indicated.  We  then 
likewise  reduced  the  price  of  gas  to  ?1.00  per  thousand  cubic 
feet.  Our  canvassers  could  tell  our  patrons  that  we  also  were 
uiaking  water  gas,  which  we  did,  too;  about  one-third  of  our 
make  being  such;  and  we  fought  our  opponents  to  a  stand- 
still  in   a   little    while, 

A  "Near"  Asphyxiation. 

A  most  unusual  accident  (as  well  as  a  very  humorous  one 
to  all  except  the  victim)  occurred  in  Los  Angeles  a  few  weeks 
ago. 

While  a  captive  balloon,  inflated  with  ordinary  i.lumi- 
i.ating  gas  and  being  operated  at  Eighth  and  Broadway,  was 
preparing  for  an  ascent,  one  of  the  men  in  charge  attempted 
t  1  smooth  out  some  wrinkles  near  the  top  of  the  bailoon  by 
climbing  up  the  rigging  between  it  and  the  gas  bag.  Just 
before  reaching  the  top  he  stopped  to  rest,  and  in  doing  so 
allowed  too  much  of  his  weight  to  press  against  the  well 
tilled  bag,  causing  it  to  rip.  Of  course  the  imprisoned  gas 
immediately  rushed  out,  tearing  the  slit  larger  as  it  issued 
forth.  The  man  clung  to  the  network  of  ropes  like  a  fly  to  a 
wall  until  overcome  by  the  escaping  gas,  when  he  droiiped  and 
disappeared  through  the  hole  in  the  balloon. 

There  were  several  eye  witnesses  of  the  accident,  and 
i;  required  only  a  few  seconds  to  cut  a  hole  in  the  bottom 
of  the  bag  and  allow  the  unfortunate  victim  to  drop  out.  A 
cool-headed  individual  who  happened  to  be  near,  immediately 
secured  an  oxygen  tank,  the  contents  of  which,  together  with 
other  restoratives,  were  administered  to  the  unconscious  man. 
After  about  forty-five  niinutes  of  strenuous  work,  including 
artificial  respiration  and  the  rolling  of  the  victim  over  a  bar- 
rel, he  regained  consciousness.  He  was  at  first  somewhat 
delirious,  but  in  a  very  short  time  was  well  and  sound  again, 
and  able  to  assist  in  repairing  and  refilling  the  balloon. 
Centrifugal  Pumps. 
It  may  not  be  generally  known  that  the  head  or  pressure 
against  which  a  centrifugal  pump  will  work  can  be  raised 
or  lowered  by  a  change  in  the  design  of  the  runner,  with 
no  other  alteration.  We  recently  had  occasion  to  change  a 
pump   designed   to   pump  against   1.5   lb.   per   square   inch,   to 


work   against    40  lb.     This  was  done  by  simply  changing  the 
lannor.  at  a  small  cost,  aiul  the  ijunij)  is  i)erfeclly  satisfactory. 

Experience  With   High   Pressure  Joints. 

We  have  considerable  trouble  on  a  lll-in.  Iiisli  |iress\ire 
line,  which  is  casing  connected  with  Uresser  couplings  used 
with  rubber  gaskets.     No  cooler  is  used   except  the  storage 


tank,  and  consequently  the  gas  is  sent  out  very  hot.  This 
heal  expanded  the  joints  to  such  an  extent  that  the  benzol 
in  the  gas  had  a  chance  to  act  on  the  rubbers  with  a  resulc 
that  the  rubber,  after  softening  up,  finally  blew  out  of  the 
.joint  and  leaked.  We  had  these  repair  sleeves  on  hand. 
They  are  the  standard  heavy  repair  sleeve  of  the  Dresser  type 
ititended  to  enclose  a  Dresser  coupling,  and  they  are  made 
up  with  rubber  gaskets.  As  we  found  the  rubber  gaskets 
would  not  last  under  these  conditions,  we  decided  to  tiy 
Iiad  in  ])lace  of  the  rubber.  The  rubber  in  the  split  sleeve 
itself  was  pulled  out  of  the  crevice  and  this  run  even  full 
with  lead.  We  then  used  some  standard  %  lead  pipe,  cut 
two  lengths  sufficient  to  make  a  gasket  with  a  diagonal  joint, 
a.--  shown,  and  used  these  in  place  of  the  regu'.ar  rubber 
giisket.  We  had  no  trouble  in  pulling  up  this  repair  sleeve 
complete  and  gas  tight,  and  they  have  given  us  no  fuither 
trouble. 

Use  of  Dresser  Couplings  for  Emergency   Repairs. 

For  some  time  we  have  used  Dresser  couplings  for 
our  high  pressure  gas  lines  about  the  works  with  great  satis- 
faction. A  while  ago  we  had  a  break  in  an  important  hot  oil 
line,  and  by  the  use  of  these  couplings  it  was  put  back  into 
service  in  a  very  few  minutes,  while  to  install  a  flange  cou- 
jiling  would  have  necessitated  cutting  several  threads  and 
consumed  a  half  hour  or  more. 

Now  we  keep  all  sizes  of  these  couplings  on  hand  for  such 
V.  ork  and  they  have  saved  us  from  trouble  several  times. 
We  have  used  them  on  steam,  water,  hot  oil,  compressed  air, 
and,  in  fact,  all  kinds  of  connections,  and  find  them  per- 
fectly satisfactory  for  emergencies.  When  we  have  'the  op- 
portunity we  then  replace  them  with  permanent  construction. 

We  have  one  4  in.  coupling  on  a  hot  oil  line  which  car- 
ries 100  pounds  pressure.  It  has  been  in  place  three  months 
and  shows  no  sign  of  giving  away.  This  is  being  carefully 
watched  to  see  if  these  couplings  can  be  used  as  permanent 
connections. 

A  Method  of  Handling  Purifying  Material. 

The  writer's  experience  in  handling  purifying  material, 
particularly  where  the  purifying  boxes  are  scattered  around 
different  portions  of  the  gas  works,  may  be  of  interest. 
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The  particular  experience  in  question  was  gathered  wliile 
operating  the  gas  works  at  St.  Louis,  Missouri.  At  the  various 
gas  plants  In  St.  Louis  there  were  a  number  of  sets  of  out- 
door purifiers  situated  in  different  portions  of  the  gas  works 
and  generally  of  steel  cylindrical  construction,  more  or  less 
of  the  cheese  box  type,  and  these  boxes  were  as  high  at  the 
edge  as  16  in.  in  some  instances.  There  were  openings  on 
top  of  these  boxes  some  5  ft.  in  diametei-  and  also  openings 
on  the  sides  large  enough  for  a  man  to  wheel  the  materia! 
in  which  a  wheel  barrow  upon  temporary  wooden  staging 
erected   for  that  purpose. 

The  largest  of  these  boxes  were  40  ft.  in  diameter  by  16 
i:i.  in  depth  at  edge,  and  owing  to  the  considerable  number 
of  these  boxes  and  the  scattered  location  of  same,  a  mechan- 
ical contrivance  for  easily  and  economically  putting  fresh 
purifying  material  into  them  became  a  necessity  as  well  as 
an   interesting  study. 

The  cost  of  filling  these  large  purifiers  was  considerable. 
The  plan  finally  adopted  was  to  construe!  a  simple  portable 
bucket  elevator  made  up  of  two  iron  channels  long  enough 
to  reach  from  the  ground  to  well  above  the  boxes.  A  belt 
carrying  the  buckets  ran  between  these  channels  over  proper 
wheels  at  both  ends  and  at  the  top  discharged  into  a  spout 
which  might  be  turned  in  any  desired  direction. 

At  the  bottom  of  the  machine  a  simple  steel  frame  work 
carried  an  electric  motor  which  was  used  to  operate  the 
bucket  elevator.  A  small  steel  hopper  at  the  bottom  com- 
pleted the  features  of  this  equipment. 

The  whole  contrivance  was  mounted  on  wide  flanged  iron 
wheels  so  that  two  men  could  readily  push  it  around  the 
yard  and  up  to  any  of  the  purifiers  it  was  desired  to  fill. 
Electric  wires  with  convenient  sockets  were  installed  near 
each  set  of  purifiers  so  that  rapid-  connection  to  the  motor 
could  be  made  at  any  desired  location. 

The  operation  of  the  machine  was  simple.  The  man 
wheeled  the  fresh  oxide  up  to  the  hopper  by  means  of  a 
small  runway  and  dmnped  same  into  it.  The  bucket  ele- 
vator hoisted  the  oxide  and  discharged  it  liy  means  of  the 
spout  into  the  portions  of  the  boxes. 

The  entire  outfit  cost  comparatively  little  money  and 
effected  a  great  saving  in  the  cost  of  filling  these  purifiers, 
and  as  the  same  was  portable,  it  could  l)e  used  almost  any- 
where where  electric  wires  could  be  run. 

It  occurred  to  the  writer  that  inasmuch  as  a  great  many 
pui;ifiers  in  California  were  out  of  doors  owing  to  the  won- 
derful climate  of  the  Pacific  Coast,  that  such  a  device  might 
become  useful  to  some  of  the  members  of  the  Pacific  Coast 
Gas  Association.  In  the  writer's  experience  the  machine 
was  found  equally  satisfactory  w-hen  used  in-doors.  and  as 
it  was  pushed  around  on  wheels,  it  was  easily  possible  to 
bring  it  into  any  ordinary  inirifying  house  through  a  large 
door. 

An  Experience  With  Automobile  Head  Lighting  With  Blau  Gas. 

Blau  gas  is  an  ingenious  result  of  the  compression  of  oil 
gas  to  1500  lb.  per  square  inch  into  a  liquid  form.  This 
liquid  is  Ihen  expanded  into  .gas  at  a  pressure  9f  2.t  lb.  per 
square  inch,  and  then  reduced  to  12  in.  water  pressure  by 
the  use  of  the  ordinary  high  pressure  regulator. 

The  writer  had  the  privilege  of  being  present  at  the 
first  test  of  this  new  llluminant  for  automobile  lighting. 
A  fiat  landaulet  was  fitted  with  a  small  steel  bottle  of  liquid 
niau  gas  containing  about  2  lb.  of  the  liquid.  ■  One  pound  of 
Rlau  gas  expands  into  about  twelve  cu.  ft.  of  the  illuminating 
gas  and  a  pound  of  the  liquid  will  supply  a  60  c.p.  incan- 
descent light  for  about  17  hours.  The  .'-■teel  bott'e  and  ex- 
pansion lank  occui)ied  but  small  space  and  were  fastened 
to  the  running  board  in  a  manner  siniiUti-  to  the  Presto-light. 
The  gas  was  led  to  the  headli.ghts  through  small  copper  tul)- 
ing  and  was  applied  directly  to  inverted  incandescent  mantle 
1.1  mps   which   had   previously   been   used   for   alcohol   vafwr. 


These  were  the  best  to  be  obtained  and  were  but  poor  ex- 
pedients. The  party  left  Long  Island  City,  making  wide  de- 
tours o\  er  the  roads  of  Long  Island  to  Long  Beach,  returning 
to  New  York  City  by  way  of  the  Williamsburg  bridge  to  the 
Hotel  Manhattan,  a  distance  of  65  miles  in  four  hours'  time. 

The  lamps  were  lighted  at  Long  Island  City,  and  re- 
mained lighted  during  the  entire  trip  with  the  single  exception 
of  a  few  minutes  when  the  gas  was  shut  off  by  the  motion 
of  the  car  shutting  the  gas  valve. 

The  trip  was  made  over  the  roughest  roads  imaginable  and 
v.ith  little  hope  of  success,  but  at  the  end  of  the  journey 
the  mantles  were  uninjured  and  the  illumination  was  excen 
tionally  good  as  the  Blau  gas  heated  the  mantle  to  full  incan- 
descence, and  the  light  was  entirely  without  shadows  on 
account  of  the  use  of  invert  mantles. 

This  experience  was  novel  as  it  demonstrated  the  safety 
I  f  transporting  and  using  liquid  Blau  gas  with  rough  handling. 


DISCUSSION    OF    PAPERS    AT    EIGHTEENTH 

ANNUAL  CONVENTION  PACIFIC  COAST 

GAS  ASSOCIATION. 

"Municipal   Inspection   of  Gas  and   Gas   Meters." 

Mr.  Clciiu-iits:  Mr.  President,  I  enjoyed  Mr.  Schadc's  paper 
very  much  iinlcccl.  It  comes  within  my  province  and  general 
r(  utiiie  to  meet  the  public  almost  every  day  for  some  complaint. 
;;n(I  1  know  how  they  feel  toward  that  little  instrument — the  gas 
ii'cter.  .As  I  said  in  a  paper  which  I  read  before  the  Association. 
1  tliiiik  at  tlie  Inst  session.  I  called  upon  an  eminent  gentleman 
ii;  the  city  where  I  live,  who  made  this  remark,  'That  gas  meter 
of  ours  seems  to  have  a  sort  of  intuition  to  help  you  people  at 
the  time  w-hen  you  need  money."  "Now,"  he  says,  "this  is  the 
ir.oiitli  of  December.  This  is  the  closing  of  the  financial  fisenl 
\e,ir.  Why,  all  around  in  this  neighborhood  among  all  my 
friends.  T  find  the  bills  have  been  increased.  Why  do  they 
(ill  it?  Kvidently  to  assist  the  company  or  the  officers  of  the 
cnmpany  to  make  a  good  showing  to  the  directors  and  increase 
the  i)crcentage  of  income — in  other  words  to  pay  their  annual 
dividends."  Coiniii.g  from  a  gentleman  of  the  type  he  was,  it 
seemed  ridiculous,  and  of  course,  I  thou.ght  he  looked  upon  it 
as  a  joke,  but  pinning  him  down  he  actually  felt  quite  earnest 
:iI)Out  it.  Tie  thou.ght  tliat  the  meter  cmtlfl  do  just  about  like  it 
V.  anted  to. 

P.ut  I  find  there  is  one  feature  about  the  gas  meter  that 
does  not  seem  to  work  exactly  ri.ghf,  and  that  is,  it  so  often 
.i\erlooks  that  people  have  gone  away  on  vacations,  and  while 
tliiy  were  not  using  any  gas  the  meter  kept  on  reeordin.g.  Th.it 
i-  line  thiii.g  about  tlie  gas  meter  I  think  we  slicnild  correct,  and 
I  hope  the  City  Inspectfu'  will  look  to  that  for  tlie  Iienefit  of 
I  ill'  company. 

1  haddcus  I,nwc:  I  thoroughly  lieliexe  in  municiijal  iiispec- 
Ui  w  of  both  .gas  and  ,!>as  meters,  but  I  do  nut  believe  that  muni 
eip.il  bodies  should  have  the  authority  ]o  say  anytliing  as  to  the 
(|i!.ilit>-  of  the  .gas.  I  believe  that  companies  should  be  allowed 
to  sell  .any  qn.ality  of  gas  they  choose,  and  make  a  price  in  ac- 
ii'rilance  therewith.  1  Ixlieve  the  future  gas  will  be  one  th.it 
l.'.s  low  candle-power,  and  wliich  can  be  sold  to  the  consumer 
.it  .1  much  lower  cost.  I  believe  it  is  more  or  less  municipal  in- 
terference to  regulate  the  quality  of  gas.  I  believe  that  ;is  far 
.IS  municipal  inspection  relates  to  the  quality  it  is  cntirel>'  wrong, 
and  lli.if  nmnicipalities  should  establish  a  price  based  on  (|n,dity, 
.and  .allow  the  gas  company  to  sell  any  (piality  of  ga^  tlie>  choose, 
as  ,1  merchant  would  sell  any  quality  of  w.ires  lie  chooses.  I 
thnik  thjs  is  an  import.int  point,  because  today  tlu-  nuniicip.alities 
regulate  the  quality  which  we  must  li\-c  up  (o.  and  it  does  not 
.give  us  :iu  opportiniity  to  tU'velop  along  ilu-  liue^  of  low  (pi.ality 
;it  ;i  less  price. 

I'rcsnlcitt :  If  yon  do  sell  a  lower  rpi.-ility  of  gis  I  lliink 
tlie\  uiiuM  have  to  lake  some  metnis  to  determine  the  (|ualily 
supplied. 
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I  Iniddciis  Lm,i-:     t)li,  yes. 

President:     That   wcuild   iK-ccssitatc   tin-   ciiiployniont   of  the 
city  inspector  still. 

Tluiddi-iis  LiKi.v:     t)h.  yes. 

Mr.  Brillt'ii:     Having  Uecn  guilty  for  a  great  many  years  of 
in -posing   these   instruments   upon   the   public,    I   am   strongly   an 
ailvocate  of   Mr.   Schade's  position.     People,  in  masses,  arc  lil-e 
cl'ildren— they    need    a    governing   hand.     The   corporation    that 
seeks  to  govern  the  people  by  its  own  rules  and   regulations   is 
looked     upon     niturally,     with     suspicion,    but     auytlrng     today 
that    is   iustitu'ed   by   the   government,   whether   municipal,    s<ate 
c^r   national,   is   looked   upon   by   the   masses  of  the   people   in   a 
favorable   light,  as  a   God   sent   Savior  to   save   them   from   the 
suis  of  the  corporation,  and  you  can  always  make  more  by  run- 
ning with  a  crowd  than  you  can  by  running  against  the  crowd. 
ami   1   believe  today   is  a  period  of  time   when  the  corporations 
should   run    with    the   crowd,   and   the   crowd   is   greatly   tcndhig 
toward   the   regulation   of  corporations,   especially   public   service 
corporations.      But   behind    that    all    it    seems    to    me    there    is   a 
(luestion   of  justice   there,   even   as  against   municipal   inspection. 
and  that  is  the  personal  attitude  of  the  corporation  to  the  con- 
sumer.     1    think    in    California    today    we    need    more    municipal 
inspection  in  every  city,  because  by  that  we  gain  what  we  can- 
not   obtain    in    any    other    w^ay— publicity.      'I  hrough    municipal 
bureaus   the  actions    of    public    corporations   will    be   discussed. 
Unfortunately   the   corporation    side   is    seldom   given    space,   but 
the  argumenr  against  is  given   full  space.      1   have   never  known 
a   case   where   numicipal    requirements  as   to   beat   units,   candle- 
power  and  general  ([uality  of  gas  did  not   serve  to  quiet  nuie  y 
per   cent   of   the    disturbing   element    in    the   public   and    for    tin- 
reason,  as   I   said  before,  that  they  have  ab  olute  cnnlidencc   in 
the  officers  of  the  municipalities,  appointed  for  the  service,  who 
are,  as  a  rule,  disinterested  men  seeking  to   follow  out  the  die 
tates  of  the  law  appointing  them.     I  have  not  met  one  inspector 
who  has  not  been  ready  to  listen  to  the  side  of  the  corporation, 
and  give  it   all  of  justice  that  is  due  i'.     Xow  the  time  is  past 
ii'   the  history  of  corporations  when  we  can  "'Vanderbiltizc,"   so 
to  speak,  the  public— that  time  has  past.     The  type  of  corpora- 
tions that  are  co-operating  with  the  consumers  do  more  toward 
rendering    municipal    inspection    unnecessary    tb;>.n    any    laws    we 
may  seek  to  pass  in  our  own  business. 

Mr.  Xciiln-rt:  I  he  question  of  municipal  inspection  of  gas 
and  gas  meters  is  one  that  1  have  given  a  great  deal  of  thought 
for  some  time.  In  fact.  I  have  read  a  great  number  of  repor  s 
oi  State  connuissions  and  associations.  In  the  larger  cities  like 
San  Franci>co  and  Los  .Xngeles.  where  the  municipality  provides 
ui;  inspector,  the  companies,  I  consider,  are  fortunate.  However, 
i.i  the  smaller  city,  like  most  of  us  have  to  deal  wi  h.  we  have 
i-.o  municipal  gas  inspectors,  nor  will  those  small  cif.es  go  to 
the  expense  of  providing  a  municipal  g  is  inspector.  There  fore 
the  whole  t[uestion  resolves  itself  into  what  was  brought  up 
h  this  morning's  session  of  having  in  this  S  ate  a  commission 
similar  to  tlie  commission  in  ilassachusetls,  Wisconsin  and 
New  York.  The  public  service  corporations  of  this  State  would 
be  subject  to  the  rules  of  the  State  commissitm  instead  of  the 
rules  and  regula'ions  of  municipalities. 

.1/)-.  .S'llhuh-:  Mr.  President,  members  of  the  .Association. 
1  wmikl  gladly  and  clieerfully  agree  with  you  if  1  knew  where 
1  would  come  out.  1  wruld  not  like  to  be  in  the  positirn  of  the 
Irishman  who  got  hit  .>ith  a  brick,  and  turned  his  case  over  to 
a  lawyer  to  have  him  light  it.  and  sue  for  a  recovery.  So  af  er 
l;t-  recovered  he  notilied  the  Irishman  to  come  to  his  office,  and 
lie  lawyer  h\ndel  him  f  5  ),  The  lawyer  s  lid.  •■Here  is  your 
d"  ni.a.i^e-."  "Well,  be  say^.  "tli.it  is  S50:  how  unich  did  you  col- 
K'ct?"  "\\\11."  liL-  vyj.  'inc'uding  your  dam  ges  .-Mid  the  costs. 
:--.sO:).(i;)."  .\i;d  I  eet  $50.  ?"  Say.  he  ~a\s,  "wliich  of  us  two 
I'ellnus   e^l   hit    will)   tin-   brick'" 

X.'W.    .Mr.    l'n-M(lciil.    I    wnuUl    like   to   make   two   statements. 
1  •I'n'i  w;nu  in  cast  an\   retlectic-us  on  anyone,  but  there  are  two 


points  to  be  considered— one  is  with  regard  to  what  Mr.  Lowe 
spoke  of.  that  is,  as  to  the  quality  and  the  amount  of  heat  units 
the  gas  should  carry.  One  thing  is.  you  all  know  if  it  wasn't  for 
the  awful,  awful  reputation  that  the  gas  companies  have  in  all 
respects,  it  would  be  all  right,  but  you  can't  convince  the  peo- 
ple that  you  are  giving  them  a  square  deal  in  this)  generation. 
.Another  thing  is  1  am  satisfied  that  the  councils  that  have 
municipal  gas  inspection  in  hand  have  made  real  investigations, 
and  ascertained  from  competent  men  just  what  can  be  done  in 
that  line,  and  I  believe  the  gas  companies  are  just  as  well  off 
with  municipal  gas  inspection  as  wihout  it,  though,  in  supply- 
ing different  kinds  or  qualities  of  gas  as  Mr.  Lowe  spoke  of,  for 
irstance  where  there  are  more  companies  in  a  city  than  one. 
and  they  make  gas  of  750  or  680.  etc.— now,  how  are  you  going 
t.>  do  tliis— who  is  going  to  get  the  cheapest  gas?  They  arc  not 
going  to  have  pipe  lines  all  over  where  people  can  jump  over. 
Xo.  the  good  gas  comes  on  one  corner  and  the  cheap  gas  on 
.mother.  Xow,  there  will  be  a  free-for-all  fight  there  in  a 
minute.  I  believe  the  municipalities  as  well  as  the  State  and 
representatives— that  they  thoroughly  investigate  the  matter. 
I'o  show  you  the  methods,  a  letter  was  received  at  my  office 
from  the  State  Librarian  of  New  York,  making  inquiries  and  ask- 
ing for  a  report,  and  he  said  it  was  for  the  benefit  of  the  State 
.'Senators  and  the  State  Public  Utility  Commission,  so  you  see 
they  are  sparing  no  means  to  make  an  impartial  investigation 
everywhere.  I  had  another  letter  from  Washington.  D.  C. 
They  are  trying  to  give  everyone  a  fair  and  square  deaK 

E.  P.  Lour:  ^rr.  Schade  hits  the  nail  nicely  on  the  head 
uhen  he  tells  us  that  the  gas  company  needs  the  municipal  in- 
spector to  tell  the  public  it  is  honest.  We  are  all  selfish;  it  is 
human  nature  to  be  selfish.  We  know  nothing  about  the  golden 
rule,  save  in  theory:  between  individuals  we  may  practice  it  but 
between  the  general  public  and  the  gas  companies  it  needs  the 
recognized  servant  of  the  people  to  teach  them  the  honesty  of 
the  gas  company.  It  is  the  best  and  cheapest  way  to  teach,  and 
if  we  had  to  pay  the  gas  inspector  ourselves  w-e  would  better 
do   it. 

Mr.  Schadr:  I  wish  to  say  for  the  benefit  of  the  gas  urmu- 
iVcturers  here  that  they  need  not  fear  municipal  gas  nispection. 
It  is  for  the  benefit  of  the  corporations  and  the  individuals  both, 
and  I  think  I  can  say  that  without  prejudice  or  partiality.  1 
believe  1  have  <lone  more  work  in  Los  Angeles  since  I  hive  been 
in  office  than  the  company  could  have  done  with  one  hundred 
men  taking  my  place  on  the  outside.  The  gas  companies  are  a 
thousand  times  more  honest  than  the  public  ever  was.  1  he  con- 
sumer likes  to  get  just  a  couple  of  feet  for  nothing,  but  they 
are  not  willing  to  pay  one  cent  more  than  they  ought  to.  One 
k.dy  whose  me'cr  was  closely  correct  called  me  in.  and  after 
l.-.lking  to  lue  says;  "Say.  Mr.  Inspector,  would  you  fix  my  met.-r 
a  littie  slower?"  I  said:  "I  have  not  authority.  You  called 
UK  over  here  to  give  you  a  square  deal.  You  would  not  believe 
the  company's  man.  Xow  you  ask  me  to  fix  your  meter  slower. 
I;  I  did  wiiat  kind  of  a  fix  would  I  be  in?  It  would  not  be 
two  hours  before  your  next  door  neighbor  would  know  that  I 
fixed  your  meter. 

Tluiddcus  Lour:  I  don't  want  y.m  to  think  for  one  mo- 
ment I  am  against  any  meter  inspection :  we  need  it.  1  am  per- 
fectly satisfied  with  our  experience.  In  Pasadena  I  think  there 
have  been  four  meters  tested  under  their  ordinance,  an,d  in  every 
instance  it  was  in  favor  of  the  consumer.  The  consumer  has  to 
pay   for  inspection  and  we  have  not   hid  an\-  trouble   smce. 

Mr.'  Stiwdc:  During  the  last  winter  I  had  more  than  350 
c.-.lls  from  people  wanting  their  meters  inspected.  I  don't  'hmk 
I  inspected  one  nut  of  twenty-five,  because  when  T  go  there  and 
ask  them  the  trouble.  I  usually  find  out  that  the  meter  is  all 
right.  .-iikI  T  would  give  them  instructions  as  to  how  to  use  the 
gas  .-iiid  tlie  .ipplianees.  etc,,  and  tell  them.  "Now,  try  for  another 
n;.iiitli.  :in.l  if  you  are  not  satified  at  the  end  of  this  month,  lei 
me  know  and  if  the  meter  is  wrong:  if  you  were  charged  more  tli:.:i 
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jou  should  pay— I  will  see  that  you  get  your  ukjik-)-  back,  what- 
ever the  amount  may  be.  because  it  is  a  physical  impossibility  for 
a  meter  to  increase  its   record  without  more  gas  going  through." 

"Suburban  Distribution." 

Mr.  Jones:  Gentlemen,  Mr.  Xcwbert  has  had  a  large  and 
successful  experience  in  the  distribution  of  high  pressure  gas 
on  the  peninsula  south  of  San  Francisco.  One  of  the  ambitions 
of  my  life  is  about  to  be  realized,  in  the  construction  of  a  steel 
bracelet  around  the  city  of  San  Francisco  for  feeding  he  low 
pressure  system,  'i  his  main  is  now  in  the  ground  and  is  si.\-teen 
inches  in  diameter;  a  heavy  steel  tube  joined  together  In-  rub- 
ber gasket  joints,  and  the  length  of  the  main  is  7'/,  miles.  It 
e.\tends,  from  the  old  Potrero  gas  works,  almost  around  the  city 
to  the  old  plant  we  call  the  Xorth  Beach  Station,  in  the  con- 
struction of  this  pipe  line,  we  tried  to  profit  by  our  former  ex- 
periences, both  in  the  coating  of  ihe  steel  pipe,  and  the  joining 
of  the  pipes  together.  Vou  will  remember  in  a  paper  read  some 
years  ago,  it  was  thought  that  red  lead,  properly  ground  in  oil, 
was  the  best  protective  you  could  get  for  a  steel  pipe.  We 
afterwards  found  that  there  was  a  granulation  of  the  lead, 
which  would  take  place  after  it  had  been  in  the  ground  for  a 
considerable  time,  leaving  the  pipe  exposed,  .-\fter  that  we  put 
on  a  second  coat,  an  outer  protective  coat  of  good  metalic  paintj 
to  protect  the  red  lead.  This  worked  fairly  well,  but  was  not 
entirely  satisfactory.  In  casting  about  for  a  good  coat  for  this 
new  sixteen-inch  main,  which  is,  as  you  all  know,  very  expen- 
sive and  hard  to  repair,  we  found  a  substance  consisting  of  coal 
tar  pitch.  1  his  coal  tar  product  was  brought  from  Australia. 
First  the  pipe  is  cleaned,  then  a  thin  coat  is  applied  with  a 
brush.  This  first  coat  seems  to  amalgamate  with  the  small 
particles  of  rust  that  may  be  on  the  pipe,  and  gives  the  first 
coat  a  good  grip  to  the  pipe.  Then  we  take  an  enamel  and  apply 
it  boiling  hot,  at  a  temperature  of  something  like  300  degrees 
I'ahrenheit ;  this  will  cling  closely  to  the  pipe,  and  has  no 
tendency  to  peel  ofT.  We  enamel  the  pipe  to  a  thickness  aver 
aging  one-eighth  of  an  inch.  Before  using  the  enamel  we  tested 
carefully  to  see  that  it  was  free  from  acid  or  alkali,  and  also 
tested  its  insulating  qualities  against  electricity,  and  we  don't 
anticipate  any  trouble  from  electrolysis  on  the  new  line.  We 
have  had  some  trouble  with  the  use  of  rubber  gaskets  in  mak- 
ing joints,  due,  I  presume,  to  the  solubility  of  rubber  in  the 
presence  of  the  hydro-carbons  of  oil  gas.  The  benzol  has  a 
tendency  to  soften  and  destroy  the  rubber  next  to  the  pipe,  to 
sneli  an  extent  that  the  flanges  at  the  joints  become  loosened 
and  cause  slight  leaks.  In  order  to  prevent  the  gas  from  coming 
in  contact  w:ith  the  rubber  gaskels  we  apply  a  coat  of  orange 
shellac  dissolved  in  alcohol  to  the  V  shaped  space  between  the 
sleeve  and  the  gasket  and  next  to  the  pipe,  and  on  one  surface 
of  the  rubber  gasket,  so  that  there  is  no  actual  contact  between 
the  gas  and  rubber.  'I  he  gas  comes  in  contact  with  the  coat 
of  shellac,  and  we  hope  that  this  will  prevent  the  disastrous 
effect  of  benzol  on  ihe  rubber  gaskets.  This  line  was  laid  by  Mr. 
■  W.  R.   Morgan,  our  able  superintendent  of  distribution. 

'I'o  show  you  how  we  have  advanced  in  the  laying  of  high 
pressure  mains.  'I  his  pipe  line  is  not  yet  in  use  for  conveying 
gas,  on  account  of  construction  wajrk  now  going  on.  This  main 
has  been  under  pressure,  under  60  pounds  pressure  for  over  30 
days,  and  it  has  maintained  a  constant  pressure  at  uniform  tem- 
r-eratures  bo;h  day  and  night. 

.1/)-.  Nnchrrl:  I  would  like  to  ask  if  soft  lead  has  ever  been 
tried   in   tlie  gasket,   in  the  place  of  rubber? 

Mi:  Jones:  We  were  able  to  try  a  gasket  on  the  Pe;aluma 
line,  which  is  one  and  eight-tenths  inches  internal  diameter,  and 
sixteen  and  eight-tenths  miles  long.  We  found  rubber  gaskets 
would  .soften,  and  we  were  casting  about  for  some  other  expedi-. 
cnt.  something  that  would  answer  tlie  purpose  and  make  the 
joints  tight,  and  Mr.  Weber,  manager  of  the  Petaluma  plant, 
suggested  the  use  of  soft   lead  wire,  in  place  of  rubber  gaskets. 


Lnder  Mr.  Weber's  direction  and  entirely  due  to  his  ingenuity, 
that  entire  line  was  supplied  with  soft  lead  gaskets,  and  is  tiglit 
so   far  as  we  know. 

"Fire   Insurance  and  Protection." 

Mr.  Hnthin:  1  ;im  snriy  Mr.  Cantrell  is  not  here,  lie  was 
,  appointed  some  three  or  four  years  ago,  as  insurance  agent  for 
the  P.acilic  Gas  &  I'ileetric  Company.  His  duties  are  to  trace 
up  tile  causes  of  lires  an<l  make  recommendations  as  to  how 
we  can  best  prevent  them.  Our  territory  covers  30,000  square 
miles  and  has  in  it,  all  types  and  characters  of  buildings  and 
structures,  and  he  lias  made  periodical  visits  to  every  station 
and  every  office,  and  if  lie  has  accomplished  nothing  else,  from 
iiiy  observation  as  1  followed  in  his  tracks,  he  had  drawn  to  our 
attention,  the  value  of  cleanliness  on  the  part  of  the  employe. 
He  has  caused  offices  to  l)e  cleaned  out;  he  has  caused  walls  to 
be  whitewashed,  broken  windows  to  be  replaced,  and  has  caused 
tlie  removal  of  inllammable  articles  to  places  where  they  would 
be  least  likely  to  catch  fire.  He  has  awakened  a  spirit  in  every 
employe  of  the  company,  looking  toward  cleanliness,  and  I  can 
sec  a  very  marked  improvement  in  flie  plants.  And  1  some- 
times think  that  1  can  trace,  in  the  analysis  of  the  weekly  and 
montlily  report  that  we  get.  a  tendency  toward  economy,  due  to 
the  greater  in  erest  taken  in  the  care  of  the  plant,  instanced  by 
this  periodical  inspection.  His  salary  has  been  earned  over  and 
over  .again  and  many  a  disastrous  fire  which  might  have  occurred 
has  been  prevented  by  his  recommendations,  and  in  that  w.av  lie 
si'ved  us  thousands  cjf  dollars. 

.Mr.  Leaeh:  In  regard  to  that  Mr.  President,  I  would  like  to 
say  lb.it  a  spontaneous  combustion  hre  was  created  in  this  w.iv. 
i -'  it  had  been  in  \ard  where  it  occurred,  wc  would  pmliablv 
have  lust  one  of  our  large  warehouses,  but  it  occurred  in  ilie 
bin  as  a  result  nf  .\[r.  Cantrell's  visit.  Saturday  afternoon  as  the 
men  were  cleaning  up,  the  foreman  of  that  department  found 
some  oily  matter  in  one  of  the  rooms  and  insisted  upon  having 
It  put  in  the  bin.  Sunday  evening  the  fire  department  w.as  p]a\  - 
Jig  tlie  liose  on  the  bin. 

1  feel  tli.it  this  qiiesiion  of  fires  should  be  looked  at  entirely 
without  prejudice.  Very  often  the  carelessness  of  property  own- 
ers adjacent  to  our  <iwn  property,  scattered  about  the  varinus 
Cities,  causes  us  more  loss  than  the  carelessness  of  our  own 
employes,  or  any  Lack  of  fire  appliance  that  we  might  have.  In 
the  larger  cities  llie  lire  department  arc  more  or  less  of  a  polit- 
ical iKiture.  .\  .good  ni.aiiy  individuals  are  permitted  to  h.ave 
gasoline  l;im|)s  and  gasoline  stoves  in  their  b'uildings  and  oil 
furnaces  are  not  carefully  looked  after,  all  of  which  causes  ile- 
slructive  lires;  and  if  it  is  a  hirge  Imilding  it  is  more  apt  to  have 
this  trouble  and  these  fires  frequently  result  in  a  great  loss 
to  the  gas  and  electric  companies. 

I  think  the  time  will  come  when  the  lire  fighting  will  be  ilone 
b;  ;i  corporation,  created  and  organized  for  that  purpose,  and 
tlat  lire  fighting  is  just  as  much  of  ;i  business  as  gas  and  elec- 
tric lighting  is  a  business.  1  think  some;  means  should  be  taken, 
something  should  be  started,  that  would  create  a  public  approval 
of  putting  all  lire  lighting  in  the  St.ate,  under  tlic  entire  super- 
vision of  the  lire  umlerwriters.  and  ttiken  out  of  politics  entirely. 

Mr.  ."^c/uulr:  1  would  like  to  s,iy  tli.at  :i  friend  of  mine  has 
.giitten  U])  ;i  simple  ptitenl  for  handling  gasoline,  oil,  or  any  com- 
bustible with  wati-r.  .\bout  two  weeks  ago  some  parties  ,g.il  Iiold 
o;'  it  and  organized  a  two-million  dollar  company,  and  refused 
to  have  any  disphiy  ma<le  at  this  time.  It  is  a  most  v.ilutilile 
tl'iiig  for  an  oil  man  to  own.  and  install.  Instead  of  jjumping 
oil  wi  h  it.  you  pump  w.iter.  It  is  absolutely  fireproof;  you  can 
bitild  a  fire  over  it.  under  if.  or  around  it.  ;md  if  wam't  catch  fire. 

.Mr.  Junes:  For  the  benefit  of  Mr.  Schade  I  would  like  tu 
say.  tliat  .a  device  used  for  the  stmie  purpose  as  stated  by  him. 
has  been  in  use  by  gas  companies  for  the  last  twenty  years. 

Mr.  .Schade:  I  thank  Mr.  Jones  very  much.  I  know  there 
have  been  in  use  such  devices,  but  not  like  this  one. 
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TURBO  GENERATOR  TESTS. 

:\{  tlic  annual  nKclinj;'  of  l\\^■  American  Sucictv 
of  Mechanical  luigincci-.s  in  New  \'ork  City  on  IJc- 
ccmher  7.  1910.  two  pa])crs  were  presented  dealing 
will)  tests  of  large  steam  lurliine  units  operated  under 


9imh: 


.1     Oaklan  i     Plant 
■jtric    (-'oiitpaiiy. 


of 


Pacific  Coast  conditions.  II.  \^arney's  jjaper  C()nsi(I- 
ered  the  tests  of  the  9000  kw.  Curtis  \-ertical  turbine 
ir.  the  Oakland  plant  of  the  Pacific  das  &  i'"lectric 
Company  illustrated   and   described   in   this   inurnal   of 


.March  5,  1910.  S.  L.  Naphlaly's  paper  was  concerned 
with  tests  of  a  10.000  kw.  W'eslinghouse-i'arsons  Imri- 
yoiital  turbo-generator  in  the  San  ('"rancisco  plant  of 
the  City  Electric  Comi)any,  described  in  lliese  cobnnns 
on  .August  20,  lyio. 

In  each  case  the  tests  were  made  under  operating 
loads  to  verify  the  builders'  guarantees.  Both  plants 
are  oil-burning,  supplying  steam  at  173  lb.  gauge  and 
equipped  with  sui)er-hcaters  for  100  degrees  superiieat. 

The  ( )akland  turbine  was  subjected  to  two  I'our- 
hour  tests,  under  loads  oi  7000  kw.  and  9000  kw.  re- 
spectively. The  final  result  for  the  7000  kw.  test  was 
a  steam  consuni])tion  of  16.06  lb.  ])er  kw.  hour  with- 
out correction,  or  15. 82  lb.  under  the  corrected  condi- 
tions siK'cified  in  the  contract.  L'nder  the  9000  kw. 
load  the  uncorrected  steam  consumj)tion  was  15.95  lb. 
and  the  corrected  15.42  lb.  per  kilowatt  hour.  The 
corrected  vacuum  was  28  in.  Steam  was  furnished  b}' 
eight  754  h.p.  .McXaul  water-tube  boilers.  The  con- 
denser and  vacuum  pumi)s  were  of  Worthington  make. 

.Se\en  tests  were  made  in  the  City  Electric  Com- 
pany's turbine,  \arying  from  1.5  to  4  hours  in  duration. 
Correcting  to  175  lb.  pressure  and  100  degrees  su])er- 
lieat,  28  in.  \acuum,  the  steam  consumption  in  lb.  ])ei- 
lew.  hour  was  14.11  for  7972  kw.  load,  13.88  for  8563 
kw..  14.04  for  8198  kw.,  13.88  for  9173  kw.,  15.21  for 
5333  kw.,  1407  for  8148  kw.  and  15.24  for  5401  kw., 
the  last  two  being  with  a  low  \acuum  (26.16  lb)  to  de- 
termine the  effect  of  variation  in  \acuum  on  this  ma- 
chine. -Steam  is  supplied  b_\-  llabcock  and  Wilcox 
boilers,  .\u.\iliary  ap])aratus  included  Wheeler  con- 
densers and   j)umps. 


Electrical  dispersion  of  fogs  is  being  studied  by  Sir 
01i\er  Lodge,  particularly  with  reference  to  sea-ports. 
He  suggests  that  the  I'.ritish  Government  should  allot 
one-half  million  dollars  annually  to  universities  carry- 
ing on  these  experiments. 


1:1    kw.    Tuil)0-r;<'iii'iati.r    .Set    at    San    l<"raiicisro     IMaiit    City    IslHrtiio    Comp.-my. 
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VALUATION    OF    PUBLIC    UTILITIES. 

rill.'  \ahi;iliiMi  111'  |)iil)lii;  s(i\  ice  riirpi  u"aLii  m  |irii|)- 
crly  was  recently  discusscil  liy  II.  E.  Riggs  af  a  iiiccl- 
ing  of  the  American  Society  oi  Ci\il  Engineers 
^^^.  Riggs  stated  that  the  industrial  and  economic 
development  of  the  past  two  decades  has  opened  many 
new  lines  of  special  work  in  the  profession  of  engineer- 
ing, none  of  which  is  more  difficult  and  complicated 
or  of  greater  ultimate  value  to  the  pu])lic  at  large  than 
that  of  the  appraisal  or  valuation  of  the  property 
owned  and  operated  by  public  service  corporations: 
and  none  of  the  fields  of  engineering  specialization 
requires  greater  care  or  calls  for  more  skill,  experience, 
integrity,  or  sound  judgment. 

Valuations  may  be  required  eitlier  as  a  matter  of 
public  interest,  such  as  to  give  information  on  the 
taxation  of  corporations,  rate  regulation,  limitation  of 
capitalization,  or  for  franchise  purposes;  or  it  mav  be 
a    matter    of    corporation    necessity    or    expediency. 

A  valuation,  regardless  of  the  piirimse  fur  which 
made,  should  be  such  as  to  secure  a  "fair  \alue"  nf  the 
property  under  consideration.  .\p])raisers  will  encmin- 
tcr,  among  other  difficulties,  the  fact  that  human  self- 
ishness is  a  dominant  qualit}',  and  that  attempts  are 
.sometimes  made  to  influence  a  saluatiun  fnim  selfish 
motives;  also  that  human  machines  are  not  exact 
du]jlicates,  and  that  allowance  must  be  made  for  a  large 
measure  of  error,  on  account  of  the  ])ersonal  equation 
of  the  men  engaged  on  the  work,  as  indi\idual  errors 
of  judgment  are  frequent  on  any  work  i>l'  magnitude. 
Hiis  personal  element  must  lie  corrected  by  uniformity 
of  method,  by  constant  checking,  and,  as  far  as  pos- 
sible, by  suliordmation  of  personality  to  system. 

All  properties  being  appraised  should  be  consid- 
ered as  operating  properties.  (3ne  which  is  dead,  inert, 
and  not  in  use,  cannot  be  considered  as  coming  under 
such  a  discussion  as  this,  and  such  properties  are  not 
treated  in  this  paper.  The  term  "going  concern"  is  nut 
used  in  connection  with  the  physical  pro])erty,  any 
element  of  value  implied  by  the  term,  o\er  and  abo\-e 
the  "overhead  charges,"  being  treated  as  intangible  nr 
niin-|)hysical  element  of  value. 

Explanation  of  Terms. 

In  order  that  there  maj'  be  no  doubt  as  to  the  exact 
meaning  of  the  terms  used  throughout  this  paper,  a 
lew  definitions  or  explanations  arc  submitted: 

Appraisal,  or  Valuation. — These  words  are  used 
interchangeably,  and  refer  to  the  engineering  work  of 
determining  the  present  worth  of  Iioth  physical  and 
intangible  properties  of  corporations. 

Cost  of  Reproduction. — This  expression  refers  to 
the  estimate  of  cost  of  reproducing  the  physical  prop- 
erties as  they  exist  on  the  date  of  the  appraisal,  all 
elements  entering  into  the  cost  being  considered  as 
new  and  not  affected  b}'  the  elements  of  depreciation 
1  ir  I  ibsolescence. 

Cost,  or  Original  Cost. — These  terms  refer  to  the 
actual  amount  of  money  paid  for  the  jiroperty,  cither 
when  it  was  originally  constructed,  ni-  in  its  condition 
at  the  time  of  ajipraisal,  the  latter  case  being  the 
iiriginal  cost  i)lus  tlie  cost  of  additions  arid  betterments, 
less  abandoned,  re])Iaced,  or  worn-out  ]jroperty.  This 
figure  ought  to  be  represented  by  the  "liook  cost,"  but 
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and  "actual  cost"  are 


il   is  not  often  that 
the  same. 

I'resent  \alue.  m-  I'l-esent  I'hssical  Value. — These 
terms  are  used  in  describing  the  physical  property  as 
reproduced  after  it  is  aft'ected  by  all  elements  of  de- 
])reciation  or  appreciation.  The  use  of  the  word 
"value"  in  this  expression  is  unfortunate,  as  it  may 
lead  to  some  confusion.  It  must  be  kept  clearly  in 
mind  that,  where  this  term  is  used,  it  refers  only  to 
physical  property  as  depreciated,  and  is  in  no  case 
intended  to  refer  to  the  final  or  "fair"  value  of  the 
property. 

Non-physical,  or  Intangible,  Value. — These  terms 
are  used  to  represent  those  elements,  entering  into  the 
final  worth  of  the  property  as  a  business  concern, 
which  arise  out  of  the  operation  of  the  property  and 
are  not  attachaljle  to  the  physical  property. 

\\'hat  is  "value?"  In  defining  the  exact  meaning 
of  this  term,  as  applied  to  the  property  of  a  public 
service  corporation,  a  number  of  elements  must  be 
taken  into  account.  .Standard  authorities  give  man}- 
definitions  of  the  term.  As  a  definition  of  that  esti- 
mate of  worth  which  an  engineering  commission 
should  report  as  the  result  of  a  com]jlete  appraisal,  the 
writer  submits  the  following: 

The  value  of  a  property  is  its  estimated  worth  at  a 
given  time,  measured  in  money,  taking  into  account  all 
the  elements  which  add  to  its  usefulness  or  desir.ability 
as  a  business  or  profit-earning  proposition. 

There  are  two  classes  of  elements  entering  into 
the  final  value : 

(i)  The  "Physical"  Property  Element  of  Value. — 
This  consists  of  those  things  which  are  visible  and 
tangible,  which  are  capable  of  being  inventoried,  their 
cost  of  reproduction  determined,  and  their  depreciation 
measured.  The  i-iroperty  is  considered  as  an  operating 
entity,  and,  being  so  considered,  carries  as  part  of  the 
physical  value,  those  costs  and  charges  which  are  an 
inseparable  part  of  the  cost  of  construction  Init  do  not 
appear  in  the  inventory  of  the  completed  property. 

(2)  The  "Non-Physical"  or  "Intangible"  Elements 
of  Value. — These  are  those  things  which,  added  to  or 
taken  from  the  worth  of  the  physical  property,  make 
n|)  the  value,  and  include  whatever  accrues  to  the 
property  1)V  reason  of  its  operation,  or  by  reason  of 
grants,  contract  rights,  competition,  or  location,  which 
at  the  time  of  appraisal  affect  favorably  or  nnfa\-orably 
ihe  worth  of  the  property. 

The  physical  property  is  that  which  enaljjes  the 
cori)iiration  to  do  business.  Without  physical  property 
it  could  not  produce  the  commodity  which  it  sells. 
The  amount  of  money  actually  invested  in  acquiring 
that  physical  property  represents  the  measure  of  ca|)i- 
tal  on  which  it  is  morally  entitled  to  earn  interest  and 
profit  ;  and,  in  the  stage  of  promoting  and  financing 
the  enterprise,  all  hope  of  earnings  is  biased  on  the 
amoun^  of  money  required  to  construct  the  projiertx-. 
These  considerations  lead  the  writer  to  contend  that 
the  true  method  of  valuing  a  corporate  property  is  first 
to  determine  the  cost  of  reproduction  of  the  property 
ami  its  depreciation,  and  modify  this  figure  by  any 
a])|ilic.-ilile  positi\e  or  negatixe  non-|)hysical  elements 
of  value. 
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Public 

Satisfaction 

Corporations 


he  .L;oo(l-\vill  of  the  pcuplc  is  scUlum  feckonetl  as 
~scl  in  :ii)]M-aisiiii.^-  a  i)ul)lic  tilility.  tliotij^h  its 
aljsciice  is  a  rec()g:nize(l  liability. 
It  is  ])ei-hai)s  the  most  intangible 
of  all  those  non-physical  valncs 
accruing  from  the  possession  of 
Iraiichises,  monoi)oly,  or  demand  for  service.  Thotigh 
at  one  time  the  must  easily  obtained,  it  has  frequently 
been  so  carelessly  disregarded  that  it  is  now  as  hard 
to  regain  as  is  the  spurned  love  of  a  woman.  Maiiv 
managers  have  already  awakened  to  this  fact  and  there 
were  few  meetings  of  electric  light  and  power  associa- 
tions this  year  at  which  this  question  was  not  dis- 
cussed. .Many  of  their  ])apers  on  cultivating  friendly 
relations  with  the  ])nblic  have  been  published  in  these 
cohnnns,  but,  jtidging  from  personal  experience,  their 
spirit  and  intent  has  not  bev'u  transmitted  to  the  rank 
and  file  who  come  in  most  intimate  contact  with  the 
]ieople  that  the  corporation  is  endeavoring  to  serve. 

l'I\ery  employee  of  every  public  service  company 
>hoiild  realize  that  he  is  the  personal  representative 
"f  his  company,  and  often  the  only  one  by  whom  his 
emplo}'er  is  jtidged.  His  incivility  and  lack  of  accom- 
modation prejudices  patrons  and  depreciates  public 
estimation.  Xothing  is  more  irritating  than  the 
l)ompous  assumption  of  stiperiorily  of  a  petty  govern- 
ment clerk  who  forgets  that  he  is  being  paid  by  the 
])eople  whom  he  displeases.  The  same  spirit  seemingly 
l)er\atles  many  workers  for  these  quasi-public  utility 
companies  whose  prosperity  is  even  more  vitally  de- 
pendent upon  public  favor.  If  all  employees  would 
iimte  in  trying  to  satisfy  the  public,  their  company, 
instead  of  being  a  ptiblic  dissatisfaction  whose  stock 
is  almost  unsalable,  would  become  a  jiublic  satisfaction 
cor])oration  whose  positicin  would  be  almost  unassail- 
able. 

To  satisfy  the  people  that  the  corporations  arc 
gi\itig  good  service  at  reasonable  rates  is  the  prime 
object  of  the  puljlic  service  commissions  that  ha\-e 
been  establisheil  in  JMassachusetts,  New  York,  Wis- 
cidisin,  New  Jersey,  Vermont,  Connecticut  and  Alary- 
l.ir.d.  In  these  states  regulation  is  proving  to  l;e  good 
lor  the  people  and  better  for  the  corporation  because 
it  establishes  a  friendly  feeling  of  confidence.  Other 
states  will  soon  follow  suit.  The  movement  is  as 
.i;raclual  l)Ut  irresistible  as  that  of  n  glacier.  In  states 
where  the  corporations  have  been  rapacious  the  laws 
will  be  radical,  but  where  they  ha've  been  conciliatory 
the  legislation  will  be  conservative. 

It  consequently  behooves  every  corporation  to 
seek  the  ])ublic  favor.  Why  talk  of  cultivating  friendly 
relations  when  it  is  possible  to  be  a  friendly  relation 
to  every  consumer?  .\n  occasional  "Dutch  uncle"  talk 
from  the  manager  of  th.e  lighting  company  will  con- 
\ince  his  fellow-townsmen  that  he  is  their  friend  and 
that  they  should  become  his.  The  power  and  infltience 
of  a  corporation  in  the  capacity  of  a  l.)ig  Ijrother  can 
heli^  every  comiminit}-.  If  this  friendly  feeling  be  not 
established,  there  is  a  further  possibility  that  the  rela- 
tions will  be  reversed,  and  that  a  jiaternal  government 
will  assume  not  only  regulation  but  also  operation. 
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PERSONALS. 

Rudolph  W.  Van  Norden  is  doing  some  engineering  work 
in  Eldorado  county,  California. 

L.  Work,  an  electrical  supply  dealer  of  Monterey,  was  a 
San  Francisco  visitor  last  week. 

F.  G.  Baum,  of  F.  G.  Baum  &  Co.,  electrical  engineers,  lias 
returned  from  Santa  Barbara  to  San  Francisco. 

A.  W.  Smitli  and  A.  F.  Smith  of  the  Sacramento  Valley 
Power  Company,  visited  San  Francisco  this  week. 

Leon  Bly,  secretary  of  the  Sierra  Electric  Power  Com- 
pany of  Red  Bluff,  was  at  San  Francisco  last  week. 

R.  M.  Morton,  engineer  of  the  Highways  Commission  of 
San  Joaquin  county,  spent  last  Monday  at  San  Francisco. 

W.  S.  Heger,  the  California  manager  of  the  Allis-Chalmers 
Company,  spent  the  past  week  at  his  Los  Angeles  office. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  returned  to  San 
Francisco  last  Monday  from  a  business  trip  to  San  Diego. 

H.  R.  Noack.  manager  of  Pierson,  Roeding  &  Co.,  re- 
cently returned  to  San  Francisco  after  a  business  trip  through 
Oregon. 

J.  L.  Stannard  and  A.  L.  Richardson  have  opened  offices 
as  civil  and  hydraulic  engineers  in  the  Henry  Building,  Port- 
land, Ore. 

H.  W.  Jacobs  of  Santa  Rosa,  and  D.  W.  Thomas  of  Pet- 
aluma,  were  among  the  electrical  supply  dealers  at  San  Fran- 
cisco last  week. 

H.  L.  Jackman.  manager  of  the  Humboldt  Gas  &  Elec- 
tric Company  of  Eureka,  was  a  San  Francisco  visitor  jluring 
the  past  week. 

C.  W.  Curtis  has  been  appointed  general  foreman  of  the 
Los  Angeles  &  Redondo  Railway.  Los  Angeles,  Cal.,  in  charge 
of  the  power  department. 

C.  P.  Baird,  manager  of  the  Lompoc  Light  &  Power  Com- 
l)any,  of  Lompoc,  arrived  at  San  Francisco  last  Saturday, 
accompanied  by  his  bride. 

L.  O.  Lieber  has  resigned  as  electrical  engineer  of  tlic 
Los  .\ngeles  &  Redondo  Railway,  Los  Angeles,  Cal.,  and  llu- 
[losition  has  been  abolished. 

.  Chas.  Derleth  has  been  elected  president  and  James  H. 
Wise  vice-president  of  the  San  F1-ancisco  branch  of  the  .\meri- 
can  Society  of  Civil  Engineers. 

John  M.  Gardiner,  who  is  int^re«ted  in  electric  power  and 
railway  plants  in  Southern  California,  was  at  San  Francisco 
from  Los  Angeles  during  the  past  week. 

Samuel  Taylor,  manager  of  the  Electric  Railway  &  Man- 
ufacturers' Supply  Company,  has  returned  to  San  Francisco 
after  making  an  extensive  Eastern  trip. 

H.  C.  Goldrick,  Pacific  Coast  manager  of  the  Kellogg 
Switchboard  &  Supply  Company,  of  Chicago,  spent  the  past 
week  on"  a  tour  of  the  Pacific  Northwest. 

Delos  A.  Chappell  of  the  Hydroelectric  Company  of 
Bodie,  returned  to  the  power  site  last  week,  after  spending 
some  time  at  San  Francisco  in  conference  with  his  principals. 

C.  W.  Burkett,  general  superintendent  of  plant  with  heid- 
quarters  at  the  San  Francisco  office  of  the  Pacific  Telephone 
&  Telegraph  Company,  has  been  at  New  York  for  several 
weeks  past. 

L.  L.  .Tohnson.  formerly  gas  engineer  for  the  electrical 
department  of  the  Southein  Pacific  Co.  at  San  Francisco,  hns 
opened  an  office  as  consulting  engineer  on  gis,  power  ani 
fuel   plants  at   Indianapolis.  Ind. 


Robert  Howes  has  completed  the  installation  of  the 
Fraser  Valley  line  of  the  British  Columbia  Electric  Railway 
Company  and  has  opened  offices  as  consulting  engineer  in 
tlie  American  Bank  Building,  Seattle. 

Leon  M.  Hall,  the  former  chief  engineer  of  the  Couistock 
I'umiiing  Association,  was  recently  presented  with  an  e'egant 
gold  watch  as  a  token  of  the  esteem  in  which  he  is  held  by 
the  employees  of  the  mines  at  Virginia  City. 

C.  E.  Groesbeck,  Pacific  Coast  manager  of  the  H.  M. 
Pyl'esby  Company,  with  headquarters  at  Portland,  arrived 
ei  San  Francisco  last  Monday  on  business  connected  with  the 
taking  over  of  electric  power  plants  purchased  by  the 
Byllesby  interests. 

E.  G.  Dewald,  with  the  Pelton  Water  Wheel  Company, 
has  returned  to  the  San  Francisco  office  from  Big  Bend, 
where  he  started  a  Pelton  oil-pressure  governor,  which  had 
just  been  installed  to  regulate  the  large  water-wheels  of  the 
Great  Western  Power  Company's  big  transmission  plant. 

H.  V.  Liang,  a  prominent  Oriental  engineer,  has  been 
spending  several  weeks  at  San  Francisco  getting  important 
data  for  use  in  connection  with  industrial  enterprises  for 
the  Chinese  government.  He  recently  visited  the  oil  fields 
of  California.  Liang  has  made  his  local  headquarters  with 
Smith,   Emery   &   Co. 


TRADE    NOTES. 
The  General  Electric  Company  has  sold  to  Cady  &  Bun- 
nell, of  Susanville,  a  150  kw.,  6G00-v.,  GOO  r.p.m  water  wheel 
driven   generator,   together    with    a    .5-kw.    exciter    set   and    a 
switchboard. 

The  Northwest  Oil  Burner  &  Equipment  Company  has 
been  organized  by  W.  F.  Ross  and  .\.  G.  Starrock  with  offi- 
ces in  the  Couch  Building,  Portland,  Ore.  They  are  the  sole 
<:geuts  for  the  Hammel  Oil  Burner  Company  of  Los  Ange'es. 


MEETING  NOTICES. 
The   Seattle   Section   of   the   American   Institute   of   Elec- 
trical Engineers  at  their  meeting  on  December  17lh,  listened 
to    a    paijer    on    the    subject   of   "Continuity    of   Service,"    by 
.Magnus  T.  Crawford  of  the  Seattle-Tacoraa  Power  Company. 

The  Los  .\n.geles  Section  of  ibe  American  Institute  of 
Electrical  Engineers  will  meet  at  Blanchard  Hall,  231  South 
Broadway,  at  S  p.  m,.  on  December  29th.  Prof.  R.  W.  Sorensen 
will  present  a  paper  on  "Transformers  and  Their  Selection.' 

The  Engineers'  Club  of  Oregon  was  organized  on  Decem- 
li.i-  7  at  Portland.  George  L.  Bliven  was  elected  chairman 
and  A.  D.  Monteith  secretary.  A  strong  membership  com- 
hiittee  was  organized  and  vigorous"  efforts  will  be  made  to 
induce  all   engineers   to  join. 

The  San  Francisco  Section  of  the  American  Institute  of 
Electrical  Engineers  will  not  meet  on  December  30th,  on 
account  of  the  probable  absence  of  many  members  during  the 
Christmas  and  New  Year  period.  Prof.  Ryan  will  discuss 
Atmospheric  Electricity  at  the  meeting  cf  January  2S,  1911. 

The  annual  convention  of  the  American  Institute  of  Archi- 
lects  will  be  held  at  San  Francisco,  January  17-1'J,  1911. 
Faijers  to  be  read  include  "The  Development  of  Architecture 
on  the  Pacific  Coast,"  "The  Rehabilitation  of  the  City  of  San 
Francisco,"  "The  Aesthetic  Problems  of  and  what  the  Coast 
lias  Accomplished  in  City  Planning."  "The  Salient  Points  of 
the  .Architecture  of  the  Northern  Pacific  Coast,"  ■'History  and 
Present  Status  of  the  California  Missions." 
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978,279,  Distillation  System  for  Ice  Plants.  Arthur 
Kaget,  San  Fiancisco,  Cal.,  assignor  lo  Pacific  Engineering 
Company,  San  Francisco,  Cal.  In  a  water  distillation  system, 
a  steam  boiler,  a  steam  power  plant,  steam  connections  from 


t!ie  boiler  whereby  the  steam  used  in  the  power  plant  may  be 
reheated  during  its  passage  therethrough,  a  feed-water  heater 
and  steam  connections  from  the  reheater  to  the  feed  water 
boater,  whereby  the  live  steam  passing  through  the  reheater 
will  heat  the  feed  water  nearly  to  that  of  the  boiler,  as  set 
forth. 

987,335.  Water-Wheel.  .\rnold  FfaM,  .Milwaulies'.  W'ss., 
assignor  to  Allis-Chalmers  Company,  Milwaukee,  Wis.  The 
combination  with  a  shaft,  of  a  plurality  of  water  jet  actuatable 
wheels  the' eon,  a  pipe  for  supplying  water  to  said  wheels,  a 
branched  nozzle  hinged  to  said  pipe  at  a  single  connection 
with  the   hinge  axis  at  an  angle  to  the   pipe  conduit  at   the 


single  hinge  connection,  the  number  of  l)ranches  of  said  noz- 
zle corresponding  to  the  number  of  wheels  upon  said  ^haft, 
each  of  said  branches  being  provided  with  a  valve  for  con- 
trolling the  flow  of  water  therethrough,  a  governor  responsive 
to  the  changes  of  speed  of  said  shaft,  and  a  single  regulating 
n.eans  controlled  by  said  governor  for  raising  and  lowering 
si.id  branched  nozzle. 

978,518.      Electrical    Measuring    Instrument.      Thomas    W. 
Varley,  .\ew   Yorli,  N.   Y.,  assignoi'  to  Westinghouse  Electric 


to  shift  or  distort  the  field  caused  by  said  magnet,  an  arma- 
ture in  said  field,  adapted  to  respond  to  the  shifting  or  dis- 
(crting  thereof,  and  having  more  than  one  connection  to  one 
side  of  the  main  circuit,  a  resistance  in  said  main  circuit  be- 
tween said  connections,  an  adjustable  resistance  in  one  of  said 
connections,  a  resistance  across  the  armature  adapted  to 
collect  current  from  different  points  thereof,  and  means  tor 
taking  off  current  from  said  last  named  resistance  at  a  point 
iiMcrmediate  the  ends  thereof. 

978,567.  Irrigation-Valve.  James  M.  Bads  and  Arthur  S. 
I'ent,  Los  Angeles,  Cal.  An  irrigation  valve  comprising  a  ring 
forming  a  valve  seat  and  having  a  flange  cast  integrally  (here- 
with, a  downwardly  bowed  yoke  extending  across  the  ring 
and  being  cast  integrally  therewith,  said  yoke  having  a  square, 
tapered  orifice  formed  therein,  a  brass,  square,  tapered  nut 
in   the   orifice   in   the   yoke,   the   small   end   of   the   nut   being 


beaded  over  to  secure  it  in  position,  an  adjusting  screw  in 
said  nut,  said  screw  having  a  shoulder,  a  round  portion  below 
the  shoulder  and  a  square  portion  below  said  round  portion, 
a  valve  disk  below  said  shoulder,  a  gasket  below  the  valve 
disk,  said  valve  disk  and  said  gasket  being  on  saiil  round 
portion  of  the  screw,  a  square  sleeve  with  a  round  flange 
below  the  gasket  and  supporting  the  same  and  being  mounted 
on  said  squared  portion  of  the  adjusting  screw,  a  set  screw 
securing  said  sleeve  to  the  squared  portion,  and  a  crank 
formed  on  the  upper  end  of  the  screw. 

978,805.  Switch  Mechanism.  Charles  D.  Weimer,  Los 
.Angeles,  Cal.  A  switch  mechanism  comprising  a  plurality  of 
stationary  contacts,  a  movable  contact,  means  to  move  said 
movable  contact  in  engagement  with  said  stationary  con- 
tacts, means  to  hold  movable  contact  in  engagement  with  said 


iM<l  .Mai;ul:ici  111  ills  Couipiiny.     In  an  apparaliLs  of  the  charac- 
ter described,  a  substaiHially  constant  magnet,  a  coil  adapted 


slationar.\-  contacls.  and  a  means  to  disengage  said  moving 
iiieinis  and  said  holding  means  fnuii  said  movable  contact  to 
have  said  movable  contact  free  to  return  to  normal  po.^iliou 
and  out  of  engagement  with  said  stationai'.\-  contacts 
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MEW  MOTOR  CAR  EQUIPMENT  FOR  PEORIA  RAILWAY 
TERMINAL   COMPANY. 

The  Peoria  Railway  Terminal  Company  has  recently  added 
five  new,  double  truclc  passenger  cars  to  its  rolling  stock. 
This  company  operates  a  standard  gauge  interurban  electric 
line,  connecting  Peoria,  Bartonville,  South  Bartonville,  Mollis 
and  Peliin.  The  new  cars  which  are  57  feet  over-all  and  which 
when  fully  loaded  weigh  approximately  forty  Ions,  are  of  the 
single  end  type.  The  car  bodies  complete  with  truck  were 
built  by  the  McGuire,  Cummins  Manufacturing  Company. 
The  trucks  are  equipped  with  36  in.  wheels  mounted  on  6  in. 
axles  with  7  in.  gear  fit  arranged  for  a  gear  ratio  of  18.69.  It 
is  expected  that  when  operating  on  normal  schedule  the  single 
trip  will  include  six  stops  in  the  interurban  districts  and  an 
average  of  six  or  seven  in  the  2.S  miles  of  city  running. 

The  new  car  is  fitted  with  a  quadruple  equipment  con- 
sisting of  four  Xo  304-A  interpole  railway  motors,  each  motor 
having  a  nominal   rating  of  ''>  h.p.  at  .JOO  volts  or  tiO  h.p,   at 


Motorman's   Ptntion    in   New   Motor   Car. 

COO  volts.  All  the  important  characteristics  which  through 
long  tests  of  service  have  won  favorable  recognition  where- 
ever  they  have  been  introduced  are  embodied  in  these  motors — 
split  frames,  separate  oil  gauging  reservoirs,  waste  packed 
bearings,  detachable  bearing  housing  with  provision  for  hold- 
ing the  armature  in  normal  position  while  lower  half  of  frame 
iF  dropped  for  examination,  strap  wound  coils  for  field  and  ar- 
mature, two-point  gear  case  suspension  and  superior  work- 
nianship  throughout. 

The  well  known  Westinghouse  hand-operated  unit  switch 
control  is  used  on  each  car.  The  line  switches  and  each  unit 
of  the  control  switch  is  actuated  by  air  under  pressure  of  70 
lb.  per  square  inch.  The  only  current  flowing  through  the 
master  controller  is  the  small  amount  required  to  energize  the 
electro-magnetically  operated  needle  valve  which  admits  air 
to  the  air  cylinders  of  the  switch.  The  switch  jaws  are 
brought  together  with  a  positiveness  and  intimacy  of  contact 
impossible  to  attain  with  any  solenoid  operated  contactors 
ii!   which   the  contact  pressure  is  of  necessity  a  function   of 


the  line  voltage.  With  the  electro-pneumatic  control  a  uni- 
form reliability  of  operation  is  assured  independent  of  fluc- 
tuations of  line  voltage.  It  can  be  used  without  risk  of  injury 
under  conditions  where  the  excessive  current  resulting  from 
low  line  voltage  would  result  in  seriously  burning  or  welding 
the  contacts  of  any  other  type  of  switch.  Both  the  motors  and 
control  were  made  by  the  Westinghouse  Electric  &  iVIanu- 
facturing  Company. 


A   CABLE    FORMING    BOARD. 

In  order  to  make  it  easier  for  the  electrical  contractor 
who  has  had  no  experience  installing  inter-communicating  tel- 
ephones, to  install  their  inter-phones  in  an  up-to-date  man- 
ner, the  Western  Electric  Company  is  furnishing  full  sized 
diagrams  of  cable  forming  boards.  These  diagrams  enable  the 
contractor  to  make  cable  forming  boards  for  every  variety  of 
inter-|)lione   sets. 

The  advantage  of  forming  the  cable  is  apparent  to  all 
those  experienced  in  telephone  work,  but  until  recently  its 
importance  was  not  realized  by  the  electrical  contractor. 
Experience  has  shown  that  the  best  plan  to  follow  in  cabling 
an  interior  telephone  system  is  to  form  the  cable  at  each 
iclpphono  set   so   that  each   conductor  or  pair  of  conductors 


!  J 
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BLUtwHtTE^     ORANGE     SREEN 
FOR     CABLE   ENTERING    TOP 


Fig.    1.      Diagram    of    Cable    Forming    Board. 

will  be  separated  from  the  rest  and  sewed  permanently  into 
their  respective  places  by  the  means  of  extra  stout  twine 
made  especially  for  the  purpose.  In  this  way  every  con- 
ductor is  brought  out  of  the  cable  at  its  proper  place  and 
tliere  can  be  no  disarrangement  of  the  conductors  due  to 
later  handling.  This  reduces  to  a  minimum  the  likelihood 
of  the  conductors  being  crossed. 

Fig.  1  shows  a  cut  of  a  diagram;  this  diagram,  as  fur- 
nished, is  first  glued  upon  a  board  about  one-half  an  inch 
thick  and   then  the  board  is  sawed   along  the   edges  of  the 
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diagram.  This  malves  the  board  of  the  proper  size  for  the 
different  types  of  telephones  noted  on  the  diagram.  At  the 
points  marlied,  small  nails  are  driven  into  the  board  and 
wires  are  formed  aroinul  the  nails  and  sewed  into  place 
as  indicated  on  the  diagram. 

A  completely  formed  cable,  sewed  as  it  should  be,  is  illus- 
trated in  Fig.  2.  The  proper  twine  used  for  the  purpose  is 
twelve  strand  linen,  as  this  provides  sufficient  strength  for 
allowing  the  stitches  to  be  drawn  up  extremely  tight  without 
the  chance  of  breaking  the  twine.  When  the  cable  is  com- 
pleted, it  is  lifted  off  the  forming  board  and  is  then  of  the 
proper  size,  so  that  the  conductors  come  out  of  the  proper 
places  to  attach  directly  to  the  correct  terminals  in  the  tele- 
phone sets. 


FiK. 


Cal-ile  T-:n?erint;  Tup  ot  Set  Has  Beeu  Foriiu>(l. 


The  use  of  these  forming  boards  insures  the  continued 
satisfactory  operation  of  an  inter-phone  system,  as  there  is 
little  chance  of  the  apparatus  itself  getting  out  of  order  when 
properly  installed. 


NEW    CATALOGUES. 

Bulletin  l.">01  describing  Allis-Chalmers  Reliance  Relted 
Corliss  Kngines  has  been  reprinted  by  the  Allis-Chalmers  Co. 

Automatic  voltage  regulators  for  direct  current  genera- 
tors are  described  in  bulletin  No.  4602-B  from  the  General 
Electric  Company. 

The  General  Electric  Company  has  recently  issued  a  new 
edition  of  its  bulletin  on  Watthour  Meters  for  Switchboard 
Service,  the  number  of  which  is  4G62-A. 

The  Electric  Controller  and  Manufacturing  Company  has 
issued  an  interesting  booklet  of  facts  about  lighting  magnets; 
t;iaphically  illustrating  some  superior  constructional  details 
of  E.  C.  &  M.  K.  magnets. 

Bulletin  No.  S  from  the  Benjamin  Electric  Manufacturing 
Company,  is  concerned  with  Special  Fixtures  and  Accessories 
for  Mazda-Tungsten  Lamps.  These  include  reflector  sockets, 
street  lighting  fixtures  and  multiple  and  series  sockets  for 
large  base  lamps. 


liullelin  No.  47!)4  was  recently  issued  by  the  General 
Electric  Comi)any,  describing  the  1200-volt  linos  of  the  Mil- 
waukee Electric  Railway  and  Light  Company.  This  is  a 
[(■print  of  an  article  which  appeared  in  the  Electric  Railway 
.lournal. 

The  Westinghouse  Uiary  for  I '.til,  a  handsome  red-leather 
pocket  book,  contains  much  new  data  on  electrical  machin- 
ery, steam  turbines  and  incandescent  lamps  not  published 
iu  former  issues  of  this  valuable  annual.  Considerable  irrele- 
vant matter  has  also  been  omitted. 

The  Standard  Underground  Cable  Company  have  issued 
a  valuable  bcoklet  on  Colonial  Copper  Clad  Wire  which  con- 
sists of  a  steel  core  to  which  a  copper  covering  is  firmly 
welded,  thus  giving  a  conductor  of  low  resistance,  great  ten- 
si'e  strength  and  elasticity  and  an  exposed  service  not  affected 
by  the  weather,  all  at  a  comjiaratively  low  cost. 

Bulletin  No.  47S6,  just  issued  by  the  General  Electric 
Company  under  the  title  of  "Signals,  Auxiliary  Apparatus  and 
Materials,"  describes  a  simple  and  reliable  motor  signal  hav- 
ing a  signal  mechanism  suitable  for  either  two  or  three  posi- 
tion operation  in  either  the  upper  or  the  lower  quadrant.  This 
standard  mechanism  is  also  applicable  to  either  top  or  bottom 
mast  operation  with  but  slight  modifications.  The  bulletin 
( ontains  nearly  90  pages  of  information,  including  exterior 
and  interior  views  of  the  signal  and  a  detailed  descriptUm  of 
the  signal  and  apparatus  used  in  connection  with  its  operation 

'California  for  the  Tourist"  is  the  subject  of  a  beautiful 
book  just  published  by  the  Southern  Pacific.  By  picture  and 
text  it  portrays  the  charm  of  this  land  of  sunshine  by  sum- 
nut,  sea  and  shore.  The  front  cover  shows  a  native  daughter 
culling  golden  California  poppies  close  to  the  blue  waters  of 
the  Santa  Barbara  channel  overlooked  by  the  old  Spanish 
mission  of  that  name,  the  back  cover  shows  a  Sierra  lake 
and  snow  covered  mountain  viewed  from  an  observation  car — 
all  in  the  most  exquisite  colors.  Localitie?  illustrated  include 
San  Francisco  and  its  environs,  the  Klamath  country  and 
Crater  Lake,  the  Shasta  region,  Lake  Tahoe,  Yosemite- Valley, 
the  Kings  and  Kern  rivers,  Monterey  Bay,  Santa  Barbara,  Los 
Angeles  and  San  Diego,  good  maps  of  each  district  being  pro- 
vided. 

The  General  Electric  Company  has  recently  issued  Bulle- 
tin No.  4790,  on  Electric  Mine  Locomotives,  which  supersedes 
its  previous  bulletin  on  the  same  subject.  This  bulletin  illus- 
trates and  describes  in  considerable  detail  two  and  three- 
motor  mine  locomotives  of  various  capacities,  arranged  to 
o|)erate  either  singly  or  in  tandem.  The  bulletin  describes 
also  the  company's  gathering  locomotive,  which  consists  of 
any  one  of  its  standard  locomotives  equipped  with  a  motor- 
operated  reel,  to  which  is  attached  flexible  heavy  insulated 
cable.  These  gathering  locomotives  can,  therefore,  be  oper- 
ated for  some  distance  beyond  the  terminal  of  the  trolley  wire 
by  merely  slipping  a  hook  fastened  to  one  end  of  the  cable 
over  the  trolley  wire.  The  reel  operates  automatically,  and 
the  locomotive  is  operated  in  the  same  manner  as  when  the 
trolley  is  used.  This  publication  also  describes  the  various 
devices,  such  as  controllers,  fuse  blocks,  headlights,  etc.,  with 
which  the  locomotives  are  equipped. 


PORTLAND  OFFICE  OF  PIERSON,  ROEDING  &  CO. 

Pierson,  Roeding  &  Co.  have  established  offices  at  TOT 
Spalding  Bldg.,  Portland,  Ore.,  under  the  management  of  S.  H. 
Lanyon.  Offices  are  also  maintained  in  the  Coleman  Bldg  . 
Seattle;  the  Monadnock  Bldg.,  San  Francisco,  and  the  Pacific 
Electric  Bldg.,  Los  Angeles.  Pierson,  Roeding  &  Co.  are 
P.icific  Coast  representatives  of  the  Electric  Storage  Battery 
Co..  Lombard  Governor  Co.,  Locke  Insulator  Mfg.  Co.,  Alumi- 
num Company  of  America,  Ohio  Brass  Co.,  J.  G.  Brill  Co.. 
Fibre  Conduit  Co.,  R.  D.  Nuttall  Co.,  and  Bridgport  Brass  Co. 
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NEW   INCORPORATIONS. 
SAN  FRANCISCO,  CAL.— The  Sierra  Incandescent  Lamp 
Company    has    been   incorporated    by    E.    H.    Fosdiek,    W.    H. 
Taylor  and  C.  A.  Barhydt  with   a  capital  stock  of  $00,000. 

SAN  FRANCISCO,  CAL.— The  Sacramento  Valley  Power 
Company  has  been  incorporated  by  A.  Armstrong,  H.  E.  Wil- 
lis, D.  Righetti,  Grant  Cordrey,  F.  V.  Vollmer,  L.  Sutter  and 
E.  Maytorena  with  a  capital  stock  o£  $2,000,000. 

JACKSON,  CAL.— The  Amador  Mines,  Power  &  Water 
Company  has  beeb  incorporated  here.  The  new  company  will 
soon  build  a  storage  reservoir  covering  1.50  acres  of  land  near 
Pine  Grove,  ten  miles  from  here,  the  capacity  of  which  will 
be  4,000,000,000  gallons. 

SAN  FRANCISCO,  CAL.— The  Pine  Mountain  Water  Com- 
pany has  been  incorporated  here.  Its  authorized  capital  is 
$?.,()00,000,  the  directors  being  Duncan  McDuffie,  C.  L.  Cory, 
\V.  T.  Vincent,  Jr.,  and  W.  C.  Crud,  all  of  Berkeley,  and  C. 
G.  Dall  of  San  Francisco.  The  articles  authorize  the  concern 
to  sell  water  for  any  purpose  in  any  part  of  the  State. 

FRESNO,  CAL.— The  Vineland  Telephone  (  ompany  has 
been  incorporated  with  $25,000  capital  stock  in  lOUO  shares 
and  with  J.  C.  Ashlin,  Willfred  Baker,  R.  S.  Elliott,  P.  11.  Carls- 
gard  and  N.  O.  P.  Syonground  as  the  directors.  Subscribed 
capital  stock  is  $1725  by  59  subscribers.  The  corporation 
will  erect  a  telephone  line  for  the  accommodation  of  farm- 
ers in  the  Kerman  district  from  the  town  to  and  beyond  the 
river.  The  main  line  will  cover  6%  miles  from  the  southeast 
corner  of  Section  12,  14-18  in  a  northerly  direction  to  the 
northeast  corner  of  SE%  of  Section  12,  13-17.  It  will  have 
eight  branch  lines  in  as  many  directions  covering  ten  miles 
more  to  nearby  ranch  subscribers. 


FINANCIAL. 

MONROVIA,  Cal.— The  City  Trustees  will  hold  a  special 
meeting  to  receive  bids  on  $120,000  sewer  and  $."iO,000  water 
bonds.  The  bonds  w-ill  not  be  formally  sold  however  until 
Inter. 

PORTLAND,  CAL.— The  Portland  Railway,  Light  & 
Power  Company  will  increase  its  capital  stock  from  $1.">,000,- 
000  to  $25,"000,000  in  order  that^  much  needed  extensions 
throughout  the  city   may   be  made. 

ESCONDIDO,  CAL.— At  a  directors'  meeting  of  the  Es- 
ccndido  Mutual  Water  Company  an  assessment  of  5  cents 
per  share  was  levied  in  order  to  continue  the  work  of  re- 
placing wooden  flumes  on  the  San  Luis  Rev  river  with  a  tun- 
nel and  stone  and  cement  ditches.  The  water  pipes  will  be 
extended  into  the  tract  of  the  Escondido  Development  Com- 
pany,   in  'South   Escondido. 

ALTURAS,  CAL.— The  Trustees  have  issued  a  call  lor 
a  bond  election  to  be  held  in  January,  1911,  to  act  on  a  prop- 
osition to  issue  $33,000  in  bonds  for  waterworks  and  $2000 
to  raise  funds  for  a  fire  equipment,  making  an  issue  of  $35,- 
000.  It  is  proposed  to  have  the  bonds  for  water  works  ex- 
tend over  a  period  of  40  years,  to  be  paid  in  equal  annual  pay- 
ments of  $1000  each,  with  interest  at  5  per  cent  per  annum. 

LOS  ANGELES,  CAL.— The  Southern  California  Gas 
Company  has  issued  $10,000,000  in  first  mortgage  40-year  gold 
bonds.  The  Trust  Company  of  America  is  named  as  trustee. 
Several  months  ago,  the  gas  company  acquired  the  hold- 
ings of  the  Domestic  Gas  Company  and  is  issuing  the  mort- 
gage to  redeem  certain  bonds  issued  by  the  original  company. 


The  remainder  of  the  money  raised  will  be  expended  in  com- 
lleting  the  Redondo  plant  and  extending  the  gas  mains  to 
r:;:n  Bernardino. 


ILLUMINATION. 


PASADENA.  CAL. — Preparations  are  being  made  to  in- 
crease the  capacity  of  the  Pasadena  municipal  light  plant. 

LEWISTON,  ORE.— The  City  Council  has  passed  in 
amended  form,  a  franchise  to  E.  H.  Libby,  for  25  years,  to 
carry  on  a  light,  heating  and  power  business  in  the  city  of 
Lewiston. 

FRESNO,  CAL. — Hereafter  the  office  of  the  purchasing 
agent  for  the  San  Joaquin  Light  &  Power  Company  will  be 
ill  Fresno  instead  of  Los  Angeles.  J.  H.  Newlin  will  occupy 
tb.e  office.  As  heretofore  the  company  will  invite  competi- 
tive bids  for  all  bid  orders. 

CHEHALIS,  WASH.— Heller,  Sinclair  &  Anderson,  who 
;;re  interested  in  the  Twin  City  Light  &  Traction  Company 
in  a  directors'  meeting  in  this  city  authorized  the  expenditure 
oi  $100,000  for  improvements  of  permanent  natures.  A  large 
power  house  will  be  constructed. 

OROVILLE,  CAL.— During  the  year  of  1911  the  Oro 
Water,  Light  &  Power  Company  will  spend  $70,000  in  im- 
I'rovements  upon  its  local  distributing  system  of  water,  elec- 
tricity and  gas  in  this  city.  The  announcement  was  made 
by   Manager  R.   L.  Van  der  Naillen. 

MERIDIAN,  CAL. — Engineers  in  the  employ  of  the 
Pacific  Gas  &  Electric  Company  are  busy  here  making  a  sur- 
vey of  the  streets.  The  company  is  preparing  to  extend 
its  power  line  from  here  to  Colusa.  Power  will  also  be 
available  for  the  reclamation  districts  between  here  and 
Colusa. 

CA.MYON  CITY,  ORE.— The  Eastern  Oregon  Light  & 
Power  Company  is  making  arrangements  to  install  a  power 
l)lant  at  Lagoon  lake  and  furnish  power  and  light  for  the 
.;ohn  Day  valley.  W.  C.  Parrish  of  Baker  City,  who  has  been 
i  ere  some  time  making  arrangements,  will  in  a  short  time 
I  e  in  a  position  to  enter  into  contracts  for  light  and  fuel. 

ELMA,  WASH.— The  Olympia  Railroad  &  Power  Com- 
l;:iny  of  this  place  announces  that  New  York  capitalists  are 
roming  here  within  a  short  time  to  look  over  the  company's 
I'oldings  and  will  buy  same  or  finance  the  company  in 
its  development  of  power  and  transportation  plans,  which 
ii. elude  the  harnessing  of  water  powers  and  furnishing  of 
Kght  and  power  for  all  the  cities  of  southwest  Washington. 

JACKSON,  CAL. — The  Board  of  Supervisors  has  passed 
r.n  ordinance  granting  to  John  L.  Henry  a  franchise  to  erect 
and  maintain  along  the  public  highways  and  alleys,  in  Town- 
sl:ip  No.  3,  in  Amador  county,  poles  and  other  superstruc- 
tures upon  which  to  suspend  wires  and  other  appliances  for 
the  conducting  of  e'.ectric  current  for  telephone  and  tele- 
giaph  and  for  all  the  purposes  to  which  the  same  may  be 
ndapted. 

MERCED,  CAL. — Negotiations  are  now  under  way  be- 
tween the  San  Joaquin  Light  &  Power  Corporation  and  the 
business'  men  of  the  city  looking  toward  the  installation  of  at 
least  fifty  electroliers  for  street  lighting.  R.  L.  Bearden,  rep- 
resentative of  the  coiupany,  is  at  present  in  the  city  and 
has  about  completed  a  canvass  of  the  business  houses.  He 
has  met  with  success  and  will  send  for  a  representative  of 
the  company  that  does  the  work  of  installation  of  the  elec- 
troliers. 
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LOS  ANGELES,  CAL.— The  Donieslic  Gas  C^ompaiiy, 
lately  i-cincorporated  as  the  Soulhfin  Caliloriiia  Gas  Coin- 
pany,  a  siihsidiary  of  the  Huntington  Pacitic  Light  &.  Power 
Corporation,  has  cin:pieted  its  purchase  of  the  City  Gas 
Company  by  paying  to  the  officials  of  that  concern  $t,;'.:!8,437. 
The  transaction  was  handled  through  the  banking-house  of 
N.  W.  Halsey  &  Company,  of  San  Francisco  and  New  York, 
and  the  payment,  in  the  form  of  a  check,  was  deposited  in 
San  Francisco.  The  money  will  go  to  sixty  stockholders,  all 
residents  of  this  city.  J.  F.  Sartori,  president  of  the  Se- 
curity Savings  Bank,  was  one  of  the  organizers  and  head  of 
the  selling  company,  and  Captain  Randolph  H.  Miller  was  a 
factor  in  its  formation  three  years  ago.  When  the  City 
Company  began  to  expand,  the  Huntington  corporation,  which 
plans  to  supply  ga?  to  practically  all  of  Southern  California, 
opened  negotiations  for  its  absorption  and  paid  the  manage- 
ment its  own  price.  The  stockholders  made  an  enormous 
profit   on   their   investments. 


TRANSMISSION. 

VALLEJO,  CAL.— Contractor  E.  D.  Crowley,  of  San  Fran- 
cisco is  preparing  to  erect  a  new  central  power  station  at 
Mare  Is'and  yard  early  in  January. 

PASCO,  WASH.— Plans  are  being  drawn  in  the  Portland 
office  of  the  Pacific  Power  &  Light  Company  lor  the  largest 
switching  stations  in  the  Northwest.  According  to  present 
estimate  the  building  will  be  200x80. 

SAN  LUIS  OBISPO,  CAL.— Plans  are  being  prepared  for 
the  construction  of  an  electric  railway  from  this  city  to  San 
Simeon,  and  from  Cayucos  to  Paso  Robles.  A.  M.  Bianchi  ;)r 
Cayucos  and  Jas.  E.  McPee  are  interested. 

TWIN  FALLS,  IDAHO.— Governor  Brady,  who  controls 
practically  all  the  stock  of  the  Idaho  Consolidated  Power 
Company  has  announced  that  $30,000  additional  horsepower 
is  to  be  developed  at  American  Falls  during  the  coming  year 
by  the  building  of  a  new  power  house. 

SPOKANE,  WASH.— Ed.  Donlan  of  Missoula,  Mont., 
president  of  the  Northwestern  Development  Company,  has 
announced  that  the  construction  work  on  the  dam  and  power 
station  at  Thompson  Falls,  Mont.,  will  start  early  in  spring. 
The  contemplated  improvements  will  cost  $1,800,000  and  will 
develop  J0,000  horsepower. 

RICHLAND,  WASH. — Negotiations  have  about  been  com- 
pleted between  the  Lower  Yakima  Irrigation  Company  and 
the  Pacific  Light  &  Power  Company  for  the  establishment 
of  a  power  transmission  line  to  connect  with  the  high  ten- 
sion line  of  the  latter  company  to  furnish  power  tor  operating 
the   two  pumping  plants  of  the  irrigation   company. 

PORTLAND,  ORE.— The  Mount  Hood  Railway  &  Power 
Company  has  purchased  a  tract  of  land  on  the  Willamette 
river  for  a  site  for  its  first  auxiliary  steam  power  plant.  The 
contract  has  been  let  to  Chas.  C.  Moore  &  Co.  of  San 
Francisco  for  the  erection  of  the  plant,  the  project  to  be 
completed  within  four  months. 

LIBBY,  MONT.— The  Libby  Water  Works,  Electric  Light 
&  Power  Company  has  secured  a  franchise  for  construction 
of  telephone  lines  and  it  Is  reported  work  will  be  commenced 
in  the  spring.  The  company  intends  building  toll  lines  into 
the  adjacent  towns.  An  electric  light  system  will  be  installed 
at  the  same  time.  The  Barnum  Engineering  Company  of 
Great  Palls,  Mont.,  has  charge  of  the  work. 

PARKER,  ARIZ.— For  the  purpose  of  supplying  and  de- 
veloping electrical  power,  to  be  used  for  pumping  and  light- 
ing, plans  are  being  made  tor  the  installation  of  a  Price- 
Current  Motor  on  the  Colorado  river  at  a  point  near  Head- 
gate  Rock.  W.  H.  Taggart,  secretary  of  the  Pacific  Current 
Motor  Company,   of  Los  Angeles,   was   in   this   city   securing 


(l:ila  and  will  return  in  alioul  a  week  prepared  to  enter  into 
arrangements  with  holders  of  land  for  installation  of  a  plani 
here. 

W  II. LOWS,  CAL.  A  representative  of  the  Northern  (Uil- 
ilornia  Power  Company  has  msrde  a  protest  to  the  Supervis- 
(,rs  against  the  Shasta  Power  Company  entering  this  county 
and  especially  against  the  latter  company  placing  its  pole 
line  on  the  same  side  of  the  road  as  the  line  of  the  North- 
trn  company.  The  Supervisors  informed  the  protestant  that 
his  company  has  encroached  on  the  roadway  eight  feet  with 
its  pole  line  and  had  been  ordered  to  remove  these  poles  sev- 
eial  years  ago  but  had  tailed  to  do  so.  He  was  told  that  his 
company  must  take  immediate  action  in  obeying  the  orders 
of  the  Supervisors.  The  franchise  for  the  Shasta  Power 
(  ompany   is   now   being  advertised. 

SAN  JACINTO,  CAL.— A  party  of  engineers  has  arrived 
here  for  the  purpose  of  making  final  surveys  in  connection 
with  power  enterprises  of  Ramona  Power  Company,  in  the 
San  Jacinto  mountains.  A  reservoir  site  has  been  pur- 
chased of  Angelo  Domenigoni  below  Idyllwild.  The  company 
obtains  rights  for  power  purposes  to  practically  all  water 
in  North  Fork,  Strawberry  Creek  and  South  Fork.  The 
waters  of  these  streams  will  be  piped  from  a  point  as  high 
up  the  canyons  as  possible  in  order  to  obtain  a  maximum 
chop  down  to  a  power  house  to  be  located  in  San  Jacinto 
c  anyon  near  the  foot  of  the  mountain.  After  passing  tlrrough 
the  power  house  the  waters  will  be  returned  to  the  natural 
sources. 

WILLOWS.  CAL. — Early  in  the  coming  year  the  North- 
ern California  Power  Company  which  already  has  an  electric 
power  line  reaching  to  this  place,  will  begin  the  construction 
ol  a  new  line  10  miles  long  that  will  be  supported  on  50-foot 
reinforced  concrete  poles  and  will  cost  $200,000.  It  will  run 
from  the  company's  new  power-house  at  Coleman,  designed 
by  Rudolph  W.  Van  Norden,  on  Battle  creek,  Shasta  county, 
through  Red  Bluff  and  Corning  and  to  the  head  works  of  the 
Sacramento  Valley  Irrigation  Company's  canal  system,  two 
miles  north  of  Hamilton  City,  where  the  8000-h.p.  current 
will  be  delivered  to  the  pumping  plant  that  will  lift  the 
water  from  the  Sacramento  river  into  the  canal.  The  line 
win  then  come  on  to  Willows,  ending  here  for  the  present. 
Later  it  is  to  be  extended  to  San  Francisco  Bay. 


TRANSPORTATION. 

PRINEVILLE.  ORE.— A  project  is  now  on  foot  to  build 
an  electric  line  from  here  to  Redmond  by  the  Crook  County 
Water,  Light  &  Power  Company. 

SAN  FRANCISCO,  CAL.— Alleging  that  the  United  Rail- 
roads is  using  a  patent  car  fender  without  license  from  the 
patentee,  Ira  P.  Clark,  of  Decatur.  111.,  asks  for  $24,000  dam- 
ages in  a  complaint  filed  yesterday  in  the  U.  S.  Circuit  Court. 

SACRAMENTO,  CAL.— The  Sacramento  Electric,  Gas  & 
Railway  Company  proposes  to  build  connecting  lines  so  as  to 
extend  its  K  street  line  from  Fifteenth  to  Twenty-first  street, 
and  to  extend  its  Twenty-first  street  line  north  from  Twenty- 
lirst  and  P  to  K  street,  to  connect  with  the  proposed  K  street 
extension. 

VANCOUVER,  B.  C— Messrs.  C.  S.  Gzowski,  C.  H.  Allen, 
Walter  Gravely  et  al.,  are  financing  a  scheme  for  improve- 
ments on  Grouse  mountain.  Several  mi'es  of  electric  railway, 
costing  $38,000  a  mile,  will  be  constructed  on  the  slope  of 
the  mountain.  A  charter  has  been  obtained  and  construc- 
tion  work  will   start  in  the  spring. 

MARTINEZ,  CAL.— Work  on  the  Oakland  &  Antioch 
Railway  is  progressing  rapidly  from  Bay  Point  to  Concord  and 
it  is  the  plan  of  the  principals  of  the  road  to  run  the  first  cars 
from  Bay  Point  to  Walnut  Creek  on  New  Year's  Eve.  The 
rails   have   laid    to   within    three   miles   of   Concord,   and   the 
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right  of  way  along  the  entire  line  has  been  graded.  The 
work  on  the  sub-station  near  Concord  has  been  completed 
and  the  transformers  installed. 

PORTLAND,  ORE.— Franchises  for  the  entrance  of  the 
Mt.  Hood  Railway  into  Portland  will  be  asked  of  the  City 
Council  at  an  early  meeting,  according  to  plans  now  being 
formulated  by  R.  C.  Gillis  of  Los  Angeles,  chairman  of  the 
board  of  directors,  and  C.  B.  Smith,  the  local  manager  in 
charge  of  the  company's  business.  Work  on  the  project  will 
begin  with  all   possible  haste. 

LOS  ANGELES,  CAL.— The  contract  has  been  awarded 
for  the  construction  of  a  ten-mile  extension  of  the  Los 
Angeles  Pacific  Railway  from  Hollywood  to  Lankershim, 
thence  five  miles  west  to  Kester  on  the  Van  Nuys  ranch. 
Palmer,  McBride  &  Quayle  got  the  contract  on  a  bid  of 
.$400,000  exclusive  of  right  of  way.  Construction  is  to  begin 
at  once  and  the  extension  is  to  be  completed  and  ready 
for  operation  March  1. 

SEATTLE,  WASH.— The  Puget  Sound  Electric  Railway 
has  recently  placed  in  operation  on  its  main  line  between 
Seattle  and  Tacoma,  two  handsome  high  speed  interurban 
cars,  one  being  a  combination  baggage,  smoking  and  passenger 
car,  and  the  other  a  combination  smoking,  passenger  and 
parlor  car.  On  December  1st,  the  company  established  an 
especially  fast  limited  service  between  the  two  cities  men- 
tioned, the  running  time  being  one  hour  and  10  minutes. 
Local  trains  are  operated  on  an  hourly  schedule  as  heretofore, 
but  the  running  time  will  be  Increased  from  one  hour  and  :?0 
minutes  to  one  hour  and  45  minutes. 

VANCOUVER,  B.  C— The  recent  opening  ot  the  Britisli 
Columbia  Electric  Railway  Company's  suburban  line  between 
New  Westminster  and  Chilliwack,  B.  C,  a  distance  of  63. S 
'  miles,  was  attended  by  a  number  of  leading  citizens  of  Van- 
couver and  Victoria,  as  well  as  by  the  councils  of  the  various 
municipalities  interested,  who  were  guests  of  the  company. 
The  last  spike  was  driven  by  Premier  McBride  in  the  pie-;- 
ence  of  a  large  gathering.  The  company  now  has  200  mi'cs 
of  track  on  the  mainland  and  25  miles  in  Victoria.  Other 
sections  of  the  fertile  Eraser  valley  will  in  the  near  future  be 
served  by  lines  to  be  operated  by  the  Western  Canada  Power 
Company,  whote  great  power  development  plant  at  Stave  lake 
is  approaching  completion. 

LOS  ANGELES,  CAL.— The  Los  .\ngeles  Pacific  Company 
has  announced  that  in  1911  it  will  sell  60-ride  individual  con- 
mutation  tickets  for  $3,  good  for  90  days:  30-ride  family 
commutation  tickets  for  $2.10,  good  for  90  days,  and  40-ride 
schcol  commutation  tickets  for  $1.50  limited  to  the  school 
term,  for  use  between  Los  Angeles  and  Gardena  Junction  on 
the  line  reaching  Hollywood  and  Highland  avenue  on  the  line 
reaching  Colegrove.  These  will  be  good  over  any  route  and 
transfers  will  be  issued  to  cars  of  the  company  at  the  termini. 
The  company  will  also  extend  the  5-cent  fare  from  Arlington 
to  Vineyard  on  the  Sixteenth  street  line.  The  company  has 
informed.the  Public  Utilities  Commission  of  Los  Angeles  that 
it  cannot  consistently  honor  the  present  request  of  the  resi- 
dents of  Hollywood  and  Colegrove  for  an  extension  of  the 
Ktrai.ght  5-cent  fare  to  those  newly  actpiired  suburbs  for  the 
reason  that  the  country  between  is  not  thickly  poimlated, 
there  are  no  compensating  short  hauls  and  the  bulk  of  the 
luisiiiess  would  yield  only  %  to  %  ot  a  cent  per  mile. 


MONTGOMERY  CREEK,  CAL.— Herbert  Bass  of  Mont- 
.gomery  Creek,  president  and  lessee  of  the  Redding,  Ingot  and 
Wengler  Telephone  Company,  has  arranged  for  the  extension 
of  the  line.  The  company,  which  was  organized  four  years 
ago  and  of  which  he  was  the  original  promoter,  is  capitalized 
at  $10,000. 

POMONA,  CAL.— The  Local  Home  Telephone  Company  is 
adding  to  its  switchboard  capacity  by  installing  several  new 
sections.  This  makes  the  ultimate  capacity  of  the  plant  5000 
telephones,  whereas  under  the  present  equipment  but  3500 
people  can  be  served.  The  company  is  enjoying  a  rapid  and 
steady  growth. 

ROSEVILLE,  CAL.— The  Roseville  Home  Telephone 
Company  has  made  application  to  the  Board  of  Trustees  for 
n  franchise  to  erect  and  lay  telephone  wires  and  to  erect 
l,oles  for  such  purposes  in  the  streets,  alleys  and  ways  of 
the  city  of  Roseville.  The  franchise  will  be  sold  to  the 
highest  bidder  on  January  2d. 

ABERDEEN,  WASH. — Negotiations  have  been  about  com- 
pleted for  the  construction  of  a  telephone  line  to  connect 
.Aberdeen  and  Westport.  The  movement,  being  backed  by 
local  shipping  people,  will  when  completed  enable  them  to 
have  direct  communication  with  the  United  States  life-saving 
station  at  the  entrance  of  the  harbor  and  by  this  means  keep 
in  touch  with  the  arrivals  and  departures. 

LOS  ANGELES,  CAL.— Charles  E.  Sumner,  of  Toledo, 
Ohio,  who  claims  to  own  1000  shares  of  stock  in  the  North- 
western Long  Distance  Te'ephone  Company,  valued  at  $100,- 
000,  has  filed  suit  in  the  Superior  Court  against  William  H. 
Allen,  Jr.,  and  Charles  C.  Porter,  directors  of  the  company. 
Sumner  seeks  to  recover  $55,000  on  the  ground  that  unau- 
thorized indebtedness  of  that  amount  has  been  incurred.  .Ac- 
cording to  the  petition  Allen  and  Porter  instructed  P.  L. 
Willis,  president  of  the  company,  to  create  a  bonded  indebt- 
edness of  $55,000.  The  complaint  states  that  the  two  direc- 
tors control  the  board  and  that  they  are  antagonistic  to  the 
interests  of  the  stockholders. 


TELEPHONE  AND  TELEGRAPH. 
VALE,  ORE. — Mr.  Labo,  superintendent  of  the  Malheur 
Home  Telephone  Company,  with  headquarters  at  Ontario, 
Ore.,  states  that  the  company  is  making  arrangements  to  put 
in  a  complete  chatige  in  the  local  system.  A  plan  is  now 
under  contemplation  for  the  erection  of  a  brick  building  in 
which  to  move  their  headquarters. 


WATERWORKS. 
BRAWLEY,    CAL. — City     Engineer     Park     has     been     in- 
structed to  prepare  plans  and  specifications  for  a  water  sys- 
tem on  a  basis  of  a  cost  of  $30,000.     The  remaining  $10.i)00 
ol   w'ater  bonds  will  be  used  in  well  work. 

RATON,  NEW  MEXICO. — An  earth  dam  with  a  concrete 
core,  costing  about  $150,000,  is  now  being  built  twenty  miles 
southeast  of  Raton,  New  Mexico.  M.  M.  O'Shaughnessy  is 
consulting  engineer,  and  Mr.  Smith,  late  of  the  Roosevelt  dam 
of  Arizona,  is  resident  engineer  in  charge  '^f  construction. 

EI^Y,  NEV. — The  extension  of  the  mains  of  the  Ely  Water 
Coiupany  to  the  springs  at  the  head  of  Murry  canyon  has 
bct'ii  discussed  by  the  Council  and  the  city  attorney  has 
hren  instructed  to  take  up  the  matter  with  the  water  com- 
p:iny. 

OAKLAND,  CAL.— That  for  the  four  years  ending  June 
"II,  um,  the  city  of  Oakland  and  its  residents  have  saved 
almo.st  $1,000,000  under  the  agreement  for  an  annual  reduc- 
tion of  the  water  rates  made  between  the  City  Council  and 
the  People's  Water  Company,  is  the  substance  of  a  report 
fi'ed  with  the  Council  by  J.  H.  Dockweiler,  city  water  expert, 
in  January,  1907,  at  which  time  the  People's  Water  Company 
I)urchased  the  plant  from  the  Contra  Costa  Water  Company, 
the  rates  were  the  same  as  those  in  1903,  when  the  city  was 
enjoined  by  the -Contra  Costa  Water  Company  from  fixing 
a  lower  rate.  Since  that  time  there  has  been  a  reduction 
of  the  rates  each  year  that,  to  the  present  time  has  effected 
a  saving  to  the  city  of  $117,251.36,  and  to  the  consumers 
$541,804.45.  At  the  same  rate,  it  is  figured  that  at  the  end 
of  the  four  years  the  total  saving  will  be  $902,000. 
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Aluminum  Co.  o(  America 4 

Pittsburgh,  Pa. 

San  Francesco,  Monadnock 
BIdg. 

Los  Angelica,  Pacific  Elec- 
tric Bldg. 

Sea'Xle,  Colman  Bldg. 

Am<'iican  Circular  Loom  Co 16 

bOston,  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Building. 

American  Electric  Fuse  Company    3 

Muskocon,  Michigan 

San  Francisco,  14.^  Second  St. 

American  Electrical  Heater  Co 

Detroit,    U.    S.    A. 

Ayljworth  Aeencies  Co 

San  Francisco.  143  Second. 

B 

Bay  Cities  Home  Telephone  Co.  _ 

San  Francisco,  333  Grant 
Ave. 

Benjamin  Electric  Mfg.  Co 

New  York,  27  Thames. 
Chicago,     120-128     S.     San- 
gamon. 
San     Francisco,     151     New 
Montgomery. 

Blake  Signal  and  M(g.  Co 14 

Boston,  246  Summer. 

Bonestell  &  Co 14 

San    Francisco,    118    Flrot. 

Bridgeport  Brass  Company 4 

Bridt;L-iiort.  Conn. 

Brookfield  Glass  Co.,  The I 

New  York.  U.  S.  Exp.  Bldg. 

c 

Cal.  Incandescent  Lamp  Co 

San  Francisco,  633  Howard. 

Century  Electric  Co. 4 

San  Fra;iclsco,  63S  Howard. 

Colonial   Electrical  Agency  Co.-- 
San     Francisco,     576     Mis- 
sion. 

Crocker- Wheeler  Co 

San  Francisco,  195-7  Fre- 
mont. 

D 


D.  &  W.  Fuse  Co 

Providence,  R.  I. 

Davis,  R.J 4 

San  Francisco,  633  Howard. 


tug  t 

I,    1*0 


Chicago,  Postal  Bldg. 

San    Francisco.    301    Front. 

Los  Angeles,   366   E.   2d. 

Duncan  Elec.  MIg.  Co 14 

Lafayette,   Indiana. 

San  Francisco,  61  Second. 

E 

Economy  Electric  Co.,  The 

Warren.     Ohio. 

Electric  Cntrlr  &  Mtg.  Co..  The 

New    Y'ork.    50    Church. 
I'iltshurg.   ."its   Frlck  Bldg. 
ciiioaBO.    135    Adams. 
Rirrningh:un,    S27    Brown- 
Marx    Bldg. 

Electric  Goods  Mtg.  Co 

Boaton.  Mass. 

Ban  Francisco,   166  Second. 


Electric  Storage  Battery  Co 

Philadelphia,  Pa. 
San    Francisco.  Monadnock 
Bldg. 


Fairbanks,  Morse  &  Co.. 

Chicago 


Fort  Wayne  Electric  Works 

Fort    Wayne,    Ind. 

San    Francisco,  604  Mission. 

Seattle.  Colman  Bldg. 


General  Electric  Co 14 

Schenectady,  N.  T. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,  Worcester   Bldg. 
Atlanta,   Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,   N.   C. 
Chicago,   III. 
Cincinnati.   O. 
Cleveland,  O. 
Columbus.  O. 
Denver,    Colo. 
Detroit.  Mich. 
Indianapolis,    Ind. 
Kansas   City,    Mo. 
Minneapolis.   Minn. 
Nashville,  Tenn. 
New  Haven,  Conn. 
New   Orleans.   La. 
New  York,  N.  Y. 
Philadelphia,   Pa. 
Pittsburg,    Pa. 
Richmond,   Va. 
Salt  Lake  City,  Utah. 
St.   Louis,   Mo. 
Syracuse.  N.  T. 
-.|ri>k.uie,  Wash. 

Goeriz,  O.  C.  &  Co 

San    Francisco,    916   Postal 

Tel.    Bldg. 

H 

Habirshaw  Wire  Co 

New  York,  253  Broadway. 

Hammel  Oil  Burner  Company  ._ 

Los  .\ncclps.  North  Main  St. 

Holtzet-Cabot  Elec.  Co.,  The 

Boston  and  Chicago. 

San  Francisco,  612  Howard. 

Hughes  &  Co..  E.  C 5 

San        Francisco,        147-161 
Minna. 

Hunt,  Milk  &  Co 6 

San  Francisco.  141  Second. 


Ide  &  Sons,  A.  I 2 

Sprinsjlicld.  111. 

Indiana  Rubber  &  Ins.  Wire  Co 1 

Jonesboro.    Indiana. 

J 

Johns-Manville  Co.,  H.  W 

New    York,    100   William. 
San     Francisco.     159     New 

Montgomery. 
Los  .Angeles.  222-224  North 

Los   .\ngeles   St. 
Seattle,  576  1st  Ave.  So. 

K 

Kellogg  Switchb'd  &  Supply  Co. .  1 3 
Chicago. 
San   FrancLsco.    88    First. 

Kiewert,  Chas.  L.  Co 3 

San  Francisco,  195-7  Fre- 
mont. 

Los  .\ngeles.  225  Franklin 
Court. 


Locke  Insulator  Mfg.  Co 

Victor,  N.    Y. 

San    Francisco,  Monadnock 
Bldg. 

Los  Angeles,   Pacific   Elec- 
trical Bldg. 
Seattle.    Colman    Bldg. 

M 

Moore,  Chas.  C.  &Co.  Engineers.       3 
San  Francisco,  99  First. 
Los       Angeles,      American 

Bank  Bldg. 
Seattle,  Mutual   Lite  Bldg. 
Portland.Wells-FargoBldg. 
Salt  Lake  City,  Atlas  BIk. 
New     York     City,     Fulton 

Bldg. 

N 

New  York  Insl'ld  Wire  Co 

New  York,  114  Liberty. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co I 

New  York,  253  Broadway. 


Pacific  Gas  &  Elect.  Co..  The__- 1 1 
San    Francisco. 

Pacific  Meter  Co. 1 

San    Francisco,    311    Santa 
Marina  Bldg. 

Pacific  States  Electric  Co. 16 

San     Francisco.     137     New 

Montgomery. 
Oakland.    526    Thirteenth. 
Los    .A.ngeles,     330    S.     Los 

Angeles. 
Portland.    90-92    Seventh. 

Pacific  Tel.  &  Tel.  Co.,  The... 

San    Francisco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia,  22d  and  Wood 

Pellon  Water  Wheel  Co.,  The^__    5 
San    Francisco,    1095    Mo- 
nadnock Bldg. 

Phillips  Insulated  Wire  Co 1 

Pawtucket.  R.  I. 

Pierson,  Roeding  &  Co 4 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Portland  Wood  Pipe  Co.  _ 5 

Portland,  Ore. 

R 


Reisinger.   Hugo 

New  York,  11  Broadway. 


Southern  Pacific  Co. 15 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co II 

New     York     City,     627-631 

W.    34th. 
San  Francisco,  Atlas  Bldg. 
Seattle,  Colman  Bldg. 

Standard  Und.  Cable  Co I 

San  Francisco,  First  Na- 
tional Bank  Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Star  Expansion  Boh  Co 

New  York  City,  147-149 
Cedar. 

San  Francisco.  1010  How- 
,         ard. 

Sterling  Paint  Company, 5 

San   Francisco.   118   First. 


Technical  Book  Shop 5 

San  Francisco,  604  Mission. 

Tel.  &  Elec.  Elquip.  Co. 

San  Francisco.  612  Howard. 
Los  Angeles,  Security  Bdg. 
Seattle.   Alaska  Bldg. 
Portland,  Couch  Bldg. 


Schaw-Batcher  Co.  Pipe  Works- - 
Sacramento,  Cal.,  211  J  St. 
San  Francisco.  356  Market. 

Simplex  Elecl'l  Co.,  The 

Boston.    110    State. 
San  Francisco.  612  Howard. 
I.,os  Angeles.  SecurityBldg. 
Seattle,  Alaska  Bldg. 
Portland.  Couch   Bldg. 


Thomas  and  Sons  Co..  R 

New   York,   227   Fulton. 
East  Liverpool,  Ohio. 

Tracy  Engineering  Co 5 

San  Francisco,  461  Market. 
Los   Angeles.Central    Bldg. 


Vulcan  Iron  Works I 

San  Francisco,  604  Mission. 


w 

Wagner  Electric  Mfg.  Co I 

St.   Louis,   Mo. 

Western  Electric  Co 5 

San  Francisco,  680  Folsom. 
Oakland.  507   16th. 
Los  Angeles.  119  E.  7th 
Seattle,     1518  First  Ave.  So. 

Western  Wireless  Equipment  Co._    3 
San  Francisco,  Grant  Bldg. 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co._.  6 

Pittsburg.   Pa. 

Los  Angeles.  527  So.  Main. 

I>enver.    429    17th 

Seattle.    Central    Bldg. 

Salt  Lake  City.  212-214 
So.  W.   Temple. 

San   Francisco.    165   2d. 

Spokane.   Columbia   Bldg. 

Portland,   Couch   Bldg., 

Butte.    Lewlsohn    Bldg 

Canada,  Canadian-Wesr- 
inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mevico,  G.  &  0-.  BranlfT  & 
Co.,   City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg,    Pa. 

San   Francisco,   141  Second. 

Weston  Elecl'l.  Instrument  Co 16 

Waverly    Park,    N.    J. 
New  York,  114   Liberty. 
San       Francisco,       682-684 
Mission. 

Wilbur,  G.  A 14 

San   Francisco.    61    Second. 
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POSSIBILITIES  OF  CROSSING  SAN  FRANCISCO  BAY 

BY  ELECTRIC  POWER 

BV    I..    R.    JORGENSKN. 

At  present  electricity  plays  an  ini])iirtant  rnle  in  time  {n  time,  ami  thus  save  the  transfer  of  passengers 
all  branches  of  e\'ery  day  life,  ami  juclginir  fnmi  the  to  the  boats  ami  the  comparatively  slow  boat  ride, 
rapid  growth  in  the  past  it  seems  reasonable  to  ex-  The  most  recent  work  of  this  character  is  the  Penn- 
pect  great  things  from  this  form  of  power  in  a  not  sylvania  railroad  tunnels  under  the  North  Piver  be- 
very  distant  future.  .Almost  every  machine  and  vehi-  tween  New  Jersey  and  New  York,  and  for  estimat- 
cle  on  land  can  most  readily  be  driven  electrically;  Init  ing  jnirposes  this  type  of  tunnel  will  be  used. 
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View    of    Ferry    Building    and    .San    Francisco    Bay. 


so  far  Jew  attempts  have  been  made  to  propel  ships  by 
means  of  electric  power  fed  to  it  through  an  over- 
head system  or  otherwise.  There  are  many  cases  in 
existence,  where  this  undoidjtedly  would  be  profitable, 
but  it  belongs  to  the  future  to  develop  a  system  of 
transmission  suitable  for  this  class  of  work. 

The  writer  while  crossing  San  Francisco  Bay 
e\ery  day  has  often  wondered  if  this  kind  of  trans- 
portation was  the  best  possible  for  the  case;  if  the 
time  could  not  be  cut  down  and  if  electricity  could  not 
be  used. 

The  most  rational  way  of  cutting  down  the  total 
running  time  for  the  trip  would  be  the  building  of 
a  tunnel  underneath  the  bay,  as  has  been  proposed  from 


The  "tulje"  consists  of  a  cast  iron  shell  lined  in- 
side with  concrete.  The  outside  diameter  is  23  ft.  and 
the  inside  19  ft.;  one  tube  accommodating  one  track. 
For  a  full  description  of  this  work  see  paper  by 
Hewett  and  Brown,  A.  .S.  C.  E.,  \"ol.  36. 

In  order  to  make  the  submerged  tube  as  short 
as  possible  the  present  Oakland  pier  shouJd  be  used 
as  far  out  as  the  filling  would  be  allowed,  the  tube 
to  start  downward  in  the  fill  on  say  at  10  per 
cent  slope  and  continue  a  few  feet  below  the  bottom 
of  the  bay  across  to  San  Francisco,  due  consideration 
being  given  to  grades ;  if  possible  they  should  be 
kept  under  i  per  cent  to  avoid  loss  of  power  by  break- 
ing.    In  going  through   Goat   Island  the  tube  should 
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rise  al)0\e  the  water-line  in  order  to  allow  an  ordi-  There  are  two  ways  of  supplying  electricity  to 
narv  tunnel  to  he  substituted  for  the  tube ;  omitting  motors  driving  ship  propellers,  one  is  by  means  of  a 
the' cast  iron  shell.  This  cast  iron  shell  is  the  most  storage  battery  and  another  by  means  of  overhead 
expensive  piece  of  the  whole  construction,  as  it  must  feeders  where  this  is  pos.sible.  That  a  storage  battery 
be  made  much  heavier  than  absolutely  necessary  for  can  be  used  on  board  a  ferry-b(3at  to  drive  the  pro- 
mechanical  strength.  The  tube,  23  ft.  outside  diameter,  pellers  is  evident,  but  ordinarily  it  is  not  economical 
in  running  through  tlie  silt  displaces  415  cu.  ft.  per  nor  practical  to  do  so  and  therefore,  it  is  not  used, 
running  ft.  and  as  the  weight  of  the  silt  is  in  the  neigh-  The  main  reason  why  it  is  not  practical  to  use  storage 
borhood  of  100  lb.  i^er  cu.  ft.,  the  tube  must  weigh  batteries  on  board  is  that  electricity  costs  too  much 
41,^00  lb.  or  more  \tcv  running  ft.  in  order  to  remain  at  present  and  that  the  time  the  boat  lays  idle  at  each 
steady  in  its  original  location.  After  the  weight  of  end  of  tlie  trip  is  not  long  enough  to  recharge  the  bat- 
the  inside  lining,  rails,  electric  ducts,  etc.,  has  been  tery  at  an  economical  rate.  Twice  the  number  of 
counted,  there  ^till  remains  about  12,000  lb.  per  run-  boats  would  be  required  to  permit  half  of  them  to 
ring  ft.  to  be  provided  for  bv  the  cast  iron  tube.  charge  all  the  time,  or  else  each  boat  would  have  to 

The  west   terminal  station   for  suburban  traffic  if  l-.e  ])rovicled  with  a  much  larger  battery  able  to  take  a 

located    under   ground   at    the   corner   of    Kearny    and  high  charging  current  and  resulting  in  a  poor  load  fac- 

Market  streets  would  be  central  and  would  permit  of  tor  besides  being  heavy  and  expensive, 

grades  of  less  than  one  per  cent  for  the  last  few  hun-  In  the  course  of  the  Key  Route  boats  is  an  ob- 

dred  feet,  where  a  much  steeper  grade  would  be  ceo-  struction.    Goat    Island,    preventing    the     boats     from 

nomical  to  accelerate  and  retard  trains.  making  the  trip  from  landing  to  landing  in  a  straight 

The  length  of  the  tul)e  below  the  water-line  would  line.      If   this    obstruction    was    eliminated     it     would 

be    about    16,300    ft.,    the    length    of    ordinary    tunnel,  serve    a    double    purpose    and    make    electrification    of 

through    Goat    Island    and    underneath    Market    street  the   Key    Route  boats  feasible   in   the  future,  as  shall 

about  7000  ft.  now   be   shown.      To   eliminate   this   obstruction    cloes 

not  mean  to  remove  the  island,  but  it  means  a  tunnel 

Cost  of  one  tube  per  foot  12.000  ib.-i.  of  cast  iron  .ipsnieiits  through   the   island   big  enough    for  the  boats   to  sail 

with   bolts    ffi'    4    cents   a   lb.    in    place $480  ,           ',         ..-n                i'     'ni              ^        i       •         „£<-i„t,,i 

5  yards  of  concrete  in  place  #   $10 .50  through  at  tull  Speed.     The  actual  Size  of  the  tunnel 

Cost  of  boring  below  the  water,  per  foot 30  required   for  this  purposc  is  not   SO  important  to  de- 

Lonsitudinal     reinforcing     steel      to    guard    against    earth-  temiine   ill   order  to   cjet  ail   estimate  as  tO   COSt,   as  long 

quake    shocks    and    to    make    tube    act    like    a    girder,  .            ,.?          >    i-     •                       i 

per    foot    10  as   the   rock   is   solid   and   lining  or   other   supporting 

Rails,    ties,    etc 5  elements   are   not   needed.      From   surface    indications 

i  •'"'5  it  can  be  taken  for  granted  that  the  island  consists  of 

Engineering    and    incidentals,    l,5C'r     SB  •                                    . 

solid    riKk.      (ioo<l    crushed   rock   is    worth    more   than 

Total  (per  foot  of  tube)   $  661  j_._^   ^_^^_^.  ^.^^^^   .iclivcred   around   the   bav   and   it   can   be 

16.000  feet    @    $661    .^$io,.576.ooo  ^„,^^^^  ^^|^^  of  this  big  tunuel  and  crushed  for  less. 

7,0110   feet    of    ordinary    tunnel    and    .subway     <u'     $160  .            ■"     .,  ,                    ...                      •    i        i-   '      i 

per   foot    i,i2o.ouo  To  make  it  possible  to  sail  in  a  straight  line  l)e- 

„  ,  ,    ,               ,,              ,.          ,,.■■  tween  points  of  landino;  waiuld  require  a  tunnel  about 

Total     for    one     tube     (exclusive     of     electric     in-  ,-,                            i 

staiiation)    $ii.f,!)«,ooo  one-half  mile  long  with   approaches  or  about    i/o  of 

the  total   distance  between   landings.     The   most   im- 
The  total  for  two  tubes  will  then  amount  to  $23,-  ,,ortant  feature  of  the  tunnel  is  not  that  it  makes  the 
392,000+1,000,000    for    terminal    station.       Figuring  ojstance    to    be    traveled    shorter,     but     while     going 
■1  per  cent  interest  on  this  cost  and  allowing  i  per  cent  through  this  tunnel  the  battery  can   be  charged  from 
for  depreciation   of  structure  the  yearly   cost   due   to  j,,-,  overhead  feeder  system  or  a  "third  rail"  and  the 
these  items  will   be  $170,744  or  about  $470  per  day.  motors  draw  current  not  from  the  battery  but  from  the 
As  this  figure  only  covers  part  of  the  total  expenses,  in  ^ame    system    of    feeders    or    from    a    separate    system 
fact  it  represents  the  e.xtra  expense  the  company  would  xvhich  furnishes  current  at  25  per  cent  lower  voltage, 
have,    if  it   changed   over   to   tunnel   generation    from  The  battery  receives  energy  instead  of  furnishing 
its  present  method.    These  extra  expenses  are  so  large  while  the  boat  is  traveling  i   G  the  total  distance.   This 
as  to  prohibit  the  undertaking  of  tunneling  underneath  is    equivalent    to    1/3    the    total    distance    in    case    no 
the  bay  under  present  conditions  for  any  single  rail-  means  were  at  hand  for  recharging  during  the  trip.    If 
road   company  entering  San   Francisco,     If,  however,  the  ferry  slips  are  also  provided  with  a  system  of  feed- 
all    the    railroads    handling    traffic    on    the    bay    could  ers   in    such   a   wav   that   the   charging  can   commence 
agree   on   one   common   project    and     each     pay    their  before  the  boat  is  actually  at  a  standstill,  the  charging 
proportional    share,   the   project    might   be    feasible   at  tune  can  be  made  equal  to  the  running  time  and  no  extra 
present.     The  advantage  of  the  tube  system  over  an>-  equipment  is  needed  on  account  of  having  to  charge  the 
other    system    that    can    be    devised    is    of   course    ap-  battery.     The  boat  should  be  provided  with  four  pro- 
parent    in    the    fact    that    the    running   time    from    the  pellers    operated    by    two    independent    shunt    motors 
cities   east  of  the  bay   to  the  business   center  of  San  through   Melville-^facalpine  gears.    The  exciting  cur- 
Francisco   can   thereby   be   cut    in    half,    an    important  rent  f(ir  the  shunt  should  be  regulated  by  cutting  in  and 
item,  although  not  so  easily  calculated   in  dollars  and  mit    cells    and    this    operation    accomplished    from    the 
cents.      As   the   boat    service    seems   to   be    indispensi-  pilot  house.     A  rudder  would  not  be  absohitely  neces- 
l-.lc  at  the  present  time,  the  next  question  is,  can  elec-  sary  as  the  two  motors  could  be  made  to  run  at  dififer- 
tricity  be  substituted  for  steam  on  the  boats  and  will  ent  speeds  corresponding  to  their  field  excitation  ;  thus 
'-  P'"*.^'-  eliminating  the  effect  of  the  tide  current  and  cnsurinsr 
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a  smooth  and   straight   lanclinsj.   which   in   the  case  of  progresses,  this  figure  can  possibly  be  cut  down  and 

having    to    commence    charging    the    battery   before  as  the  cost  of  steam   power   is  bound   to   increase   in 

stopping  would  be  especially  desirable.    The  operating  the  future,  it  is  evident  that  the  use  of  electricity  will 

voltage  is  supposed  to  be  500-600  volt.     A  sub-station  spread    into    fields    from    which    it    is    now    excluded, 

would   have  to  be  built   in   the   tunnel   provided   with  From  the  above  is  seen  that  fuel  needs  to  increase  but 

rotary    con\erter,   transformers,    etc.,    for   feeding   the  little  in  price  and  water-power  need  to  drop  but  lit- 

boat  wdiile  going  through  the  tunnel  and  for  feeding  lie  in  price  before  the  scheme  of  electrification  of  ferry 

the  San  I-'rancisco  slip  through  submerged  feeders.  boats   in    special    cases    is    entirely    justified     from     a 

At  present  the  Key  Route  Company  generates  the  financial  standpoint. 
electric  power  necessary  for  the  generation  of  its  As  far  as  reliabilitj-  of  service  is  concerned  elec- 
railways  by  means  of  steam.  Although  the  equipment  trie  motors  are  as  reliable  as  steam  engines  and  much 
seems  to  be  efficient,  the  cost  of  generating  a  kw.  cheaper  to  keep  in  repair.  An  electric  storage  bat- 
hour  must  be  in  the  neighborhood  of  1J4  to  iH  cents  tcry  charged  is  the  surest  thing  on  earth  for  power 
per  24  hours  and  the  cost  of  generating  a  h.p.  hour  delivery.  Should  the  long  distance  transmission  fail 
on  the  boats  more  than  one  cent  on  account  of  the  for  short  intervals  (preferably  such  a  system  should  be 
ire(|uent  stops.  Should  the  bnats  t)e  electrically  connected  to  several  power  companys'  lines)  it  would 
dri\e!i   and   develop   the   same   number   of   horsepower  cause    no    interruption,    the    battery    could    simply    he 
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as  the  steam  driven,  we  would  ha\e  to  suppl}-  (piite 
a  number  of  additional  horsepower  to  make  up  for 
the  electrical  losses  in  motors,  low  tension  transmis- 
sion, rotary  converters,  transformers  and  Ijattery  with 
a  total  efficiency  of  95  X  90  X  97  X  98  x  80  =  65'  f. 

Tlie  two  schemes,  steam  and  electricity,  will  in 
this  case  be  equal  as  far  as  power  cost  is  concerned, 
if  electricity  can  be  bought  from  a  transmission  com- 
pany for  0.65  cents  per  h.p.  hour.  The  investment 
for  an  electrically  driven  boat  is.  however,  larger  than 
for  a  steam  driven  one,  especially  if  Ave  want  to  in- 
stall more  power,  and  to  put  the  two  propositions, 
steam  versus  electric  driven  l:)oats  on  an  equal  basis, 
would  necessitate  a  price  of  not  luore  than  J--2-cent 
per  electric  horsepower  hour. 

Water-power  plants  can  be  built  in  California  to- 
day for  such  an  amount  that  power  can  be  delivered 
and  sold  at  a  profit  at  VS-cent  per  h.p.  hour  in  large 
quantities  for  a  20  to  24  hour  load.     As  the  industry 


given  an  extra  charge  o\er  night  to  make  up  for  it. 
The  size  and  weight  of  the  battery  would  to  a  large 
extent  depend  upon  the  efficiency  desired,  that  is, 
upon  the  rate  of  charge  and  discharge,  upon  which 
also  maintenance  charges  depend,  ^^'ith  a  battery 
installation  the  center  of  gravity  of  the  boat  coidd  be 
Ijrought  much  lower,  more  space  would  be  avail- 
able for  passengers  and  a  larger  power  equipment 
could  be  put  below  the  deck.  As  the  motors  should 
be  controlled  from  the  pilot  house,  one,  or  at  the  most 
two  men,  would  be  sufficient  to  look  after  the  ])ower 
equipment  below  and  in  this  way  compensation  would 
be  had  for  the  somewhat  larger  investment  in  electric 
equipment.  At  present  power  companies  do  not  sell 
and  perhaps  cannot  sell  power  at  '2-cent  per  horse- 
power hour  or  lower ;  therefore,  until  that  time  ar- 
rives much  change  in  handling  the  traffic  across  the 
liay  can  not  be  expected,  as  it  would  not  be  economical 
to  do  so. 
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THE  HUMPHREY  PUMP. 

II.  .\.  llumjjhrey  has  invented  a  novel  gas  pump 
which  is  capable  i>t  many  applications  described  in  a 
paper  he  recently  read  before  the  Manchester  (Enj^^- 
land)  Association  of  Engineers.  In  the  words  of  the 
author  it  is  "a  method  of  raising  or  forcing  licpiid 
which  consists  in  applying  the  energy  of  e.xjiansion  of 
an  ignited  combustible  mi.xture  to  one  end  of  a  col- 
umn of  liquid  so  as  to  propel  the  column  along  a  dis- 
charge pipe,  and  to  cause  it  to  oscillate  in  the  pipe 
under  such  conditions  of  energy  of  tlie  moving  li(|uid. 
that  everything  necessary  for  preparing  for  the  ne.xt 
ignition  is  ])erfonned  during  one  or  more  oscillatit)ns, 
an<l  wholly  or  partly  owing  to  it  or  them." 

Referring  to  Fig.  i  water  is  to  be  raised  from  sup- 
ply tank  S  T  to  an  elevated  tank  ET;  C  is  the  combus- 
tion chamber,  W  the  water-valve  box,  V  valves  opening 
inwards,  and  1)  the  discharge  pipe.     In  the  top  of  the 


J 


I*'ie,  I.     Humphrey  Gas  Pump 

combustion  chamber  is  an  inlct-\alve  .\  and  an  exhaust 
valve  E.  A  simple  interlocking  gear  is  arranged  be- 
tween these  two  valves,  so  that  when  valve  .\  o])ens 
and  closes  it  locks  itself  shut  and  releases  the  valve 
r^,  and  when  valve  E  opens  and  closes  it  locks  itself 
shut  and  releases  valve  A;  consequently  each  time 
the  suction  occurs  in  the  chamber  these  valves  oj)cn 
in  turn.  Imagine  a  charge  of  gas  and  air  to  be  com- 
jjressed  in  the  top  of  chamber  C,  and  fired  by  a  spark- 
ing plug  which  projects  through  the  top  casting.  .Ml 
the  valves:  are  shut  when  explosion  occurs,  and  the 
increase  in  pressure  drives  the  water  downwards  in 
the  pump  and  sets  the  whole  column  of  water  in  the 
discharge  pipe  in  motion.  The  column  of  water  at- 
tains kinetic  energy  while  work  is  being  done  upon  it 
by  the  expanding  gases,  so  that  when  these  gases  reach 
atmospheric  pressure  the  column  of  water  may  be 
moving  with  considerable  velocity.  The  motion  of 
this  column  of  water  cannot  be  suddenly  arrested. 
hence  the  pressure  in  C  tends  to  fall  below  that  of  the 
atmosphere,  the  exhaust  valve  K  opens,  and  also  tin- 
water  valves  V.  Water  rushes  in  through  the  water 
valves  mostly  to  follow  tlie  moving  column  in  jupe  D, 
but  partly  to  rise  in  chamljer  C  in  an  effort  to  reach 
the  same  level  inside  the  chamber  as  exists  in  the  suc- 
tion tank. 

^^  hen   the  kinetic  energy  of  the  moving  column 


has  expended  itself  by  forcing  water  into  the  high- 
level  tank,  it  comes  to  rest,  and  there  being  nothing 
to  prevent  a  return  flow,  the  column  starts  to  move 
back  towards  the  pump,  and  gains  velocity  until  the 
water  reaches  the  level  of  the  exhaust  valve,  .which  it 
shuts  by  impact.  A  certain  quantity  of  burnt  pro- 
ducts is  now  imprisoned  in  the  cushion  space  F,  and 
the  energy  of  the  moving  column  is  expended  in  coiu- 
pressing  this  gas  cushion  to  a  greater  pressure  than 
that  due  to  the  static  head  of  the  water  in  tank  E  T. 
Hence  a  second  outward  movement  of  the  column 
results,  and  when  the  water  reaches  the  level  of  valve 
E  the  pressure  of  the  space  I'"  is  again  atmospheric, 
and  further  mo\ement  of  the  water  opens  valve  A 
against  a  light  spring  and  draws  in  a  fresh  charge  of 
gas  and  air.  If  there  were  no  friction  the  water  would 
fall  to  the  same  level  as  that  from  which  the  last 
upward  motion  started,  but,  the  amount  of  combusti- 
ble charge  drawn  in  is  slightly  less  than  this  move- 
ment would  represent.  Once  more  the  column  ot 
water  returns  under  the  elevated  tank  pressure  and 
compresses  the  charge  of  gas  and  air,  which  is  then 
ignited  to  start  a  fresh  cycle  of  operations. 

The  pumps  may  discharge  into  an  air  vessel,  or  an 
open  stand-pipe,  if  desired  to  give  a  continuous  flow. 

With  a  com]iression  ])ressure  of  ii  atmospheres 
absolute  the  theoretical  thermal  efficiency  of  the  Hum- 
phrey cycle  is  52.5  per  cent,  while  that  af  the  Otto 
cycle  is  40  per  cent.  .\  compression  of  this  order  will 
be  employed  in  a  looo-h.p.  (lernian  pump;  the  author 
has  only  used  pressures  up  to  50  lb.  i)er  si(.  in.,  ob- 
taining an  actual  efficiency  of  over  23  per  cent,  cor- 
responding to  0.95  lb.  anthracite  coal  per  water  li.p. 
hour  on  a  lift  of  35  ft. 

A  large  scale  experiment  is  to  be  tried  in  which 
a  Humphrey  pump  will  be  used  to  drive  a  water  tur- 
bine coupled  to  an  electric  generator.  The  advantages 
of  such  an  arrangement  over  the  ordinary  gas  engine 
arise  chiefly  from  the  simplicity  of  the  working  parts, 
the  absence  of  all  troubles  arising  from  contraction 
and  expansion  due  to  heating  and  cooling,  the  free- 
dom from  cyclic  irregularity,  thus  enabling  alternators 
t('  be  driven  in  parallel,  and  finally,  the  high  efficiency 
and  the  low  cost  of  upkeep.  Also  the  apparatus  may 
be  started  and  stopped  immediately,  and  can,  indeed, 
be  entirely  controlled  from  a  switchboard.  One  has 
to  face  the  loss  due  to  conversion  of  water-power  into 
mechanical  energy,  but  the  efficiency  of  well-designed 
turbines  can  be  guaranteed  at  over  80  per  cent  at  full 
load,  and  in  a  central  station  there  is  no  need  to  run 
any  of  the  pumps  at  less  than  full  load,  since  they  can 
le  so  easily  started  and  stopped.  Moreover,  if  blast- 
furnace gas  or  producer-gas  derived  from  cheap  fuel 
is  used,  the  loss  of  20  per  cent  of  the  energy  is  not 
important,  as  compared  with  the  advantages  gained 
by  the  adoption  of  the  gas-hydro-electric  system,  and 
the  absence  of  the  need  for  any  lubrication  would  alone 
more  than  compensate  for  it.  It  is  also  proposed  to 
apply  the  Humphrey  pump  to  marine  propulsion,  and 
designs  ha\e  been  worked  out  for  this  purpose. 
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ELECTRICAL  EQUIMENT  OF  THE  LAS  VEGAS 

SHOPS  OF  THE  SAN  PEDRO,  LOS  ANGELES 

AND  SALT  LAKE  RAILROAD  COMPANY. 

l:V     jri.lAN     AllAMS. 

I'lie  lU'w  .shops  at  I  .as  Vci^'as.  .N'cvada.  of  llio  San 
Pedro,  Los  .\ng;eles  and  Salt  l.akr  I'tailroad  Company 
at  present  consist  of  niacliine  shop,  l)hu-ksniitli  sho]), 
lioiler  shop,  transfer  t.ihU',  r<innillionse  and  powcr- 
I'lonse.  Tlie  hnil<hnL;s  -aw  of  tlreproof  construction, 
hein<j  l)uilt  of  liolhiw  concrete  lilocks  and  steel  frame- 
work. A  storeroom  of  similar  design  is  under  con- 
struction and  the  jdans,  when  complete,  will  include  a 
well-etpiipped  mill  and  carpenter  shop,  it  heint;-  in- 
tended to  handle  all  the  comi)any's  heav)-  rejiair  work 
in  these  shops.  A  loo-ton  crane  travels  the  length  of 
the  machine  and  Iioilcr  shops,  and  ;in  additional  lo-ton 
crane  is  provided  in  the  luachinr  shop. 
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All  the  machine  tools  in  machine,  blacksmith  and 
hoilcr  shoi)s  are  driven  by  individual  direct  connected 
motors,  with  the  exception  of  a  few  of  the  small  tools 
which  arc  arranged  for  s-rou])  drive.  The  individual 
drive  was  adopted  in  sjeneral  in  iirelercuce  to  i;roup 
drive  on  account  of  the  well-known  advantages  to  be 
gained,' whicli  consist  of:  Increased  out]nit  of  machine 
tools;  elimination  of  shaflin.L;  and  belting-  maintenance; 
increased  li,L;ht  due  to  elimination  of  shaftius  and  belt- 
ing-; the  ability  to  operate  a  single  machine  at  any  time 
without  the  necessity  of  operating  other  machines;  re- 
duction in  size  of  power  ])lant  recpiired  by  reducing 
fractional  losses;  and  saving  in  fuel  due  to  rednciion  of 
frietioual  losses. 

In  deciding  u]ion  the  type  of  electrical  apparatus 
to  be  installed,  the  relative  advaul;ige  of  bolh  alter- 
i.ating  current  and  direct  current  systems  were  com- 
pared for  tlie  conditions  to  be  met  in  these  shojis,  hav- 
ing in  view  the  ultimate  addition  of  mill  and  c;iri)enler 


sho]i.  The  tin.il  decision  was  in  favor  ol  a  general  al- 
lu'ualing  current  system  supplying  allernatiug  ctn'reni 
for  all  constant  speed  machine  tools,  cranes,  transfer 
table  .md  lights,  a  motor  generalor  set  l)eing  installed 
to  supplv  direct  current  for  variable  speed  machine 
tools.  The  most  important  features  governing  the 
choice  oi  the  general  alleru;Uing  ciirreiU  system  are  the 
e.xtremelv  low  maintenance  cost  of  alternating  current 
e(piii)mem  as  compared  with  direct  current  e(|uipment 
and  the  greater  llexibilitv  of  the  alternating  current 
system  for  general  light  and  power  circuits  in  the 
shops,  b'or  variable  speed  machine  tools,  however,  it 
was  not  considered  that  the  present  state  of  develop- 
ment of  the  variable  speed  a.c.  motor  vvarr;mted  its 
adoption  ;ind  il.c.  motors  were  installed  with  lielil  rheo- 
slatic  coiurol.  The  d.c.  motors  all  operate  at  230  volts, 
the  a.c.  motors  at  440  vulls,  ^^  phase,  (to  cycles,  and  the 
a.c.  lights  at  no  volts.  The  following  table  .gives  the 
sizes  ;ind  kinds  of  motors  m  the  iiresent   ei|uipment  : 


.Mi>t..l-. 


Tool. 
'.10"  nilvliig  Wlieel   I.atlie 
!I0"   Driving   VVlu'ol    Pres.s 
;m1"  QiMitPrliiK   Mai'liliie    . 


II"   Oai'    Wheel    C^rlmiei'     

;ui"  N'ertleal  Tiirrel  HoiiiiK'  Mill 
:l()"  Triple  (ieill-eil  lOnsiiio  t-atlie 
•jr'  Vei-tleal    Tm-rcl    l^cirlng'   Mill 

2'\"    lOiiKlMi'    l.illlie     

IC"   I'lirlahle    iOiiKliie    l.atlie    

24"   Tiiricl     loathe     

No.     I     I'lalll    Miller     

;i6"  X   l(i'   Open    Side    I'laner    ....". 

36"  X    Hi'   Open    Siile    Planer    

;i2"   Draw    ("ul    Shaper    

5'     Hiilver-sal    Ka;lU'al    Drill    

;jO"    Radial     iMlll     

24"    Vertleal    niill    I'res.s    

Multiple   I  Hill,   iwo  spiiulle    

Multiple   Dilll.  two  .spindle    

Multiple   IH  ill,   Iwo  spindle    


T>1"    noviun    Mill     

No.  2   Horizontal    HoiinK  Mill 

IS"   Slotter      

1^4"  Tilple    Holt   Cutter    

,•!"•   l'"orBlnK    Maeliine     

1%"    KortjinK    Maehine    

:)"    llorlzonlal    Puneh    

GO"   SlnKle   I'uneh    

ISotarv    Hev  el    Shear    

Uotarv    SiilittinK    Shear     .... 

ti'     Roll.s      

12"    llolLs      

I'Mue    Hat  Her    

-Mllfiator    Shear     

.24"   X    li  14  "Turret   I.iatlie    .... 

No.    2    SiuKle    I'uneh     

Hlower     

I'lxhauster     

(Irciup   lirlve    

Croup   Orlve    

Croup   1  irive   


A.C. 

D.c. 

H.P. 

11.1'. 

5 

50 

10 

3 

3 

40 

ilMi 

10 

5 

10 

3 

15 

10 

20 

20 

5 

r> 

3 

''^ 

7Vi! 

7'/4 

6 

3Vi 

G 

7V4 

3 

20 

10 

7V4 

10 

10 

7H 

3M. 

20 

10 

15 

~V2 

111 

I 

III 
l.'i 

20 
20 
20 
52 
52 


I  no -I  on    Cr; 


lO-lioi    Crane    . 
Tlan.sfer    ■rahle 


30 
52 

22 
15 

5 

no 
753 


Mg.  I  shows  the  general  lay-out  of  motor  and  light 
circnils  fill'  the  sliojis. 

big.  _'  shows  a  (lo-in.  single  iiniuli  with  a  direct- 
connected   10-li.p.  a.c.  induction  motor. 

b'ig.  3  shows  a  (;o-in.  driving-wheel  laihe  with  .a 
Sf.di.p.  d.c.  variable  sjiecd  direct-connccle<l  monr. 

l"ig.  4  shows  the  exterior  of  the  power-house.  The 
wall  in  the  one  end  is  temporary.  I0  allow  for  future 
extensions. 

'Idle  boiler  c(Hiipment  in  1  he  ]iovver-liouse  consists 
three  J30-h.-p.  Slirling  boilers  operating  at    150  pounds 
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FiK.  2.      60  in.  Punch  With  Direct-Connected   10  h.p, 
A.C.   Induction   Motor. 

pressure  and  8o  degrees  l-'ahreuheit  >uperlieat.  (  )il  is 
used  for  fuel  and  is  jniniped  with  a  C.  (_'.  .Moore  fuel  oil 
])nmping  svsteiii  to  the  llanmiel  burners  used  in  the 
boilers. 

The  generating  equipment  consists  of  two  .\llis- 
Chalmers  300-h.p.  horizontal  cross-compound  condens- 
ing Corliss  engines,  direct  connected  to  two  .\llis-Chal- 
niers  200-kvv.,  440-volt.  3-phase,  60-cycle.  150-r.p.m. 
generators  with  belt-driven  exciters.  A  loo-kw.,  440- 
\i)lt  a.c.  to  230  d.c.  synchronous  motor-generator  set 
furnishes  direct  current.  This  motor-generator  set  is 
self-exciting  and  is  not  pro\ided  with  any  starting 
e(|uipment.  It  is  thrown  mi  the  line  before  the  engines 
are  started  and  is  gradually  brought  up  to  speed  as  an 
induction  motor  as  the  engines  are  Ijrought  up  to  speed. 

The  switchboard  consists  of  seven  panels  with 
General  Electric  switchboard  instruments.  There  are 
two  generator  panels,  one  a.c.  and  one  d.c.  panel  for 
the  motor  generator  set.  and  three  a.c.  feeder  panels, 
one  of  which  controls  the  circuit  for  cranes  and  transfer 
table,  one  the  lighting  circuit  and  the  other  the  general 
a.c.  motor  circuit  *or  machine,  blacksmith  and  builer 
sho])s. 

I"ig.  5  shows  the  wiring  diagram  for  the  power 
house. 


Fig.  3.      Lathe  Willi  90  in.  Driving  Wlieel  and  50  h.p. 
D.C.  Varialile  Speed  Motor  Direct  Connected. 

Resides  the  generating  equipment  the  engine  room 
contains  one  i()oo  cu.  ft.  ))er  min.  Ingersoll-Rand  cross- 
comi)ound.  condensing  air  compressor,  full  load  speed 
being  150  r.p.m..  and  the  air  pressure  being  100  pounds. 

The  condensing  equipment  for  each  Allis-Chalmers 
engine  consists  of  one  C.  M.  Wheeler  surface  condenser 
haxing  570  scp  ft.  of  cooling  surface,  together  with  one 
6  in.  X  4-)4  ill- X  12  in.  I'rati  ])atented  Rotrex  \acuum 
jjimq)  and  one  5  in.  centrifugal  circulating  pump  both 


ki%f..». 


J*iJLlA 


FiK-    -I-      lOxlerior    <if    Powei-    House. 


l/ioTowJ^^i.    FccDf:^  Pa^e-l     Ff:CDf:R  PAfvEt\  TECDiia  Pa>'^i:l''  A.C  0£:.-^sf!ATo/?    /^-t 


■^- C    0  £:hlt:f/ATOf?    f^AfjCL.       i    S^^/lWG'r^O  SoACnCr 


Fig.   G.     Wiring  Diagram   of  Power  House. 
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Fig.    6.      General    Piping   Layout   of   Power   House. 


direct  connected  to  one  5  in.  x  5  in.  vertical  high  speed 
engine.  A  Kmiwles  \\  urthington  surface  condenser  is 
used  in  c<Tnnection  with  liie  rngersoll-Rand  air  com- 
])ressor.  In  the  case  of  all  three  units  a  Cochrane  vac- 
uum oil  separator  is  installed  i^etween  engine  exhaust 
and  condenser. 

The  boiler  feed  water  pumps  consist  of  two  W'orth- 
ington  compound  outside  center  j^acked  (>  in.  x  n.  in. 
X  414  in.  X  6  in.  pumps. 

The  exhaust  steam  from  these  pumps  and  from 
the  condenser  air  and  circulating  pumps  is  used  for 
heating  feed  water  in  a  Goupert  feed  water  heater. 

.\11  condensation  from  high  pressure  piping  s_ys- 
tem  and  water  separators  is  returned  to  the  Ijoiler  by 
means  of  a  Crane  direct  return  trap.  .Ml  condensa- 
tion from  receivers  and  exhaust  jjiping  is  returned  to 
the  hot  well  by  an  automatic  return  pump. 

Fig.  6  shows  the  plan  of  the  general  piping  lay 
out  of  the  poper  house. 

The  limited  amount  of  water  available  made  it 
necessary  to  construct  a  cooling  tower  for  use  in  con- 
nection with  the  circulatina:  water  for  the  condensers. 


DAM  DESTRUCTION  BY  GROUND  SQUIRRELS 

(  Iround  s(|uirrels  ha\e  a  habit  of  liurrowing  in  em- 
bankments. In  the  Hat  country  they  seek  small  ele\a- 
tions  from  which  they  can  better  oL.ierve  the  approach 
of  their  enemies.  Dikes,  levees,  roadways  and  embank- 
ments of  all  kinds  attract  them  and  are  often  seriously 
undermined  by  their  burrows.  In  the  irrigated  dis- 
tricts their  underground  tunnels,  like  those  of  the 
pocket  gophers,  frequently  cause  breaks  costing  large 
sums  to  repair.  Thus  in  May.  lyio,  ground  squirrel 
burrows  caused  such  a  serious  washout  in  the  Turlock 
Canal  in  Stanislaus  CHunty,  L'alifornia.  that  the  line  of 
the  canal  had  to  be  changed  at  a  cost  of  $25,000.  'i'hc 
break  occurred  during  the  latter  half  of  May.  and  the 
labhr  of  rebuilding  the  waterway  occupied  about  three 
months,  depriving  the  ranchmen  of  water  at  the  very 
time  it  was  most  needed  for  the  irrigation  of  their 
alfalfa  and  other  jiroducts  and  entailing  a  loss  of  up- 
ward of  half  a  million  dtillars. 
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THE  INTRODUCTION  OF  THE  GAS  FURNACE. 

UV   ClIAS.    r.    STAMl'S. 

'I'lic  (le\-el<)pnient  and  introchiclion  (if  the  i;"as 
liiriKK-f  as  a  C(>iii])C'litor  of  the  older  styles  of  furnaces 
usini;  wood,  coal  and  oil  as  fuel  affords  material  for 
one  of  the  most  interesting  of  chapters  on  gas  appli- 
ances. In  all  countries  and  at  all  times  the  prevailing 
systems  of  heating  have  conformed  necessarily  to  the 
conditions  which  prevailed  at  the  time  and  i)lace.  in 
those  sections  where  wood  and  coal  were  ])lenliuil 
and  cheap,  and  gas  was  high,  it  followed,  as  a  mat- 
ter of  course,  that  the  gas  furnace  would  \)C  used  onl\ 
Iv  oie  few  who  cared  less  for  the  added  expense  in- 
curred tlian  tiie_\  did  for  the  increased  comfort  ol)- 
lained  and  greatly  reduced  trouble  and  attention 
icquired   in   its  operation. 

With  the  discovery  of  natural  gas,  however,  and 
its  remarkable  cheapness,  immediate  attention  wa^ 
called  to  the  possibilities  of  its  use  in  the  localities 
suiJidicd,  as  a  fuel  within  the  reach  of  all,  and  the 
rapiil  introduction  of  appliances  for  its  use  in  cook- 
ing, heating  and  manufacturing  followed.  The  very 
abundance  and  cheapness,  however,  of  the  natural 
gas  in  these  favored  sections  seems  to  have  operated 
to  defer  the  invention  of  a  gas  furnace  worthy  of  the 
name,  for  the  good  reason  that  economy  was  uncalled 
for,  and  there  was  no  need  to  trouble  one's  self  about 
the  invention  of  a  furnace  constructed  on  .scientific 
princi])les,  as  long  as  a  flat  rate  of  one,  two  or  three 
dollars  per  month  could  be  obtained  for  unlimited  serv- 
ice. Thus  for  a  time  the  crudest  of  appliances  tilled 
the  requirements  of  the  users  and  if  the  supply  of 
cheap  gas  had  held  out  undoubtedly  there  would  have 
leen  a  continuance  of  the  slack  methods  of  its  use. 
l!ut  lessons  were  being  learned.  Time  is  money  and 
comfort  is  worth  paying  for.  The  saving  of  time  and 
labor,  the  cleanliness  and  ease  with  which  the  volume 
of  heat  couid  be  controlled  and  regulated,  ajjpealed 
to  the  judgment  of  every  customer  and  the  public 
mind  was  educated  to  the  real  need  for  gas  as  a  fuel 
for  all   domestic   iiurposes. 

The  discovery  of  oil  in  California,  followed  by  the 
invention  of  methods  for  its  use  in  the  making  of  gas 
in  abundance,  and  at  a  price  "within  the  reach  of  all" 
brought  the  opportunity  to  our  door  here  in  sunny 
California,  where  the  high  prices  of  coal  and  wood 
as  well  as  the  climatic  conditions  combine  to  make 
it  the  ideal  country  in  which  to  make  use  of  the  ad- 
vantages wdiich  the  gas  furnace  most  undoubtedly 
possesses  over  all  other  types  of  heating  systems. 

Guile  naturally  then,  we  have  here  a  prolific  field 
calling  for  in\ention  and,  true  to  the  law  governing 
demand  and  supi)ly,  we  find  the  answers  coming  from 
many  (|uarters.  h'or  the  jiast  seven  years  particularly 
there  has  l>een  es])ecial  activity  in  this  line,  and  the 
e\'olution  of  the  gas  furnace  from  the  first  crude 
efforts  of  that  date  to  the  types  now  being  turned  out 
afl'ords  an  interesting  study.  Sufficient  advance  has 
t>een  made  to  command  the  attention,  and  it  is  safe 
to  add  also,  we  think,  the  respect  of  the  most  conserv- 
ative gas  officials,  who,  for  se^•eral  no  doubt  ver\ 
good  reasons,  have  lieen  slow  heretofore  in  lending 
their  endorsement.  Xow.  howe\'er,  with  increased 
facilities  for  suiijilying  gas  in  large  quantities  and  at 

'  Papor  Uo;ul  at  Eishtecnth  Convention  Pricific  Coast  Gas 
Association. 


a  price  within  reach  of  the  general  public,  the  oppor- 
tunity becomes  of  immense  importance  and  the  pro- 
j  riety  of  lending  e\ery  assistance  within  reason  in 
the  matter  of  rates  at  which  "gas  for  furnace  heating" 
can  be  supi)lie<l.  it  is  hoped  will  receive  their  most 
.-■erious  attention.  A  little  encouragement  given  along 
this  line  of  redticed  rate  on  gas  used  in  furnaces  wn)uld 
(ioubtless  greatly  increase  its  use,  and  the  comj^any 
that  first  ])roft'ers  the  concession  would  receive  from 
the  ])ublic  in  return,  the  good  will  and  patronage  it 
deserved. 

The  (piestion  of  the  hour,  and  the  one  in  which 
this  association  is  interested,  however,  resolves  itself 
briefly  to  the  point  of  efficiency  actually  attained  in 
the  best  ty])es  of  gas  furnaces  on  the  market,  and 
the  general  principles  of  their  construction,  etc.  With- 
out mentioning  any  special  furnace  or  its  manufactur- 
ers it  is  sufficient  to  say  that  the  gas  furnace  has  estab- 
lished for  itself  a  record  of  efficiency  and  merit  which 
entitles  it  tt)  our  confidence.  The  difficulties  met  in 
the  earlier  efforts  have  been  largely  overcome  and 
imi)ro\ed  methods  of  construction  hav^  at  last  given 
us  a  i)rodnct  that  it  is  confidently  believed  will  stand 
the  test  of  time  and  use.  To  attempt  a  description 
of  the  many  types  of  furnaces  brought  out  to  date, 
would  be  out  of  the  (piestion  in  an  article  as  limited 
as  this  must  necessarily  be,  suffice  is  to  say  that  e.\- 
])erience  has  proven  unquestionably  a  few  things  at 
least,  among  which  are  the  following,  viz: 

fa)  That  the  successful  gas  furnace  must  be  pro- 
\idcd  with  a  \ent  by  means  of  which  all  impurities 
of  combustion  can  be  carried  off. 

(b)  That  the  vent  should  be  taken  froni  the  bot- 
tom of  the  furnace. 

fc)  That  the  first  essential  is  perfect  burners, 
and  of  not  too  large  size. 

(d)  .A.n  increase  of  the  radiating  capacity  to  the 
highest  degree  possible. 

(e)  .\  method  of  construction  permitting  the 
taking  a])art  of  the  furnace  for  the  purpose  of  clean- 
ing it  b\'  removing  the  products  of  condensation. 

(f)  .\  method  of  construction  and  al)ovc  all  a 
nianner  of  installation  in  every  case,  that  will  allow 
the  freest  possible  passage  of  the  air  to  be  heated, 
th.rough  the  furnace,  consistent  with  the  heating 
capacity  of  the  furnace. 

-A.  careful  study  of  these  principles  and  compari- 
son of  the  different  methods  of  construction  emjjloyed 
will  be  a  \-aluable  help  either  in  the  development  of 
a  new  furnace  or  in  making  a  selection  of  the  best 
from  among  those  already  on  the  market.  Undoubt- 
edly there  w-ill  be  more  or  less  important  improve- 
ments made  in  the  days  to  come  but  enough  has  been 
already  achie\ed  to  place  the  gas  furnace  along'  side 
i>f  the  gas  range  and  water  heater  as  an  assured 
success,  and  we  predict  for  it  a  future  limited  only  by 
the  available  supply  of  gas  and  the  price  at  which 
it  can  be  delivered  to  the  consumer. 

A  conservative  estimate  of  the  total  number  of 
gas  furnaces  installed  thus  far  in  Southern  California, 
including  all  the  different  makes,  numbering  at  least 
nine  of  local  manufacture  and  one  from  the  East, 
would  probaldy  not  fall  short  of  eight  hundred,  the 
most  of  w'hich  have  been  ])ut  into  use  during  the  past 
two  years. 
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DISCUSSION    AT    EIGHTEENTH    ANNUAL 
CONVENTION,    PACIFIC    COAST 

GAS  ASSOCIATION. 
The  Introduction  of  the  Gas  Furnace. 

Mr.  Bus  ford:  I  have  had  some  experience  witli  the  gas 
furnace.  If  every  maker  of  gas  furnaces  would  study  the  rudi- 
mentary elements  of  the  subject  of  gas  heating,  and  endeavor 
to  get  the  best  out  of  them,  with  reference  to  the  radiating 
surface,  but  more  than  all  the  top  of  the  burner,  that  would  be 
an  easy  question  to  answer.  The  trouble  with  the  majority  of 
makers  of  gas  furnaces,  is  that  they  have  the  same  ideas  as  they 
had  ten  years  ago.  They  think  all  you  have  to  do  to  get  a  gas 
furnace,  is  to  put  a  flame  under  a  drum ;  that  is  the  meaning 
of  a  gas  furnace  in  simple  terms.  That  all  you  have  to  do 
to  get  acetylene,  is  to  add  water  to  calcium  carbide ;  but  there  is 
a  vast  difference  between  the  elements  and  the  operation  of  a 
machine.  Xow  then.  I  believe  tliat  there  is  no  other  one 
device,  that  has  been  such  an  enemy  to  the  gas  companies,  as 
the  gas  furnace.  Not  because  it  is  called  a  gas  furnace,  but 
because  of  the  class  of  furnaces  they  are  manufacturing.  They 
are  certainly  poor,  some  of  them.  I  believe  it  is  up  to  tlie  gas 
companies  to  investigate  every  gas  furnace  on  the  market,  and 
unless  it  has  the  reasonable  application  of  scientific  principles  of 
operation,  they  should  frown  upon  it.  because  it  is  taking  money 
out  of  their  pockets.  This  is  an  expression  that  1  frequently 
hear:  "Vou  will  please  excuse  me,  I  wouldn't  use  a  gas  fur- 
n.'ice.  It  costs  more  than  anything  else  in  the  world  to  run. 
ard  in  two  years'  time  you  have  to  get  a  new  one."  .\nswcring 
the  last  question,  in  regard  to  the  use  of  wood  and  coal  as  com- 
pared with  gas.  Coal  is  the  cheaper  fuel.  However,  if  the  gas 
furnace  is  used  intelligently,  if  the  manufacturer  woidd  instruct 
his  people  in  the  use  of  ihem  for  the  first  winter  at  le  ist,  you 
will  find  that  there  will  be  a  marked  improvement  in  the  sit- 
uation. You  know  that  gas  burns  until  you  put  it  out.  but 
coal  goes  out.  I  think  that  the  people  should  be  instructed  by 
the  companies  and  given  a  fair  knowledge  of  the  use  of  gas 
furnaces,  and  in  that  way  the  companies  should  supervise  the 
installation    of    furnaces    tlu-y   put    on    Ihe    ni;irket. 

Mr.  Berkley:  We  had  occasion  last  winter  to  make  some 
experiments  as  to  the  cost  of  heating  bungalows  and  small 
houses.  By  an  arrangement  we  put  in  two  meters  in  some 
houses  with  the  understanding  that  we  would  remove  one  of 
them  as  soon  as  the  demonstrations  were  over.  I  do  not  know 
"the  make  of  the  furnaces  used,  but  I  do  know  that  the  people 
were  greatly  satisfied  with  them.  The  cost  of  operation  was 
not  exorbitant.  I  advocate  gas  furnaces,  but  if  we  could  mrd<e 
some  improvements  on  them  as^to  economy,  we  would  hive  a 
.great  •  deal  more  business  than  we  now  have.  I  believe  we 
should  assist  the  gas  furnace  builder:  it  is  not  a  hard  or  un- 
surmountable  problem,  but  being  a  physical  proposition  it  can  be 
solved  within  a  reasonable  time  so  that  we  all  can  heat  our  houses 
with  gas  profitably.  I  contemplate  using  gas  this  win'er  instead 
of  solid  fuel ;  I  find  it  is  as  cheap,  for  with  coal  at  $12.00  per 
ton  and  wood  at  $9.00  per  cord,  there  is  economy  in  its  use. 
The  comparison  just  drawn  does  not  compare  for  the  fact  we 
are  all  more  or  less  negligent  with  the  use  of  solid  fuel :  having 
been  brought  up  in  its  use  where  there  was  no  restriction  on 
the  .amount  of  fuel  we  used  when  farmers'  boys.  Now.  when 
we  buy  fuel  by  the  hundred  feet  it  becomes  a  different  matter. 
I  think  today  we  have  a  great  opening  for  the  sale  of  gas  to 
he  used  in  gas  furnaces,  for  sunny  California  needs  heat,  as 
any  Easterner  will  attest.  I  think  we  ought  to  start  some  con- 
certed plan  of  action  in  regard  to  gas  furnaces:  it  will  bring 
the   greatest   returns. 

Thaddcus  Lozvc:  Being  interested  in  a  comuany  nruiufac- 
turning  gas  furnaces  and  stoves.  I  can  hardly  sit  still  and  hear  the 
s'atements  which  have  been  made,  w-ithout  having  something 
to  say.  What  the  gentlemen  did  say  was  true  to  a  certain 
degree   todav.     That   is   tliat   the   construction   of  a   gas    furnace 


does  not  take  into  consideration  its  economy.  Being  more  or 
less  in  the  gas  business  ever  since  I  was  born,  I  realize  the 
fact  that  to  increase  the  use  of  gas  and  keep  the  people  satisfied, 
you  must  give  them  plants  that  are  economical,  and  we  have 
been  experimenting  along  those  lines  for  a  number  of  years 
past,  and  we  believe  today,  that  we  have  as  perfect  a  gas  furnace 
as  it  is  possible  to  obtain.  I  wish  to  say  in  regard  to  our  gas 
furnace  that  we  have  a  great  many  in  use.  One  of  them  has 
been  in  use  for  at  least  seven  years,  and  it  is  in  use  today,  and 
the  bills  compare  favorably  with  the  bills  of  any  other  fuel. 
We  all  know,  of  course,  that  gas  flows  easily,  and  it  is  a  whole 
lot  easier  to  let  it  flow  than  it  is  to  step  down  stairs  and  turn 
it  off.  I  do  want  to  say  that  if  there  was  a  little  attention  given 
to  it,  that  the  average  person  would  not  do  away  with  it.  It 
is  too  great  a  convenience.  It  does  away  with  wood,  and  coal 
and  the  care  of  looking  after  them,  as  well  as  dirt  and  ashes. 
We  have  placed  twenty-live  or  thirty  furnaces  and  we  have  now 
about  twenty  orders  and  all  these  orders  were  obUiined  upon 
the  recommendation  of  people  using  them  during  the  last  two 
or  three  years.  We  have  a  furnace  heating  the  Episcopal 
Church  in  Pasadena,  and  during  Lent,  when  they  were  having 
service  practically  every  night,  the  bill  for  one  mon'h  was 
$23.00.  The  inside  height  of  the  church  is  thirty-nine  feet;  it  is 
constructed  of  granite  and  brick,  and  has  a  cement  floor.  The 
temperature  ranged  anywhere  from  freezing  up  to  SO  degrees 
about  that  time.     It  was  the  coldest  month  in  the  winter. 

Mr.  Lcnkfcld:  I  would  like  to  say  a  few  words  in  regard 
to  the  gas  radiators.  Mr.  Lowe  said  he  had  some  on  exiiibition 
in  the  building,  and  invited  us  to  look  at  them.  I  have  taken 
the  privilege  of  doing  so,  and  I  cannot  find  any  improvements 
on  Mr.  Lowe's  radiator,  over  the  ones  which  I  used  for  years 
and  years  past.  Now  if  I  am  wrong  in  my  estimation  of  getting 
heating  units  out  of  gas,  I  stand  corrected.  But  I  want  to  say  that 
we  all  know  that  the  gas  range  would  only  give  about  75  per  cent 
of  the  heat,  which  is  obtained  from  the  gas  range  without  a  gas 
furnace.  We  would  have  100  per  cent  with  an  air  mixture. 
There  sliould  be  a  way  of  getting  a  gas  and  air  mixture 
in  a  gas  radi.itor  or  gas  heater.  Now  what  is  best  with  a 
range  is  best  with  any  other  heating  device.  I  feel  sure  that 
if  we  shut  ofl^  the  air  mixture  from  the  gas  range,  that  ihe  gas 
range  will  not  give  any  satisfaction  at  .all.  It  will  not  .get  the 
heat  units  out  of  it,  ,'is  it  will  wi'h  the  air  mixture.  1  would 
like   to    sec   a    trial    made    of   that. 

/..  P.  l.o-^'c:  I  am  not  the  Lowe  wdio  has  anything  to  do 
v;ilh  the  hciter  d'>wii  stairs,  but  in  the  absence  of  m\'  bro'her, 
1  will  dn  what  1  can  to  reply  to  Mr.  Lenkfcld,  In  the  first 
place,  it  should  be  definitely  understood,  by  everyone  in  the  gas 
business,  that  you  cannot  increase  the  heat  in  gas.  That  is 
physically  impossible.  If  a  cubic  foot  of  gas  contains  650  British 
tiicrmal  ■  units,  you  have  no  more,  no  less.  .Ml  you  can  do  is 
a|)ply  the  heat  difi^erently.  If  you  Inirn  that  gas  in  a  yellow 
fla.me.  as  we  do  when  we  use  it  for  lighting  purposes  in  an 
open  flame  burner,  you  get  just  as  much  heat  as  when  mixed 
with  air:  the  only  thing  accomplished  by  burning  it  with  a 
irixture  of  air  is  to  consume  it  in  a  smaller  space.  There  is  no 
gas  heater  in  the  world  better  than  any  other  heater,  .so  far  as 
the  actual  development  of  heat  is  concerned,  the  only  difi^erence 
btiiig  in  its  application.  TIic  principle  point  is  to  use  as  much 
as  possible  of  the  heat.  If  ynu  .-illow  all  the  products  of  com- 
bustion to  escape  in  a  mom,  without  taking  any  off  through  a 
flue,  you  will  get  every  unit  of  heat  in  the  gas,  provided  you 
consume  ;ill  that  ,gas,  no  matter  what  kind  may  be  the  heater. 
T'l-cause  of  the  presence  of  sulphur  compounds  it  is  not  well  lo 
allow  the  products  of  combustion  to  escape  in  ;i  room  in  any 
l.-.rge  quantity.  It  may  be  well  enough  to  heal  a  bath  room  in 
that  manner,  but  to  allow  the  products  of  combustion  lo  escape 
ill  .1  room  from  .i  Iieater  burning  40  or  .50  feet  of  g  is  per  hoin-, 
would  be  b.ad  practice.  The  sulphur  in  gas,  in  combination  with 
till  water,  due  to  combustion,  forms  sulphurous  acid,  which  is 
ruinous  to  fabrics,  pictures,  frames,  furniture,  and  other  articles. 
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It  is.  therefore,  necessary,  in  burning  gas  in  largo  quantities,  to 
allow  a  little  heat  to  escape  in  a  flue  in  such  a  manner  as  to 
create  a  draft  in  order  to  carry  off  the  products  of  combus- 
tion. A  heater  must  also  be  so  constructed  that  it  can  be  kept 
warm  throughout  while  in  operation.  If  it  is  not  so  kept,  the 
condensing  products  of  combustion  will  form  sulphurous  acid 
which  will  destroy  the  metal  of  the  heater:  therefore  the  crucial 
point  in  the  construction  of  any  heater  is  to  design  one  that  will 
extract  all  the  heat,  save  only  enough  escaping  in  the  flue  to  cre- 
ate a  draft  to  carry  away  the  products  of  combustion.  .-\  heater 
may  be  so  constructed  as  to  extract  all  the  heat  from  the  gas 
before  it  reaches  the  flue,  and  if  so  you  will  have  no  draft,  and 
such  a  heater  would  be  faulty,  though  you  might  create  an  artili- 
cial  draft,  as  they  do  in  England,  by  burning  a  jet  of  gas  in 
the  flue  and  .so  get  ii4st  enough  heat  to  carry  away  the  products 
of   combustion. 

Chemical  Control  of  Gas  Manufacture. 

Mr.  Junes:  Cientlcmcn — In  my  opinion  Mr.  Hall  has  pre 
senfed  as  good,  if  not  the  best  technical  paper,  that  has  ever 
been  presented  to  the  Pacific  Coast  Gas  Association.  It  is  full 
of  good  common  sense,  and  every  statement  he  has  made  in  it, 
is  backed  by  a  good  reason.  We  certainly  ought  to  extend  a 
vote  of  thanks  to  Mr.  Hall,  for  the  time  devoted  to  the  prepara- 
tion of  this  paper.  I  would  like  to  ask  Mr.  Hall  one  or  two 
questions.  In  the  washing  of  gas  with  oil,  you  mention  that 
you  heat  your  oil  to  a  temperature  of  130  degrees  Fahrenheit 
How  do  you  maintain  that  temperature? 

Mr.  llaU:  In  regard  to  keeping  the  oil  at  that  temperature, 
we  have  on  the  bottom  of  the  pump,  a  heating  chamber,  which 
is  furnished  with  steam  from  the  pump  itself,  so  that  the 
faster  the  pump  runs,  the  more  exhaust  steam  is  sent  into  the 
oil  supply. 

Mr.  Jones:  Between  the  vapor  tension  of  napthalene  vapor, 
and  the  vapor  of  the  more  stable  illuminants.  the  hot  oil  afl^eets 
one,  whereas  it  does  not  affect  the  other. 

Mr.  Hall:  We  didn't  go  into  the  difference  of  the  various 
hj'dro-carbons,  because  we  have  had  no  loss  of  candle-power. 

Mr.  Jones:  Have  you  determined  what  takes  place  if  the 
heat  of  the  oil  is  more  than  130  degrees  Fahrenheit?  How  do 
you   determine  the   desirable   temperature? 

Mr.  Hall:  We  have  found  that  that  temperature  is  the  one 
which  would  take  out  practically  the  least  amount  of  napth.ileue. 
and  yet  not  injure  the  candle-pow-er. 

Mr.  Wade:  In  regard  to  this  fire  brick  question,  which  has 
just  come  up,  T  might  say  that  I  have  analyzed  one  sample  of 
the  brick  made  in  Los  Angeles,  and  I  find  the  per  cent  of  iron  is 
considerably  less  than  mentioned  by  Mr.  Hall.  T  don't  remem- 
ber the  exact  analysis :  but  it  was  less  than  3  per  cent.  There 
is  one  point  about  oil  T  would  like  to  bring  out.  and  that  is  that 
gas  men  should  buy  oil  on  the  heat  unit  basis,  and  not  by  the 
gallon,  car  load  or  ton.  but  buy  it  by  so  many  heat  units.  You 
cannot  use  oil  that  is  too  heavy  on  account  of  physical  reasons 
and  not  chemical  reason. 

Mr.  I.owe:  As  a  matter  of  fact,  the  information  relative  to 
the  accurate  test  of  water  in  oil  is  not  nearly  of  so  much  com- 
mercial value  as  scientific,  by  reason  of  the  fact  that  the  oil 
companies  set  forth  in  their  contracts  the  method  we  shall  use 
in  determining  the  water.  If  we  use  more  accurate  method'; 
and  attempt  to  deduct  for  water  from  our  hills,  the  deduction^ 
will  not  he  allowed.  We  must  test  in  accordance  with  the  term- 
of  the  contract,  and  if  we  use  greater  refinements,  they  will 
charge  more  for  the  oil.  Therefore,  the  discussion  on  thi- 
point  is  of  greater  technical  value  than  commercial. 

.As  to  Mr.   Hall's  paper,  it   is  manifestlv   impossible  to   dis- 
cus? an  effort  of  its  excellence  in  a  convention  of  this  kind.     Tt 
IS  one  of  the  most  valuable  of  the  conlributinns   to   the   litera 
lure  of  this  .Association. 

Mr.  Lo7ve:  The  reason  that  this  paper  is  particularly  in- 
teresting to  me  at  this  time,  and  likewise  to  the  other  gas  com- 
panies making  and  delivering  it  in  the   City  of  Los   .\ngeles,  i<- 


because  of  the  enforced  conditions  under  which  the  city  gas 
inspector  is  compelled  to  make  his  tests.  Mr.  Schade,  as  I  un- 
derstand it,  is  making  a  daily  calometeric  test  of  the  gas  fur- 
nished by  the  three  companies,  and  from  that  calometeric  test 
he  determines  the  photometeric  value  of  the  gas  by  multiplying 
of  factor  of  three ;  that  is  to  say,  that  if  a  gas  coritains  6(X) 
D.t.u.  by  the  calometeric  test  he  assumes  that  gas  to  be  18  c.p. 
on  the  general  assumption  that  100  B.t.u.  represent  3  c.p.  of  gas. 
Mr.  Hall's  determination  shows  that  Mr.  Schade.  in  adopting  this 
method,  is  giving  those  of  us  delivering  gas  in  the  City  of  Los 
Angeles,  too  low  a  photometeric  value,  as  Mr.  Hall's  determi- 
irition  shows  that  a  gas  of  600  B.t.u.,  instead  of  having  18  c.p., 
would  be  really  about  19.  I  don't  know  whether  any  of  the 
rest  of  you  are  attempting  to  estimate  your  values  in  that 
manner,  hut  if  .so  I  especially  recommend  this  chart  for  your 
consideration. 

Mr.  .S'cliadc:  I  didn't  want  to  speak  on  this  subject,  gentle- 
men, because  I  have  taken  up  considerable  time  on  other  ques- 
tions, but  since  my  name  was  mentioned,  I  will  admit  that 
the  statement  is  correct.  I  am  a  hard  worked  man ;  I  have 
n^ore  work  than  I  really  can  dip.  because  I  do  a  great  deal 
of  work  that  does  not  belong  to  my  office  at  all.  but  I  am  work- 
ing for  the  benefit  of  all  the  people  of  the  City  of  Los  Angeles 
However.  I  will  say  that  I  have  to  minimize  my  work  as  much 
a:^  possible,  and  therefore  I  have  to  adopt  time  saving  methods. 
That  is  the  reason  why  I  use  the  factor  of  3  to  multiply  the  he.it 
units,  a  test  which  is  practically  correct.  I  don't  know  'wh.it 
others  use,  but  I  used  to  use  the  old  regular  candle  test,  but  have 
discarded  it  and  replaced  it  in  my  photometer,  with  Elliot's 
ktrosene  Lamp,  because  the  candle  test  was  unsatisfactory,  on 
account  of  the  fact  that  frequently  the  candle  would  burn  more 
rapidly  on  one  side  than  the  other,  almost  cutting  a  channel 
along  the  side  of  it.  destroying  the  accuracy  of  the  test  and 
naturally  the  candle  would  have  to  be  thrown  away  and  the 
work  done  over.  Besides  the  cost  which  is  twenty  cents  per 
c;ndlc.  amounting  to  $120  a  year,  is  much  greater  than  by  the 
use  of  Elliot's  photometer  lamp,  where  less  than  ten  gallons  of 
the  best  kerosene  will  do  the  work,  amounting  to  but  $3  per  year, 
ll  is  a  well  known  f.ict  that  32  heat  units  of  carburated'  water 
gas  will  carry  1  candle-power,  while  of  crude  oil  water  gas.  ,32 
luat  units  are  required  fo  carry  1  candle-power. 

Mr.  Jones:  T  have  known  a  calometeric  test  of  non-luminou* 
coal  gas  which  showed  750  B.t.u.  Natural  gases  have  from  650 
B  t.u.  to  over  1000  and  they  are  non-luminous;  therefore  I  ilcm't 
see  how  you  can  multiply  heat  units  by  a  factor  to  arrive  at 
the  candle-power  of  a   gas. 

Mr.  Schade:  He  is  absolutely  correct,  but  I  handle  gas 
manufactured  here,  and  it  holds  good  as  to  gas  manufactured 
ill  this  city  and  practically  on  the  Pacific  Coast. 

^fr.  Britton:  For  the  benefit  of  a  good  many  gas  men  who 
are  not  chemists.  T  would  like  to  ask  Mr.  Hall  to  give  an  explan- 
ation of  what  transformation  takes  place  by  oil  washing  in  the 
naphthalene  vapors  that  occur  in  the  gas.  prior  to  the  gas  wash- 
ing. 

Mr.  Hall:  We  need  a  high  compression  to  clean  them  of 
their  naphthalene  and  benzine  vapors,  that  is  throw  down  the 
benzine  and  naphthalene  substances  leaving  a  residium.  the  gas 
being  carried  forward  to  the  purifiers.  Gas  can  be  deprived  of 
it'  illuminating  power,  that  is  practically,  by  compression,  but 
it  can  be  restored  to  life  again  by  the  absorption  of  benzol  vapors. 

Mr.  Britton:  Have  you  a  theory  to  advance  on  the  question 
of  absorption  by  naphthalene  vapors  by  the  oil.  heated  at  a  tem- 
perature of  130  degrees;  that  is  taken  up  in  another  form,  from 
the  gases  passing  through  that  body  of  hot  oil? 

Mr.  Hall:  I  will  say  that  naphthalene  after  being  dissolved 
passes  more  into  the  solid.  The  transformation  of  naphthalene 
ill  vapor  docs  not  pass  throu.gh  liquid  form,  and  when  they 
ni-eive  it.  it  is  a  hydro-carbon  in  a  class  by  itself,  and  with  the 
'  thcr  hydro-carhiins,  the  vapor  tension  is  such  that  the  oil  at  (hat 
trmperature  will  not  carry  them  into  a  solution,  while  at  that 
temperature,  naphthalene  is  carried  into  a  solution. 
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THE  PROBLEM  OF  TECHNICAL  EDUCATION.' 

BY    I'.    PETROVSKY. 

From  the  contents  ot  the  paper  and  the  character  of  the 
tliscussion  it  would  seem  to  be  the  general  opinion  that  the 
present  system  of  technical  education  does  not  work  well, 
and  that  there  is  something  wrong  with  it.  These  conclusions 
lire  based  on  the  fact  that  many  college  graduates  do  not 
succeed  in  actual  engineering  work,  and  that  employers  are 
not  satisfied  with  the  work  of  college  graduates. 

I  leave  entirely  aside  the  subject  of  developing  the  char- 
acter, and  confine  myself  to  the  question  of  technical  educa- 
tion proper,  or  in  other  words,  the  supplying  to  graduates 
the  necessary  amount  of  knowledge.  A  thorough  mastery 
of  the  engineering  sciences  is  not  possible  to  everybody. 
The  young  man  desiring  to  devote  himself  to  the  engineer- 
ing profession  must  have  some  inborn  capacity.  At  the 
present  time  many  young  men  go  to  engineering  colleges 
solely  because  they  expect  thereby  to  receive  larger  salaries, 
but  some  of  them  have  no  ability  in  engineering,  and  since 
in  college  they  are  not  separated  from  the  more  able  men 
they  sooner  or  later  graduate,  and  after  graduation  as  a 
natural  sequence  start  in  actual  engineering  work,  with  the 
result  that  they  are  failures. 

The  man  with  an  inborn  technical  character  of  mind, 
whether  he  has  a  college  education  or  not,  will  love  his  work, 
not  because  it  pays,  but  because  in  technical  progress  he 
witnesses  the  display  of  human  genius  and  is  proud  to  himself 
take  an  active  part  in  the  development  of  new  methods.  No 
amount  of  education  can  develoi)  these  necessary  qualities 
In  a  man  who  is  not  born  with  them.  Therefore  the  admis- 
sion to  college  and  the  taking  of  courses  should  be  arranged 
in  such  a  manner  as  to  prevent  incapable  men  from  graduat- 
ing. 

There  prevails  an  opinion  amous  students  that  the  work 
of  the  engineering  colleges  is  difficult.  This  is  really  not 
the  case.  The  student  has  perhaps  to  spend  more  time  in  the 
laboratories,  in  working  out  problems,  writing  reports  and 
drawing  diagrams  than  the  students  in  the  general  courses, 
but  there  is  no  real  difficulty  in  the  work  of  the  engineering 
courses.  Anybody  can  fulfill  the  requirements  and  be  gradu- 
ated, provided  he  is  willing  to  sacrifice  enough  of  his  time. 

The  work  done  in  college  is  not  such  as  to  make  th'3 
students  think.  This  is  the  main  evil  of  the  system.  A  great 
deal  of  the  required  work  is  purely  mechanical  and  consists 
in  obtaining  a  result  by  the  use  of  ready-made  formulae.  Of 
course  engineering  graduates  should  know  how  to  use 
handbooks  and  formulae,  but  this  knowledge  is  only  a  little 
part  of  what  they  should  know.  The  methods  used  in  actual 
practice  are  often  different  from  those  taught  in  class,  and 
only  a  small  part  of  the  so-called  "practical"  knowledge 
obtained  in  college  can  be  applied  in  practical  life.  This, 
therefore,  can  not  be  the  main  aim  of  education.  Knowledge 
of  general  principles,  a  thorough  understanding  why  formulae 
are  as  they  are  and  not  different,  in  fact,  the  ti'ue  philosophy 
of  engineering,  all  these  are  needed  as  a  proper  preparation 
for  the  engineering  profession. 

Under  the  present  system,  if  a  student  meets  a  theor- 
etical difficulty  he  feels  that  it  is  not  necessary  for  him  to 
busy  himself  and  overcome  it.  He  knows  that  the  formulae 
is  given  and  he  knows  how  to  use  it,  and  he  believes  this  to 
be  sufficient,  but  one  might  .lust  as  well  explain  the  use  of 
many  formulae  to  an  intelligent  skilled  laborer,  expecting 
that  he  may  as  a  i-esult  become  an  engineer.  Since  the  pres- 
ent system  does  not  test  the  reasoning  power  of  the  students 
they  have  no  incentive  to  ]iut  stress  on  brain  work  and  to 
spend  their  time  in  thinking. 

All  this  means  that  the  work  of  our  eni^ineering  col- 
leges must  be  made  "really"  difficult.  The  work  done  by 
any  student  in  a  good  college  must  of  necessity  be  difficult. 


'  Communicated    Discussion 
and   W.   A.   Hillebrand. 


on    Paper   l>y   .S.    }',,   Clini'tcrs   ,Jr. 


I  would  suggest  three  principal  reforms  in  technical 
education. 

1.  Increase  the  entrance  requirements  in  mathematics 
and  establish  good,  strict  mathematical  courses  for  the  first 
three  years  residence  of  the  student.  Mathematics  is  the 
foundation  of  every  kind  of  engineering,  and  is  absolutely 
indispensable.  No  amount  of  mathematics  can  be  superfluous. 
Theory  of  functions  and  partial  differential  equations  are 
just  as  necessary  as  high  school  algebra.  A  careful  test  of 
mathematical  ability  should  be  made  during  the  first  year, 
and  all  who  fail  to  fulfill  the  requirements  should  be  advised 
to  drop  engineering  work  and  go  into  some  other  course  or 
college.  Of  course  this  means  an  increase  in  the  difficul- 
ties to  be  overcome  by  the  students,  but  this  is  as  it  should 
be,  because  mastery  of  the  engineering  sciences  cannot  be 
made  easy.  The  student  should  appreciate  beforehand  that 
the  task  is  difficult  and  the  goal  not  accessible  for  everybody. 

2.  The  present  system  of  early  specialization  must  be 
abolished. 

The  engineer  must  know  very  well  all  branches  of  engi- 
neering, and  he  must  know  some  one  perfectly.  This  per- 
fect knowledge  of  his  specialty  he  can  obtain  only  in  actual 
P'-actice.  The  college  does  not  propose  to  make  engineers, 
and  nobody  expects  new  graduates  to  be  engineers  at  once, 
but  the  college  must  prepare  the  graduate  for  the  possibility 
of  such  development.  Under  the  present  system  a  graduate 
in  civil  engineering  knows  nothing  about  electrical  engi- 
neering, and  a  graduate  in  mechanical  engineering  knows 
very  little  about  civil  engineering,  but  true  and  real  "eugi- 
neering"  is  more  universal  than  this,  and  progress  in  one 
line  of  engineering  is  possible  only  with  progress  in  all 
other  lines.  If  engineering  graduates  are  to  work  not  only 
for  the  salary  for  themselves  and  the  profit  of  their  em- 
ployers, but  are  also  to  work  for  the  progress  of  technical 
science,  they  must  be  broadly  educated  in  all  lines  of  engi- 
neering. Until  this  change  is  brought  about  America  will  lag 
behind  Europe  in  scientific  engineering. 

3.  Introduction  of  oral  examinations.  Under  the  pres- 
ent system  of  final  examinations  about  2.5  per  cent  of  the 
term  is  wasted,  and  these  final  examinations  add  nothing  to 
the  knowledge  of  the  students.  They  do  not  even  furnish 
a  reliable  test  of  their  scholarship.  In  place  of  these  final 
examinations  the  student  should  be  given  every  three  or 
four  weeks  oral  class  examinations. 

In  order  to  hit  a  bull's-eye  it  is  necessary  to  aim 
slightly  above  the  center  of  the  target,'  and  similarly  in 
order  to  acquire  the  proper  amount  of  knowledge  we  must 
strive  to  be  able  to  impart  our  knowledge  to  others.  At  the 
oral  examination  it  is  impossible  for  the  student  to  dodge 
some  difficult  theoretical  point.  He  must  overcome  it  in  his 
preparation,  because  he  knows  he  will  bj  summoned  to  the 
blackboard  to  explain  this  theoretical  point  to  the  class. 

The  probable  objection  to  the  reforms  above  Indicated 
which  may  be  urged  is  that  it  ia  impossible  to  increase 
the  amount  of  work  which  can  be  accomplished  by  the  stu- 
dents, but  in  reply  I  would  say  that  many  of  the  problems, 
reports  and  drawings  required  at  the  lu-esent  may  be  well 
omitted  without  any  loss  whatsoever.  'Work  at  home  should 
consist  primarily  of  reading  and  thinking.  A  limited  number 
of  i)roblems  individually  assigned  to  each  student  might  be 
given  during  the  term.  'With  such  conditions  of  instruction 
in  vogue  the  number  of  lecture  units  might  well  be  increased 
50  iier  cent,  which  system  is  practically  that  in  use  in  Euro- 
Iiean  technical  and  scientific  universities  at  the  present  time. 
The  introduction  of  such  changes  would  result  in  giving  the 
graduates  really  valuable  theoretical  preparation  for  their 
profession. 

It  is  quite  possible  that  such  a  system  will  .greatly  reduce 
the  number  of  engineerin,g  .graduates,  but  the  result  will  be 
better,  because  the  smaller  number  of  graduates  will  give 
a  much  larger  percentage  of  successful  engineers. 
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POWER  FACTOR  CORRECTION. 

BY    I,.    S.    OUEl.L. 

Ill  these  clays  a.c.  power  systems  are  l)ecoiuin,y 
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common,  and  the  attendant  ])rohlems  in  power  factor 
correction  so  well  understood,  that  to  those  familiar 
with  the  subject,  any  further  discussion  of  power  fac- 
tor correction  by  the  use  of  the  synchronous  motor 
nuist  seem  sui)erriuous.  However,  recent  installation- 
of  these  ])Ower  .systems  has  to  some  e.xtent  revived  in- 
terest in  an  old  subject,  as  is  manifested  by  the  m- 
quiries  received  by  manufacturers  of  c-lectrical  ap- 
|xiratus  regarding'  the  synchronous  motor,  its  adai>ta- 
iiilitv  to  the  correction  of  power  factor  on  systems  al- 
ready installed  and  the  size  and  design  of  the  motcr 
re(|uired. 

Whenever  jxnver  is  used  from  an  a.c.  line,  whetlur 
it  be  through  the  medium  of  synchronous  or  induction 
motors  or  bv  means  of  a  transformer,  as  is  the  ca-^e 
for  lighting  jnirposes,  it  is  always  found  that  the  read- 
ing of  the  wattmeter,  showing  the  power  used,  is 
less  than  the  i)rodnct  of  volts  and  amjjeres  on  the 
line.  The  percentage  that  the  former  is  of  the  latter 
is  the  power  factor.  The  energy  component  of  the 
l>o\ver  carried  by  a  Hue  is  the  volt  am])eres  x  power 
factor,  \\e.ha\e  also  to  consider  a  wattless  power 
component  disi)laced  go  degrees  in  i)hase  from  the 
energv  component,  so  that  P.F.'-)-\\'.F.'^i  where 
WM"".  is  the  factor,  by  which  we  multiply  the  vt)lt  ani- 
])eres  to  give  the  wattless  power  component,  in  a 
power  system  these  wattless  power  comiionents  are 
not  registered  on  the  customer's  meter,  nor  do  the\ 
directlv  necessitate  any  increase  in  i)ower  at  the  gen- 
erating station.  Howe\er.  a  low  power  factor  on  a 
>vstem  means  that  a  current  much  greater  than  that 
recpiired  for  real  power  consumption  is  being  carried, 
necessitating  greater  line  capacity,  larger  machines. 
etc.,  and  increasing  the  losses  due  to  inductance,  capac- 
ity losses,  friction,  etc.  On  a  light  load  these  losses 
may  become  very  large,  comjiared  with  the  load,  giving 
a  system  of  low  efficiency. 

Induction  motors,  when  working,  cause  a  lagging 
current.  Transformers  also  constitute  an  iu'Iuclne 
load,  and  create  a  lagging  wattless  component  .>f 
power,  but  when  used  in  connection  with  a  lamp  l-^  a.!, 
the  reduction  of  jjovver  factor  is  not  so  serious  Now 
ihe  wattless  component  of  a  synchronous  motor,  under 
certain  conditions,  leads  the  power  component,  so  it  is 
,'>t  once  evident  that  synchronous  and  induction  i;, "tor- 
might  be  worked  together  on  a  system  in  sucli  a  vva\' 
as  to  make  the  leading  and  lagging  effects  neutralize 
und  create  a  power  factor  of  practically  unit}-. 

Induction  motors  are  the  more  common  type  in 
r.se  for  general  purpose  work,  so  that  usually  a  syn- 
chronous motor,  when  ])ut  in.  is  employed  <:o  correct 
a  loss  power  factor  due  to  lagging  currents  caused  by 
the  former  type  of  motors.  Suppose  this  power  factor 
is  .8.  Experiment  shows  that  as  the  pcnver  factor  i* 
corrected  more  and  more  nearly  to  unity,  the  cajiacity 
of  the  synchronous  niotor  recpiired  to  make  a  furthe' 
change  becomes  relatively  nuich  greater  as,  for  exam 
])le.  if  a  motor  of  loo  k.v.a  capacity  were  required  ti  > 
correct  the  i)ower  factor  rnmi  .S  to  .1,15.  one  of  joo 
k.'.-.a.  capacity  would  proI)abl\    be  re(|iiired  to  bring  it 
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vi])  to  unitw  llence  it  is  not  consistent  with  ecoi^oiuy 
in  hrsl  cos,  to  install  a  motor  large  enough  to  cimu- 
pletely  correct  the  power  factor  of  a  system,  as  the 
last  few  per  cent  of  correction  are  dearly  paid  for  in 
the  increased  k.v.a.  capacity  reepiired  in  the  motor. 
The  better  practice  is  to  install  a  motor  large  enough 
to  bring  the  power  factor  to  .90  or  .95  when  the  system 
is  fully  loaded,  while  on  light  loads  the  capacity  of  the 
motor  \yiil  be  sufficient  to  raise  the  i)ower  factor  still 
higher,  and  perhajjs  comi)letely  correct  it. 

The  synchronous  motor  will  do  its  work  as  a  cor- 
rector of  the  jjower  factor  whether  cou])led  to  an  ex- 
terna! mechanical  load  or  not.  However,  it  is  advisable 
to  ]nit  it  on  such  an  external  load  if  possible.  Such  a 
load  will  lie  re])resented  in  the  motor  by  a  power  com- 
lM)nent  in  quadrature  with  the  current  used  for  power 
factor  correction.  gi\ing  a  resultant  load  not  much  in 
excess  of  the  correction  load  even  with  a  considerable 
mechanical  output,  h^ir  example,  in  one  case  it  was 
found  that  an  external  load, 'equal  to  50  per  cent  of  the 
correction  load,  could  be  carried  with  an  increase  in  the 
recpiired  k.wa.  capacity  of  the  motor  of  only  12  per 
cent. 

The  following  example  will  serve  to  further  illus- 
trate the  circumstances  under  which  a  synchronous 
motor  may  be  installed.  Su])i)ose  induction  motors  are 
now  carrying  a  load  of  800  kw..  with  a  ])ower  factor 
of  .8.  It  is  desired  to  determine  the  cajjacity  of  a 
motor  of  the  former  type  which  wdll  correct  the  i)ower 
factor  to  .95  and  carry  a  load  of  200  kw. 

Wattless  current  due  to  induction  motor  load  at  .8 
power  factor.  \/i — .8' X'A^X 800=600  k.v.a. 

Total  wattless  current  due  to  load  of  i.ooo  kw.  at 
.95  ])ower  factor  =\/i — .95'X'/-»''X  1.000=336  k.v.a. 

Hence  the  synchronous  motor  must  furish  the  dif- 
ference between  these  two  results,  the  former  being  the 
initial  lagging  comp(inent  and  the  latter  the  lagging 
component  after  correction.  Combining  this  difference 
of  264  k.v.a.  with  the  maehanical  load  of  200  k.v.a.  in 
quadrature  we  ha\  e  : 

\/264"+20o'=332  k.wa.^total  capacity  of  the  syn- 
chronous motor. 

Then  the  power  factor  at  which  the  synchronous 

200 
motor  will  operate  as =  .6  approximately. 

Hence  in  above  case  a  synchronous  motor  of  }^}^1 
k.\-.a.  capacity  must  be  installed,  and  the  excitation  so 
controlled  that  it  will  operate  under  a  power  factor 
of  .6. 

The  reason  for  this  adjustment  of  excitation  is  as 
f.)llows:  Such  a  motor  when  operating  under  any  par- 
ticular imjiressed  voltage,  sustains  a  constant  magnetic 
flux,  no  matter  what  the  exciting  current  may  be.  A 
lagging  or  leading  induced  armature  current  is  set  up. 
this  induced  current  being  such  as,  wdien  combine.l 
with  the  field  excitation,  will  give  a  constant  magne- 
tizing force.  When  the  fields  are  over  excited  a  leading 
current  will  flow  in  the  armature,  and  hence  a  .syn- 
chronous motor  must  always  be  over  excited  when  used 
to  correct  a  ]iowcr  factor  which  is  held  down  1)>-  lag- 
ging currents.  When  operating  a  synchronous  motor, 
a;-  explained  above,  an  increase  in  the  field  excitation 
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\\ill  incrca>e  the  Icadiiii,'-  current  it  will  draw  from  the 
line,  while  decreasing  the  field  excitation  will  decrease 
this  leading  current  until  when  this  leading  current 
falls  to  zero  the  motor  is  operating  under  unity  power 
factor.  A  further  decrease  in  excitation  would  cause 
the  machine  to  draw  a  lagging  current  from  the  line, 
so  that  if  necessary  a  synchronous  motor  could  be  used 
to  correct  power  factors  for  either  leading  or  lagging 
currents. 

Certain  important  characteristics  efifect  the  suita- 
l.'ility  of  a  nVotor  for.  this  class  of  work.  .\n\-  a.c.  gen- 
erator would  operate  as  a  synchronous  motor,  but  used 
for  correction  of  power  factors  held  down  by  lagging 
currents,  might  not  be  satisfactory.  These  machines 
are  over  excited,  and  the  excitation  increases  directly  as 
the  current,  while  the  heating  effects  in  the  field  coils 
ii'.crease  as  the  scpiare  of  the  current.  Hence  machines 
of  low  frequency  where  the  number  of  poles  is  sniail 
and  which  often  give  troul)le  \>y  heating  when  used  as 
generators,  will  ncH  do.  owing  to  the  high  temperature 
in  the  fields.  A  machine  with  a  small  air  gap  decreases 
the  amount  of  excitation  necessary.  Also  the  weaker 
the  armature,  or  in  other  words,  the  fewer  the  coils  in 
ii.  anil  the  lower  the  resistance  of  those  coils,  tin- 
greater  will  be  the  induced  leading  current  for  the 
same  increase  in  field  excitation.  Hence  the  character- 
istics of  a  good  machine  for  ])ovver  factor  correction  arc 
a  large  number  of  low  resistance  fields,  a  small  air  gap 
and  a  weak  armature.  ,^uch  a  machine,  however,  is  ufit 
likely  to  be  satisfactory  as  a  generator. 

Througliout  the  country  there  are  a  great  many 
induction  motors  operating  on  j)Ower  factors  of  from  .5 
to  .7.  and  in  many  cases  power  consumers  are  being 
jienalized  bv  the  companies,  who  insist  on  a  power  fac- 
tor of  .()  to  secure  the  lowest  rates.  The  synchronous 
motor  offers  a  means  of  correction  of  this  difficulty, 
in  many  cases.  howe\-er.  the  saving  will  not  justify  tiie 
expense  entailed,  especially  where  there  is  the  emnlov- 
ment  of  skilled  labor  to  be  reckoned  on  along  with  the 
installation.  In  other  cases,  where  the  load  is  taken  off 
at  only  a  short  distance  from  the  generator,  the  initial 
expense  is  again  prohiI)itive.  as  the  increased  genera- 
tor capacity  is  the  only  saving  eft'ected.  However,  on 
long  transmission  lines  where  a  low  power  factor  neces- 
sitates increased  capacity  of  generators,  step  uv  and 
step  down  transformers  and  all  other  apparatus  in  the 
system  there  is  no  question  as  to  the  advisability  of 
using  some  means  to  balance  up  the  lagging  and  lead- 
ing currents  and  hold  the  power  factor  as  near  unity 
as  possible. 


from  I.eopokhille  to  Matadi.  A  first  class  electric 
railway  should  change  these  conditions  for  the  better 
and  facilitate  the  development  of  the  vast  territory  for 
which  the  Kongo  Ri\er  and  this  railway  are  the  natural 

outlet. 


ELECTRIFICATION     OF     KONGO     RAILWAY. 

A  stuth-  is  being  made  of  conditions  on  the  Kongo 
Kiver  between  Matadi  and  Leopoldville  for  obtaining 
power  to  electrify  the  railway  between  the  two  places 
onerated  by  the  Compagnic  du  Chemin  de  Per  du 
Kongo,  whose  headquarters  are  at  jR  Rue  de  Xamur, 
P.russels.  P)elgi-um.  This  railway  is  the  connec'ing  link 
f-etween  the  Upjier  and  Lower  Kongo,  and  is  about 
2;o  miles  in  length.  The  river  has  numerous  rapids 
and  falls  between  the  two  places,  from  which  it  is  ex- 
pected to  obtain  the  necessary  power.  Prcight  and  pas- 
senger rates  are  at  present  high,  accommodations  in- 
ade(|uate,  and  two  days  are  retpiired  to  make  the  tri]) 


WATER  POWER  IN  BRITISH  COLUMBIA. 

Consul  Prank  C.  Denison  of  I-'ernie  reports  that 
the  first  plant  for  the  generation  of  electrical  power  by 
water  in  his  district  has  been  successfully  inaugurated 
])}■  the  iiull  River  Electric  I^ovver  Company  at  the  Pull 
Kiver  Falls,  13  miles  due  west  of  Fernie.  At  this  point 
a  fall  of  2/^  feet  has  been  obtained  by  the  construction 
of  a  Hume  yooo  feet  long,  which  takes  water  from  the 
ri\er  above  the  falls  and  returns  it  Ijelow.  A  head  of 
2/^  feet  with  a  flow  of  462  cubic  feet  of  water  per  sec- 
ond is  available.  The  flume,  constructed  of  wood  and 
Iniilt  upon  a  rock  foundation,  is  30  feet  wide  bv  73/ 
feet  deep  at  the  intake.  The  width  is  reduced  to  16 
feet  within  the  first  thousand  feet,  this  width  being 
kept  to  the  end  of  the  flume.  The  estimated  horse- 
power that  can  be  utilized  is  12.600.  The  company  is 
now  pre]iaring  to  install  the  ])enstock.  which  is  to  be  of 
steel.  ()  feet  in  diameter,  and  will  rest  upon  bedrock 
the  whole  length,  at  an  angle  of  30  degrees.  The  foot 
of  the  stock  will  rest  upon  a  natural  bedrock,  and  a 
T-shaped  cross  pipe  will  be  placed  at  the  end  of  the 
stock  in  which  the  wheels  will  be  j^laced  ;  three  wheels 
of  4200  horsejjower  each  will  be  utilized  as  the  demand 
for  power  develops.  The  company  expects  to  sell 
])ower  to  the  city  of  F'ernie  on  the  east  and  Cranbrook 
to  the  west,  and  to  many  of  the  mining  plants  within 
the  territory  to  be  reached  from  its  central  position. 
Within  a  radius  of  30  miles  there  are  now  in  operation 
steam  plants  with  an  aggregate  of  23.650  horsepower. 
Some  of  this  power  is  used  by  sawmills,  which  will 
continue  to  employ  steam  on  account  of  the  cheapness 
of  the  mill  waste  used  as  fuel,  but  it  is  expected  that 
many  mining  and  smelting  plants  within  reach  of  this 
new  ])Iant  will  discard  steam  for-  electrical  power. 
Cranbrook  is  only  17  miles  due  west  of  the  plant  and 
Fernie  13  miles  east.  The  company  expects  to  deliver 
power  to  the  mines  at  AFoyie  at  a  rate  that  will  jiay. 
and  as  far  east  as  Frank,  .\lberta.  ^\'ithin  this  radius 
there  is  available  undeveloped  water  power  to  the  ex- 
tent of  30.000  horsepower,  the  greatest  single  power 
lieing  at  Elko,  on  the  Elk  Rix'er.  20  miles  south  of 
Fernie.  This  estimate  does  'not  include  the  possible 
power  to  be  developed  by  damming  the  ditferent  moun- 
tain streams  i?i  their  courses,  but  is  confined  to  the 
power  available  at  the  various  natural  falls  along  the 
courses  of  the  larger  streams.  By  the  exjienditure  of 
capital  the  quantity  could  be  easily  iloubled. 


Examination  for  Assistant  Physicist,  lUireau  c>f 
Standards,  is  announced  by  the  I'nited  States  Civil 
.Seryice  Commission  on  February  8.  191 1.  to  fill  vacan- 
cies as  they  may  occur  in  the  positions  of  laboratory 
assistant  (in  physics")  and  assistant  physicist  in  the 
P>ureau  of  Standards.  Department  of  Commerce  and 
I  ;dior.  at  salaries  \ar\ing  from  $000  to  $1200  per  an- 
i.um  for  laboratory  assistant  and  from  .$1400  to  SiSoo 
per  annum  for  assistant  physicist. 


\ 
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Takini;  slock  of  ihe  Pacific  Coast  electrical  inarki'i. 
for  icjio  we  find  thai  supply  and  demand  lia\e  kept 
close  pace  and  that  both  have  ex- 
lierienced  a  liealtliy  increase.  Many 
iKw  electric  power  ])lants  have 
heeii  l)roii,i;ht  into  service  and  main' 
new  consumers  ha\e  been  put  on  tlic  lines.  Increased 
current  consumption  has  induced  added  purchases  of 
supplies  and  e(|uii)inent,  so  that  tlie  dealer  and  the  con- 
tractor has  lieen  as  prosperous  as  the  current  seller. 
Present  indications  point  to  e\en  better  conditions 
(hiring  the  year  to  come,  for  electricity  is  daily  1)ecom- 
mg  more  generally  used. 

More  noteworthy  than  mere  increase  in  consuni])- 
tioii  is  the  greater  miscellanity  of  uses  to  which  elec- 
tric energy  is  being  successfully  a])plied.  esiiecially  in. 
lessening  labor  for  the  Western  farmer  and  miner.  Ily 
iiieans  of  electrical  irrigation  thousands  of  acres  of  hith- 
erto arid  lands,  particularly  in  the  Northwest,  have 
lieen  brought  under  cultivation  and  the  farmers  fur- 
nished with  chca])  ])ower.  Electrical  mine  e(|uipment 
has  reduced  the  cost  of  operations  so  that  it  is  now 
])ossible  to  work  ores  of  lower  grade  than  were  formerly 
l)rofitable;  this  also  with  much  less  danger  to  life. 
Electric  pumping  of  oil  was  first  em])loved  in  Califor- 
nia this  year  and  should  greatly  augment  the  ])resent 
annual  iirodtiction  of  eighty  million  barrels.  In  nietal- 
Inrgica!  work  the  Cottrell  process  for  the  electrical 
precipitation  of  smelter  fumes  has  reanimated  the  r)ld 
industry  of  copper  mining,  while  the  electric  smelting 
of  iron  ore  has  established  a  new  and  needed  one.  With 
cheap  oil  fuel  and  cheaper  as  well  as  better  iron,  the 
Pacific  Coast  liids  fair  to  l)ecome  a  manufacturing  cen- 
ter as  well  as  a  producer  of  raw  material. 

Of  the  new  energv  sources,  the  largest  is  the  13.000 
kilovolt-ampere  steam  turbo-generator  of  the  City 
Electric  Company  of  San  I'rancisco.  Of  the  numerous 
new  incorporations,  those  represented  by  H.  M. 
P.yllesby  &  Company  of  Chicago,  the  Pacific  Light  and 
Power  Company  in  the  Northwest  and  the  \\'estern 
States  Gas  and  Electric  L'onipaiiy  in  California,  are  the 
largest.  Power  is  now  being  transmitted  at  one  luiii- 
(.red  thousand  volts  over  fi\e  Western  transmission 
lines.  This  year  also  marked  the  first  Pacific  Coast 
cational  meeting  d  the  .\inerican  Institute  of  Elec- 
trical Engineers  and  the  formation  of  a  local  branch  id 
the  American  Society  of  .Mechanical  Engineers.  The 
first  electric  shows  to  be  held  in  the  West  were  those 
al  San  Francisco  and  Dctuer.  The  rapid  adfjption  of 
Ihe  electric  vehicle  and  of  the  new  tyjies  of  electric 
lights  has  been  cliaraclcrislic  throu.ghout  the  coast, 
lliotigli  mil  conlineil  to  this  section  as  are  most  of  the 
big  things  already  mentioned  in  this  brief  catalogue  of 
Western  achievements. 
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PERSONALS. 

C.  L.  Cory  .spenl  the  past  week  at  Los  Angeles  on  engi- 
neering business. 

W.  .1.  Marland  is  with  the  United  Liglit  it  Power  Company 
as  contracting  agent. 

F.  M.  Ray,  of  Foucar,  Ray  &  Simon,  Inc.,  has  gone  to 
New  York  City  on  business. 

.1.  G.  De  Remer,  assistant  general  manager  of  the  United 
Light  &  Power  Company,  is  at  Los  Angeles. 

H.  F.  Keyes,  manager  of  the  Sacramento  Natural  Gas 
Company,  was  a  San  Francisco  visitor  last  week. 

W.  H.  P.  Hill,  manager  of  the  Monterey  County  Electric 
Gas  &  Electric  Company  was  at  San  Francisco  last  Monday. 

H.  F.  .Jackson,  manager  of  the  Sierra  &  San  Francisco 
Power  Company,  returned  home  from  a  trip  to  New  York 
last  week. 

H.  E.  Merrithew,  of  the  office  organization  of  the  Fort 
Wayne  Electric  Works,  is  paying  a  visit  to  the  firm's  San 
Francisco  branch  office. 

D.  C.  Henny.  construction  engineer  U.  S.  reclamatidii 
service,  has  opened  an  office  as  consulting  hydrau'ic  engineei' 
in  the  Spaulding  building.  Portland,  Ore. 

15.  C.  Carroll,  general  agent  of  I  he  Pacific  Telephone  it 
Telegraph  Company,  returned  to  his  San  Francisco  office  last 
Tuesday  after  making  a  tour  of  the  Pacific  .Northwest. 

E.  V.  n.  .Johnson,  general  manager  of  the  Northern  Cali- 
fornia Power  Company,  returned  to  his  headquarters  at 
Redding  last  Tuesday,  after  spending  Christmas  at  San  Fraii- 
cisco.  ' 

W.  W.  Hanscom,  consulting  electrical  engineer.  San  Fran 
Cisco,  has  completed  his  work  on  the  electrical  installation 
for  the  Columbia  Steel  Company  and  is  now  working  on  the 
equipment  of  the  new  Examiner  building. 

Henry  T.  Scott,  president  of  the  Pacific  Telephone  & 
Telegra|)h  Company,  returned  to  San  Francisco  last  week  from 
Washington.  D.  C,  where  he  spent  some  time  "boosting"  for 
the  Panama-Pacific  International  Exijosition  of  19I.'i. 

L.  S.  Adams,  naval  constructor,  with  the  IT.  S.  Navy, 
passed  through  San  Francisco,  en  route  from  the  navy  yard 
at  Cavite.  P.  I.,  to  Schenectady,  N.  Y..  where  he  will  inspect 
work  done  for  the  navy  by  the  General  Electric  Company. 

C.  E,  Groesbeck,  second  vice-president  of  H.  M.  Byllesbv 
&  Co.,  of  Chicago,  sailed  last  week  for  .Japan.  He  will  .«pend 
several  months  in  foreign  travel  by  way  of  recreation,  after 
the  strain  of  closing  numerous  deals  for  the  purchase  uf 
electric  power  plants  during  the  past  year. 

H.  A.  Lardner,  manager  of  I.  G.  White  &  Co.'s  Pacific 
Coast  branch,  returned  to  San  Francisco  last  Thursday  afte- 
inspecting  the  Pacific  Light  &  Power  Company's  new  electric 
power  j)lant  at  Redondo.  The  large  steam  turbines  and  other 
apparatus,  which  have  been  in  successful  operation  for  tho 
past  two  weeks,  were  installed  by  his  company. 

Paul  Shoup,  vice-president  of  the  Pacific  Electric  Railway 
Company  and  assistant  general  manager  in  charge  of  electric 
lines  of  the  Southern  Pacific  Company,  now  makes  his  head- 
(p.iarters  at  I>os  Angeles.  E.  E.  Calvin,  general  manager  of  th»> 
Southern  Pacific,  spent  the  past  week  at  Los  An.geles  advising 
with  Paul  Shoup  regarding  the  reorganization  of  the  adminis- 
trative and  office  force  of  the  department  of  electric  trans- 
jjortation. 

.\.  C.  Sands  of  Tacoina,  Wash.,  aged  CO  years,  died  in 
Seattle  last  week  of  a  nervous  breakdown  which  had  extended 
over  a  period  of  two  years.  He  came  to  Tacoma  in  18S4  and 
entered  the  service  of  the  Sunset  Telephone  Company  as  local 


manager,  rising  to  the  position  of  district  manager  for  West- 
ern Washington.  He  had  charge  of  the  construction  of  the 
telephone  lines  of  the  company  in  Alaska  in  1898.  Failing 
health  compelled  his  retirement  last  April.  He  is  survived  by 
a  widow  and  two  brothers. 


TRADE   NOTES. 

The  Standard  American  Dredging  Comiiany  of  San  F'ran- 
cisco  has  just  ordered  a  700  h.p.  alternating  current  induction 
motor  from  the  Westinghouse  Electric  &  Manufacturing  Com- 
pany. 

At  the  San  Francisco  factory  of  the  Pelton  Water  Wheel 
Company,  three  4000-h.p.,  600-r.p.m.,  Pelton-Francis  turbines 
which  are  to  be  operated  under  420  ft.  head  by  the  American 
Smelting  &  Refining  Company  are  rapidly  nearing  completion 
and  will  be  shipped  in  the  near  future  to  Chile.  Several  of 
the  manufacturing  company's  staff  are  now  on  the  ground 
preparing  to  install  the  steel  pipe  line  that  is  also  to  be 
furnished  by  this  company. 

On  and  after  January  1st,  the  sales  offices  of  the  Pelton 
Water  Wheel  Company  of  San  Francisco,  which  were  formerly 
in  the  Monadnock  building,  will  be  consolidated  with  the 
factory  offices  at  Nineteenth  and  Harrison  streets.  The 
change  is  made  in  order  to  facilitate  the  turning  out  of  work 
by  preventing  the  loss  of  time  caused  by  the  separation  of  the 
departments.  As  the  drafting  rooms,  and  the  accountants' 
and  sales  offices  are  now  under  one  roof,  it  is  expected  that 
business  will  be  carried  on  more  expeditiously  throughout. 

The  Technical  Department  of  the  Humboldt  Evening 
School  will  open  for  the  spring  term  on  Tuesday,  January  3, 
1911.  Classes  will  continue  instruction  and  be  open  for  new 
students  at  that  time  in  architectural  and  mechanical  draw- 
ing and  the  necessary  mathematics  also  in  theoretical  survey- 
ing, mechanics,  physics,  chemistry  and  steel  square.  The 
work  of  this  school  is  especially  designed  for  young  men 
engaged  in  industrial  branches  of  the  building  and  iron 
trades.  A  special  class  in  structural  engineering  has  recently 
been  started  for  architectural  and  engineering  draftsmen  and 
aiprentices  as  well  as  those  engaged  in  outside  steel,  wood 
and  concrete  construction.  Lectures  on  technical  subjects  by 
leading  professional  men  engaged  in  various  specialties  will 
be  given  during  the  school  year  to  which  the  public  are  in- 
vited. 


NEW    CATALOGUES. 

"Heat  as  the  Family  Doctor"  is  the  title  of  an  interesting 
pamphlet  from  H.  W.  Johns-Manville  Company  telling  of  the 
curative  powers  of  the  J-M  Electrotherm 


ERRATA. 

In  the  article  "Starting  Induction  Motors"  in  our  issue  of 
Dec.  24,  1910,  an  unfortunate  transposition  of  type  obscures 
the  author's  meaning  in  the  last  column  of  page  .551.  Lines  Vi- 
19  should  be  inserted  before  the  last  three  lines  of  next  to 
the  last  paragraph. 


JOVIAN  DINNER  AND  REJUVENATION  IN  CHICAGO. 
A  Rejuvenation  of  the  Sons  of  Jove  will  be  held  in  Chi- 
c 'go  on  the  evening  of  Friday,  .January  20.  1911.  This  reju- 
venation will  form  a  i)art  of  one  of  the  special  days  at  the 
!"lectrical  Show,  which  will  be  held  in  Chicago  from  Janu- 
n  y  i  to  21.  Active  committees  on  membership,  dinner  and 
liililicity  have  been  organized,  and  the  work  is  being  partici- 
liated  in  by  the  most  influential  and  energetic  men  of  the 
electrical  fratprnlly  of  Chicago.  It  is  proposed  to  initiate  a 
large  class  of  candidates  aiul  the  beautiful  ritual  of  the  Sons 
oi  love  will  be  carried  through  in  a  most  im|)ressive  manner, 
following  the  initiation  there  will  be  a  Jovian  dinner. 
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979,069.  Draft-Regulator,  Frauk  M.  Healh,  Portland,  Or- 
egon. In  a  draft  regulator,  the  combination  of  two  dampers 
co-operating  with  the  same  flue  or  passage,  one  being  mov- 
able toward  and  from  the  other  to  vary  the  size  of  the  draft 


passage,  automatic  heat-operated  means  for  causing  move- 
pient  of  one  of  said  dampers  to  a  predetermined  position  with 
reference  to  the  flue  or  passage,  and  a  device  actuated  by 
said  heat-operated  means  adapted  for  controlling  the  move- 
ments of  the  other  damper  subsequently. 

979,050.  Electric  Switch.  .lohn  A.  Ward.  Spokane,  Wash. 
The  combination  with  a  base  member,  of  terminal  members 
carried  thereon,  parallel  switch  blades  pivoted  thereon,  ter- 
minal members  spaced  from  the  first  named  members  and 
adapted  to  receive  said  blades  therein,  an  insulating  grip  bar 
carried  upon  the  free  ends  of  said  switch  blades,  said  bar 
having  a  central  teceijsed  enlargement  adapted  for  manual 
engagement  to  operate  the  switch,  an  insulating  cover  mem- 
ber engaged  over  said  base  member  and  covering  said  first 
named  terminal  members  and  having  parallel  narrow  slots 
therein  adaiited  to  allow  close  movement  of  the  switch  blades 
therein,  and  stopping  adjacent  said  cross  bar,  a  second  cover 
.  member  disposed   oppositely   of  the   cross   bar,   each   of  said 
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cover  nieinhers  having  extensions  meeting  at  tlie  opposite 
ends  of  said  cross  liar  and  having  opposed  finger  receiving 
recesses  therein  on  opposite  sides  of  the  cross  bar  and  stop- 
ping short  of  the  second  named  terminal  members,  said  cover 
r:embe'-s  projecting  outwardly  a  sjiaced  distance  beyond  the 
oiiter  ends  of  said  s-econd  named  terminal  members,  anil 
beyond  the  central  extension  of  said  cross  bar  to  prevent 
casual  engagement  and  operation  of  the  switch,  and  to  pre 
vent  contact  of  parts  of  tiie  person  with  the  conducting  i)or- 
lious  of  the  switch  when  closed. 

13,184  (re-issue).  Meter.  Robert  Lee  UicUnian,  Van 
couver.  Hrilisli  Columl)ia,  Canada,  assignor  of  oue-lialf  to 
Samuel  Kenrick  (Uiampion,  Vancouver,  British  Cohinibia, 
Canada.  In  a  meter,  in  combination,  a  base,  a  diiven  mem- 
ber supported  thereliy,  registering  means  mouiiicd  upon  said 
base,  an  intermediate  mechanism  for  transmitting  motion  from 
said  <lriven  member  to  said  registering  means,  said  mechaii 


ism  comprising  a  member  adapted  to  be  removed  and  to  be 
replaced  by  a  member  of  a  different  size,  and  means  for  vary- 
ing the  position  of  said  registering  means  with  resi)ect  to 
said  base,  whereby  to  compensate  for  the  difference  in  diam- 
eter of  said  inserted  gear  with  respect  to  the  replaced  gear. 

978,882.  Circuit-Breaker.  Ford  W.  Harris,  Wilkinsburg, 
I'a.,  assignor  to  Westinghouse  Electric  &  Manufacturing  Com- 
pany. A  circuit  interrupter  comprising  an  insulating  slab 
or  plate  having  an  aperture,  stationary  contact  members 
secured  to  one  surface  of  the  plate  at  opposite  sides  of  the 
aperture,     movable     bridging     contact     members,     operating 


means  on  the  ojtposite  side  of  the  plate  from  the  contact  mem- 
bers, connecting  links  extending  through  the  aperture  in  the 
|)late  for  establishing  an  operative  connection  between  the 
movable  contact  members  and  the  operating  means,  and  a 
tension  spring  for  assisting  the  initial  action  and  for  oppos- 
ing the  final  action  of  the  operating  means  in  closing  the 
circuit  breaker. 

978.930.  Flush  Curling-iron  Heater.  James  I.  Ayer,  Cam- 
bridge, and  Horace  1!.  Ualc,  Natick.  Mass.,  assignors  to  Sim- 
plex Electric  Heating  Company.  A  curling  iron  heater,  com- 
prising a  face  plate  adapted  to  occupy  a  position  flush  with 
the  face  of  the  wall,  a  wall  box  inclosing  the  operative  parts  of 
said  heater  adapted  to  be  set  permanently  into  the  wall  behind 


said  face  plate,  said  face  plate  having  an  opening  for  the  in- 
sertion of  a  cm-ling  iron,  a  tubular  electric  heater  supported 
behind  said  face  plate  within  said  wall  box  for  receiving  said 
ciirling  iron,  a  switch  also  within  said  box  for  controlling 
the  current  supply  (o  said  heater,  and  a  movable  g.ite  be- 
hind said  face  [ilale  for  UDrnially  closing  the  opening  iu  the 
face  plate. 
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STARTING  DEVICE  FOR  POLYPHASE  INDUCTION 
MOTORS. 
The  type  of  motor  most  widely  used  lor  a  great  variety 
of  industrial  purposes,  namely,  the  squirrel-cage  type,  has 
one  very  undesirable  feature— it  requires  a  heavy  starting 
current.  It  is  thus  essential  that  the  question  of  the  starting 
device  be  given  careful  consideration.  Such  a  device  is  in- 
stalled for  the  pur|)osc  of  restricting  the  starting  current 
to  such  value  that  it   will  not   cause  undue  fiuctiialion  of  the 


I'iK.    1. 


l''ront    View. 


line  voltage,  or  surging,  and  also  to  accelerate  the  motor 
evenly  from  start  to  full  running  speed.  A  simple,  efficient, 
and  reliable  starting  device  for  alternating-current  motors 
IS  shown  herewith.  Fig.  1  and  2  show  the  general  a])pear- 
ance  of  an  Allen-Bradley  three-phase  compensated  starting 
switch.  This  starter  consists  essentially  of  a  three-po!e 
knife  switch  and  an  Allen-Bradley  compressible  resistor  con- 
nected in  shunt  across  the  gap  of  the  switch  in  each  phase, 
together  with  suitable  mechanism  for  comi)ressing  these 
resistors  and  decreasing  their  resistance. 

The  resistors  used  in  this  'starter  consist  of  a  column 
of  specially  prepared  graphite  discs  enclosed  in  an  insu- 
lated steel  tube,  the  resistance  being  varied  by  varying  the 
compression  on  the  column  of  discs,,  maxinumi  resistance 
being  obtained  with  minimum  pressure  and  miuiiniuu  resist- 
ance with  maximum  pressure. 

Fig.  1  shows  the  front  view  of  the  motor  starter  with 
the  lever  up  or  in  the  running  position.  The  side  elevation. 
Fig.  2,  shows  the  general  arrangement  of  the  resistors  which 
are  placed  at  the  rear  of  the  slate  panel,  the  perforated  metal 
casing  being  removed. 

The  starting  operation  is  as  follows:  The  lever  is 
brought  up  from  the  "off"  position  to  a  horizontal  position, 
raising  the  resistor  by  means  of  the  eccentric  and  closing  the 
circuit  through  maximum  resistance,  which  in  standard  prac- 
tice with  tliis  apparatus  allows  about  50  per  cent  of  the  nor- 
mal running  current  to  flow.  A  continued  movement  of  the 
switch  handle  compresses  the  discs,  cutting  out  the  resist- 
ance gradually  until  the  motor  comes  uj)  to  speed,  after 
which  the  lever  is  thrown  to  the  full  "on"  position,  the  re- 
sistors being  short-circuited  by  the  switch  blades  and  clips 
at  a  drop  in  potential  of  not  over  TO  per  cent  of  the  full 
voltage.    In  stopjiing  the  motor,  the  lever  is  pulled  back  to  the 


•■off  position,  as  with  any  other  switch,  the  construction  of 
the  mechanism  being  such  that  the  lever  will  remain  only 
in  the  full  sijeed  position,  or  at  the  "off"  position.  The 
circuit  being  made  and  broken  within  the  resistance  container, 
the  air  is  excluded  and  any  tendency  to  arcing  reduced  to  a 
minimum. 

These  starters  have  been  subjected  to  numerous  tests, 
and  under  the  most  severe  operating  conditions  have  shown 
exceptional   results. 


Fig-. 


Si<J<'    \'iew. 


In  comparative  tests  made  wilb  a  compensated  starting 
switch  and  auto-starter,  operating  a  10  h.p.,  440-volt,  three- 
phase,  squirrel-cage  induction  motor,  the  following  results 
were  noted:  The  motor  was  started  under  a  moderate  load 
ot  line  shafting  and  with  a  small  blower  and  pump  belted 
d'.rectly  to  the  shafting.  With  the  auto-starter,  the  motor 
ioqiiired  about  (!0  amp.  per  leg  to  start,  the  voltage  impressed 
on  the  motor  terminals  being  about  200,  the  line  voltage 
dropping  from  410  to  37.5.  With  the  Allen-Hradley  starter 
the  motor  was  accelerated  much  more  evenly  and  with  less 
slippage  of  belts,  requiring  from  25  amp.  to  40  amp.  per  leg, 
cepending  on  the  time  taken  in  bringing  the  motor  to  full 
speed,  17.5  volts  impressed  on  the  motor  terminals,  the  line 
voltage  dropidng  from   410  to  395. 

The  advantages  claimed  for  this  form  of  starting  device 
lor  induction  motors  are  as  follows:  Low  starting  current; 
elimination  of  line  disturbance;  more  even  and  gradual  ac- 
celeration of  motor;  light  weight;  no  interruption  of  the 
ciicuit  during  starting  period,  and  simplicity  of  construc- 
tion. All  parts  on  the  face  of  the  panel  are  made  of  copper 
in  accordance  with  standard  switch  practice.  Extra  termi- 
nals are  provided  for  starting  fuses,  these  terminals  being 
disconnected  in  the  running  position. 

This  rheostat  is  also  arranged  as  a  secondary  starter  for 
Flip-ring  type  motors.  The  apparatus  is  manufactured  in  sizes 
ranging  from  5  h.p.  to  35  h.p..  inclusive,  by  the  American 
Electric  Fuse  Company,  Muskegon,  Mich.;  San  Francisco 
office,,  143  Second  street. 


F.  C.  Perkins,  formerly  manager  of  the  field  department 
of  the  Reynolds  Electric  Company,  has  opened  offices  in  the 
Bailey  building.  Seattle,  as  manager  of  the  Perkins  Electric 
Company,  and  will  buy,  sell  and  exchange  electrical  ma- 
chinery. 
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A    NEW    FREIGHT   LOCOMOTIVE. 

The  accoiii|)anying  illustration  shows  the  new  electrir 
locomotive  recently  purchased  by  the  Gait,  Preston  &  lies 
pf-ler  Street  Railway  Company,  Ltd..,  of  Ontario,  Canada.  This 
company  operates  some  30  cars  on  a  standard  gauge  inter- 
urhan  line.  21  miles  in  length,  connecting  the  above  points 
with  the  towns  of  Freeport,  Centreville,  Berlin  and  Water- 
loo. The  power  station  and  repair  shops  are  at  Preston.  The 
railway  traverses  a  farming  country  and  does  a  thriving; 
business  in  both  local  and  through  passenger  and  freight 
business. 

Several  years  since  the  G.  P.  &  H.  Street  Railway  Co. 
purchased  from  the  Wostinghouse  Electric  &  Manufacturing 
Company  a  quadruple  equipment  consisting  of  four  No.  93-A 
direct  current  motors  with  a  nominal  rating  of  60  h.p.  each 
ai  600  volts,  lor  a  locomotive  similar  to  the  one  shown,  biit 
of  smaller  capacity.  Its  operation  has  been  eminently  satis- 
factory  in   every   respect   and   the   recent   order   for  a   larger 


A  Now  Fri-JKlit  LocomotivL- 

locomotive  of  the  same  general  characteristics  argues 
strongly  for  tne  excellence  of  design  and  low  maintenance 
charges  of  this  type  of  slow  speed  freight  locomotive. 

Much  has  been  said  about  the  impracticability  of  elec- 
tric freight  haulage  but  the  steadily  increasing  sales  of  slow 
speed  electric  locomotives  especially  designed  for  freight 
service  and  the  invariably  favorable  reports  of  operation  is 
affirmative  evidence  of  the  most  forceful  nature.  There  are 
many  interurban  electric  roads  tapping  sparsely  settled  farm- 
ing districts  and  outlying  towns  not  favorably  located  on  main 
steam  trunk  lines,  which  could  develop  a  highly  profitable 
express  and  freight  traffic  with  the  aid  of  a  suitable  electric 
locomotive. 

The  G.  P.  &  H.  locomotive  shown  in  the  accompany- 
ing cut  was  built  by  the  Baldwin  Locomotive  Works  and  the 
complete  electrical  equipment  furnished  by  the  Westing- 
house  Electric  &  Manufacturing  Company  of  Pittsburg,  Pa. 
It  is  designed  for  the  standard  4  ft.  8%  in.  gauge  and  pro- 
vided with  double  swivel  trucks.  The  wheel  base  is  29  fee' 
and  the  over-all  dimension  36  ft.  and  it  weighs  complete. 
100,000  poimds.  The  gear  '-atio  of  16.57  gives  a  normal  speed 
of  8.25  m.p.h.  at  which  speed  a  tractive  effort  of  18,220  pounds^ 
is  developed.  The  maximum  tractive  effort  is  25,000  pounds. 
The  locomotive  carries  a  quadruple  equipment  consisting  of 
tour  No.  308-B2  interpole,  direct-current  railway  motors  hav- 
ing a  nominal  rating  of  100-h.p.  each,  or  a  total  of  400  h.p. 
at  600  volts.  These  motors  are  fitted  with  special  windings 
adapting  them  particularly  for  slow  speed  locomotive  service. 
Standard  nose  suspension  is  used. 

The  well  known  Westinghouse  unit  switch  control  was 
provided,  because  of  its  simplicity  ana  uniform  positive  oi)er- 


ation.  Two  master  controllers  are  supplied,  one  in  eacli  end  of 
the  cab.  These  controllers  carry  only  the  small  current  from 
a  .storage  battery,  for  exciting  the  eleclro-magnetically  ac- 
tuated needle  valve  which  admits  air  at  70  lb.  pressure  to 
the  air  cylinders  of  the  unit  switch.  The  action  of  each 
switch  is  therefore  positive  and  independent  of  fluctuations 
()!'  the  line  voltage.  It  frequently  happens  on  interurban  and 
stub-end  lines  that  the  voltage  at  points  far  distant  from 
trolley  feeders  is  as  low  as  200  volts  when  the  motors  are 
in  operation.  I'nder  such  extreme  or  even  less  severe  condi- 
tions solenoid  operated  contactors,  depending  upon  the  line 
voltage  for  their  contact  pressure,  are  apt  to  give  trouble 
due  to  looseness  and  arcing  at  the  contacts.  With  air  oper- 
ated switches  all  such  possibilities  are  eliminated  aiul  the 
greatest  reliabilitv  under  all  conditions  assured. 


APPLICATION    OF    FAN    MOTORS    FOR    WINTER    USE. 

It  is  the  popular  opinion  that  the  range  of  usefulness  of 
the  electric  fan  motor  is  limited  to  the  summer  months  and 
that  its  sole  utility  lies  in  its  application  as  a  means  of  reduc- 
ing the  temperature  of  a  room  or  an  office.  This  is  not  true, 
however,  and  slowly  but  surely  the  public  is  beginning  to  un- 
derstand that  the  usefulness  of  the  fan  motor  is  by  no  means 
confined  to  the  hot  days  of  summer,  and  that  paradoxical  as  it 
may  seem  the  electric  fan  blows  hot  and  cold;  and  inci- 
dentally while  it  is  blowing  hot  it  cuts  the  fuel  bill. 

Following  are  a  few  of  the  more  important  applications 
of  the  fan  motor  to  winter  use: 

The  efficiency  of  the  hot  air  heating  system  may  be 
greatly  increased  by  placing  a  fan  motor  in  the  cold  air  box 
to    force    the   air    through    the   registers   to   all    jiarts    of    the 


Fig, 


Exliaiist    Fan    Blower    for    Furnace. 


I'ouse.  On  particularly  cold  days  when  the  wind  is  so  strong 
that  it  forces  the  air  through  the  furnace  into  the  rooms 
without  having  become  heated,  a  fan  motor  placed  in  the  cold 
air  box,  after  having  closed  the  slide  which  permits  air  to 
come  in  from  the  outside  and  openini;  the  slide  which  lets 
the  air  in  from  the  cellar,  will  cause  an  appreciable  rise  in 
the  temperature  of  the  room,  without  making  any  increase 
in  fuel  consumption. 

As  is  very  often  the  case,  the  house  contains  a  room  or 
rooms  which  under  certain  conditions  are  difficult  to  heat. 
This  difference  can  be  overcome  by  placing  a  fan  motor  in 
front  of  the  hot  air  register  or  over  it  in  case  the  register  is 
located  in  the  floor.  This  plan  will  prove  more  efficient  if 
the  register  and  fan  motor  are  covered  by  a  box  or  hood  of 
some  kind  which  will  cause  the  fan  motor  to  draw  air  from 
the  pipe  only,  and  not  from  the  room. 

In  a  house  heated  by  hot  air  or  steam,  increased  radia- 
tion of  heat  and  consequently  a  warmer  room  may  be  obtained 
by  placing  a  fan  at  the  end  or  back  of  the  radiator. 

Another  manner  in  which  the  fan  motor  may  be  used  to 
advantage  in  w-inter  is  to  prevent   the  accumulation  of  frost 
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en  show  windows  of  stores.  The  Mir  I'roiu  the  t';ui  motor 
('irectcd  against  the  glass  of  the  window  will  kocji  il  |ira<-- 
tM'ally    free    lidin    frost.      This   Mpiiliral  ion    of    (he   uiolor    is    ;i 


Fig.    2.      Kxliaust    J'an    Blower-    Iiistallid    in     Furnace. 

I'oon  to  merchants  who  have,  heretofore,  during  the  cold 
weather,  lost  practically  all  the  advantage  which  their  win- 
dow  display  accomplishes. 


TRAIN     DISPATCHING    TELEPHONES     PROVE    THEIR 
USEFULNESS. 

The  value  of  the  telephone  method  of  dispatching  trains, 
which  has  superseded  the  old  familiar  telegraph  on  many  of 
.the  largest  railroads  of  the  country,  has  been  demonstrated 
by  the  behavior  of  this  system  on  the  Pere  Marquette  during 
recent  sleet  storms.  The  telegraph  was  put  out  of  com- 
mission, but  the  telephone  circuit  worked  continuously  and 
received  many  words  of  praise  from  the  railroad  people. 
Telephones  and  selectors  furnished  by  the  Western  Elec- 
tric Company  have  been  placed  in  service  along  136  miles  of 
this  road,  between  Saginaw,  Mich.,  and  Toledo,  Ohio. 

The  telephones  have  been  installed  at  thirty  way-stations 
and  four  sidings.  The  service  on  this  division  will  be 
watched  with  interest,  as  the  traffic  on  the  Toledo  Division 
is  unnsually  heavy.  Several  times  in  the  past  the  railway 
has  found  it  necessary  to  cut  the  telegraph  train  wire  into 
two  sections  in  order  to  handle  the  traffic,  but  it  is  believed 
that  the  telephone  equipment  will  enable  the  work  to  be 
handled  entirely   with   one   circuit. 

The  Michigan  Central  has  recently  installed  train  dis- 
patching telephone  circuits  between  Jackson,  Michigan  and 
Niles,  Ohio,  105  miles,  with  34  telephone  stations;  between 
.lackson  and  Bay  City,  Michigan,  115  miles,  with  23  stations, 
and  Jackson  and  Grand  Rapids,  Michigan,  94  miles,  with  21 
stations.  Equipment  has  been  ordered  for  a  telephone  line 
between  Windsor  and  St.  Thomas,  Ontario,  Canada,  111  miles, 
with  20  stations.  Plans  have  been  made  for  the  installation 
of  a  number  of  other  circuits  during  the  coming  year. 


WESTINGHOUSE    DEVELOPMENTS    DURING    1910. 
Metallic   Flame  Arc. 

A  notable  accoiuplislmienl.  iu  the  illumination  held  was 
the  development  of  a  thoroughly  dependable  and  exceedingly 
efficient  metallic  flame  arc  lamp  for  operating  on  multiple 
circuits.  Types  have  been  developed  for  straight  multiple  and 
for  multiple-series  operation.  The  negative  electrode  penci's 
of  metallic  oxide  are  arranged  above  the  positive,  metallic 
buttons,  in  the  Westinghouse  lamps.  Through  this  electrode 
arrangement  a  maximum  amount  of  light  is  projected  in  useful 
directions. 

Wire  Type  Lamp. 

Probably  the  most  notable  improvement  iu  electric  light- 
ing is  the  Westinghouse  wire  type  lamp.  The  wire  type  lamp 
was  brought  to  the  attention  of  the  public  for  the  first  time  at 
the  St.  Louis  convention  of  the  National  Electric  Light  Asso- 
ciation; the  announcement  of  the  perfection  of  the  methods 
of  manufacturing  a  single  filament  lamp  created  quite  a 
sensation.  The  wire  type  lamp  rapidly  increased  in  popularity 
and  only  six  months  after  its  advent  it  became  necessary  to 
increase  the  manufacturing  facilities  of  the  Westinghouse 
Lamp  Company  10,000  lamps  per  day.  The  new  plant  of  the 
Westinghouse  Lamp  Company  is  located  at  510  to  532  West 
Twenty-third  street,  New  York  City,  and  is  to  manufacture 
exclusively  25,  40  and  60  watt  wire  type  tungsten  lamps. 
The  lamp  being  constructed  by  an  entirely  new  process  .t 
was  necessary  to  develop  and  manufacture  new  machinery  for 
the  equipment  of  this  plant,  which  machinery  is  entirely  of 
American  design.  The  starting  of  the  plant  marked  the  sepa- 
ration of  American  apparatus  from  the  modified  European 
apparatus,  which  has  heretofore  been  made  to  fit  American 
conditions.  The  factory  itself  is  organized  on  new  lines, 
which  are  quite  a  departure  of  lamp  manufacture  in  that  it  is 
made  up  of  a  number  of  individual  factories  each  independent 
of  the  other  and  all  operating  in  the  one  plant.  The  wire  type 
lamp  is  made  with  a  single  filament  extending  from  one  lead- 
ing-in  wire  to  the  other  with  a  positive  electrical  connection 
between  the  filament  and  the  leading-in  wires.  The  joint  is 
protected  by  wrapping  the  filament  around  the  leading-in 
wires;  this  insures  flexibility  and  eliminates  points  of  rigid 
contact  in  the  lamp.  This  construction  and  the  improvements 
in  the  method  of  making  the  filament  do  away  with  the 
fragility  that  has  been  present  in  the  ordinary  tungsten  lamp. 
Heating   Apparatus. 

Westinghouse  heating  apparatus  is  being  made  with  only 

hermetically   enclosed  resistors.     All  new   devices  that  were 

developed  in  1910,  the  resistors  are  sealed  within  welded  metal 

jackets  and  the  heaters  can  readily  be  removed  for  cleaning. 

Circuit  Breakers. 

The  objection  frequently  offered  t.  the  use  of  circuit- 
breakers  for  motor  control  has  been  the  lack  of  any  time 
element  in  their  operation  or  the  fact  that  they  open  the 
circuit  instantaneously  upon  the  _occurrence  of  an  overload. 
This  fact  renders  it  impossible  to  set  the  breaker  so  that  it 
will  protect  the  motor  under  operating  conditions  and  at  the 
same  time  permit  the  momentary  rush  of  current  at  starting. 
A  circuit-breaker,  therefore,  that  possesses,  in  addition  to  the 
inherent  advantages,  a  time  element  similar  to  that  of  a  fuse 
without  its  attendant  disadvantages,  fills  a  long  felt  want  in 
industrial  motor  applications.  Such  a  device  is  embodied  in 
the  modification  of  the  wall  mounting  type  H  oil  circuit- 
breaker  originally  designed  for  low-voltage  circuits.  The  in 
verse  time  element  attachment,  which  was  designed  by  a 
well;known  engineer,  is  simple,  compact  and  mounted  within 
the  oil  tank.  It  permits  the  breaker  to  remain  closed  during 
a  momentary  overload  by  retarding  the  movement  of  the 
overload  trip  coil  plungers  in  direct  proportion  "^o  the  extent 
of  the  overload.  In  other  words,  the  time  required  for  the 
breaker  to  open  varies  inversely  as  the  magnitude  of  the 
current.  This  line  has  been  extended  to  include  a  switchboard 
mounting  breaker  for  use  on  2500  volt  circuits. 
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Distributing  Transformers. 
Dui-ing  the  year  the  Westinghouse  Electric  &  Manufuc- 
tviritig  Company  developed  and  placed  on  the  market  a  com 
plete  line  of  distributing  transformers  for  6600,  11,000  ana 
16,500  volts.  This  line,  known  as  the  type  "SK,"  parallels  th" 
type  "S"  low-voltage  transformers  put  out  by  this  company 
in  recent  years  and  is  meeting  with  the  same  success.  The 
new  design  has  taken  advantage  of  the  recent  developments 
in  silicon  steel,  improved  Insulating  materials,  and  other 
important  factors. 

Feeder  Regulators. 
Improvements  made  in  the  induction  type  of  feeder  regu- 
lators by  the  Westinghouse  Electric  &  Manufacturing  Com- 
pany during  the  year  have  resulted  in  the  complete  elimination 
of  the  chief  objection  formerly  held  to  regulators  of  the  single- 
phase  type,  namely,  vibration;  the  new  skeleton  frame  con- 
struction for  the  stationary  element  and  the  use  of  corrugate.! 
sheet  iron  tanks.  All  of  the  accessories  for  automatic  opera- 
tion have  been  thoroughly  redesigned  for  long  life  and 
minimum  attention. 

Meters. 
In  their  indicating,  recording,  portable  and  watthour 
meters  the  Westinghouse  Electric  &  Manufacturing  Company 
have  continued  the  developments  pushed  forward  during  pa-;t 
years.  Both  their  alternating  current  and  their  direct  current 
watthour  meters  have  been  improved  with  respect  to  the 
methods  of  adjustment  and  permanence  of  accuracy.  The 
graphic  meters  have  had  Improvements  in  the  method  of 
winding  the  paper  feed,  and  to  the  already  complete  line  of 
portable  meters  has  been  added  a  line  of  millivolt  shunts. 
The  switchboard  meters  have  been  further  standardized  and 
harmonized  in  appearance  and  a  line  of  manganin  shunts  has 
been  added  during  the  year. 

Motors. 
The  developments  in  motor  design  during  the  past  twelve 
months  have  resulted  In.  the  standardization  of  motors  for 
several  important  industries.  Before  a  manufacturer  can 
profitably  develop  a  line  of  motors  adapted  to  the  peculiar 
needs  of  a  given  industry  there  must  be  sufficient  interest  in 
electrical  power  among  the  manufacturers  in  that  line  to 
indicate  a  reasonable  demand  for  the  motors  when  built. 
Previous  to  the  development  of  special  motors,  it  is  necessary 
to  try  standard  motors  under  the  conditions  to  be  met  and 
determine  wherein  they  are  deficient.  The  Westinghouse 
Company  has  been  making  very  complete  investigations  in 
several  industries  and  has  developed  new  types  of  motors  tor 
textile  mills,  for  steel  and  cement  mills,  for  elevators,  for 
hoists,  cranes  and  railway  turntables,  and  for  electrically 
operated  vehicles. 

For  textile  mills  a  squirrel  cage  polyphase  induction  motor 
must  be  used  and  to  make  possible  the  thoroughly  satisfactory 
operation  of  the  machines  when  individually  driven  standard 
motors  cannot  be  used.  The  motors  must  be  absolutely  dust- 
proof  because  the  lint  of  "fly"  in  a  textile  mill  will  get  into 
the  bearings  of  a  standard  motor  if  placed  near  the  floor  level 
and  drain  out  the  oil;  and  in  addition  the  fly  will  accumulati^ 
in  the  ventilating  ducts  and  finally  plug  them,  acting  like  a 
blanket  to  the  motor.  Hence,  the  textile  motors  have  been 
made  without  ventilating  ducts  of  any  sort  and  yet  are  de- 
signed to  run  cool.  The  bearings  have  also  been  made  dust- 
proof  and  have  no  openings  through  which  dust  or  fly  can 
penetrate. 

The  starting  characteristics  required  particular  investi- 
gation to  secure  a  motor  capable  of  starting  the  load,  also  of 
operating  with  high  efficiency  at  its  average  load.  The  load 
conditions  of  looms,  spinning  frames,  warpers,  pickers,  dye- 
house  machinery,  hydro-extractors,  etc.,  were  investigated  and 
each  size  of  motor  was  specially  designed  for  each  c'ass  of 
service. 

For  steel  mills,  cement  mills  and  brick  yards  where  the 


service  conditions  are  most  severe  a  line  of  squirrel  Cage 
polyphase  induction  motors  has  been  built  of  more  rugged 
characteristics,  both  electrical  and  mechanical,  than  have 
Characterized  any  similar  motors.  Due  to  the  class  of  labor 
employed  and  the  necessity  of  continuity  of  the  work  there 
is  little  possibility  of  sparing  the  machinery  from  hard  knocks 
Hence  great  mechanical  strength  and  extreme  simplicity  char- 
acterize the  motors  that  can  satisfactorily  meet  these  con- 
ditions; in  fact  the  motors  are  capable  of  standing  an  enor- 
mous amount  of  abuse,  and  will  operate  for  long  periods 
without  attention.  The  Westinghouse  type  MS  motor  is  the 
first  squirrel  cage  induction  motor  designed  especially  for  mill 
service. 

Because  of  the  difficulties  of  designing  and  building  a 
satisfactory  alternating  current  motor  for  crane  service  it  has 
been  considered  necessary  in  the  past  to  use  direct  current 
motors  almost  exclusively  for  such  service.  Considerable 
expense  has  sometimes  been  incurred  to  install  direct  current 
apparatus  for  the  cranes  only  when  all  the  other  machines 
were  driven  by  alternating  current  motors. 

The  new  type  MW  induction  motor  with  wound  secondary 
has  just  been  developed  with  particularly  high  torque  to  fit 
i:  for  such  service.  The  motor  mechanically  is  similar  to  the 
type  MS  motor  with  the  changes  necessary  for  the  phase 
wound  secondary.  The  electrical  characteristics  enable  the 
motor  to  start  very  heavy  loads  and  lift  them  at  a  good  speed 
without  taking  an  excessive  current.  This  permits  the  small 
adjustments  so  necessary  in  the  handling  of  a  crane,  without 
destructive  sparking  in  the  control  apparatus. 

In  all  induction  motors  previously  built  the  armatures 
have  been  of  large  diameter  and  small  length  as  compared 
with  direct  current  motors  of  similar  capacities,  and  hence  the 
larger  flywheel  effects  have  made  the  motors  less  desirable 
for  reversing  service.  The  MW  motor  armatures  are  much 
longer  and  of  smaller  diameters,  very  closely  resembling 
direct  curent  armatures  in  their  dimensions,  and  thus  the 
flywheel  effects  are  made  so  low  that  these  motors  are  par- 
ticularly adapted  to  reversing  service. 

Owing  to  the  similarity  of  the  services  these  motors  are 
as  well  fitted  tor  hoists,  elevators,  railway  turntables  and 
transfer  tables,  draw  bridges  and  roller  lift  bridges  as  for 
(  ranes.  The  simplicity  of  structure  and  the  absence  of  com- 
plicated wearing  parts  make  these  motors  peculiarly  desirable 
tor  severe  duty. 

For  e'.evator  service  a  modification  of  the  squirrel  cage 
type  MS  motor  has  been  developed  which  gives  remarkable 
service.  The  end  rings  are  designed  with  special  high  resist- 
ance to  give  approximately  20  per  cent  drop  in  speed  from 
no  load  to  full  load,  thus  not  only  limiting  the  starting  current, 
but  also  increasing  the  starting  torque.  This  use  of  the 
squirrel  cage  motor  materially  simplifies  the  control  and 
lirovides  a  motor  which  is  free  from  any  possible  wear  except 
in  the  bearings. 

For  electric  vehicles  a  line  of  motors  has  been  developed 
alter  a  study  of  the  conditions  imposed  by  this  service  and  a 
careful  consideration  of  each  element  of  the  design.  These 
motors  are  very  strong  and  will  successfully  withstand  the 
hard  usage  to  which  they  are  subjected.  They  are  very 
elficient  and  have  a  high  output  per  unit  of  weight.  No  fyscs 
or  other  protective  devices  are  required  as  the  motors  will 
take  the  full  current  of  the  battery  for  which  they  are  do 
signed.  There  is  therefore  no  danger  of  opening  the  circuit 
in  times  of  emergency.  The  frames  are  entirely  enclosed  and 
are  waterproof.  The  brushes  and  commutator  are,  however, 
readily  accessible  for  inspection,  and  any  part  can  be  readily 
1  emoved  in  case  of  necessity. 

Thus  the  entire  trend  of  the  developments  in  motors  in 
tlie  past  year  has  been  toward  the  production  of  new  typ''-i 
of  motors  already  built,  to  suit  the  requirements  of  speci.il 
industries,  thus  securing  greater  advantages  in  the  use  of 
electrical  power  than  are  possible  from  general  service  motors. 
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INCORPORATIONS. 

CORCORAN,  CAL.— The  Alpaugh  Telephone  Company 
has  been  incorporated  by  business  men  of  this  city  with  a 
capital  stock  of  $1500. 

SANTA  ROSA,  CAL.— The  Sonoma  Valley  Water,  Light 
&  Heat  Company  has  been  incorporated  by  E.  M.  and  Edna 
L.  Hoen,  L.  L..  L.  C.  and  Mabel  Lewis,  with  a  capital  stock 
of  $100,000. 

LOS  ANGELES,  CAL.— The  Southern  Counties  Gas  Com- 
pany of  California  has  been  incorporated  by  C.  S.  Forney,  .J. 
H.  Badger.  R.  B.  Wheeler,  W.  A.  White  and  others  with  a 
capital  stock  of  $75,000. 

SAN  FRANCISCO,  CAL.— The  Union  Water  Company  of 
California  has  been  incorporated  by  Alfred  D.  Plaw,  William 
T.  Barnett,  E.  D.  Madison,  Piatt  Kent  and  V.  W.  Vincent  with 
a  capital  stock  of  $5,000,000. 

SAN  FRANCISCO,  CAL.— The  Red  Cross  Germ  Proof 
Telephone  Glass  Mouthpiece  Company  has  been  incorporated 
by  M.  M.  Morris,  G.  W.  Merrill,  H.  H.  Davis,  G.  E.  Murphy 
and  Maurice  Summerfie'd,  with  a  capital  stock  of  $500,000. 

BOISE,  IDAHO.— The  Boise  Power.  Light  &  Traction 
Company  has  been  incorporated  for  $1,000,000  and  is  making 
preparations  for  the  construction  of  a  power  plant  on  the 
Payette  River  to  develop  5000  h.p.,  and  cost  $500,000.  It  is 
understood  that  the  Telluride  Power  Company  is  preparing 
to  spend  several  million  dollars  in  the  completion  of  its 
Idaho  plans.  The  main  power  plant  of  the  company  will 
be  constructed  at  the  confluence  of  the  Malad  and  Snake 
rivers  to  furnish  10,000  h.p.  to  run  east  and  west  across  South 
Idaho.  The  Great  Shoshone  Falls  Light  &  Power  Company, 
with  a  plant  on  the  Malad  River  at  Salmon  Falls,  is  arrang- 
ing to  run  a  line  west  through  southern  Idaho  to  meet  com- 
petition of  the  Telluride  Company  at  this  place. 

SAN  FRANCISCO,  CAL.— The  Poulsen  Wireless  Company, 
composed  of  local  capitalists,  has  filed  articles  of  incorpor- 
ation in  Arizona,  with  a  capital  stock  of  $25,000,000  to 
exploit  in  the  United  States  the  wireless  telegraph  and  tele- 
phone iiatents  of  Valdemar  Poulsen  of  Copenhagen.  Beach 
Thompson  is  president.  E.  W.  Hopkins,  George  A.  Pope. 
Howard  P.  Veeder,  .1.  Henry  Meyer,  S.  E.  Slade,  Charles  D. 
Marx  and  C.  F.  Elwell,  are  among  the  incorporators.  It  is 
stated  that  the  company  would  not  be  ready  to  enter  the 
commercial  field  for  some  time.  Its  work  at  present,  it  is 
said,  consisted  of  a  series  of  experiments  and  tests.  Com- 
munication, both  by  wireless  telegi'aphy  and  wireless  tele- 
phone, has  been  established  between  San  Francisco  and 
Stockton.  The  local  station  has  been  established  at  the 
beach. 


TRANSMISSION. 
PORTLAND,    ORE.— The    Mt.    Hood    Railway    &    Power 
Company  has  purchased  a  site  on  the  East  Side  fronting  on 
the  Willamette  river  and  has  let  a  contract  for  an  auxiliary 
power  plant  to  Chas.  C.  Moore  &  Co.,  of  San  Francisco. 

GROVELAND,  CAL.— The  entire  holdings  of  the  Tuol- 
umne River  Power  Company  have  been  sold  to  a  syndicate 
of  capitalists.  Lester  R.  Wiley  retains  his  interest  in  the 
new  combination  and  will  remain  as  manager.  The  new 
owners  will  begin  development  work  at  once. 

NORTH  YAKIMA,  WASH.— Approximately  $2,000,000  will 
be  expended  in  extensions  of  lines  and  services  by  the  Pacific 
Power  &  Light  Company  in  the  valleys  of  the  Yakima  next 


year.  George  .Arrowsmith,  local  superintendent,  announces 
the  latest  improvement  planned  is  the  extension  of  a  high 
tension  power  wire  from  the  Naches  generating  plant  to  the 
Richland   District. 

SILVER  CITY,  N.  M.— The  Gila  River  Power  Company 
has  been  granted  rights  for  the  water  of  the  Gila  River  in 
Western  Grant  County.  The  power  company  plans  to  de- 
velop 15,000  horsepower. 

SPIRIT  LAKE,  IDAHO.— The  Washington  Water  Power 
Company  has  established  a  camp  one  mile  east  of  this  place 
and  will  begin  active  work  on  the  high  tension  power  lines 
from  Post  Falls  to  Newport. 

DIERENGER.  WASH.— The  Pacific  Power  Company  has 
awarded  a  contract  to  the  AUis-Chalmers  Company,  Milwau- 
kee. Wis.,  to  furnish  two  24,000-h.p.  high  pressure  Francis 
turbines  for  the  power  house  at  Lake  Tapps  project. 

AMERICAN  PALLS,  IDAHO.— The  Idaho  Consolidated 
Power  Company  will  develop  .30,000  additional  h.p.  during 
the  coming  year,  by  building  a  new  power  station,  which 
will  constitute  the  main  plant  of  the  system,  as  projected 
several  years  ago.  Authority  for  the  announcement  that  the 
plant  will  be  built  the  coming  year  comes  from  Governor 
Brady,  who  controls  all  the  stock  of  the  company. 

RENO,  NEV.— The  Truckee  River  General  Electric  Com- 
pany, of  which  J.  B.  Lukes  is  the  local  manager,  has  com- 
pleted all  its  surveys  and  drawings  for  the  building  of  a 
new  power  plant  and  has  let  some  of  the  contracts.  It  will 
first  build  a  big  dam  across  the  Truckee  River  near  the  Reno 
Country  Club,  as  heretofore  stated,  and  at  a  point  a  short 
distance  east  of  Verdi  will  build  a  new  power-house  to  gen- 
erate .3000  h.p.  This  power  will  be  used  for  the  smelter 
at  Mason  City  and  Waubuska  and  for  the  operation  of  the 
mines  at  Yeiington. 

SAN  JACIXTO,  CAL.— A  reservoir  site  has  been  pur- 
chased by  the  Ramona  Power  Company,  below  Idyllwild. 
The  company  has  obtained  rights  for  power  purposes  to  prac- 
tically all  the  water  in  the  north  and  south  forks  of  Straw- 
berry Creek,  and  the  waters  of  these  streams  will  be  piped 
from  a  point  as  high  up  the  canyons  as  possible  in  order  to 
obtain  a  maximum  drop  down  to  the  power-house,  to  be 
located  in  San  Jacinto  Canyon  near  the  foot  of  the  moun- 
tain. After  passing  through  the  power-house  the  waters 
will  be  returned  to  their  natural  sources,  where  the  water 
ia   already  owned   for  irrigation   purposes. 


TRANSPORTATION. 
LONG   BEACH,   CAL.— The   proposed   Signal   Hill   trolley 
line   from  Zaferia  Junction  to  the  summit   of  Signal   hill,   is 
assured.     Money   for  building  the   line   has   been   subscribed. 
The  line  will  cost  $100,000. 

HAYWARDS,  CAL.— The  new  street  railroad  franchise 
from  Front  street  at  the  depot  through  C  to  Watkins  and  B 
to  the  town  limits  that  was  applied  for  by  I.  B.  Parsons,  has 
bfen  read  and  the  clerk  has  been  instructed  to  advertise  for 
bids. 

'SAN  ANDREAS,  CAL.— The  Board  of  Supervisors  has 
received  an  application  from  Stanley  D.  Herbert  for  a  fran- 
chise, right,  privilege  and  permission  to  erect,  construct  and 
maintain  a  broad  or  narrow  gauge  track  or  railway  and 
necessary  bridges,  in  the  town  of  Wallace,  County  of  Cala- 
veras, Cal.  Sealed  bids  will  be  received  for  the  sale  of  the 
franchise  up  to  February  3,  1911. 
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LOS  ANGELES,  CAL.— An  agreement  has  been  reached 
between  the  officials  of  the  Los  Angeles  Railway  Company 
and  leaders  of  an  improvement  association  who  have 
been  making  a  fight  against  the  erection  of  car  barns  on  the 
13-acre  tract  south  of  Agricultural  Park.  The  Railway  Com- 
pany will  not  build  its  barns  there  and  will  sell  its  13  acres 
ti;  be  added  to  the  park.  Car  barns  will  be  built  at  the  end 
Of  the  Fifty-fourth   street  car  line. 

SAN  FRANCISCO,  CAL.— The  United  Railroads  have 
men  at  work  at  Market  and  Sutter  streets,  engaged  in  re- 
moving part  of  the  rails  on  the  inner  tracks  and  laying  ti 
straight  rail  to  replace  a  part  of  the  switch  rail  that  has  here- 
tofore been  there.  General  Superintendent  Hibbs  explained 
that  the  purpose  of  the  work  was  largely  to  minimize  the 
heavy  noises  occasioned  by  the  jar  and  concussion  of  the 
Market-street  cars  falling  upon  the  much-used  rails  of  the 
switch  connection.  He  says  that  it  is  the  same  character  of 
work  recently  put  in  at  the  ferry  for  the  same  purpose,  and 
will  in  nowise  affect  the  position  of  the  tracks  as  they  have 
been.  Neither  is  it  the  intention  to  lay  a  new  switch,  and 
the  old  one  will  not  be  taken  out. 

LOS  ANGELES,  CAL. — Orders  were  issued  last  week  by 
Paul  Shnup,  vice-president  in  charge  of  operations  of  the 
Pacific  Electric  and  Los  Angeles-Pacific  Companies,  for  the 
conversion  of  the  Southern  Pacific  line  from  Los  Angeles  to 
Palms  into  an  electric  road.  That  part  of  the  line  between 
Palms  and  Santa  Monica  was  converted  some  time  ago.  A 
trolley  wire  will  be  strung  over  the  old  S.  P.  tracks  from 
Palms  east  through  Sentous  and  University  to  Clement 
Jimction,  where  the  four-track  Long  Beach  line  of  the  Pacific 
Electric  is  reached.  From  there  the  line  will  run  north  to 
the  Arcade  station  and  the  Pacific  Electrics  station  at  Sixth 
and  Main  streets.  Over  this  line  all  freight  for  the  Santa 
Monica  bay  district,  whether  it  comes  by  land  or  water,  will 
be  transported. 

SACRAMENTO,  CA.L.— That  a  branch  line  will  be  con- 
structed by  the  Northern  Electric,  crossing  the  Haggin  Grant 
tract  from  the  main  line  eastward,  skirting  the  south  end 
of  the  proposed  City  Park  crossing  into  Carmichael  Colony, 
touching  the  Country  Club  tract  and  proceeding  on  to  Fair 
Oaks  and  Orangeville,  was  decided  last  week  at  a  confer- 
ence between  Northern  Electric  officials  and  persons  inter- 
ested in  *he  great  agricultural  district.  The  branch  will 
bo  built  during  the  coming  year,  according  to  D.  W.  Car- 
michael. The  branch  will  deflect  from  the  main  line  at  Del 
Paso  Station  on  the  Haggin  Grant  and  run  a  little  north  of 
east  toward  the  proposed  City  Park.  Skirting  the  south  point 
of  the  park  site  the  road  will  turn  due  east  across  the  grant. 
The  survey  for  this  branch  has  been  completed,  as  has  that 
for  the  line  into  Fair  Oaks  and  Orangevale. 


ILLUMINATION. 

ELSLXORE,  CAL.— Mrs.  M.  A.  Gardner  and  M.  L.  Cam- 
Lurn  made  application  for  a  50-year  gas   franchise. 

CAJL\S,  WASH.— E.  E.  Goff  of  Portland  has  applied  to 
the  City  Council  for  an  electric  light  franchise  and  has  se- 
cured a  power  site  on  the  Washougal  River,  where  he  pro- 
poses to  establish  a  500  h.p.  plant  if  the  franchise  is  granted. 

LA  GRANDE,  ORE.—  James  Lambirth,  representing  a 
company  who  proposes  to  p-.it  in  a  gas  plant  for  La  Grande, 
Is  here  and  has  submitted  a  proposal  for  a  franchise  to  lay 
Trains  through  the  streets  and  alleys.  The  plant  and  equip- 
ment and  pipe  connections  will  cost  about  $150,000. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Gas  &  Electric 
Company  will  erect  a  two-story  and  basement  re-inforced  con- 
crete office  building  at  Aliso  and  Center  streets  and  an  office 
building  for  the  electrical  department.  The  company  is 
having  plans  made  for  a  steel  gas  holder  to  contain  6,000,000 
cu.  ft.  of  gas. 


LOS  ANGELES.  CAL.— One  of  the  largest  mortgage 
issues  ever  made  in  Los  Angeles  was  given  yesterday  when 
the  Southern  California  Gas  Company  issued  $10,000,000  in 
first  mortgage  40-year  gold  bonds.  The  Trust  Company  of 
America  is  named  as  trustee.  Some  of  the  money  will  be- 
used  to  extend  gas  mains  to  San  Bernardino  and  to  com- 
plete the  Redondo  plant. 

LONG  BEACH,  CAL.— The  formal  issuance  of  $400,000 
worth  of  bonds  recently  authorized  for  the  building  of  the 
Consolidated  gas  plant  in  Long  Beach,  was  made  at  the  meet- 
ing of  the  directors  last  week.  The  directors  authorized  the 
expenditure  of  $132,000  immediately.  The  remainder  of  the 
amount  will  be  used  in  liquidating  certain  indebtedness  and 
future  use  in  the  building  of  the  plant. 

BAKERSFIELD,  CAL. — The  California  Natural  Gas  Com- 
pany has  purchased  four  acres  at  Palm  and  Oak  streets  in 
the  Ellery  Green  tract  at  the  southwestern  limits  of  the  city, 
and  will  there  establish  its  buildings  in  connection  with 
the  delivery  of  natural  gas  into  the  distributing  system  of 
the  local  gas  company.  What  the  company  will  need  of  so 
much  land  is  not  known,  as  a  reducing  valve  and  a  meter 
are  about  all  the  equipment  it  is  likely  to  need  at  this  point, 
so  far  as  is  known  to  the  general  equipment.  The  work  of 
laying  the  pipe  to  bring  the  two  systems  to  the  connecting 
point  is  progressing  well  on  both  sides  of  the  line,  but  the 
local  company  is  expected  to  finish  first.  The  holders  at  that 
point  will  be  used  to  keep  a  stock  of  gas  on  hand  against 
any  emergency. 

PORTLAND,  ORE.— Expenditures  aggregating  $2,250,000 
will  be  made  by  this  company  and  the  Pacific  Power  &  Light 
Company  during  the  coming  year,  according  to  announcement 
made  by  Guy  W.  Talbot,  president  of  both  concerns. 
Of  this  sum  $750,000  will  be  spent  in  extending  the  mains 
and  improving  the  plant  of  the  Portland  Gas  &  Coke  Com- 
pany. The  remaining  $1,500,000  will  be  used  in  the  further 
development  of  the  light  and  power  company's  service  along 
the  Columbia  and  Yakima  rivers  in  Eastern  Washington,  mak- 
ing possible  the  irrigation  of  a  large  area.  Work  on  the 
local  improvements  will  be  started  early  in  1911.  About 
200  miles  of  gas  mains  will  be  laid.  Additions  will  be  made 
tT  the  local  generating  plant  to  accommodate  the  increased 
service.  The  new  mains  to  far  as  possible,  will  cover  those 
districts  in  which  the  city  is  planning  hard-surface  improve- 
ments but  many  of  the  suburban  streets  will  also  be  served. 


TELEPHONE  AND  TELEGRAPH. 
RED  BLUFF,  CAL.— Word  has  been  received  here  that 
the  wireless  telegraph  station  of  the  Northern  California 
Power  Company  at  Volta,  near  Manton  on  the  Shasta  and 
Tehama  county  line,  was  destroyed  last  week  by  a  thun- 
derbolt during  a  heavy  storm.  This  is  the  first  instance 
known  here  where  a  wireless  telegi'aph  plant  has  been  struck 
liy  lightning.  The  Northern  California  Power  Company  main- 
tains wireless  plants  at  each  of  its  hydroelectric  power  plants 
lor  the  purpose  of  communicating  with  one  another  and  with 
the  home  office  in  Redding  in  case  the  telephone  lines  are 
down  or  when  storms  make  them  dangerous. 

FRESNO,  CAL. — It  is  announced  that  extensive  addi- 
tions are  planned  for  the  local  telephone  system.  The 
changes  are.  to  come  soon  after  the  first  of  the  year  and 
are  to  include  an  extension  of  the  local  system  to  the  north- 
west of  the  city.  It  is  stated  that  there  is  a  possibility  of 
extending  the  telephone  lines  to  the  Kearney  Boulevard  tract, 
now  on  sale.  One  of  the  main  improvements  contemplated 
is  the  laying  of  more  underground  cables  in  the  downtown 
district.  These  will  not  displace  the  present  overhead  wires 
but  it  is  not  desired  to  string  more  wires  above  ground  than 
necessary,  and  telephone  officials  hope  that  additional  lines 
laay  be  placed  in  conduits  below  street  level. 
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